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- current machines of all powers, 
Measurement of the efficiency 
of, by P. Dupuy, 548 
» integrating steam indicator, 
Little's, 682 
i recording voltmeter, 514 
Contracts, Conditions of, 428 


Contracts OPEN AND CLoSED— 
Aberdeen, 221, 553, 700, 731, 811, 848 
Accrington, 447, 512 
Ashton-under-Lyne, 49, 84, 408 
Ayr, 890 
Balmoral Castle, 811 
Barking, 119 
Barnet, 810 
Barrow, 85 
Bedford, 18, 18, 84, 150 
Belfast, 221, 221, 262, 299, 337, 480, 512, 

663, 731, 774, 811, 847 
Belgium, 84, 160, 183, 261, 332, 371, 512, 
624, 731, 848 
Bengal, 332 
Berlin, 84, 188, 299, 332 
Bethnal Green, 700, 810 
Bilbao, 18, 84, 183, 221 
Blackburn, 18, 50, 184, 624, 663 
Blackpool, 262, 299, 624 
Bolton, 299 
Bo'ness, 18 
Bootle, 18, 221, 512, 553, 700, 882 
Bournemouth, 371, 447, 684, 731 
Bradford, 18, 84, 184, 221, 262 
Brighton, 84, 118, 184, 337, 512 
Bristol, 183, 890 
Bulgaria, 810 
Barnley, 222 
Bary St. Edmunds, 663 
Canterbury, 119, 183 
Cardiff, 848 
Carlisle, 221, 262 
Chester, 731 
Colwyn Bay, 700 
Copenhagen, 150 
Coventry, 221, 299, 624, 663 
Darwen, 332 
Denmark, 150, 183, 221, 299, 104 
Derby, 85, 299, 371, 447, 512, 624 
Devizes, 299 
Dewsbury, 50 
Dublin, 624 


Contracts OPEN AND CLOSED—continued. 
Dadley and Stourbridge, 553, 553 
Dandee, 811 
East London (Cape Colony), 774, 848 
Ediaburgh, 118, 299, 332, 447, 480, 512, 

553, 584, 774, 810, 848 
France, 18, 84, 85, 183, 262, 299, 371, 584, 
624, 700, 848, 889 
Germany, 49, 663 
Glasgow, 183, 221, 409, 663, 699 
Gloucester, 18, 49, 300 
Great Eastern Railway, 584 
Guernsey, 18 
Guipuzcoa, 18 
Hammersmith, 50, 119, 183, 337, 480, 699, 
848, 889 
Hampstead, 371, 624 
Harrogate, 118, 183, 221, 811 
Heckmond wike, 848 
Hull, 151, 624, 848 
Hyde, 553 
Italy, 183, 221, 262, 337 
Leeds, 50, 848 
Leicester, 18, 49, 118 
Leith, 85, 262, 663 
Leyton, 332, 371, 447, 584, 818 
Liverpool, 50, 221, 262, 624 
Llandudno, 810 
L. C. C., 151, 183, 300 
London, 85, 118, 184, 371, 512, 553, 624, 
699, 700 848, 890 
Madrid, 118, 183 
Manchester, 299, 404, 447 
Melbourne, 119, 889 
Middlesex, 480 
Milburn, Esher, 512 
Newcastle, 584 
Newington, 624, 731, 848 
Newport, 18, 49, 184, 371 
Northwich, 183, 262, 299 
Pembroke, 183, 221, 299 
Plymouth, 183, 299, 371 
Portsmouth, 184, 300, 371, 553 
Redditch, 118, 151 
Rochdale, 118, 184, 512 
Roumania, 18, 118, 184, 221, 512 
Russia, 663 
Ss. Helens, 118, 184, 221 
» Marylebone, 49 
» Pancras, 151, 184, 222, 774, 889 
Salford, 409 
Shanghai, 889 
Sheffield, 151, 774 
Shoreditch, 18, 221, 337, 404, 480, 700 
Southampton, 300, 653, 699, 774, 774 
Southgate, 300 
Spain, 18, 49, 85, 118, 332, 371, 699 
Stafford, 184 
Btockport, 49 
Sunderland, 221, 512, 553, 663, 848 
Switzerland, 301, 448, 480, 553 
Sydney, 119 
Taunton, 731 
Tunbridge Wells, 889 
Tunis, 18 
Tynemonth, 774 
Victoria, 151, 332 
Wallasey, 49, 184, 624 
Walsall, 262, 553, 700 
War Office, 151 
Warsaw, 262 
Waterloo, 553, 700 
Watford, 184, 584, 731 
West Derby, 409 
» Ham, 221, 448, 584, 811 
„ Hartlepool, 184 
Wimbledon, 49, 222, 262, 848 
Yarmouth, 50, 890 
York, 811, 848 


Conversazione, К yal Society, 679 
Copper, 179, 735 
» апа brass, Aluminium asa rival of, 
for electrical conductcrs, by A. E. 
Hunt, 320, 462 
„ pipes, Failure of, 743 
» Samples, Preparation of, for con- 
сину tests, by Dr. 8. Sheldon, 
525 


„ The War Office and English, 450 
Copying, Japanese, 351 
Corea, 702 
Corliss engine, Economy of the, 514 
Corporations, Trading, 465 


CORRESPONDENCE — 
Accumulator testing by Appak.“ 362 
Alternating arc lamp, by W. Addley, 723 
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CORBESPONDENCE — continued. 
Association of electricity with atmospheric 
phenomena, by Magnet," 435 
Back, E.M.F., by "E. D.,” 578 
Blasting, by J B. Barnes, 474 
> by Frank Brain, 540 
1 by J. Mackenzie, 540 
Burning question, The, by J. Hetherington, 
290, 395 
by A. J. Liversedge, 
363 
i 10 » by C. Jones, 434 
Carbon brush-holders, by G. C. Lundberg, 


612 
Carus-Wilson’s (Prof) paper, by A. M. 
Taylor, 800, 840 
Cause of death by electric shock, by 
H. Lewis Jones, M. D., 76 
Chelmsford fatality, by A. L. Fyfe, 801 
Corporation wiring and fittings depart- 
ments v. private wiring and fitting 
firms, by E. L. Liley, 475 
Cost of long running plant, by Atlas,“ 291 
by E. K. Scott, 


» » » 
326 
ор! storage battery, by J. Т. Bowden, 
2 


Currents neces to fase wires, by 
W. H. F. Murdoch, 291 
Defence of Germany, A, by Von Fischer- 
Treuenfeld, 7 
T ” » SY N H. Booth, 
» by “Audi Alteram 
m,” 41 
Dublin cables, by M. Ruddle, 292 
- „ by Wm. Gray, 326 
Dust Destructors (see also under Shore- 
ditch and its dust des- 
tractor”), by Chas. 
Jones, 144 
by “ Enquirer,” 42 
by F. W. Brookman, 43 
by J. Whitcher, 8 
by “ Practical Experi- 
erce," 42 
by Robt. Hammond, 255 
^ " by X. Y. Z.“ 43 
eM UE ne by W. Casson, 
„ Sparking, by W. Н B.,“ 43 
i E by C. W. Nicholl, 76 
. Electric arc, by W. D. Jamieson, 175 
n power supply from central stations, 
by G. L. Addenbrooke, 434 
» railways, by G. W. Chance, 475 
Electrical advertising, by A. E. Rouch, 106 
9 driving of cotton mills, by J. S. 


99 » 
» » 
» » 
n ” 


Raworth, 326 
Š engineering in the colonies, by 
E. Smith, 106 
á engineers volunteers, by Raw 
it," 801 i 


б hypothesis for the solar and 
planetary systems, &oc., by A. 
G. Hansard, 106 
Electricity direct from water-power, by 
` James Whitcher, 800 
Electrolytic refining of lead, by D. Tom- 
masi, 686 
Electro-motors and fire office rules, by 
Fredk. Walker, 147 
Estimating, by “ A Subscriber,” 292 
Ether c “surface of matter, by J. C. 
” 650 


Free wiring, by G. J. Somerville, 612 
Gas driven plant, by Gas Engine,” 396 
5 e » by H.J. Rogers, 475 
Generation of electricity at gas works, by 
B. T. White, 613 
Hammond, Mr. Robt, and Shoreditch 
destructor, by H. E. Ker- 
shaw, 177 
i Mr. Robt, and Shoreditch 
destructor, by C.N. Russell, 
(see also under dust des- 
tructors), 177 
Hoisting gear for street lamps, by E. К. 
Scott, 540 
“ Honour to whom honour is due,” by Rollo 
Appleyard, 723, 
839 
is due, by Up- 
penborn, 801 
Information wanted, by '' Subscriber," 291 
К » by T. J. Hughes, 396 
Institution discussion, The, by R. E. Cromp- 
ton, 475 
Ipswich, Queensland, by Babcock and 
Wilcox, 106 


» n IL » 


COBRESPONDENCE—continwed. 
Is an electric traction engine subjected to 
shocks, or is it not? 
Raworth v. Emery, by 
J.S Rawortb, 146 
traction engine subjected to 
shocks, or is it not? 
Raworth +. Emery, by 
J. F. Rossiter, 177 
Is the nervous system а coherer? by W. 8. 
Hedley, M.D., 326 
Jerry wiriog, by J. A. Jeckell, 541 
5 „ by “ Wireman,” 578 
: Knots, by Another Cable Engineer,” 363 
» by C. Bright, 474 
» by G. H. Little, 325, 395 
» by T. O'Conor Sloane, 686 
„ by“ X. X.,“ 895 
Lampholders, by W. Blenkarn, 76 
Legal point, A, by Legal,” 290 
Limerick electric tramway scheme, by 
Ed. Zeitz, 722 
Localising faults in submarine cables, by 
John McGill, 9 
Lumford Mills, Bakewell, by Drake & 
Gorham, 765 
Nash's patent, re, by W. Canning & Co., 
765 


New thermal amperemeter, by P. Cardew, 9 
» type of locomotive, 105 
Note on condenser shunts, by E. Raymond- 
Barker, 541 
Parabolic reflectors, by Elihu Thomson, 362 
Parliamentary committee on electricity 
supply, by Sydney Morse, s01 
Plea for ‘‘six wheelers,” A, 475 
Practical points in the design of a shunt 
dynamo, by W. J. 
Axworthy, 75 
in the design of a shunt 
dynamo, by “ Amicus," 
104 
in the design of a shunt 
dynamo, by V. Zing- 
ler, 104 
Problem, A, by A. H. Finlay, 106 
Protest, A, by '' Disgusted,” 255 
is » by W. Fennell, 255 
Purification of sewage eflluent by electro- 
zone, by M. C. Beebe, 539 
Ranken's, Mr. resignation, by A. W. 
Ranken, 396 
Recent smashes at Brighton, by A. Wright, 
5 


” ” 


” » 


50 
Refuse destructors, by Chas. Jones, 144 
Rewinding field coils of dynamos, by 
* Subscriber," 578 
Ring-slotted armatures, by ‘ Subscriber," 
841 


s armatures, by R. Kennedy, 


841 
Rubber cables, by Wm. Gray, 363, 541 
Salaries of assistant electrical engineers, 
by Fiat Justitia,” 
291 
electrical engineers, 
by L. D. Collins, 291 
electrical engineers, 
by “Ton,” 325 
Shielded conductors, by Alfred Still, 104, 
176 


1 ú by W. A. Price, 146 
Shoreditch and its dust destructor, by 
H. E. Kershaw, 11 
dust destructor, by 
Robt. Hammond, 
255 (See also under 
“Dust Destructor ") 
dust destructor, by 
“ Power," 579 
Sparking coils, by G. Bowron, 362 
Steam boilers, by A. B. Mountain, 41 
„ relief valves, 578 
Supply current for electro-plating, by R. T. 
Dick, 396 
» electro-plating, by C. B. 
Nixon, 474 
„ electro-plating, by J. S. 
Barnes, 474 
» electro-plating, by N. C. 
Woodfin, 474 
Testing the efficiency of direct current 
machines, by H. B. Poynder, 613 
9 of magnet steel in bulk, by E. K. 
Scott, 723 
И secondary batteries, by Albert 
Campbell, 364, 450 
batteries, by The 
Writer of the Ar- 
ticle " 396 
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CoRRESPONDENCE—continued. 
Testa of faults in submarine cables, by 
Herbert E. Cann, 41 | 
Visual telegraphy, by C. О. Bastian and 
A. J. Parsons, 613 
or, secing by wire, by 
Geo. Smith, 873 
Weatherproof wire, by Alex. Dow, 506 
Welsbach incandescent electric lamp, by 
Н. E. Moul, 541 
Wireless telegraphy —a forecast, by J. Rees, 
175 


Yarrow Home, by T. F. Myers, 255 


Corrosion, Electrolytic, of gas and water 
mains at Glasgow, 866 | 
Cost, Comparative, of steam and electric 
power, 137, 172, 236, 526 
» Of current for traction, 36 
„ ol electric energy production, 239 
of generation and distribution of elec- 
trical energy, 431, 470, 499 
» Of steam in 1570 and 1897, 228 
Coventry Technical Institute, 191 
Cowper-Coles, 8., on An electrolytic process 
for the manufacture of 
parabolic reflectors, 240 
on the Electrolytic refining 
of lead, 547 
on Some electrolytic pro- 
cesses for the manufac- 
ture of white lead, 203 
» i on Some notes on an elec- 
trolytic method for the 
recovery of gold from 
cyanide solutions, 779 
on Removal of mill scale 
by electrolysis, 63 
Cranes, Electric, 226 
Creditors’ meeting, 580 
Crehore, A. C., and Squier, G. O., on Tests of 
the synchronograph on the telegraph 
lines of the British Government, 
242, 272 
Cremieu, V., on a new interrupter for induc- 
tion coils, 598 
Crompton's, Mr., smashes, 480 
Crookes tubes, Overcrowding high resistance 
in, 790 
Crowdus storage battery, 381 
Crowell, N. H., on Repairing a burnt-out 
commutator, 93 
Crystal Palace Company's School of Practical 
Engineering, 483 
Current for traction, Cost of, 36 
Customer, engineer and manufacturer, The 
Telations between, 169, 407 
Cyanide solutions, Rome notes on an electro- 
lytic method forthe recovery of gold 
from, by 8. Cowper-Coles, 779 


ALBY, W. E., on A new transmission 
| dynamometer, 27 
Damage due to the strike, 85 
Damages awarded, 411 
Danger in using gas voltameters, 893 
“ Dark cross,” On the production of a, in the 
field of electro-magnetic radiation, 
by J. О. Bose, 781 
Dead-beat sensitive indicating galvanometer, 
718 
Death by electricity, 735 
= "i by W. 8. Hedley, M.D., 
207 
Degrees in engineering, 497 
" Delta" on An electrical hypothesis for the 
solar and planetary systems, and 
some of their associated phenomena, 
72, 138, 283, 460, 491 
Dennis, J., on Small electric motors, 467 
Department of electricity for Chicago, 209 
Deprez, Marcel, on the Direct transformation 
of heat into mechanical work by the 
employment of alloys of ferro- 
nickel, 239 (see also p. 463) 
Design, Dynamo, in the U.8., 789 
» Of a shunt dynamo, some practical 
pointe on the, by V. Zingler, 6, 58 
» Of electric railway motors for rapid 
acceleration, by С. A. Carus- 
Wilson, 784, 825, 857 
Determining transformer efliciency, A short 
method of, by F. Bedell, 868 
Development, Electrical, 601 
Diagrams of electrical apparatus, Proposed 
standard, by Prof. A. Jamieson, 871 
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Di imagnet ism, Researches in magnetism and, 


Difficulty in electric traction, A, 170 
Diffusion, Does a дн exist prevent- 
ing, but not the passage of an elec- 
tric current, 513 
Dinner, ш ы the er Electric 
upoly Corporation, 
eee of heat into mecha- 
nical work by the employment of 
alloys of 5 Marcel 


Bare fH, Р 
ажыг ч кабе тале testing 


by R у, 

Dissolutions of partnerships, 13, 79, 215, 257, 
999, 436, 476, 507, 5 OH 794, 80 
Distribution of , Cost E ot the 

generation and, 431, 4 499 
Dolbear’s submarine telegraph teste, 774 
Draught, 1 cat 763 ed, 794 

ectrically operat 
Driving, Belt, 783 
» Electrical, 422 
cap lamp, 580 
Du cables, 


256 
Dupuy, P., on Measurement of the efficiency 
of continuous current electric ma- 


chines of all powers, 548 

Dust destractor, Leyton, 165 

2 Works, The St. Pancras, 643 

^ destructors, Sludge and, 123, 133 

ü ii and electrio lighting, e 

i » and electric lighting 

Gloucester, 164 
5 in Indis, 666 
Dynamo design in the United States, 789 
" Some points on the ws 


oe abuni ДАА Zingler, 6, 58 
Dynamometer, A new transmission, by W. E. 


AGLE, The American, 338 
Barly еше tramway practice іп the States, 


деше appliances, 587 
Earth returns for electric tramways, by H. 
Р, Parshall, 633, 671 
Eborall, A. C., Some notes on single-phase 
motors, 31, 67, 136, 172, 276, 355, 


432, 500 
Economical of live steam feed heating, 
Ж use of exhaust steam, 781 


the cheapest method of 
distributing power, by A. H. Gibson, 


Efficiency of continuous current electric 
machines of all powers, Measure- 
ment of the, by P. Dupuy, 548 

"n and nr the lene gas 

1 Steam engine mechanical, 248 

» of transformers, 733 

" . short method for 
determining, by F. Bedell, 868 


ErLBOTBICAL 
Alloys, by в Шо Appleyard, 536, 


Anomaly and chemical Edit. 98 
Apparatus, American, for England, 190 
Arc as a telephone, 393 
» The transformation of energy in the, 71 

Automobile, The first, 73 
Automobiles in France, 152 
Beacon, Testing an enormous, 530 
55 ractical and elementary, 5 
Oab mishap, 122, 373 
Oabs, 48 

„ Horse-drawn v. electrical, 215 

» in Paris, 888 
Car accident, 776 
Carriages in Berlin, 298 
Clock-switch, 216 


шн; Bome researches on electrical, 


Conductor», Aluminium asa rival of cop- 
3 and brass for, by A. E. Hunt, 


Coens ndr h , A survey of the pos- 
bilities of, by W. P. Adams, 162, 


бише 48 226, 768 
n in railroad shops, 120 | 
ыш Action of, upon some alkaloids, 


Development, 601 
Drill in shipyards, 515 


Driving, 4 
Elevator installation, 765 
Ek vators with reference to tbeir 


starting and stopping, by W. С. C. 
Hawtayne, 744 

Energy, Cost of generation and distribu- 
tion of, 431, 470, 1. ty) 

i (generating stations and вп 
Parliamentary committe оп, 
373, 411, 450, 516, 576, 636, e 

ба, 664, 701, 813. Rsport, 836 


й ur d The cost of electric, 


Engineer 5 51, 177, 902, 399, 747 
Engineering at home and abroad, 43 
Engineers’ m ais acq v. America, 


wanted by the War Office, 849 
Floor scrubbing machine, 339 
Furnace, oe welding or brazing 


е, 

Gear for motor cars, 866 

Ha on railways and tramways, by 

. Н. Booth, 471 

Heat, Extraction of metels and metallic 
alloys by means of, 121 

Heating and cooking, A survey of the pos- 
sibilities of, y W. P. Adams, 162, 
200 


Hoist, C. and O., 725 
pins The coming of the, Ьу 8. P. Thomp- 


йур ra electrical, for the solar and 
раа! systems, ‘and some of their 
associa ted phenomenon, , by "Delta," 
72, 138, 2 

Illuminations, 18 

Installation at the Thames Ironworks, 437 


Launches, 87, 818 
Laundry mechinery, 82 
Lifts, 543 
Locomotives at terminal stations, 482 
Mail carte, 123 
Matters at Croydon, 664 
Migration of colloids, 257 
Motor printing presses, 586 
Motors on hire, 134 
„ on the ay York Elevated Rsil- 


way, 
5. Baai elec electric, by J. Dennis, 467 
» The use of, ,in paper making, 494 
News from Aastralia, 
Omnibus teste, Ward's, 410 
Organs, 258 
Oscillating field, Cathode rays in an, by K. 
Gulstad, 752 
Oscillations, Teles, шаша action of, 513 
hy by, 715 
Power at boe go» ur works, 82 
„ Com ve cost of steam and x lec- 
t , 197, 172, 236, 526 
„ distribution schemes, 16, 78, 82, 117, 
149, 150, 182, 183, 298, 369, 442, 
552, 698, 875 


ECEOTBICAL—continued. 
Power for mines drainage, 818 
н from the Shannon, 191 
» in shipyards, 724 
í supply from central stations, 889 
Press, 
Progress in Milan, 875 
Pumping, Mines drainage by, 83 
lant, 768 


р 
: „ in collieries, 338 
Radiation, 228 


ing, 33 
Resistance of thin films, 513 
Shop trausmission, 764 
Bouth ae notes, 79, 179, 828, 477, 652, 


Towboat in a sewer, 428 


9 ; 

2 by В. О. Quin, 896 

» by J. E Stewart, 898 
Treatment, Forms of, 498 
Undertakings, Management of, 796 

" The management of, by 
Councillor Hesford, 824 

Unite, 86 


Water vans, 298 
NUN 339, 482 


Wiring at Buenos Ayres, 585 
Electrically operate d dredgers, 733 


ELECTRICITY 
Application of, of, on a modern warship, 791 


Oarbonisation ot lamp filamente, by L. 8. 
Powell, 646 


Cheap, 71 
Death’ by electricity, ү 


W. 8. Hedley, 
M.D., 207 
Department of, for ‚209 
Direct from water-power, 1 
Fires, and, 51 
In chemical nos 560 
» municipal engineering, 
Machine shop, in the, 200 
Production of, by chemical oss 517 
Ri by electricity, 44 
Supply considerations, 206 
„ X of London, by A. H. Preece, 521 
i тесе of interruptions to, by 


Warfare, Electricity in, 505, 664, 827 
Warships, Electricity on, 263 


Егкствїс Ілонт лир Ілантіна— 
Aberdeen, 14, 80, 110, 217, 258, 295, 367, 
400, 439, 544, 580, 618, 769, 804 
Aberystwyth, 179 
Accrington, 876 


Amblecote, 689 

Ambleside, 804 

Arbroath, 400 

Ashton, 217, 580 

Asylum, 45, 80, 769 

Australis, Plant required for, 4&3 
Ayr, 80, 508, 544 

Balerno, 80 

Ballymena, 217 

Balmoral, 508 


ral, 
Bangor, 45, 295, 580, 689, 769 
Barking, 367, 439, 580, 804 
Barmouth, 439, 726, 841 
804 


gstoke, 258, 618 
Bath, i 148, 295, 328, 400, 439, 477, 652, 
69 


Beckenham, 179 
Bedford, 148, 179, 258, 295, 328, 439, 619, 
804, 876 
Belfast, 14, 180, 295, 328, 367, 508, 580, 
pO 689, 726, 804, 841 
Belgium 
5 217, 619, 804 
15 electric hting and refus: 
destruction report, 874 
Bethnal Green, 45, 80, 769, 804, 841 
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Erco Ілант amp Liagrma—coniinued. 
Bexhill, 14, 80, 824 
Bilston, 45 
Birkenhead, 148, 400 
Birmiogham, 148, 440, 689, 769, 804, 841 
Blackburn, 45 
сас 1, 148, 508, 8.229, 770, 842, 876 
у, 15, 217, 
5 a 


ET 


Boston, 80 

Bournemouth, 508, 652, 689, 877 
Bradford, 148, 295, 367, 508, 580, 689 
Bray, 770, 842 

Brewery 295, 367, 477 

Bridgen 

Bri А гур 

Bri ‚ 295, 652, 689 
Brighouse 440, 770 

Brighton, 45, 258, 367, 477, 508, 805 
Brisbane, 295 

Bristol, 110, 148, 367, 477 

emer (Ке), 80, 110, 180, 328, 544, 619, 


Broughty Ferry, 258 
Buenos Ayres, 367, 585, 586 
Buckingham Palace, 374 
Buckley, 805 

Bulawayo, 508, 770 
Barnley, 45, 148, 180 
Burslem, 84 


ury 

Buxton, 258, 295, 367, 842 

Calcutta, 80, 258, 328 

Oamberley, 843 

Camberwell, 295, 328, 508, 544, 689 

Canterbury, 46, 328, 619, 770, 843 

Oardiff, 46, 110, 148, 180, 958, 328, 400, 
503, 652, 689, 726, 770, 

Carlisle, 295, 368 

Chatham 


‚ 46 
Chelmsford, 15, 726 
Chelsea, 80, 295, 328, 842 
Cheltenham, 46, 217, 368, 544, 652, 842, 877 
Chester 110, 288, 400, 440,736, 877 


Cork, 

Cordoba, 217 

Oountry houses, 217, 363, 652 
Ooventry, 217, 295, 653, 726, 842 
Orewe, 805 

Crickho well, 368 

Crieff, 80, 148, 217, 258, 368 
Oromer, 80, 680 

C 877 

Croydon, 15, 46, 80, 398, 400, 580, 664, 770 
Darfield, 148, 368, 726 

Darlaston, 842 


Dingw 110, 400, 440 


Distillery, 877 
Doncaster, 15, 726 
Dorking, 180, 329, 440 : 
Douglas, 110, '509, 689, 842 
Dover, 180, 805, 842 
Dublin, 15, 110, 180, 292, 295, 477, 509, 
544, 619, 877 
Dudley, 180 
Damfries, 544 
Dandee, 46, 148, 180, 329, 509, 619, 653, 
770, 877 
Danoon, 35 
Durban, 
ронан, ^80, 477, 609, 619, 689 
Dust destructors and electric lightiog, 152 
Ealing, 46, 180, 544,842, 877 
Eastbourne, 619, 842 
East Grinstead, 329, 509, 805 
„ London (S. A.), 329 


Егиотвіо Ілант amp LicuTing—continued, 


Ето 110, 148, 180, 258, 296, 329, 477, 
509, 544, , 619 

Edmonton, 148, 296, 399, 643 
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—“ If, for example, the 
bishop could be led to understand the position in which 
he would be if his coachman refused to permit his lord- 
ship to use his carriage as he pleased, limited the 
hours during which it was to be ont of the coach- 
house, refused to permit anyone else to drive it but 
himeelf, eettled the rate at which it was to be driven, and 
the number of individuals it was to carry, and lastly, if 
dismissed for incompetence, or refusal to obey orders, took 
all the rest of the bishop’s household with him, and then 
prevented him getting others in their places, we fancy the 
bishop would regard the position of the employers ‘in the 
present struggle with a little more favour.” 

We hope someone has sent this copy of the Engineer to 
the good bishop, because it puts the whole case in a nut- 
shell. The carriage is a machine in which a rich bishop 
is carried from place to place, where a poor clerk would have 
to walk. It is a luxury under the full control of the bishop. 
A machine tool is a machine costing, as a rule, more than a 
carriage, It is not a luxury, but is used as a means of 
obtaining bread and clothing for an employer and his family, 
and that of the man who is paid to work the machine. Yet 
this necessity—for a machine tool is a necessity—is to be 
provided by the employer, honsed by him, and he is not to 
have а word to say ss to how it shall be worked, but is to 
pay в fixed sum to have a man attend to it, and receive 
himself no return. It is as though the bishop were compelled 
by his household servants to keep а carriage, but only 
allowed to use it himself when no one else wanted it, 

If the bishop did not approve he could, of course, Cease, 
as the law now stands, to use it, he could out off his carriage 
and the annoyance at once. He could walk, and no one 
would be the worse, except the coachman ; indeed, the bishop 
would probably benefit by the exercise. But England would 
not suffer by, the suppression of 50 bishops’ luxuries. 
0 
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England does suffer if a single machine tool is stopped or 
hindered, and the very men suffer the most who are doing 
the evil deed. Last week we proposed a new form of trads 
union which we bored mizht at least provide food fcr 
thoughts that would lead to something being done. Further 
thonght on the subject has not moved us from our feeling 
that the scheme, we ventured to propound, has in it the 
elements of success. We know the difficulties in the way. 
Men have been too prone to throw aside the decision of 
arbitration when it suited them to do co, The employers 
repudiate outside interference, for they have already had £o 
much of it with such ruinous resulta, that they are ttrong in 
their refusal to budge an inch. We do not wish to appear 
unduly unfavourable to the men, but we are, ard have been, 
convinced that their executive are elected or appointed in a 
wrong manner. We think that if our suggestion of a per- 
manent joint committee could be brought about, the men's 
representatives shou'd be drawn from the various districts in 
the country according to number of members in the different 
districte, No man should serve longer than, say, three years, 
and every year one-third would retire and go back to the 
bench. The рау of a member shcu'd be little more than his 
wages, Votes should eccrue to the men for purposes of 
election in the ratio of their years of membership. This 
would steady the ship greatly. | 

As the war is now going on again in full blast, we would 
appeal to the men, especially to the older and steadier 
among them, to carefully consider their present status, and 
the true facts of the present dispute. We would ask them, 
Does it appeal to your common sense that machinery should 
be run slowly to reduce its output ? Does this cause com- 
mend itself to you as a means for you to earn higher wages? 
Does it not occur to you that the mechanics of America, 
whose skill ав a mass is not greater than that of the labourers 
who work machines in English shope, are earning bigger 
wages very largely because American shop management is 
condacted upon the lines you are fighting against ? Can 
you not see that your persistence in your present course can 
have only one of two endings? Either you must be 
hopelessly beaten, or trade will go to foreign countries, 
and very few of jou will get back again to work. Can 
you not already see that you are fighting against кепке 
‘and reason, ag did the mistaken Luddites and machine 
wreckers generally ? We tell you plainly you cannot win 
this battle, into which we know from conversation with 
many of you, yon have beendriven by a fatuous and wicked 
policy. For six months you have been fighting, and for 
what end? If you are wise, you will reconsider your posi- 
tion and place trades unionism on a sound basis. You will 
put a stop to the use of benefit funds for fighting purposes. 
You will have a secretary whom you can dismiss at a day's 
notice if Le misbehaves himself, or mistakes himself for the 
Almighty. — 

Above all, beware of talkers. When a man like John Burns 
goes on a platform and says he will have the strike all over 
in a fortnight, as he did say half a year ago, you believe 
him; you always do believe these stump orators; they turn a 
working man inside out, because working men, as a rule, 
are not prone to making speeches, and are apt to take the 
ability to talk as evidence of wisdom. Are not tbe sr fferif gs 
of the past half year a revere enough lesson for believing 
Mr. Burns, that you must still go on believing men who are 


leading you deeper and deeper into the depths of misery and 
poverty’ Do you not know that every week sees the work- 
shops getting int» fuller work without your aid, and that 
unskilled lubourers and apprentices are proving the possi- 
bility of easily doing more and better work than your execu- 
tive has been allowing you to do, on the pretence that, to 
obtain a full day’s pay for half a day’s work, is to your 
bencfit? Can it be possible that you believe these ab- 
Burdiii:s ? Are you willing to allow Mr. Barnes to continue 
to trade on your simple trust? There are about half a million 
men in the engineering trale, and only about 80,000 of them 
are members of the A.S.E.; of these 80,000 there are 
55,000 at work under tha very conditions which you are 
striving against, and they do not complain, but are earning 
good wages, working overtime, and paying levies to keep you 
idlera half fed. There are 25,000 of you, or, perhaps, now 
neerly 30,000, undergoing semi-starvation for а false idea. 
One man of you is out of work for every 19 men, unionist 
and non-unionist at work. Are you willing to go on with a 
hopeless fight while the other 19 are in fullswing? Go back 
to work. See to it that English workshops turn out as much 
per man as the workehops of America, by putting a stop to 
this folly of restriction. Let the employers have a free hand 
to manage their business and a heart to seek orders and take 
contracts with no misgiving, and then ask them to raise 
your pay. : 

If you act as above, the profits of the employers will be во 
ample that not one of them will care to risk their etoppage 
by refusing your proper demand. In the present dispute 
you have made an unreasonable demand upon your em- 
ployers, and you have been 1а the position of a footpad, who, 
in asking a man for his purse, аз given him the alternative 
of death by shooting if he acceded or by drowning if he 
refused. Even a coxard will fight if he must otherwise die. 
You have compelled your emp'oyers to fight for their lives, 
and you have been beaten; and if you had won, there are 
two men b hind the hedge would take the spoil, and leave 
you as dead as your employer. These two men behind the 
hedge are encouraging you, and helping you to fight your 
employer until you are both exhausted. Their contributions 
will cease as socn as they see both you and your employer 
have bled each other to death. 

Men of the Amalgamated Society of Engineers! have you 
positively ascertained that among the agitators who are 
goading you on to your doom there is not one who is in the 
pay of Germany or America ? 


Note on Helium and Argon.—An attempt has been 
made to cause helium or argon to pass through red-hot 
metals, such as iron, palladium, and platinum, and the results 
form the subject of a paper by Prof. William Ramsay and 
Morris W. Travers, which was communicated to the Royal 
Society on May 14th. To chronicle experiments which pro- 
duce ro result is a necessity, though not entirely an agree- 
able one. Whatever the reason of the passage of hydrogen 
through red-hot iron, and through moderately heated pal- 
ladium and platinum— whether it be due to the solubility o 
the gas in the metal, or to the formation of an easily decom- 
posable com pound neither argon or helium is able to Pass 
throuzh any one of these metals, even at a fairly bhigh tem- 
perature. This would imply their inability to form any con! 
pound, however unstable, with these metale, or to dissolve 10 
them at a red heat. Such inactivity is in accordance WIU 
their general behaviour, and is still another proof of their 
inertness. 
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HENRION'S ALTERNATING ARC LAMP. 


Bz M. ALIAMET. 


ALTERNATING current arc lamps are beginning to be some- 
what extensively used, and, with the exception of a few rare 
types, their regulating mechanism does not act very satisfac- 
torily with the alternating current, at any rate with fre- 
quencies included between 39 and 45, these being the 
prevailing limita in France at least. 

The firm of Fabius Henrion, which at one time brought 
about а revolution in the market of continuous current arc 
lamps by bringing out the Pilsen lamp, has just produced a 
regulator for alternating current lamp:, with an asynchronous 
revereible motor to effect the regulation. 

Principle.—The two carbon-holdera, 
balanced and kept in position by a ban 


* 


p’ (see figure), are 
to which they are 


suspended. This band passes into the ve of a pulley, Р, 
on the axle of which is mounted a dise D. of red ed 

It is this disc that, by turning in one direction or the 
other, separates the carbons or brings them together. The 
rotary movement is obtained by the following arrangement : 

Au electro-magnet, A A, with a core of insulated rheet- 
iron, has its pole-pieces shaped in the form of jaws, д’ А”, 
between which comes the edge of the disc, р. The bobbins 
of this electro are connected in series with the arc, and the 
play between the disc, р, and the pole-pieces, a’ A", is reduced 
to а minimum. 

When the current passes throagh the bobbias it generates 
an alternating flow in the el-ctro-magnet; tbi; flow is 
closed in the air on passing through the disc, D. The flow 
proinoed by the bobbins agrees within very little, with the 
difference of potential at the terminals of the lamp, whereas 
the magnetic field developed by the currents induced ia the 


disc, р, lags by abont a quarter of а periol behind this - 


difference of potential. 

Repulsion is then produced between the periphery of the 
disc and the ро!е-ріесев, the єї. сь beirg of the kind of the 
electro-1ynamic repulsions discovered by Elihu Taomson iu 
1884. Every point of the diac tend: to be repelled in an 
upward direction, away from the field of the electro-ma guet 
А A' А". The disc then turns in the direction of the hands 
of a watch; moreover, the couple is gr.ater in proportion as 
the intensity of current is вітопрег. At n B, в B” is another 
electro-magnet, the bobbins of which are connected in deriva- 
tion on the terminals of the lamp. Tnis maznet tends to 
make the disc revo;ve in the opposite direction to the hands 
of a watch by the very fact of its symmetrical position with 
regard to the magnet A a’ A. The couple produced in this 
last case is in proportion to the ampere-turns acting on the 
magnet в B' в”, £e, to the difference of potential at the 
terminals or to the length of the arc. 

Lastly, the disc, D, acts as the armature of an asynchronous 
motor with two independent indactive fields acting in opposite 
directions on this common armature. The rest of the con- 
struction of this lamp reminds пз very much of the Pilsen 
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model. There is the same case, the same guiding apparatus 
for the carbon-holderr, T т’, which pass through the lower 
base of the case, beinz guided by three rollers placed iu three 
planes 120? apart. ‘This arrangement ensures the perfect 
centreing of the carbons. 

Working.—W hen the current is sn‘ through, the carbons 
being separated, for instance, the magnet, B B в”, acts alone, 
and makes the disc, D, revolve so as to briag the carbons 
together. When they are in coatact, the current passes into 
the electro-magnet, д A’ А”, and makes the disc revolve, thus 
separating the carbone, for, at the moment of contact, the 
electro-magnet, в в’ в", ceases to act. The aro being thus 
lighted, regulates itself according to the predominance of 
effect of the A a’ A" or BB’ в". 

The lamp is therefore d fferential, and a recoil can always 
be produced and the aro relighted when, through any cause, 
the carbons come in contact. The production of this recoil 
is a necessary consequence of the independence of action of 
the magaeta in series and in derivation. 

The lamp is regulated to work at 33 volts, во that three 
can be connected in series at 110 volts. 

Two types are ia course of construction which only differ 
in the length of the working range of the carbon-holders. 
Tre smaller model enables 400 mm. of carbons to be used, 
and allows of from 6 to 10 hours of lighting. 

The larger model has a length of 560 mm., and, according 
to the diameter of the carbons, has a duration of 8 to 16 
hours. 

The steadiness of tke light is guaranteed, and also the fact 
that the lamp requires no attention or cleaning. It seems 
that the motor answers to a variation in E.M.F. of 1 of a 
volt, which seems somewhat exagzerated, What surprises us 
somewhat in this lamp is the absence of any slackening 
apparatus for the purpose of avoiding pumping. 


GENERATORS IN THE UNION LOOP 
STATION.* 


THE illustration representa the armature and commutator of 
one of the Siemens & Halske 1,500-kw. generators now being 
installed in the Union Loop power house in Chicago. The 
arrangement of the armature winding and the connections 
to the commutator are clearly shown. This construction 


has all the advantages of internal fields; great radiating 


surface and maximum magnetic effect are to be found. The 
commutator is on the armature spider, and its construction 
and insulation are for large current capacity and long life. 
The armature winding is such as to give good ventilation. 
The poles will be 16 in number. 

 'The armature was entirely assembled at the company's 
works and had to be transported on a special car, on account 
of its great віле and weight. For such service the company 
bas designed and built two or three flat cars, with two out- 
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board bearings, on either side of the car near the middle. 
The armature shaft rests on these bearings and part of the 
armature projects beneath the car floor, but far enough above 
the roadbed to prevent any damage from obstructions there. 
By this means armatures of very large diameter can be 
transported and come beneath the limit of height prescribed 
by the railroad companies. This armature had to be moved 
for some distance through the streets, from the tracks of the 
Chicago & Northern Pacific to the station. The trucks were 
removed from under the car body and it was let down on 
skids and pulled along ou rollers by means of а capstan. 
The rest of the machine is so divided as to be easily 
handled. 

This is the flret of three machines to be installed in a 
short time, and the work on the station is being pushed as 
repidly as possible. 


CANDLE-POWER OF ARC LAMPS. 


We (Canadian Electrical News) have already had occasion 
to refer to the candle-power of arc lampe, and the very 
indefinite way of specifying it. It seems to have become 
fixed in the minds of a large number of persons that a 
96 ampere aro lamp will give 2,000 candle-power, and 
that a 6:8 ampere will give 1,200 C.P. When, therefore, 
such lamps are put into circuit, and reem to give a light 
deemed not up to their standards, disappointment and dis- 
satisfaction result. The manufacturing companies are 
blamed for trying to sell under worthless guarantees, and 
the customer considers himself badly treated. Now, it is not 
the business of this journal to take the part of manufac- 
turers against the public, but we deem it in the true interests 
of the electrical industry to point out to our operating 
readers that the above dissatisfaction is most emphatically 
largely their own fault. A man who does not take the 
trouble to study the details of a business out of which he 
makes his living almost deserves to be deceived, more 
especially when the whole literature of the subject is at 
his disposal, is extremely interesting, and written in a state 
to suit not only the technical, but also the popular reader. 
When purchasing an arc dynamo the purchaser usually asks 
fora 2,000 or a 1,200 C.P. outfit, and without giving the 
matter a moment’s thought, concludes that a “ nominal ” 
2,000 C.P. lamp will give actnally 2,000 C.P. If he were 
to devote to the subject as much thought as he gives to the 
purchase of & hand lamp for his kitchen—to use oil—it 
would probably occur to him that just as the amount of 
light given to his coal oil lamp depends on the quality of 
the oil, the size of the wick, and whether the wick js 
turned up or down, во the light given by an aro lamp depends 
not merely on the current, but also on the quality of carbons, 
their size, and the distance between their points. As a 
matter of fact, anyone can prove for himself that one can 
get more light from & 5-ampere lamp than from a 10-ampere 
one, by simply varying the size, quality and distanoe of the 
carbons. An arc lamp is nothing more or less than a 
mechanism for keeping two carbon rods always a little 
distance apart, and the lamp itself has no more to do with 
the light than has the bulb of the hand lamp that holds the 
oi, or the screw that raises the wick. So that if a pur- 
chaser desires to buy aro lamps properly, he should not ask 
for one of a particular candle-power, but for one adapted 
for the use of a certain current to maintain the carbon rods 
a certain distance apart, ard with a certain drop of potential 
across its terminals. The candle-power is then entirely his 
own affair, and if he wishes to be very severe in his require- 
ments he will then need to specify that with such a lamp as 
above, and using carbons of such and such a particular 
make, the candle-power observed at such and such a distance 
from the crater, and at a specified angle from the horizontal 
po passing through the crater, must bə what he considers 
e wants. With a specification such as this he is «quipped 
and is in a position to talk to manufacturers, bat to con- 
sider himself bidly treated and deceived because a lamp 
bought as a supposed 2,000-C.P. does not give it with any 
kind and size of carbon, and at any distance from the 
ground, is juet about as business-like as to buy a heating 
віоте without saying whether it is to burn wood ог coal. As 


a matter of fact it has been over and over again again proved 
that a nominal 2,000 candle-power lamp does not give more 
than 800 C. P. in the most intense direction with ordinary 
carbons, &c. If the electrical operating industry would take 
a hold of its interests a little better and would dictate its 
requirements it would be better for both operatora and 
manufacturers. 


ONE OF THE USEFUL APPLICATIONS OF 
THE STORAGE BATTERY.” 


Br WILLIAM BAXTER, Jon. 


WHEN the storage battery first came prominently before the 
world, it was thought that its great field of usefulness would 
be that of the transportation of energy from coal fields and 
large water power sites to centres of industry. It was also 
believed that it would enable the electric motor to become a 
formidable rival of the steam locomotive, not only because it 
would reduce the cost of hauling a train, but because, in 
addition, it would remove many of the objectionable features 
of stem transit, such as smoke, cinders, &c. When put to 
the test it was found that the batteries, at least as then con- 
structed, could not withstand the hard usage to which they 
were subjected in railway work; and as to their value as 
transferrers of energy from the source of supply to the 
points of demand, it was found upon investigation that they 
could not compete with existing methods, even if made 
sufficiently substantial to erdure constant usage with slight 
deterioration, and so perfect electrically as to have the 
greatest storage capacity, per unit of weight, consistent with 
theoretical possibilities. In this latter field they would 
necessarily fail, because, if made as light as possible, they 
would weigh at least 12 lbs. for each horse-power hour 
capacity, and as good steam engines can develop the same 
amount of energy from 8 ог 4 Ibs. of coal, the weight of 
batteries to be trangported back and forth would be three to 
four times that of the coal necessary to do the same work. 
The batteries then made weighed from 150 to 200 lbs. per 
horse-power hour capacity, instead of 12; hence, the 
difference in weight to be transported under the actual con- 
ditions was во great as to render it impossible to accomplish 
anything practical in that field, even if the energy could be 
obtained free of cost. | 

When it was seen that the storage battery could not 
accomplish anything of а revolutionary character, those 
interested in its development begun to study its adaptability 
to less pretentious work, and soon realised that it would be 


. decidedly valnable as an adjunct to electric lighting stations, 


as it would be to these what the gasometer is to a gas 
distributing system—a reservoir from which the demand 
of customers could be supplied, should it become necessary 
at any time to stop the machinery for a few hours. Without 
the aid of storage batteries, if from any cause the operation 
of the generators is suspended, the lights will instantly go 
out and remain ont until the generators are set in motion 
After years of persistent and very commendable 
experimental work, the inventors of sto batteries suo- 
ceeded in making these devices sufficiently durable to 
withstand the wear and tear they are subjected to in 
station work, without unreasonable deterioration. Зіпое 
that time they have been used to a considerable extent 10 
that field, and witbin the last two years their use has been 
increasing at a very rapid rate; in fact, a first-class station 
of to-day would not be considered complete without a storage 
battery plant. | 
The first battery plants installed in lighting stations 
were intended simply as a safeguard, to render it possible to 
keep up a supply of current in case of accident to the 
machinery; but it was not long before it was realised that 
by enlarging the capacity of the batteries, the output of 
the station could be greatly increased without materially 
increasing the expense of operation. How this result can be 
accomplished will be readily understood when it is conside 
that the demand for light is not uniform throughout the 
whole 24 houra, but varies from little or nothing, during the 
day and the early hours after midnight, up to to the maximum 
)) 886 
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amount between 9 and 10 in the evening. The station 
capacity, however, must be sufficient to meet the greatest 
demand ; therefore, during the greater part of the time the 
machinery is only worked to a fraction of its full capacity. 
By using storage batteries, the generators can be worked to 
their fall capacity all the time, and when the demand of 
consumers is small the surplus energy is stored, to be given 
out when the demand is in excess of the amount developed 
by the machinery. 

From the very fact that the demand for current is variable, 
it becomes possible for batteries to be used not only to 
reduce the cost of production and increase the capacity of 
the station, but also to reduce the cost of line wires. This 
last result can be accomplished in any case where the station 
is located at some distance from the district in which the 
current is distributed. To illustrate this point, suppose the 
station is located, say, one mile from the centre of the city 
or town in which the lights are used. If the current runs 
direct from the generators to the customers’ lamps, the line 
wires must be of sufficient siz» to carry the maximum supply 
with a loss of poe low enough to not interfere with the 
brilliancy of the light. If the maximum demand lasted for 
a considerable portion of the day, the full capacity of the 
line wire would be used to & reasonable extent, but the 
duration of this maximum demand is seldom over one-half, 
or, at the most, one hour; therefore, during the rest of 
the time a large portion of the line capacity may be 
regarded as wasted. The difference between the average and 
the greatest demand varies within wide limits, in different 
stations, but in the majority the ratio is not much below one 
totwo. Whatever it may be, however, if the current could 
be supplied at the average rate, and the excess over the 
demand when the consumption is small were stored, the 
amount so stored could be used to supply the deficiency when 
the demand is large. This is accomplished in many cases at 
the present time by placing a storage battery plant at the 
centre of the district in which the customers are located. 
The wires coming from the generating station are so con- 
nected with the battery and the distributing mains that, 
whenever the drain is less than the current coming from the 
station, the batteries are charged, and when the demand is 
in excess of the current from the station, the battery feeds 
into the distributing mains. The current passing from the 
generating station to the battery station is about 10 per 
cent. more than the average demand, so as to cover the loss 
in the charging and discharging of the batteries. | 

The saving in wire by this arrangement will run from 
about 25 to 75 per cent., depending upon the relation 
between the average and the maximum current, and also 
upon the amount of en that is lost in transmitting 
the current from the generators to the battery. When the 
generating station feeds directly into the distributing mains, 
the loss of energy in transmission is governed by the condi- 
tion that the pressure of the current must not drop so much 
as to interfere with the brilliancy of the lights, and there- 
fore, the line loss is generally low ; but when batteries are 
used, located at the centre of distribution, they regulate the 
pressure of the current supplied to the lamps; and, therefore, 
the loss between generator and battery may be made any- 
thing desired, without affecting the briliiancy of the lights. 
If the power is obtained from a waterfall or from coal near 
a railroad, when it can be obtained at a very low price, it 
may be more economical to increase the loss of energy 
between generator and battery, and thus reduce the cost of 
line wire, but such conditions cannot be taken advantage of 
if the battery is not used. 


шинаи 


ELECTRICAL BOOEKS-PRACTICAL AND 
ELEMENTARY. 


“Он, that mine enemy would write a book ! " is a wish that 
might not inaptly proceed from the thoughts of many в 
practical electrical engineer to-day, for undoubtedly were the 
said enemy to do so, it may be taken for granted that the 
work would be constructed upon the same lines that have 
now apparently become stereotyped, and thus would arise 
the opportunity for attack. Perchance from out of the 


resulting conflict might arise some truths that would impress 
themselves upon those who seek to im their re ы 
of electrical engineering to their less learned brethren. That 
the writera responsible for many existing treatises have not 
been assailed more often is possibly due to the imposing 
effect of the professional character and reputation that sur- 
round them, or it may be that they are fortunate enough to 
exist without enemies. 

Nevertheless, it is a fact that a current of opinion is com- 
mencing to flow, which will, sooner or later—and the sooner 
the better—sweep away not a few prevailing opinions аз to 
the proper manner of compiling the works required by the 
electrical engineer for the furtherance of his knowledge. 

Almost the first impression that one receives after studyin 
а few of these books, both those recognised as standards, an 
others of less note, is that each individual author seems to 
arrogate to himself the honour of bsing the reader’s sole 
teacher of all the elementary facts regarding electricity. In 
the case of a work that is not only professedly but actually 
iatroductory to the study of a subject, no objection of this 
nature can reasonably be made. The majority, however, 
while claiming on their title pages, or in the prefaces, to be 
elementary, have, as a matter of fact, ceased to be so, long 
before the concluding chapter is reached. In a very limited 
sense they may iadeed be termed “elementary,” but for all 
practical purposes this description is misleading, and affords no 
complete and real intimation of the nature of the contents. 
A work that, for instance, discusses, amongst other things, 
the desiga of 500 kw. dynamos, the effects of self-induction 
in alternators or combinations of resistance, self-indaction 
and capacity of transformer circuits, cannot fairly be regarded 
as elementary, even though it al:c deals in its early part with 
the unita of measurement or the method of calculating 
horee-power. While it is true that instruction in first prin- 
ciples is necessary in order that a grasp of any branch of 
electrical science may be obtained, it does not follow that 
the beginner should be dragged through the whole гаруга of 
electrical engineering in one volume; and, conversely, the 
man who has развед the initial stages should not be expected 
to go over again and again work with which he already is 
conversant. Some day it will dawn upon a writer that the 
average epgineer who seeks to enlarge his knowledge has 
gone through the electrical alphabet, and no more requires 
to repeat his letters than he does to learn his own name. 
Then all those points of information which at pre- 
reat seem to be included in the majority of works—the 
statements regarding the supposed natures of electricity, the 
description of simple experiments from the rubbing of amber 
or sealing wax, to that hoary-headed and inevitable old 
friend, the demonstration of the lines of magnetic force by 
means of iron filings on a card, —these and the multitude of 
others will become incorporated into true elementary works 
alone. Everything has its place, and there is just cause for 
complaint at the inclusion of these facts in works that sub- 
sequently attain to heights quite above the reach, for some 
time to come, of the learner who is a learner from the 
beginning. 

The practice is to be tted for more reasons than one. 
Even in the case of those who have justly earned the right to 
be regarded as the authors of standard works, it would 
undeniably be of benefit to their writings if a division into 
different volumes of elementary, middle, and advanced stages 
were made. Thus each course wonld receive more ample and 
explicit treatment than is now practicable, owing to the 
necessity of paying due regard to considerations of space. 

To the electrical engineer a technical library of his own 
is an absolute necessity; more often than not it is formed 
slowly, for generally the princely remunerations that are the 
rule in this, the richest country in the world, become in most 
cases attenuated almost to the vanishing point when the 
ordinary cost of living has been met, and consequently books 
can only be indulged in at infrequent intervals. When the 
majority of works that in their main part are really helpful 
to the practical man, each contain from one to five, or more, 
chapters devoted to the simple elementary principles of elec- 
tricity before proceeding to instruct in modern methods and 
applications (the matter that sells the book), an injastice is 
done to the purchaser, who has to take what he does not 
want, in order to obtain that which he does. It may perhaps 
be contended that one or two standard works on any theme 
contain practically all that the average man requires to know, 
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therefore no real ground for objzction to the inclusion of 
the introductory course exists, seeing that these are sufficient 
їп themselves for instruction in the subject they deal with. 

Admitting, for the sake of argument, that it is not necessary 
to possess more than this number, there still remains the fact 
that knowledge should be imparted in accordance with the 
needs of the learner. To assume a man’s complete ignorance 
of everythirg connected with electricity because he asks for 
information on dynamo design or polyphase power transmis- 
fioa practice is nothing lees tban to offer him an insult. A 
writer on the derivation of langusge does not commence a 
treatise by instruct irg his readers how to spell, neither does 
the political economist consider it necessary to first explain 
to his discipks the meaning of such words ss land,“ 
„king.“ or “ people." And yet this is precisely the kind of 
error that so many writers of electrical books commit 
to-day! With the class of works compiled expressly for the 
use of the students of A Technical College, or B Engineering 
Institution these reinarks are not now dealing. Such form 
а class to themselves, and exist for a specified purpose that is 
distiact from the one urder discussion. But in the ca:e of 
those put forward for the use of the practical electrical 
engineer—the man who is engaged in handling, operating, 
or manufacturing apparatus and plant—it i3 time that atten- 
tion should be paid to actual requirements. 

The present mode of treatment would appear to be a sur- 
vival of that past day when the various branches of electrical 
science were more or less in an embryo state—when, in fact, 
electricity жав in its infancy "—Aand could be ade juately 
dealt with between the covers of one volume. The advance 
of knowledge has already brought us specialised works ; 
it yet remains to separate in these the elementary por- 
tions from the more advanced. With the accomplishment 
of this ‘“‘contummation devoutly to be wished " will come 
a satisfaction to the young beginner, to the practical man, 
and last, bat not least, to the author. 


SOME PRACTICAL POINTS ON THE 
DESIGN OF A SHUNT DYNAMO. 


By V. ZINGLER, AIEE. 


So much has been written, and is still being written, on the 
design of dynamos as they now are, tbat it is, perhaps, 
difficult to attack the subject from any point of view with- 
out having been anticipated, or in default of this, without 
being expected to say something quite new or to announce 
some startling discovery. It has, however, occurred to the 
writer that very little is found cither in text-books or 
in pspera, other than the theoretical discussion of the 
question, and if examples of building up and winding are 
given, they are usually obtained by working backwards from 
a dynamo which the author has before him, or of which he 
has all the finished data; or else the usual well-known 
formu': are given and the winding is then laid on—piled 
on—as it were, without any reference to small details of 
insulation, &c., which are so absolutely necessary in making 
out specifications for the shops—quite apart from considera- 
tions of a rhy ical kind. 

Tae object of these notes ie, therefore, not to discuss 
formul: or the methods by which they are arrived at (it 
will be assumed that the reader is acquainted with the 
dynamo design ав set forth in text-books, and the elementary 
theory of magnetism), but au attempt will be made to show 
how a dynamo may be calculated from first principles so that 
it may be put into the shops, ando that the winding as specified 
by the calculations will actually go on. In order to simplify 
matters we will take an ordinary two-pole inverted shunt 
dynamo with drum armature, а typ: such as is perhaps more 
frequently employed than any other. The methods we 
employ for winding this machine will of course hold good 
as far as mechanical considerations go—for any other typ of 
machine; the electrical considerations will, of courte, vary 
according to the type of machine, but with these it is not 
proposed to deal, except so far as they concern the particular 
machine under discussion; the designer will use the same 
methods for winding different types of machines, and in 


accordance with his particular shop practice, aluhough many 
other forms of winding have to be employed to give the various 
e'ectii sl duties required from more complex ty pss of machines. 
The words ** shop practice” are perhaps the only ones which 
raise any difficulty in the subject before us and which obliges 
цз to assume something; for every shop has ita own particular 
data as to insulation of the various parts of the machines, 
thickness of insulation for different voltages, method of form- 
ing armature bars, of winding same on the core aud so on— 
which ultimately determine the whole method of building up 
the machine, although its efficiency and weight for output 
may be the ваше in any number of shops. The designer has 
therefore to fix on certaia insulating materials, to gauge them 
accurately and to alwaya keep these figures before him as 
constants, He has aleo to decide on a definite way of build- 
ing his machine and then to use these constants in his calcu- 
lations for winding. 

We will, therefore, decide on building our machine in a 
definite way, and perhaps the simplest case is to assume that 
the armature should be built up of round core discs and the 
bars or wires laid on the periphery and keyel by wooden 
p^ga, thus forming part of the air-gap. We will also assume 
that the bars are built up of copper strips of & minimum 
gauge of 036 inch, placed edgeways on the core; the component 
strips of one bar being separated by thin paper to stop eddy 
currents. The bars will be wound round with shellaoed 
cotton or other tap» to a thickness of ‘02 inch; the armature 
core will be insulated from the bars by means of presssphan 
or other insulating material to the thickness of 05 inch; and 
the finished armature will be bound with piano wire over mica 
insertion to thickness of, say, O65 inch. These figures are such 
as are used in actual practice, and may, for convenience of 
reference, be tabulated thu3:— 


Iusulation on bars ... i .. 02 inch. 
5 „ wire(d.c.c.) ... .. 008 „ 
- „ Core T e) OO y 
Wire binds and mica... R = 065 „ 
Paper es an 003 „ 
Minimum copper strip 036 „ 


In any case, the designer will gauge the particular materials 
he proposes to use and endeavour to see that these do not 
vary in thick ness. 

In order to more easily demonstrate the process of winding, 
we may assume that a machine of a certain output is 
required, and that there are no other data to hand by which 
this machine can be approximated from others. For when 
a dynamo has onze been built and another is required which 
varies only slightly in amperes, speed, or volts, or any 
combination of these, it is seldom necessary to do more than 
to alter either the winding of the armature, the section of 
the iron, or the winding of the fields. Dynamos of any one 
typ» are rated by the number of watts per revolution, aud it 
is found in practice that, after taking a certain diameter of 
armature, а machine can be built round this up to a limited 
number of watts per revolution only—that is, after the 
armature has become twice the length of ita diameter, in 
order to allow for an increased section of iron; or after the 
current has become so big that the siz3 of bars required to 
carry it have reduced the number of bars to lees than 40; 
or if the field winding takes up so much room that it cannot 
be put on the magnets without causing serious overheating 
due to want of radiating space; these, and several other 
factors, determine a figure for tbe watts per revolution 
(= w.p.r.), after which it becomes necessary to take a larger 
diameter for the armature. 

Having then established a certain number of sizes of 
machines as fixed by their armature diametera or w.p.r., We 
can, witbin limits, tell at a glance on seeing the output 
required for a dynamo, what size of machine to take. This, 
of course, would not apply to plating dynamos or high volt- 
age machines. 

We will now take a machine with the following output :— 
400 amperes, 80 volts, 320 revolutions per minute (an 
Admiralty size). This gives 100 w.p.r. . 

We have now to decide on the size of armature, and it 
may be convenient to standardise our armatures by te 
diameter of the bore of the magnets—that is, the diameter 
of the armature if the air-zgap were infinitely sma". This 
allows us to vary the depth of winding or the diameter of 
the core plates without referenca to the diameter of the 
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armature. The question therefore arises: given our output, 
what sized armature shall be taken. This we can arrive 
at approximately ia the following manner. Our fundamental 
equation is :— | 


Е x 60 х 10* 
: E nxc 
where н = total number of magnetic lines. 
n = revolutions per second. 


с = number of convolutio»s or bars. 


It is clear then that c is the only quantity wanting to 
determine N. Now, in fixing r, we are met by two con- 
siderations: (1) that c should no’ be much greater than 160 
owing to expense, or b:low 40 owing to sparking ; also (2) 
that it should be an even integer and preferably divisible by 8. 
Let us take c — 120, which will give us approximately the 
value we require for N, and will allow of alteriag the actual 
number of bara afterwards either way. 

We therefore get 


80 x 60 x 16" 
320 x 120 
12:5 x 10° nearly. 


To x we should add 10 per cent. for armature and demag- 
netisation losses =: 13°75 x 109. Assumiag our induction 
in the core to be 10,000 lines per square centimetre, this 
gives a total area of 1,375 square centimetres, To this 
we must again add about 20 per cent. to allow for the shaft, 
whose permeability will be much lower than that of the 
soft iron core, and also for the ventilation shafts through the 
core—always assuming that the armature i3 very little longer 
than its diameter. 

This gives us 1,650 rq. cms., or about 250 eq. ins. to deal 
with. Now we have 120 conductors, and assuming a depth 
of bar of 5 in., and a current density of 1,500 per sq. in., 
the area of bars will be 


200 
1,000 
aud the breadth of bar = ‘266 in., or with piper insulation, 
&c., about °325 in. 
The total periphery required will thus be 
325 x 120 + say 2 inches for pega = 41 in hes say 42 inches, 
and the diameter of core | 
= 4? 13) inches. 
т 
The length of core will be 
950 . 
Dt 18:5 inches. 
The core for 120 bars is thus 133 inches x 18) inches. 


But as our desire is to make the core nearly square, even 
if a few more bara are put on, it can be made 


= '1333 sq. in, 


155 x 16 = 250 sq. ins. nearly. 


Now, assuming j-inch air-zap all round (our bars are 
$ inch deep), this gives us 15 inches + 1} inch, or, say, 
17 inches for bore of pole-pieces, or armature rating. 

Having now fixed the siz» of the armature (and as ex- 
plained before, this can be done forthwith after a little 
„ we сап proceed with the proper winding. We 

ave: 


Current density, 1, 500 


200 
A bars, — = ‘li i 
rea of bars, 1,500 1333 tq in. 
Depth of bar 5 inch. 
Width of bar 1979. 2666 inch. 
Minimum of gauge of strips = 036 inch. 
Say seven strips, each ·038 ... = 266 inch. 


Bars.—The bar will now be built up as follows :— 
Copper, width ag 266 iach. 
Paper = 6 х O03 '013 inch. 
Iusulation O02 x 2 ... 040 inch. 


Width of bar 


324 inch. 


Also 
Copper, depth =  '500 iach, 
Insulation = 040 inch. 
Depth of bar = °54 inch. 


Air-Gayp.— 
Depth of two bars ... T. 
Insulation on core = ‘Ud x 2 
Wire bands and mica = 065 x 2 
Clearance } inch all round ... 


1°08 incb. 


MEE 

лае 
e 
e де 
B 
© 
E 


1:56 inch. 


Total air-gap 
(To be continued.) 


| 


ACCUMULATOR TRACTION. 


By R. KENNEDY. 


Pror. AYRTON, in his remarks on this subject in criticising 
Mr. Epsteiu's paper, gives a table on p. 860, No. 1,047, 
December 17tb, 1897, of the ELECTRICAL Review, which 
would have been of great value had another column, giving 
the rute of discharge per pound of plates, or, better still, per 
pound of positive plates, at which the watt-hours capacity 
per pouod gross was obtained for the last column. 

For the purpose of the worthy Professor the table is all 
that is required, and his allowance of nine watt-hours per 
pound of battery is & very generous one considering all 
things. But that table, like many others given regarding 
storage batteries, is apt to be used by other people for other 
purposs, which the addition of a column of rate of discharge 
per poun of plates would have effectually defeated. Further, 


uit ought to be pointed out that the results of tests on a 


7-plate cell canro* be compared with the results of te:ts on 
a 17-plate cell; the table shows this clearly. 

It is high time for electrical engineers to agree upon some 
orderly method of tabulating battery performances; at 
present complete chaos existe, so that fair comparisons are 
impossible. In any case the watt-hours discharge per 
pound must always be taken, with the rate of discharge per 
pound, and the cells compared must be of nearly the same 
rate cf amperes discharge. If these two simple precautions 
are omitted the figures are valueless for comparative 
purposes. | 

The mcan P.D. is not а matter of much importance, as in 
most cells it makes little difference in the total watt-hours 
whetber it is 1[:9 or 1:8, or even 1:7 volts; but it makes a 
vast difference if one cell is discharged at 0°75 amperes and 
another at 1 0 per pound of plates. 


CORRESPONDENCE. 


A Defence of Germany. 


I regret to notice in No. 1,048 of the ELECTRICAL 
REVIEW, under“ Notes,” a rambling rbapsod ical recitation : 
„A Daniel come to Judgment,” launched against the head of 
a neighbouring and friendly nation, against a Sovereign just 
as bighly esteemed in Germany as Her Gracious Majesty Queen 
Victoria is іа Great Britain and Ireland. If such contri- 
butions were the reciprocal effusion of bad temper, they 
might р гћарз be explainable; but Germans have never gone 
so far, ard a feeling of international decency will always 
prevent them from personal irsults of other nations 
monarchical personages. 

It wovll be the proper thing to ignore similar productions, 
if they were not the outcome of a widespread contagious 
diszare, which threatens ia England to assume an alar- 
mingly danzerous character. What must be the standard of 
mind of authors who produce euch discord-sowirg rhapso- 
dies: Do they resl'y dream for a moment that their as aults 
would chauge the conduct of the performers of their imsgi- 
nary or wilfully distorted complaints, Certaisly euch assump- 
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tion would be ridiculous, especially in & country whose 
educational standard is continuously and emphatically recom- 
mended for emulation, by the highest statesmen in England, 
such as by Lord Rosebery at Colchester, by the Marquis of 
Salisbury’s nephew, Mr. Balfour, at Sheffield; by Mr. W. 
Woodall, M.P., and Imperiel counsellor of technical educa- 
tion; by Mr. A. J. Mundella, M.P., at Birmingham; Sir A. 
Arnold, President of the London County Council; Mr. John 
Morley, M. P.; Sir Henry Roscoe, and the Duke of Devon- 
Bhire; Lord Playfair, writer, politician, and M.P.; Mr. 
Doxford, M.P., one of the most celebrated ship-builders; 
also recommended at the opening of the Davy-Faraday 
Research Laboratory by the Priace of Wales (the laboratory 
is a present of the value of £100,000 gratuitously given to 
the English nation by the German chemist, Dr. Ludwig 
Mond); as also recommended by many others, including even 
Mr. H. M. Stanley, M.P., of “dark country" fame; the 
press, as for instance, the Daily Telegraph, of November 20th 
of last year, and “ last, but not least," by the Board of Trade 
Journal in the December number of the same year. 

What then could such di:cord-hunting epistles aim at? Do 
they intend to hit German self-esteem and national envious- 
ness, or do they perhaps wish to contribute to a desired change 
in the new course of national economy and commercial policy 
in Germany in favour of English interests? I can agsure 
you most emphatically that neither one nor the other could 
be attained by any such cbauvinistic writing. The German 
people, who read English papers very much indeed, are by 
this time fully accustomed to see through the coarse meshes 
of clumsily distorted misrepresentations. They recognise at 
the bottom, under the sieve, the real motive of the outburst, 
which is always the result of tome political or commercial 
disappointment, which could not be helped, and they look at 
it, to say the least, with equanimity and emilingly. 

With regard to the new course of German commercial 
policy, no light-barded talking could Lave the slightest effect 
upon it, as it not even depends upon the wish nor the will of 
the nation, but is forced upon the country and laid down by 
the inflexible laws of nature. On this point, and with the 
hearty desire to arrive to a mutual nnderstanding, I beg you 
to grant a German with 25 years’ residence in England 
a few more words. 

The greatest modern politician of Great Britain, Joseph 
Chamberlain, expressed at the Birmingham Chamber of 
Commerce, if not in exactly the каше words, but as near as I 
can repeat them, the following doctrine : “The culminatin 
point of governmental triumph consists in the extension an 
security of commerce. One must, however, never forget that 
other nations have the same desire as we in England, and 
that the demand of Germany, France, and Russia for colonial 
extension must be principally attributed to the longing for 
buying, selling and profiting!” In these few sentences the 
experienced politician and shrewd business man laid down 
the png өн of policy of civilised nations, the fulcrum upon 
which all business and political transactions now-a-days are 
supported. Another great Englishman of the present day, 
the Viscount Wolseley, has said: © Cosmopolitanism is the 
excrescence of an unhealthy civilisation, and the product of 
а s2nseless and unpatrio: ic philosophy.“ 

These dogmas, although recently uttered, are not at all 
new; in fact, one might say they were recognised and reli- 
giously followed in England since 300 years. They were 
the prime motor during the long and destructive wars against 
the Spaniards, Dutch and French; they achieved the exclu- 
sion of the German Hansa, destroyed armadas and empires, 
which even in those days were more extended than the British 
Empire of to-day. The same political dogma, with the 
help of German troops and the timely arrival of Blucher, 
crushed at Waterloo the ambition of Napoleon, who craved 
to dispute the supremacy of English commerce at sea. If 
this supremacy, since the accession of Queen Elizabeth, was 
not always the primary cause of English wars, it certainly 
was always the leading principle in concluding peace. 
England, by these principles, and the political testament of 
Elizabeth—* to be friends with all, and allied with nobody,” 
became a self-relying, commercial and naval nation of the 
very first rank. It is, therefore, perhaps natural, that this 
supremacy at sea, and of commerce, supported by an enor- 
mous accumulation of wealth, should have created a national 
feeling, that a monopoly of commerce and a claim on an 
part of the globe, not yet included in the sphere of civilis 


nations, should fall to Great Britain as an inheritance of 
priority, there we arrive at the foundation of all the evil! 

“ Tempora mutantur et nos mutamur in illis." Daring 
the centuries when England was fighting for the supremacy 
of commerce, Germany was involved in mighty continental 
disturbances, of which the 30 years’ war, which reduced the 
population from 25 millions to 12 millions, threw the oountry 
into exhaustion and internal disorder, and it took all the 
time till the reign of the Emperor William I. to strengthen 
the shattered race and reunite the Empire. With a popula- 
tion of 30 millions, as Germany had in the year 1880, it was 
quite rational, to be principally an agrarian country, the com- 
petition in North American and British-Colonial agricultural 
products not yet existing. But the German population 
having now risen to 54 millions, with a yearly increase of 
670,000 inbabitants, and after American and British- 
Colonial products have ruined German agriculture, 
the law of  self-preservation has forced Germany, 
nolens volens, to cease being an agricultural country, but to 
enter the rank and file of industrial competitors, which, in 
due course, and in strict accordance with the Chamberlain 
dogme, led Germany to colonial and sea power. Thus, 
German increase of population, North American and British 
agricultural competition forced Germany to b2come a com- 

titor of industrial, commercial, and colonial England. No 
ight-handed grumbling «lout imagined interferences with 
righte, which have no legal standing, nor any amount of 
national outburst of bad temper could change the logical 
sequences of Nature's laws. There are only two alternatives 
for England to meet the altered state of thinge, viz., either 
to destroy by force of arms half of the German population, 
its industry and commerce, and thus to reduce tle empire to 
its former state of under-population and disorder; or, to 
accept the altered state of international position, and to 
undertake, shoulder to shoulder with Germany and with all 
other competing nations, the peaceful development of civili- 
sation and culture of industry and commerce. Fortunately 
there is still plenty of room for all of us in many foreign 
lands! Althougu Germany is fully prepared for any 
attempt in the direction of the first alternative, everybody in 
the country is most heartily wishing for the latter, and 
the sooner such also becomes recognised in England the 
better for general peace, and for the welfare of the world. 

Only a few words more about the fallacy of chauvinistio 
literature. Your correspondent suggested to the head of the 
German Empire, to purchase for a few marks some patent 
or other from one of his starving sulyects,” evidently 
endeavouring, and perhaps succeeding, to make his country- 
men believe that German industry and trade are in a starving 
condition. 

Now, then, sir, as starvation and emigration always g 
side by side, let us look at the figures of emigration- 
Germany and in England. As long as Germany was prin- 
cipally an agrarian state, the annual emigration reached а 
few шы thousand; thus the year 1882 still showed 
220,902 German emigrants, From that year, and hand in hand 
with the development of German industry and commerce, the 
emigration gradually dwindled down, till it reached, in the year 
1896, theinsignificant figure of 88,824 ; and this in spite of an 
increase of population of 6,944,000 during that period of 14 
years. The statistics of English emigration, on the other 
hand, show quite a different picture. England, including 
Scotland and Ireland, with & much smaller population than 
Germany, always showed a larger emigration, which 
amounted to a yearly average of 256,726 persons d the 
eightieth years, and rather increased during the later 

riod, showing 271,772 emigrants during the year 1899. 
Ге, it to the jadgment of the impartial reader оп W 
side starvation is most likely to be; anyhow, it does not seem 
to be on the German side. 

Hoping that these lines might contribute somehow to & 
better mutual understanding with regard to the inflexible 
laws of international and political economy and to smoothing 
existing friction. 
R. von Fischer-Treuenfeld. 
Dresden, December 28th, 1897. 


Dust Destructors. 


Mr. Raworth's Jetter on the subject of the Shoreditch 
Dust Destructors is opportune, as hitherto there has not been 
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much point in the arguments advanced. Bat he fails 
entirely to appreciate the question, whicb, to those of us who 
are looking on, is at issue in this connection. We are not 
wanting simply to be told that, providing the extra capital 
expenditure does not exceed a limit, a combined dust destrac- 
tion and electric lighting station is an economical under- 
taking. This we can pre-determine with fair accuracy for 
ourselves, 

What we do want to know is the actual practical valne of 
the method of thermal storage in use?  Thie, for ns, is 
what is under trial at the Shoreditch station. Mr. Raworth’s 
diagrams and arguments ignore this question of storage 
altogether ; and, therefore, although by contrast so clearly 
and vigorously expressed, they are really beside the question. 

Is the thermal storage effective for the purpose for which 
it was designed? The fact that. some coal із already nece; - 
sary, although the station is bat lightly loaded electrically, 
while supplied with its full quota of refuse, in the absence 
of other information, affords reasonable exouse for doubt 
that it ie. Either the storage capacity is too small, or the 

ractical thermal efficiency of the plant is extremely low. 
magine balance-sheets of two instances, the one as at Shore- 

ditch, the other similar in every respect, except that the 
thermal storage paraphernalia is absent. On the debit sides 
are the total calorific values of all the available refuse of the 
parish, and that of certain quantities of coal; on the credit 
sides are the electrical outputs. Question: would the Shore- 
ditch balance-sheet show any substantial advantage over the 
other? and if so, is it sufficient to justify the extra capital 
obarges incurred on the sto plant? 
Nov, it is scarcely reasonable to expect Mr. Kershaw to 
decide technical pointe of this nature; rather it is for the 
designers and contractors to take up the challenge that has 
been thrown down, and to give figures to show that tke 
innovations they have introduced have proved a success. If 
they can it is in their interest to do so; but are they not 
very agreeably surprised by the somewhat mistaken view of 
the Shoreditch scheme that has been taken by the public in 
general, and Lord Kelvin in particular? | 

It must not be forgotten that Shoreditch is not the firat 
district in which the heat of dust destruction has been 
utilised for the purposes of electrical supply. It is simply 
the first of such undertakings in which thermal storage has 
been attempted. | 

It is very clear, nowadays, that unless some really effective 
system of storage can be devised, the advantages derivable 
from the combination of these essentially antagonistic 
processes of dust destruction and electricity generation, 
cannot be of attractive dimensions, and they have an 
unpleasant habit of vanishing altogether when put to the 
practical test. There are several methods of storage, the 
three most direct and obvious are :— 

1. Storage of refuse, and the provision of means by which 
it can be burnt at any desired rate. 

2. Storage of heat. 

3. Storage of electricity. 

Two years ago the Battersea Vestry invited schemes for 
the utilisation of the waste heat ot their dust destructors in 
connection with electric lighting. As one of the competitore, 
I proposed a rather fanciful system of storing the heat, by 
means of regenerative stoves of brickwork. As an alterna- 
tive, I outlined а scheme of refuse storage, in which I have 
still much faith. The time allowed for this competition was 
much too short, otherwise it might have been productive of 
some useful and interesting proposale. 

The third method, storage of electricity, is rather under a 
cloud, because of the poor results at St. Pancras. But has 
it had a fair trial? Its great advantage is the way it econo- 
mises boilers and generating plant, and in this way it 

ially balances the extra capital expended on the batteries. 
am much inclined to prophesy that eventually the Shore- 
ditch plant will be worked wholly on this method. 


James Whitcher, A.Inst.E.E. 
January 1st. 


New Thermal Ampere-nieter. 


Referring to & note in your last issue on a new thermal 
ampere-meter, the following remarks may be of some 


Many yeara ago, in 1881 and 1882, I experimented with 
Several forms of instrument on much the same principle as 
that described in your note. In some, the bulb of an ordi- 
nary thermometer was closely surrounded by a conductor 
heated by the current to be measured, in others the bulb was 
forked, and the current, or a derivation from it, passed up 
one leg and down the other. 

The object was to provide & means of measurement for 
alternating currents. A sliding scale, calibrated by means of 
continuous currents, was used, the zero of the scale being 
made to correspond with the height of the thermometer before 
the current was applied. Several of these instruments were 
useful at the time, but I did not consider them as practical 
for ordinary use, partly as being very delicate and of limited 
range, but chiefly because their indications depended, to some 
extent, on the conditions as regards the radiation and con- 
vection of heat from them. 

I therefore much preferred the principle of the voltmeter, 
which has since become well known, in which the wire 
heated by the current is entirely enclosed within a thin tube 
of an equal coefficient of expansion to which the wire is fixed, 
£o that the expansion measured is not absolute, but relative 
to the enclosing tube, to which all the heat generated in the 
wire must pass. | 

Thus the instrument reads the difference of temperature 
between the wire and the tube. I consider this principle 
very important for accuracy in any instrument depending 
upon the expansion of a conductor heated by an electric 
current. 


January 8rd, 1898. 


P. Cardew. 


Localising Faults in Submarine Cables. 


The following, read in conjunction with Mr. H. C. Caan's 
communication, pub'ished in your issue of December 18th, 
1896, may prove of use to some of your readers. 

Modification of the Kennelly break test :— 

The battery to be grouped in certain determined ratios, 
such as 1—2—4, or 1—4—-16; if the former, we shall have 
from the rule of inverse square roots the resistance of the 
exposed end, as 1, 0:696, 0:485. 

easurements to cable current zero, and zinc to line. 
When measuring with the intermediate and lowest powers, 
insert in the battery circuit a resistance equivalent to the 
difference between the internal resistance of the cells in use, 
and that of the total, or greatest number; then it will be 
found that x = a — 4°75 (в—с). 

The measurements, A, B, с, as usual, A being that obtained 
with the lowest power. For breaka close to the observer, the 
above will be found to give excellent results. 

À few examples. ! 

Break at 10 ohms distant. 

Grouping of cells, 16—8—4.  I.R. of battery 48 ohms. 

100/100 zinc to line, measurements to cable current 
2 10.— 


С = 25 ohms. 
B = 33 ohms (24 added to battery ect.) 
A = 48 ohms (36 i 9 
.*. X wa—4°75 (B- c) = 48—38 = 10 ohms. 
Ditto at 20 ohms. 
С = 35 
B = 43 (add as above). 
) x = 57—38 = 19 ohms. 


a = 57 ( 1 » 


Ditto at 30 ohms. 

С = 44 

в = 52 (acd as above) 

a=69( , n ) 
Ditto at 40 ohms. 

С = А5 

в = 63 3 as ко) 

А = 78 » s X = 78—98 = 40 obme, 
Ditto at 50 ohms. 

С = 67 
в = 75 (add as abov.) 

a=90( , „ ) X = 93—38 = 58 ohms. 
Break at 80 ohms. 


О = 96 
B = 105 (24 added to battery cct.) 
А = 123 


x = 69—38 = 31 ohnıs. 


X = 123—4275 = 80 25 ohms. 
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Ditto at 100 ohms. 
с = 117 
в = 125 (added as above). 
A == 138 ( » э 


| X = 198—384 = 100 ohms. 
Ditto at 150 ohms. 
c = 170 
в = 150 (added as above). 
A — 197 ( 97 9 
x — 197—475 — 149 ö ohms. 


Ditto at 500 ohms. 

с = 522 

B =: 235 (added as above). 

a = 562 ( ” »" 

X == 562— 61 75 — 5C0 25 ohms. 

Ditto at 1,000 ohms. 

с == 1,050 

в — 1,070 x = 1,1C0—95 — 1,005 ohms. 

А == 1,10) 
Break at 20 ohms. 


Another set, bridge 100/10. I. R. 44 ohms. 


с. 273 | 
В == 302 (add to battery cct. 22 obms) 
А == 350 » » » 35 , 


x 350 — 197-75 — 212 25 — 2123 ohms. 
Break at 45 ohms. 100/100. 

с -- 53 

B. 62 (add as above) 

4 726 * ” 
x-- 72 — 985 = 43 5 ohms. 

100/10. 

с = 634 

В <= £64 (add as above) 

A c 638 93 77 

X == 638 — 161 5 — 476:5 — 47:65 ohms. 
Freak at 20 obm:. | 
I.R. 16 minottos — 162 ohms. Brilge 100,10. 


C -= 865 


B = 450 (added to battery cct. 81 ohms) 
§90 97 ” ” 120 9 


Ditto. ditto. 


4 ) 

X = 59) — 475 (450 — 365) = 18°6 ohms. 
B:eak at 500 ohms. 

С = 5,250 

В = 5,280 (added as ab, ve) 

a = 5,680 nowy 2 

X = 5,580—4:75 (5,380 — 5,250) = 4962 ohms. 


. John McGill. 
Alexandrie, Egypt, December 22n4,1897. 


Shoreditch and its Dust Destructor. 


My attention ane been called to the letter in your last 
week's issue signed Power," and having also the two 
letters in this week's issue signed by Mr. Raworth and Mr. 
F. W. Brookman—although, as I have already stated, it was 
not my intention to continue a newspape 
with anonymous letter writers—I feel that, as the two letters 
in tbis week's issue are signed by gentlemen who show their 
bona fides by writing over their own names, I must, in 
courtesy, reply, as far as I am able, to the position of the 
Shoreditch destructor as they put it. 

I must thank Mr. Raworth, whose acquaintance I have 
not had the pleasure of making, for his very lucid letter, 
which shows that, in contradistinction to your anonymous 
correspondents, he has at least grasped the reasons that have 
induced the Shoreditch Vestry to embark on this under- 
taking, and realises the certainty of their making some profit 
out of the combination which, must, at least, be worth the 
having, whilst it may result in savings of а most con- 
siderable nature. ! 

Referring to the remarks that appear over the nom de 
plume of * Power" once again, and to the general tone of 
the correspondence of this gentleman, “ X. Y. Z.,“ and “ Anti- 
Humbug,” and likewise to the position you yourselves have 
thought fit to assume in this matter, I wish to protest in the 
most emphatic manner against the false impressions that are 
being disseminated amongst those who may be interested in 
adopting such a combination as we have, and who are more 
than likely to assume hy yen and your unknown corres- 
pondente’ attitule that the allegations of deception and 


т correspondence - 


fraud во constantly reiterated by you and your anonymous 
friends must of necessity have some justifications in fact. 

My Vestry have entered upon an experiment which they 
were led to believe wou!d save them in the nse both of 
the disposing of their ash-bin refuse and in the production 
of electricity for the supply of their parish, and if these two 
hopes are realised, as they bid fair to, then they will have 
achieved all they hoped to do. 

As you are well aware, quite recently attempts have been 
made in two London districts to effect the same object, with 
signal failure in both cases. By this I mean that in neither 
case has the refuse destructor b2en of any practical use in 
the generation of electricity in the electric light stations 
erected in proximity to these two dust destructors. 

As I have constantly reiterated, so far the electricity 
supply in Shoreditch has been maintained by the combustion 
of the refuse, only excepting on those occasions when there 
has been no refuse to burn; and every fair-minded man 
holding unprejudiced views cannot but admit that the 
efforts of my Vestry have already resulted in turning into & 
not inconsiderable success that which has been attempted 
previously by others without sucoese, and therefore some 
credit is due to us and our engineers for a pioneer effort in 
the direction of the utilisation of a waste product, even 
though it may be possible that in the future plant may be 
desigaed which may give better results than the first suc- 
cessful combination of the kind. 

To read your own remarks and those of your anonymous 
correspondenta, one would almost imagine that your journal 
had changed hands and is now being controlled by some 
journal baving antagonistic interests to the advancement of 
electrical industries. I should myself have thought that your 
journal would have been the first to have congratulated us on 
the undoubted success we have met, with, instead of doing all 
in your power and in that of your anonymous correspondents 
to make it appear that not only is the undertakiog not a 
success, but that fraudulent means have been adopted to 
make it appear so. 

I note, indeed, that you say And if the first twelve 
months' work show that their combined scheme cf dust 
destruction and electricity is successful we shall be the first 
to acknowledge it." Would it not have been fairer aud in 
every respect more desirable—assuming you really had any 
desire to see the success of an electrical scheme, euch as this, 
involving substantial progress—if you had left your remarks 
unsaid until such time as the works publish their first 
acoounte, and then, and then only, used the influence and 

wer of your journal to criticise it unfavourably, if it во 

eser ved, than to endeavour to hound it down at this moment 
so as to discredit it in the eyes of others, who must un- 
doubtedly be influenced by the erroneous view you take of 
the matter, and who, unfortunately, are hardly likely to 
notice those few words in which you may in the future 
acknowledge that you were mistaken in your previous 
impressions so continuously and empbatically reiterated in 
your paper from week to week by the shamefaced utterances 
of anonymous correspondents ? 

As an example of the way in which you and your corres: 
pondents endeavour to turn an easily explainable fact into а 
d of the justness of your and their remarks, one cannot 

o better than read that portion of Power’s letter in your 
issue of last week, in which he refers to the letter of the 
“ Engineer in oh of the Dust Destractor, Shoreditch,” 
to the City Press of August 11th, stating that It is the 
fact that coal was used on the opening day, but that because 
we had no refuse, and therefore had to burn coal to generate 
the steam required," and in reference to which Power 
goes on to state that Lord Kelvin said dust only was used, 
while the engineer says that they had no refuse, but burnt 
coal to generate the steam, and that therefore Lord Kelvin 
was not in the coal secret, and ending up by inferring that a 
lie was told the assembled company in stating that the cur- 
rent was generated from dust, and dust only. : 

Now, Mr. Editor, what were the facta. The current during 
the morning and the afternoon was generated entirely by 
ash-bin refuse as stated, and would have continued to have 
been generated by ash-bin refuse througbout the night, had it 
not been that the Vestry had a parade of their dust carts 10 
connection with the opening oeremony, as you yo 
must have seen when you were there, and which naturally 
resulted in the dustmen not collecting any further refuse 
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that day after the early morninz, and as we have not yet 
solved the problem of raising steam without either refuse or 
coal, we were under the necessity of continuing with coal, 
when the refuse was completely burnt out, for the rest of 
that evening. 

Referring now to Mr. Brookman's letter, I would again point 
ont to you the damage that is occasioned by you and your 
anonymous correspondents’ erroneous expressions, as is exem- 
plified therein, for Mr. Brookman, who writes most fairly on 
the subject, states in his letter “ Ав to anyone being ashamed 
of Shoreditch, I give the chairman credit for having done 
his best, and no one can do more, and that being so there is 
no need for shame, even if the scheme was an absolute 
failure, which cannot be said of Shoreditch J think.” From 
which it is evident that he too has been misled by you into 
believing that there is certainly а taint of failure about the 
Shoreditch scheme, for he evidently is not quite sure but that 
it may possibly be a complete failure. 

The destructor works being still under the guarantee of 
the contractors for this portion of the work, it is impossible 
for me, without violating my position as chairman of the 
Electric Light Committee, to give Mr. Brookman such 
answers to his questions as might place the Vestry in a false 
position with their contractors, especially seeing that Mr. 
Brookman, at the time when the contract for the said works 
was being s2ttled, approached the Vestry as representing or 
assisting one of the competing contractors who did not 
obtain the work, and I would, therefore, ask him to wait for 
an answer to most of his questions until we are able to 
answer them authoritatively without prejudice to the con- 
tract, and would further point out to him that the total 
nomber of units sold as against the actual refuse burnt, 
could convey no conclusions to his mind, since the number of 
units that was sold from the combustion of that amount 
of refuse, although very considerable, does not repre- 
sent the number of units that could be sold from the 
combustion of this amount of refuse, if the output 
demanded a further supply. I can, however, answer his 
question as to the size of the accumulator battery we 
have inatalled. It is only proportioned to give an output 
of 25 kw. during the hours of maximum load, and is 
therefore not & material help at that time, but is rather 
intended to provide an unfailing source of current whence 
to magnetise the fields of the various generators. 

I therefore ask Mr. Brcokman, and all the many readers of 
your Journal who may have been misled by the misstatements 
you and your anonymous correspondents have so consistently 
made, and which I am powerless to contradict while the 
matter remains still sub judice, to wait until that time when 
our first year’s running accounts are published, as they will 
doubtless all perceive that the proof of the puddipg is in the 
eating, and not in the interested remarks of anonymous 
correspondents (competing dust destructor manufacturers, 
coal merchants, dust removal contractors, &c.), or the 
opinions of editors of journals, who have ro practical 
experience of the subjects about which they write. 


| Н. Е. Kershaw. 
129, Cartain Road, 


Shoreditch, January 8rd, 1898. 


_ [We must роси strongly against Мг. Kershaw’s allega- 
tions that we have suggested, or even hinted at, there being 
deception and fraud going on at Shoreditch, and we much 
prefer that in future he should deal with cur comments 
separately and not recklessly mix them with what our 

ndenta, who are well able to take care of themselves, 
have said. Our own remarks were based solely upon Mr. 
Ker-haw’s official statement as chairman of the Electricity 
Committee, and it seems to us that this worthy gentleman 
himself would have been better advised had Ae refrained 
from giving figures until the works’ acoounts were ont, 
unless he were content that they should be criticised. It is 
important to observe that though Mr. Kershaw has given 
certain official figures" regarding the dust destructors, he 
objecta to give more on account of “the destructor works 
map still under the guarantee of the contractore.” As to 
the few words at the end of our amiable correspondent’s 
letter, we are content to rest in the knowledge that he is not 
ш a position to jadge.—Ens, ELEC. Rev.] 


\ 


THE ENGINEERS’ STRIKE. 


WHEN the late Conference was proposed, the men’s executive pro- 
fessed themselves most anxious to hold it, and the Employers’ Fede- 
ration came in for a good ‘deal of abuse for not running bastily to it. 
It was generally understood that the two sides at the Conference 
would come to certain agreements which would be endorsed by their 
respective supporters. On the side of the men, however, while agrce- 
ing to things at the Confererce, their representatives have practically 
told the men not to endorse their action. Below we print a stat - 
ment of Col. Dyer's, made on behalf of the Employers’ Federation :— 


The conditions of freedom to the employers in the management 
of their works, which was one of the subjects before the recent 
Conference, are rot merely proposals of the employers, but were 
agreed to by tbe representatives of the allied unions, who introduced 
some modifications of the original terms to safeguard the position of 
the unions. It is also highly significant that the leaders of the allied 
trades offered that their men would return to work on the following 
Monday under these conditions of management, provided tue em- 
ployers would agree to a 51 hours’ week. 

“This offer conclusively proves that these conditions ате not in 
any way incompatible with the proper functions of trade unions. 
The federated employers have resolved to adhere to them in future. 
The federated employers have repeatedly declared that they cannot 
agree to any reduction of hours, and nothing has cccurred to alter 
their decision. No prolongation of the dispute can, therefore, affect 
their position with regard to the conditions of freedom in the manage- 
ment of their works and the hours of labour. Ё 

„Under these circumstarces, the federated employers invite the 
serious attention of the workmen concerned to the fact that there 
conditions of management will afford an opportunity to the indi- 
vidual workmen to earn much bigher wages, that any man desiring 
to improve his position will have opportunities of acquiring greater 
tkill, and thatzevery man will have the right to bring any grievances 
to the direct notice of his employer, either individually or through 
his union. It does not appear that these advantages were brought 
before the notice of the workmen, nor that it was pointed out to them 
that there is no intention cf imposing novel conditions, or of re- 
ducing the rates of wages paid to ekilled men; but that the freedom 
which the workmen enjoy in many of the federated workshops is to 
be extended to all of them. 

“The Federation hope that the time is not far distant when the 
workmen will appreciate the goodwill of their employers, and will 
frankly accept the situation by withdrawing their demands for a 
diminution of the working hours, and by accepting the conditicns of 
management agreed upon at the Westminster Conference, which 


closed on December 17th. 
“ (Bigned) Henry C. 8. Dyer, President." 


We would draw special attention to the fact that the conditions as 
to non-interference were agreed to, and that this is not considered 
incompatible with trade union interests. The hours question is thus 
alone nominally stardiog in the way. 

At the time of writing, December 31st, there is in the immediate 
future the alternate prospect of a spread of the lockout, which, 
indeed, bas, we believe, already taken place by the posting of the 
hitherto Conference delayed notices, or cf the opening of their works 
to such of the men as choose to return to work on the basis of the 
agreement come to at the Conference. We hope this latter course 
will bs the one adopted. It would show the employers determins- 
tion to adhere to the terms they had agreed to, and it would enable 
many men to return to work who are anxious to do so. The strike 
will go op, we suppose, all the same. It will become a sort of 
academic institution. Like some of the City Guilds which have long 
since lost ell touch with the originating cause, the strike may con- 
tinue drawing funds from America and Germany for an indefinite 
pe But that, as a precum fact, the strike will go on, we hardly 

lieve. It was bound to fail, beicg started on а false basis. By 
Mr. Barnes's own confession, the quarrel was shunted from inter- 
ference with shop management and the macbine question, to the 
“ popular one of the eight hours’ day," and the trick failed to gull 
the public at large. 

That curious body, the Fabian Society, compounded of snuff- 
clothed dramatic critics and esthetic dames with its pseudo socialism 
and general dilettantism, bas at this lato hour given mouth on the 
question in the shape of a manifesto in favour of the strikers, 
gratuitously and ignorantly assuming that the desire of employers to 
use machirery is merely an attempt to reduce a prosperous trade to 
the level of a sweated one, where collective bargaining bas not yet 
been introduced. Absolute ignorance is all we can say to such drivel. 
There is no desire to interfere with the proper duties of trades 
unionism, nor would there have been any move in the direction of 
complaint about the minimum wage had the A. S. E. done its duty, 
and seen to it that its members for whom it asked a minimum 
wage were all competent men. But everyone knows that large 
numbers of the A.S.E. are not good men. It is a blunder on 
the part of the A.S.E, for which history will record its sen- 
tence, to have allowed itself to be dragged out of its proper 
DA But the powerful desire to get up a fight has been the 

ominating factor; funds must be raked іо, and men who have 
bad no claims to be called engineers, have been admitted to member- 
ship for the sake of funds. It is not trades unionism that is at stake 
in any sense. It is simply the policy of Barnes or of those who have 
pushed Barnes into the van, that is now beirg tried and found want- 
ing. Thisis the vampire that has sucked tbe vitals of unionism, and 
through unionism of English trade. All suffer by it, from Col. Dyer 
to the last new apprentice. 

We confess to sharing the doubts recently expressed in an able 
article in Engineering that much of the freedom allowed for in Е: 
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sounding clauses agreed to at the Oonference amounts to really 
nothing. Freedom to employ any man is one of these; freedom to be 
a trades unionist is another. According as a shop falls under the 
head of union or non-union, so far will certain unwritten laws tend to 
prevail. The whole thing is a matter of common sense and the 
application of knowledge of facts, If men would do a fair day's 
work, their nursing by the trades union would dono harm. Probably 
the average workman needs some such backset. But he is unfortu. 
nately ordered by his executive to do certain things in the way of 
loafing which he is told are for his good. He has done as he was 
told, and has simply succeeded in proving to the world that appren- 
tioes and labourers can turn out more work than he has been doing. 
But this is not trade unionism, Itis wantof knowledge. If the secre- 
tary of the A. S. N. had been a man of better education and of observant 
travelled experience and with a knowledge of commercial facts, he 
would have carried on the business of tbe A B.E. in a very different 
manner, and would have succeeded in getting for his members better 
pay. We fancy we see Col. Dyer receiving a notice some morning 
that be is paying his men too little, and compelling them to the 
monotopy of attending to two machines while capable and desirous 
of having three." "This is the sort of thing a really live and up - to- 
date secretary of the A.S E. would see to. But we cannot learn that 
there has ever been anytbing but restriction; we cannot hear tbat 
there has been for many years the slightest attempt to secure that its 
members were ordinary decent tradesmen and reputable citizens. 
We do not learn tbat they have ever taken cognisance of any com- 
plaint made against their members for notorious laziness. We bear 
of no single case of any willingness to render possible tbe taking of 
some big contract by agreeing to the status quo of wages pending ite 
completion, or of any case of a willingness to work with an employer 
for the common good. One thing is very certain. Machinery in theend 
is bound to win. This does not imply that the human workers will 
lose, or how is it that in the chain trade, to which machinery is so 
little applicable, the human element isso badly paid? Machinery 
will win and the skilled tradesman—the fitter—will be so scarce in 
time that when needed he will command good pay. Skill will con- 
sist in an ability to compel so many machines to do so much work, 
and the old seven years or five years apprenticeships will die out. A 
macbine can be learned quickly. Boys will earn more than they did, 
and tbe family man will be sooner relieved of his expenses. The fact 
bas got to be faced. The whole system has got to be changed, and it 
ie ecaroely likely that the country will go out of trade to suit minds 
of the quality Mr. Barnes seems to consider as above the average, to 
wit, his own (vide speech at Enfield). Failing to secure the modern 
methods forced on her b7 foreign competition, England will have to 
go out of trade, but England has no intention of going out of business, 
and the sooner this fact is realised the better it will be for all who are 
pursuing an ignis fatuus. Workmen have so often claimed that all 
wealth is the outcome of labonr that one marvels to see them demanding 
conditions that could only be granted them if wealth were other than 
the product of labour. But the mere manual labourer, working by 
the strength of his muscles, or with the experienced collaboration of 
band and eye, would never produce a fraction of the wealth he is able 
to produce in conjonction with the brain worker, and the brain 
worker is entitled to some of the wealth he helps to produce. The 
present demands of the manual worker amount to & claim by him 
that he is competent to perform both the manual and the brain work, 
for if the performance of a machine is to be restrained at the desire 
of the labourer, why not the whole system of book-keeping, supply, 
purchase, sales, and finance. If we go to the full end of this line of 
argument we should find ourselves compelled to place the general- 
managership of all England in the hands of the coal hewers, who 
alone are at the root of all power. The A.S.E, are very keen to 
grasp the duties of those above them, but they are jealous to a fault 
when those below them, or even on a par with them, interfere with 
their privileges or encroach upon flelds they consider to be their own. 
Labour can only be turned to wealth by the touch of management, and 
to interfere with management will be fatal to success. Management 
may not always be successful. When otherwise it brings its own 
punishment very quickly. To force trades union ideas of restriction 
upon Asp йы would ruin everything. If it be good to work an 
machine below its capacity, then must it be good to work it not at all, 
or at least to build cheaper machines good enough only for the 
reduced capacity. Backwardation of this stamp would quickly bring 
us back to the time of no machinery. Trades unionists would not 
acknowledge that this is what they are aiming at, but if they do not 
it is because they have not sufficient perspicacity to see to the end of 
the lane they are following. Neither do they seem to perceive that 
in stopping production they are reducing the power of the nation to 
реу them wages. England without work would be a sorry place to 
ve in until the production of its own soil was equal to the demands 
of its population. It is fortunate that the number of men now idle 
bears во small a ratio to those at work, and we might remind trades 
‘unionists that the other business of the country, when it wants the 
production of engineers, will not come to a stop because such 
productions are not to be had of English make, They will simply 
purchase them from abroad. 

Ia view of wbat he considers the failure of Unionism, Mr. Tom 
Mann now proposes that Unionism should be national, and provide 
ite members with simply idle pay, strike pay and funeral expenses, 
but the old, infirm, or sick will have no claim. Practically, Mr, 
Mann's proposals amount to the recruiting «f a mere fighting army 
which will bury its dead We do not think that he will find many 
decent workmen to join his new army. That there is something 
wrong with Unicnism we admit with Mr. Mann himself, but we can- 
not but smile when Mann says во. It is calm іп the very eye of a 
cyclone, the apparent fons et origo malis. Looked on as а cyclonic 
movement, trades unionism is equally calm in ite centre of disturb- 
ance, but Mr. Mann is not on strike pay. He can be calm, but 
he is now feeling anxious for the men to get back to work, for if 


they are idle much longer, where are the funds to come from 


On Friday last the Fairfield Company of Govan posted lock-out 
notices, which will affect about a thousand members of the A.8.E. 
The Fairfield Company seems only to have come into line because 
they are persuaded of the necessity of doing so, for they have stood. 
out of the Federation a long time. 

It is reported from Yarrow's Yard that cylinders are now bsing 
bored ont in three days less time than before the strike. The secre- 
tary of the Free Labour Association states that the Association has 
provided 22,000 men during the atrike, of whom no fewer than 8.500 
are at work in London alone. We are sorry to learn that the Free 
Labour Association refuse to entertain men who have been members 
of the A B.E. who wish to leave the A. S. N. and get back to work. 
There must be many who wish to do this, and it is pitiable to think 
of the straits to which these men and their families are reduced by 
the long idleness. 

The engineering employers of Leeds are responsible fof the follow. 
ing statements as to tbe conditions prevailing in Belgium, where the 
hours of labour range from 60 to 66 per week. 

In Liege, the wages for 60 hours per week for fitters are 18s. 4d. to 
99s. 6d. ; turners, 18s. 4d. to 28:. 93.; machinemen, 13s. 9d. to 188. 4d. 
At Antwerp, the wages are:—Fitters, 21s. 3d. to 26s. 3d.; turners, 
21s. Sd.to 26s. 3d. ; machidemen, 183 4d. to 183.94. Overtime counts 
after 19 hours. Tne Clyde wages for 54 hours are for fitters, turnen, 
and machinemen, from 253. to 355. 

English workmen should endeavour to bring up the European Con- 
tinent to English levels. Comparing foreign with English wages, it 
is not possible to urge that the foreigner puts up with less money 
because his living expenses are less, for it costa more to live there 
than in England, the purchasing power of money beiog much more 
in England tban it is abroad. 

It is undesirable that English wages should be reduced. Reduced 
wages only mean a smaller volume of home trade. The endeavour 
should be to increase the output of the country. It ie only by output 
that England can live, but one has only to refer to the case of Thomas 
Parker, Limited, reported on page 933 of our last issue, to see how 
output is deliberately curtailed by unprincipled unionists. 

e Trades Union Congress of Siturday last does not help to clear 
the atmosphere. Confusion of issues is more confounded than ever. 
Mr. Barnes, who has agreed to certain things at the Conference, and 
offered to send the men back to work if the 51 hours’ week was accepted 
by the employers, loudly states that the men will fight on until 48 hours 
is won. But men outside the A . E., who spoke at the Congress of 
Saturday, stigmatise the terms of the employers as ridiculous, and as 
an attempt to destroy trades unionism altogether. Yet Messrs. 
Sellicks and Barnes agreed to these very terms. Indeed, here is an 
abstract of their circular to the men :— 

These proposals differ somewhat from those submitted before, and 
they secure the status of the unions on some of the pointe covered. 
. . . . The right of the unions to collective bargaining on behalf 
of their members ie maintained. .. . Оа Ње whole the pro- 
posals, as set out, do, to some extent, risk your interests, but your 
delegates ventured to offer on your behalf a return to work on the 
basis of a 51 hours’ week, which, however, the employers declined." 

Clearly if the employers Fad only acceded to а 51 hours week, the 
risk hinted at would have been taken. Clearly a matter of three 
hours a week cannot make all the difference between smashing and 
preserving the principles of unionism. Oa the other hand, it may be 
argued that the employers, on their side, are not merely conoerpel 
with the demand for eight hours. Ik it had not bsen for the trades 
unions themselves, and their restrictiong on output, we should have 
had the eight hours longago. The employers undoubtedly are fight- 
ing for the right to run their machinery under its best and mott 
economical conditions. They object to the eight hours because they 
want to be first very sure they have got the upper hand in the output 
question before they risk curtailment of hours. Neither the men nor 
the masters are really so interested in the hours question as they 
themselves believe. Аз re в the men, such of these in London as 
are in eight-hour shops still come up from their suburban homes by 
the same trains as formerly. If offered to start work at 8 a.m. only, 
and with one break per day, they will grumble because they must 
still come early to save the workman's trains. The employers do no 
really care so much about the eight hours, and are really fighting for 
infinitely more than the few hours. From 9 to 8 hours is only about 
124 per cent; but between the A.S.E. loafing rates and cute and 
decent work there is anything from 25 to 400 per cent. Of what 
concern is а paltry six hours in comparison with this? Mr. Barnes 
at the congress made the usual charges against the employers as the 
cause of all the suffering, and as disturbers of the Knowing 
that the lockout would follow on the strike for eight hours, one can only, 
in a sense, admire the brass of the man whocan so deliberately шат 
facts. There was a good deal of discord at the congress, and i 
is curious to note that the money to be collected by the sugges 
weekly levy on all unionists is to be distributed by the Parliamentary 
Committee, not by the A.S.E. It seems clear that the A.B. E. is vn 
of favour, the general body of trades unionists resenting the au С 
cratic behaviour of that section. The above3d.levy was estimated 
produce £12,C0) а week, which is more than Mr. Barnes asked hs 

Bat there seems & doubt as to ite forthcoming. He referred 9094 
men having been existing for six months on 76. to 163.8 week. t 
only knew how they did it.” Mr. Barnes, if he bas the strength o 
mind to eut down his own diet below the scale cf the Westminste 
Palace Hotel, might try it on for himself for a montb. ald 
would learn, then, how they did it, and ia the future he nob 
perhaps, be a little more careful how he led his fellow men into 8 

osit ions. N 
j Mr. Barnes talks too much by far. His polioy is hot совой ТУ 
other unionists, and is, there seems bat little doubt. P 
for the sad condition of the engine: rs to-day. His speeches 


‘wherewith pcor Tom struggles so bravely along ? 
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with contradictions, and are strangely out of agreement with each 
other. Having shunted the dispute once to the popular issue of 
hours, he does not find this to work, во he has tried to shunt on to 
an attack upon unionism. But his own friends have found him out, 
and we scarcely think that the A. S. E. is going to get its further 
funds for fighting, unless it be from Germany or America. 


BUSINESS NOTICES, &c. 


Electrical Wares Exported. 
WrII Espino Jan. 4TH, 1887. | WIr END Jan. 4TH, 18! 8. 
& в. £ 


6. 
Bombay ... T .. 32 0 | Alexandria. Tcleph. mat. 109 0 
Buenos Ayres ... . 30 0 js Teleg. mat. 34 0 
Calcutta wes .. 473 0 | Albany = . 88 0 
Cape Towa isi . . 149 0 | Amsterdam . 85 0 
Darben ... aes .. 272 0 | Antwerp T .. 65 0 
East London 2130 0 =, Electric fuse 410 0 
Flusbiog E .. 80 0 | Auckland - . 20 0 
Melbourne -— ... 189 0 Bangkok ‘el .. 35 0 

- Teleph mat. 45 0 | Barcelona ies us X9 0 
Sydney ... pis . 213 0 | Bermuda. Teleg. cable 95,000 U 
Bombay .. .. 41) 0 

| Bordeaux T" .. 20 0 
Borneo Е 1,206 0 
Brussels ... vx .. 396 O0 
Calcutta... * 913 0 
Cape Town 1,095 0 
Colombo 36 0 
Copenhagen .. 96 0 

" Telez. mat. 54 0 
Delagoa Вау ... .. 36 0 
Demerara s .. 135 0 
Durban ... S .. 506 0 

| East London ... .. 822 0 
Gibraltar vs .. 24 0 
Gothenburg .. 21 0 
Halifax. Teleg. mat. 1^4 O 
Hamburg sas .. 33 0 
Jamaica. Teleg. mat.... 174 0 
Kurrachee 65s .. 150 0 
‚ Lyttleton T .. 408 0 
| Melbourne aya .. 52 0 
! Montreal "T .. 30 0 
New York 0 


si .. 10 
North Atlantic. 3,000 lbs. 
Teleg. cable ... vee 


Ostend - .. 85 
Port Said wi . 101 
| Rio Janeiro .. JO 
Rotterdam ine e. 883 
Stockholm. Teleg. mat. 24 


| Sydney ... sis iss 
| „ Teleg. mat. 133 
, Turk's Island. Teleg. mat. 15 

Vera Cruz nes .. 69 
Wellington .. 83 
| Yokohama з . . 576 


мё 

— 

DN 

е) 
ooeccocoooo 


Total £3,613 0 Total £103,956 0 


Foreign Goods Transhipped, 
E в. 


Christiana Е .. 84 0 


Additional Premises, — O wing to the increased business, 
Mr. F. C. Allsop has had to take large new additional premises at 
126, Queen Victoria Street. 


Business Announcement.—Messrs. Handley & Shanks 
have opened new offices and showrooms at 12, Dawson Street, Dablin. 
Mr. Arthur Handley, A. I. E. E., will act as manager for Dublin and 
neighbourhood. The firm undertakes all classes of electrical work, 
including town and private lighting, and transmission of power. 
They are carrying out important contracts for the principal railway 
companies in Ireland. 


Calendars, &c.—Messrs. W. H. Willcox & Co., send us 
an 1898 Date Remembrancer, baving a detachable sheet for each 
month. 

We have also received, as usual, one of the E.P.S. Company's very 
useful blotting pads, with almanack for 1898, memoranda book, &c., 
attacbed, and some general information regarding the company’s 
batteries. We believe there are many electrical men who, like our- 
selves, find these pads very serviceable. 

Messrs. Hazel, Watson & Viney are sending out the seventeenth 
edition of the Hardware Trade Diary and Cash Book to the subscri- 
bers to the Hardware Trade Journal, in accordance with usual custom. 
This volume, we have по doubt, is welcomed by that class of business 
men for which it is intended, and particularly to those having to make a 
good number of cash entries every day. The book is ruled cash 
pari we with the exception of a few memoranda pages, and there 
is а page set apart for each day. All the pages are interleaved 
with blotting paper. 


The Brockie-Pcll Arc Lamp Company send out a handy pocket-card, 
with revolving arrangement, by means of which dates for any day 
up to 1903 may bs ascertained. 

Messrs. Jackson & Coleby, elestrical engineers, of Thayer Street, 
W., have issued an 1395 calendar with a sheet for each month. 

Messrs. Hodges & Todd, of Hampstead Road, N.W., have brought 
out a very neat and well printed calendar. There is a sheet for each 
month, and each sheet has a complete calendar for the year. Thie 
firm reports with regard to the business of last year that, notwith- 
standing the serious labour troubles, they have had a very successful 
year. Their trade in large switchboard and central station require- 
ments has been quite unprecedented, whilst the demand for amme- 
ters and voltmeters, together with their specialities in high tension 
apparatus, has been far ahead of previous years. During the yesr 
they have extended operations by opening premises in George Street, 
а. ч works in Seaton Street, to cope with the large increase 
of trade. 


Catalogae.— Messre. W. M. Still & Co., of Charles Street, 
Hatton Garden, have compiled a new catalogue. Among a host of 
general brass and copper fittings for a variety of purposes, we observe 
stamped ornamental switch bases, or feet, for floor lamps, brass and 
copper art fittinga,electric globe carriers, counterweights and pulleys, 
reflectors, switch covers, bell pushes, and numerous electrical acces- 
sories. There are further various artistic designs of coronets for arc 
lampe, the Still incandescent lamp, &c. The catalogue, which con- 
tains over 150 pages, and is well studded with illustrations, is bound 
in stiff green covers. 


Changes of Address. — Мг. A. A. Crawford (The Bombay 
Electric Company), of Bombay, announces that owing to increased 
business, be has taken more extensive business premises at No. 9, 
Meadow Street, Bombay, where letters should now be addressed. 
The workshops are also being extended. 

Owing to 19, Great George Street being required for the site of the 
New Government Offices, Edmundson's Electricity Corporation, 
Limited, have removed their offices to Broad Sanctuary Chambers, 
West minster. 

Messrs. Handcock & Dykes are iremoving from 5, Victoria Street, 
m on January 29th, to Westminster Cnambers, 1, Victoria Street, 
S. W. 


Dissolation of Partnerships.— Messrs. Henry Lea and 
W. Н. Thornbery, carrying on business as consulting engineers at 
Bennett's Hill, Birmiogham, as Henry Lea & Тпогпоегу, bave dis- 
solved partnership. The business will be continued by Mr. Henry 
Lea id his son, Mr. F. M. Les, under the style of Henry Lea & Son. 
See our Official Notices" for further particalara. 

Messrs. C. F. Slater, S. R. Slater, and Е. Crossley, manufacturers of 
surgical appliances and electrical apparatus, and manufacturing 


‚ electricians, of 20, Baker Street, Portman Square, trading as Slater, 


Bros. & Crossley, have dissolved partne ship. Debts will be attended 
to by С. F. & S. R. Slater. 


Liquidation Notices.—A general meeting of the Acme 
and Immisch Electric Works, Limited, will be held on February 4th, 
at 3 o'clock, for receiving an &ccount of the winding up from the 
liquidators, Messrs. E. Wilding and J. Gray. 


Partnership Notice.—We are informed that Messrs. 
S. V. Clirehugh & К. A. Cort«z Leigh have entered into partnership 
with Mr. E. M. Lacey, A. M. Inst. O. E., and Mr. A. M. Sillar, M. Inst. E. E. 
The title of the firm will now be Lacey. Clirehugh & Sillar, and the 
cffices will henceforth be situated at 78, King Street, Manchester, 
and at 10, Delahay Street, Westminster. Each partner will, as here - 
tofore, give personal attention to the work on which he is at present 
engaged. e notice we have received does not make it quite clear 
whetber Mr. Cortez Leigh is included in the arrangement. Hiename 
is printed at the top of the printed circular, во we assume he is a 
partner. 


Change of Name.—We are asked to state that the name 
of the firm of Venner & Sillar, of Dalahay Street, bas been changed 
to Venner & Co. 


Electrical and General Engineering Company.—This 
company informs us that the electric lighting of Wellington Hotel, 
Tunbridge Wells, to which we referred recently, is being carried out 
by them; aud they have also carried out other private installations 
in that town, including Firmount.” ‘I'he same company has recently 
completed the wiring of Collins's Music Hall, having installed the 
equivalent of 3,000 -C. P. lamps in a month. Among other contracte 
now in hand are mentioned iostallations for the Canterbury Arms, 
Brixton (including engine and dynamo), various City hotels, the 
Synagogue, St. John's Wood, the new Synagogue, Great St. Helen's, 
St. Swithin's Church, Wesleyan Chapel, East Road, &c. 


Electrical Engineering in Icaly.—A company has just 
been formed at Florence, with a capital of £40,000, to be known as 
La Società Toscana per Impresi Elettriche, to establish an electricity 
generating and distributing station in that city. It is said that 
Mesers. Schuckert & Co.,of Nuremberg, Germany, are interested in 
the new undertaking. 


Electrical Engineering in Germany.—Large new 
works for the manufacture of electric cables are about to be estab- 
lished at Spandau by Messrs. Siemens & Halske, of Berlin. 


Gas.—A gas explosion, which o:curr«d at Leicester on 
Saturday night last, did a great deal of damage to property. A 
nurse was thrown violently against the wall and killed on the epot, 
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Harrison & O'Brien.— This firm, owing to increased 
business, have removed their offices and testing department from 
Albany Buildings, 45, Victoria Street, Westminster, to 19 and 21, 
Queen Victoria Street, E.C. At their new eddress they are increas- 
ing the size of their laboratory and testing department, and will now 
be able to undertake all classes of work in that line, in addition to 
oat-door testing and inspecting. 


New Firm.—We are informed that Mr. J. Foxcroft and 
Mr. W. J. V. Duncan, late of the firm of Paterson & Cooper, Dalston, 
have started in business as electrical and mechanical engineers, at 
24, Queen's Road, Dalston, where they propose manufacturing arc 
lamps, switchboards, indicators, &c. We understand that Mr. Fox- 
croft has had large experience iu the manufacture of such goods, 
havirg been foreman and manufacturing contractor with the firm 
mentioned for 20 years. 


New Journal-—We have received а сору of No. 1, 
December, 1897, of a new paper known as the Journal of Acetylene 
(as Lighting, The journal will b» published monthly from 13, 
Farringdon Avenue, London, E С. The first number contains, among 
other items, an introductory article by Pref. Vivian B. Lawes, and 
Some Notes on Acetylene” by Hiram S. Maxim. 


New Premises.—Mr. Albert С. Hands announces that 
he has taken showrooms recently occupied by Messrs. Winfield, 
Limited, at 39, Snow Hill, EC. Mr. S. Croneen, late of Winfield’s, 
Limited, and Mr. G. Boorman, will represent the firm jointly in 
London and suburbs, and the country ground will be covered as usual 
by Messrs. A. C. & G. Hands. Mr. Hands has arranged a partnership 
with Mr. Harold Davis, of Star Works, Stafford Street, Birmingham. 


Refuse Destructors,—Messrs. E. Green & Son, Limited, 
have received instructions to supply one of their cconomisers to the 
Saoreditch Vestry electric light and destructor works. We under- 
stand their apparatus is already used with higbly satisfactory results 
at several other destructor plants, including G dham and Winchester. 


Regulating the Height of Incandescent Lamps.— 
Messrs. Chas. Joyner & Co., Limited, of Icknield Square, Birmingham, 
are just putting on the market a little contrivance to provide a simple 
and inexpensive means for alter- 
ing the height of incandescent 
lamps without the need of counter- 
weights. The firm is hoping that 
the device will supersede the un- 
sightly method of looping and 
knotting flexible cords now used 
to shorten incandescent leads, 
which we illustrate herewith. A 
fluted ball divided into two halves 
forms the cover to a small reel 
upon which the flexible cord is 
wound by turning the fixed nut on 
the one side. This nut is serrated, 
so that when the lock-nut on the 
other side of the ball is screwed 
up tight the projections сп the 
lock-nut engage in the grooves of 
the fluted cover and thus prevent 
the reel turning further. There 
are two types of this fitting made, 
one to be fitted up whilst the 
installation is being erected, and 
the other a pattern which can be 
applied to existing lamps by slip- 
ping sideways on the flexible cord. 
The advantages claimed for this 
device are: it is cheaper and 
more sightly than counterweights; 
the best height for the lamps can 
be found experimentally without 
knotting cords or breaking con- 
nections; the lampscan be wound 
up to the ceiling if not required in the summer; the fluted ball 
forms an ornament to plain pendant cords. The device is 
provisionally protected. 


Reported Amalgamation.—It is stated from London, 
says the Newcastle Daily Leader, that the well-known firm of Easton, 
Anderson & Goolden, Limited, engineers and millwrights, of the 
Thames Ironworks, Erith, Kent, and Palace Chambers, Westminster, 
London, S W., have amalgamated with Sir W. G. Armstrong, Whit- 
worth, & Co. Messrs. Easton, Anderson & Goolden are at present 
engaged in substituting electric for hydraulic lifts on the Electric 
Railway, Stockwell and London Bridge, in addition to important 
contracti for Woolwich Arsenal. 


Ryman v. Salmony & Co.—In our recent report of 
this case heard at the Westminster County Court, we stated that 
judgment was given for the plaintiffs for the balance of £^ 10s. 
This, we are informed, should be 8s. 10d., which was for postage 
account. Tae only business done and paid for was £190 103. 9d. 


The Aston Lamp-Holder.— We illustrate below this 
new lamp-holder, which is being put before the electrical trade by 
Messrs. Veritys, Limited. It is claimed that the holder will meet 
with commendation from the fact that it possesses in a marked manner 
the two essential features of an ideal lamp-holder—small size and high 
insulating properties. With respect to the former characteristic, the 
“ease " is 8 inch shorter than that of the ordinary lamp-holder, while 
a neat and symmetrical outline has been preserved; as to insulation, 
the holder is provided with a new interior (M. B. Cotterell’s Patent), 
which we illustrate. Fig. 1 shows the “ base” end, and Fig. 2, the 


"lamp" end. Some of the strong points claimed by Messrs. Verity 
are that (1) Absolutely no metal of either conductor is exposed at the 
base end of the insulator. Tae fear of short-circuiting through one 
conductor being pinched down on to a terminal or plate of opposite 
polarity is thus altogether avoided. (2) The end of the insulator 
exposed to the lamp is of solid china, the two plungers alone pro- 
truding. Here, again, a short-circuit cannot occur under ordinary 
circumstances. (3) The chief dauger in block terminal insulators is 
that a strand of flexible or other wire, by protruding too far through 


Fia. 2. 


Fig. 1. 


the terminal, is liable to short-circuit on to the other pole. Ia 
Cotterell's patent interior this is impossible, as the wire can only be 
passed a slight distance through the terminal. (4) The manner in 
which the metal parts carrying current of opposite polarity are 
separated leaves nothing to be desired as to insulating properties. The 
construction of the interior renders tbis holder admittedly suitable 
for use on 220 volt circuits, or even at higher E.M.F. Further, it is 
extremely easy to wire ; its construction is simple; and, although its 
insulation is so high, the size of the holder is small, being that known 
as the dwarf type. We have before us a sample of this lamp-holder, 
and it is excellently made and finisbed off—in fact, it is one of the 
best we have seen. 


1897 —Messrs. Geipel & Lange, in sending notes of last 
year's operations, report that the business in Geipel’s steam trap or 
automatic drain cock has increased rapidly during the year, particu- 
larly with respect to the electricity supply stations. At present 
upwards of 40 stations, have adopted these traps, which have 
already been described in our columns. This trap is also being 
largely adopted in the States, in Europe, and in the Colonies, for 
pressures up to 300 lbs. per equare inch, while it was awarded the 
gold medal at the Brussels Exhibition. The manufacture of 
these traps continues in the bands of the Shillingford Works 
Company; but on and after January 1st, the sales will be 
conducted entirely through Messrs. Geipel & Lange, of 68, Victoria 
Street, Westminster, S.W. During the past year the Westminster 
business of Messrs. Paterson & Cooper has been sold to Messrs. 
Geipel and Lange, and notwithstanding the transfer, their staff are 
stated to have been fully employed. Amongst work which they have 
carried out during the year, is the complete equipment of the Kenning- 
ton Road Baths, the new Royal baths at Harrogate, the Church Mis- 
sionary Society's premises in Salisbury Square, Lambert & Butler's 
new factory and offices in Drury Lane, Emanuel & Co.'s new premi:es, 
Fore Street, Public Market Hall, Harrogate, Dr. Palmer's new house 
in Queen Anne Street, &c. Messrs. Geipel and Lange have been 
appointed agents for Messrs. T. Richardson & Sons, of Hartlepool, 
for the Brown-Boveri power transmission plant, and by Messrs. Ganz 
and Co. for the Blathy alternate current meters, &c. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.— Мг. Smith, gas manager, and Mr. Blackman. 
electrical engineer, have reported to the Gas and Electric Lighting 
Committee that additional motive power will be required at the 
electric station in view of the extension of the system. The lighting 
of the quays from the corporation mains will considerably increase 
the pressure on the plant, which even now is occasionally very heavy. 
The engines at present in the station have an aggregate of fully 1,000 
H.P., and the committee is to invite tenders for an additional engine 
of from 600 to 700 H P. 

There is a proposal to light the streets with electricity where 
electric mains are available, and to light all other streets with incan- 
descent gas lamps. 


Belfast,—The Electric Committee report that the new 
station buildings are now progressing satisfactorily. Tae con- 
tractors expect to have completed the tirst section of the work by 
the middle of February, and soon after that the committee hope to 
b» in a position to supply current. The Council has approved of the 
adoption of Wright's system of charging for electric current 7 
July 1st next. The committee also desire authority to supply an 
let on hire motore, for which they propose to charge a rental 0 
15 per cent. on cost to cover interest, sinking fund, and depreciation. 

The Council had a brief discussion regarding several increases 
which it is proposed to make in certain officials’ salaries. Mr. 
M'Cowen, the Corporation electrical engineer, was spoken of in very 
high terms by several members, one speaker saying that he had save 
tae city at least £3,000 in the drawing up of plans and other matters 
in connection with the electric light station. 


Bexhill.—There will be a Local Government PM 
inquiry on 12th inst. in reference to the Council's proposed £20, 
loan for electric lighting. 
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Blockley.—By means of public subscriptions this village 
is to be lighted with 28 electric lights, and Mr. H. N. Warburton, 
electrical engineer, has been instructed to procaed with the work. 


Chelmsford.—Last week, Mr. A. H. Pott, representing 
the Chelmsford Electric Lightiog Company, attended the district 
council meeting with reference to the company's application fora 
provisional order to extend their system to several villages in the 
neighbourhood of Chelmsford. The Council afterwards almost unani- 
mously expressed the wish that the wires should ba laid underground. 


Croydon.—The Electric Lighting Committee, after con- 
ferring with Prof. Kennedy, recently advised the County Council to 
authorise the further extension of the plant by the provision of an 
additional unit consisting of an engine, alternator, and boiler (the 
same size as that at present on order), at a cost of £5,000. This was 
pep in view of the increasing demand for current, and the 
ength of time required to obtain new machinery. The extension 
was stated to be absolutely necessary, especially in view of the con- 
templated extensions to Norwood and Taornton Heath. 


Darlingtop.—The Town Council is asking the Board of 
''rade to amend its 189) electric lighting provisional order, so as to 
include the whole borough with the exception of Oxen-le-Fields. 


Doncaster.—An application was recently made by Messrs. 
Fisber & Allison, electrical engineers, asking that the Corporation 
will give their conseut to their supplying electric light to certain per- 
sons iu the neighbourhood of tbeir shop to the extent of not more 
than 4 horse-power. A committee recommended that consent be 
given only until the Corporation are able to supply electricity in the 
borough and subject to an agreement. 


Dublin.—The Daily Nation has been endeavouring to 
interview several members and officials of the Corporation for the 
purpose of getting to know something regarding the future of the 
3 lighting undertaking, but none of these gentlemen are to be 

wn 


The Dublin and Manchester Steamship Company have asked the 
Port and Docks Board for permission to erect pole 

with a proposed installation of electric light at the place on Bir 
John’s Quay where their steamers are to be berthed. 


Eccles.—T he Electric Lighting Committee have decided, 
subject to the approval of the Council, to let tenders for the electric 
lighting of the borough amounting to £9,392. This sum is £2,000 
less than the amount sanctioned by the Local Government Board. 


Germany.—The Municipal Authorities of Elberfeld have 
decided on the construction of & second central station in the west 
end of the town at an estimated cost of £125,000. 


Gloucester.—The City Council has resolved to ask Mr. 
Hammond to meet the Electricity Committee to go into the question 
of site and give some information rc the scheme. 


Hammersmith.—On Wednesday the Vestry had before 
it the report of the Electric Lighting Committee with regard to 
tenders received. : 


Ipswieh.— The Ipswich Board of Guardians have decided 
by 13 votes to 12 to adopt & system of electric lighting for the Union 
Workhouse. 

The East Anglian Daily Times, іп a leaderette regarding the matter, 
concludes as follows :—" Having worked with bcth gas and electric 
light we can have no hesitation as to their relative merits, and it 
would be difficult to find those who have worked by the new light 
wishing to return to the old." 


Kendal.—A sub-committee recommends the appointment 
of Messrs. Handcock & Dykes, of London, as electrical engineers to 
report on electric lighting. 


Kingston.—In a review of the year the Surrey Times 
says that the electric lighting business of the Corporation has during 
the year literally progressed by leaps and bounds, no less than 2,375 
lampe having been installed, ging up the total to 9,200, anda 
substantial profit on the year's working will certainly accrue. 


Kintore.—Some days ago the electric light was introduced 
into the business premises and dwelling house of Mr. W. Hutchson, 


baker. The dynamo is driven by a powerful oil engine used in his 
bakehouse. 


Lancaster.— Applications have been received for a supply 
of electricity to several premises ia Moor Lane. The engineer is to 
canvass the neighbourhood in order to ascertain if others are likely 
to require a supply. 


Leeds.—At a special meeting of the City Council, an- 
nounced for Wednesday (5th inst.) & report was presented by the 
Parliamentary Committee respecting the proposed purchase of the 
undertaking of the Yorkshire House-to-House Electric Light Com- 
pany. If the report was adopted it was proposed to apply forthwith 
to the Local Government Board for a provisional order to empower 
the Corporation to issue irredeemable and redeemable stock for the 
purpose of purchasing the undertaking. 

It is stated that a sub-committee is to arrange a friendly confer- 
ence with the Yorkshire House-to-House Electricity Company, 
Limited, in the course of the next few days, re the proposed pur- 
chase. 


s in connection 


- Council with 


Lewisham.—The Lewisham District Board of Works 
have refased to give their consent to the applications of the Great 
Western Electric Light Company and the County of London and 
Brush Provincial Electric Light Company for provisional orders to 
supply electricity in the district. 


Liverpool.— A deputation from the Tramways Committee 
recently waited upon the Lighting Committee with reference to the 
lighting by electricity of the experimental line of electric tramway. 
Central poles are to bə placed in Prince’s Avenue. 


London.—At the Commission of Sewers’ mecting on 
Tuesday, the Solicitor (Mr. Baylis) reported the result of the case in 
which the Commission was sued by the City of London Electric 
Lighting Company for the non-payment of a sum of £1,442 on an 
account for lighting the City. It was stated that it was remarked by 
the Judge that the Corporation should not have stopped the amount, 
but paid it, and then sued the company for it. Mr. Turner moved 
that the Solicitor should be instructed to recover the amount. This 
baviog been seconded, Mr. C. J. Harris moved, as an amendment, 
that the question should be referred to the Streets Committee with 
power to take the necessary steps. Mr. Tranter seconded the amend- 
ment, which was carried. 


Llanidloes.— The electric light has been installed at the 
Railway Foundry by the enterprising proprietor, Mr. John Mills. 


Manchester.—There is a feeling among some of the 
members of the Corporation that a grave error was committed when 
appointing the new Electricity Committee last November in a 
number of old members of that committee not being re-elected by 
the Corporation. It is held that the attendance of some or all of 
these gentlemen on the Electricity Committee is very necessary just 
now in view of the large extensions of the works and plant which are 
under consideration. A proposal dealing with the matter was to 
come before the Corporation on Wednesday, a resolution being placed 
on the agenda by Councillor Lambert adding the names of the six 
members who were omitted in November to the Electricity Com- 
mittee as it now stands. 

The Electricity Committee recommends the Council to purchase 
laud in Stuart Street, Bradford, for the establishment of a new 
generating station. Tois step is deemed necessary in order to carry 
out the electrical working of tramways within the city, and to extend 
the area of electric lighting. 


Middlesboro’.—At the last meeting of the Streets Com- 
mittee, says a local paper, it was decided on the recommendation of 
the Electric Lighting Committee "that wherever the Streets Com- 
mittee were laying down new streets they would puta 2-inch pipe, at 
the cost of the Elec‘rio Lighting Oommittee, through which to 
thread the electric wires.” 


Newcastle-on-Tyne.—The plans of Messrs, Lummis- 
Peterson & Co., for the electric lighting of Heaton Road Wesleyan 
Ohurch has been accepted. Tenders were sent in by nine firms. 


Peterborough.—An important point respecting the elec- 
tric lighting question came ups the meeting of the Town Council 
on Tuesday last week. The Electric Extension Company, Limited, 
haviog made proposals for the transfer of the provisional order by 
the Corporation to such company, the Town Clerk was instructed to 
reply that whilst the reply of the Local Government Board was 
pending, the Council could not consider such proposal At а sub- 
sequent meeting it was resolved that a letter be sent to the Board of 
Trade giving notice of opposition to the application for powers by 
the Peterborough Electric Light Company. The Town Clerk was 
instructed to again communicate with the Local Government Board 
urging that an inquiry into the matter of the application of the 
to electric lighting might be held at an early 
date. With reference to previous correspondence on the subject of 
the syatem proposed to be adopted for the supply of energy under 
the Electric Lighting Order, 1894, the Secretary to the Board of 
Trade transmitted, for any observations the Corporation might wish 
to offer, a copy of a memorandum in the matter by Major Cardew, 
R.E., the electrical adviser to this department. The memorandum 
stated that with the proposed electrical pressure between the outer 
conduotors it would be n that the intermediate conductor be 
maintained throughout at very nearly the potential of the earth, 
The simplest means of arranging for this was to connect this con- 
ductor with earth at the generating station, but at no other point ; 
and the Board of Trade had in several cases provisionally approved 
of such connection under certain conditions. As the negative con- 
ductor of the proposed bare copper mains would necessarily be main- 
tained at a potential of 220 volte negative to earth, tere would bea 
Strong tendency to the occurrence of leakage at the insulators, 
involviog possible dangera from electrolytic action, and should this 
system of mains be used, it would be necessary to provide for rigid 
inspection of all the insulators. The engineer, having had a consul- 
tation with Dr. Fleming, recommended that the following observa- 
tions be forwarded: (1) If the electrical pressure of 440 volta between 
the outer conductors is adopted, the middle wire will be connected 
to earth at the generating station, but at no other point, and the 
undertakers will comply with any provisions or conditions the Board 
of Trade may desire. But in making application for permission to 
use 440 volts between the outer conductors, the undertakers wish to 
retain the power to use the lower pressure of 220 volts if it should 
be thought desirable; (2) the system of distribution proposed to be 
used is continuously-insulated maine, and the bare copper was only 
mentioned ia case it might be considered desirable to use it at any 
special point. If any баг: copper is used, such insulators and means 
of inspection will be provided as meet with the approval of the 
Board of Tradc. The Town Clerk was instructed to forward these 
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observations to the Board of Trade.—The Town Clerk read the 
following letter: Local Government Board, Whiteball S. W., 
December 23rd. Sir,—I am directed by the Local Government 
Board to ad vert to your letter of the 11th inst. relating to the appli- 
cation by the Town Council of Peterborough for sanction to borrow 
£15,000 for works of electric lighting, and I am to atate that accord- 
ing to the latest information in the possession of the Board the 
Council's margin of borrowing powers is not sufficient to enable them 
to borrow the sum of £15,000 in addition to the sum of £4,500 for 
which they desire sanction to borrow for hospital purposes —I am, 
yours faithfully, A. D. Apsiam, Assistant Secretary."— The matter 
came before a special Council meeting on Wednesday. 


Power Distribution Scheme.—The Bill promoted by 
the General] Power Distributing Company, for providing electric 
power in a 26 miles are& was considered by the Council the other 
day, and it was resolved that the Bill be opposed, in conjunction with 
the other local authorities. The Nottingham City Council bas 
appointed a strong committee to oppose the scheme. 


Shoreditch.—The Lighting Committee has advised thst 
the application cf the County of London and Brush Electric Light 
Company for a way leave for cables in a direct line through, without 
supplying current ір, the district of the Vestry, at а rent of £50 per 
an“ um, be not granted. 


Nwinton.—A Committee of the District Council is con- 
sidering the question of electric lighting by a private company. 


Torquay.— Under the direction of Mr, Storey, engineer- 
in-charge, the electric lighting works are being pushed forward. Two 
g2ts of machinery have been received, and all three boilers have been 
submitted to full steam pressure, the trials having proved in every 
way satisfactory. There are now 44 consumers on the mains, and 
3,000 8-C.P. lamps have been placed in the residences and shops of 
the town. The streets will be lit by 57 arc lamps. 


Tunbridge Wells.—It is proposed to accept the lowest 
tender ent in for building extensions to the electricity works, i e., 
that of Mr. W. J. Logan at £1,059. 


Ventnor.—Mr. Pressland recently wrote on behalf of the 
Ventnor Elcctric Light ard Power Company asking for the approval 
cf the Council to the eite for the station. The application was granted. 


Walsall.—The Grand Theatre, Walsall, was lighted elec- 
trically on 22nd ult. for the first time. The stage is now illuminated 
by 170 electric Jamps of various colcurs, which can be manipulated 
from a switchbcard so arranged that the illumination can be red, 
green, or white at a moment's notice. The theatre itself is also now 
completely lighted with electricity. 


Wednesbury.—The Council will oppose the application 
of the Midland Electric Corporation for a provisional order, it being 
considered that the work ought to be in its own hands. 


West Hartlepool.—A Local Government Board inquiry 
was beld last Tuesday re the Corporation's proposed £30,000 loun for 
electric lighting. 


West Derby.— The Board of Guardiars of the West 
Derby Union tave instructed Mr. Thos. L. Miller, M. Inst E. E., of 
Liverpool, to prepare full plans and specifications, and to invite 
tendeis, for tbe lighting of their Mill Road Infirmary by electricity. 
The inetallation, we understand, is estimated to obst upwards of 
£5,000. 


Westminster.—The Board of the Westminster Electric 
Supply Corporati. n, Limited, bas decided to reduce the rate of charge 
for electric energy as follows: —From January 1st, 1898, the price 
cbarged for current used for lighting purposes will be at the standard 
rate of 6d. per Board of Trade anit for the first 4,000 units used in 
each year. All units used in each year in excess of 4,000 will be 
charged at the net rate of 4d. per unit. The price charged for cur- 
rent used solely for purposes other than lighting, and supplied through 
& separate meter, will be at the rate of per Board of Trade unit. 


Wormit.—Inquiries are being made among the residenta 
as to whether they are in favour of electricity, gas, or oil as an 
illuminant for the village. If two-thirds are in favour of electric 
lightieg a detailed scheme will then be submitted to a public 
meeting. 


ELECTRIC TRAOTION AND MOTIVE 
POWER NOTES. 


Blackpool.— The Tramway Committee, a short time ago, 
applied to the Local Government Board for permission to substitute 
the overhead trolley system for the conduit system of electric trac- 
tion on the promenade. Not only has the board 1efused this per- 
mission, but it has condemned the existing conduit system as well. 
This has come as & surprise upon the committee, who are going to 
interview the cflicials in London on the matter. Meanwhile they 
have decided to lay a tramline through Claremont Park, instead of 
along the low promenade. 


Bristol.— Last Saturday the Tramway Committee ap- 
pointed to negctiate with the Bristol Tramways and Carriage Com- 
pany for the purchase of the system, reported to the City Council 
that the company absolutely refused to negotiate, and were now 
} rumcting two Bilis for exterding the system. 


Collision.—On 26th alt. an electric tram collided violently 
with a motorcar at Haddington Road, Dublin. The ends of both 
cars were considerably damaged. The cause of the accident is 
believed to be the failure of the motor brake to act. 


Croydon.—A correspondent of the Bullionist, referring 
to the proposed purchase of the Croydon Tramways Company's 
andertaking by the British Electric Traction Company, says that the 
terms of the sale are “manifestly unfair to the ordinary share- 
holders" The meeting, he says, was held with doors closed to the 
press, and he is taking steps to sce whether it is too late to prevent 
the sale on the terms proposed. 

A Norwood paper says that the tramways system has been taken 
over by the British Electric Traction Company, who will introduce 
electrically-driven care, and Mr. Н. A. Durke's services are retained for 
the management of the new company. 


Derby.—The proposed purchase of the tramways by the 
Council has been making progress in the hands of & committee, and 
the company has intimated tnat it is prepared to negotiate for the 
sale of the undertaking. With a view to making an offer to the 
company, the committee propose that an engineer be employed to 
advise them on the matter. The question of electricity is being 
taken into account. 


Dublin.—T!e extension of the United Tramway system 
which will connect Rathmines by direct route with the electric tram 
near Pallebridge is being pushed forward energetically. Already a 
large portion of the line is laid down. Tae length of the new tram 
line will be close on 24 miles. The effect of the new line will be to 
connect the extremities of the southern townships from the eastern 
side of Ratbmines Township at Haroldscross to the Pembroke Town- 
ship at Ballsbridge, and thence near Haddington Road with Sandy- 
mount. The entire work is being carried out by the United Tram- 
way Company's own men, who have laid the rails. 


Light Railways.—The proposal of the British Electric 
Traction Company to construct light railways in the Fenton District 
is not to be opposed by the Fenton Council. 

The proposals to construct light railways between Highgate and 
Finchley, and Finchley and Hendon, were before the Fiochley Dis- 
trict Council last week. Mr. Vesey Knox, M.P., barrister, appeared 
on behalf of the electric scheme, and submitted that the system pro- 
posed—overhead electric trolley—was the only one pcssible for such 
a rural district, and if there was a fatal obj: ction to the system, that 
would be fatal to the echeme. They proposed to light the road along 
the line of route at a price to be agreed upon with the Council; a 
quick service to Hampstead, and, consequently, a service to the West- 
end of London and an additional local service to the Great Northern 
Railway. Owing to the provisions of the Tramways Acts, they pro- 
posed a street traction far superior to any existing in this country at 
present; fares of ld. per mile (but anticipated four miles for 3d.); 
the average speed (time table), eight miles throughout, was prc- 
posed; repair of 15 inches on each side of the lines, which meant 
where double lines existed 16 feet; the posts would be of an orna- 
mental character, on one side of the road only ; purchase by the local 
authority at the end of 35 years. The only object they had in going 
under the Light Railways Act was to eave the expense of а Parlia- 
mentary Bill. They intended pu'ting on a special service for the 
working classes. Toey had power to carry gucds, but the passenger 
traffic was locked to; they did not intend to combiue goods and 


passenger cars. 


Lucan Tramways.—The Lucan Steam Tram Company 
are, says Freeman's Journal, at present in communication with the 
Board of Trade with reference to the inspection of the line from tbe 
Conyngham Road to Leixlip. It is «xpected that the inspection will 
shortly be made, and that the lioe will soon afterwards be open fot 
traffic. The line has been completely relaid, new rails put down, and 
the gauge has been widened from the former one of 3 feet to 3 feet 
6 inches. The cost of re-sinking the line is nearly £16,000. The 
remaking was undertaken with a special view to the line being worked 
by electricity, and provision has been made for the ultimate carrying 
out of that intention. The introduction of electricity for traction 
purposes will involve an additional outlay of about £15,009. Until 
that work may be undertaken, the line will be worked by steam. It 
is estimated that the conversion of the line, as it is now constructed, 
into an electrically equipped line, will be carried out in four montbs, 
and that change will involve a stoppage of the traffic for that length 
of time. The board of directors are in negotiation with a London 
firm of contractors for this work, and if there is a prospect of the 
work being completed by the summer, it will be commenced as soon 
as the contract is signed. Otherwise the summer traffic will 11 
carried on by the steam haulage, and the electrical equipment wil 
be postponed until the close of the summer season. Tne trams with 
the steam haulage will run every hour, and with electric traction they 
will be run every half hour. The system of electric traction to be 
adopted is the trolley overhead wire. The power house will 
erected about midway on the line, near St. Lawrence's Road. The 
dynamos will be driven entirely by steam, as the board has p 
advised that the water power would not be sufficient. When t ii 
contract is completed, the building of the power house will be ё 
commenced. 


Manchester.—The Special Committee of Tramways 
appointed by the Corporation recently resolved: “ That the dope 
equipment and the supply of the electric current necessary for is 
working of the tramways of the Corporation within the city be Pn И 
in the hands of the Electricity Committee, and that they be requeste x 
take the necessary steps for the carrying out of the work ; the term, 
of payment for the current to be supplied to be hereafter arranged. 
The Electricity Committee, with а view to carrying out 1118 resolution, 
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and also for the purpose of extending the area within which the 
current can be supplied, have resolved upon the Stuart Street site. 
It is iatended to convey the current from this generating station to 
convenient snb.stations situated in various parts of the city. A 
deputation will interview the several local authorities through which 
the existing tramoar service runs in reference to the Manchester Cor- 
poration supplying eleotric traction beyond the limits of the city. 
The Town Clerk is to report as to the steps to be taken for acquiring 
the lines belonging to the Manchester Carriage and Tramways Com: 
pany witbin the city. 


Motor Vans.—The borough engineer of Wolverhampton, 


Mr. PACT M issued the particulars of the motor vans required by 
the Wolverhampton Corporation. 


Nottingham.—It is understood that a sub-committee of 
the Tramway Committee is considering what is the best aystem of 
traction to be adopted for the tramways instead of horses. 


Proposed Electric Railway.—A Bill * for incorporating 
the City and Brixton Railway Company, and for empowering them 
to construct an underground railway from the City and South Lon- 
don Railway to Brixton Hill," has been deposited for next Session. 
The proposed railway, which will be nearly 3? miles in length, will 
commence hy & junction with the City and South London line under 
the High Street, Borougb, and will terminate under Brixton Hill. 
In connection with the railway it is proposed to widen the City and 
South London line near London Bridge Railway Station, and also to 
conetruct a railway connecting with the Kennington Oval Station 
of that line. Tne capital required by the proposed company is 
£1,200,000, with power to raise a further sum of £400,000 by the 
creation of debenture stock. The Bill also seeks power to enable 
the company to acquire by purchase or lease so much of the existin 
City and South London Railway as lies between their propos 
pode of Junction in the Borough and King William Street in the 

ity. 


Proposed Electric Railway from Charing Cross to 
Paddington.—A Bull to incorporate a company for the purpose of 
constructing an underground electric railway from Charicg Cross to 
Paddington has been deposited at the Private Bill Office. Tbe pro- 
posed railway will commence, says the Times, to the north of the 
Avenue Theatre, at tbe southern end of Northumberland A venue, and 
will terminate on the south side of James Street, near Paddington 
Station. In connection with this railway it is proposed to construct 
a subway tothe Great Western Railway Company's Paddington Station 
and another subway to Albert Terrace, Knightsbridge. 'The capital 
required for this scheme is £1,5:0,0C0, which is to be divided into 
150,000 shares of £10 each, with the power to divide them subse- 
qrently into “ preferred half-shares” and “deferred balf-shares." 
Upon this capital it is proposed to raise a further som cf £500,0C0 
by the creation of debenture stcck. The time stated for the com- 
pletion of the line is five years, during which period it i« proposed to 
pay interest out of capital to an amount not exceeding £70,000. The 
Bill proposes to authoríse the company to enter into agreements with 
the Great Western and South Eastern Railways. The promoters of 
the scheme are Sir George Russell, Mr. Henry Cosmo Orme Bonsor, 
and tho Hon. Alfred E. Gathorne-Hardy, who, with “ four other duly 
qualified persons to be nominated by them," are to be the first directors 
of the company. 


St. Helens.—Dr. Hopkins n has submitted his report to 
the Gas and L/ghting Committee with respect to the introduction of 
electrical traction upon the tramways. He advises that no farther 
extension of the electricity works be made pending the completion 
of the works for supplying the energy for traction, the oommittee in 
the meantime putting up with the risks of any inconvenience that 
might arise. The committee has resolved that the question of the 
extension of the present plant be postponed, and that only such 
additions to the undertaking as may be absolutely necessary be made 
for the present. It was further resolved that the present machinery 
for the electric supply of the Town Hall be left in such a condition, 
that if the necessity should arise, the Town Hall and the Gambls 
Institute may be connected therewith. 


TELEGRAPH AND TELEPHONE NOTES. 


Delays in Australian Telegrams.—Daring the pro- 
gress of the cricket match played at Melbourne this week, we find 
among the items of cricket news in the evening papers the following 
paragraph:—" There has been considerable delay in the transmission 
of our special cables to-day, and Dajziel’s sg-ncy is informed by the 
Eastern Telegraph Company that this is due to irregularity in the 
working of the laud-lines in Australia.“ As we have previorsly 
pointed out, the relation between cricket and telegraphy is not at 
once apparent; but thanks to the keen general interest felt in the 
former, the public is enabled t» get some insight into the deficiencies 
of the latter. A business man must needs tolerate in disguat and 
silence, an inconvenience which #Ьсвз interested in sport would not 
think of suffering for a moment. In spite of the airy protes ations 
of the Postmaster General of South Australia, who assures the І, udun 
Chamber of Commerce in reply to a protest made by them—that the 
Australian land- lines are rarely interrapted—we find on looking iato the 
matter that during the past year, at the very lowest computation, there 
have been seven occasions on which the failure of these lines have been 
sufficiently marked to call for notice in the Australian press. 
Although in Jaauary last th: interruption on the South Aus'ralian 


land-line lasted about four days; and although the interruption to 
the same line last month continued for about four or five days, still 
we are supposed to derive complete consolation and conviction from 
an official assurance that such things rarely or never oocur, and are 
not to be anticipated in the future; so thus in dealing with any 
propose l to furnish a trustworthy means of telegraphic communica- 
tion with Australis, we are to consider that cause of complaint as 
regards the existing lines is, ofticially,a myth! We use the word 
officially, of set purpose, as in spite of the fact that the various 
Australian provinoes have, officially, bound themselves (witb, perhaps, 
the exception of Queensland), to report any such interruptions to the 
International Telegraph Bureau at Berne, yet they fail to Keep Шеп 
bargain; and even when specifically challenged by the London 
Chamber of Commerce, one of the more prominent of these Post- 
masters sati-fies himself by writing an explanation, which cannot 
possibly satisfy anybody else who knows the truth of the case. 


Huddersfield Telephones.—The Huddersfield Chamber 


of Commerce had a discuasion on 3186 ult. re municipalisation of 
telephones. 


Middlesbrough Telephones.—The Streets Committee 
bas considered the unsatisfactory state of the telephone service in 
the town, and bas resolved to ask the Mutual Telephone Company, of 
Manchester, who are desirous of extending their services to Middles- 
brough, their terms for connecting all the municipal offices in the 
town. 


Pacific Cable.—S:r Sandford Flemiog, in a communica- 
tion made to the Press, urges the Government of Cauada once more 
to take up the project fora Pacifia cable. Нз argues tbat tbe pro- 

of the Eastern Extension Company, which resulted in the 
dus pension of the Pacific cable project at the last conference, would 
not adequately fulfil the purpose, what is required being an auxiliary 
system free from liability to interruption. He declares that the 
Pacific cable scheme was pronounced impracticable, expensive, and 
in the interests of the Eastern Extension Company only. Tae 
Australasian Colonies being politically disunited, Sir Sandford 
Fleming holds that it b-Loves Canada to make defiaite proposals, for 
wbich tbe mother*country is waiting: "If we are to be brought 
within speaking distance of kindred communities ia the Southern 
Seas,” he concludes, “ the first impulse must come from ourselves." 


Telegraph Delays.—A deputation from the Liverpool 
Chamber of Commerce waited upon the Postmaster-General oa 
29th ult. for the purpose of complaining of the delays in the tranr- 
mission of telegrams between Liverpool and the Continent. Mr. 
P. E. Hemel yk asked tbe Postmaster- General to urge the French a: d 
German Governments to expedite matters on their side. The Duke 
of Norfolk promised to give the various points raiscd his most careful 
consideration, and undertock that a new duplex wire should be made 
available between Liverpcol and Hamburg. He also held out a hope 
that telephonic communication would, if it were found practicable, be 
established between Liverpool and Havre. 


Telegraph Rates for the West Indies.—The West 
India and Panama ies bi Company and asscciated companies 
bave determined to apply from 1st inst. а large reduction in rates 
between Europe and Jamaica. Tae reduction amounts to 2s. 104. 
per word between Europe and Jamaica, or from 5з. 10d, to 38. per 
word. The same reduction will be extended to the West India aud 
Panama Company's stations east of Jamaica, and will also include 
Demerara. The tariff with the French Islands of Gaadeloupe ani 
Martinique will, however, it is understood, for the present remain 
without alteration. | 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Pepalred, 
Brest-8t. Pierre (Anglo, 1969) April Oth, 1898 , өөө 
West Indies— 
Bt. Oroix-Trinidad ull Nov. Loth, 1896 eee eee 
Grenada-Trinidad .. Dec. 29th, 1897  ... Jan. 4th, 1898 


Oape Haytien-Puerto 
D 1 Dec. 31st, 1897 


Puerto- Plato Martinique Dec. 31st, 1897 
Amason Company's cabic— 


Parintine-Itacatiara — ... May Bth, 1896  ... soo 
Obdidos-Parintins „e Des. 7th, 1896 ... cos 
O:ranto-Vallona ... ... Oct. 11th, 1897  ... Dec. 318г, 1897 

San-Thomé-Loanda ... , Рес. 19th, 1897 .. 


Saigon - Thuanan . . Deo. 20th, 1897 ... Do. 31st, 1897 
Ceara Maranbam  .. .. Юго. 23rd, 1897 „„, we 
Teneriffe-St, Louis (Senegal) Deo. 24th, 1897 „, 


Para-Maranham ... . Jan. 9rd, 1898 „ ы 
LANDLINES. | 
Trane-O ntinental line be- | 
ycnd Маго! } March 1:6, 1906 ... - 
» Barranquilla 
(Columbia) July 4th, 1896 eee eee 


Communication with Yucatan Dec. 25th, 1897 ... Dec. 30th, 1897 
Dominica landlines ... .. Dec. 31st, 1897 , Jan. 3rd, 1898 
Fao landlines... %% Jan. 3rd, 1898 „ T" 


Telegraphists’ Grievances.—The executive committee 
of the London branch of the Postal Telegraph Clerka’ Association 
bave prepared a list of the grievances of which they complain, and 
wi.l publish them in the form of a manif:sto. 


The American Pacific Cable Company.—The Pacific 
Cable Company, of New York, met some weeks ago and elected the 
following directorate :— J. Pierpont Morgan, Edmund L. Bayliss, J. 
Kennedy Гой, Rear Admiral Jobn Irwin, U.S. Navy, and James А, 
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Scrymser. Mr. Scrymser was elected president, and Mr. Edmund 
L. Bayliss vice - president and acting treasurer. The company 
announces that the surveys for the cable between the coast of 
California and the Hawaiian Islands are highly satisfactory, and that 
arrangements are being made for the establishment of that section 
within 18 months. It will require over 9,000 miles of cable to 
connect the United States with the Hawiian Islands, Japan, China, 
aud Australasia. The proposed Pacific cable between America and 
Hawaii will be up before Congress this session. A Bill waa intro- 
duced in the 54th Congress authorising the Pacific Cable Company, of 
New York, to lay this cable. After being reported favourably by the 
Committee on Commerce in the Hous», it was sent to the Postmaster- 
General for a report. This report has not as yet been given out, but, 
according to the New York Electrical Engineer, it is said will be 
p to Congress soon after it assembles. Mr. Edmund L. 

yliss, vice-president of the company, atates that the Government 
had completed a survey of the route as far as the Hawaiian Islands, 
and if the Bill passed at the coming session tbe cable would be in 
running order in 1898. 


CONTRACTS OPEN AND CLOSED. 
OPEN. 
Bilbao.—Febroary 28th. The Sec of State for 
Foreign Affairs has received a despatch from Her Majesty's Consul at 


Bilbao, reporting that the provisional board appointed in connection 
with the electric tramway which it is proposed to lay from Zumarraga 
to Zumaya, in the province of Guipuzcoa, invite plats and tenders, 
to be received by February 23th, for the construction and equipment 
of the line. Further particulars of the conditions of the tenders for 
the above-named tram line and branch, which together measure 30 
miles, may be ins at the Commercial Department of the 
Foreign Office any day between the hours of 11 and 6. 


Bedford.—Jannary 10th, 1898. The Electric Light 
Committee want tenders for the supply and erection of a 420 B.H.P. 
double-acting compound enclosed engine, and а 250-unit alternator 
with stationary armature. See our Official Notices December 10th 
for particulars. : 

Bootle.—January 10th, 1898. The Corporation wants 
tenders for the supply and erection of boilers, engines, dynamos, 

switchboard, pumpe, transformers, wiring, alteration of Town Hall 

iring, batteries, mains, street boxes, and the running of the elec- 
tricity worke for three years. Consulting engineer, Mr. T. L. Miller, 
7, Tower Buildings, Water Street, Liverpool. See our “ Official 
Notices” December 10th for farther particulars. 


Bradford,—January 13th. The Corporation are asking 
for tenders for two steam engines for their electricity works at Valley 
Road. Farther details will be obtained from our “ Official Notices.” 


Bedford.—January 24th. The Corporation want tenders 
for the supply and delivery of vulcanised rubber cables. See our 
“ Official Notices” this week. 


Blackburn.—January 22nd. The Corporation want 
tenders for a 500-kw. continuous current steam dynamo, and a 
120-kw. steam alternator. Consulting engineer, Mr. E. M. Lacey. 
Nee our Official Notices this week. 


France.—J span 220d, The Municipal Authorities of 
Neuilly-sur-Seine are inviting tenders for the concession for the 
establishment and working of a central electric station in the 
ы Particulars from, and tenders to, La Mairie de Neuilly-sur 
sine. 

Gloucester.—January 18th. The Electricity Committee 
want tenders for boilers, dynamos, overhead crane, switchboard, 
accumulators, mains, arc lamps, meters, &., for electric lighting. 
Consul engineer, Mr. Nobert Hammond. See our Official 
Notices ” ber 10th. 


Guernsey,—Tenders are wanted for the States of Guern- 
sey for the supply of several hundred creosoted tele graph poles, 
ranging from 22 to 60 feet. Particulars from Mr. A. R. Bennett, 
44, Manor Park Road, Harlesden, London. 


Guipuzcoa,—February 28th. The Secretary of State for 
Foreign Affairs has received a despatch from Her Majesty's Consul 
at Bilbao, reporting that the provisional board appointed in connection 
with the electric tramway, which it is proposed to lay from Zumarraga 
to Zumaya, in the province of Guipuzcoa, invite plans and tender, to 
be received by February 28th, for the construction and equipment of 
the line. Farther particulars of the conditions of the tenders for 
the above-named tramline and branch, which together measure 
90 miles, may be inspected at the Commercial Department of the 
Foreign Office between 11 and 6. 


Leicester.—January 31st. The Leicester Corporation 
invites designs and tender for motor vehicles for the collection of 
house refuse. Specifications and particulars, with drawings, to be 
sent to the Chairman of the Sani Committee, to the office of Mr. 
Е. Geo. Mawbey, C. E., borough engineer, Town Hall, Leicester. 

Newport.—January 24th. The Electricity Com- 
mittee want tenders for the supply and erection of mains, 


transformers, switch gear, cast-iron posts and for arc lamps. Con- 
sulting engineer, Mr. Robert Hammond. See our “ Official Notices.” 


Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
Bucharest for the supply of 56,000 metres of galvanised iron and 

Shoreditch.— January 11th. The Vestry want tenders 
for wiring materials for one year. Particulars can be seen at the 
Lighting Engineer's Office, Town Hall. 


Spain.—January 9th. The municipal authorities of 
Torrente eee province) are inviting tenders for the concession 
for the electric lighting of the town during a period of 17 years. 
(Valencia be sent to El Secretario del Ayuntamiento de Torrente 

encia). 


Tunis.—Tenders are at present being invited (no date 
being mentioned) by the Société Immobilière d'Hamman-lif, near 
Tunie, for the construction of an electric tramway, about 10 miles 
long, between Tunis, Maxula-Rades and Hamman-lif. 


OLOSED. 


Bo'ness.—The contract for the whole of the electrical 
equipment of the Bo'ness Docks has been given to the Brush Elec- 
trical Engineering Company. 


FORTHCOMING EVENTS. 


1898. 

Saturday, January Sth, at 3 o'clock.—Royal Institution of Great 
Britain. Sixth (concluding) javenile lecture on “ The 
Principles of the Electric Telegraph," by Prof. Oliver 
Lodge. BSubject:—'' Space Telegraphy." 

Monday, January 10th.—Northern Society of Electrical Engineers, 
Palatine Hotel, Manchester, at 8 o’clock. Presidential 
Address by Mr. Raworth. 

Tuesday, January 11th, at 8 p.m.—The Institution of Civil Engineers. 
Paper to be read with a view to discussion : —“ The 
Machinery used in the Manufacture of Oordite.” By 
E. W. Anderson, Assoc.M.Inst.C.E. Monthly ballot. 

Röntgen Society. General meeting at 11, Chandos Street, 

Cavendish Square, W. Paper at 8.30 p.m. by W. 
Webster, F.C.8, Practical Work with the X-rays." 

Wednesday, January 12th, at 7 p.m.—Society of Arts.  Sscond 
juvenile lecture, by W. Ramsay, Ph.D., F. R. S., on 
“ Fire.” 

Thursday, January 13th, at 8 p.m.—The Institution of Electrical 
Engineers. Presentation of premiums. Inaugural 
address of the President, Joseph W. Swan, Esq., F R. S. 

Friday, January 14th, at 8 p.m.—Institation of Civil Engineers. 
Students’ meeting. Paper to be read: — Mechanical 
Draught.” By R. Gordon Mackay, Stud. Inst. C. E. Sir 
Albert J. Durston, K. C. B., M. Inst. C. F., will preside. 


NOTES. 


Cable Factory Changes Hands.— We learn that the 
well-known cable factory of the Fowler-Waring Cables Com- 
any at North Woolwich has been acquired by the Western 
Electric Company, of 79, Coleman Street, London, E.C., 
Chicago, and Antwerp. 


Personal.—On the recommendation of the Minister of 
Trade and of Posts and Telegraphs of France, the President 
of the Republic has promoted M. Léonard Raymond to the 
grade of Commander of the Légion d'Honneur. The Pre- 
sidential decree describes M. Raymond as Administrator of 
Postes and Telegraphs, with 44 years of administrative вег- 
vice, and as Officer of the Légion d'Honneur since April 
14tb, 1876. M. Raymond represented the French Govern- 
ment at the International Telegraph Conference of Buda- 
Pesth in 1896, as chief of the delegation of that country, 
and won the sympathies of those who had not enjoyed the 
pleasure of his acquaintance previous to that meeting, and 
we are eure his numerous friends will rejoice at the distinc- 
tion conferred on him by his country’s Chief of the State. 


Electrical Illuminations.— On New Year's Eve many 
public and private buildings in New York were decorated 
with strings of electric lights in honour of the extension of 
the City boundaries. At the stroke of midnight search 
lights were turned on the flagstaff at the City Hall. An 
electric current sent a furled flag to the top of the mast 
and unfurled it. 
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The Northern Society of Electrical Engineers.— 
Notice is given that a special general meeting of the 


members of this society will be held at the Palatine Hotel, 


Manchester, on Monday, January 10th, 1898, at 7.30 p.m., 
when the following Amendments to Rales XXII. and 
XXXVI., to at the special general meeting of the 
members held on the 22nd inst., will be submitted for 
adoption on the proposal of the Council :— 

That Rule XXII. be altered to read as follows :— 


The Council shall, previous to the annual general meeting in each 
year, prepare a list of members whom they propose as suitable for 
the oftices of President, Hon. Treasurer, and Hon. Secretary for the 
ensuing year, and also a list of members who shall have been 
nominated for the four vacancies on the Council. Sach nomiuations 
shall be effected by any retiring member of Council, or other qualified 
person, being proposed and seconded in writing by two members and 
supported by four other members. These nominations, together with 
the written consent of such nominees to accept office if elected, shall 
Ъз forwarded to the secretary 21 days Gaga to the annual general 
meeting. If,after this date, there shall be no more nominations than 
vacancies the person s» nominated become elected, but if there shall 
be more nominations than vacancies each member shall be at liberty 
to make a selection from such list, provided the number of names so 
selected shall not exceed in any case the number requisite to fill the 
vacancies. Ballot papers shall b» so marked and recorded as may be 
from time to time d-termined by the Council. 


Tout Ru'e XXXVI. ba altered by the inclusion of the 
words shown in italics :— 


Every Member or Associate shall have the privilege of introducing 
two visitors to the ordinary general meetings of the society, but no 
visitor who ts eligible as a Member or Associate shall be permitted to 
attend mere than twice in any one session except by permission of 
the Council. 


Obituary.— We regret to announce the death, at Cadiz, on 
the morning of January 4th, of Mr, W. F. O'Brien. For some 
years past Mr. O’Brien had not enjoyed the best of health, but 
he had made, during his short stay at Cadiz, such marked 
improvement, that the news of the relapse which proved fatal, 
was received in London as an unexpected shock. A large 
number of our readers have met Mr. O’Brien either in business 
connected with telegraphic matters, or socially, and iu his 
capacities, both as a telegraph man and as a friend, his 
loss will be deeply deplored by the large circle which appre- 
ciated his many sterling qualities. His knowledge of 
telegraph affairs, his grasp of every detail connected with his 
business, and his devotedness to the work, rendered him 
invaluable in the position he occupied ; while his straight- 
forward character and his constant readiness to attend to the 
interests of others secured for him many and sincere friend- 
ships. Mr. O'Brien, after serving in the Postal Telegrapha 
for some years, entered the employment of the Japanese 
Government at the moment when the development of the 
telegraph was firat seriously commenced in Japan. On the 
termination of his agreement with the Japanese Government 
he joined, in 1875, the West Coast of America Telegraph 
Company. On the expiration of his term of service 
returned to England, and was attached to the staff of the 
Silvertown Company, and lent valuable servioes on many 
cable expeditions. In 1884 he was appointed traffic 
accountant to the West African Telegraph Company, and at 
the time of his death held that position in the South 
American Cable Company and the Spanish National Sub- 
marine Telegraph Company. Не served the lattér company 
for fourteen yeara, and during the last year also acted as 
secretary, Mr. O'Brien attended, on behalf of the companies 
he served, the International Telegraph Conventions of Paris 
and Bada-Pesth. We beg to be permitted to offer his family 
our most sincere sympathies for the great loss they have 
sustained. 


The Chatsworth Festivities.—Messre. Drake & Gorham 
received instractions to out a number of illuminations 
in connection with the visit this week of the Prince and 
Princess of Wales to Chatsworth. The whole of the 
building was lit up by a special system of reflected 
light that was much admired. Jandus arc lamps were 
employed. A search light was fixed on a platform above 
the roof, and threw a beam on to each of two fountains. 
These fountains were each illuminated by means of four pro- 
jectors worked from water-tight boxes placed in the centre 
of the fountain itself. An illaminating device, known as 
the electroflame, patented by the firm in connection with the 
Jubilee illaminations, was shown to great advantage in the 
centre of the building. 


The Engineers’ Strike.— Mr. Alexander Siemens, speak- 
ing at the dinner of the Article Club on Wednesday night, 
said the most important question for the commerce of 
England was at present the great struggle in the engineering 
trade. The struggle had been going on for six months, but 
the masters, whose interests were not much in common, bid 
held together, and he could assure them that they would hold 
together still, There was not the slightest intention what- 
ever on the part of the masters of going back from the terms 
they agreed upon at Westminster with regard to the mar age- 
ment of works in the future, and they would not yield to the 
demand for diminished working hours. The masters had 
been defending the right of liberty. The trades unions 
would not allow their men to work as they could, and if any 
man was working particularly well, earning extra wages, and 
doing more than other men, he was hauled before the Dis- 
trict Committee, and told he must restrict his production, 
or he would be fined, or expelled from the union. The 
masters wanted to do away with that kind of thing. At the 
same time they had made it compulsory that collective bar- 
gaining should bs resorted to. With regard to these rules 
of management, he would call their attention to a very 
curious point. At the last sitting of the Conference the 
delegates of the men agreed to these rules, uni said if 
they were given 54 hours’ pay for 51 hours“ work, they 
would accept the rules of management, and tell their 
men to go back to work on the following Monday. When, 
however, they found the masters would not give in on the 
question of hours, the delegates turned round and said the 
rules of management struck at the root of trades unionism, 
and they must refer the matter to the vote of the men. If 
the rules of management were right one moment, why 
were they wrong simpy because the employers would not give 
way ou the question of hours? Mr. Kaight, the Secretary of 
the Boilermakers’ Society, had also pointed oat that his 
society had been working under these ral:s for years, and 
was flourishiag under them, and they dil not find them 
hostile to trades unionism. These rules, too, were not a new 
invention. They were oaly sach as had been ia use at some 
of the works of the Federated Е nployera where trade 
unionists were employed before the commencement of the 
dispute. Why, therefore, did the delegates say all of a sudden 
that they struck at the root of trades unionism? He would 
take that opportunity of saying that the Federated E nployera 
had been resisting the demands of the trades unions quite as 
much iu the interest of the iudividua! workm»a аз in their 
owa interest. The masters were absolutely uaite l, as much 
now as they were on the first day during these six months, 
and, far from anybody having broken away from the Federa- 
tion, other firms had joined and posted noticas. That 
showed that they had a good cause, aud they meant to fight 
for it to th» end. 


Congratulations,—[n the list of New Tear hono irs 
appears the nam3of Mr. Spaa er Walpole, the sacretary to tha 
Post Ofiso, who is mida a K. C. B., als» of Mc. Janes Deelge, 
whom th» Qa en, on th» recon nnd tion of tha Socretary 
of Stato for Foreizu Aff ига, has appoiatel а C.M.G. ia the 
Oeder of Ss. Miche ani S3. Gorges. Tais һополг is 
b:stowad in recozaicioa of s:rvicaa readered in coanection 
with the Brassals Echibition. Wo have pleasure in con- 
gratalatiag Mr. Dredge. 


Erratam.—lIao the article in last week's issue on * Loal- 
isation of Breaks and Partial Earth Faults in Subm ride 
Cables,“ on p. 919 (D22:mber 3135, 1897) Formala B should 
read as follows:—z = R, — (и, — Ri) ohms, in 324 of R, 
(в, — R,) ohms. 


Fire.—Dariag a cinematozraph exhibition at Bolton last 
Satarday, a fice осзаггеі in connestion with the electrical 
apparatas, Taere wa: a panic amoag ths audience, and the 
operator and others were slightly burned. 


London Fogs and Artificial Gight.—Loalon fog 
absorbs 11°1 por cent. of the luminous rays from an 
ordinary gas flims, while 20:8 por cent. of the light from 
an iacandescant mantle are los; in it. Tais is of courss du) 
to the fast that tha firat-mon:ionsd 11096 contains far more 
red rays than the other, апі that fog permits tha passage of 
геі rayato theexolasioa of tha blus i evident from the deep red 
colour waish th3 zan 4330 n33 whan 3330 throagh тізі. --Созмоз, 
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Electric Launch for the Czar of Russia.—At the time 
of the great Naval Parade in New York Harbour, in 1892, 
the Grand Duke Alexander, in command of the Russian 
waiships, was so pleased with the electric launch of tbe 
U.S. cruiser New York, that he purchased it from the Navy 
Department for his own use. The performance of this boat, 
built by the Electric Launch Company, of New York, came 
under the notice of the Czar of Russia, and the result has 
been, says the New York Electrical Engineer, that the latter, 
a short time ago, ordered one for his own use, which is now 
under construction at the works of the Electric Launch Com- 
pany, at Morris Dock, N.Y., under the personal supervision 
of Mr. J. C. Chamberlain, president of the company, in con- 
nection with Capt. D. T. Mertvago, naval attaché of the 
Russian Legation at Washington. The dimensions of the 
gig will be as follows:—Length over all, 37 feet; length on 
load water line, 35 feet; beam, extreme outside of 

lanking, 7 feet 3j inches; dranght of hull, 2 feet 8 
inches; length of cockpit, or seating space, 14 feet 9 
inches; greatest width of same, 6 feet 5 inches; displace- 
ment, without passengers, not to exceed 5°2 tons. The 
storage batteries, furnished by the Electric Storage Battery 
Company, will be of the most improved and modern type, 
all contained in hard rubber celle, with tight-fitting covers, 
and placed under the flooring and seats. The number and 
grouping will be such as to adapt them to be charged from 
а 110-volt circuit. The motor built to conform to the hull 
wil be of special marine type with self-contained ball- 
bearing thrust fitted under the floor in its compartment, and 
directly connected with the propeller shaft. The controller 
for regulating the speed of the motor will be placed under 
the forward deck, and operated by a shaft extending through 
the steering wheel bearing. This controller will be capable 
of effecting five variable speed rates, from slow starting to 
аро speed, and also edapted for reversing the motor with 

variable speeds, The gig is to have a speed of eight 
miles an hour for three hours, or seven miles an hour for six 
hours, but the controller is arranged to admit of a spurting 
ria up toll miles per hour if desired. The gig is to be 
elivered and placed in commission by the builders’ repre- 
sentative, who is also to instruct the crew in ita care and 


operation. 


Motor Cars.—A letter, evidently “ writ sarcastic,” appears 
in the Engineer from one “J. G. S," who wants a motor 
carriage of some kind. He can find no advertisers of these 
vehicles, and asks are makers full of orders, and overflowing ? 
We think not. There are, we believe, some genuine makers 
of motor carriages, but we fancy that many of the much- 
puffed companies which were started to make motor cars 
were left by their phi'anthropic promoters with insufficient 
capital to properly carry on the manufacture and the ex- 
ploitation of the new industry. But all were not imaginary, 
and from time to time vehicles appear in the streets of 
London which seem to evidence the fact that there is a 
motor car industry. 


NEW COMPANIES REGISTERED. 


Wm, Coates & Son, Limited (2,172).—Registered in 
Dublin December 2204, with capital £25,000 in £10 shares, to carry 
on a or any of the following businesses, either wholesale or retail, 
and either jointly or solely with others, electrical engineering in all 
its branches, plumbers, gas or steam fitters, &c. The subscribers 
(with one share each) are:—W. T. Coates, 1—11, Fountain Street, 
Belfast, merchant; W. С. Macann, 1—11, Fountain Street, Belfast, 
merchant; E. S. Dashwood, 1—11, Fountain Street, Belfast, electrical 
engineer; G. D. Coates, 5, Chilworth, Belfast, bank manager; R. 
Hamilton, 37, University Road, Belfast, secretary; T. G. Megaw, 
1—11, Fountain Street, Belfast, cashier; T. J. Moore, 1—11, Fountain 
Street, Belfast, salesman. The number of directors is not to be less 
than three nor more than five. The first are W. T. Coates, W. C. 
Macann, and Е. S. Dashwood ; qualification, 200 shares; remuneration 
as fixed by the company. Registered by Crawford & Lockha, 8, 
Auglesea Street, 


City of Mexico Electric Power Syndicate, Limited 
5 December 30 ch, with capital 45, 00 in £50 
shares (40 preference), to acquire any rights and grants for producing 
electricity for lighting, motive, and other purposes in Mexico or else- 
where, and to carry on the business of electrical engineers and 
contractors. The subscribers (with one share each) аге: —Н. K. 
Baynes, 15, Chapel Street, Belgrave Square, S. W., solicitor; Е. 8, 


Courtney, C. E., 39, Alleyn Park, Dulwich; J. T. Toomer, C.E., Queen 
Anne’s Мако, Westminster; T. P. Wilson, C. E, Holmburst, 


Belvedere, Kent; A. P. Friend, Ouseley House, Erith, Kent, 


engineer; R. J. Price, М.Р, 104, Sloane Street, S. W.; С. F. Billem, 
Broad Sanctuary Chambers, Westminster, engineer. The number of 
directors is not to be less than three, nor more than five. The fi tit 
are J. Price, H. K. Baynes, and J. F. Toomer. Registered by 
Goldring & Hargrove, 99, Cannon Street, Е.С. . 


CITY NOTER. 


Kelvinside Electrieity Company. 


Tax annual meeting of this company was held at 28, Ranfield Street, 
Glasgow, on the 29th inst., Mr. J. B. Fleming presiding. | 

The CHAIBMAN, in moving the adoption of the report, said they 
bad not to report a very flourishing concern. They had no dividend 
to give, but it was perfectly obvious they had turned the corner, and 
were not far away from success. Several elements had led to that. 
Mr. Sharpe had induced a good many people to become users of the 
light, and he believed that his work would become more apparent in 
the future. The number of consumers was gradually and steadily 
increasing, but these were not coming in so rapidly as he could wish. 

Mr. REC REIT seconded the motion. 

In answer to questions, the CHAIBMAN said they could supply three 
times the amount of light they were doing at present. The people of 
Partick were anxiousto get the light, and, ia addition to householders 
on the top of the hill, many shopkeepers were desirous of having it. 
If they had the light in Partick, he was convinced that the company 
would be a paying concern. He thought they were likely to get the 
provisional order for Partick, ав he did not think the opposition of 
Glasgow would count for mucb. He further stated that the revenue 
this year had been £1,573 118. 6d., an increase of £151 17s. 8d. over 
the previous year. The number of units used was 63,562, as com- 
pared with 63,467 last year. Although that was only an increase of 
95, there was this fact that it included a larger number of private 
houses, for the cyanide works, which bad used a considerable quantity 
cf light in 1895, and rather le:s last year, would be off this year. 
The number of units of light sold to private housea was 52,586, 
against 35,545 in the previous year, showing an increase in that 
department of nearly 50 per cent 

The report was adopted. 

Messrs. J. B. Fleming and Reckett were re-elected directors. 


Babcock & Wilcox, Limited. 


AT an extraordinary general meeting of this company, held on 29th 
ult., at the Cannon Street Hotel, Sir W. Arrol, M. P., presidiug, the 
resolutions passed on the 14th inst, for increasing the capital of the 
company to £320,000 by creating 8,000 new ordinary shares of £10 
each, to rank pari passu with the existing ordinary shares, and to 
rank for dividend as from the lst inst., were confirmed as special 
resolutions, on the motion of the chairman, seconded by Mr. M. 
Rumley. The chairman, io answer to a question, stated that notices 
to the shareholders would go out in a day or two, and every pre- 
ference and ordinary shareholder would be entitled to his fair pro- 
portion of the new shares. 


‘London Electric Supply Corporation.—According to 
the Daily Mail, when the accounts of this company are made up for 
1897 it is proposed to take the concern out of the receiver 2 to 
reconstruct the company, and to reduce the capital by writing off £2 
or £3 from the ordinary shares. This would place the corporation оп 
a sound basis. The company is doing a big business, and rapid strides 
are being made. The dividend on the preferences was earned last 
year, while there was also a small amount left for the ordinary, 00 
tHat in future preference holders may expect to receive their 6 per 
cent. in full. 


The City of London Electric Lighting Company, 
Limited.— Warrants for interest due on 31st ult. on the £400,000 
5 per cent. debenture stock have been duly posted. 

Electric Construction Company.—The transfer books 
for the-first mortgage debentures will ba closed fr.m 8th to 14th inst 
inclusive. 


TRAFFIO RECEIPTS. 


The City and South London Railway Company. The receipts for the weak am 


January 2nd. 185, were £1,050; week e January 8rd, i 

decrease, £27; total receipts for half-year, 8, £1,050; corres 

period, 1867, £1,077; deorease, £27. dius 
The Liverpool Overhead Railway Company. The receipts for the week en 

January 2nd, 1&5. amounted to £1,357; corresponding week last yesi 

£1,374; deorease, £17. "mI 
The Western and Brasilian Telegraph Company, Limited, The rece o. 

the week ending December sist. 1897, aver deducting 17 pet cen 1 

gross receipts рау ble to the London Platiac- Brasilian 

pany, Limited, were £2,384, 
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TELEGRAPH AND TELEPHONE COMPANIZ2. 
Stock canes mum Baines done 
or Divi for E anng 
т ка the last three Dort | Janome | "jecit. 
1894. 1890. Highest. Pose 
African Direct „Lied., 4 % Deb. " „ 100 4% 4% . 101 —1.5 100 104 xd| ... Ms 
Amason Telegraph, е ЛА iis «| 10| ... - bs 53 — 64 51— 64 T 
азр, Let. "e eo „% оо. Stock EN . 42 9в.&213в.| 60 — 62 61 — 63 67% | 694 
do. 6% ue es ht А „ |Btock|£4 44. C4 188.145 68.1084 - 1094 [11› —111 111 [15а 
Detd. ... eee eee oe eee eet Stock coe eee . 13)— 14 131 — 14 13135 13, 
Brasilian Babmarine „Led. m „„ 10|7%|7% 16 — 16 16 — 16j 164 | 164 
Do. do. * B.. Gnd series, 1996 ry) eet 100 5 % 5 % 114 —118 112 === 116 xd eee °з, 
Ohili 9 Leà., Nos. 1 to oe eo eee eee 5 23% 4 % 4 % 3 =, 84 3 — 34 
Oable Oo. . 16100179179 | 795,183 —188 |182 —187 xd| ... " 
Do. Do, ling 500 year 4% Deb. Stock Red. Stock es 105 —107 104 —1(6 xd 107 | 1053 
Consolidated Telep. Оол. and Main., Led. eee eee 10/- 14% 1496 2 * A — а woe eee 
Оаа Teleg., Led. % ee өөө ee ee eee 10 | 8 % 8 % 8 84 = 93 83 e 94 91 9 
Do. 18% Pref. sos 5 o. ө | 10 110 € 10% 10 %| 154 - 194 | 184 — 194 йн т 
Direct Spanish . Led. .„.. РУ ive ec ai 845 1 4 4 — 4— 5 aes s 
Do. do. 10 % Oum. mS we es 610% 10% | 10 10 — 11 1)—11 10g | 10% 
Do. do. 96 Debs. Nos. 1 to 6,600 „| 50 4% | 44% | 44% 103 —106% [2 2 105 xd A 
Direct United Btates Oable, Lad. sa ёг » | 20 |8 % | 21% 249% 101— 107 10j— 10$ 102 104 
Western Teleg., Ltd., Nos. 1 to 400,060 ... „% „, | 10 | 6% 617 63% 17 — 174 17 — 174 174 1778 
Бе 6% noe Pref. eee eee өө 10 н % H 6% 18 TS 19 j^ т 19 187 183 
5% A ^ wwe | 100 5% 101 104 1 5 кР P 
Do. 4 1 Mox ерау e ne as eee eee Stock 4 2 4 x 4 20 = 133 130 = 183 133 * 
250,000 | Mastera Extension, Australasia and Onina „Ltd. ., | 017% 17% 7, 181 154 18 — 18i 15d | 13} 
25,200! { Do, б % (Aus. Gov. Bub.), Tele 3.976 to 100 5% | 5 % 6% 1 —1 6 99 - 103 ха! ... Ка 
Do do. Bearer, 1 5 and 100 5% |5% 5% 102 —r5 100 - 103 xà| 100} 
41880 Pede am. ung, Hag Koe. .o Das [100 5 % 0 * | 56101-16 99 10 xej 100 
Do, do. do. to bearer, 2,844 $0 5,500 | 100 5 5 X | 5%102—15 100 —104 xd] 1024 
po. 4 % Mort, Debs. Nos. 1 bo 8,008, red Vi 4% [ax 10 —106 оз 1 
Do. £X Us Ме Des. (Mauritius Bub.) 1 to 8, 25 | 4 41 % 4% 158 — 11% 08 —11196 | ... is 
Globe Telegraph Trust, Ltd. ... sae aes ое. | 16 | 44% | 44% | 44%) 114 — 12 114— 12 114 113 
ре do. 8 D | NM m sis 15 6% 3 А 105 2 - г 173 - 263 2 1716 
Great тіћетв Teleg. Copenhagen ° eee = 2 usd 2 "PT 
Indo-Be Tele a gis 125 $ : 10 ч 105 52 zu sa ao 553 
e eee eee % 4 — EA 
London Piin Brasilian Та 4d. 6 K Debe. .. 2. 264 lea | ghor ио % 10 | 
Montevideo Telephone 6% E Nos. 1 to coe ee 5 4 4 % cee 2 TEN 24 3 — 24 eee eos 
h., Led., 1 to 484,597 .. „ „„ 55 $ 5395 | 54%] 65 - 6j 63 - 6j 62 68 
6 % Саш. lst Pret. eee eee eee 19 6 % 6 % 6 % 15 ш 17 15 TO 17 eos TN 
Dc. 6 % Oum. 204 Pref. 18/6% | O € 6 %| 14 — 16 14 — 16 15] 
5 96 Non-cem. 8rd Pref.. 1 to 119,234 515% 15% | 5%) 6— 6 6 — 6 А 
| 2 4 260000 45 fed /s | 4— ы | 5I— 6 | | 
D 83% Deb. Stoch R. Stock 34% | 34% 33% 104 -.C9 [02—167 xal 1053 | 106 
Oriental & Elec., Ltd., Nos. 1 to 1 594, fully paid 114% 3 % 5% S #1 | ж Еа JN 
E Nuropesm Tel., 144, 4 % ше T } 108 4% 14% 4107 1:0 licd =s za) o |... 
'8 Led. eee soe vet eee eee „өө eee 8 аб 5 % 5 % 7% Е 84 74 . 8 LE eee 
Submarine Cables RT RS m m üi boris is (x sae x^ - i i386 —141 1393 vs 
Do, do. BY Deke . 2. Stock б ЗІН: .. 102 —107 100 —1c5 xd| .. | . 
West Ania Teleg., LA., v to 23,186 ... eee | 10 4% | nil 4) - - EE РА 
Do, do. 96 Debe. [ITI] өөө eee 100 5 5 2 | 5% 103 —106 103 — 106 T 009 
Do. do. 5 96 Pref. Ord. eee | 5 6% | 6% 72— 7% 71— "i 7% 77 
Do. do, do, Det. Ord. ... is E 19 119% | .. 22— 8 213 — 33 see 
Do. do. 4 % De Stock Bed. ... 8 eee [II °з? 106 —(9 104 —107 xd 1052 105 
West India and Panama Teleg., Lea. „„ % ~| 18 4% & 1% d— 3 1— É - T 
Do. do, do, 6 % Саш. 1st Pref. 1667 |6% | 6%| 72— 8 71— 8 8 748 
Do. de, do, F 1667 6 € 6 * 5— 7 5 — 7 e. 
Do. do. 5 % Debs. Мо. 1 to 1,88 „, 100 5 “ 5% 5 4 107 —110 105 —1(8 xd 
Western Union of U. В. Teleg., 7 % 1st Mort. Bonds ... ($1000 7 % | 7 % 7% 105 = 110 1105 —110 
8 & Ster. Bonds. . 100 6 |6% 64 100 —105 |100 —105 


5 
,000 : 
40.000 Olty of London Niec.Lightg. Oo., Ltd., Ord. 40,001— 950,000 ч 5% |5 7 26 — 27 |26— 27 267 269 
Г 10 — — 
10,000 Do. do ы v as 5 ба ? | 254— 263 |254— 2 
40,000 Do, do. Oum. Pref., 1 to 46,908 10 6% 1696, | 6% 17 — 18 17 — 18 
400,000 Do. 5 % Deb. Stock, ‚ (iss, at £115) all paid |... 159% 5 K | 595131 —136 |129 — 134 ха ... “ 
30,000 |Oounty cf & Brush Prov. E. Leg. Ltd., Ord. 1— 30,000 | 10| .. | M) nd | 184— 14 134— 14 13] | 13§ 
20,000 Do. : do. 6% Pref., 40,001— 60,000 — ... | 10 6% | 6% 154— 16 154— 16 153 | 155 
10,000 House-to-House Elec. Light Supply, Ord., 101 to 10,100 5 И ; 9 — 10 9 — 10 Dh | ee. 
49'000 — Electric Bupply, Ltd., ML cannes о E * 6% 183 — 194 um m 1818! 184 
: 1 ». | 10 4 184 — 19 184 — 19 81 
19,500 ond 10,001. арни 10 > E 18 — 18 — 19 181 | EN 
220,000. * first „ ee .. 4% | 44% | 4496119 — 123 |117 —191 xd 1172 
6,452 Notting Hill : 0 09 eee eee 0 10 1 % 2.96 4 % 174— 184 171— 184 eee ове 
19,960 «8. Jamev's& Pall Mall lec. Oo., Led., Ord., 191-20,089 | 5 | 64% | 72% | 108% 17 — 18 17 — 18 174 | 178 
90,000 Do. do. Y% to 5|1%|7 77 10 — 11 10 — 11 108 |... 
50,000 Do. do. 4 °$ Deb, Bed. 9 3toch [III 103 —106 101 —104 xd woe eee 
43,341 Bouth London Electricity Supply, Ord., £2 peid eee eee b eee 00е | 20— 21 28— 21 211 218 
79,900! Westminster Miectne Supply Uorp., Ord., 101 to 8000... | 5'5% 17% | 9 € 16 — 17 16 — 17 168 


* Bubject to Founder's Shares. ` t Quotations on Liverpool Stock Exchange. 
$ Unless otherwise stated all shares are fully paid. f Dividends paid in deterred share warrants, profits being used as capital, 
Dividends marked | are for a year consisting of the latter part of one year and the first part of the next 
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SHARE LIST OF ELEOTRICAL COMPANIES - Continued. 


ELECTRICAL HAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 


Stock Closing Closing Business done 
Present АМЕ от Dividends for siio novation during week 
зто xad тке the last throe years, | Med. zh. Jan. б is ер N 
1894. | 1896. Highem | Lowest, 
30,000 | British Electric Traction  «.«. „. 10| .. m e. | 162— 171 178 164 
90,000 | Brush Blecl, Enging. Oo, Ord.,1 to 930,000... .. ... 8 2 %% es lj— 23 25 | у 
90,000 Do. do, Non-cum. 6 % Pret., 1 to 96,060 88 ... 8 2& — 28 235 | 21 
125,000“ Do. do. 4 % Регр. Deb. Btock.... , Stock 44% | ... se [09-13 [109 — 113 En un 
50,000 Do. do. 44% 2nd Deb. Stock Red. ... Stock wee | 4103 —105 |100 —103xd | ... TN 
19,126 | Central London Railway, Ord. Bhares „ x Р а pue A eo] 92— 1c 92— 102 xd 10 9H 
143108 Do. do. do. £6 paid 10| .. |... J 5$— 6 53— 6xd| hi | 5j 
58,830 Do. do. Pref. half-shares £1 pd. eee eee eee oes eee 1 TS 14 1{— lixd 14 1% 
61,777 Ро. do. Def. do. £5 pd. e T Goede |: ч ie И 41— 4i 4 — 4ixd| ... 
630,000/; Ойу and South London Railway... us ee (Stoch 14% [145% | 1,4% | 66 — 68 67 — 69 €9 67 
28,180 | Orompton & Oo., Ltd., 7 % Oum. Pref. Shares, 1 to 28,180 | 5 | nù | m | .. | 2— 23 2 — 24 . . 
99,061 (Edison А Bwan United Elec. Let, Ltd “A” shra £3 på: |) 58 5x |5% 830 2- з | 3 з 
17,139 Do. do, do. “A” Shares 01—017,189 5 5 % 5 | 54%! 44— 5h | 44- 5 > 
110,000 | Nilectric Construction, Ltd., 1 to 110,000 ũũ . „| 2| nd |5% 6 % 23 - 28 25 — 28 2716 21 
16,843 Do. do. 7 % Cum. Pref., 11016343... | 17% 17% | 7 33— 98 33 — 38 e I 
91,195 | Blmore’s Patent Оор. „Ltd., 1 to 70,000 „. 2 nd | .. ji i- 3 i- 3 "e I 
67,275 | Elmore's Wire Mfg., Ltd., 1 to 69,385, issued atl pm, „| 2| n4 |... |... 1— 2— d e. + 
9,6007] Greenwood & Batley, Ltd., 7 „% с „ч! to 9,098 ... B be 104% is : — Hn k. — H S i 
12,500 Henley's (W. T.) Telegra orke, ; бө бэ 20 — = 
8,000 Do ш P do. 7% Pref. ..  ..| 101/7% 77 183 — 194 | 184— 19 19} | 184 


7 
60,000 Do. do. 44 Mort. Deb. Btcok Stock. | 44% 


do. 44% |110 —115 |110 - 115 112 T 
50,000 | India-Rubber, M Percha and Teleg. Works, Ltd. ... | 10 10 % 


10 %| 23 — 24 


800,000 Do. do. 4% 1st Mort. Debs. | 100 | ... or . |103 —107 103 —107 ius . 
87,500 N Overhead Railway, Ord. ... TP, eee TD 10 14% 24% 2496 114 5 119 15— 11% iss 
10,000 do. Pref., £1@ paid |... œ| 10 5 % 15% | 6G) 16 — 163 16 — 16 

150,000 Do, do. do. 5 % Bends, red. 3899 109 | 5% |5 % 5 |102 —105 101 —104xd | 105 € 
54,000], Waterloo and City Railway, Nos. 1 to 54,000 ... ... | 10| ... i — | 124 — 13 124— 13xd | 122 | ... 


Quotations on Liverpool Btock Exchange. 1 Uniess otherwise stated all shares are fally paid. € Last dividend paid was 60°, tor 1800. 
Dividends marked are for a year consisting of the latter part of one year and the first part of the next, à 
Onompron & Oo,—The dividends paid on the ordinary shares (which have not a Stock Exchange quotation), are as follows : 1899—0°/.§; 1801—7°/,§ (800—8 °/ 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
* Birmingham Electric Supply Company, Ordinary of £6 (EA paid), 74, London Electric Supply Corporation, £5 Ordinary, 24 24. 


£5 (fully paid) 11. * T. Parker, Ltd., £10 (fully paid), 12]. 


Electric Construction Uorporation, 6 % Debenteres, 104 — 106. 
House -to-Hoass Company, % Debencares of £100, 109 –111. Yorkshire Huuse-to-House Electricity Company, £5 Ordinary Sharer 
fully paid, 8—84. Dividend for 1896—6 %. 


Kensington and Knightebriuge Electric Lighting Gompauy, Linie d 
Ordinary Shares £5 (fully paid) 15—154; Ist Preference Oxre- 
lative 6 %, £5 (tally paid), §2—8%. Dividend, 1896, on Ordinary 
Shares 7 %. 

* From Birmingham Share List. 


THE APPLICATION OF VECTOR ALGEBRA 
TO ALTERNATING CURRENTS. 


of o P equals that of о! р!, The vector P o, we may note, is mins 
the vector ОР. 
2. Composition of Vecclors.—The sum of two vectora, ОР and PQ 


By W. G. RHODES, M. Sc., Royal Technical Institute, Salford. 


INTRODUCTION. 


1, Any physical quantity which requires for its complete specification 
data regarding (1) its magnitude, (2) its direction, and (3) ita sense 
along that direction, is called а vector quantity. Quantities which 
are completely specified when their magnitudes only are given are 
called scalar quantities. 

Mass and power are examples of scalar quantites: velocity, acclera- 
tion, force, electric currents, and electromotive forces are examples 
of vector quantities. 

A vector quantity may be completely represented by a straight line 
drawn іп з particular direction, the sense along the direction being 
shown by means of an arrow head, and the line containing as mauy 
units of length as the quantity to be represented contains units of 
quantity. 

We shall call a line drawn in this way a vec/or, c. g., the vector, ор 
(fig. 1), may represent an electric current if its direction is represented 


(fig. 2), is defined to be the vector o о. The meaning of the word 
sum is here extended, and if we write 


OP+PQ=0Q, 


v. 


0 
Fia. 1. 


by the line o p, its seas» from о to р along this direction, and it o P 
contains as many units of length as the number of ampeies in the 
electric current. 

Two vectors are equal if they contain the вате number of units of 
length, are parallel to the same direction, and have the same sènse: 
thus in fig. 1 the vector o P, is equal to the vector о! Pi, if the leagth 


we should read ор together with P о are equivalent to o Q. Eur 
addition of vectors is thus the eame as the addition of forces, for А 
O P and P Q represent two forces, then О Q represents their resultant. 
The difference of two vectors, О P and P о, is defined to be the sum 
of th» two vectors, ОР and ор, and is, therefore, the vector 0 Q 
(fig. 2), where P Q! = — PQ. 12.3 
3. Aliſtbrit ic Representation of a Vector Quant/ty.—L^t ОР (ig. 
represent any vector quantity. | jl 
Through o draw auy two mutually rerpendicalar lines, 7 0", 
уо у. Draw р м perpendicular to ro: the two vectors, O em 
N P, are then together equil to the vector, o P. Any vector can a 
be resolved into t xo component vectors parallel respectively to- b 
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and y o у!. Now let us agree to represent unit vector along o x by 
+ 1; unit vector along o z! will then be represented by — 1, since 
the sense is exactly opposite. Let us further represent unit vector 
along oy by k; then unit vector along о y! will be represented by — k. 
If, then, o x contains a units of length, and м P contains 6 units, the 
vector, o P, is represented by а + X b aud its magnitude is “a? + 02: 
also its inclination to о x is given by tan 0 = M . In the same way 
— a + k b represente a vector lying in the quadrant, y о 21; — a 
— kb, one lying in the quadrant, x! o у!; and a — X b, one lying in 
the quadrant, y! o z. 

If P 0 (fig. 3) is another vector whose components pavallel to o x 


y 


and o y are respectively P K = NM = а and K Q = b’ K, then the 
vector, P Q, is represented by a! + X bl, and the vector, o Q, which ii 
the sum of the vectors, О P and P о, is given by 


OQ=0M + HQ 

= (ON + NM) + (MK + KQ) 

= (a +a) + (kb + k V) 

= (a + a) + k(b +b) | 
This gives the law of vector addition, and inherently contains that of 
subtraction also, the difference of the vectors, О P and р Q being 
represented by 

(a — а) + 4 (b — v). 


4. Product of two vectors.—Consider any two vectors, o P and оо 
(6g. 4), and leto P = Om + x P, where N P is at right angles to o 9. 


P 


Fia. 4. 


Ther. аг: two products to take into consideration, viz , the product 
O Q . ON and the product 0 Q . N P. | 

To interpret these, suppose that the vector О Р represents a dis- 
place ment, and the vector о Q a force. The product o o. o x then 
represents the work done by the force in moving its point of applica- 
tion fxm o to м. This product is essentially scalar. 

The product, О Q . X P, represents the moment of the force about 
the point, P, and is a rector at right angles to the plane, o P и. We 
shall nof, bowever, consider this vector product further in the present 
paper; it is the scalar product, o о.о X, with which we are at 
present concerned. By reference to fig. 4, we see that 


09.0X = OO. o y cos o, 


so that the scalar product of two vectors is the product of their 
lengths maltiplied by the cosine of the angle between their direc- 


tions. 

5. Let the vector o be re ted algebraically by a + k b, and 
the vector OQ by а + ib’: then (see fig. 5 and Section 3) the msg. 
nitude of o P is У a3 + 52, that of o о is У а? +. b^", and the 
angl:, 0, between their directions is 


0 = 0, — 0; 


were tan, = ^ and tan б, =”, 


- 


therefore, 
cos 0 = cos (6, — 04) = 008 0, cos 04 + sin б, sin 05. 
JJ ⁰ RE ИЕ 
Vara Vd F vat Vat d VG б 
that is | 
Vai T bi Ma + & coe O = aa’ + bY, 
Thus the scalar product of the two vectors a + kb and a’ + k 0’ 
isaa’ + bV. | 
6. On k as an Operator.—AÀ vector whose length is a along or 
rallel to o z is represented by a, whereas a vector of the same 
о whose direction is parallel to o y is represented by ^а. We 


y 


Fra. 5. 


may thus regard * as an operator which has the effect of turning a 
vector along o x, through а right-angle in the positive (counter- 
clockwise) direction of rotation without altering its length. The 
effect of similarly operating on Ё a mast, therefore, to be consistent, 
bs to turn the vector, & a, through а right-angle in the positive 
direction of rotation without altering its length; that is, it becomes 
oe of length, a, along 0 , that is, it becomes — a. We thus 

ave 


‘or iw — ], 


that is, when using the symbol & in algebraical processes, we mutt 
regard it as having the properties of the imaginary V — 1. If we 
similarly operate on the vector — a, we get — k a, a vector of length 
along o l, and operating again we get — a or + a, а vector of 
length a along о 2. 

7. Again operating on any vector a + k b, we get (а + kb) or 
ka-b,w is the vector a + k b turned through a right angle in 
the positive direction. That is, if o P is any vector, then k.oP is 
the vector resulting from a rotation of the vector o P through a right 
angle in the positive direction of rotation. By similar reasoning we 
can show that — k . ОР represents the vector resulting from а rota- 
tion of the vector o P through a right angle in the negative (clock- 
wise) direction of rotation. 

8. Definition —A vector o P is said to lead before, or lag behind, a 
vector 0 Q, according as the least amount of rotation necessary to 
bring О P into the same direction as o о is in the negative or tive 
direction. 

It is easily seen, then, that the vector, &. o P, leads before the 
vector, o P, by a right angle, while the vector — k . o lage behind 
the vector o P by a right angle. 

APPLICATION TO ALTERNATING CURRENTS. 

9. Before proceeding to apply the foregoing principles to alter- 

mui н calculations, we must first establish three important 
ropositions. 

y Proposition 1.—The maximum value of the induced electromotive 

force, due to self-induction in a circuit, is p L i, where i is the maxi- 

mum value of the current in the circuit, т, is the self-induction of the 

circuit, and p. = 2 т n, where n is the frequency of the current. Also 

the E. M. F. of self-induction lags a right angle behind the current. 

Let Hae current be i sin pt, then the E.M.F. of self-induction is 
given by 


d аі 
2 —2— 142 t sin pt 
= p L i cos pit 
= pLisio (pt — 2) 


which proves the pr position. 

Proposition 2.—1f two circuits, A and B, have а mutual induction 
M, the maxima values of the consequent E. M. Fs. in the circuits a and 
B are respectively рм i and p M ij, where й is the maximum value of 
the current in tbe circuit a, and £4 that ia the circuit B, and these 
induced E.M.Fs. lag a right angle behind the currents f, апат, 
respectively. 
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Let the current in the circuit, B, be ї, sin p ¢, then the E.M.F. in 
the circuit due to mutual induction is given by , 


4 . . 
-—M-..11,8np( 
€ M at ta р 

= —pMt,cospt 


U 2 т 
= p X i sin (pi -i) 

Similarly for the E.M.F. of mutual induction in the circuit, 4. Thus 
the proposition is established. | 

Proposition 3.—If a condenser of capacity o is placed in an alter- 
nating current circuit, there is a consequent E.M F. whose maximum 
value is n ү: , Where i is the maximum value of the current flowing 
through the circuit, and this capacity E.M.F. leads before the current 
by a right angle. 

Let q be the charge on the condenser at any instant when the 
current is i sin p ¢, then the potential difference at its terminals at 


that instant is — | ‚ but we have 


e i 
q = | йорга: T c:8 pt. 


Therefore, the capacity E.M.F. is given by 
q 


еҥ» — 


© 


i 
= cos p t 
po д 


2 e т 
го (>! + | 
which shows that е leads а right angle before i, and that its maxi- 
mum value is ^. The foregoing three propositions will be in con- 
stant demand in the sequel so that they should be thoroughly 
understood. 

10. The method of represent alternating currents and E.M.Fs. by 
by means of so-called clock diagrams has been so fully dealt with by 
Dr. Fleming, Mr. Kapp, and other writers on the subject, as to render 
further explanation of the method here unnecessary ; suffice it to say, 
that if the vector, o P (ree fig. 3), is drawn of such a length as to 
represent in magnitude the ma.cimum value of an alternating current 
or electromotive force, and if it is caused to rotate about o with & 
uniform angular velocity, p, in the positive direction of rotation, then 
the vectors, o N and x Р, will represent the instantaneous values 
according as the current or E.M.F. is zero, and increasing positively 
when o P coincides in direction with o y! or o zx. 


CIncurrs CONTAINING RESISTANCE AND SELF-INDUCTION ONLY. 


11. Now let 0 P = i be a vector representing the maximum current 
in any circuit containing self-induction, then by Proposition (1) and 
Section 8, the vector representing the maximum value of the E.M.F. 
of self-induction in the circuit in which the current, i, is flowing is 
— k put, where т, is the self-induction and p = 2 x n, п being the 
frequency of the current. If the current is caused by a potential 
difference whose maximum value is represented by a vector, e, then 
the vector, e, has to supply a component, ғ t, in the direction of the 


1 


Fia. 6. 


vector, i, to drive the current against the ohmic resistance r of the 
circuit, and also a component + k p L i to balance the E. M. F. 
— kpricfself-induction. We thus have the vector equation 


ri 1 Ерт = 6, (1) 
which is essentially a vector equation of E.M.Fs. 
If we reduce the lengths of each of these vectors in the ratio, 


1: ~ 2, we may regard the vectors as representing root mean square 
values, but this alteration would not produce any change in equation 
(1), which only depends upon ratios of magnitudes of vectors. 


If then a potential difference, e, of frequency, n, is applied between 
the terminals of an inductive circuit of resistance, r, and self-induction, 
L, then the vector equation (1) holds good, p being equal to 2 x n. 

Let o P (fig. 6) represent the vector r i, then the vector o Q! = — 
k p L i represents the E M.F. of self-induction, and the vector P о = 
Tpi is the vector representing the E.M.F. necessary to over- 
come self-induction: therefore, the vector O Q = OP + is the 
vector representing the applied potential difference e. Further, the 
vector o P, which is in phase with the current, lags behind the vector 
representing ¢ by an angle 0, where 


tan 0 = PP. 
7 


Also (see Section 3) the magnitude of e is given by 
e = M ri + р? Lá 
EAN 
that is TN пе " 
ONV ＋ pty? (2) 
Equation (2), it mast be noticed, is not the same as equation (1); 
it is one of several deductions from equation (1). Whereas (1) isa 
vector equation, involving directions as well as magnitudes; (2) 
involves magnitudes only. 
The quantity v r? + p! гг is called the impedance of t“ e circuit. 
12. Referring again to equation (1), it may be written 
i (r T Кри) =e 
| е 


or 4 = А =% 
r+kpu - 
= e (r- Ерт) 
(TIP) (r — kpr) 
_¢lr-kpry 
r? + pi 


ee b = AO ck 3 
+p’ napu T’ (3) 


which is a current vector equation, and states that the current, i, can 


be resolved into a component . с parallel to the direction of 


r 
т + L 
; pL : Е 
e, and a lagging component pm pp (- To) at right-angles to the 
direction of e. This is shown graphically in fig. 7, where o P is the 


y 


Fia. 7. 


current vector, and о Q and Q P its components respectively along 
and at right angles to the direction of e. It should be noticed that 
the product (r + k pr) (r— k TL), which equals r^ + р? L, since 
k? = — 1, is not a vector product: the quantities, r, p, and L, аге 
scalar and have no right whatever to be treated as vectors after the 
manner of some writers on the subject. 

We shall frequently make use of the vector equations (1) and (3) 
во they should be thoroughly understood. In fact, to proceed farther 
without first mastering them would be useless. . 

13. Suppose now that any number, п, of inductive circuits аге 
connected in series and it is required to find their equivalent 
resistance, self-induction, and impedance, 

Let rj, fa, 5... . Tn be the ohmic resistances of the several circuits. 

» Li La LIZ. . L their self-inductions. | 
„ ĉn ez. en. . e, the vectors representing the potential differ- 
ences between their respective terminals. 
„ ‘the vector representing the current flowing through the series 
circuit. : 
„ p = 2 т п, where n is the frequency of the current. 
Then, the vector representing the potential difference between the 
extreme terminals of the series circuit is given by the vector equation 


eme +e t+ eo ct .... + 6n. 
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But by equation (1) 
ei HIT EP 
e 92 Y51 + Ek p I4 d 
(y = rai + E prat 


en ruit kp Int 
Now а] the 7 fs are in the same direction, vis, along the current 
vector, as also are all the & p L ге, vis., . right angle in front 


of the current vector; they can, therefore, be added together numeri- 
cally, and we get 
(6 m ei + ea + ez 1. . . + e, 
m (ri + rg t rr + 7% 1 + 
Ар( + Ig + Ig X. 7 In) i (4) 


Bot if в and rare the equivalent resistances and self-inductions of 
the complete circuit, we have by equation (1) 


съв + Tpi (5) 
Com pering equations (4) and (5) we вее that 
R = 7) + fo + Ta . Pn 
and L = TI TI T Ig +... 7 La 
and the impedance, 1, is given by 
rm V Bi + N L. 
(To be continued.) 


ELECTRIC LIGHTING PROVISIONAL 
ORDERS.—SESSION 1898. 


Ілвт of applications for provisional orders deposited with the Board 
of Trade, on or bsfore December 21st, 1897, under the provisions of 
the Electric Lighting Acte, 1882 to 1890, 


Title of order 


| | 
and description of ares. Name of promoters. 


Agents. 


Airdrie Burgh Electric The Corporation.  Mesers. Martin and 


Lighting Order. The | Leslie, 27, Abing- 
Bargh of Airdrie. E don Street, West- 
minster, 8.W. 
Aldershot Electric Light- The Urban District Messrs. Blyth, Dat- 
Council. ton, Fart! 


ing Order. The Ur ey and 
Distri | Blytb, 112, Gres- 
' dam House, Old 
| . Broad Street, Е О. 
Aston Manor Electric The Urban District Messrs. Sharpe & Co., 
Ligh Order. The Council. 9, Bridge S reet, 
Urban District of Aston | We atminster, S. W. 


Manor. | | 
Barnes Electric Lighting The Urban District T. Blanco White, 
Order. The Urban Dis- Council. Esq, 59 and 6), 
trict of Barnes. Жз Lane, 
Batley Electric лыла The Corporation. монта Dyson & Co., 
Order. The ting 9, Great George 
Batley. Street, West- 
| | minster, S. W. 
Birkdale Electric Light- | The Urban District | Messrs. Sharpe & Oo., 
ing Order. The [з Oouncil. | 9, Bridge Street, 
District of Birkdale. W 


estminster, S. W. 

Bolton Electric Light i-i dd Mesars. Dyson & Oo., 

| 9, Great George 

Street, West- 
minster, S. W. 


| 
| 
: 
| 
Middle Hulton, Tonge, | 
\ 
| 


trict. 
Brechin Lighting The on. Clarkson and 
Order. The Royal eer | TON , 98, Great 
eee of Brechin. | — Tower 3 E. O. 
Corporation orporation. reris rr 19, 
Electric Lighting Order. Btreet, 
Tbe Tue раа of Bridg- Weettainster, B. W. 


Bohn. Electric Lighting The Corporation. 
Order. The Borough of 


Barslem. | 
Chelmsford Rural District Chelmsford Elec 

Electric Lighting Order. tric Lighting 

The Parishes of Writtle, Oompany, Ltd. 

Great Baddow, Broom- 

field, Springfleld ага 

Widford, within the 

Chelmford Rural Dis- | 

trict. 


ee 


Messrs. Sharpe & Co., 
9, Bridge Street, 
Westminster, S. W. 

Messrs. Deacon and 
Co., 9, Great St. 
Helen's, Е.С. 


and description of area, | Name of promoters, Agents, 
Chichester Corporation | The Corporation. | Messrs. Baker & Co., 
Electric Lighting Order. 22, Great George 
The City of Ohichester. Street, West min · 
| ster, В.У. 
Chislehurst Electric Light- | Chislehurst Elec- | Messrs. Bake r, 
ing Order. Portion of | tric Supply Oom- | Blaker & Hawes, 
the Parish of Chisleburst., pany, Limited. 18 Cannon Street, 
Chorley tion Elec- The Corporation. Messrs. Lewin, Gre- 
tric Lighting Order. gory & Anderson, 
The Borough of Ohorley. | ‚ 48, King Street, 
! Whiteball, 8.W. 
Oolne Corporation Elec- The Corporation, ' Messrs. Baker & Co., 


tric Lighting Order. The 23, Great George 
Municipal Borough of Street, Westmin- 
Colne | ster, B. W. 

Crewe Electric Lighting The Corporation, | Messrs. Sharpe & Co., 


Order. The Borough of | 9, Bridge Street, 

Crewe. | Westminster, B.W. 
Darlington Electric Light- | The Corporation. Messrs. Durnford 

ing O:der. The whole. and Co., 38, Parlia- 


of the Borough of Dar- ment Street, West- 


lington, except the de- miaster, S.W 
tached portion of the 
Township or Civil Parish | 
of Darlington known as | | 
Oxen-le-Field. | 
Dartford Electric Light. | The Urban District ‚ Messrs. Baker & Oo., 
ing Order. The Urban, Council  . 22, Gieat George 
District of Dartford. | | Street, Westmin- 
D Corpo The Corporatio Mes. . ood 
oncaster ration The 0 п. esers erw 
Electric Lighting Order. | , and Oo, 7, Great 
The B rough of Don- George Street, 
caster. Westminster, S. W. 
East Ham Electric Light- The Urban District | Messrs. Baker & Co., 
ing Order. The Urban | Council. 22, Great George 
District of East Ham. Street, Westwin- 


і 
| 


ster, S. W. 

East Stonehouse Electric The Urban District Do. 
Lighting Order. Тое. Council. 
Urban District of East | 
Stonehouse. 

Gravesend Electric Light- | The Corporation. . ‚ Messrs. Deacon and 
ing Order. The Muni- |. | Co, 9, Great Bt. 
cipal Borough of Graves- | | Helen’s, E. O. 


аж Port - Glasgow, North British Elec- | Messrs. Sherwood 
and Gourock Electric | кч Во ТА? ор and Оо., 7, Great 
Lighting Order. The Company, 


Burghs cf Greenock, — S W. 
Port - Glasgow, an 4 
Hamilton i Electri Light- The Corporation, М Grahames, 
amilton 0 e ета. 
ing Order. The Burgb , Onrrey & Spens, 30! 
ot Hamilton. | . Great George 
| | 3 „ 
Hastings Corporation The Corporation. Монте. Bircham and 
Electric Lighting Order. | ' Co., 46, Parliament 
The Borough of Hastings | Street, _ Westmin- 


Hereford Electric Light The Corporation. Messrs. Andrews and 
iog Order. The City of Fawcus, 18, Essex 
Hereford. Street, Strand, W. O. 

Hornsey Electric Light- | The Urban Dis - Leonard J. ; 
ing Order. The Urban trict Council | 
District of ‚ле. | Row, W.C 

Hove (Aldrington) "The Hove Urban Messrs. Bircham and 
tric Lighting Order. |! District Council. 
The Parish of Aldring- 
чы in the town of ı ster, B. W. 

H ve. 


Ilford Electric Lighting tae Urban Dis- John W. B 


enton, 

Order. The Urban Dis- Council. Esq, Clerk to the 
trict of Ilford. Co Oran- 
"m ^ brook Road, Ilford. 

Ilf; acombe Electric The Urban Dis. Messrs. Baker & Co., 
ing Order. The Urb А trict Council. 22, Gnat George 
District of i | Street, Westmin- 


Е | ster, 8. W. 
Kiog's Norton Electric [he Rural Dis- Mesers. Bircham 


Lighting Order. The triot Council. and Oo., 46, Parlia- 
Parishes of King’s Nor- | ment Street, West- 
ton and Northfield in | minster, 8. W. 

the Rural District of 

King’s Norton. 


Kiogswinford Electric Tae Rural Dis- Messrs. Biker & Oo., 
Ligbting Order. The  tric Council. 22, Great George 
ibd p ME d Btreet West- 
winford minster, S. W. 

Leatherhead Ele ctric The Ucban Dis- Mesers. Sherwood 
Lighting Order. Tae trict Council. and Co., 7, Great 
Urban District of George Street, 
Leatherhead. Westminster, 8. W. 
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Title of order 
and description of area. 


Leigh - on - Sea Elvcctiic 
Lighting Order. Tae 
Urban District of Leigh- 
on-Sea. 

Lewes Corporation Elec- 
tric Lighting Order. The 
Borough of Lewes. 


Lowestoft Electric Light- 
ing Order. The Borough 
of Lowestoft. 


' THE COUNTY OF 
LONDON: 
Bermondsey Elcctric 
Lighting Order. The 
Parish of Bermondsey. 


Bermondsey, Rotherhithe, 
Greenwich, and Lewis- 
ham Electric Lighting 

Order. The Parishes of 
Bermondsey and 
Rotherhithe and the 
Districts of Greenwich 
and Lewisham. 

Bethnal Green, d 
and Whitechapel Elec- 
tric Lighting Order. 

` The Parish of Bethnal 
Green and the Districts 
of Poplar and White- 
chapel. 

Holborn District Electric 
Lighting Order.  Por- 

` tion of the Holborn 
District. 

Holborn and St. Giles 
Electric Lighting Order. 
Portion of the Holborn 
District, the District of 
Bt. Giles, Lincoln's Inv, 
Gray's Inn, Staple Inn, 

: and Furnival's Inn. 

Lewisham District Elec- 
tric Lighting Order. 

The District of Lewis- 

bam. 

Lewisham Electric Light- 
ing Order. Portion of 
the Parish of Lewisham. 


Bt. Giles District Electric 
Lighting Order. The 
District of St. Giles. 


St. Marylebone Electric 
Lighting Order. The 
Parish of Bt. Maryle- 


bone. 

Bt. Marylebone Electric 
Lighting ш Тһе 
Parish of Bt. Maryle- 


Bt. Marylebone Electric 
Lighting Order. The 
Parish of St. Maryle- 
bone. 


Maidenhead Electric 
Lighting Order. The 
Borotgh of Maidenhead. 


Margam Electric Lighting 


Order. The Urban Dis- 


. trict of Margam. 


Melton Mowbray Electric 
Lighting Order. The 
Urban District of Mel- 
ton Mowbray and the 

- Parishes of Sysonby, 
Welby, Eye Kettleby, 
Burton Lazare, and 
Thorpe Arnold, in the 
Rural District of Melton 
Mowbray. 

Middlesbrough Corpora- 
tion Electric Lighting 
Order, The Municipal 
Borough of Middles- 
brougn. 


Name of promoters. 


Title of order 
and description of area. 


Name of promoters. 


— —— EAR — ————1ů,ũ᷑Fͤ— — a 


The Urban Dis- 
tric Council. 


The Corporation. 


The Corporation. 


The Vestry. 


County of London 
and Brush Pro- 
vincial Electric 
Lighting Com- 
pany, Limited. 


County.of London 
and Brush Pro- 
vincial Electric 
Lighting Com- 
pany, Limited. 


Oharing Cross and 
p S 
ty y Cor- 
рон. Ltd. 
County of London 
and Brush Pro- 
vincial Electric 
Lighting Com- 
pany, Limited. 


The District Board 
of Works. 


Great Weatern 
Electric Light 
and Power Com- 
pany, Limited. 

Charing Cross and 
Strand Elec- 
tricity Supply 
Corporation, Ltd 

The Vestry. 


County of London 
and Brush Prc- 
vincial Electric 
Lighting Com- 

rl. Limited. 

rylebone Elec- 
tric 8 1рріу Com- 
pany, Limited. 


The Corporation. 


The Urban District 
Council. 


Melton Mowbray 
Electric Light 
Co., Limited. 


The Corporation. 


Messrs. R. W. 
Cooper & Sone, 5, 
Victoria Street, 
S W. 

М, взг. Renshaw, 
Kekewich, & 
Smith, 2, Suffolk 
Lane, Cannon 
Street, E C. 

Messers. Sharpe & 
Co., 9, Bridge 
Street, Westmin- 
ster, S. W. 


Frederick Ry all, 
Esq., Town Hall, 


Sydney Morse, E*q., 
4, Fenchurch 
Avenue, E.C. 


Sydney Morse, Es ., 
4 Fenchurch 
Avenue, E.C. 


Messrs., Wyatt acd 
Co., 28, Parliament 
Street, West- 
minster, S. W. 

Sydney Morse, 
Esq., 4, Fenchurch 
Avenue, E C. 


Templer L. Down, 
Esq, 3, Pope's 
Head Alley, Corn- 
Hill, E C. І 

Messers. Walter Webb 
and Oo., 23, Queen 
Victoria Street, 
Е C. 

Mesers. Wyatt and 
Co., 28, Parliament 
Btreet, West- 
minster, 8.W. . 

Messrs. Sherwood 
and Co., 7, Great 
George Street, 
Westminster, 8 W. 

Messrs. Milnee & 
Bickford, 1, Great 
Tower Street, Е.С. 


Sydney Morse, Esq , 
4, Fenchurch 
Avenue, E C. 


Messrs. Sharpe & 
Co, 9, Bridge 
Street, Westmin- 
ster, B.W. 

Mesers. Baker & Co., 
22, Great George 
Street, Westmin- 
ster, S, W. 

Mesers. Rees & 
Frere, 6, Victoria 
Street, Westmin- 
eter, S.W. 


Mesers. Durnford & 
Co, 38, Parlia- 
ment Street, West- 
minster, S. W. 


Midland Electric Power 
Distribution and Light- 
ing Order. The Borough: 
of Walsall, Wednesbury, 
West Bromwich, and 
Wolverhampton, the 
Urban Districts of Bil- 
ston, Coseley, Darlaston, 
H:ath Town, Rowley, 
Regis, Sedgley, Short 
Heatb, Smethwick, Tip- 
ton, Wednesfield, and 
Willenhall, and the 
Raral District of Wal- 
ЗАП, in the County of 
Btafford; and the 
Borough of Dadley, and 
the Urban District of 
Oldbury, in the County 
of Worcester. 

Michelstown Electric 
Lighting Order.  Tne 
Town of Michelstown. 


Montrose Electric Light- 
ing Order. The Royal 
Burgh of Montrose. 

Norwich (Extension) Elec- 
tric Lighting Order. 
The Parishes of Thorpe 
Bt. Andrew, Postwick, 
Bprowston, Old Catton, 

ellesdon, Costessey, 
Bowthorpe, Colney, 
Cringleford, Intwood, 

: Keswick, Markshall, 
Arminghal, Trowse 
Newton, and Bixley, and 
and the Shirehall and 
Castle Ditches, Nor- 


wich. 
Nuneaton Electric Light- 
` ing Order. Portions of 
the Parishes of Nun- 
` eaton and Ohivers 


Ooton. 

Oldbury Electric Lighting 
Order. The Ucban Dis- 
trict of Oldbury. 

Ossett Electric Lighting 
Order. The Municipal 

Borough of Ossett. 


Partick Electric Lighting 
Order. The Burgh of 
Partick. 


Penarth Electric Lighting 
Order. Tne Ucbin Dis- 
trict of Penarth. 


Perth Electric Lighting 
Order. The Parliament- 
ary Bargh of Perth. 


Peterborough Electric 
Lighting Order. Th; 

Manicipal Borough of 
Peterborough. 

Prescot District Electric 
Lighting Order. The 
Urban District of Huy- 
ton-with- Roby. 

Preston (Extensions) Elec- 
tric Lighting Order. The 
Urban District of Ful- 
wood, and the Town- 
ships of Broughton, 
Lea Ashton Ingol and 
Cotam, Woodplumpton, 
Barton, and Pen- 
worthan, in the Rural 
Dietrict of Preston. 

Ramsgate Electric Light- 
ing Order. The Borough 
of Ramagate. 

Rawmarsh Electric Light- 
ing Order. The Urbaa 
District of Rawmarsh. 


Rochdale Electric Light- 
iag Order. The County 
Borough of Rochdale. 


Midland Electric | Messrs. Sherwood 
Corporation for| aud Co., 7, Great 
Power Distribu-| George Street, 
tion, Limited. Westemiaster, S. W. 


Tae Michelstown | Messrs. W. and W. 
Guardians. M. Bell, 27, Great 
George Street, 
Westminster, 8.W, 
and 


Norwich Elec- | Messrs. Waterbouse 


tricity Company,| and Co., 1, New 
Limited. Court, Lincoln's 
Ina, W C. 


Naneaton Electric 
Company, Ltd. 


Сесії F. Twist, Esq, 
5, Bedford Row, 
W.C. 


The Urban Dis- | Messrs. R. W. Oooper 


trict Council. and Sons, 5, Vic- 
toria Street, S. W. 
The Corporation. | Messrs. Baker & Co., 
22, Great George 
Street, Westmia- 
ster, 8.W. 

Kelvinside Elec- | Messrs. Burchell and 
tricity Company, Co., 5, The Sanc- 
Limited. tuary, — Westmin- 

ster, S. W. 

Penarth Electrie J. C. Ball, Esq, 3, 
Lighting Com- Victoria Street, 
разу, Limited. . 

. W. 
The Commissioners | Messrs. Wm. Robert- 


son & Co., 45, Par- 
liament Street, 
Wes minster, S. W. 
Peterborough Elec | Me org. Clarkson and 
tric Light and Toovey, 98, Great 
Power Company, | Tower Street, E C. 


of the Burgh. 


Limited. 

British Insul ед | Sidney Morse, Esq. 
Wire Company,| 4, Fenchurch 
Limited. Avenue, E.C. 

National Electric | Francis H. White, 
Supply Compaay, | Esq, 7, ord 
Limited. Row, W.C. 
Electric Supply | Messrs. and 
Corporation, Ltd. | Co., 9, Great Bt. 

Helen's, Е.С. 
The Urban District | Messrs. & Co. 
Council. 22, Great George 
Street, W 
ater, e "on & CO 
ion. te. руво Ж 
The Corporation ri 3 George 
Street, Westmin- 
ster, S. W. 
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Title of order 


and description of area. Name of promoters. Agents. 


Rotherham Corporation The Corporation. Мевв:в. Baker & Co., 
Electric Lizhtiag Order. 22, Great George 
The Municipal Borough Street, Weatmin- 
of Rotherham. ster, S. W. 

Rothesay Electric Light- The Corporation. Messrs Lech & Co., 
ing Order. Tae Burgh 36, Great George 


of Rothesay. Street, S. W. 
Royal Leamington Spa The Corporation. | Mesers. Sharpe & Co., 
Electric Lighting Order. 9, Bridge Street, 


The Borough of Royal 
Leamington Spa. ; 

Royal Leamington Spa | Midland Electric 
Electric Light and Light and Power 
Power Order. The Company, Ltd. 
Borough of Royal 
Leamington Spa. 

Ryde Electric Lighting | Ryde Electric! Messrs. Clarkson and 


Westminster, S.W. 


Messrs. Smith, Pin- 
sent & Co., 6, Ben- 
nett's Hill, Bir- 
miagham. 


Order. The Borough сї Light and Power; Toovey, 98, Great 

Ryde. Company, Ltd. Tower Street, E. C. 

8t. Albans Corporation The Corporation. Messrs. Rees and 

Electric Lightiog Order. | Frere, 5, Victoria 

The City of St. Albans. Street, Westmin- 
ster, S. W. 

Bt Anne's- on -the- Sea | The Urban Dis- Messrs. Baker & Co., 
Electric Lighting Order. , trict Council. 22, Great George 
The Urban District of Street, Westmin- 
Bt. Anne’s-on-the-Sea. ster, S.W. 


Shrewsbury Electric | The Corporation. | Messrs. Sharpe & Co, 
Lighting Order. The 9, Bridge Street, 
‚ Borough of Shrewsbury. Westminster, S.W. 


Smethwick Electric Light- | The Urban Dis- Meesra. R. W. Cooper 


ing Order. The Urban trict Council. and Sons, 5, Vic. 

District of Smethwick. | ! toria Btreet, West- 
minster, 8.W. 

Btoke-upon-Trent Elec- The Corporation. | Mesere. Sharpe & Co., 


9, Bridge Street, 


tric Lighting Order. | 
Westminster, S.W. 


The Borough of Stoke- 


upon-Trent. 

Warrington Electric | The Corporation. | Messrs. Baker & Co., 
Lighting Order. The 22, Great George 
Municipal Borough of | Street, Westmin- 
Warricgton. | ster, S.W. 

West Bromwich Corpora- | The Corporation. | Messrs. R. W. Cooper, 
tion Electric Lighting and Sone, 5, Vic- 
Order. The County | toria Street, West- 
Borough of West Brom- minster, S. W. 
wich. | 


Westgate - оп - Sea Parish | The Isle of Thanet R. E. H. Fisher, E- q., 


Electric Lighting Order. Rural District 9, New Inn, Strand, 
8 Parish of Westgate- | Council. W.C. 
on- Sea. 


Weston-super-Mare Elec- | Weston-super-Mare Messers. Robbins, 
tric Lighting Order.’ Electric Light and Billing & Co., Surrey 
The Urban District of | Power Syndicate. | House, Victoria Em- 
Weston super-Mare. { bankment, W.C. 

Weymouth and Melcombe The Corporation. Messrs. Dyson & Co., 
Regis Electric Lighting | ! 9, Great George 


Order. The Borough Street, Westmin- 
cf Weymouth and | мег, S.W. 
Melcombe Regis. 

Whiston Rural District The Rural District. Sydney Morse, Esq., 
Electric Lighting Order. Council. 4, Fenchurch 


! 
Tne Rural District of | | Avenue, E.C. 
Whiston. | 
Willesden Electric Light- | The Urban District | Messrs. Holmes, 
iog Order. The Parish | Council. | Greig & Greig, 18, 
of Willesden. | Abingdon Street, 
| Westminster, S W. 


ON THE EXTERNAL FIELD OF HELICALLY 
MAGNETISED RINGS.” 


By W. M. MORDEY. 


Он the subject of some experiments by the present writer relating to 
on armature conductors, enclosed or nearly enclosed in iron, 
Prof. H. du Bois contributed an article in the Electrotechnische 
Zeitschrift of August 19th last, in the course of which attention was 
B directed to a phenomenon of ring magnets. Prof. du 
1$ writes: — 4 ring - magnet erperiences a side thrust when in an 
external field whose lines of force are in the same plane asthe ring: and 
CR versely it exerts а thrust in the opposite direction upon the supporter of 
the external field." This deduction,” he adds, 80 astonisbiag at 
first sight, I have proved to be verifi.d by experiment.” As its author 
gives the emphasis of italics to this passsge, it may be well to submit 
what appears to be the explanation, as the present writer chanced to 
come across the effect in question a good many years ago. It is, as Prof. 


* From the Philosophical Magazine for December, 1897. 


da Bois eays, rather astonishing at first sight, but the explanation 
seems to ba quite simple. The external field is caused by the 
advanciog or longitudinal constituent of the helix. Magnetically a 
helix traversed by current acta as a series of rings, but, in addition, it 
has a minor magnetisiog effect, at right angles to that of the rings, 
due to the advance of the conductor from end to end of the helix. 
Thus, a helix bent iato a ring or wound about an annular core, forms 
an endless or ring-magnet when traversed by carrent. Butinaddition 
to this main effect, the faces of the ring, regarded axially, present 
N. and S. polarity respectively, the whole closed helix acting exter- 
nally (so far as this subsidiary effect is concerned), and as regards 
external fielde, as a simple loop or ring of conductor carrying current. 
This may be illustrated by & lines-of-force figure, taken from a ring 
helically wound with a single layer of winding. In such a figure, the 
lines of forca radiate from the centre or axis of the ring at right 
angles to the axis of the spiral—they represent portions of closed 
lines of force which enclose the axis of the spiral. Ina helix wound 
with two layers, one for ward, the other back, the external magnetising 
effect due to this cause is nil’. In а single layer (or simple) helix, this 
external effect may be neutralised by returning the wire along the 
axis of the helix. | 
. A simple straight helix acts externally as a straight conductor. 

A flat spiral acts like a disc or wheel, or as a number of radial 
conductors in one plane traversed by current passing from or to the 
centre. ` 


UNIONISM IN 1851. 


Engineering has boen raking up records of the old unionism which it 
bas lately been the habit to extol as something very superior to the 
new unionism. Our contemporary shows clearly that in the year 
1851 matters were much as they are to-day. A manifesto of December 
24th, 1851, is quoted. It might have been penned by Mr. Barnes. 
Interference with, or dictation to employers, is specially disclaimed, 
but overtime and piecework is demanded to be abolished, and there 
are the stock arguments as to the injury to health and the inter- 
ference with the intellectual and moral growth of the men. 

There was a lcckout in 1852. This was the immediate outcome of 
a Masters’ Federation, resulting from an attempt to com an 
Oldham firm to abolish piecework, and to stop the working by one 
man of more than one machine, and also to stop unskilled labour. 
The lockout was announced for January 10th, 1852, the strike having 
taken place on January Ist. 

In every detail the dispute proceeded on all fours with the present 
one, save that the Employers’ Federation only re-engaged men who 
would forawear the union, andthe union was fairly well smashed, the 
lockout lasting until April. All its funds had gone, but it lost few 
members, only some 200 between January and June of 1852, though 
by the end of the year its members had fallen off by about 2,000, or, 
вау, 20 per cent. The same demands by the men, and the same 
examples of interference, seemed to characterise this earlier strike, 
and the special vigour of the attack upon employers caused them to 
combine. But what was the final result? In 1855 the A.S.E. was 
again as strong as ever, but the Employer» Federation had perisł ed 
of atrophy, ite unite reverting to their state of selfish isolation. 
Thus it was that in 1872 the plau of crushing employers in detail was 
enabled to secure victory. 

Oar contemporary quotes Tae strong man armed keepeth his goods 
in peace," and the unionists know this, and have kept the fact in 
view for 50 years, keeping their eye for ever on the goal, undiverted 
by victory or defeat. In 1851 they snatched fora priz3 and missed 
it. In 1872 they got their prize. They have probably missed their 
game this time, but if the employers disband, they will surely try 
again. Bat things to-day have one great difference. Foreign com- 
petition is now with us. Previously it has been an entirely negligible 
quantity. It is so no longer, and it is to foreign competition acting 
on the employers that federation has been brought about. The 
objections in the past to the men’s interference have been based on 
the difficulty of &curing correspondingly increased prices for manu- 
factures. But the increased price had to be paid, and was paid. 
To-day the increased price cannot ba asked, but the foreigner will get 
the work. Hence the Federation, and the certainty that no longer 
can the policy of dawdling over work be carried on. The operation 
and details of the present strike may resemble those of 1851-2, but 
the environment is now changed, and though eight hours will come 
about in its proper time, it will not be belore workmen understand 
the necessity of maintaining output—not of keeping it down. 


A NEW TRANSMISSION DYNAMOMETER.* 


By W. E. DALBY, M. A., B. Sc., Assoc. M. Inst. C. E. 


In transmission dynamometers in which the deformation of a spring 
was used to measure the work being transmitted, the mechanism 
might be divided iuto two parts: (1) The measuring- springe, and the 
apparatus fixing them to the several parta of the dynamometer; and 
(2) the apparatus used to measure the deformation of the spring. 
The paper treated of a new device for measuring the deformation of 
the spring. 


* Institution of Civil Engineers, December 21st, 1597. 
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The deformation of the spring was in general communicated to two 
pieces of the dynamometer, causing relative angular displacement 
between them. Thus, if one end of the spring was fixed to a pulley 
and the other end to the shaft on which the pulley was mounted, the 
relative angular displacement would be between the pulley and the 
shaft. To measure this whilst the pulley and shaft were rotating, a 
sprocket-wheel was fixed to the pulley and another of equal diameter 
to the shaft. Over these an endless band was placed, arranged to 
form two loops, the parts of the band forming one loop leading the 
one to the sprocket-wheel and the other to the opposite side of the 
other sprocket-wheel. In these loops were placed guide-pulleys, 
mounted in frames, constrained by a slide to move in the direction of 
the band. A relative angular displacement of the sprocket-wheels 
was necessarily accompanied by a relative linear displacement of the 
guide-pulleys in the loops proportional to the torque acting between 
the sbaft and pulley, aud by suitably calibrating a scale to measure 
their distance apart this torque, or change in torque, might be read 
off directly. 

To obtain a good fit, and yet at the same time avoid any sticking 
of the slide, the frame carrying the guide-pulleys had only six 
properly arranged points of contact with a group of three bars form- 
ing the slide, and to control the motion of the pulleys in any position 
and constrain them to follow the motion of the loops, a spring was 
arranged to act on a cord connecting the two frames in such a way 
that the guide-pulleys were always compelled to sit in their respec- 
tive loops, the tension on the spring causing them to do so, being 
constant. 

T хо dynamometers bad been made on these principles for the 
engineering laboratory at Cambridge. One was arranged on a main 
driving shaft, the dynamometer being formed by connecting a pulley 
driving a dynamo to the shaft by means of a spring, a sprocket-wheel 
was fixed to the shaft, and another of equal diameter was fixed to the 
pulley-boss. An endless steel band passed over the sprocket-wheels so 
as to form the loops described was used to operate two guide-pulleys 
mounted in frames, free to slide in the direction of motion of the 
band. This, the apparatus for measuring the torque, was placed 
several feet below the shaft in a convenient place for observation. A 
second dynamometer was made on the same principle, but arranged 
to be self-contained. Any machine could be driven through it, and 
the power given to the machine directly observed. The dynamo- 
meter was used to measure the power given to a dynamo. Measure- 
ments were made of the work required to overcome the belt friction, 
journal friction, of tbe work lost in hvsteresis and eddy currente, and 
of the efficiency of the dynamo at different outputs. 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS.—1007. 


(Compiled expressly for this journal by W. P. Tmowrsom & Oo., 
Jlecirical Patent Agents, 899, High Holborn, London, V. O., to whom 
all inquiries should be addressed.) 


30,065. “Improvements in key switch holders for incandescent 
вос lamps.” J. M. Huisman and Н. О. Govern. Dated December 

th. 

30,085. “Improvements in electrical contact devices." B. Dovrsm 
and H. V. THIBKELL. Dated December 20th. 


80,089. An improved process for preparation of an electric 
paste accumulator.” E. Koser. Dated December 20th. 

30,185. An improvement in vehicles driven by oil engines in 
connection with electric motors actuated by accumulators.” A. L. 
Fyre. Dated December 20th. 

30,157. “Improvements in and connected with the manufacture 
of electrical cable or conductor conduits.” A. Мовкев and F. J. P. 
CHEESBROUGH. Dated December 21st. 


30,205. “Improvements in coin-controlled mechanism for elec- 
tric and other meters" W. Е. Brownz. Dated December 8186. 
(Complete.) 

30,211, “ Improvements in and relating to insulating blocks for 
electric conductors." W. P. THompson. (J. Jungbluth, Germany.) 
Dated December 21st. (Complete.) 

30,221. “ Ап improved electric fuse and machine for the manu- 
facture thereof." N.Scumirr. Dated December 21st. (Complete.) 

30,246. "Improvements in arc lamps for projection.“ L. STUART 
and J. Н. Banton. Dated December 21st. 

80,247. An improved centreing motion for arc lamps and lime- 
light jets." J. Stuart and J. Н. Banton. Dated December 21st. 

30,253. Ап improved electro-chemical explosive device.” H. H. 
Lake. (G. Cornara, Italy.) Dated December 21st. | 

30,256. “Improvements in electrical resistances.” A. J. MAR- 
QUAND and F. G. TREHARNE. Dated December 21st. 

30,259. “ А method or methods for controlling a mechanism or 
mechanisms bv means of electric or electro-magnetic waves of high 
frequency.” E. WI SON ard О. J. Evans. Dated December 21st. 

30,264. Improvements in and relating to windings for polyphase 
machines" THE British THoMSoN-HousroN Company, Limitep, 
and Н. M. Новлвт. Dated December 22nd. (Complete.) 

30,275. “Improvements in dynamo-electric machines.” 
Weaver. Dated December 22nd. 


T. E. 


30,277. “A porcelain insulator disc for capped incandescent lamp- 
holder.“ W. D. HassALL. Dated December 22nd. 

30,295. “The automatic locking lever and lifting lever combins- 
tion for electrical lifts, cranes, or other machinery.“ C. E. B. Horr. 
Dated December 22nd. 

30,299. Improved means for making electrical connections upon 
railway trains.” J. E. Оосктовтн. Dated December 22nd. 


30,341. “Improvements in and relating to electric smelting 
furnace." W. ANTBOBUS. Dated December 22nd. 
30,347. "Improvements in electrical arc lamps.” E. P. L. Mons 


and L С. A. Роттівв. (Date applied for under Patents, &c , Acts, 
1883, Sec. 103, November 3rd, 1897, being date of application in 
France.) Dated December 22nd. 

30,364. ''Imprevements in phase transformers for electric currents 
and the application of the same to monophase electric motors.” 
E. B. WEpxkogr. Dated December 22nd. 

30,393. “ An electro-mecbanical dancing marionette figure in com- 
bination with rubber rotating sphere for advertising purposes and 
Buch like.“ J. G. Kwragr. Dated December 23rd. 

80,441. “Improvements in primary and secondary galvanic 
batteries." C. L. В. E. Mences. Dated December 23rd. 

30,445. “ Apparatus for simultaneously connecting a number of 
pairs of electric conductors." Sirmens Bros. & Co., LIMITED, and 
E. Horwxzs. Dated December 23:d. (Complete.) 

30,447. “ Improvements in supplying electrical energy to railways 
worked by alternating currents.“ Siemens Bros. & Co., 
(Siemens & Halske, Actien-Gesellschaft, Germany.) Dated December 
23rd. 

30,470. “An improved electricity meter shelf-fixing, or box and 
main connection board or box combined.” F. W. E.Jomms. Dated 
December 24th. 

30,76. “Improvements in and connected with electric traction.” 
H. W. Нанрсоск and A. Н. Dykes. Dated December 24th. 

30,494. "Improvements in the armatures of induction motors.” 
W. L. Wise. (The Maschinenfabrik Oerlikon, Switzerland.) Dated 
December 24th. 

30,544. "Improvementa relating to the electric welding of tubes 
and to apparatus therefor.” О. PanmPABT. Dated December 24th. 


ELECTRICAL PATENTS OF 1884, EXPIRING IN 
JANUARY, 1898. 


We are informed by Messrs. W. P. Thompson & Oo., that about 
90 applications for electrical patents were filed in the month of 
January, 1884. Only two of the patents granted for these applica- 
tions have been maintained to ran their full length of term, vis, 
14 years, and being of some interest we give short abstracts below. 


551. “ А new or improved process and apparatus for the extraction 
of metals from their chlorides or fluorides.” L. A. Оватн. (R. 
Cratzee, Hanover, Germany.) Dated January 8rd, 1884. The object 
is to obtain metals from their chlorides or fluorides. The metallic 
melting pot used contains an insulating case with which it communi- 
cates by means of holes; this case contains the positive electrode 
while the melting forms the negative. Rods of the metal, to be 
reduced with carbon, are placed beside the positive electrode in the 
insulating case, an inert or reducing gas is brought to the pot, which 
is provided with an outlet. The chlorine or fluorine passes out of 
the insulating case through a pipe near thetop. 2 claims. 


2,285. ‘Improvements in holders for incandescent electric lamps.” 
C. DABNFELD. Dated January 28th, 1884. Consists of the construc- 
tion of holders for incandescent electric lamps, the object being to 
enable the lampholders to be conveniently screwed on to gasoliers, 
chandeliers, &c., to fit the conducting wires in the lampholder in а 
commodious way, to protect the вате from contact or any exter 
disturbance, as well as to fix the lamp itself into the holder in the 
simplest way ensuring contact with the conductor. Sclaims. This 
patent was amended on February 6th, 1890. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any of these Specifications may be obtained of Messrs. W. P. 
Tuomrson & Oo., 822, High Holborn, W. O., prios, post fres, 94. 
(in stamps).] | 


1896. 


16,270. "Improvements in secondary electric batteries.” М. O. A. 
Gannzav. Dated July 22nd, 1896. The plates or electrodes 
consist of a grid or framework, each rectangular space in which is 
filled with strips of lead alternately of а flat and corrugated shape. 
These strips are united across their centre by autogenous soldering. 
The plates are wrapped їп parchment paper and mounted on 
insulating legs. 


17,906. ‘Improvements in crossings of electric conductors for 
electric railways and tramways.” А. T. SNELL, C. E. Gaovs and 
A. F. Hints. Dated August 12th, 1896. Relates to the arrangement 
of conductors at cross-over roads on lines using a three-wire system. 
An insulated conductor at the crossing is placed above or below the 
working conductors, and electrically connected permanently, 
through switches, with one side of the system, and the current 18 
taken to the locomotive or motor vehicle through additional brushes 
and switches thereon. 
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THE STRIKE. 


ONE is apt to lose sight of the heart of a matter which is 
daily encumbered with so many side issues. The recent 


Conference proved a deplorable failure, but it has been of 


service, It has shown the general public who are at all 


interested in the question that the engineering employers 


have all along meant what they said when they declared they 
would not budge on the question of hours and of manage- 
ment. The public have also been made aware that the 
men’s representatives accepted everything except the 54 
hours, and would have ordered the men back to work if the 
hours had been made 51. The public are thus face to face 
with the plain fact that the only point at issue in the 
opinion of the men’s executive is a matter of three hours a 
week. From what we can gather the publio knows that 
foreigners work more than nine hours a day ; they know that 
in America the Saturday half-holiday does not exist, and 


they are not credulous of the working man when he calls his 


employer a tyrant. For many years the British work- 
man has been the butt of the comic papers, and has been 
chiefly in touch with the public in the form and guise of the 


common plumber. All householders know the plumber and his 


devious ways. Now, would it surprise the general public to 


_ know that the plumber is no worse than any other class; that 


he is the exact counter part of the great democracy of which, 
say, Mr. and Mrs. Sidney Webb write in such glowing terms. 
The plumber is simply & workman who spends as much time 
as he can upon his work, and thus he forms a very valuable 
comparison to lay before the outside public as a sample of 


the type of man which obeys the orders of ы union 


bosses and restricts production. 

We commend, therefore, the plumber in all his parts 
to the sympathisers of the down-trodden and tyrannised 
men a8 a sample of the quality of working against 
which the employers have had at last to strike. The poii- 
tion is now plain. Trades unionism is trying to strengthen 
itself by drawing on its members all over the country, as 
wellas accepting the help of foreign workmen who hope to 
get all the work. Employers have not in the past been prone 
to federate. In doing so they have been compelled by the 
men, and the result has been disastrous to the men, who 
should pause before they give any pretext to the employers 
to similarly extend the area of their federation over other 
than the trades at present involved. We are not of those 
who wish to see too much federation of capital, but we are 
equally averse to see a federation of ignorance, and that is 
what the present practice of trades unionism has come to 
imply. 

It is seid that outsiders see most of a game, and when 
viewed from a distance, no doubt the present struggle is 
seen in clearer perspective than it appears to those of us in 
the midst of it. In the Engineering and Mining Journal, 
a writer, whom we believe to be a man of considerable 
attainments in all commercial and economic matters, looks 
on the employers’ demands under the head of freedom of 
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employment, as the recitation of the alphabet of liberty, and 
when he reads that this is “diametrically opposed to the 
first principles of trade unionism," he throws in his vote 
with the London Times in denouncing these principles as 
opposed to common sense, Similarly, also, he perceives the 
folly of trades union objections to the payment of men 
according to their ability. Yet he is told that this also is 
opposed to the sacred principles of unionism 

He sees in this attitade of unionism the compulsory dis- 
charge of the aged, the infirm, and the cripples, just as we 
have often pointed out-—the abolition, in fact, of the natural 
kindly sentiment we all recognise in the presence of the one- 
armed gatekeeper. We well recollect in our own apprentice- 
ship days the face and figure of the old fellow whose name 
we have forgotten, who sat all day on a block of wood fishing 
with a magnet in a tray of gunmetal turnings extracting the 
iron. What it cost to olean this gunmetal was never 
counted, but it would have paid the firm to throw it away 
and discharge the man. | 

The American writer sees that trades unionism is to-day 
foreign in its aims and purpose from its original inception, 
He sees how unionism has encroached upon the rights of 
free contract, and has violated the economic law. He sees 
that its demands have only stopped short of direct stoppage 
of business, and that employers have been assumed:to Le 
‘capable of affording all they have conceded to extortion. 
He states plainly that trades unionism is undermining the 
prosperity of Great Britain by ite short-sighted selfishness. › 

Commenting upon the truculent statement of the men 
that if they do drive away English trade they will follow it 
abroad, he saye if they follow it to America they will have 
-to be very different in their behaviour to secure steady 
employment. They will be glad to work 56 or 60 hours a 
week, and will speedily be walked out (they say fired out in 
America) of the shop if they stick at attending several tools 
at once, while if they loaf about filing or ecraping they will 
not be asked too often if they intend to work all week on a 
two hours’ job. He concludes that the strikers have run 
against three great first principles which can be warranted 
to stand the shock, namely :— 

(1) Whoever demands more than justice will ultimately 
fail, and may even as a penalty of failure get leas than 
justice. (2) Destroying the trade of a country is not the 
way to improve the condition of its operatives. (3) There 
are two sides to the labour question; and it is high time to 
consider not merely what the employer pays, but also what 
he geta for his money. - | бо. ; 

Mr. Benjamin Taylor, who writes on The Blight of Trades 
Unionism,” thoronghly denounces its aims and practices. 
In an article in Cassier’s, in which he reviews British labour 
conditions, he give a concise résumé of the history of trade 
disputes during the past few years. “ Whom the gods wish 
to destroy they first make mad” was never во applicable as 
to the practices of trades unionism. Most of the disputes 
of late years have been cases of civil wars between different 
unions on questions of demarcation of work. Furies them- 
selves could scarcely compare with the fury of an engineer 
who finds a sinful boilermaker with a file in his hand. The 
different trades unions have fought among themselves over 
these paltry matters without any thought to. the poor 
employer at all, and one is forced to the conclusion that all 
the trouble arises from the officials, who are jealous of each 


other, and endeavour to keep all the work possible for their 
own members in order to prevent other unions becoming 
more rich at their expense. 

There is an important fact, but one sadly overlooked, that 
of the workmen as a whole only about one-sixth belong to 
the unions. We do not learn that the five-sixths are in 
receipt of leas wages than the one-sixth. Yet on the basis of 
“he who is not for us is against us,” we may.conclude that 
the majority do not love the unions, and get along all right 
with their employers. How, then, can the employers be the 
tyrants they are represented to be. The real tyrant is the 
trades union spirit as now understood by the leaders and 
blindly accepted by the men. 

Apart from any smashing of unionism, it is doubtfal if 
the time has not now arrived to utterly annihilate the bogus 
affair which passes for unionism, and make a clean sweep of 
the whole crew who mismanage the union business, waste their 
funds, and bring their members to starvation. If the em- 
ployers as a result of this present struggle only learn not 
to hold a oandle to the devil by giving way upon any points 


"which are opposed to sound business principle, we think 


good will arise. Employers in the past are largely to blame 


for the present condition of affairs. They have given way 


on an infinity of small points, perhaps none of them in 
itself of any serious weight, but aggregating to an immense 
total, and becoming, like Sindbad’s old man of the sea, too 
burdensome to carry further, 

Trade union tyranny has become a grinding tyranny; its 
members have, as a mass, lost all sense of honour and manli- 
ness. For exclusiveness, they have excelled the old guilds, 
whose tactics ruined the great cities of the middle ages. In a 
free country there iz, and ought to be, perfect freedom to com- 
bine for lawful objects; but it is contrary to the principles 
of freedom for a combination to limit the freedom of the 
ontside individual, and to set up lines of demarcation, or use 
immoral methods of suasion. There must be something 
rotten in present day unionism, when the ordinary police are 
unable to preserve every man in safety who is endeavour- 
ing peaceably to earn his living. If trades unionism 
cannot exist without such immoral means, the sooner it is 
destroyed the better will it be for all The sober and 
industrious will profit in larger wages. The drones of the 
hive will perhaps be driven to mend their ways, and so far 
will also profit. The only losers will be the fanatics who 
lead the men in the ways of destruction, and run them 
against the rocks of the unshakeable principles of truth. 


Wattage of Lamps.—The Canadian Electrical News 
drawa attention to the wattage of lamps as a matter in which 
а saving might be effected by central stations. Lamps can 
be obtained of 60, 54, or 50 watts each. In an average 
1,000 light plant probabiy an average of 6,000 lamp hours 
per night are supplied. The difference between using 50 
watt lamps and 54 watt lamps is 24,000 watt-bours nightly, 
which is almost 50 horse-power-hours. Patting this at ite 
coal equivalent shows that 50 watt lamps will save about 
23 tons yearly over 54 watt lamps, and at $3 this means $69 
yearly. In order to use 50 watt lamps it is absolutely neces- 
вагу to have a very close voltage regulation, and this can be 
effected by a liberal use of copper and careful attention. 
Five per cent. interest on $1,400 is $70, and this liberal use 


of copper will not cost $1,400, so that a net saving will 


result, not to speak of the increased lamp capacity of the 
machine. 
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SOME NOTES ON SINGLE-PHASE MOTORS. 


Bx А. C. EBORALL. 


THE position of the single-phase motor has very greatly 
improved within the last two . Three years ago there 
were very few motors available, and these had many defecta, 
both iu starting and running. This is no longer the case, 
several types, whose performance leaves little to be desired, 
being on the market at the present time, That being s0, it 
has occurred to the реш writer that the publication of 
some recent notes of his, bearing on this subject, might 
possibly be of interest. 

The single-phase motors now on the English and Conti- 
nental markets may be conveniently divided into the follow- 
ing broad divisions :— | | 

I.—Constant magnetic field motors. j 
II.—Aernating magnetic field motors, and 
III. - Induction motors. | 


I.—Constant Maanetic FIELD MOTORS. 


. The reversed alternator, which is a typical 
example of 9 clase, a the nature of А design and 
operation, of but very limited application. е complica- 
tion of the exciter, and the ыу of bringing the motor 
up to speed, and synchronising it with the line current 
before switching-in, precludes ite use in most situations where 
electric power is required. Of course, once having got it 
running on the load, such а reversed alternator makes a 
splendid motor for large powers, superior probably to any 
other, as it possesses ithe best of regulation, high efficiency, 
and high power factor, combined with an ability to stand any 
usual overload. Such & synchronous motor also possesses the 
very valuable property of acting а a “ phase-reotifier,” the 
power factor of the line being improved by simply regulating 
the motor fields—giving it тоге excitation than it actually 
needs for the load, and which is equivalent to the effect of a 
condenser of large capacity in the circuit. Of: course, the 
over-exciting of such a motor muet naturally not be pushed 


too far, else it may have the effect of causing the motor to 


run out of step, even when underloaded. 

In docordance. with what has been said above, synchronous 
motors of this character have been little used, owl to their 
difficult opsration. In America, one or two installations 
have been laid down, principally for mill driving, and there 
are also several on the Continent. The methods of starting 


usually employed are:—(1) Running up the generator and. 


motor together, giving the latter a start’ by hand, and 
exciting the fields from a few accumalatore, or (2) run- 
ning the direct coupled exciter as a motor from a storage 

of small dimensions, and which may also’ tempo- 
rarily excite the fielde, thus bringing the main unit up to the 
necessary speed ; or, lastly (8), running up motor and exciter 
by means of one of the self-starting single-phase motors 
presently to be described. In each case the main unit must 


start on a loose pulley—and in each case complication and 


expense. 
| it may be remarked in passing, that all the later installa- 
tions of this class have been laid down with polyphase 
‚ a8 their performance is in every way as good as 
that of the single-phasers, while at the same time less copper 
is еш in the line, they are easier to start, and con- 
siderably cheaper. Their phase-rectifying properties are also 
good—in this connection two important Swiss power installa- 
tions may be instanced in which these properties are satisfac- 
torily utilised—one, on the Hochfelden: Oerlikon transmis- 
sion, the other the Bremgarten-Ziirich line, in each case 
three-phase synchronous motors rünning light and much 
over-excited, helping to annul the inductive drop produced 
B муаш motors running on the same circuit. In 
last example the motor is of 250 H.P.—but its use is only 
rendered necessary by reason of the poor regulation of the 


Seeing that single-phase reversed alternators make such 
at motors when once running, it is not surprising to find 
„шапу attempts have been made to make them self- 
starting without the aid of external devices. These attempts 
have invariably taken the form of laminating the fields, and 
passing the supply current both through them and the arma- 


ture at starting, thus causing the motor to run up to speed 
as an ordi series or shunt-wound motor. Synchronism 
haviog been attained, the line current would be switched 
on the armature, and the fields excited by means of a 
direct current derived from a small commutator placed 
on the end of the shaft, and which is in electrical connection 
with the supply leads. Tu. 

Probably the first commercial motor of this type was one 
made by. Мей. Brown, Boveri & Co., four or five years 
ago, and the principle of which is indicated in fig. 1. The 


stationary armature is hole wound with rectangalar coils 
connected in series, producing N. and 8. poles round its 
inner periphery. The rotating field magnet is built up of 


star-shaped stampings, the windings being on the ipei of 


the star. These windings may be either series 
or in two parallels, the two free ends being brought through 
the shaft to an overhung commutator on one end of it. This 
commutator has four segments, but opposite segments are 
connected together (they are one casting, in fact), so that it 
is virtually a two-part one. Two brushes on а rocker at 90° 
apart lead the current to it. 

The mode of starting up is as follows:—A resistance being 
iu circuit with the fields, the latter are put in parallel with 
the armature, and the combination switched on the mains. 
The motor brushes are then shifted right forward through 
90°—this being done in order to have the field current in 
the correct phase with regard to the armatnre current. The 
motor wil now start to run up, opsrating jas an ordinary 
shunt motor, and emitting a peculiar note, which changes in 
tone as the speed ap es synchronism. When хау пеаг 
8 synchronous , the tone will change to unmistakeable 
beats. On these being heard, the field resistanoe is cut out, 
and the fields put in parallel with one armature coil, when 
the motor wil] run right into step and can now be loaded up. 
The fields are now, of course, receiving a direct current from 
the commutator. As to the position of the brushes—they 
are right back at this synchronous speed—they having been 
gradually shifted back as the motor ran up. 

The sie чы of starting as described above is not nearly 
во comp as it sounds, one switch shifting all the con- 
nections. In order to avoid an excessive current consump- 
tion at starting, such motors were usually started with an 
auto-transformer, or equivalent device. 

It may be of interest to enumerate the many defects of 
this type of motor, and their causes. 

Let the case be considered of the motor starting—an alter- 
nating current is running through both fields and armature. 


Now the self-induotion of these is widely different, and hence 
the lag in the armatore circuit is quite different to that in 


the field circuit. It follows from this that the torque 
exerted between the two is necessarily insignificant, because 
the armature current may have its maximum strength at a 
time when the magnet’s field is quite weak. Hence the 
motor must start on a loose pulley. 
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If the brushes on the commutator are not in the right 
position, the motor will not start at all, for the reason given 
before. They must be right forward, and as the motor 
comes up to speed, gradually shifted back. This is done to 
the accompaniment of a great deal of sparking, which, how- 
ever, practically ceases when the motor is running synchron- 
5 М abus Я = 

gain, owing to the considerable air-gap reg 
a field magnet, and also to the form Ky the latter, there is 
considerable magnetic leakage at all loads, but especially at 


starting and heavy loads. As a result the power factor of 
such a motor is never high, and sometimes a very small 
quantity indeed. | 
_ Overloading a motor of this type to any extent is an 
үн i as it falls ont of step, principally owing to 
eakage. 

To sum up the disadvantages of this type of motor :— 

1. It must start on a loose pulley. | 

2. It has dead points at starting. 
. 8. The brushes must be manipulated during starting. 

4. There is considerable sparking at all stages of the 
starting operations. ! 

5. It is very liable to burn out. 

6. Ite power factor is low. | 

d x с һе 5 to any extent. 

It could not be commercially operated at any frequenc 

greater than 60 ~. a id шек 


КОТ 


L 
Q 


Fd. 3. 


The efficiency of these motors can be made high, and this 
is about the only virtue they have. Owing to their many 
defecte, Messrs. Brown have long since given up their manu- 
facture, but motors identical in design are used for driving 
the Ferranti rectifiers, and possess all the faults mentioned 
above to a.larger or smaller extent. 

Messrs. Ganz & Co., of Buda-Pesth, and the Fort Wayne 


Company of America, have also worked at the problem of 
making a synchronous motor self-starting, and have met with 
a considerable amount of success. The motor of the latter 
company well merite description, as, taking it all round, it 
is certainly one of the best single-phase high пишу 
motors on the English market at the present time. Fig. 2 
is в scheme of the windings and connections, and fig. 3 
shows the pattern of core disc used for the armature. 


(To be continued.) 


ELECTRIC RAILROADING. 


A соор deal of nonsense has been uttered from time to time 
in connection with the development of electric traction for 
heavy railroad work, and (even ignoring the preposterous 
dreams of ordinary newspaper men who gaily throw steam 


locomotives on the scrap heap, and clamour for 150 miles an 


hour on our present railway tracks) those who presumably 
ought to know better, have too often been guilty of claims 
for which no sound basis can be shown—notably by empha- 


sising the so-called fuel economy of stationary compound 
4 Dtained from 


condensing engines as com with resulta o 
the av steam locomotive. They forget that the coal 


erage 
bill isn’t the only or the chief part of a railroad’s expense 
account. 


There is, however, on the other hand, no reason why elec-: 


trical engineers should go ont of their way to find fault with 
electric traction because it apparently cannot, all at once, 
replace the use of steam looomotives; plenty of people— 
outsiders—will be ready to discount the advantages of elez- 
5 any help or encouragement from those pre- 
sumably engaged in advocating its use. We do not, therefore, 
quite see the object of Dr. Сату T. Hutchinson in his recent 
remarks before the New York Railroad Olub upon the 
engineering side of the application of electricity to standard 
railroading; at any rate, his remarks would certainly not 


apply in this country with the force that they may have in 
the States. 


He thinks that the application of 5 to trunk - line 

service is no nearer than it was at the time of Edison's first 

locomotive! By this, of course, he does not imply that 

electrical appliances have not improved, but that the oondi- 

tions of railroading have continuously become more onerous; 

ка trains are heavier, express trains are faster and more 
uent, &o. | 


stated, this may hold for lines and railway systems | 


like those in the States, where single track is common, and 
trains are all sandwiched in together on the one track. With 
us it is becoming a matter of necessity to have a four-track 
line, with se tracks for goods or slow ger, and 
express services. The more frequently, : fore, that 
reeses run under such conditions, the more economical 
would be the use of electric traction for such а service. 
Moreover, except for the first cost of motor pan, there 
seems no reason why still greater economy should not follow 
from the employment of electricity for heavy goods service 
also. It is because the a engine has a consider- 
able amount of shunting and odd jobs of a similar kind to 
perform, that it manages to burn so much coal in comparison 
with its straightaway train mileage. | 
Therefore, if the goods servioe were also operated by elec- 
tricity, the ссе part of the generating plant would be taken 
iding current for work of this kind, going on for 


the Great Western, or the Midland, to discard offhand all 
their fine steam looomotives, and increase the capital accounts 
by many millions to provide for power houses, third rai 


` 
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motor cars, and electric locomotives; nor yet has anyone ever 
Mop tolight the whole of one big city simultaneously 
y means of a single enterprise. The analogy is confessedly 


not exact, but there is much truth in it, and a step-by-step 


pone to maximum results may jast as conceivably follow 
rom care in choosing the best railway lines for immediate 
equipment, as in choosing the best areas for lighting, 


NEW MODELS OF THE LALANDE OXIDE 
OF COPPER BATTERY. 


THE Lalande battery is well known to our readers,“ and its 
inventor is continually making fresh improvements upon it. 

The new models, which are simplified and reduced in 
price, constitute a very important improvement on the old 
types which were much appreciated ; they enable vs to avail 
ourselves in all security and without risk of accidents of the 
remarkable advantages of this battery, which only consumes 
its products in proportion to the work furnished; viz, 
enormous electrical capacity, great output and long duration, 
perfect constancy. b 

The oxide of copper i8 contained in cylindrical jars of per- 
forated sheet iron enclo:ed in a porous substance without 
апу appreciable resistance; the result is that the metallic 
deposits on the zinc are almost entirely suppressed, short 
circuits being thus absolutely avoided. 

The zince, which are simplified in form, are cylindrical in 
shape, and are hung from the sides of the glass jars. The 


Ета. 1.--Імрвоткр ELEMENT, 1897, Laram ТУРЕ. 


glass jars of the large and medium types are moulded by the 
Appert process, and are very strong. 

The charges of 
in tins with hermetically-sealed lids, which ensures their pre- 
servation for an iadefioite period. Moreover, the dissolu: 
tion of the h is effected very easily and quickly, without 
any manipulation and without risk. To obtain it, we pierce 
with some sharp instrument, one or two little holes in the 
bottom of the tin opposite the lid; we remove this lid by 
prising up the projecting rim with a screwdriver, or some 
other instrument, and replace it by a perforated lid (accom- 
panying each tin), which is fixed in place by a few blows 
with a hammer. The vessel containing the battery having 
been filled with the proper quantity of water, the tin of 


* See L'Electricien, 2nd series, Vol. i., 1891, p. 409. 


potash for the different types are contained 


potash is put in upside down, being held to the top by a rod 
of any kind, a pencil, for instance, which is ds through 
the ring that is soldered on to the bottom of the tin, and 
rests on the sides of the glass vessel. The water enters the 
box through the perforated lid, driving out the air through 
the holes in the bottom, and soon dissolves the potash which 
sinks to the bottom of the vessel. When the dissolution is 
finished, the tin is taken out and thrown away (first shaking 
it to make eure that it is empty); the liquid is then very 
carefully stirred by means of a rod. Then, when the elec- 
trodes are put in position, the battery is ready to work. 

In order to provide against accidents that might be caused 
in rooms, for instance, by the breaking of the glass vessel 
containing an element, a protective case of tin may be used, 
into which the glass vessel can be slipped. Then, in case of 
breakage, the potash їз retained without the function of the 
element being interrupted. 

The large type element (fig. 1) (total height, 37 m.; 
diameter, 18; capacity, 600 ampere-hours; internal resist- 
ance, ‘03 ohm; continuous normal output, 5 to 6 amperes; 
forced output, 15 to 20 amperes), comprises а glass vessel, A, 
a cylinder of amalgamated zinc, z, which is suspended to 
the sides of the vessel from a hook, B, fixed to the conducting 
plate, с, and a depolarising cylinder of oxide of оре D. 
The latter has a conducting pes E, which is bent double, 
and on which is fixed a round plate of metal, R, supporting 
four porcelain insulators, I, I, I, I. | 


LER M. ^ 


Fia. 2.—IwPROovED ELEMENT. 1897, Мерісм ТҮРЕ. 


The cylinder, with its insulatora, is supported by a metal 
cross-piece, F F, provided with a Ton G, which passes into 
& hole in the conducting plate; the insulators keep the elec- 
trodes equally distant from one another. 'The current is 
taken from the terminals, н and к. The medium model 
(fig. 2) (total height 325 m., diameter 15 m., capacity 300 
ampere-hours, internal resistance *05 ohm, continuous normal 
output 3 to 4 amperes, forced output 8 to 10 amperes), has a 
zinc electrode, Z, similar to that of the large model, and like 
it suspended to the sides of the glass vessel A. The depo- 
larising cylinder, D, is also placed in the centre of the zinc, Z, 
from which it is separated by three insulators, I, 1, I; thi 
cylinder rests on the bottom of the vessel. 

The small type model (fig. 8) (total height *2 m., diameter 
115 m., capacity 75 ampere-hours, internal resistance 25 
ohm, continuous normal output 1 ampere, forced output 2 to 
3 amperes), has a zinc electrode, Z, consisting of a portion 
of a cylinder, and also the oxide of copper cylinder, D, 
opposite to it, suspended to the sides of the glass vessel, 
The zinc is provided with a conducting wire, H, and the 
cylinder of oxide with a terminal, к. 

For the elements to be properly mounted it is n 
that the solution of potash should be mixed with great care, 
and that it should cover the electrodes of the battery to the 
depth of 2 or 8 centimetres, 
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It is advisable, especially for elements intended to last 
a long time, to cover the liquid with a layer of thick 
oil to the depth of half a centimetre. The battery 
requires no other attention; its consumption is only in pro- 
portion to its work. The long duration of the elements, 
which are capable of producing about ten times as much 
work as other batteries, renders its use really economical. 


The electromotive force of the various elements is from 
'8 to `9 of a volt. Two elements have to be used in place of 
a bichromate or a Bunsen element. 

When the battery is exhausted, its various parts, the zinc, 
the cylinder of oxide of copper, and the potash being calcu- 
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Fig, 1. 
lated во ав to become exhausted simultaneously, must be 


replaced. The other parts only can be used again after 
cleaning. | 

The oxide of copper battery is especially suited to all 
applications that require a large output and long duration. 
Amongst the most important ты Do mentioned the use of 
the battery for working the induction coils of gas and 
petroleum engines. Four elements can work the coil of 
an engine running 10 hours a day, for about a year for the 
large type and six months for the medium type. Some 
coils only require three or even two elements. — UN 
PRATICIEN (L' Electricien). à; 


SuB-SrATION TRANSFORMER SWITCH 


SUB-STATION TRANSFORMER SWITCH. 


To reduce as much as possible the serious item of sub-station 
expenditure, and risk of the attendant not being on the spot 
when required, the automatic transformer switch, which is 
illustrated, has been designed by Mr. A. H. Walton, acting 
engineer of the Metropolitan Electric Supply Company, 
Limited. From the illustrations it will be seen that this 
apparatus has in all six switches—one double-pole switch for 
the primary, mounted on an independent marble base; two 


. Bingle-pole switches for short-circuiting the solenoids after 


the switch is brought into action, and three for connecting 


the transformer on the low tension side of a three-wire 


system. Its action will be obvious. 

Fig. 1 isa front elevation of the automatic switch, showing 
the full details of the apparatus as arranged for transformers 
working on a three-wire system, the coils, a a’, being in the 
main circuit, one on each of the outer wires. Fig. 2 shows 
a side elevation of the same. 

Fig. 8 shows point at which the weight operates. Fig. 4 
is a section on line A A, fig. 3. 

a and a’ are electro-magnets, magnetised by the aforesaid 
electrical energy requiring adjustment, having laminated 
cores, № and b’, with projecting pole-pieces, с and с’, suitably 
shaped for attracting the armatures, d and d', which arma- 
tures are pivoted to the pieces, e and e', of the bases, 
f and /, of the electro-magnets. 

The armatures are counterweighted and adjusted by the 
regulating screws, g and g’, which regulate the position of 
the balance weights, Л and h’, these weights being locked in 
gas сше position on the screws by the nuts, 9“, as shown. 

he armatures, d and d', are tongued, as at à", in order to 


72 Wy or #5 
Section et AA. 


Fia. 2. 


engage (when being drawn up to the pole-pieces) with the 
collar piece, у, attached to a spindle, Æ, whose freedom of 
motion through the pillar, 7, is limited by the collar and 
nuts, 9“, as shown; at the same time the armatures, d and d, 
are inoperative until they reach the collar, j, thus preventing 
the uncertain working of the apparatus, and also relieving 
the armatures, d and d, from any friction, and making the 
pull of the magnets perfectly constant. 

т is an adjustable weight sliding on the tongued bar, u, 
and locked by the set screw, 9, as shown. 

This weight is thrown slightly forward, beyond its centre 
of gravity, by the India-rubber stop, р, fig. 2. 3 
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The object of the 
tongue, 0, on bar, 
n, is such that while 
engaging with the 
tongue, J, it pre- 
vents the weight 
falling further for- 
ward by gravity, 
whilst the current 
is gradually ener- 
gising the electrc- 
magnets up to the 
pre-arranged maxi- 
mum at which the 
switch or switches 


is, or are, Bt to 


The bar, n, works 
on a spindle, 9. 
running through 
bearings, 171 er, to 
which spindle the 
arms, $53 8 8 8, are 
connected by pins, 
w, keys, or other 
suitable means. 

The arm, n, is 
free to move on the 
spindle, g, for a 
certain distance, во 
that it may gain 
sufficient momen- 
tum before the 
moment of actua- 
ting the body of 
the arms, s s, on 
either aide of it. 

The method: of 
actuating these arms 
is shown in fig. 8 
and fig. 4, in which 

of each side, n, 
is cut away, thus 
showing engaging 
parts of the arms 
with s s, which are 
Bimilarly treated. 
To one of the arms, 
8, is attached a link, 
v, having a slot, £, 
shown dotted in 


fig. 2; the object of 


this slot is to enable 


the link, v, to close 


the small switch 
shown at æ in figs. 1 
and 2, for olosing 
the primary of the 
transformer after 
the larger switches, 


ууу у, have 
а closed. 


The three switches, 
yyy, when closed, 
introduce the 
secondary of the 
next transformer or 
group of trans- 
formers as previous- 
ly arranged. 

The two switches, 
y у, are for the 
purpose of short- 
circuiting the coils, 
a and a’, after they 
have completed 
their work, thus 
faving any loss of 
energy in same. 

It may thus be 
seen that on any 
predetermined 
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amount of current 
passing thronzh the 
coils of the electro- 
magnets, а and a’, 


their armatures, d 


and d' are drawn 
up immediately, 
thus releasing the 
weighted arm, л, 
which багов freely 
for a limited dis- 
tance on the spindle, 


9. 

Oa the prongs of 
the Ышы ке fig. 3 
and fig. 4, engagiog 
the spindle, g, at 
once turns, and 
being attached by 
pins, w, to the 
arms, § 8 8 8 8 8, 
closes first the five 
larger switches, and 
then by the means 
of the pin and slot, 
t, the small switch, 
, attached to the 
link, v. 

In opening the 
switches the action 
is the same, and the 
larger switches open 
first and the smaller 
switch opens last. 

The chief object 
anl advantage of 
this arrangement is 
that owing to the 
secondary of tha 
transformer being 
cloged first, the rush 
of current which 
would occur if the 
primary were 
switched in first, is 
prevented by the 
iron being mag- 
netised by the 
secondary coil, and 
also sparking is 
greatly reduced 
when transformers 
are taken out of 
circuit. 

The linke, t, 
figs. 1 and 2, are 
insulating pieces. 

The link, v, bein 
metal, is insulat 
from the small 
switch at the point, 
т, fig. 1, by means 
of an insulating 


bar. 

We have had 
an opportunity, 
through the courtesy 
of Mr. Walton, in 
witnessing the 
operation of this 
switch, and it ap- 
pears to possess 
many distinct ad- 
vantages; among 
them may be mer- 
tioned the follow- 

l. The action is 
simple and definite. 
et the switch 

ins to aot, it 
does 80 thoroughly, 
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and there is no hunting,'as is often the case with auto- 
matic apparatus. 

2. The short-cirouiting of the two solenoids ensures that 
no energy is absorbed when once the switch is put on. 

8. In switching iu a transformer, the switch first clores 
the secondary coil, thus magnetising the iron synchronously 
with the incoming primary current. The primary is then 
closed, and by this means there is no rush of current and rise 
iu pressure, which во often takes place if the iron happens to 
be magnetised the wrong way, and which is often the cause 
of the breakdown of large sub-station transformers, especi- 
ally where the working pressure is high. 

4. The switch being essentially a gravity switch, good 
contact is ensured for the secondary switches by adjustment 
of weight as required. 

5. Owing to the particular arrangements already described, 
the working of the magnets is certain, and the moving 
armatures, d d', are relieved from friction. 

By its use one man can look after many sub-stations; all 
that he requires to do being to switch the transformers “off” 
after the load has fallen. In the case of a fog suddenly 
arising, the central station engineer may rest assured that as 
many transformers are switched in as are necessary. and all 
he has to do is to send round and switch them off at his 
leisure. Nor can the attendant err by leaving in too few 
transformers for the load, for then each transformer in turn 
will be automatically switched in by its predecessor until the 

uired load is reached. 

t will be noticed that this switch does not automatically 
cut-out, and no doubt all practical men will agree that, to 
ensure the eub-station being inspected, it is absolutely 
essential that there should be something to do when the 
inspector visits the sub-station. | 

Several of these switches have been erected, and have 
been in daily use, in the sub-stations of the Metropolitan 
Company for many months, and we are informed that their 
working up to the present has been eminently satisfactory. 

The switch shown is designed for use with a 30-kilowatt 
transformer. The manufacturing of these switches is in the 
hands of Messrs. Reyrole & Co. We congratulate Mr. 
Walton on devising so ingenious and practical a piece of 
apparatus, and trust it may obtain the success which it 
merita, 


THE POST OFFICE. 


THE progress which this important branch of the State 
makes from year to year is very gratifying, and although 
there may doubtless be very much to be done in order to 
satisfy the ever exacting public, yet it cannot be denied that 
such progress as has been made is real and substantial. The 
reduction in the ordinary postage rate, in the express parcel 
rate, in the charge for the delivery of telegrams in country 
districts, &c., have been wholesale reforms which should be 
much appreciated. The abolition of certain vexatious 
restrictions have also given much satisfaction, though in this 
respect there is still room for improvement. In regard to 
telegraphic and telephonic progress, the completion of the 
transfer of the telephone trunk lines, hitherto owned by the 
National Telephone Company, took place early in the year 
(1897), so that at the present time the whole of the very 
large network of trunk wires is now exclusively controlled 
by the Department, and the disadvantage d a divided 
maintenance is avoided. The extension of the telephone 
system generally has been continuous, and is still progressing, 
and this, in conjunction with the work in connection with 
the telegraph gyxtem, must have severely taxed the energies 
of the very capable staff forming the engineering branch 
of the Department. 

On April 1st the recommendation of the Tweedmouth 
Commission on Post Office Establishments came into effect, 
but the dissatisfaction which was expressed by a large 
body of the steff resulted in a special committee being 
appointed, which committee recommended oertain modi- 
fications in the original report, and these have been 
carried into effect. The modifications, however, did 
not include any change in the scales of pay which 
the Tweedmonth Committee had recommended. Whether 
these scales are really adequate or not we do not express an 


opinion upon, but in the correspondence which took place in 
our columns on the subject we think it became quite evident 
that the public press had been quite misled as to the real 
facts of the case, and that no attempt whatever was made by 
the agitatore, who must have seen that the public were being 
led astray, to put matters right, as they doubtless would have 
done had the misstatements been to their disadvantage, and 
not to their advantage. The concession of the double incre- 
ment," ie, the grant of an additional increment to those 
telegraphists who should pass technical examinations 
equivalent to the Ordinary Grade of the Oity and 
Guilds of London Institute, and the Pass Grade 
of the Science and Art Dzpartment, has doubtless been 
taken full advantage of, and, considering the by no 
means difficult character of the examinations, а very large 
number of the telegraphists must have received the increase 
to their pay. As usual, however, discontented grumbles are 
heard in various directions, if we are to believe the state- 
ments made in the official organ of the telegraph staff. 
Many of the complaints are obviously absolutely without 
foundation. The authorities, who very property insist that 
the condition under which the additional incrementa are to 
be given shall be a real possession of technical knowledge, 
require the applicants to produce elementary certificates from 
the City and Guilds and Science and Art Departments (the 
certificates not dating back more than five years), or, in the 
absence of these to pass au equivalent Departmental exami- 
nation. Such conditions can certainly not be considered to err 
on the side of severity, especially in view of the fact that 
the reward is an addition to the yearly salary, and not simply 
& £8 or £5 prize, which is the coveted desire of those who 
enter for the City and Gailds examinations. All sorts of 
threats are made that the matter will be brought before 
Parliament, which will doubtless be asked to sanction the 
double increment being granted without any examination at, 
all. Bat, seriously speaking, the general action of the tele- 
graphiste, although it may be justified to some extent, ie, 
if the true facts were known, much more likely to excite 
public indignation than sympathy. 

. In connection with the engineering work of the Depart- 
ment, the construction of the underground line with paper 
insulation between London aud Birmingham will be watched 
with interest. The experiment (if it may be called such) is 
а bold one, but may have important results. 

An interesting experiment in connection with the oon- 
veyance of mails is the employment of steam, oil, and 
electrical vans for the purpose; the experiments so far appear 
to have been quite satisfactory. | 


COST OF CURRENT FOR TRACTION. 


OUR contemporary, the Railway World, is to be compli- 
mented on ita last issue, not only for its excellent appear- 
ance, but also on account of the contents, which include a 
well illustrated and very full description of the Olontarf 
Electric Tramway, and a valuable and well-timed article 
upon “ Tramway Power from Lighting Stations: What is a 
Fair Price to Charge? 

Some criticism of the latter will be opportune at сере 
sent time, and we hope may be appreciated by our readers, 
seeing that the subject is one of increasing: interest all over 
the country. | 

After stating the general position—the whole matter being, 
of course, simply one of bargainiog, of buying and selling—. 
the local authorities or lighting companies naturally desiring 
to obtain the highest possible price pər unit, whilst the tram- 
way companies are correspondingly anxious to pay no more 

current would cost if they generated it themeelves— 
our contemporary proceeds to state the case for each side, 
afterwards summing up with a strong tendency on the whole 


-to a verdict for the tramway companies. 


The objection may bə raised that this is no more than 
might be expected from a traction journal, but it falls witbin 
our province to pose as a disinterested judge in the matter ; 
and we certainly think that no judicial summary and com- 
ment upon evidence could be clearer ог more fair. 

As а mere matter of chronicling figures, our contemporary: 
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first of all gives costs of producing current per unit sold in 
different places, which may be tabulated somewhat as fol- 
OWS :— 


I. Local Authorities— 
S 
(a) Selling over 1,000,000 units per 
annum ds "m æ.. 4 ТЯ 1:03 
(b) Selliag from 500,000 to 1,000,000 
units per annum .. $us e 4 jus 1:95 . 
(c) Belling less than 200,000 units per 
. annum .. sie oes —. 20 - 8:51 
II.—Companies— 
Average cost 
No. (pence). 


(a) Selling over 1,000,000 units per 
п 


annum n T we: d 920 2°44 
(0) S-lling between 500,000 and 

1,000,000 units per anoum ew 3 oo. 298 
(c) Selling less than 200,000 units pe 

annum ini vs s 12 4-26 


Following ou this we have a long statement from the 
manager of a large electric lighting comp ny, whom we have 
not much difficalty in identifying, and who, even apart from 
that, might readily be put down as being engaged in negotia- 
tions for the sale of current to one or more tramways, and, 
therefore, particularly anxious to keep up the price. His 
reasoning is clever, bat we think also very superficial and 
hardly fair, ав he appears to choose out for emphasis the 
eonditions or factors that favour his own side, without 
allowance for those that tell against him. Perhaps one can 
hardly expect impartial judgment from those vitally con- 
cerned in maintaining high prices, yet we cannot too strongly 
urge upon the electric lighting interests that they should 
give all possible assistance to electric traction, inasmuch as 
they should have everything to gain and nothing to lose by 
its introduction. To choke off by prohibitive tariffs any 
efforts to instal electric tramways, wil), to our mind, resemble 
the killing of the goose that lays the golden egg. 
^ The electric lighting manager alluded to is made to say 
that wich a tramway plant the load factor in proportion to 
the total capacity is, as a rule, not more than 50 per cent., 
whilst in a lighting station, taking load to plant capacity 
running it is not impossible nor even uncommon to get 80 
per cent. utilised. Allowing a reserve of half the plant for 
а tramway station (though we don’t see why any greater 
reserve is necessary there than in a lighting station) he con- 
siders that the load factor on the whole machinery in 
working order may for tramway work be as low as 25 per 
cent. 

Even assuming that these fi are correct, it is 
decidedly one-sided to bring them forward in this way with- 
out, at least, some mention of the time element. We have 
always understood that the term “load factor" implied the 
ratio of average output to maximum output spread over the 
whole day of 24 hours; but, apparently, the expression has 
also a more limited meaning than this. The comparison 
would sarely be in any case more fairly stated by saying that, 
with a lighting station, an average load factor ot 80 per cent. 
may be realised for a few hours only per day, whilst in a 
tramway power house the load factor, even presuming that 
it is no more than 50 per cent., at any rate implies a steady 
consumption of current for 12 or 16 hours a day. It is, we 
need hardly point out, more economical, as a rule, to run 16 
hours a day, even at half load, than for three or four hours 
only at three-quarter load, so far as wear and tear of plant 
is concerned, as well as general working expenses. 

The net advantage is really, in this respect, most i нер 
cally on the side of traction plants, as the Railway World 
article points out in stating the case for the tramway com- 
panies through the mouth of a prominent traction company, 
that may also be recognised without much trouble. The 
Wright system of charging at Brighton for electric supply 
1s very suitably brougut forward to prove the statement that 

ic tramways are exceptionally good customers for cuar- 
rent, requiring from half to two-thirds full load for perhaps 
16 hours a day. Thus the cost per unit, at 7d. for the first 
hour, and 1d. for subsequent hours, works out to not more 
than 1:8d. per unit for the whole 16 hours. 

Moreover, the further point is made that for traction work 
the supply of current paid for is measured a the station, and 
therefore shoald not be subject to any allowance in cost for 
losses in distribution. Tne percentage of current sold to 


that generated appears to average about 75 to 80, so that a 
considerable allowance ought to be made in this respect, if 
the tramway company is to bear distribution losses. 

Winding up the discussion, our contemporary expresses а 
belief that we have not yet seen the end of possible econo- 
mies in the production of electricity on a large scale, spread 
over the greater part of the day; and it instarce: some 
examples from America where the cost of. power varies from 
a little over 1d. to 4d. per car mile, including fuel and sup- 
plies, labour und repairs. 

We are thoroughly in accord with our contemporary in 
considering such tariffs as 3d. and 4d. per car mile or per 
unit for tramway current to be simply prohibitive under 
average conditions; the maximum rate fairly chargeable 
ou2ht not, so far as we can at present say, to exceed 2d. in 
view of the long hours of demand coupled with steady use of 
current. The momentary variations from zero to maximum 
which are sometimes characteristio of a line with sperae 
traffio doubtless affect the instantaneons governing powers of 
the engines, but can hardly be said to make much difference 
to the steady jog-trot of the recording watt-meter that helps 


to draw up the bill for current delivered. Nor should they 
necessarily imply the provision of expensive duplicate plant 


with greater capital outlay and consequent higher cost, in so 
far as that is concerned, of current delivered. 


THE NORTHERN SOCIETY OF ELECTRICAL 
ENGINEERS. 


(Annual General Meeting, January 10th, 1898.) 


ABSTRACT OF PRESIDENTIAL ADDRESS 
By Mr. Јони 8. Raworru, M. Inst. C. E., Member of the Institution 
of Electrical Engineers. 


GxmrLEMEN,—My first impulse is to acknowledge with my best 
thanks tbe spontaneous and almost embarrassingly sudden invitation 
to accept the presidency of this Society, which your good nature has 
forced upon me. 

As at the time of its receipt I was not even a member of 
Council, I had no expectation of receiving such an honour; nor am 
I yet satisfied, knowing as I do from my experience on the Council 
of the Institution of Electrical Engineers, how onerous are the 
duties of a president, that I ара] be able to fulfil them to your 
satisfaction. E : 

The war of the future will be an industrial war, in which the re- 
source and dogged perseverance of the English race will be as much 
in request as they were at Waterloo. We are up to our ankles in it 
already, and yet our engineers, the advanced guard of our industrial 
foroes, having heard so much about the might, majesty, and magni- 
ficence of the British Empire, have thought it a small matter to 
desert the trenches for six months; vainly to discuss the breadth of 
the proposition contained in the declaration of the Centurion of old: 
“ I вау to this man go, and he goeth, and to another come,’ and he 
cometh, and to my servant ‘do this,’ and be doeth it.” 

But, geutlemen, we know that the muscle and siaew of the engi- 
neering trade is true at heart; we know that we have the right stuff 
at our backs, and that when the specious agitator shall have 
descended to his proper place, and when danger shall have become 
apparent even to those who do not sit in the conning tower, then 
there will ba no desertion, then every man will do his duty, and 
none will dare to speak to the man at the wheel. 

The history of electrical engineering, apart from telegraphy, is so 


short that we have probably no member who does not carry the whole 


of it in his memory; it is, therefore, quite unnecessary for me to 
break out into reminiscences. I cannot, however, refrain from 
reminding you that when I started electrical engineering in Man- 
chester 20 years ago, there existed in Mill Street, Ancoats, a factory 
devoted entirely to the production of dynamos, aro lamps, and pro- 
jectors; we have every reason to be proud of our townsman, Mr. 
Henry Wilde, whose though world-wide, is surpassed by his 
modesty; and it must be a source of satisfaction to every member of 
this society to know that Mr. Wilde's genius and foresight brought 
him a substantial fortune. 

After the era of Mr. Wilde's activity, Manchester in matters elec- 
tric moved but slowly; now, however, under the inspiring influence 
of Mr. Alderman Hiyginbottom’s faith and fervour, it is rising to an 
appreciation of its possibilities, and in all probability will very soon 
again set the расо for the rest of the world. | 

The one thing we want is faith—it is quite as important in 
mechanics as in religion: for as by faith the walls of Jericho fell 
down, so will the walls of prejudice aud incredulity, which at present 
bar your path to the promised land of fame and fortune, coliapse at 
the first brush with the dynamics of faith. 

The time for hesitation and balf-beartedness is past, money is 
plentiful, and the investor has full confidence in Electrics.” I pro- 
pose, therefore, to look ahead a little, in the bope that I may at least 
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succeed in stimulating you to apply your minds most seriously to the 
problem that lies before us. E 
Tae problem is: How can we possibly supply the demand that is 
about to break upon us? 
When we entered upon this business we bad practically only one 
commercial outlet—viz., lighting—and we were unable by any 
amount of sophistry to make the public b»lieve that electric light 
was cheaper than gas; now the conditions are changed, and Mr. 
Arthur Wright informs me that in Brighton the working-man and the 
fried-fish shop are bis best customers. He is actually realising Mr. 
Preece's oft-derided etatement, that the electric light is the poor 
man's light. 
I beg you to think what the result will be so soon as the great 
British public shall awaken to the fact that electricity, with its 
enormous advantages, can be bought for actually less money than its 
equivalent in gas; and it may awake any moment; probably your 
next president may be in the happy position of having to соп: 
gratulate you thereon. 
I said, a moment ago, that when we entered upon this business we 
had practically only one commercial outlet; even to-day that same 
outlet is our mainstay, but other developments are growing so rapidly 
that one finds it impossible to keep pace with them; take, for in- 
stance, electro-chemistry ; old in conception, new iu economic appli- 
cation. 
This great work has b»gun: who can tell when it will end, or what 
demand it will make on our national capacity of production ? 
Again the melting and welding processes are being gradually intro- 
duced into engineering workshops; intrinsically expensive, they 
justify their existence by electrifying into life most costly corpses— 
an almost infinitesimal deficiency is made good, a blow-hole is filled, 
a crack is welded up, hundreds of pounds are saved by the expendi- 
ture of а few shillings. At present none but the enlightened use 
this process, but it is only a matter of two or three years before 
every engineering establishment in Great Britain shall be во pro- 
vided. 
I have now to call your attention to the subject of locomotion, and 
in so doing I do not intend to discuss the question of electrical trans- 
mission of power for main lines of railways. I leave that to my 
successors. I would rather direct your thoughts to the more press- 
ing question of tramways and light railways. Hitherto, we have 
done next to nothiog, and the small experiments which have been 
undertaken have been carried out almost entirely with American 
machinery. Even under these conditions the resulta have been satis- 
factory. We must not, however, lose sight of the fact that we 
possess several home-made electric tramways, including Mr. Holroyd 
Smith's Blackpool line, which, although constructed 12 years ago in 
the face of difficulties not encountered in the case of any other 
electrical tramway in England, has nevertheless given satisfaction 
and paid its shareholders. We have also the Liverpool Overhead 
Railway, the Isle of Man tramways, and the South Staffordshire 
lines, as standing proofs of our native ability to deal with problems 
of the most varied and exacting character. 
The total mileage cf electrically-worked tramways in Great Britaiu 
is now 93. The projected lines, however, amount to no less than 340 
miles in length, and the capital required for their equipment will 
certainly not be less than £3,000,000. 
But even this large &mount of prospective business represents only 
the beginning of the demand. Very soon horse traciion will be 
superseded by electricity on the whole 1,000 miles of tramway now 
existing ; and in addition to this, London will be honeycombed with 
subterranean electric railways, and provincial towns will adopt 
systems of surface tramways far more elaborate and extensive than 
those which now exist, even if they have to widen their streets to 
accommodate them. 
There is already sufficient indicatioa of what is coming iu the 
attitude of Manchester, Leeds, Sheffield, and Glasgow. The fact is, 
that electric trams pay both the owner and the user; wherever they 
run no one can afford to walk, except for exercise, for the saving of 
time is enormous. Even in England, where the eight miles an hour 
rule is in force, there does not appear to be any difficulty in getting 
over the ground. Icannot explain this in detail; you must see it 
for yourselves. 
What we want is to get rid of the horse in cities. He is all right 
in the country, but in town he is a nuisance. Consider, for one 
moment, what we could do if he were kept outside. Firstly, we 
should make our streets of hard asphalte, as smooth as a billiard 
table; secondly, we should keep them quite clean; thirdly, our elec- 
tric motor carriages would run with so little friction, that even our 
present batteries would fulfil all the conditions. 
The only difficulty ariees out of the time necessary for making the 
change; if it could be made in a night, then Manchester might start 
on the new system to-morrow, and even Alderman Higginbottom 
. would not recognise his native city, so delightful would it appear. 
But although it cannot be done in a night it will be done b7 a long 
and painful process, in which the electrical engineer will have to 
overcome the obstruction of bad roads and supplant the horse on his 
own ground; then, ultimately, the civil authorities will alter their 
roads to suit the new conditions. 
Wnat a pity it is that we electrical people cannot start afresh, and 
build a new city, embodying all the latest improvements. 
I fear our electric city is a long way off, so in the meantime we 
must make the best of those we have, and no one will deny that there 
is room for improvement, 
Та the first place, we must abolish smoke. 
Which idea brings me at one step right into the middle of a sub- 
. jeet—the most pressing and important subject with which it is 
pussible to engage the attention of a Lancashire audience. I refer to 
the driving of machinery for manufacturing purposes by electrical 

distribution of power, including the total abolition cf line shafts, 
counter shafts, wEeels, ropes, pulleys, and belts. 


The day for tinkering with this problem is over; every man in this 
room knows that it can be carried through with absolute certainty, 
with satisfaction to the manufacturer, and with an enormous saving 
both to himself and the community. But the manufacturer does not 
yet know that the shaft of his machine can be fitted with a three 
phase motor without commutator or brushes, and less complicated 
than his present double pulley and strap fork. When yon have suc- 
ceeded in impressing him with this fact, the remainder of pu task 
wil be an easy matter, but it must be undertaken methodically. 
The first step is to appoint a commission to settle uniform periodicity 
and voltage ; the second is to equip an electrical manufactory capable 
of turning out 500 cheap motors per week; the third is for machine 
makers to attach the motor in place of their present pulleys, so that 
when a manufacturer buys a machine, he buys it all ready for attach- 
ment to his power circuit. 

Having reached this point, it is obvious that the manufacturer will 
no longer desire to buy coal; he will be quite satisfied with watts, 
which may be produced at the pit's mouth, and sold retail for less 
than they can now be supplied mechanically to the machine axis. 

The whole question of external supply of power turns on this 
question of economics, and your manufacturer's eyes will gleam with 
rapture if you can prove that you cau save him a thousand a year. 

Happily your task is an easy one so far as argument is concerned, 
and if illustration be required, I am not sure that we members of 
this Society could spend our savings to better advantage tbau by 
taking a representative deputation of Lancashire and Yorkshire 
manufacturers through Switzerland and Germany, to show them how 
the old order is giving place to the new; how the millwright is dis- 
appearing in favour of the electrician; how 25,000 mechanics are 
struggling to keep pace with the demaud for electrical machinery, 
of which about three-fourths is required for power purposes. 

Some of it, of course, is for tbe transmission of water-power; but 
even in Switzerland water-power is seldom so well placed that it can 
produce electrical horse-power cheaper than we can produce it by 
steam at the pit's mouth; that is to say, at about £4 per annum — 
constant service, or £38 for factory hours. 

When we consider that the present cost of steam power for a 
cotton mill is about £3 per annum indicated horse-power, and 
that the electrical borse-power requ in its stead would not be 
more than 65 per cent., you can easily see what a large margin there 
is for ро, to the producer and for saving to the consumer; for it 
muat remembered that the load curve would be practically a 
parallelogram, or rather two parallelograms, one for the day and a 
smaller one for the night. 

Bat, gentlemen, great as would be the saving to the spinner, and 
the large manufacturer whose steam power costs him £3 per horse- 
power, it would be vastly greater to those thousands who employ 
small steam engines which run up the cost of power to £10 or £12 
рег annum. The aggregate annual saving to Manchester and Salford 
alone would be immense, quite beyond my power of calculation; but 
you must not suppose that because our imagination fails to grasp the 
figures involved, that the change which is coming will be long delayed 
on that account. Some friends of mine who have lately visited the 
Continent of Europe report as follows:— Evidence was afforded us 
that not only are new factories all over the Oontinent laying down 
electric power throughout, but that works already equipped with 
steam power are pulling it out and substituting electric.” 

In America the same process is going on, so it follows as a matter 
of course that we must either quicken our pace or drop out of the 
running altogether. 

Happily the coal pita around Manchester are so close to the city 
that there will be no new difficulties in transmission, and a very 
moderate voltage will suffice. 

It is obviously outside our province to discuss the various possible 
methods for raising the capital. My own impression is, that when 
the profitable nature of the investment comes to be understood, there 
will be no difficulty in raising a million to put down a pioneer plant 
of 50,000 horse-power, with an earning capacity of close on £200,000 
per annum. 

Gentlemen, when I look round this room and appreciate the fact 
that you are the men who must carry out all these great works, then 
I understand the honour that is placed upon me in being called to 
be your president; then I feel thankful that you are all young and 
eager for work—there is plenty of it waiting for you—but I am not 
80 pleased that we are few in number, for it is not possible to manu- 
facture an electrical engineer either in five minutes or five years, so 
in the very nature of things our ranks will swell but slowly. 

Many of you doubtless wonder, and wonder in sorrow, why our 
progress in this country has been so slow compared with the rapid 
strides which have been made on the Continent. I have seen and 
heard many explana'ions, all partially true, but the real and pre- 
domiaating reason is the low price of gas in this country, whereas 
on the Continent gas is usually so high in price that the investor did 


not feel any hesitation in backing electric light to beat it. Conse- 


quently, supply works and manufacturing works were developed at 
а great rate, and are still increasing in sizə and output at а вр 
which would frighten us in this country; and yet I have no hesita- 
tion in saying that if all our mskers of dynamo-electric machinery 
were forthwith to proceed to double their capacity, they would 
not be in time to cope with the demaud which will come upon 
them. 

I have indicated to you several sources, of which three are principal 
ones, from any one of which sufficient demand may arise to swamp 
all our works; I say may arise, but the whole three may with almost 
equal probability be tapped at the eame time, and then where shall 
we be? Already large quantities of machinery are being imported 
from the Continent and from America, simply because we are not 
prepared to make them here, and yet the blind leaders of the blind 
think this a fit time to restrict the output of our machinery. 1618 
like shutting up the gun factories in the middle of a war. Our 01у 
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sion is that the six months’ discipline may atone for the six months’ 
O88. 


This brings me to the consideration of a subject which, though not 
strictly electrical, is nevertheless very intimately bound up with our 
lives and fortunes : I refer to the steam engine. 

Oar electrical brethren in Switzerland and in some parts of America 
can get along well enough without the steam engine, but it is not so 
with us. It is fortunate, therefore, that we have plenty of coal with 
which to feed him. But this abundance of coal has tended to mak» 
us less careful of it than our less fortunate neighbours. The result is, 
that although we make good steam engines, in spite of American 
comments to the contrary, we have not mad3 economy our first con- 
sideration ; we have, moreover, bsen confirmed in this practice by the 
belief that economy of coal could only be obtained by increased 
capital expenditure and troublesome complications. But that view 
is totally and fandamentally erroneous. I have already proved in 
my paper on the үн о electrical energy for tramways, read 
before the Institution of Electrical Engineers in 1897, that a high 
mean pressure is not uneconomical per electrical horse-power; aud 
consequently that the gain by using large engines with very early 
cut-off is only apparent when th) indicated horse-power is taken as 
the basis of comparison; further, I can give you this solid fact: that 
the large engines at the Wandsworth electricity station are produc- 
ing an electrical horse-power at practically the same steam consump- 
tion at full load as at half load, thus showing that, taking all the 
losses into account, the saving effected by extreme expansion is can- 
celled out. 

Therefore we arrive at this fact, that existing engines might easily 
drive more spindles without increasing the cost per spindle, although 
there would be an increased cost per indicated horse-power. This 
seeming paradox will not cause you any trouble, though it may puzzle 
the cotton-spinner. But, gentlemen, our friends on the Continent 
have gone & step further: they have improved their engine and 
improved their steam by superheating to such an extent, that I have 
actually seen a 500-horse-power ine, driving an average of 30) 
horse-power, fed by a single-flued boiler 5 ft. 9 in. diameter by 26 ft. 
long. This impressed me more than the professorial tests, which 
gave 88 lbs. of steam per indicated horse-power. To the saviog 
in coal we must add the saving in boilers and other subsidiary 
ap tus. 

y firm belief is that the economy now being realised in Germany 
by Wilhelm Schmidt and Company is obtained at a lower capital 
cost, and with less complication, than we find with our Lancashire 


engines. 

Gentlemen, you are fully aware by bitter experience that the 
demand for steam engines in this country altogether exceeds the 
supply, and that in consequence of this state of affairs engines are 
being introduced from America, which, although well built, will not 
comply with English specifications as to economy; and consequently 
we are in the position that, however we may exert ourselves to fill the 
coming demand for electrical plant, we shall be either without the 
means of driving it, or dependent on American engineers for our 


This is not a delightful prospect, but we must face it, even if it be 
to the tune of two or three millions of additional capital in engineering 


Gentlemen,—The keynote of the few words which I have had the 
honour of addressing to you this evening is faith —faith in yourselves, 
faith in electricity, faith in the new dispensation which is dawning 
on the world. 

Your faith will be faith founded on knowledge; and exactly in 
pro rtion as you turn it to account by making preparation to gather 

the harvest ripening under your eyes, so will be your share of the 
fruit. You must copy the example of the capitalist and financier, 
and obtain some monetary interest in every good scheme you may be 
connected with. | 

There remains for me nothing but to congratulate you on the fact 
that, after years of hard work, quite inadequately remunerated, the 
goal of your ambition is glittering before you. In а few months you 
will be in the position of our forefathers, the mechanical engineers, 
who reaped their reward almost before they had earned it. It 
behoves you, then, to be ready, be constantly on the watch for the 
little cloud no er than a man’s hand, and wait not for the prophet 
to say to you: “ Prepare thy chariot and get thee down, that the rain 
stop thee not.” 


* 


ENGINEERS’ STRIKE. 


Тив present appearance of this quarrel now is that the employers 
are extending the area of lock-out and throwing more men upon the 
fands of the unions, and pressure is being brought to bear upon 
foremen to abandon their connection with the unions as being 
altogether opposed to honest service of their employers. We have 
all along set ourselves against any attempt at “smashing of the 
unions,” but we are bound to say that our sympathies with trades 
unionism are very quickly evaporating in face of the exceedingly 
foolish action of the men in prolonging the dispute at the bidding of 
their executive in face of every just and reasonable consideration. 
We have upheld trades unionism, not because we have thought the 
men required it from want of intelligence, but because we have 
looked on the working man as a person as being often unable to look 
after his financial interests as he should do. We are more than ever 
convinced that he is incapable of doing so, but we are equally 
convinced that his employers would far better be trusted to do 
this for him than those who have taken the work in hand, 


and, in doing it, have landed the men in their present dilemma. 
As regatds the modern form of trades unionism, we honestly 
believe it better that there should be no trades unionism at all 
than the modern form of it should any longer continue to work 
its wicked ways. To judge by the letters which pour into the daily 
press, the public are beginning to see the trath of the matter. A 
correspondent of the Standard points out that this six month's strike 
has put а stop on the cry of a living wage so much heard lately, 
for men have clearly demonstrated that a mere fraction of their 
regular wages has proved quite enough to live upon. The same 
correspondent points out that even when the strike is over there 
will be, for a long time, a heavy drain on the union fands as 
so many men will be unable to find work at firet. He has also 
discovered the fact that for every hundred pounds of profit lost by 
the masters the men are losing five hundred pounds. Mr. T. A. 
Brassey writes to the Times suggesting that a shorter day and two 
shifts would probably be as productive of work as & niue houra’ day 
on the present three shifts per day. We find that men are very averse 
toa two shift day. They talk about their working men’s railway 
ticket and do so much grumbling that where the idea has been 
suggested it has not been carried out. But oue of the best letters of 
the week is that of Mr. W. McDermott to last Friday's Times. Like 
ourselves, he thinks there is too mu zh tenderness with the trades 
nnion idea. The trades union are trying their best to smash the 
Employers' Federation. Why has not the Federation an equal rigbt 
to smash the union? The Federation does not wish to do so, but Mr. 
McDermott is perfectly correct when he states that the benefits which 
have arisen from trades unionism have been much overrated. The 
working men have not, he considers, benefitted bythem. Wages have 
gone up because, formerly, British trade was ahead in every mauuer of 
mechanical appliances, and trades unionists benefitted with every 
one else. Bat now that other nations are using all the machinery 
possible, and English trades unionism is doing all it can to oppose 
machinery, it is certain that high wazes can no longer be poseible. It 
is, says Mr. McDermott, merely & coincidence that the results of 
machine using have been contemporary with the action of trades 
unionism, and the benefits credited to the latter are really due to the 
former. In restricting output, the men's leaders are, at any rate, 
striking at the root of all past success, however derived. If the men's 
leaders be truthfal when they deny that their policy has been to 
restrict output, then must it be that the workmen have themselves 
deteriora They can no longer be considered fit competitors of 
Americans, Frenchmen, or Germans, and the sooner capital avoids 
the engineering trades the better will i¢ be for capital. But Mr. 
McDermott only advances this contention to support the fact that it 
is the men's leaders who are responsible for all the mischief. He 
states that an English company owning works in Chica -o and 
in Eagland have of course to pay American workmen abou: third 
more than they pay in England to cover the difference of living. 
Yet the labour cost on the production of the English shop is higher 
than it is in America. This is not a question of race for the American 
workmen are largely Englishmen, who work as hard over there as 
Americans. They are simply freed from the paralysing influences 
of trades union leaders, few of whom ever did a decent day's work 
in their lives. The result as far as McDermo't's Company ія coun- 
cerned is, just that the work is being done iu Chicago, carried 900 
miles to New York, and then to London, whence it is often sent 
abroad. This issimply taking work out of the country. Now, if the 
men who have been idle for six months, and bave had the use of all 
the papers in the public free libraries and could have read up all that 
has been written in the time, and do not yet see the facta of the case, 
they must be blind and unthinking beings, incapable of taking their 
proper place in the world, and fitting dupes of their leaders. Like 
ourselves, Mr. McDermott does not think so much of the hours 
question. It is the personal matter which frets his soul, the idling, 
the dishonest acceptance of wages for work slovenly or half done, 
the mean and spiteful treatment of their non-union fellows, and their 
general ignorance of the plainest facta. There were dd de spread & 
few days ago as to secessions from the Federation, but they were 
denied by Col. Dyer, and the only foundation from which they could 
have arisen seems to have been the action of one or two firms in 
offering to re-open on the terms agreed to at the Conference, but 
without success. A Carlisle firm tried it, and obtained one or two 
men, who left through picketing. The Daily Chronicle which has 
throughout the strike manifested & singular ignorance of facts, has 
made all possible out of the above, and also out of the case of 
Messrs. Fowler, of Leeds, who are said to have tried to come to 
terms with the allied trades, though members of the Federation. In 
the meantime another large firm in Leeds joined the Federation, and 
more lock-out notices have bsen posted in Nottingham and Preston. 
Sir Benjamin Dobson, at Bolton, reported the Federation solid as 
ever, or more so. The Bishop of Norwich rather shines out above 
the ruck when he states that the employers ought to be considered 
in their contention that trade caunot be continued if the men's 
demands are conceded. He falls back on prayer, but we sadly 
fear he knows not the British workmen. They believe not Moses 
nor the Prophets, though the country is overran with foreign 
machinery. 

The Telegraph is responsible for the statement that some of the 
strike leaders have become alive to the fact that the pablic are not 
with them. It has taken them a long time to find this out, and it 
will, perhaps, take them as long to realise that the public have also 
begun to learn that the income of the engineers on strike was mach 
above that of the public, which is expected to subscribe. Tae paople 
called on to subscribe are those who work up to 16 hours a day, are 
often poor clerks who have no voice in the conduct of business which 
they are really іп a better position to understand than ів а working 
man to meddle in shop management, and the thousaod and one men 
in the street who don't get paid for overtime. Tne men’s leaders are 
slow of thought and yet they are reported as doubting whether the 
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9d. levy proposed at tbe Memoria! Hall conference will be rais:d. 
They are now hoping to drag on the strike until Parliament opens, as 
though Parliament—that refuge of those destitute of self help—could 
inake a losing trade pay a fixed wage. The men have the whole 
business in their own hands if they would use their plain senses to 
see it. They bave only to do a fair day's work to make engineer- 
ing so busy in England that the wages of the good men would go up 
considerably, and employers would be well able to afford it. 
` If our good bishops and dons really feel an interest in the subject 
of the e, why do they not join hands and employ a reputable 
firm of chartered accountants to examine the books of a few firms 
and eee for themselves the proofa that apprentices and labourers are 
easily outworking the supposed skilled unioniste? They could do 
this. We feel sure the books of several firms could be opened to 
them under tbe published headings of a letter, as a, b, c. &c. There 
would be some sense in this. If, baving found out the truth for 
themselves, they then elected to pray for tbe conversion to a right 
frame of mind of the men or the masters, whichever they found to 
be wrong, their prayers might avail much, but, to leave it all to 
Heaven, savours too much of faith without works, which we all 
know to be very dead. Six months has shown the employers that 
they can do without the A. S. E., and in support of this it is pointed 
out that iron keeps its price and must be going ioto consumption. 
The Free Labour Association hasalone supplied 24,000 men to different 
employers. No employer seems to be reducing wages, but all are going 
on in a way that ought to be very satisfactory to any real honest trades 
union. The fact seems every day more apparent that the men on 
strike are pursuing а chimera. They are standing idle on the shore 
ага watching the tide of industry eweep past them, and on the sbore 
they will have to remain. We cannot bat help being glad tbat iu 
every nation there are certain disadvantages which help to counter- 
weigh the advantages. Were Eogland alone in thie we should 
épeedily be ousted from the World's markets. Tbe Engineer has 
pointed out how in America, where they are steeped to the lips in 
that most ignorant of surerstitions—a protective policy, they have 
free trade in labour, and labour does very well unless upset by tariff 
mongering. In England we have free trade and do very well, but to 
the An erican we appear to be an ignorant and stupid set of worn ont 
fossilised conservatives because we have not got free trade in labour. 
If we bad free trade in both iteme we ned not fear America. 
Eaglishmen are as inventive and аз capable as any American, but of 
what use is it inventing a 50 per cent. butter machine to be butchered 
by a stupid trades unionist. 
Speaking at Edmonton on Sunday, Mr. Barnes bad something to 
say about the aim of tc ilers to secure a more equitable distribution 
of the world's good than hitherto. He seems to go a curious way to 
attain this— putting his members on starvation diet for six months 
and compelling them to accept nothing of the world's good except as 
apers. Tbea he talked about American workmen being paid more 
our for hour than English workmen. This is not true in spirit. 
English workmen are paid hour for hour more than Americans if the 
purcbasirg value of money be taken into account. But, apart from 
this consideration, and in mere coin by weight, Americans are not 
paid one-balf— often not one-tenth—of what Englishmen are paid for 
the same amount cf work done. Farther, if Euclish workmen would 
do as Americans do, and would help ш and not hinder it, 
their financial position would be bettur in every way than that of the 
American. Again, one stands aghast at the impudence of a man who 
бап bring forward American workmen as a comparison when the 
relative attitudes to machinery are considered. However, enough of 
Mr. Barnes's tergiversations. A crushing reply to anything that can 
be truthfally advanced by the trades union is to hand in extracts 
from the shorthand reports of the Conference, from which it is plainly 
to be seen that everything was agreed to at the Conference except 
the change of hours. It is a good thing these notes have been 
published, as they will assist to prevent the public from being led 
away by misstatements. The reported defection of Messrs. Fowler, 
of Leeds, from the Federation has been shown to be false. The men 
themselves asked the firm to meet them for a friendly conference, 
Perhaps the men are a bit tired of Barnes. Mr. Fowler has 
stated that there is no thought of making any compromise. 

There are now nearly 700 firms in the Federation, and some 60 о? 
70 fresh lock-out notices Бате been posted віасе the Conference con- 
cluded. We observe that Mr. Barnes has a complaint about the age 
of workmen pes, on an average under 40. We do not believe Mr. 
Barnes, so far, at least, as the engineering trades are concerned. He 
calls it murder, and so on. We suppose he is referriog to long hours, 
He refers then to those “splendid fellows in Germany” who have 
been sending more money. Those splendid fellows have to work a 
good deal longer hours than Barnes’ dying lambe, wbo do not die of 
too much work, nor do they die from too little te drink. Verbum 
sap. 

Mr. Yarrow is returning from America. He has been studying 
American methods, and he says of the workmen, “ They take a greater 
interest in their output. 
` " Each man tries to do all he can, in marked contrast to the Eng- 
lish system. | 

“I am surprised at the management of automatic machinery in 
American engineering works. 
` "One man here bas charge of several machines; in England this is 
a ан the union rules, consequently a mechanic is idle & consider- 
able part ot bis time. 

' “Tbe lower prices of raw material in the United States,“ continued 
Mr. Yarrow, “have put American engineers in direct competition 
with English, and I believe that competition will continue to grow 


er. 
* Materials for the great Central Railway of London are being sup- 


plied by Americans, who are sbippiog steel billets to England, boiler 
pes to Holland, and deck beams to Belgium, which English firms 
ormerly supplied.” 


It is reported that tbe number of men applying for reinstatement 
at Messrs. Deony & Co., of Dambarton, is becoming | c 

Several employers have given written engagements to their men 
who have stood by them during the strike, so that their services must 
be retained after the strike. The Federation have issued a poster 
containing their conditions. We can only say that, terms or no terms, 
collective bargaining or nct, there has got to be a change in England, 
and we believe it will come in the way of more honest work, and 
that England will not go out of business, as she certainly must do, 
if trades uoiopi«m be allowed any longer to work ruin, and en- 
courage rank robbery and idleness. 


CORRESPONDENCE. 


Tests for Faults in Submarine Cables. 


I have read with much interest a letter from Mr. W. J. 
Murphy, of the c.s. Amber, which appeared in the columns 
of & contemporary of the 31at ult., wherein he comments on 
several points in Mr. Schaefer's test—entitled A New 
Method of Localising Total Breaks in Submarine Cables — 
which appeared in the same journal under date October 15tb, 
1897. Any new method or improvement on those already 
known for localising faults is naturally of so great interest to 
all, and more especially sea-goin: electricians, that I have 
ventured to make a few remarks on the subjects mentioned 
in Mr. Murphy's letter. 

I cannot wholly endorse Mr. Murphy's statement that 
“it would be rather mir leading, in my opinion, to give quan- 
titative comparison of the results by different methods of 
testa taken for the localisation of the same fault or break." 
For example, in the case of fractured conduotora, there are 
a number of similar tests which one can apply with perfect 
confidence in the result», and I know of no better criterion 
of the merite, or otherwise, of a new test, which claims to 
have advantages over another—both being designed for the 
same character of faulte—than to compare results obtained 
on the same fault taken under the oonditions stipulated by 
the authors. It is eimply a question of proving the test 
before adopting it. Uader these circumstance-, I consider 
it would be quite correct to draw comparisons between the 
folowing testa, say—Kennelly’s two methods; Schaefer's, 
Rymer-Jones's and Canu's modification of Kenoelly’s, and 
any such tests which are practically based on Kennelly's. 
These being taken from one end only, i e., in the case men- 
tioned of a fractured condactor, the personal equation of an 
assistant does not enter. We сап, therefore, classify the 
above-mentioned methods under one heading, as being 
applicable to the same character of faults. | 

n the other hand, when dealing with partial earth faults 
of high resistanoe—the conductor being continuous—which 
necessitate tests being taken from both ends, [ am quite in 
acoord with Mr. Murphy when he remarks “ that special 
considerations such as the faults distance, strength and 
variability of the electric current, condition of cabie, appe- 
ratus available, the personal equation of the man at the o, her 
end, &c., readers one test in particular preferable." That 
one test cannot of oourse be purticalarwed, because this 
again becomes a matter of individual opinion. In partial 
earth faults, and more especially when the fault resistance is 
high and variubie, the pereonal equation of the assistant at 
the distant station becomes u factor of the highest import- 
ance, and when his electrical knowledge is slight, or, to say 
the least, very elementary, the results obtained from his end 
will not as a rule be very reliable, and, therefore, the lot of 
the electrician responsible for the localisation is not a happy 
one. In such а case where no skilled assistant is available, 
it would be far better to use the most simple testa applicable 
—having regard to the character of the fault—and which 
would give & near approximation of the distance, than to 
employ another method necessitating more knowledge of 
electrical connections, &c., and greater exactitude in key 
manipulation and reading—which, with skilled assistance, 
might rightly be considered to give more accurate reeulta— 
but with only unskilled co-operation might only lead to 
hopeless confusion, loss of time, and, at the best, unreliable 
figures. 
| АЕ іп cases where the testing current is limited by the 
company’s rale to a certain maximum voltage—owing to the 
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general weakness of an old cable this is greatly against 
some tests, and often practically excludes their use. 

With regard to the relative merits of false and scale zero 
tests, my experience generally has been when localising 
faults by the Kennelly methods that there existed but little 
difference in the results—if any—when employing the two 
tests as a check against each other on the same fault. It is 
in balancing to false zero that the personal equation enters 
more largely than in,, scale zoro testing, especially when the 
fault reststance is high and changing rapidly under the 
action of the testing battery. Each method has its own 
particular merits, under certain conditions, but the scale 
zero method is undoubtedly the test, par excellence, for repair- 
ing shipe, if only for one reason—thougb, of course, pos- 
seesing other advantages—that the practical execution of the 
test occupies about one-third, or even less time, than when 
balancing to felse zero, very often a matter of vital moment 
when the ship is hanging on to the cable, and every miaute 
is of grave importance. 

With reference to another point, the application by Mr. 
Schaefer of the scale zero method to break testing is a special 
case, because by its use the difficulties introdaced by polari- 
eation and capacity are overcome, &c.” These difficulties 
have already been overcome by Kennelly’s tests. Again, І 
fail to see the soundness of Mr. Schaefer’s “earth current 
correction ; it appears to be unreliable in principle, and not 
to be depended upon for many earth faulte, especially thoee 
having, comparatively speaking, high and variable resistance, 
and with polarisation changes occurring rapidly. With a 
large surface exposure fault, the cable current being also 
steady, the results obtained may work out approximately 
correct. More information on the subject of this test would 
be useful. 

As I have already tres too much on your valuable 
| „J feel I must not enlarge on any more pointe, but will 
simply remark, in conclusion, that I trust Mr. Murphy will 
ere long give the profession an account of the new method 
of locating high resistance faults which he speaks of in con- 
cluding his letter. With his varied experience of fault 
testing, the subject matter cannot fail to be both instructive 


January 7th, 1898. 


Herbert E. Cann. 


A Defence of Germany. 


When next Herr R. Von Fischer-Treuenfeld takes upon 
himself to write in the strain of his effusion of December 
28th vlt, which appears in your issue of the 7th inst., 
pose he will endeavour to make himself acquainted with 
acts. It is all very well tos ‘of the German Emperor 
as the head of a friendly nation, bat it is well known that 
his animosity against this country is intense, and that at the 
time of the Transvaal trouble he did his best—or worst— 
to injure England, and for years the whole press of Germany 
—under the surveillance of the State—for press freedom is 
hardly existent in Germany, has teemed with abuse of our- 
selves, and wild statements as to destroying England's power 
and commerce. - Englishmen have no jealousy of fairly con- 
ducted trade rivalry; but attempted highway robbery is not 
commerce. Farther, at the time of the Emperor-Kruger 
flirtation, Germans resident in Great Britain, making 
their living here out of our British tolerance and 
Justice to all foreigners, made no secret of their desire 
to help Germany against the land which sheltered 
them. Your oorrespondent tries to make a point of Dr. 
Ludwig Mond’s present of £100,000 to the Davy- 
Faraday Laboratory. Well, what of that? Did not Dr. 
Mond make this money, and a good many other hundred 
thousands, not to say millions, at Northwich in Cheshire? 

Herr Treuenfeld talks of war between England and 


If 5 Colonial expansion is to consist in grabbing 
England's colonies and inciting rebellion in States under 
England's suzerainty, the sooner we get to war the better. 
But we hope all Germans are not of your correspondent's 
persuasion, and still have some ideas of common honesty 
remaining. Let Germany mind her own business and leave 


might have ande:stood your sarcasm if you 


tbat the water-tube Loiler has t e 
If Tod will be good enough to read my paper again, you will 
fin 


ours alone, and let German residents in England have the 
decency to be loyal to the land which gives them food and 
shelter. So ſar, they have not been so. Germans соии 
а quarrelsome people; hence the 80 years’ war of whic 

Herr Treuepfeld epeaks, caused, I believe, by too much fussing 
about this king and the other. And now that the present 
German Emperor makes it the first object of his life to 
injure Eoglaud, we have Herr Treuenfeld worrying bis little 
self because he is treated to a little ridicule by the people 
whose throats he i8 80 anxious to cut. Ж , 


London, January 8th, 1898. 


Mr. R. von Fischer-Treuenfeld protests too much; he may 

be more brie fly answered. He has two grievances (1) our 
criticisms of the German Emperor; (2) the causes which 
lead to these ** rhapsodical recitations.” 
With regard to the first of these, it may at once be said 
that if Oar Gracious Qaeen were to make herself as absurb 
as her grandson sometimes does, the refined German press 
would be the first to point it ont. Presumably Mr. R. von 
Fischer-Treuenfeld hesitates to show his own sense of the 
Imperial humour from a wholesome fear of pros:cution for 
lése-mojesté—or dare we suggest tbat he is a convert to the 
New Evangelism (for ever and ever) ? 

As regards the second, the English do not expect a mono- 

ly of the world’s trade, nor do we begrudge Germany a 
commercial success. But we do object to English marks 
being put on German goods, and as all our ports and colonies 
have always been thrown open to German tubjecta and oom- 
merce on equal terms with our own, after we have prepared 
the way with our blood and our money, we most strongly 
resent the ingratitude and impudence with which the Germans 
continually treat us. 

Mr. В. von Fischer-Treuenfeld cites emigration figures; 
does he take into account tbe great and frequent additions 
which have been made to the German army of late years? 
He talks of colonies; does he seriously ae ores that German 
emigrants would not rather stop in the Fatherland than go 
to German colonies? Will he tell ua that there is more mo 
per bead of population in Germany than in Eogland ? Does 

e not. know that those who emigrate from Eogland are 
largely:composed of the dregs of other countries? Finally, 
when there are in Germany, who is it who gets up 
Mansion House funds to assist the eufferers? Do we ever go 
begging to Germany in our misfortunes? Would money be 
offered gratuitously ? | | | 

All this Mr. В. von Fischer-Treuenfeld, as a German with 
25 years’ residence in England, knows or should know, an- 
less his association with a German firm here has blinded 
his sense of thinking for himself. As he is so anxious to 
contribute to a mutual understanding, let him b‘ gin at home, 
and teach his countrymen how much they owe to England. 


Audi alteram partem. 


„ 


.. [We do not think that any interests are served by a con- 


tinuation of this disoussion.—Ebs. EL. EC. REV] 


Steam Boilers. 


My attention has been drawn to a leader in your paper 
criticising a paper I had the honour of reading before the 
Northern Society of Electrical Engineers. As you thought 
fit to criticise, perhaps you will kindly allow me the privilege 
of areply. You commence your criticism by stating ‘ but 
our readers will be dis to attach very little weight to 
n pi ape it is раг о оопа, they judge аад 
thin one very glaring claim.” Perhaps your readers 

nt have understood you bad stated what 
claim you referred to. Then ne state: He also claims 
e same temperature all over." 


І do not say this, but Опе strong joint in favour of 
the water-tube boiler is its very perfect circu'ation, which 
means that, practically all the water in the boiler is at very 
nearly the same temperature.” 

I should, of course, have been quite wrong if I had stated 
that the boiler had the same temperature all over because the 
water forced into the. boiler is comparatively cold. [n the 


case І have been experimenting with it was about 100° F.; 
therefore it will be quite clear that the water in the back 
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tubes was at a considerably lower temperature than 859? F., 
and the fact that the back of the boiler contains the coldest 
water is andoubtedly the reason the exit gases are £0 reduced 
in temperature. | | 
_ Then you make the statement:—“ The author makes a 
. deplorable error in his reference to the steam jet adding to 
the heat by its conversion into water gas as it passes through 
the fire.” Опе would have Ровар] you to be certain of 
your facta before criticising in so determined а manner, and 
I think, upon further consideration, you will admit you are 
wrong. 

You will, I have no doubt, agree that steam b'own under 
the fire contains a considerable amcunt of best, and in pars- 
ing through the fire takes the heat from the bottom of the 
fire during its couver ion to carbon monoxide ard bydrogen 
which readily burn upon the top of the fire, and the heat 
thus given off helps very considerably in the combustion of 
the gases which are leavirg the furnace, and in that way 
adds considerably to the heat of the farnace. I did not for 
а moment think or wish to convey the idea that by blowing 
steam under the fire, water gas was produced without con- 
siderable heat at the bottom of the fire being absorbed; bat 
from actual tests with water-tube boilers, I have been con- 
vinced that the transference of the heat from the bottom to 
the top of the fire helps the combustion very considerably. 

You then make tbe statement: © Steam is burnt hydrogen, 
and cannot be burnt again unlers first diseocisted by the 
employment of exactly as much beat as it gives back again 
on recombination.” Had 1 made this statement, 1 should 
Бате considered you would have been jastified in using a 
much stronger expression than “deplorable error," and I 
cannot understand your making such a statement. 

Do you suggest that if high pressure steam is allowed to 
condense in an air-tight vesse), the result would be anything 
but water Н, O, or do you suggest that the ordinary method 
of manufacturing water рав, as adop:ed by many gasworks, 
is impossible, because this is clearly what you imply? Steam 
is not burnt hydrogen, but is vaporised water Н, O, and only 
requires more heat and the presence of carbon to be oon- 
verted to H,CO (water gas). 

In your criticism of my remarks upon steam fittings, you 
have, I think, overlooked a very elementary point in con- 
nection with steam practice, and my reason for ing 
a large steam valve, so that the steam may leave the boiler 
slowly, is bax d upon the fact that if & stop valve ороп a 
boiler be partially closed, allowing the steam to leave the 
boiler at a great velocity, water is always carried with the 
steam; whereas, if the steam leaves the boiler slowly, the 

ovision of an anti-priming pipe, which is, of course, fixed 
in most modern boilers, prevents priming. 

Evidently my remarks проп the drainage of steam pipes 
were more clearly understocd by referring members of the 
Society to the diagrams, but 1 should have thought any 
engineer interested in the subject would have been conversant 
with the American method of draining pipes I decribed in 
my peper, and certainly the editor of such an important 
paper as the ELECTRICAL REVIEW. 

A. B. Mountain. 


7 [If the circulation in a steam boiler be so good, it is 
hardly likely that the temperature of the back tubes would 
be ао very low for the circulation in them must be rapid. 
In any case there is little chance of u single row of tubes 
reducing the gases to the point claimed. It is lower than 
obtains after the gases from a Lancasbire boiler have 

by 100 4-inch economiser tubes. This re claim for 
water-tube boilers is miscbievous and cannot be upheld by 
any reason, for if the furnace temperature be 2,500? and the 
final be only 850°, bow is it we don’t get evaporations of 
18 to 14 Ibs. per pound of coal? Where does all the heat 
go? There is во little to account for in the waste 

As regards the steam jet the words teemed to convey the 
impression that the steam was useful other than as now 
explained. We do not understend Mr. Mountain's question 
as to steam being other than H,O. We did not state that 
water gus as mde in producers was impossible, bat 
arguments as to water gas bave no bearing on boiler furnace 
combustion. Stam introdnced in a prodacer is dissociated 
and goes to form CO and Н, and pos.ibly hydro-carbons. It 
simply utilises part of the exothermic production ot CO to 
split up water to its combustible constituents. Dissociation 


of water is an endothermic action, and if this were not 
carried out the producer gases would simply go away to the 
condenser pipes much hotter than they do when the heat has 
been partially utilised to split up water. Here water becomes 
а means to economy because it absorbs heat otherwise wa-ted. 
In a boiler furnace it cannot have such an effect, because the 
gases as produced on the grate are burned at once. No good can 
arise from steam, except so far as it helps the draught, or is 
necessary to the proper combustion of hydro-carbons to 
which its presence seems to be needfal. 

As regards the arguments as to steam valve, we really 
cannot see how, in a boiler properly fitted with anti-priming 
pipe, the degree of opening of the steam valve can have the 
slightest effect. The vulve must of necessity be opened 
enough to let ont all the steam made. If the valve is pert] 
closed the rapidity of flow must be checked ; and this is a 
it can do where there is an anti-primer. Without this 
pipe there might be some reason in advocating a large valve 
opening, but with it, the smallest valve that will pass all the 
steam is the best.—Eps. ELERC. Бет.) 


In your issue of the 24th ult. you say the author of the 
above paper “makes a deplorable error in his reference to 
the steam jet adding to the heat by ite conversion into water 
gas as it passes through the fire,” but you follow this by an 
assertion of your own “that moisture in a furnace may assist 
combustion, fur it seems to be proved that its presence is 
necessary to combustion, its function Бей g that of a carrier.” 

May it not be taken that the steam mentioned by Mr. 
Mountain and the moisture mentioned by yourself, Mr. 
Mountain having in miad the injection of such necessary 
amount of steam as may be required, should come under one 
head, as they are both chemically one and the same thing, 
viz. water vapour H,O; and although there may not be 
actually a larger amount of heat generated by the conversion 
of this vapour into water gas the burning of this water gas 
into H, O und CO, at the top of the fire, yet the fact that this 
heat is on the top of the fire makes it equivalent to a larger 
quantity; +gain, it helps combustion of the other gases, and 
thus Mr. Mountain may be rightly entitled to assume that 
the total useful and available heat is i 


John Ed. Gresty. 


Dust Destructors. 


As my letter was the first to appear in the ELECTRICAL 
Review obj-oting to the extraordinary claims of some one 
trying to boom the Shoreditch type of dust destructor, is my 


reuson for again writing to you. 


It Mr. Kershaw would simply, instead of writing long 
letters of refatation, quietly нак himrelf what led to the 
letter signed “Practical Experience,“ and those which 
followed in the ELECTRICAL Review signed by different 
writers, he will find it was in oonsqaence of a p:ragraph 
having gone the round of the pres, that the oi-trict of 
Shoreditch was producing electric light for its requirements 


exclusively from tbe burning of the household und trade 


Alu cc m 
en e paragraph in a ne natu 
thought such an absurd statement would я со 9 
but finding there was no contradiction and that the state- 
ment was referred to in publications of every possible 
kind, religious and otherwise, and keeping in view the 
mischief done in the past to a great industry, caused by 
claims of recent years under the headings “Tue Onespest 
System”; Electricity for Nothing by sule of bye-prouucts, 
&c., &., was the only reason for my writing and sen 

а mild protest to your influential journal. 

Instead of repudisting the claims to which, as results 
show, there are no tangible facta to support, Mr. Kershaw, 
wisely or otherwise, brings out the lame excuse that they are 
obliged to use coal on Saturday afternoons and Sundays, in 
consequence of the dust carts knocking off work early on 
Saturuays. 

Adjoining parishes would, no doubt, be pleased to send & 
supply free to last them over Saturday afternoons and 
Sunuuys. 

It is quite clear an enormous weight and bulk of house and 
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trade refuse is required to produce steam compared with a 
very small weight and bulk of coal, and when you put to 
one side speeches of professors and others delivered at the 
banquet to commemorate the opening of an im t 
central station such as Shoreditch, and arrive at solid facta, 
the desirability of having a destructor in close proximity to 
valuable electric light machinery and private residences, 
simply for the benefit of the heat derived from its consump- 
tion, is a very doubtful advantage, especially if you take 
into account the disadvantages connected with the dirt and 
dust produced by its destruction where cleanliness and 
freedom from dust is of so much importance in the gene- 
rating of electric light and power, to say nothing of the 
abeolute necessity of having a reliable and uniform heat to 
produce the necessary pressure of steam for the engines. 

These requirements cannot possibly be supplied from the 
varied qualities and conditions of refuse collected in any 
parish or district. 

Of course, all credit is due to Shoreditch for its enterprise 
in attempting to solve the question of the use of a dust 
destructor combined with the production of electric light, 
bat there is no justification for any one connected with the 
experiment claiming merits in connection with the enter- 
prise which are not supported by actual facts. 


Practical Experience. 
January 8th, 1898. 


The letter signed John Raworth is a somewhat curious 
contribation to the correspondence on the above subject. 
Ив insincerity is palpable. The attempt at humour is 
pitiably groteque. The condescension of its tone simply 
provokes a smile. 

The writer confesses himself to be a student, but he has 
only learnt the rudiments of the subject. 

nstead of sketching ridiculous and useless diagrams, he 
had better get his slate and pencil and help Mr. Kershaw to 
work out the following simple rums, taking care that he sees 
that the integrants are quite oorrect before adding them 
er. The sums are quite simple, and the student should 

have no difficulty in working them out :— 

1. What is the cost of the power producing plant. of the 
Shoreditch plant per kw. of mean output ? | 

2. What is the cost of coal per actual output per kw. 
developed up to date ? 

If Scudent Raworth i3 prepared to accept a little wisdom, 
as he has certainly no relation to the Ex-Wisehead ( X. L. Z.“) 
of mathematics, and although he may be a nephew of * Aunt 
Hambug,” he will in future know that the rationale an 
importance of an interrogation is independent of the mere 
name of the interrogator. When Mr. Student Raworth has 
learnt a little more of the stienoe of dust destruction, in its 
relation to steam generation, he will recognise that the ques- 
tions asked Mr. Kershaw in the varions published letters are 
proper ones, and are interesting to the electrical community 
more than to individuals, and that their merit is independent 
of the names of the writers. Some of the questions have 
been repeated again by Mr. Brookman, and they demand an 
answer; the propositions as set forth by Mr. Raworth are 
school-boy like in their simplicity. 

* The destruction of dust produces some heat.” How true! 


advantage. 
The actual working resulta, com with those of other 


and systems, are the only allowable figures for com- 
parison. If the cost of plant attains a certain figure, the 
increased interest and depreciation may wipe out any advan- 
tage that cheap and nasty material may claim to possess. 


Enquirer. 


Some of your correspondents, Shoreditch and otherwise, 
арреаг to be much exercised in their minds with respect to 

criticism passed upon these works, or the ts, by 
your several correspondents. Surely this is very unreason- 


far ан they go) to my queetions. 


able. All that is wanted is reliable information, and that 
there appears to be some hesitation in supplying. I am 
quite in accord with you, Mr. Editor, and shall be only too 
happy to acknowledge the success of Shoreditch, should the 
install ation prove a success even up to 75 per cent. of all 
that was promised. There is one matter to which reference 
has been made again and again. viz., the abolute silence of 


‘engineers who have a practical experience in the working of 


destructors year after year, І mean other than manafacturers 
and contractors; for instance, Laws, of Newcastle, Yabba- 
comb, of Bristol, and Jones. of Ealing. I think that the opinion 
of men such as these would be of value at the present time, 
and certainly would be appreciated by many. 

X. Y. Z. 


I am much obliged to Mr. Kershaw for his answers (as 
Had Mr. Kershaw stated 
two months ago that, owing to the destructor being worked 
under a guarantee for twelve months, it would be unwise to 
make any statement reflecting on the plant or appearing to 
reflect in any way on the performance, no doubt he would 
have saved himself and a number of your writers some 


trouble. Had I known it my questions would have not been 


asked, at any rate for some time to come. 
I am delighted to find that the moonlighters have not 
seriously damaged Mr. Kershaw, and that he comes up as 


‘smiling as ever, determined to settle us all, anonymous or 


otherwise, with the twelve months’ muzzle. However, I 
shall hope he will give us value for our questions when the 
time is up. 


Rochdale, January 11h, 1898. 


F. W. Brookman. 


Dynamo Sparking. 


I have long been a reader of your peper, which I have 
found of great use on several occasions, but I am now 
desirous of asking your assistance on the following subject. 

I have in my case two dynamos, used chiefly for motor 
driving, each giving 750 amperes at 105 volte, and as the 
load varies considerably I have a deal of sparkiog at the 
brushes, though I have an attendant and engine man who 
alters the brushes when occasion arises, still they cannot 
attend to it as often as I would like, 

I have thonght, therefore, of applying some simple form 


ok automatic brush rocker, and I propose to do it in the fol- 
lowing way. 


At the top of the magnet yoke fix a solenoid directly over 
the end of the brush-holder, &nd connect an iron core to this 
end, so that as the current increases through the solenoid it 
will attract the core and во lift the brushes forward, a suit- 
able weight being placed on the brush-holder to reverse the 
motion when the load decreases. 

The weight to be lifted would be 20 lbs. or so through a 
distance of 8 or 4 inches. 

The difficulty [ am in is to find the size of iron core and 
size and ampere-turns of solenoid that will lift this weight. 
I may say that it will not be necessary for the core to move 
until the load is about 100 amperes. 

I would be greatly obliged if you could assist me in this 


matter. I have Thompson’s “ Electric Machinery,” but this 


does not help me. 
W. H. B. 


[There are probably many of our readers who have 
experienced the same difficulty, and doubtless some of tbese 
will give our correspondent the benefit of their advioe.—Enps. 
ELEC. Rev. | 


ELECTRICAL ENGINEERING AT HOME 
AND. &BROAD. 


Мв. R Por SELLON writes as follows to the Times :— 


— 
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My tour embraced the leading industrial centres of Germany, 
Austria, Bohemia, Hungary, Switzerland, and France, where elec- 
trical manufacture is being conducted ou a large scale. Careful 
inquiry and observation upon the spot have elicited the following 
facts, which may be of some interest at this stage of a struggle 
between capital and labour, which, in the respects of organisation 
on both sides, of orderly conduct, and of the social, if not Socialistic, 
issues involved, marks a new era in the history of such disputes. 

“Twenty years ago the electrical engineering, as distinct from its 
younger sister, the telegraph, industry was non-existent. All manu- 
facturing nstions therefore had an opportunity of 'starting level' 
towarde the goal of industrial endeavour—viz., to supply their home 
and the world's markets with electrical products, for which the 
demand has grown and is increasing by leaps and bounds. If there 
were any odds at all, the advantage might have been held to lie with 
the country on whom rested the blessings of free trade, industrial 
experience, world-wide commercial relations, and unparalleled 
Imperial and Colonial possessions. 

“What is the result? Briefly, as everyone interested in the 
subject is fully aware, that both American and Continental electrical 
manufacturers are underzelling British-made goods in the neutral 
markets of the world, such as Central and South America, Russia, 
China, and Japan; have supplied а substantial proportion of the 
demand in our own colonies, where, alas! patriotism, when weighed 
in the balance against prices, is found wanting; and are to-day 
threatening, particularly in the respects of electric traction and power 
plaut, to introduce ruinous competition in our home market itself. 

„The capital invested in the electrical plant manufa^turing industry 
in Great Britain has been estimated at not exceeding £4,000,000 to 
£5,000,000, in Germany at £10,000,000 to £12,000,000, and in the 
United States at £25,000,000 to £30,000,000. The output of manu- 
factored electrical goods must be substantially in proportion. 

Various special causes—such as restrictive legislation, vested 
interests, and the proverbial caution which constitutes the com- 
mercial ‘genius’ of the British people—doubtless account iu part for 
the relatively slow development of public electrical works, especially 
as regards electric traction snd power, in Great Britsio. But they 
do not account for the fact that Germany and America can undersell 
the English manufacturer in the common markets of the world which 
are equally open to all comers.  . 

The root cause of the latter phenomenon must be traced to the 
relative cost and methods of production in the different countries. 

“Capital can be borrowed cheaper in England than in Germany or 
America. Materials, teken all round, cost about the same in the 
former, and decidedly higher in America. Непое the difficulty does 
not arise on these grounds. The explanation undoubtedly lies in the 
conditions on which labour is obtainable. 

“ I found that in the Continental workshops not only is a 60-hour 
week the invariable rule, but that the leading trades involved in elec- 
trical manufacture—macbinists, fitters, and electrical artificers—are 
receiving on an average 25 cent. less per week ; or, taken 
with the fact that they work 10 per cent. longer hours than are usual 
in England, nearly 30 per cent. less per man per hour. This, of 
itself, is a serious handicap for the English manufacturer; but worse 
remains behind. 

“ Eoglish employers widely accuse the trade unions of attempting 
to dictate as to both the quality and quantity of labour to be em- 
ployed in their workshops; of endeavouring to impose artificial 
restraints on the free and healtby productivity of both men and 
machinery by discountenancing piecework; by forcing higbly-paid 
men to be employed on machinery, where a cheaper form of labour 
would suffice, and by limiting their members' daily output of work 
to a predetermined average, based on a low rather than a high 
standard. 

"Т was unable to meet with a single Continental employer who 
brought similar charges against the workmen’s organisations in his 
country ; and it need not be pointed out that, if correct, these charges 
knock the bottom out of the argument opposed by the mens’ leaders 
here, that shorter hours in Great Britain will not prejudice industry, 
because the British artisan is a ‘superior’ or ‘intenser’ workman. 

“The fact that American electrical engineering manufacturers can 
undersell British in the world's markets, in spite of their wage rates 
averaging some 30 per cent. higher, is pointed to by employers here 
in corroboration of these charges. 

“I do not wish to suggest that the American or Continental work- 
man is more disposed to abstain from agitation than the English 
workman because he is better satisfied with his lot. On the contrary, 
all students of the subject know that their dissatisf.ction is chronic 
and profound ; and probably most will agree in thinking that English 
militant trade unionism is a healthier manifestation of dissatisfaction 
than the explosive, though temporarily suppressed, socialism of the 
Continent, or tha American workman's periodical struggles with 
despotic capitalism supported by special police and shot-guns. Many 
will go farther, and hold that rational trade unionism is in the 
intereats not only of the working classes but of society at large, as all 
ordered effort is better than chaos, and that it should not be dis- 
couraged. 

“ But into the socio-moral aspects of the question it is not possible 
here to enter. My object is to call attention to the influence which 
unsound economic dcctrines on the pait of British trade unions are 
haviog upon ап industry which, although at present insigniticant 
when compared with the staple industries of the world, is growing in 
importance every day, and is destined to become the most important 
section of the engincering trades in the near future. 

" Taere are iadications that the trade union leaders are willing to 
disavow, if they ever seriously held, these sel(-destructive doctrines 
affecting workshop management, regarded by employers generally as 
of far more vi'al consequence than the question of hours. If the 
unions through their leaders would clear up the present at mesphere 
vf doubt and uncertainty by giving a clear and uncquivccal state- 


ment of their attitude, the first and most important step will have 


been made towards & settlement alike honourable and advantageous 
to unionism by resulting in it« willing recognition by employers, and 
acceptable to industrial capital by placing it in & position to compete 
favourably in tbe world'a markete. 
“Tam, Sir, yours, &c., 

“Б, Percy BELLOXK. 
“ London, January 10ih.” 


BUSINESS NOTIOES, &в. 


Electrical Wares Exported. 


Win Биоко Jan. 11тн,187. | Win Киргие Jan. 11тн, 18C8. 
| 6 s E s 
Albany ... з .. 49 0 Amsterdam .. 125 0 
Amsterdam .. 118 0 | Barcelona un .. 25 0 
Auckland ж .. 53 0 Вена .. ee .. 50 0 
Bilboa ... га .. 20 0 Bombay МР .. 422 0 
Bombay т .. 86 0 | Cape Town, .. .. 166 0 
Brisbane vss .. 261 0 Durban зеў .. 112 0 
Calcutta. Teleg mat... 250 0 | Fremantle ... 1,640 0 
Cape Town ... .. 607 0 Hamburg aus .. 60 0 
Cclombo oe .. 124 0 Lisbon 885 .. 30 0 
» Teleg. mat. ... 265 0 Malaga к .. 50 0 
Durban ... $us *. 9397 0 Malta .. ке . 68 0 
East London .. 630 0 Marseilles Т? .. 85 0 
Flusbiog T .. 939 0 | Melbourne T .. 323 0 
Fremantle ЗР .. 274 0 Monte Video .. 36 0 
Teleg. mat. 2,547 0 New York 185 .. 25 0 
Gibraltar eee „ 422 0 Ostend fus .. 85 0 
Gothenburg... .. 47 0 Paris ai .. 162 0 
Hamburg Teleg. mat... 723 0 Perth vis .. 49 0 
Hiogo, Teleg. mat. 27 0 Port Elizabetb... *. 450 0 
Hong Kong .. 40 0 Rangoon dus .. 650 0 
Madras ... ias .. 31 0 Rouen y .. 82 0 
»  Teleg. mat. ... 500 0 | Santander zs .. 2 0 
Malaga ... m .. 184 O Shanghai T .. 121.3 0 
Melbourne бв . . 716 0 | Stockholm vis *. 470 0 
» Tcleg. mat... 111 0 | Sydney ... a .. 336 0 
Ostend ... “з .. 58 0 | Teneriffe. Teleg. cable 8,625 0 
Otago “ats .. 800 0 | Trinidad iei .. 22 0 
Passages... she .. 183 0 Yokohama ssi S. 797 0 
Port Elizabeth ... .. 680 0 
5 „ Teleg. mat. 1,680 0 
Reval aes .. 50 0 
Rockhampton ... .. 70 0 
Rosario ... Vex Uwe. 161 0 
Rotterdam баң .. 95 0 
Shanghai "S .. 105 0 
Singapore i .. 36 0, 
Btockholm. Teleg. mat. 327 0 | 
Sydney ... T .. 409 0 
" Teleg. cable ... 805 0 
Wellington. 75 0 
Yokohama $us ...1,199 0 
Total £14,888 0 | Total 49,867 0 
Foreign Goods Transhipped. 
H £ 6 
[жы eee 06 eee 40 0 


Agency.— The International Trading Company have been 
appointed sole representatives in the "United Kingdom of the 

ascbinenfabrik für Kabelfabrikation (Conrad Felsing, jan.), Berlin, 
O., and will make a special line of cable-making or wire-covering 
machinery. 


Ajax Enclosed Arc Lamp.—We are informed that 
Messrs, Hill, Gifkins & Co., of 68, Victoria Street, S. W., have joined 
interests with Messre. Beanland, Perkin & Co. as sole selling agents 
of this lamp. It has lately been considerably improved, and as now 
constructed for single parallel, multiple series, aod constant current 
working. is considered to be by far the most practical of the enclosed 
types which have yet been introduced. It is now made in all sizes 
from 24 amperes. For street-lightir g purposes the new holophane 
inner globe, with clear outer globe, will be found specially suitable, 
as there is, by this arrangement, practically no loss in light, while it 
affords perfect diffusion. The alternating current type will bs ready 


for delivery very shortly. The fullest possible guarantees are given 


with the Ajax lamp, both as regards satisfactory working and freedom 
from infringement of any patents. 


Bankruptcy Proceedings.—A sitting of the London 
Bavkruptcy Court was held before Mr. Registrar Liuklater for tbe 
ublic examiaation of Charles Nigel Stzwart, 39, Victoria Street, 
Westminster, whose accounts show liabilities £13,566 and a deficiency 
of £11,532. Under examination by the official receiver, tbe 
debtor stated that in 1495 he became chairman of the Universal 
Electric Carriage Syndicate, Limited, whose patents and stock were 
sold in the following year to the British Motor Syndicate, Limited. 
The last-named company formed а braach company in May, 1896, 
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entitled the Great Horseless Carriage Company, Limited, and witness 
as manager, at a salary of £300 а year, until last June, when he 


resigned, owing to disagreement with one of the directors. He then 


ned the Directorate of the British and Continental Syndicate, 
imited, which was formed to run a line of steamers between 
Southend and Ostend. He was liable for a considerable sum in 
connection with that syndicate, but bad been advised that he had 
never been legally elected as a director. Then in July last he became 
a director of the Lombard Fioaucial Syndicate, Limited, 
which was formed to work patents for photographs їл colours, a tele- 
' phonograph, unbreakable glass, and certain petroleum schemes. Witness 
attributed his insolvency to embarking on enterprises of which he 
had no previous knowledge, to Stock Exchange speculations, and to 
his liabilities in connection with the British and Continental 
Syndicate, Limited, and the Lombard Financial Syndicate, Limited. 
The examination was concluded. 


Liquidation Notiee,—The London Gazette contains 
notice to creditors of the Coventry Electric Tramways Company (in 
liquidation) to send particulars of debts or claims, and the usual par- 
ticulars, to Mr. E. T. Pierson, 17, Hereford Street, Coventry, the 
liquidator, on or before February 21st. 


Calendars.—Mesrs. Veritys, Limited, have issued a 
calendar of the present year with а slip for each day. Some of the 
firm’s specialities are nicely arranged in colours on the card. 

A small handy wall calendar has also been sent to us by Messrs. 
Croggon & Oo., Limited. 


Changes of Address,—The National Electric Free Wiring 
Company, Limited, have been compelled to remove to larger premises. 
The registered offices will be at 8 and 10, Charing Oross Road, opposite 
their former premises. 

Mr. Wm. Patterson, late of the City Wire Works, Newcastle-on- 
Tyne, informs us that he has removed to new works at Walker Gate, 
where he bas increased facility for manufacture, and new plant. 


New & Mayne, Limited.—Oa Wednesday, before Mr. 
Justice Wright, sitting ss an additional judge of tbe Chancery 
Division, in the matter of New & Mayne, Limited (which was the 
petition of tbe company and the liquidator), counsel asked the 
Court to sanction a scheme of arrangement proposed to be 
made between the creditors of the company and the company. 
The nature of the arrangement was that the liabilities and assets 
of the old company should be transferred to the new company, and 
the one debenture holder, who held debentures securing £52,000 
agreed to accept in satisfaction of those debentures £25,000 in deben- 
tures of the new company, and £27,000 in deferred stock of the new 
company. The unsecured creditors of the old company agreed to 
accept, in satisfaction of their debte, an equivalent amount of deferred 
debenture stock of the new company. Arrangements bad been made 
for securing the working capital by giving power to the new company 
to raise £10,000 on secu of the A" debentures, which would 
take priority over the B" debentures and deferred debentures stock. 
There were creditors to the amount of £5,020 who voted for the 
scheme, one creditor for £900 (whose debt was not allowed by the 
liquidator) voted against the scheme, and creditors for £117 did not 
vote. There was practically, therefore, no opposition to the scheme. 
His Lordship granted the application, subject to the filing of proper 
evidence that the meeting approving of the scheme was duly 
convened. 


New Branch.—Messrs, Ames, Garrard & Co., have 
& branch establishment at 30, High Street, Northwich, 
Cheshire, where they are showing a varied selection cf electric light 
fittings, accessories, &c. They have recently carried out a number of 
installations in the town, among them being both arc and incan- 
descent lighting for business and residential premises. Other instal- 
lation jobs are now in hand. The firm also lighted temporarily the 
table for the inauguration dinner of the directors of the Northwich 
Electric Supply Company on the 10th inst., the table being lighted 
by means of small lamps partially hidden by real flowers. 


Partnership Notices.—Messrs. Clark, Forde & Taylor 
(Mr. Latimer Clark and Mr. Herbert A. Taylor) inform us that they have 
admitted into partnership Mr. R. E. Peake and Mr. Arthur L. Dear- 
love, who have for the past 20 years assisted them in their business 
of consulting, civil, electrical and cable engineers. Although we have 
only had the pesce of meeting Mr. Peake on one or two occasions, 
Mr. Dearlove been well known to us during the above-mentioned 
period, and he has cccasionally contributed to our columns. We 

ink the original members of the firm and their new partners are 
alike to be congratulated on the eminently wise step alopted. The 
style and address cf the firm will be as heretofore—Clarke, Forde and 
Taylor, 4, Great Winchester Street, E. O. 

Witb reference to our last week’s notice under this heading, we are 
informed that Mr. Cortez Leigh is a partner in the firm of Lacey, 
Clirehugh & Sillar. 

Mr. T. Scott Anderson informs us that he has taken into partner- 
ship Mr. Henry Harold Beit, A. I. E. E., and that in future the firm 
will b» known as Bcott Anderson & Beit, electrical and mechanical 
engineers, Royal Insurance Buildings, Sheffield. During the past 
year Mr. Scott Anderson has erected, besides other plants, nine elec- 
tric welding plants for a great variety of work, and also installed 
а complete lighting plant in a county asylum, and another in а large 
metropolitan hospital. 


Personal.—We have pleasure in announcing that Mr. 
J. E. Lickfold, solicitor, bas just taken offices at 4, Copthall Chambers, 
Throgmorton Street, E.C., where he is now practising on his own 
account. Mr. Lickfold was aesociated with the firm of Messrs. Lewis 
and Lewis, of Ely Place, Holborn, for over 80 years. Probably our 


readers bave not forgotten how ably he handled all the cases in which 
the ELECTRICAL Review was opposed to Mr. C. B. Harness over the 
electropathic belt litigation, and we feel quite convinced that Mr. 
Lickfold will carry through equally well any legal business with 
which they may entrust him. we extend to him our best wishes for 
his success. 

Mr. W. Arnot, MLC.E, MIME, MI. E. E., late electrical engi- 
neer to the Glasgow Corporation, who is now carrying on business 
as consulting engineer, announces that his address is 79, West Regent 
Street, Glasgow. 


Price List,—The Newton Electrical Worke, Limited, 
have issued an 1898 price list, descr.bing and illustrating the 
“Taunton” dynamos and motore. Photographic views are shown of 
electric baulage plant, launch and commercial motors, combined 
Taunton-Willans plant, combined gas engine and dynamo, trans- 
formers, switches, &c. Some instrusiions are given for fixing and 
working motors. 


Staff Smoker.—A staff smoking concert of the City of 
London, Metropolitan and London Electric Lighting Companies was 
held at the Falstaff, Eastcheap, E. O., on Tuesday evening last, 


January 11th. 


The Rumoured Amalramation.— The Westminster 
Gazette says that what has been termed the Armstrong-Whitworth- . 
Easton-Anderson combine do:s not exist, and is not likely to. Asa 
matter of fact, the ficst-mentioned firm has nothing whatever to do 
with the important new undertaking, which will be styled The 
Thames Ordnance and Engineering Company, Limited (with which 
ise сотона the business of Messrs. Easton, Anderson & Сос! ien, 
Limited).” The company, our contemporary understands, will be 
licensed by the great French firm of Schneider & Co., of Creusot and 
Havre, to manufacture the Schneider-Canet artillery; and by the 
German firm of Schuckert & Co, of Nuremberg, for the manufacture 
of electrical machinery under that firm's patents, every where save 
ia Germany. 


ELECTRIC LIGHTING NOTES. 


Acton.—The Urban District Council of Acton having 
appointed Messrs. Kincaid, Waller & Manville to advise them on the 
subject of electric lighting, and at the time of so appointing them 
not having mentioned the fact that the Council had resolved to bave 
two reports, Messrs. Kincaid, Waller & Manville, on hearing of this 
fact, felt it necessary to resign the appointment. 


Asylum Lighting.—It is recommended that the works 
for the centralisation of the heating station and an installation for 
the supply of electric light be carried out at an estimated cost of 
£16,500. The cost per annum of gas, at 2s. ба. per 1,000 cubic feet, is 
£1,100 ; cost cf electric lighting, £978 178. 41. 


Bangor.—The proposal to purchase a site in Garth Road 
for electricity works has been referred to a committee. 


Bethnal Green.— A special committee recently recom- 
mended that the Vestry xi uy for & provisional order; that they 
arrange for an electrical engineer to report as to providing electricity 
in the parish. An amendment was moved that the recommendation 
Ce кое back. Both the motion and the amendment were 

en | 


Bilston.—The scheme of the Midland Electric Corpora- 
tion has been approved by the District Council on certaiu conditions. 
The Council reserves right to itself to apply for & provisional order 
for the district without interference on the part of the company. 


Blackburn.— The Council has instructed the electrical 
engineer to obtain tenders for the additional electric lighting plant 
required during 1898, such extension not to exceed £8,000 under 
existing borrowing powers. 

Brighton.—The Technical Instruction Committee has 
decided to purchase £360 worth of electrical plant to serve the 
double purposes of education and of lighting & portion of the build- 
ing. The Committee has also resolved to appoint Mr. Armstrong as 
head of the Mechanical Engineering Department, at a salary of £200 
per year, rising by annual increments of £25 to £250. 

The Lighting Committee has appointed a sab-committee to go 
into the question of extensions to the public street electric lighting. 


Barnley.—The Gas and Electric Lighting Committee are 
about to put down new plant at the electric lighting station, and are 
advertising for tenders fora high-speed engine and dynamo. The works 
are also being extended, building contracts for which have already 
been let. At the last meeting of the Town Council Mr. Councillor 
Parsons said that the Committee had entered into the question of a 
departure from the present system of engine with great hesitation 
and anxiety, bat they had satisficd themselves that such a change 
was distinctly to the advantage of the works. Alderman Keighley 
expressed the opinion that the Committee were justified in adopting 
the proposed new pliant. 

The new type of engine is a high-speed compound condensing 
three-crank engine of 450 B.H.P. 


Canterbury.—Tc-day (Friday) the City Council will have 
before them the report of the Electric Lighting Committee embody- 
ing the report of the consulting engineer, Mr. Robert Hammond, 
upon the tenders recently submitted for the supply and erection of 
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plant and mains on the low tension system, for the municipal eleo» 
tricity supply undertaking. The Committee's recommendation is as 


followa:— 


The Committee (acting upon the advice of the electrical engineer) 


recommend that the following tenders be accepted :— 


Beotion. Plant. Name of firm. | Amount of 
| £ s, d, 
A. | Boiler house plant.—Lancashire | R. Taylor & Sons. 1,518 0 0 


boilers and accessories; me- 
chanical stokers, feed pump. 
injector, economiser; electrio 


motor, 

B. Engine house plant. — Steam | India-Rubhber, бона. 8,778 18 0 
dynamos and accessories; ооп. | Percha Telegraph : 
densers, oil filter; steam, ex. | Works Company, 


haust feed, blow-off and sun.| Limited. 
dry pipes, valves, feed water 
and storage tanks, &c. | 
C. Overhead travellingcrane.. .. Jamies Spencer and 235 0 0 
о. 
D. Switchboard and instruments .. (тотоп & Co., 999 0 0 
imited. | 
Е. Accumulators ee eo Se | Chloride Electrica): 1,165 0 0 
Storage Syndicate. 
F. Mains. insulated cables and|Fowler-Waring| 6,886 0 0 
trenching. саа. Company, 
Amit e 


а. Publio lamps, аго and іпсап: | Стотріоп 4 Co., 1,400 0 0 
descent street lamps, lamp-| Limited. 
rosts, and brackets, 
H. Meters eo ee ee „S. Z. de Ferranti, 
Limited. 


969 10 0 
£14,688 8 0 


In addition to tbe plant included in the above sections, the esti- 
mate laid before the Local Government Board inspector included :— 
Connecting consumers to maine, £1,000; reinstatement of roads and 
footways, £400. The estimated expenditure in respect of the above 
items waa £15,850, as against the totals of the recommended tenders, 
co., of £16,183 3s., the difference of £333 Se. being more than 
covered by the amount included in the estimate for contingencies. 


Cardiff. —Mr. W. Applebee has submitted to the Electrio 
Lighting Committee a report upon the questicn of condensing water 
atthe electricity works, and the saving effected thereby. "The recort 
sets forth the different methods of condensing, one of which has been 
tried at the electrical works for the past nine months, and has worked 
satisfactorily. The engineer recommends an extension of the system 
now in use, which is the cooling action derived by forcing the warm 
water at а slight pressure through а series of -shaped nozzles, 
which throw it into the air in jets of spray, which effectually cool it 
to tbe required degree. Mr. Applebee urged that over £100 per 
annum would be saved by adopting this system. 


Chatham.—We understand that Messrs. Geipel & Lange 
bave been mi ag consulting engineers to the Chatham, Rochester 
and District Electric Lighting Company. 


Cheltenham.—The net revenue of the electricity under- 
faking for the last quarter of 1897 was about £1,400 as compared 
with about £830 in the corresponding period of 1898. 


Colchester.—' The temporary lighting of the Military 
Hospital bas been taken over by Messrs. Siemens Bros., Limited, and 
is working satisfactorily. 


Croydon,—On Friday a Local Government Board inquiry 
was held into an application for permission to borrow several sums 
for municipal purposes, including £5.000 for electric lighting exten- 
sions to which we referred last week. The Town Olerk (Mr. Е. 
Ma*vde-ley) seid they required the loan for the installation of the 
light in the South End, Oroydon. There had been numerous requests 
for the light, and it waa proposed to have а aub-station and additional 
plant at the central station. Prof. Kennedy said he had carried ont 
all the electric lighting works for the Corporation, and the estimate 
was based on prices actually paid by the Oorporation for work done. 
Alderman Miller gave his «pinion aa to the necessity of the work, and 
mentioned that there were 15 000 private lamps oon 2,500 

more had been applied for. There was no opposition. 


Dundee.—The electricity rental collected for the seven 
months ended November 30th amounted to £1,629 7s. 114, in 
December £356 8s. 9d., bringing out a total of £1,985 1066. 8d., or 
£277 4s. 4a. in advance of last year. 

There is a proposal on foot to light High Street, Lochee, with the 
surplus electric from the Baths, and the electrical engineer 
(Mr. Tittensor) and the superintendent cf the Baths are to report on 
the proposal, and give an estimate of the cost of erecting two or 
three arc lampe. 

5 electric arc lamps are to be placed in the centre of the 


Ealing.—At lart week's Council meeting, it was reported 
that there were now 13,412 8-candle-power lamps connected. 


Elland — The District Council has under consideration 
the advisability of providing the town with electric light. Tne com- 
mittee, who visited Nelson and other towns recently, were struck 
with the limited space occupied by the Neleon installation. G at 
Elland is 28. 6d. per 1,000 cubic feet, and is supplied by a private 
company. 

Fort William.—The proprietor of the gasworks has 
intimated that the gasworks will be discontinued at the end of this 
month. Fort Willism will now depend entirely on electric light for 
illumination purposes. 


Falwond.—The District Council has con«ented to the 
application for a provisional order by the National Electric Supply 
Oompany, Limited. 


Garaton.—The proposal to erect a dust destructor plant | 


in connection with the electric lighting installation is being 
strenuously opposed by ratepa in Aigbarth and Graseendale. 
The destructor site suggested is in the latter district, and it seems to 
be more the situation of the destructor than the idea of the destructor 
iteelf that does not meet the ratepayers’ wishes. They will 
the scheme when the Local Government Board inquiry is if 
necessary. | 

Glasgow.—A discussion arose at lart week's meeting of 
the Oorporation regarding the inefficiency of the arc lighting at St. 
Andrew's Hall. It was stated by Mr. Pettigrew, the Convener of the 
Lighting Committee, that if it were found that the rystem was 
defective the Committee was under au obligation to introdoce a new 
system at the end of the present season. A report will be brought 
before the Corporation at that time. 


Gulld fard.— The sixth annual report of the Guildford 
Ele-tricity Saoply Company shows that the anbscribed capital is now 
£7,220, but it ія anticipated that owing to the increased demand for 
the light further capital will shortly be required for the purpose of 
extending the works. 


Hammeramith.—Remarkable snocess, rava London, has 
attended the introduction of electric lighting in Hammersmith 
the municipal authority. Although the works have only been in fu 
operation for three monthe, the demand for current by private con- 
sumers is so creat that the Vestry are about to expend a further sam 
of nearly £30,000 in extending the plant, so that the whole of tbe 
compulsory area mentioned in the provisions] order will be covered. 
Only the main thorougbfares will at present be supplied with arc 
lamps, but as the station becomes more equipped attention will be 
p tn the principal side streets, There are now 104 arc lamps of 

.000-C P. in the parish, and the extension wil] provide for 48 more. 
The number of consumers bas grown to 108, and every week fresh 
applications are received from tradesmen ard others. The «cal» of 
ebarves compares favourably with that of any other body in London. 
The Vestry is doing a good business in the aupply of electricity for 
motive power at 24d. per urit. A number of fartorin have taken 
advantage of the supply, as well as several large bakeries, including 
that belonging to Lyons, the great refreshment caterers. There are 
two scales for ordinary lighting purposes. Under the first a charge 
of 6d. per unit is made, but if the maximum demand as recorded on 
the indicator has been more than two hours per day, the obarge is 4d. 
per unit for all current consumed in excess. The other alternative is 
a charge of 23d. per unit, with a fixed charge of Is. 3d. per quarter 
for the equivalent of every 8 О Р. lamp used at one time. The com- 
mittee have ample scope for extending their plant, &o. The 
bas acquired an open space of about five acres, and only about three- 
quarters of an acre is at present covered. The station is im en the 
borders of Fulbam, and it is witbin the bounds cf bility that the 
Hammersmith Vestry may become the electric lighting authority for 
Fulbam, now tbat they have thrown out their own scheme for 
establishing a system. 

Hampstead. —'The Vestry has appointed Mr. W. S, Ross, 
of Sunderland, and Mr. A. Н. Seabrook, of Great Yarmouth, as 
assistant electrical engineers, to fill the vacancies caused by the 
resignation of Messrs. Hesketh & Morton. 


Horsham.—A Committee has been appointed by the 
District Oourcil to go into the subject of electric lighting, and a 
provisional order is to be applied for. 

Huyton-with-Roby,—The District Council will support 
par British Insulated Wire Company's application for a provisional 

T. 

Idington.— At the last Vestry meeting. in answer to Mr. 
Mills, the Treasurer raid there had been no net profit on the working 
of the electric lighting installation. Mr. Towers further stated, in 


answer to Mr. Mille, that a sum of £1,554 24. 21. would be required 


per annum if tbe shorter period of repayment of loans prescribed by 
the Local Government Board were adopted. 


Leeds.—At the last meeting of the City Council Mr. 
Wilson presented a report from the Parliamentary Oommittee as to 
the expediency of thé purchase bv the Council of the undertaking of 
the Yorkshire House- to- House Electricity Company, Limited, and 
moved its adoption. The Committee, he said, were of opinion that 
if the undertaking was to be purchaeed at all, it ought to be soquired 
as IM possible. The peculiar conditions under which the Oor- 

on bad power to acquire the undertaking made it abuodantly 
clear that the longer the deley the greater the sum the Oornoration 
would be called upon to pay. Up to December 31%, 1890, the 
House-to-House Electricity Company had expended upon works 
£105,377 ба. 1d., wbicb had been discounted ty the transfer to depre- 
ciation account of £4 300, thus leaving a sum of £101,^77 3s. 1d., 
certified by the officia] auditor of tbe company as the value cf the 
undertaking at tbe date named. He mentioned these figures without, 
of conrse, necessarily accepting them as aconrate. The Parlia- 
mentary Committee bad come to the conclusion that it was the best 
thing the Corporation could do to lose no time in possessing them - 
selves of the undertaking, and thus repair a mistake they made 
earlier. It might be there was some reason for not moving in this 
direction before. People bad been afraid to touch electricity, but 
that fear had now to a great extent disappeared. The experimental 
stage in electric lighting had passed, and the Council would do wisely 
in adopting what was the unanimous recommendation of the Parlia- 
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41 
mentary Committee. The resclation was carried. Mr. Wilson pany is applying for electric lighting powers. The Council is 
ией resolution that application be mede by the ion to anxious that the undertaking should be а municipal one, and urges 


the Local Governmert Board for a provisional order to issue irre- 


deemable or redeemable stock, or for powers otherwise to enable them 
to arquire the House-te-House Ocmpany's undertaking. Не oon. 
templated considerable difficulty in getting the necessary powers to 
purchase. The resolution was carried, and a third resolution was 
adopted empowering the Council without prejudice to their Parlia- 
mentary powers, to open negotiations with the Electricity Company 
for the purchase of their undertaking. 


Lincola.—The Local Government Board has sanctioned 
the borrowing of £1,500 for land and 219,150 for electric lighting 
purposes. Lincoln £3 per cent. stock is to be created to raise the 
sum. 


Liverpool.—At a meeting of the Lighting Committee 
last week, it was resolved that two sets of electrical plant be ordered 
from Mesers. Willans & Robinson at a cost of £1,727, and that the 
work be proceeded with as early as possible for the Oldham Street 
and Paradise Btreet Stations. Efforts are being made to obtain in 
Lodge Lane and Smithdown Road the necesssry ground for sub- 
stationa. It was aleo resolved that the electric main be extended 
along Scotland Road, at an estimated cost of £741, thus completing 
the system in that neighbourhood. 


Llanrwet.—Mr. G. R Peers, electrical engineer, Colwyn 
Bay, bas written to the District Council, setting forth the conditions 
upon which he would be prepared to light the town with electricity. 
The Council ie favourably disposed toward the scheme, but will first 
submit the matter to the ratepayers. 


Londan.—The St. Luke's Vestry has referred it to a 
сот mittee to inquire into and report upon а acheme for the better 
lighting of the parieh with electricity or other light. 


Lynn,—The Electric Lighting Committee is authorised 


to engage the services of an expert to advise and report upon electrie 
lighting. 

Manchester,—The City Council has agreed to the 

| mentioned last week, to purchase the plot of land in Stuart 
treet, Bradford, containing an Approximate area of 83 atatute acres, 
including one-half of Stuart Street, and up to the north side of the 
Manchester and Ashton-under-Lyne Canal, for the establishment of a 
new generating station, at 2jd. per square yard per annum and 31 
years’ purcbase—equal to 4s. 44d. per square yard freehold. The 
Corporation will be able to put сп tbe land plant to supply tbe 
whole city of Manchester with electricity for lighting and traction 
purposes. 

Merthyr.—At last week's District Council meeting the 
Clerk explained that up to the present time no stepe had been taken 
to comply with the provisional order, and Messrs. Howell & Co. now 
sought to have the order transferred to Messrs. Orompton & Cn., with 
whom tbey had made arrangements for carrying out the undertaking. 
The Council bas passed a resolution objecting to the suggested transfer 
ard declaring in favour of the order being revoked unless Messrs. 
Howell & Co. commenced the work at an early date. 


Mumbles,—Mr. W. Weaver has made an offer to the 
Local Board to light a large area of the district by electricity at an 
annual cost not exceeding that at present paid, the Council to either 
obtain powers iteelf and tranefer to him at his cost, or to content to 
him applying for the powzr. The clerk is to report on the scheme. 


Norden,—The District Council has had the main road 
lighted electrically, the contract being carried out by Mr. G. L. 
Adameon, electrical engineer, Saallbridge. The power house con- 
taina a 2 brake H.P. gas engine, made by the National] Gas Engine 
Company. This engine drives a dynamo. The poles on which the 
line іе carried are 50 yarda apart, and on each alternate nole ia fixed 
a strong lamn bracket. Te lampe, which are of Edi-on-Swan manu- 
facture, are 25 O.P. The formal inauguration ceremony took place 
in the power house at Wolstenholme some days ago. 


Norwich.—The Blofield District Convcil haa consented 
to the application of the Norwich Electricity Company, 


Limited, for electric lighting powers for ite district. The St. Faith's 
Oouncil bas also approved. 


Oldbury.—Application was made by the Midland Electrio 
Corporation and Power Distribution Company for the consent of the 
Council to their 5 order giving them power to supply 
the district with light, but the Council refused. 


O:ley.—A proposal was recently made at the District 
Council that tenders be invited from electrical engineers for lighting 
the streets of Orley with the electric light; bat after discussion, the 
matter was referred to a committee for inquiries. 


Penarth.— The District Council will consent to the pro- 


posed provisional order promoted by a company, on condition that 
certain clauses are inserted. 


Peterherougzh.—The special Council meeting, to which 
we m farred last w: ek, was held at the Guilihall on 5*h inst., to con- 
sider tbe refass] of the Local Government Board to allow tbe Cor- 
poration to borrow £15,000 for electric lighting on the gr usd that 
the borrowing powers of the Corporation were not sufficient. The 
discassion chie fly considered what reply should be sent to the board. 
Tbe reply approved by the Council, after & great deal of talk, in 
which much that was unnecessary was said, gave a statement of the 
Oorporation's borrowing powers, and referred to the fact that a com- 


the board to either hold an inquiry forthwith, or receive a 
tion on the matter. | * 


Salford.— The Council is applying to the Local Govern- 
ment Board for a £50,000 loan to cover the cost of the land, buildin 
and machinery, to extend the electric light undertaking in кок. 
ance with the estimate submitted by the engineer, When the pro- 
posal came before the Council, Councillor Haworth stated that it wae 
some nine months since the Eleotrio Lighting Committee was 
appointed to take onary? of this question. One of tbe first things 
ey took in hand was -to consider bow the loss arose, and how fto 
remedy it. When they took charge they had 11,400 8-O. P. lamps 
connected with the mains; at the рено; time they had 29,000, and 
ina werk or two he anticipated they would have several thousand 
more. In money spent upon wages, coke and stores during the nine 
months they effected a saving of £124, ЕН Феу hed turned 
out so much more current during that time. revenue had 
increased from £1,005 to £1,469, aud this in spite of the fact that 
they were selling the current at а reduction of 334 per cent. as com- 
pared with 12 months ago. That was a very satisfactory state of 
things for so short а time. One of tbe greatest obstacles they had 
had to contend with was that a number of customers connected 
with the mains only took the Corporation light when. they had a 
breakdown in their own machinery. They had since altered the 
system of cbargirg. so that anyone taking tbe current, for however 
short a time, would bave to a ob per lamp, and they found 
tbat that had worked out in a satisfactory manner. In the June 
quarter, 1896, the number of units sold was 5026, whereas in the 
same quarter this year it bad increased to 11,513. In the September 
quarter, 1896, they sold 6,843, and the number had increased to 
16,234 in the corresponding quarter of 1897. Next quarter there 
would bo a further increase, а: d hey estimated they would, at the 
end of the year, reduce the loss by fully £1,000. He desired to im- 
rese upon them that they bad progressed as far with the scheme as 
t was possible at present. They bad, as a matter of fact, more cus- 
tomers than the mains would supply. They had 22.000 lamps oon- 
песи д at the present time, although their power was only calculated 
to sustain 12,000 ligbts at one time. The committee gone into 
the matter carefully, and proposed to build a new station in a epct 


which would be convenient for future developments. They had such 
а plot of land in view, 


Sheffield.— The minutes and correspondence of the 
Parliamentary Committee re the pr. posed purchase of the electricity 
works and tbe removal cf the difficulties at present in the way 
thereof, came before the Corporation on Wednesday. The recent 
decision by Mr. Justice North is referred to, and it is recommended 
that the Council apply to the Local Government Board for a provi- 
sional order amending so much of the Local Government Board's 
Provisional Order's Confirmation (No. 9) Act, 1892,as will enable the 
Corporation to. issue irredeemeble stock to an amount svfficlent to 
raise the purobase money required for the purchase cf the under- 
taking of the Sheffi-ld Electric Light and Power Oompany, Limited, 
under the powers conferred by Article 60 (1, of the Soeffield, 1892 
provisional order. A letter bas b-en received from the Local 
Government Board sta ing that the Curporsti n’s application for an 
order empowering tbe issue of irredeemable stock is under considers» 
tion. Th» Board point ооё “that for many years past they have 
entertained obj- ction to the issue of irredeemable securities by local 
authorities, and they have bern accustomed to represent their views 
in this ma'ter to Parliament in covnection with proposals affecting 
stock contained in bills promoted by l cal authorities. Ic has not 
been the pract ion of Pa:li»meat during recent years to authorise the 
issue of irredeemable stock, bat on the contrary the Local Acte of 
recent Sessions relating to the issue of stock Бате made provision 
for the m demption «f the stock at par witt in a specified period. 
Tbe Board al · o consider that it may be doubted wh: tner a provision 
such as is oortemplat«d would not be in cuntravention of the 
Standiog Orders, which (eee Standing O-der 173 (A), House of 
Commons) provide that a committe to whom a ЫШ is refernd 
tball not in any case allow a longer term than 60 Hu for the 
redemption cf any cbarge or debt under the bill. ving regard 
to all the circumstances, it appears to the Board to be desiraole 
that any legislation such as is suggested in the matter of the purchase 
of the undertakiog by the City Council, should be by private bill.” 
The Parliamentary Committee advises that notwithstanding this 
advice, further representations be made to the Board in conjunction 
with the Leeds Corporation who are seking a provisicnal oder 
similar to that which the Sac ffleld Corporation are applying for; 
that tbe chairman and the deputy-chairman, together with the 
town clerk, be appointed to join а deputation from Leeds to 
wait on the tight Hon. Henry Obaplin, M. P., the President оё the 
Local Government B ard, with a view to induce him to grant the 

rovisional orders applied for, and that the members of Parliament 
or the city be requested to attend the proposed 1«terview with the 
resident of the board. The Sh field Electric Light and Р wer 
ompany has written to the Corporation, under date D-cember 16th, 
saying that although Mr. Justice North's decision established that the 


depata- 


Corporation were not in a position to require the company to sell, 


they were prepared—if tbe Corporation desired to purchase—to 
cousider an offer, but оп the basis that the tale to К effect as from 
December 31«t, 1897, or some subsequent date to be agreed upon. 
Certain matters cunuected with the oompavy which would shortly 


‘have to be dealt with, rendered it necessary that any «ffer by the 


Corporation should bs made without delay. The cbairman of the 
Parliamentary Committee reported that tbe terms on which the 
committee had negotiated with the Sheffield Evectric Light and 
Power Company, prior to July 5tb, 1897, were that the Corporation 
for each £100 of the sum properly expended by the company upon 
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their undertaking, and chargeable to capital account, should, on 
completion of the purcbase, issue or transfer to the company, or as 
they might direct, £220 of new 23 per cent. redeemable Sheffield 
Corporation stock, such stock not to be redeemable before the year 
1925, and to be issued free from stamp duty; that the balance of the 
purchase money in respect of the amount payable to make up the 
dividends to 5 per cent. per annum should be paid by the Corporation 
to the company in cash on completion of the purchase, and that the 
date of the purchase should be May 31st, 1897. The chairman also 
reported that certain heads cf agreement had been drawn by tbe late 
town clerk on behalf of the Corporation, and Mr. Moore on behalf of 
the company, which provided for certain other matters consequent 
on the purchase and transfer of the undertaking of the company. 
The Committee resolved that the chairman and deputy-chairman be 
suthorised to negotiate with the reprerentatives of the Sheffield 
Electric Light and Power Company on the terms mentioned above, 
namely, £220 of Sheffield Corporation 23 per cent. Redeemable Stock 
for every £100 of the sum properly expended by the company upon 
their undertaking and chargeable to Capital Account, provided that 
the basis be that the sale take effect as from September 29th last, and 
not from December 31st, and that the amount of such capital 
expenditure shall not in any event exceed £112,000, any furtber 
expenditure properly made being repaid to the company with 5 per 
cent. interest from the date of payment. 

5 5 We E the E p гое кан Power 
Distributing Company, so far as it concerns She , be opposed by 
the Corporation. 

Stirling.—Professor Kennedy, the electrical engineer 
ойр by the Corporation, visited the reservoirs at Touch on 
Saturday with a view to ascertaining whether water-power could not 
be utilised to drive the dynamos. He was accompanied by the 
Lighting Committee. 

St. Pancras.—It is understood that the Vestry is to 
extend the electric lighting mains to the whole of the Highgate part 
of ite district. The outlay is estimated to be about £7,585. 


Sunderland.—The Lighting Committee have agreed on 
an espplicaticn by the Sunderland Guardians to supply the Union 
Workhouse with electric light, to carry the mains to the Workhouse 
gates at a cost of £1,2C0. 

Train Lighting,—The express trains of the Caledonian 
Railway running between Edinburgh and Glasgow have now been 
fitted up with the electric light. 

Wallasey.—It has b:en decided to reduce the charge for 
electric light by one penny per unit, from 7d. to 6d., with proportion- 
ate reductions for large users. 

West Bromwich.—The Town Council will oppose the 
application of the Midland Electric Power Distribution Company 
for a provisional order. 

West Ham.—On Thursday, last week, a Looal Govern- 


ment inquiry was held at the Town Hall into the application of the 
District Council for sanction to borrow £11,573 for electric lighting 


and other purposes. 
Whitechapel.—The Electric Lighting Committee has 


been paying a visit to the Brighton Corporation electricity works in 
connection with ae installation, for which a site was recently 
purchased by the ct Board. 


Winchester.—The Winchester Electric Light and Power 
Company recently deposited with the City Oouncil its plans, together 
with a description of the system proposed. It коке to get 
пе, пл ароз of some competent person, having knowledge, 


Windsor.—The Windsor Electrical Installation Company 
have just com a contract for the supply of steam from the cen- 
tral lighting station to one cf the Windsor hotels for heating, cooking, 
and laundry purposes. The experiment bas been going on for some 
time, and bas proved so successful that a contract for five years’ supply 
has been entered into. 


ELEOTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Blackpool.—At last week's Town Council meeting the 


uestion of the proposed construction of a tramway on Queen's 

rive, in Claremont, was discussed. Mr. Brodie, chairman of the 
Tramways Committee, moved that the recommendation cf the com- 
mittee in favour of the p be adopted, and also that the over- 
head electric system of traction be used. Mr. J. Bickerstaffe opposed 
the recommendation, ing that the time was not opportune, espe- 
cially as the Board of e had not sanctioned the overhead system. 
It was also pointed out that the poll of the town on the matter cf a 
new tramway on the middle k in Claremont Park had not yet 
been taken. Mr. Grime said the present line at that end of the town 
was worked at а loss. If the new tramway were laid, some £2,000 or 
£3,000 would be earned. It would be a convenience to visitors and to 
residents alike, besides being remunerative. Mr. Ward spoke strongly 
in favour of the scheme. He said the time was opportune, because 
the North Shore works were about to be completed. All the road 
would have to be pulled up, and it would cost a good deal more if 
the work were not done now. Mr. Bickerstaffe's amendment was 


defeated by 13 votes to 11. A further amendment was proposed, to 
the effect that the lines for the new tramway in the Park be laid 
down, but that no steps be taken to fix the system of electric traction 
for several months. Daring the discussion, it was pointed out that 
the Board of Trade had refused to allow the Corporation to adopt 
the overhead system on the Promenade. Now the Council wanted to 
utilise the powers they already possessed to work a p tram- 
way through the Park on the overhead system. It was contended 
that if the Council went on with this, they would be administering a 
slap in the face to the Board of Trade, and accordingly the amend- 
ment was strongly objected to. On the other Land, hope was ex- 
pressed that, despite the recent pronouncement, the Board of Trade 
would sanction the trolley system in the Park. Atany rate, a depu- 
tation would wait upon the Board, and ask why so many other towns 
should be given permission to adopt the overhead system, while it 
was refused to Blackpool. The expensive working of the accumulator 
system would also be pointed ont, and if necessary, demonstration 
could be made of the complete safety of the overhead system. In 
the end the amendment was defeated, and the original scheme will 


p 


Derby.—The Council has resolved, in connection with the 
proposed purchase of the tramways, to seek expert advice as to the 
value of the undertaking, and the offer to be made. 


Dover.—The Town Council last week decided to order 
three more motor cars for the electric tramways. A quicker service 
is to be given, and these cars are required for the purpose. 

The returns of the tramways for the week ending January let 
were :— Passengers carried, 36,236 ; fares taken, £15019s. 8d.; average 
per day, £25 3s. 3d. The total receipts from the commencement of 
operation (about four months) come to £1,931 odd. The expendi- 
ture is estimated at £100 a week. 


Electric Cabs.—At a meeting of a number of gentlemen 
interested in the motor car industry, at the Queen's Hotel, Leeds, on 
Thursday last, one of the electric cabs, similar to those ranning in 
London, was on view. The meeting was held under the auspices of 
the Electrical Vebicle Company. The vebicle was in charge of Mr. 
Bersey. At the conclusion of the trials the company was entertained 
to luncheon, the chair being occupied by Mr. Holmes, of Messrs. 
Holmes & Oo., of Newcastle. . 


Gldsgew.—In connection with the recent controversy 
regarding the new form of electric car to be used on the Springburn 
section, a member of the Town Council has given notice of the fol- 
lowing motion :—“ That, in view of the dangers likely to arise to 
passengers entering or leaving the cars by a door in the centre of the 
side of the cars which at present are being built, the Tramways Com- 
mittee be instructed to have a tramway car constructed as speedily 
as possible with entrances and exits at either end.” ! 


Halifax.—The Town Council has resolved to apply to 
Parliament for a bill empowering it to do certain works, among 
them being power to lay down and work electric tramways through 
twelve districts, and to widen several streets. 


Isle of Man.—The Isle of Man Electrio Tramway 
Company have, according to the Daily Tenders, entered upon possession 
of all the land acquired for the extension of their line from Laxey to 
Ramsey. 


London.— Daily Tenders says that 1 are being 
invited for taking up the leave to provide and run an electric tram- 
way on well patronised grounds, near London, now being opened to 
the public. Applications, by appointment, for further particulars to 
Mesers. Taylor & Field, 14, Victoria Street, Westminster, London, 


S. W. 
Neweastle.— The Corporation last week had a lengthy 
discussion on the pro over and working of the tramways 


аз а municipal concern at the expiry of the present tramway lease. 
The debate was adjourned until January 26th. 


Norwich.—The Blofield District Council will not oonsent 
to the proposed application of the Norwich Electric Tramways Com- 
pany for tramway powers which would affect their district. 


Sheffield.—The work for the extension of the tramwa 
system bas been started in earnest, and the men are busily en 
on the Nether Edge section. 'These new rails are to be laid as soon 
as possible on concrete foundations, and it is expected that the elec- 
tric cars will be in working order in this part of the city by June. 


The Ju u Railway.— The latest report on the 
progress of the Jungfrau Railway shows, says the Times, that the work 
of construction is being pushed forward, notwithstanding the severe 
weather this winter in Switserland. Water power to the 
extent of 2,400 horse-power is now available at Lauterbrunnen, half of 
this force being utilised for the dynamos employed in the boring of the 
Eiger glacier tunnel. The mountain stream bas been diverted from 
its course for a distance of six miles, extending from the water wheel- 
house to Scheidegg Station and the Eiger glacier, while the open line 
between the Scheidegg and the glacier, with its tunnel of 88 yards, is 
finished in its main details, so that the electric railway over tbis 
portion will probably be opened in the first half of next June, and in 
time for the tourist season. The principal tunnel has been carried 
toa distance of 164 yards by band boring—chiefly done by Italian 
workmen—and the preliminaries for tracing out the great tunnel have 
been accomplished after some two years of labour. The rock is found 
to be excellently adapted for tunnelling, and experiments on the 
Jungfraujoch have proved that it is reached at a depth varying from 
80 feet to 100 feet under the snow, instead of at 230 feet, as was at first 
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expected. In connection with Swiss mountain railways, it may be 
mentioned that the opening trial of the Gornergrat Electric Railway 
has proved satisfactory. The line was completed a short time ago, 
and it is to be opened for passenger traffic early in the spring. 


West Australia.—At a recent meeting of the West 
Australian Mining Company, iu London, the chairman said that the 
company had secured a valuable concession for the construction of 
electric tramways in the city of Perth. The concession was granted by 
the municipality in April last. 


TELEGRAPH AND TELEPHONE NOTES. 


Pacific Cable.—Speaking recently at East London, Sir 
John Gordon Sprigg, the Premier of Cape Colony, referred to the 
1 made by the Afrikander Bond for the laying of a deep sea 
Table to the mother country, and said that while in England he had 
negotiated upon the matter, the proposition being that the cable 
should go from England to Gibraltar, and thence via Sierra Leone, 
Ascension, and St. Helena, to Capetown, whence it would pass over- 
land to Durban, and from Durban be carried to Manritius and to 
Perth, West Australia. The Premier added that should this scheme 
be carried out he would submit to Parliament that the Cape as its 
share should bear the cost of construction to Capetown and 
Durban. This idea, however, was apart from the naval contribution 
scheme. 


Reductions in Rates to the West Indies.—The 
traffic manager of the Direct United States Cable Company announces 
the following кар reductions in the rates over the wires of this 
company to the following places in the West Indies, and which come 
into force immediately :—Antigua reduced from 7s. 5d. per word to 
4s. 7d.; Barbadoes reduced from 7s. 10d. per word to 5в.; Dominica 
reduced from 75. 3d. per word to 4s. 51.; Grenada reduced from 
Ts. 9d. per word to 4s. 11d. ; Jamaica reduced from 5s. 10d. per word 
to 3s.; Porto Rico reduced from 8s, 81. per word to 53. 10d. ; St. 
Croix reduced from 8s. 3d. per word to 5s. 5d.; St. Kitt's reduced 
from 7. 9d. per word to 4s. 11d. ; St. Lucia reduced from 7s. 7d. per 
word to 4s. 9d. ; St. Thomas reduced from 8з. per word to 5s. 24. ; 
St. Vincent reduced from 7s. 7d. per word to 4s. 91.; Trinidad 
reduced from 8з. 1d. per word to 53. 3d. ; British Guiana reduced 
from 103. per word to 74. 2d. 


Rugby Telephones.—The National Telephone Company 
opened an exchange at Rugby on Thursday last week. 


Telegraphie Interruptions and Repairs :— 


QABLES. Down. Repaired, 
Brest-Bt. Pierre (Anglo, 1869) April 6th, 1893 sé 
West Indies— 
Bt. Oroix-Trinidad eos Nov. 90th, 1896 TT eee 
oeps. Haytien-Puerto } Deo, gist, 1897 | 


ta ‚© 
Puerto-Plato Martinique Dec. 31st, 1897 , Jau. 6th, 1898. 


Carscso-Ls Guayra |... Jan. 5th, 1898 z.i 4. 
Amason Uompany’s cable— 

Parintins-Itacatiara ... May 1898 

Obidos-Parintins .. Рес. 7th, 1896 ... | 
San-Thomé-Loanda ... . Рес. 13th, 1897  ... Jau. 10th, 1898. 


iss . . Deo. 1897 
Teneriffe-St. Louis (Senegal) Dec. 24th, 1897 ... 


Parae-Maranham .. ... Jan. 3rd, 1898 ves ТЕ 
555 кок nit NS Pu speed eve ee 
undaberg- ew aledo «06 Ov. 4t Г 18 see eee 
Emden Vigo ... Vie .. Рес. 24th, 1897  ... Jan. 5th, 1898. 
LANDLINES. 
Trans-Continental line be- 
yond Masol } Матор 1:th, 1896 ... с rai 
(Columbia) } July 4th, 1896 TIT өөө 
Fao landlines... vas .. Jan. 3rd, 1898  ... Jan. 4th, 1898. 
Saigon-Bangkok  .. ... Jan. 7th, 1898 ‚+, Jan. 10th, 1898 


The Telegraph Wire Export Trade,—The last month 
of 1897 proved to be the busiest one of the whole 12 months, in so 
far as the exporte of telegraph wire and apparatus connected there- 
with are concerned, the total value being given as £172,140, as against 
only £34,341 in the preceding month, and only £118,720 in December, 
1896. This large increase had the result of making the 12 months 
total the best recorded for several years past, as will be seen from 
the following figures :—1897, £1,001,102; 1896, £857,174; and 1895, 
£742,375. Thetrade is one that is subject to great fluctuations, as 
while the lowest monthly total was £31,341 (in November), the 
highest was that recorded in the last month of the year—£172,140. 


The Telephone Service.—The Commission of Sewers 
passed the following resolution last week: —“ That application be 
made to the Treasury, asking for an inquiry into the cost and effici- 
eacy of the telephone service in London, and all other matters re- 
lating thereto." 


Trusk Telephones.—The new trunk telephone line 
from Aberdeen to Inverness, vid Peterhead, Banff, and Elgin, was 
opened to the publio on 6th inst., and these towns are now placed in 
direct telephonio communication with the rest of the country. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Ashtom-under-Lyne.—February 2nd. The Baths Com- 
mittee waot tenders for the installation of the necessary wires and 
fittiogs for the electric lighting of the Oorporation Baths. Consul 
engineers, Messrs. Lacey, Clirehugh & Billar. See our "Offi 
Notices " for particulars. 


Bilbao.—February 28th. The Secre 
Foreign Affairs has received a despatch from Her 
Bilbao, reporting that the provisional board appointed in connection 
with the electric tramway which it is p to lay from Zumarraga 
to Zumaya, in the э cna of Guipuzcoa, invite p and tenders, 
to be received by February 23th, for the construction and equipment 
of theline. Further particulars of the conditions of the tenders for 
the above-named tram line and branch, which together measure 30 
miles, may be inspected at the Commercial чиен cf the 
Foreign Office any day between the hours of 11 6. 


Bed ford.—January 24th. The Corporation wart tenders 
for the supply and delivery of vulcanised rubber cables. See our 
" Official Notices" January 7th. 


Blackburn.—Japnuary 22nd. The Corporation want 
tenders for a 500-kw. continuous current steam dynamo, and a 
120-kw. steam alternator. Consulting engineer, Mr. E. M. Lacey 
Бев our Official Notices January 7th. 


France.—J copa (elit The Municipal Authorities of 

Neuilly-sur-Seine are inviting tenders for the concession for the 

establishment and working of a central electric station in the 

rin Particulars from, and tenders to, La Mairie de Neuilly-sur 
ine. 


Germany.—January 29th. The Hanover Direction of 


of State for 
jesty's Consul at 


. the Prussian State Railways is inviting tenders until the 29th inst. 


for the supply of 39,000 сын insulators, 1,000 screw supports, 

ЗОО tons of galvanised wire and about 22 tons of insulated wire. 

E from, and tenders to, Die Königliche Eisenbahn Direction, 
over. 


Gloucester.— January 18th. The Electricity Committee 
want tenders for boilers, dynamos, overhead crane, switchboard, 
accumulators, mains, arc lamps, meters, &c., for electric lighting. 
Consulting engineer, Mr. Robert Hammond. See our “ Official 
Notices ” ber 10th. 


Lelcester.— January 81st. The Leicester Corporation 
invites designs and tender for motor vehicles for the oo on of 
house.refase. Specifications and particulars, with drawings, to be 
sent to the Chairman of the Sanitary Committee, to the office of Mr. 
E. Geo. Mawbey, O. E., borough engineer, Town Hall, Leicester. 


Newport.—Jan 24th. The Electricity Com- 
mittee want tenders for the supply and erection of mains, 
traasformers, switch gear, cast-iron posts and for arc ampe Con- 
sulting engineer, Mr. Robert Hammond. See our Official Notices 
January 7th. 


Newport.—January 25th. The Corporation want tenders 
for temporary electric lighting plant for the Wentwood Waterworks, 
for arc and incandescent lighting. See our Official Notices.” 


Rochdale. — February 19th. The Corporation want 
tenders for steam dynamos, balancer, and boosters, &c. Engineers, 
Messrs. Lacey, Clirehagh & Billar, See our “Official Notices.” 


Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
ае for the supply of 56,000 metres of galvanised iron and 


араш гешу lat. Tenders are being invited by the 
M apa Authorities of Tarifa (Cadiz коше) for the 20 years’ 
concession for the lighting of the public streets of the town by 
electricity, acetylene or gas. Tenders to El Secretario del Ayanta- 
miento de Tarifa (Cadiz) from whom particulars may be obtained. 


St. Marylebone.—January 17th. The Guardians want 
tenders for electric light wiring and fittings at their new admiais- 
trative buildings of their workhouse in Northumberland Street, W. 
Particulars from the Guardians’ Architect, Mr. A. Saxon Snell, 
F. R I. B. A., of 22, Southampton Buildings, Chancery Lane, W. O. 


Stockport.— January 27th. The Corporation is wanting 
tenders for various plant and machinery for electricity supply works 
at Miligate, Stockport, inclading Lancashire boilers, steam dynamos, 
feed water heater, atorage battery, electrical instruments, electrical 
connections, wiring, &c., at the generating stations, underground 
cables. Electrical engineer, Mr. James N. Shoolbred, 47, Victoria 
Street, S. W. Sze our Official Notices” this week. 


Wallasey.— January 20th. The District Council wants 
tenders for the supply and erection of a 5-ton hand-power overhesd 
travelling crane for the electricity works. Engineer, Mr. J. Н. 
Crowther. See our Official Notices” this week. 
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Wimbledon.— February 2nd. The District Council 
wants tenders for the supply, delivery and erection of water tube 
boilers, condensing plant, overhead crane, high speed steam engine and 
alternator, ewitchboard, underground maine, condnite, &c. Consulting 
engineer, Mr. A. Н. Preece. See our Official Notices” for 
particulars. 


OLOSED. 


Blackburn.—The following are the tenders to Mr. E. M. 
Lacey's specification for eight 60-passenger cars for the Blackburn 
Corporation : — 


£ s.d 
Crompton & Co. ^ ds T 6,820 0 0 
Electric Construction Company .. 6,087 0 0 
British Thomson- Houston. su we 5.579 15 8 
Laing, Wharton & Down ps ee 5,507 11 0 
R. W. Blackwell 5,450 0 0 
Siemens Bros. & Co. .. 87 js r4 5414 0 0 
Westinghouse Electric Company .. 26 5,296 0 0 


The accepted tender is that of Messrs. Siemens Bros. & Co. who are 
MNT supplying the generating plant and are erecting the overhead 


Dewsbury.—The Council has accepted the tender of 
Messrs. Crawshaw and Warburton for coal for the electricity works. 


. Hammersmith.—The V.stry has accepted the tender of 
the Electrical Construction Company, for the supply of two alter- 
nators, exciters, &c., at £3,600. 


Leeds — Messrs. S. Dixon & Son have secured the contract 
for electric fittings, &c., for the City Square lighting. 


Liverponl.—The Lighting Committee has given out a 
contract to Messrs. Willans and Robinson for two sets of electrical 
plant at £1,727. 


-Yarmouth.—Three tenders were received by the School. 


Board for installing the electric light at Nelson School, as follows :— 
Crompton & Oo., £88 104. ; Gray & Palmer, £86 53.; and Mr. Pank, 
£75. The Board's architect's estimate was £65. Mr. Pank's tender 
was accepted. 


FORTHCOMING EVENTS. 


1898. PC 
Friday, January 14th, at 8 p.m.—Institution of Civil Engineers. 
Students meeting. Paper to be read:—*'' Mechanical 
Draught.“ By R. Gordon Mackay, Stud. Inst. O. E. Bir 
Albert J. Durston, K. O. B., M. Inat. C. F., will preside. 


Saturday, January 16th, at 3 p.m.—North-East Coast Institution of 
| Engineers and Shipbuilders—Visit to inspect the elec- 
tric power transmission plant installed at the works of 

. Messrs. Thos. Richardson & Sons, West Hartlepool. 


 Wedncsday, January 19th.—Institution of Electrical Engineers 
| DN meeting. Discussion on “ Accumulator Trao- 
on.” 


Thursday, January 20th.—Royal Institution. First of a course of 
| three lectures by Prof. Dewar on “The Halogen Group 
of Elements." 


At 2.30 p.m.— Institution of Civil Engineers—Studente’ 
visit to the Central London R:ilway Works. 


At 8 p.m.— Chemical S.ciety. Ballot for the election of 
Foreign Members. Papers as follows :—'' The Action 
of Caustic Alkalies on Amides," by Julius B. Cohen, 
Ph. D., and Edward Brittain, B.Sc.; The Formation of 
5 niline from Dimethylaniline,” by Julius B. 
Cohen, Ph. D., and H. T. Calvert, B. Sc.; Note on the 
Aluminium-Mercury Couple,” by Julius B. Cohen. Ph. D., 
and H. T Calvert, B.Sc.; Action ot Chloroform and 
Alkaline Hydroxides on the Nitro- Benzoie Acids,” by 
W. J. Elliott, M. A.; Researches on the Terpenes.—II. 
On the Oxidation of Fenchene,” by J. Addyman 
Gardner, M. A., and G. B. Cockburn, B.A.; The Pre- 
paration cf Pare Iodine,” by Bevan Lean, D. Sc., B.A., 
and W. H. Whatmough. 


Friday, January 21st, at 5 p.m.—Physical Society, at the rooms of 
the Chemical Society, Burlington House. Agenda:—(1) 
“On Electric Signalliog without Conducting Wires,” by 
Prof. O. L , F.R.8.; (2) A Tesla O-cillator will be 
exhibited by Prof. В. P. Thompson, F.R.S. 


At 8 p.m.—Institution of Junior Engineers, at the West- 
minster Palace Hotel Lecture on “ Laboratory Test- 
ing Machines, and the Latest Example,” by Prof. А. О. 
Elliott, M. Inst. C. E., Hon.M.Inst.J.E., of Cardiff. 


Saturday, January 22nd, at 3 p. m.— Inatitution of Junior Engineers 
Visit to the Engineering Laboratory of the Central 
Technical College, Sonth Kensington. Demonstrations 
by Prof. W. C. Unwin, F. R. S, Past Pres. Inst.J.E. 


NOTES. 


Photography and Light.—The New York correspondent 
of the Standard saya that Mr. Tesla announces that his 
vacuum tubes are now so perfect, as to take photographs 
surpassing flash pictures. Two seconds’ exposure was used 
at a distance of 4 feet from a tube, with a radiating surface 
of 200 equare inches, giving 1,000 candlelight from current 
oscillations of 2,000,000 per second. Mr. Tesla says that 
his system will give an equivalent light, without heat, from 
tubes the size of ordinary incandescent bulbs. This may be 
more scientific, says the Standard writer, but it is leas 
amazing than the declaration by an inventor, named Nickum, 
heretofore obscure, that he has obtained a brilliant perma- 
nent light from chemicals within a sealed globe. There are 
reputable witnesses of Nickum’s light, which gives a cool, 
steady, mellow glow theoretically for ever, being inextin- 
guishable, and without waste. When it is not wanted, it is 
laid away in a cupboard, or otherwise obscured. The only 
flaw in the story is that Nickum declares that the discovery, 
which hie light attests, also disproves the theory of gravita- 
tion, and shows that a vacuum is impossible. The perpetual 
vibration of atoms is the base of his principle, which as yet 
is equally difficult of proof or disproof, those admitted to 
his confidence haviog no scientific authority. 


Coherers.—An American contemporary says that Prof. 


Temistocle Calzecchi, of the Liceo of Fermo, claims priority 


over Branly himself in the discovery and employment of 
coherers. Аз long ago as July, 1884, he says he made 
known the characteristic properties of metallic filings in the 
pages of the Nuovo Cimento. Subsequently, in conjunction 
with Prof. Auerbach, of Breslau, he employed bis coherer 
for various practical purposes, but not, apparently, for 
wireless telegraphy. One of his papers was entitled, On a 
new form which may be given to the Microseismic [ndicator." 
He says in it: А slight tremor communicated to the table 
holding the tube, a small tuning fork standing on it and 
vibrating, and sometimes a note sung are gufficient to deprive 
the filings of their condactivity.” 


“Nothing New Under the Sun."—The New York 
World of December 26th, says the Electrical Engineer of 
New York, prints a story with an “illustration” of Mr. 
Nikola Tesla’s latest work, consisting of au apparatus for 
generating steam by means of the heat of the sun’s rays 
when available. According to the Ford, Mr. Tesla is 
planning to build an immense plant on Long Island as soon 
as his model is perfected. In the centre of a large room 
with а glass roof will be placed a huge cylinder of thick 
glass. This will repose on a bed of asbestos. A system of 
mirrors will reflect the rays of the sun into the glass cylinder 
full of chemically-treated water, and thus generate steam 
which will be led to a steam engine. Mr. Tesla proposes to 
give bis invention free to the world when it is worked out. 
Whether the world, assuming it is not the New York World, 
will derive much benefit from Mr. Tesla’s munificent gift 
remains to be seen. Probably, however, the whole affair 18 
a huge joke, that has had ita inception in the teeming brain 
of a World reporter. Still the idea credited to Mr. Tesla is 
not strikingly new. Twenty-five years ago, and the very 
recollection is convincing that age groweth upon us, we 
assisted in experiments at the works of the British Tele- 
graph Manufactory, which showed the heating effect obtain- 
able from the reflected rays of an arc lamp. By means of 
parabolic refiectors we were able to anticipate electric cooking, 
for not only was water boiled but we succeeded in cooking 
chope, the apparatus being almost identical with that attri- 
buted to Tesla:—A copper boiler in the shape of a tube, a 
glass casing, covering but separated from the boiler by an 
air space, and the parabolic reflector for concentrating ап 
focussing the rays of the sun or an electric arc, · In Algeria 

iments on a bigger scale were attempted, and steam 
was actually raised in a boiler which was sabject to the 
reflected rays of the sun. Moreover, Sir Henry Bessemer 
has for years, by means of a specially-oonstructed glass house 
and reflectors, demonstrated the extraordinary heating effect 
of the sun’s rays. 
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Réatgen Rays. — Before the Röntgen Society, on Tues- 
day evening, at 11, Chandos Street, under the presideucy of 
Prof. Silvanus Thompson, a paper was read by Mr. W. 
Webster, F.0.8., on Practical Work with the X Rays.” 
He fimt dealt, says the Chronicle, with the question of the 
best apparatus to use, and pointed out the value of primary 
il The best ooils were of English manufacture, and 
he used a 20-inch оой, which gave a 20-inch spark, and 
which, with a pneumatic attachment, worked admirably. 
Mr. Webster then pointed out how much had been done by 
Sir William Orookes and Mr. Jackson, and remarked that 
Dr. Réatgen had merely m the finishing touch to their 
discoveries, He showed the tube which had been made by 
Mr. Jackson in 1894, with which he had demonstrated that 
wood and other materials were pervious to certain rays. He 
had found an improvement to prevent the spark from pacsing 
round the bow! of the tube, and thus lessening the danger of 
perforation. By heating the tube and starting with a small 
spark he was able gradually to produce the effect he wished, 
and had thereby saved the lives of many tubes. The bulb 
of the tabe should not be very large, as the larger it was the 
more difficult the tube was to condition, and the greater were 
the number of accidents. An aluminium cover for the 
catbode tube wu an advantage, and a protector of sheet-iron 
was useful for saving the hands from the effect of the rays. 
The effect of the rays varied very much with diff-rent sub- 
jects. In the case of one patient, whose head was photo- 
graphed, а patch of his hair first turned grey and then came 
out, and he was not grateful to the rays ; however, the hair 
had grown again afterwards of the original colour. In other 
caser, however, the pain in the injared or diseased part had 
entirely ceased after five or six minutes’ exposure to the 
rays. Ansmic subjects were the best to photograph, while 
gouty subjects were рау difficult. То produce good 
negatives, considerable experience in photographic develop- 
ment was necessary, especially in the production of cloud 
negatives. 


Electricity and Fires,—A Pall Mall Gazette representa- 
tive has been intervi»wing Dr. John Hopkinson to ascertain 
his opinions as to whether greater immnuity from fire might 
be expected from a wider use of electricity as an illumi- 
nant. While admitting at tbe outset that many fires had 
been due in the past to electrical causes—oommonly through 
the wires overbeating and igniting woodwork— Dr. Hopkin- 
son said that in properly wired premises there was absolately 
no danger. The fuse had always been used, bnt not always 
with sufficient care. The fuse was an expedient for rafety— 
& piece of lead interposed in a circuit, that melted before the 
wires became red hot, and thus broke the circuit. No one, 
he continued, knew how to get security in the use of gus. 
А carvless person, leavir g the gas on, filled the room, and an 
explosion followed, with consequences generally more disas- 
trons than in fires eleotricaily caused, which, of course, were 
cases of simple ignition. Then, too, gas supplid com- 
bustible material to fires when once they had started. 


The Electrical Engineer Volunteers.—A circular is 
stortly to be issued, says the Daily Mail, respecting this 
volunteer corps, to electrical engineers in the country. The 
corps is, for the present, limited to 240. Its duti-s are 
7 to carry out operations with the search light. 

members will be exempt, in a large measure, from 
ordinary drill, but will have to go for eight days’ continuous 
training during the year at the various naval bases. The 
uniform is that of the submarine minera, Lord Kelvin is 
the 1 colonel and Dr. Hopkinson is major and oom - 
manding officer. Applications are arriving daily, and it is 
said that in some electrical works near London 100 men have 
volonteered for service. For the moment, and until some 
details as to headquarters, and the like have been settled, the 
commanding officer is not inviting recruit:. 


A New Metal.—According to a daily paper, Mr. Thomas 
A. Edison announces a discovery of a new metal, which, 
admixed with iron, renders cast-iron as tough and strong as 
wrought-iron. Mr. Edison declines to go into the details 
now. It is stated that he is about to begin a series of 
exhaustive experiments to determine the conditions most 
favourable to obtaining the best resulta. 


Marriage of Mr. Philip Dawson.—The little parish 
church of Fittleworth was overcrowded on Wednesday last 
on the marriage of Mr. Philip Dawson, M. Inst E. E., and 
Assoc. M. Inst. O. E., with Miss Lucy Hume Simp:on, daughter 
of the Vicar, Prebendary A. B. Simpson. To do honour to 
the ceremony, the village turned out to a man, and the 
church and railway station were handsomely decorated with 
flowers, Mr. Dawson had taken complete possession of the 
picturesque old Swan Inn, and there entertained a large 
party of his friends on Tues lay evening. Among his guests 
were Messrs. Е; H. Webb, Conrad Cooke, R. W. Blackwell, 
H. F. Parshall, O. H. Baldwin, A. K. Baylor, and I. E. 
Winslow, representing the electrical fraternity. The presents 
were many and handsome, the most noticeable being a mag- 
nificent silver punch bowl and goblets presented by Mr. 
R. W. Blackwell's staff. Immediately after the ceremony, 
Mr. and Mrs. Dawson left for the Continent, where they 
will spend their honeymoon. 


Obituary.—We regret to record the death of Sir Charles 
Hutton Gregory, who passed away on Monday last at his 
residence, Duchess Street, Portland Place. He was a son of 
Mr. Olinthus G. Gregory, a profe:sor of mathematics at the 
Military Academy at Woolwich, and was born ia 1817. He 
was President of the Institution of Civil Engioeers in 1868, 
and occupied the post for two yeara. Sir Charles served in 
many pob'ic capacities connected with his profession. He 
was employed abroad as consulting engineer for railways to 
the colonies of Ceylon, Cape of Good Hope, Trinidad, and 
some of the Malay territories. He wus created K.C.M.G. in 
1883. 

We also regret to observe that Mr. John Farquharson, 
late electrician to the Admiralty, di-d at Woodland Cottage, 
Acton, some days ago. He was in his 76th year. 


Lectures, —Mr. James Swinburne commenced a course of 
lectures upon * Dynamo and Transformer Construction,” at 
the Electrical Standardising, Testing, and Training Institu- 
tion yesterday (Thursday). 


Appointment Vacant.—The West Ham Council want a 
chief assistant engineer in the borough electrical engineer's 
department at £180 per annum. See our “ Official Notices” 
for particulars. 


NEW COMPANIES REGISTERED. 


International Lighting Association, Limited (3.720). 
— Registered at Edinbargh, January 5th, with capital £100,000 in £1 
shares, to acquire аз a going concern the business now or lately carried 
on by the Colonial Lighting Syndicate, Limited, and to carry on in 
adi расо: world the VV 
ite Tho 


59, Queen Street, Edinburgh, W. S.; T. Laird. 46, 
Castle Strert, Edinburgh, chartered accountant; F. Haldane, 
The Lodge, Ratho, Edinborgb, W. S.; T. Law, Woodlands, Dadding- 
ton, gentleman ; W. Mackensie, 12, Alva Street, Edinburgh, advocate; 
J. Pattallo, 28, Frederick Street, Edinburgh, 8.8.0. The first directors 
are: J. H-pworth, W. Haldane, J. Dempster, Newton Heath, Man- 
chester; W. Cowan, London. Qualification, £500. Registered by 
J. Pattullo, 28, Frederick Screet, Edinburgh. Registered office, 28, 
Frederick Street. 


5 Syndicate, Limited (55,474) —Regis- 
December 31st, with capital £15,000 in £1 shares, to acquire 
the business carried on at Westminster as “Tne Bynchronome 
Bindia, to acquire certain ts relating to electric clocks, to 
ptan $ with F. Н. Jones and G. B. Bowell, and to manu- 
and deal in electric clocks, electric synohrooisers, dials, 

and other electric plant. The subscribers (with one share each) are: 
A M. Fietcher, 85, Gracechurch Street, E. O., gentleman; M. 
Rberteon, 85, Gracechurch Street, E. O., secretary; W. B. Butler, 2, 
Portaea Place, Hyde Park, W., gentleman; J. M. Macnerran, 2, East 
India Avenue, Е O., ; W. Murray, Elm Lodge, Ditton Hi'l, 

otleman; F. B. Grey, Monk’s Gate, Horsham, gentleman; O. 8. 
Hobeon, 55, Oornhill, E. O., stockbroker. Tne number of directors is 
not to be less than three пот more than six. The first are F. E. D. 
Acland, W. Murray, and J. M. Macnerran; qualification, £100; re- 
muneration, £50 each per annum and a share in the profits. Regis- 
tered by Ashurst & Co., 17, Throgmorton Avenue, E.C. 

Heswall Electric Light Company, Limited (55,482). 
Registered Jan 1st with capital £1,500, in £1 shares, to carry 
on at Heswall, Cheshire, or elsewhere, the business of electricians, 
mechanical engineers, suppliers of electricity, and electric apparatus 
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manufacturers. The subscribers (with one share each) are:—C. 
MacIver, Beechfield, Heswall, Cheshire, gentleman; L. J. Dobie, 
Moorland House, Heswall, Cheshire, schoolmaster; T. Brocklebank, 
The Rescote, Heswall, Cheshire, gentleman; C. B. Reyds, 35, Church 
Street, Birkenhead, cotton broker; R. E. R. Brocklebank, Poulton 
Reyde, Bebington, coal merchant; R Brancker, Sunnyside, Heswall, 
Cheshire, coal merchant; Mrs. E. M. Brancker, Sunnyside, Heswall, 
Cheshire. The namber of directors is not to be more than four; the 
first are T. Brocklebank, L. Dobie, C. MacIver and R. Brancker. 
Registered by Norris & Oo., 20, Bedford Row, W. C. 


Northern Counties Electric and Motor Company, 
Limited (55,551).—Registered January 7th with capital £10,000, ia 
£1 sbares, to purcbase, manufacture, sell, hire, let on hire, or other- 
wise deal in, electric and other motors, cycles, carts, cabs, waggons, 
vehicles, ships, boats, launches and carriages The subscribers (with 
one share each) are:—8. Jackson, Tanfield Chambers, Bradford, 
architect; W. Beverley, 16, Piccadilly, Bradford, barrister; G. Scar- 
borough, Halifax, manufacturer; G. Buckley, Tower Chambers, 
Halifax, architect; J. Pollard, Halifax, chemist; W. Hanson, Halifax, 
cotton spinner; W. Asquith, Birks Hall, Halifax, engineer. The 
number of directors is not to be less than two, or more than seven; 
the subscribers are to appoint the first. Qualification, £100 ; remune- 
ration as fixed by the company. Registered by C. Doubble, 14, 
S-rgeant's Inn, E.C. 


— — 9 
OFFICIAL RETURNS OF ELEOTRIOAL — 
COMPANIES. 


Electre-Chemical Company, Limited (40,496).—This 
company's return, made up to December 3rd, shows that the capital 
of £200,000 in £5 sbares (26,000 preferencs) has been fully sub- 
scribed. 14,000 ordinary and 5,000 preference are considered as paid. 
£5 per share has been called on 12,710, and £4 per share on the 
others, and £99,834 has been paid. | 


Newton Electrical Works, Limited (48,936).—This 
company’s annual return was filed on September 7th. Tae capital 
is £30,000 in £10 shares. 2,100 have been .taken up, 1,400 аге соп- 
sidered as paid, and £7,000 has bzen received. 


Wireless Telegraph and Signal Company, Limited 
(53,403).—This company's statutory return, made up to December 
дай, was filed on December 10tb. The capital is £100,000 in £1 
shares, of which 95,015 have been taken up. 60,000 are considered 
as paid, and £35,015 bas been received. 


Venezuela Telephone and Electrical Appliances 
Company, Limited (31,305).—This company’s return was filed on 
December 4th. The capital is £55,000 in 70,000 shares of £1 each, 
and 1,500 shares of £10 each. All the £1 and 360 £10 shares have 
been taken up, and 56,506 £1 shares are considered as paid. The 
full amount has been called on the others, and £17,094 has been 
received. | _ 

Electric Welding Company, Limited (31,364).—This 
company's return, made up to December 14tb, was filed on December 
24th last. The capital is £460,0C0 in £10 shares (1,000 founders’); 
24,780 ordinary and 953 founders’ shares have been taken up, and 
8,383 ordinary are considered as paid. The full amount has been 
called on the founders’ and £6 per share on the remaining ordinary, 
and £119,092 has been received, leaving £54,908 to be brought in. 


New Phonophore Telephone Company, Limited 
(44,654).—This company’s return was filed on November 9th, when 
5,111 ordinary and 1,000 founders’ sbares were taken up out of a 
capital of £10,000 in £1 shares. The founders’ shares are considered 
as paid, and 10s. per share has been called and paid on the others. 


National Electric Free Wiring Company, Limited 
(53,364).—This company’s statutory return, made up to November 
17th, has just been filed; 100,000 shares are to ba taken up out of a 
capital of £250,000, in £1 shares, and 5s. per share (£25,000) has 
been paid. | Б 

Electrical Undertakings, Limited (52,917).—This 
company's statutory return was filed December 16th, when a capital 
of £10,000 in £1 shares was fully taken up. 7,493 shares are con- 
sidered.as paid, and £2,507 has been paid on the others. 


Electrical Pioneer Syndicate, Limited (52,917).— 
This company’s statutory return was filed O:tober 15th, when 42 
shares were taken up out of a capital of £10,C00 in £50 shares, £25 
has been called, and £1,000 received, leaving £75 unpaid; £26 has 
been received in advance. 


CITTI NOTES. 


Oldham, Ashton and Hyde Electric Tramway 
Company, Limited. 


THERE has been before the public this week a prospectus of the 
above company, which bas a nominal share capital of £80,000, 
offering the whole of that sum for subscription in the form of 4,000 
5 per cent. £10 cumulative preference and 4,0C0 ordinary shares of 
£10 each. There will also be an issue of £40,000 debentures as ccca- 


sion requires. The company. will construct and work an electris 
tramway, eight miles in length, from the boundary of Oldham 
through Ashton-under-Lyne, Audenshaw and Denton to Hyde, as 
authorieed by a provisional order granted to the British Electric 
Traction (Pioneer) Company in 1896. The prospectus gives a few 
remarks on the advantages of electric traction, and particulars and 
map of the districts to be served by the tramways. The electrical 
energy will ba supplied by the Corporation of Ashton under an 
agreement made by the British Electric Trastion (Pioneer) Company. 
It is estimated that when the tramways are in full operation the net 
profit will be about £10,000 per annum. "The dividend on the pre- 
ference shares for the first three years has been secured by the deposit 


of cash or securities with the Electric and General Investment Com- 


pany. Itisestimated that the line will be in full working order 
within that pericd. The permanent way is being laid by Messrs. 
Dick, Kerr & Co., and the whole of the electrical equipment and 
rolling stock will be provided by the British Thomson- Houston Com- 
pany. The total payable uader the various contracts is £105,362. 

he list of applications opened on Monday last and closed on 
Wednesday. The directors are Mr. Emile Garcke (chairman), and 
Messrs. Atherley Jones, Q.O., M. P.; Alderman Thomas Higginbottom, 
J. P.; А. R. Monks, Alderman Robert Whittaker, J.P. Messrs. H. F. 
Parshall and Stephen Sellon are the engineers. · The registered 
offices are Donington House, Norfold Street, Strand, and Mr. H. 8. 
Hodgson is secretary. 


1 


The Sussmann Electric Miners’ Lamp Company, 
Limited. 


An extraordinary general meeting of the shareholders of this company 
was held yesterday at the Cannon Street Hotel, Mr. A. Castle 
presiding. | 

- The CHAIRMAN explained that the sole object of the meeting was 
to propose resolutions for altering articles in certain particulars. The 
board promis-d at the annual meeting that they would consider 
the advi:ability of reducing their number and the fees paid 
to them. Having given the question careful attention, they had 
decided to ask the shareholders to alter the articles, so that instead 
of the board consisting of five as heretofore, and the remuneration £200 
each, its future strength would be three at a remuneration of £100 
each. He then moved the necessary res:lutions, which were seconded 
by Mr. J. D. Мвтант, and carried. 


The Direct United States Cable Company, Limited. 
—The board have resolved upon the paymant of an interim dividend 
of 3з. per share, free of income tax, being at, the rate of 3 per cent. 
per annum, for the quarter ending December 31st, 1897, such dividend 
to be payable on and after 29th 1nst., setting aside £12,000 to reserve 
fund account, and carryiug forward a balance of £4,090 2s. 2d. And 
notice is also given that the transfer books of this company will be 


closed from January 11th to the 25th (both days inclasive). · 


The Westminster Electric Supply Corporation, 
Limited.—To provide for the redemption of the present 5 per cent. 
and 43 per cent. first mortgage debenture of the corporation, and to 
meet the necessary capital expenditure, owing to the continued in- 
crease of the company’s business, this company has resolved to issue 


an amount of £200,00u first mortgage debentures, carrying interest 


at the rate of 34 per cent. per annum.. 
The House-to-House Electric Light Supply Company, 


Limited.—An extraordinary general meeting of this company was 
held at Winchester House on Wednesday, when the resolution which 
Was passed at the extraordinary general meeting of the company, 


-held on December 28th, 1897, and reported in onr issue of Deoember 


31st, was submitted and confirmed as a special resolution. | 
Direct West India Cable Company.—The 4} per cent. 


debentures can now be obtained in exchange for script. Cheques for 
interest on instalments to December 3lst will be issued with the 
debentures. The laying of the company's cable was began last 
Талау from Bermuda. Jamaica is expected to be reached about 


River Plate Electric Light and Traction Company. 
—A meeting of the above company was held on Wednesday at the 
offices, 78, Coleman Street, but a representative of the ELECTBICAL 


‘Review was informed that the meeting was pri vate. 


TRAFFIC RECEIPTS 


The City and Routh London Railway Company. The receipts for the week ending 
January 9th, 1895, were £1,124; week ending January 10th, 1897, 41,111; 
inorease, £13; total receipts for half-year, 18:5. 25,171; corresponding 
period, 1897, £2,158; deorease, £11. | 

The Caba Submarine Telegraph Company, The reccipts for the month of 
September were £2,684, as compared with 43,966 in the corresponding 
month of last year. 

The Great Northern Telegraph Company. The receipts in December, 1897, 
were £25,000; January 1st to December 81st, 1897, £277,500; oorrespon 
months, 1896, £255,800; corresponding months, 1895, £312,100. 


The Liverpoo! Overhead Railway Company. The receipis for the week ending 


January 9th, 1898, amounted to 41,133; corresponding week last year, 
£1,265; inorease, £173. 


The Western and Brasilian Tele graph Company, Limited, The receipts 155 
the week ending Jannary 7th 1&4, after de lnoting 17 per cent. of the 
gross receipts payable w the London Platino-Brazilian Telegraph Co? 
ралу, Limited, were £2,405. 
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75,0001 Do. do. b 96, De,, 2nd series, 1986 eee eee 100 5 % 5 % * 112 —116 xd 112 — 116 eee s. 
44,000 Ohili "э Lied., Nos. 1 to 44,988 . s.. s.: eee eee 5 4 % 4 % 3 ~ 34 3 S 34 
10,000,000$ Oable Co. . 8100 7 |7 € 7 961182 —187 xd|15$2 —187 * 
653,5861 Do. Do. Bterling 500 year 496 Deb. Btock Red. Stock Pr . 104 —106 ха105 —107 1053 
224,850 | Oonsolidated Telep. Oonst. and Main., Ltd. „ 05» | 10/- | 18% | 14% | 2 | %— gh й en 
16,000 | Ouba Teleg., Ltd. FR nd A 5 * „% 1018 | 8 96 8 83— 94 8 — 9 9 
6.000 Do. 18 % Pref. sad ‘ia 150 i we 10 10 % |10 % | 10 95| 18$ — 194 18 — 19 
12,931 | Direct Spanish Teleg., Ltd. 955 » ө 514 4% 4%| 4— 5 4— 5 
6,000 b do. 10 95 Oum. P т 5 |10 % |10 % | 10 %| 10 — 11 10 — 11 
30,0007 à do. 44 % Debs. Nos. 1 to 6,000 44% | 44% | 44% 102 -105%xd/102 —105% | ... на 
60,710 | Direct United States Oable, Ltd. об өөө sas 90 13.9% | 22% 24%| 101— 103 104— )1 104 1045 
000 Wastora Teleg., Ltd., Nos. 1 to 400,088 one өөө oe | 10 | 64% | 64% 639% 17 — 174 174 — 17j 178 171 
70,000 А 6 % Oum. Pref. өөө өөө 10/0695 6 6%| 18 — 19 18 — 19 182 
1,302,615’ Do. 4 96 Mort. Deb, Stock Red. „„ |Btock| 4% | 4 96 490/130 —133 130 —133 1322 1304 
250,000 37 ту» тр w and Ohina Teleg., Ltd. „ 2871 Д“ 7.| 181— 18$ 184 - 19 183 183 
' Aus. Gov. Bub.), Deb., 1900, red. ann. dr NS EN 
252001 { 1 to 1,049. ' 8.976 to 4,336 100 5 % | 5 96 5%| 99 —103 xd| 99 —. 03 е 
100 500 Do, do. Bearer, 1, 3,975 and 4,827—6,400 | 100 | 5 % | 5 % 5% 100 —103 xd|100 —103 100 29 
320,0007 Do. 4 95 Deb. Stock өөө вое nee „ |Btock| 4% | 4 96 49% 11382 —135 132 —135 1334 | 1324 


Eastern amd Boxth African Teleg., Ltd., 5 % Mort. Deb. 10: = 
61,1001} { 1900 rodeo. ала. г, Rag Nen Mort. Del |]100| 5 % | 5% | 5%| 99 —103 ха| 99 —103 


69,2001 Do, do, do, to bearer, 2,944 to 5,500 | 100 | 5 % | 5 % 5%|100 —104 xd|100 —103 
00,0001] Pe 4 % Mort, Debs. Nos. 1 to 8,000, , red. Jue 4% | 4% 4% 100 —106 03 —106 
200,0007 Do, band Tre Mt. Debs. (Mauritius Bub.) 1108,808 25 4 % | 4 % 49,108 —111% |108 —111% bes zs 
180,227 | Globe Telegraph Trust, Ltd. .. . | 10 | 44% | 44% | 44% 114— 12 11#— 121 129, | 118 
180,042 Do. 6 % Pre „„ m| 10/6% |60% 6%| 174 — 18 173 — 18} 185 | 17% 
150,000 | Great Northern Тес Oompany of е н, .. | 10 | 88% 10 % | 10% 254 — 264 | 254 - 264 288 [4 
160,0007 Do, do, 5 % Debs. 100 5 5 % 5% 102 —105 |101 —104 + 

17,000 | Indo-E тае, Ltd „ | 25 10% 10 10% 52 — 55 52 — 55 5² 
100, London Platino- Brazilian Teleg., Ltd. 6 & Debs. . | 108 6 % | 6 % 6% 107 —110 107 —110 " 

28,000 | Montevideo Telephone 6% ‚ Nos. 1 to 28,000.. „| 514% |4% |... | 2— 924 2— 9) к ER 
484,597 | National Teleph., Ltd., 1 to 494,597 .. R6 ме аЙ 5|59% 154% 53% 61— 6f 65 - 6j 62 61 
15.000 Do. 6 % Cum. 1st Pret. 2, ж 106 J 6 „ | 6 * 15 — 17 15 17 v: " 

15,000 Do, 6 % Oum. ind Pref. 10/6% |6% | 6%| 14 — 16 14 — 16 - 
119,234 c 5 ecu, Srd Pret., 1 to 119.284 | 5 5 K 15% 5% 6— 6 6 — 64 61 

Nos. 119,235 
130,766 1 олан „ 
1,329,471: Do. 84 % Deb. Stock Red. Stock 34% | 34% 34% 102 —107 xd|102 -47 1 5j | 1^9 
171,504 | Oriental Teleph. & Elec., Ltd., Nos. 1 to ишы, fully paid | 143% 15% | 5 % %- #15 H 925 s 
100,0002| { Расійе Buropeaa Tel, Ltd, 4 % Guar, Debs Jie 49% |a% | 49,105 —I(8 хај105 108 
11,839 "в Ltd. see eee eee eee ees see eee 8 n 5 % 5 % 74 ga 84 74 84 
3,381 | Submarine Cables Trust oe v "à sn . | Cert. * 136 —141 136 141 

58,000 | United River Plate Teleph., Ltd. өөө өөө - 5 3 |4% 34— 44 a ws n 
146,733! Do. do. 5% Debs... ws „. Stock 5% | 5 % 100 —1(5 xd|101 - 06 

15,609 West African ин» Lied., T to 23,109 [III [TI] eee 10 nd 3 4 — 54 4 5 
213,400: ро. do, 5 % Debs, “> „ 6 11001896 16:96 5%|103 — 106 03 —106 

64,256 | Western aad Brasilian Toles. Led. ... one eec „| 518% 138%! 2 %| 9 — 103 9?  10j 03 94 

33,129 Do. do, mr Def. Ord... eee 7 1 % 1 % [II 24 a 31 22 eee 
$82,230 Do. do. do. 4 96 Deb. Btock Red... Stock] ... T 104 —107 xd|104 105 iss 

88,321 | West India and — Tolag, Ltd. бє ois eU E ETSI EN Bv 4 4 r5 

$4,563 Do, do, 6 % Oum. 1st Pref. 108/6% 6 | 6%] 74-— 8 7i - 7¢ 7$ 7i 

4,669 Do, M do 6 % Cum. 2nd Pref. 10|6%|6%| 6 * 5— 7 5 — 7 у: - 
80,000] Do. 5 * Debs. Мо. 1 to 1,898 — „, 188 | 59% |5% | 595/105 —1C8 ха105 —1(8 
1,1 Western Union of v. B. Teleg., А % Ist Mort. Bonds ., 81000 7 % | 7 96 7% 1105 —110 |105 —110 
160,100] Do. 6 V Ster. Bond.. | 100 6 / |6 % 6% 1100 —105 100 —105 


6% a 134 123 - 134 


36:000 |*Chelsca — „„ nit : m, Prt ББ |5% 5 4 14—11 |10—1 i 

U 1 to 1 Tem өөө eee 
60,000 Do, аў Д % Deb. Stock Вой. Sr вов > ut 15 i-a xd uin p Noe 
40,000 | City of London E 204. — Ord. 49,001 — 90,06 Е 5% |5% | 7%| 26 — е ui З 268 | 262 
40,00 Do. Oum. Pref., 1 to 46,000 | 10169 |69 6 „ 17 —18 17 — 18 | 178 | 178 
400,000 Do. 5% Dob, Beck, sas ort дю «| 6% |5% | 5 91159 —134 х01129 —134 


30,000 ишу of Lond. & Brash Prov. N.T 
000 Do. do. 


8 

[= 
с ©©© 

H 

е 

зё 


7% Oum. Pref. ... 


Te 
un 
B 
Up 
HR 
u 


T 1 
220,000 Do, | rix геч дү ы stock өөө өөө [TIO % 117 —121 xd 117 — 121 cod 
6,453 Notting Hill - baer Ligh eee eee ИІ 10 1 % 27 nd 174 — 184 174 — 184 
19,980 ae J^ mite 5 | 64% | 72% | 108%| 17 — 18 17 — 18. 178 | 17% 
20,000 Do, %|7%) 7%|10—11 10 — 11 104 


Pret, 50061 to 48,000 5 7 "- 
50,000 Do. ае 4% oa Stock) ... Em à 
43.341| South London Electricity Supply, Ord., £2 paid .. 5| ... саз 20— 2% 24— 23 2i 28 
79,900! W Wenne Bieter барр. rp, UTG., 104 to 80,00 .. Ке 5 5% 9 * 16 — 17 16 — 17 
* Subject to Founder 's Shares, t Quotations on Liverpool Stock Exchatge. 
1 Uniess otherwise stated all shares are fully paid, 6 Dividends paid tn deterred share warrants, profits being used as capital, 
Dividends marked § are for a year consisting of the latter part of one year and the first part of the next, 


.. 101 —104 xd 101 —104 


ч, 
R` 
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SHARE LIST OF ELEOTRIOAL OOMPANIES—Oeuinucs, 


ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 


Business done 
po NAME, ^w 
Jan, 12th, 1898. 
end. Lowest. 
30,000 British Electric Traction eee eee [III өөө 183 168 
90,000 | Brusa Hileci. Bnging. Oo., Ord., 1 to 90,000... . . 2 lH 
90,000 Do. do, on-cum. 6 % Pref., 1 to 98,000 278 24 
125,000 Do. do. 43 % Perp. Deb. Btock. coe eee 1104 see 
50,000 Do. до. 44% 2nd Deb. Btock Red. TI 102 IIO 
19,126 | Central London Railway, Ord. Shares. ... 9H 
143.106 Do. do, do. 8 paid. sxe 5i 
58,830 Do. do. Pref. half-shares £1 pd. woe soo 
61,777 Do. do. Def. do. £5 pd. PS 55 5 isë —- 4 — 44ха| 4— 4 РРА 
680,000 City and South London Railway... coe s. Stock 18% 145% | 14%] 67 — 69 69 — 71 70 68i 
28,180 Orompton & Oo., Lied., 7 Oum. Pref. Shares, 1 to 28,180 5 "n ni eee 2 — 24 2 unl 21 d . 
17,199 Do. do, do. “A” Shares 01—017,139 55 5 53% 44— 58 44— 5 IL 
116,000 | Nilectric Oonstruction, Led., 1 to 110,000 ... . | 2| ng 5 | 6%| 23— 28 28 — 26 276 27 
16,843 Do. do. 7 96 Oum. Pref., 1 to 16,343... 231796 |7% 7%| 3— 3% 9à— 38 - T 
91,196 | Elmore's Patent Oop. Deposg., Lied., 1 to 70,008 ... Sus 2| nü 885 ver 4— 2 $— i sis was 
67,275 | Elmore's Wire Mfg., Ltd., 1 to 69,885, issued at 1 PM. ... 2| në es "A 1— { — 
9 Greenwood & $ Ltàd.,7 Oum. Pret., 1 to 9,686 eee 16 "nd 103 eos 9 -— 11 9 == 11 ITI 00е 
12,500 | Непіву (W. Т.) ph Works, » Ord. ... oo | 1016% | 8 % |10 % | 20 — 21 204 — 211 213 
3,000 do. do. 796 Pref. eee eee 10 7 % 7 % 7 184— 19 184 — 193 TII өө: 
50000 India Rubber dui Pausan Tune Won. tae ТУ 10 * ie 104 1233 — p pe 28 
u 9 е ces == : oe 
77.500 Ha Do. ос = 4 % 1st Mort. Debs. 190 175 aix 17 3 mud 115 T 107 
Over wa П 00е eee eee өөө 3 ll — € б в TT ese 
10,000 |f Do. do. 5 Pref., £10 paid .. wwe | 10/5% 15% 5% 16 — 164 | 16 — 16 ae Pe 
37,850 | Telegraph Consta. and Maintce., ses is e. | 18 |20 % 15 % 115 % | 36 — 39 36 — 39 394 39 
Do. do. do, 5 % Bonds, red. 1899 | 100 5 |5% 5 % |101 —104xd 101 —104 кр eee 
Waterloo and Oity Railway, Ков. 1 to 54,000 sss s E ]. ase ses „% | 124— 13xd | 124— 18 12; 9% 


Quotations on Liverpool Stock E xohange. 1 Unless otherwise stated АП shares are fully paid, € Last dividend paid was 68°), tor 1990, 
Dividends marked § are for a year consisting of the latter part of one year and the first part of the next. 
Onompron & Oo.—The dividends paid on the ordinary shares (which have not а Btock Exchange quotation), are as follows : 1599—0*/,4; 1891—7°/,§ 000—8 °/ 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
е Вата paid) 11 Supply Oompany, Ordinary of £5 (£4 paid), 73, London Blectric Supply Oorporation, £5 Ordinary, 21 —21. 
io Cont * T. Parker, Ltd., £10 (fully paid), 118—124. 


. Electric Construction Oorporation, 6 & Debentures, 104—106. 
Housc-6o- Ноте Company, 44% Debentares of £100, 109 111. Yorkshire House-to-House Mlectricity Company, £5 Ordinary Bha че 
8 


Ken and Knights Blectric Light 
Ordinary Knig Lighting Company, Limitod 


&5 paid) 15—154; 1st COumu- fally peid, 8—8]. Dividend for 1896—6 V. 
lative Yr ul (fully 81—82. Dividend, 1896, on Ordinary 
* From Birmingham Share List, Bank rate of discount 3 per cent. (October 14th, 1897). 
THE APPLICATION OF VECTOR ALGEBRA -a 
TO ALTERNATING CURRENTS. = foot e+ 0 he (7) 


r? + 


Ты c? ТЫ с? 

This is the current vector equation, and is represented in fig. 9, 
which shows the components of the current along and at right angles 
to the potential difference, е. 

Either the equations (6) and (7), or figs. 7 and 8 show that the cur- 
rent leads before the potential diffsrence by an angle 0 where 


Br W. G. RHODES, M.8c., Royal Technical Institute, Salford. 


(Continued from page 25.) 
Cracorrs Coxtamstna Resistanca AND Capaciry ONLY. 


14. Suppose that a potential difference e is applied between the 
terminals of a circuit having a resistance r and a capacity c in series. 
If + is the current flowing through the circuit, and p has the usual 


tan 0 « (8) 


per 


meaning, the potential difference must have a component r i in the 
direction of the current to drive the current against the ohmic 
: ; ki : ; 
resistance of the circuit, and a component — а lagging a right 
angle behind the current, to balance the capacity E.M.F. + 50 (see 


proposition 8, Section 9). We therefore have the vector equation 
um 
T? — po = е. (6) 
This equation is represented graphically in Fig. 8, in which o Р is the 
vector r i, o 91 the vector representing the E. M. F. due to capacity, 
P Q the vector representing the E.M.F. necessary to balance that due 
to capacity, and o Q that representing the applied potential 


difference. 
zm * 2 l — 4 
e re^ р? сї .%. 


CIRCUITS CONTAINING RESISTANCE, SELF-INDUCTION, AND 
CAPACITY. 


15. Consider a circuit consisting of a coil of wire, having А 
resistance r, and self-induction L, placed in series with a condenser 
of capacity o. Let an alternating potential difference e, of frequency 
n, be impressed between the extreme terminals of the circuit, causing 
an alternating current i to flow through it, and let p = 2»xn. | 

The potential difference must have a component, r i, in the direc- 
tion of the current, to drive the current against the ohmic resistance 
т, а component k p L i, to balance the E.M.F., — k pr i, of self- 
＋ ki 

po 
due to capacity. We therefore have the vector equation of E. M. Fa., 

aa ы со eS е 
rithkput ке me 
or ric (о - Linc (9) 
po 


induction, and a component — "I to balance the E.M.F. 


Tais equation is graphically represented in fig. 10, where o P is the 
* 1 ,PQ ths 
po 


vector r i, o L Ње vector — k p L t,o О the vector 


vector — (о + o c), and о Q the vector e. А 
If o ris greater then o c, the current lags behind the potential 
differenc» by an angle 0, where 
(r L — 1 
. 


tan 0 = z 


eo. > + ~ Fo — æ 
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It о c is greater than о L, the current lea is before e by an angle 
given by 


"M 
5 
tan 0 = = 
If o L equals o o, that is, if i 
шее са 


the cuirent and potential difference are in phiss. 


1 
16. We shall denote the quantity p L — po by the letter s, and 
call it the rezctance of the circuit. Equation (9) then becomes 
тї + Ёз% = е. (10) 


From this we get 


7 7 7 ks 
LA uie 
r? + 8? 
А з r s ; 
that is i и ‘ae k e. (11) 


Equations (10) and (11) are equations (1) and (3) extended to the 
case in which the circuit contains both self-induction and capacity, 
the former being an equation of E. M. Fs. and the latter an equation 
of currents. 

It should be noticed that the magnitude of e is given by equation 
(10) to be e 

е = rus. i, 
"n 
Vri è 
the quantity Wr? + s? being the impedance of the circuit. 


whence i= (12) 


CoMBINATION OF CIRCUITS. 


17. (a) Series Circuits.—Suppose that m reactive circuits are con- 
nected in series, and that a potential difference e is applied between 
the extreme terminals of the combination. We propose to deter- 
mine the equivalent resistance, B, and the equivalent reactance, s, of 
the combinati 


Let the resistance of the circuits be respectively тү, ra. r.. ., 
and their respective reactances sj, 32, 33. . . Sm; and let the potential 
differences between the tarmioals of the respective circuits be 
el, ez. ев, + «+e En, And i the current common to all the circuits. 

We then have, by applying equation (10) to each circuit in 
succession, 

ri % + Кз б €1 
1 ＋ T5 i = е, 
T; i + X d = ез 


nt ＋ I % i = Om 
Therefore e = ei T ez T es 4. . . + e. 
(ri treat rat oc . ) i + 
k (31 + 82 + 83 .. 5%) &. (13) 
But, applying equation (10) to the combination, we have 
- e=Ritis?t (14) 
Thus, by comparison of (13) and (14), we see that 
VHV (15) 
and = 8 + 32 + 83 1. eee + 9 


that is, the resistance and reactance of the series combination are, 
respectively, the sums (algebraic) of the resistances and reac 
of the constituent circuits. 

18. (b) Parallel Circuits—Suppose that m reactive circuits are 
connected in parallel, and that is required to determine the equivalent 
resistance and reactancs of the combination. It is better to sub- 
divide this problem into two distinct cases, according as mutual 
induction is not, or is, taken into consideration. 


Үча. 10. 


19. Case I.—Mutual Induction Neglected.—Let the resistances and 
reactances of the individual circuits be ri, r;.... Tm respectively, and 
81, S2 . . . Sm respectively; and let the potential difference common 
to each circuit be є — a vector, the currente in the respective circuits 
being ii, 54. ... îm — all vectors. 

Then applying equation (11) to each circuit iu succession we have 
the vector current equations 


1 mn + ss ry + 312 
ü 72 $4 р 
== mo Es - ^ s i . 
2 1722 + 81 ra? + 842 
io (16) 
e 0 e e. в . [LJ 
. . * (J . е в 
us d ae Sn e 
т Tint 4 Sa Tin? 4 Sm 


Bat the current i in the main circuit is the vector sum of the currents 
in the several branches of the parallel circuit, therefore we have the 
vector equation 


t = 11 + 1, + . ee + tin 
r r. r 
zi 55 ee E ‚ e 
r.“ +t S1? ret 82 Ya + Sin 
“s ( | 81 i + n 82 a ee + 5 * 6 
ryt os —— r + as, Tm? + 3, 
Or, writing a for 
71 т, Tin \ 
эзе} „+? 21 + 751 а 
17152 + 81 Ta^ + ә» Fn F Si 
and.B for | (17) 
81 $4 Lm ) 
т +з 7 аа t , H Sm 
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1 Ae Ве 
= (a = АВ) e 


(a + в?) е 
^ Ад + АВ 


[ 
| 
| 
| 
| 


ЗА а (18) 
а? + В? а? + В? 
ЕЕ (19) 


We see that the equivalent resistance and equivalent аге repectively 
given bcß 


A 
R= na 
А? + В? " 
and B (20) 
SSS - —; 
A* + B? 


Also, the equivalent impedance, 1, of the multiple circuit is given 


by 
I VR + 83 


1 
EE. м т. 21 
^/ A! + B? nu 
where a and B are defined by (17). 
20. An interesting par: icular case of the above is that in which the 
parallel arrangement consists of two circuits, one of which contains a 


resistance, r, and a self-induction, r, only, while the other contains 
а capacity, о, only. 


Іа this case v; = 7; 8) = p L; 12 — 0; 8 == — T so that 
р 


1 pu 
E ы И of 
т? + pi! r3 + . l 
Als» if ii and ù are the currents ia tae two branches 
€ 


Vri pa! 


— 


11 = iz = poe, 


therefore 
ty 
u 
which shows that for high frequencies the greater part of the current 


passes through the condenser circuit. 
Also if i is the main currənt 


e 


= р 0 J/ r? + р? 12, 


— 


R + ов. 


‘= 


———— = E c — et 
ö 
(r? + p? L, + (5 + р?з - po) } 


с (72 + р? L?) I 


Il t+ (LD - ort + pt L*)*} 


21. Case I] —Mutual Induction taken into Considcration.—This 
case is somewhat complicated since, if we consider any particular 
branch of the parallel circuit, the E.M.F. which drives the current 
against ite ohmic resistance is the resultant of m + 1 distinct 
E. M. Fa.; viz., the applied potential difference, the E. M. F. due to 
the reactance of the circuit and the HE. M. Fa. due to the mutual 
inductions between it and the remaining m — 1 branch circuits. 

Let the mutual inductions of the several pairs of circuits be 113, 
Mia- . M . . . . Where the suffixes denote the two circuits to 
which the м refers. Since the mutual induction between two oir- 
cuits is a reciprocal relation, M,, = M,,, where p and g are any 
different integers from o to m. Let the rest of the notation be as in 
Oase I. Then considering the circuit 1, the applied potential differ- 
ence must furnish m + 1 components, one equal to ri 11, to drive the 
current against the ohmic resistance of the circuit; a second given 
by рз; 1, to balance the reactive E. M. F. of the circuit; a third 
given by & p Ms 1, to balance the E. M. F. due to the mutual induction 
of the circuits 1 and 2 (see Proposition 2); a fourth given by X p ms ig 
to balance the E. M. F. due to the mutual induction of the circuits 
1 and 8, and во on. 

Thus the vector equation of E. M. Fs. in circuit 1 is 


тй +k 581 fi + À MI tg + pa ig + о... +h р Mintn = 6 \ 
Similarly for circuit 2: | 
Арма ty + 72 12 + Å 82 12 + k p M dy + eec B pMontn = 6 


Similariy for circuit 3: 
kp M31 11 + k p Msg їз + fyi, + Ksgig +... 


• + k р Ms Ты = е (22) 


Similarly for circuit m: 
Крм ütkp Ming ty + k p Ming 13 + * ө ө 9 + fin Т, + Sin tin = € | 


These are m simultansous simple equations from which to deter- 
miae the currents ii, ta, is.. . %, whence, by substitution, the 
current, i, in the main circuit can be obtained from the vector 
equation 


i S 1j T 7 i +....+ in 


In this way we shall arrive, in any particular case, at an equation 
of the form 
ї=РЄ+ КОС, 


where р and с are independent of 1. Having obtained this equation 
the equivalent resistances and reactances can be found in the usual 
manner. 

As the solution of the general case is too complicated for the present 
paper, we will illustrate the process by the simple example of two 
mutually inductive circuits. 

22. In this case the vector equations to be solved are 


(т, TAS) + Арм. ty =e 


* рм + (m+ Ёз) = е (23) 
and | =й + i 
whence, on putting Mi, = Ma = M 
(Ci 2 — 81 82) ＋ К(түз tres) = fret A (2 — рм) је 


and 
(i rz — Si Sa) + 4 (ri S + 72 510 h = (n t ^(s — ) e 
which by multiplyiog both sides of the equations by (ri 7, — 5 82) — 
k: (ri 84 + 72 81), and simplifying, may be written 
(ri? + 812) (rè + s))à - [ri (rè + 827) — „ M (ri 82 + 12 81) ) 
== k fsi (т? + 82) + м (r, 72 — 8] #2) } Je 
aud > (24) 
(ri? + s) (7.2 + 825) D - (ra (r? + 31°) — р M ri 8, + 72 81) | 
— * 151 (ri + 812) + pM (ri T, — 8, 62) le J 
These are the vector current equations giving the components of 1, 
and ù along and at right angles to e. By addition we have 
(712 83) (3452) i = [n (r2 7s?) +, (r + 8:7) — 2 p M ( 5708) 
= k {sı (ries?) + s (ria 4 512) + 2% M (riry—si 82); Je, (25) 
which gives the components of the main current along and af right 
angles to e; thus the component in phase with е is 
nmn 7f 2 pw (rs, + 72 81) 
{ rita? r tat C T si) (rts) J 
and the component at right angles to ¢, or the wattless component, as 
it is called, is 
s 8, 2 % M (rir. — 58 
772 + Жуз А at nouns red с. 
111 + 5, rj + 5, (ri? + 812) (72 + s) 
Multiplying and dividing tbe right-hand side of equation (25) by р 
where 
D = f; (r? + 8,") + т, (712 + 5,7) —2 pM (ri 8. + T. si) +R m (т + 822) 
+ 82 (ri? * 812) + 2p M (ri 72 — 8, s $ 
we get, after some reductions, 


lm + ry? + (n + e 4pw(n + s) + Ape 
D 


which shows that the equivalent resistance, в, and reactance, 8, of 
the parallel circuit are given by | 
= 71 (r$? T sj) + 72 (r? + 812) — 2 р м (т; +7, 81) | 


B 2M! 
(ri + Taf + (81 + 83)? — 4р M (а + 51) + 4 % M 


r (26) 
в = *! (rà + 332) + s(n? + 812) + 2p M (ri 22 — 81 83) J 
(ry + ra)? + ( +a) — 4% u (S1 ＋ 51) + 4 % x 
and the equivalent impedance, I, is given by m: A 
r= ^ B + в? 
моа а sace 27 


C Vin r T we uy -apu(n a) * poe 


(To be continued.) 


GAS PRODUCERS. 


A BSUGGESTIVE letter appears in Engineering from Mr. Alleyne 
Reynolds dealing with tne working of gas producers. Adverting to 
the usually accepted action in a gas producer, namely, that the 
entering air is first reduced to CO, and that this isafterwards reduced 
to CO 1а its passage upwards tnrough the fuel, the writer argues 
tbat this assumption is incorrect. His reasons against this theory are 
(1) that the scaffolding of slag in producers poiate to the hottest zone 
being near the top; (2) that a strong lambent flame (the flame of 
carbon monoxide) will issue from a leak only a few inches above the 
air inlet of a blown producer; (3) that in producers, more especially 
those worked by a forced draught, a moderately shallow fire produces 
the most combustible gas. Divested of a good deal of unnecessary 
friliing and verbiage, the contention of Mr. Reynolds appears to 5 

that the temperature of the first combustion of carbon to CO is 
sufficient to prevent further oxidation to CO, even in the presence of 
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free oxygen; that, in fact, the dissociation temperature has been 
reached, and further oxidation oan only occur as the temperature is 
reduced. In the upper zones of a producer the slag is fused 
and the dissociation temperature exists, and if there be any oxygen 
nt when the gaseous producte finally emerge on the top of the 
uel, the gases will pass forward to the flues on their way to the 
holder, and will burn as tbeir temperature is reduced by radiation, 
and the whole of tbe excess of oxygen will be converted to О0О,. 
Obviously, therefore, tbe amount of oxygen supplied to & producer 
ought to be jast so much as will dieappear entirely to the formation 
of CO, a little below the upper surface of the fuel. 

Ifa hee be so over-blown that oxygen comes out uncombined 
above the fuel the gas prodnoed will be low in СО», because of the 
temperature h and dissociation prevailing, rich ia CO and in 
O, and this O, which should not be present, will burn some of the 
CO to CO, as the temperature falls, and the final result will be a gas 
rich in CO, If, however, a producer be worked slowly, under-blown, 
CO, may Бе formed at once because the walle of the producer will 
тайїабе heat and keep the temperature below that of dissociation. 
There is thus a happy medium of working and of fuel depth which 
will secure best resulte, and if the views advanced be correct it 
ougbt to be arranged that the gas passages can be inspected for 
ое pum flame would indicate over-blowing or too small a depth 

ue 

Toe theory applies of course equally to the blast furnace. If y 
represent the calories necessary to reduce 1 unit of the oxygen from 
the ore, and z be the calories absorbed by 1 unit of the oxygen for 
other eudothermic chemical and mechanical actions, then the number 


of carbon unite will be 12 (У * *) and from this the consumption 


of fuel per ton of iron made can be found. 

Mr. Reynolds’ arguments appear reasonable and if investigation 
and observation proved them to be. correct a step forward would be 
possible in the working of gas producers. 

Blast farnace action certainly does not contradict the new theory. 
In the blast furnace the ore as it travels down the furnace is reduced 
by the CO formed from the fuel and CO, results. If the temperature 
be above the dissociation point no insurmountable difficulty is intro- 
duced, because it is possible, and, indeed, likely, that the CO, would 
be promptly reduced to CO by the surrounding mass of incandescent 
car The very freeing of the oxygen from ite combination with a 
solid would require heat, and would, therefore, redace the temperatare 
and render possible the formation of CO,, which would exist as such 
until it got away from the sone of ore reduction. It seems impossible 
to produce ges entirely free from CO,. This may be due to the mass 
action, as are many other chemical reactions which defy all effcrta to 
carry them to a desired completion in the sense of an entire elimina- 
tion of an undesired constituent. 


ore М * 


COLLECTIVE BARGAINING. 


Engineering makes a note that the present trade dispute has brought 
forward anew term, collective bargaining,” which it describes as 
something that workmen are believed by some people to be in vain 
asking from the tyrant Oapital, whilst others believe it to be a 
dangerous Bocialistic doctrine. It really amounts to the desire which 
exists among a large nomber of workmen that their wages shall be 
fixed by bargaining between their employer and their trade union 
executive, во that the man when he seeks employment, and gets it, 
need not bimself bargain for a given wage, but will receive it exactly 
asa shopkeeper naturally expects and receives one penny for a penny 
bun. А good deal may be said on the workman's side of the matter 
in favour «f the idea of collectivism. Workmen are often little able 
to lovk after their own interests, and if faced up with an employer of 
considerable strength of mind, the more simple of the workmen 
would often be found to be receiving less than they were really 


entitled to receive perhaps as first-class workmen. We believe it is 
largely to this feeling that they cannot face up for themselves that 
men have joined es unions, and though we do not see they have 


any right to object to the equally collective action of employers, 
many of these being often quite as unable to stand their corner asthe 
most modest of the men, we do not feel disposed to unduly blame 
the men for their collectivism if not carried too far as it bas been. 
Also in respect of the policy of the trades unions in claiming a sort 
of vested interest in work they have been accustomed to do, we are 
di-p sed to think that such claims are but natural The barrister 
who draws his fees for three different cases coming off in three 
separate courts at one time has a protection against the possibly 
better outsider who hae not a license. So the lawyer and the doctor 
who are all savagely protected against ontsiders, and even among 
engineers do we not find that the growth of the professorial interest 
is tending to confine the very title of civil engineer to examination- 
tested men ! The workman does but copy the example of his so-called 
betters, and when we see boiler makers and engine fitters fighting 
over who shall do this or that bit of work, it might be well to con- 
sider what sort of a row there would be if the solicitor to a railway 
company were to proceed to harangue the Parliamentary Committee 
upon the clauses of a Bill, of which every detail was at his fiager's 
ends, and of which be knew of necessity 50 times as much as the 
9.С., whose study of his brief had only begun five minutes before he 


the room, yet whose right to speak the solicitor cannot gain- 


m7. Who of us has not seen the man who did know, biting his li 
vexation as the counsel drivelled away a case which he oo 


not master. May we not assume an equal feeling in humbler circles. 
Where, however, men make а miste ke is in their objections to the 
non-union men. Because а man isa non-unionist it does not by any 
means follow he is not an equally good maa with the unionist, 
Indeed, the latest tactics iu filling up the ranks of the unions has very 
considerably lowered the expectation of securing good men from their 
ranke. Oo ve bargainiog so far has been all on one side, and 
when an agreement has not been come to the works of an employer 
have been struck against and picketted, and men seeking work have 
been roughly handled. The tendency of all mon es is evil. 
Olients who have paid barristers large fees have often felt hart when 
their coansel leaves the case to a gn in whom he has " every oon- 
fidence,” and some of ов may have had the painful experience of suffer- 
ing under the malpractice of some careless medical man against whom it 
is Беса impossible to secare a remedy. The question is one of 
great difficulty, but let it not be overlooked when we condema the 
action of the men in joiaing these unions, that to them their work 
and living may be as important as the work of the doctor appears to 
himself. There is a good deal to be said for trades unions, and for 
even collective bargaining, and the only way out of the difficalty that 
we see at present is, tbat the union executive should be composed of 
men of considerable intelligence and honest intention. Ia comparing 
the monopolies of workmen with those of professional men we omit 
one huge difference. The lawyer or the doctor is never found making 
his brother professional's life a burden to him because he does more 
work tha» other men do. But in the workshop that man who works 
quickly and turus out a fair day's work is made miserable by his 
fellows. А day's work has been reduced and reduced so steadily and 
for so long, that a good workman finds his hardest work io spinning 
out his jobs. 

These details, says our contemporary, of shop work are unknown to 
bishops and dons and mere cl set studente—the dilettante. To 
ordinary men a minimum irreducible wage implies obvious reduction 
of output and equally obviously in abandoning a right to reduce 
wages, the employer loses his principal, if not only, check upon what 
is eaphemistically described as undue leisurelynees. 


л 


THE MIDLAND RAILWAY COMPANY’S ELEO- 
TRIC LIGHT PLANT AT LEICESTER. 


THE lighting plant at Leicester station is gas driven, the engines 
being of Orossley’s high speed electric type, the larger ones 
equal to 50 B. H. P. on Dowson gas, and running at 200 revolu- 
tions. The cylinders are 16 inches x 21 inches. To render 
capable of continuous running, they have been fitted with efficient 
oiling arrangement, and to catch waste oil the foundations are 
sheeted in lead and piped to suitable receptacles. They have also 
been improved by the addition of counterweights upon the cranke, an 
addition which, we think, ought to form a portion of the original 
design of all gas engines, but which is omitted, we believe, because 
of the cheapness of the bent crank in some cases. These wrights 
cannot but reduce the crank stresses set up by weights in the double 
Яу. wheels which are otherwise required, but not always put in. 

In case of failure of the gas apparatus, the engines are arranged 
for changing quickly to the use of Corporation gas, an expensive 
luxury, which demanded a minimum consumption of 1,50 ) thousand 
feet annually before the Corporation would connect their mains. 

The gas generators are two in nuwber, each set comprising gene- 
Trator and boiler of a cspacity of 100 Н.Р. at the engines, and there 
are similarly daplicate ooolurs, hydraulic box, coke scrubber and 
sawdust filter. One boilar, however, will provide steam f т two 
generators. These have a diameter of 3 feet ioside the lining, but 
the grates are only 30 inches diameter (a contemporary’s figures 
are & little dubious at this point, it not beiug clear whether areas or 
diameters is intended, bat we assume diameters as the more pro- 
bahle). : 

TA generators have fire-bars, as usual, we believe, in Dowson 
plant, and they consume anthracite coal, and obtain the best gas 
when using small coal, the quality of the gas being 25 per cent. 
better in power production per as well as more even, while 
the small fuel is cheaper, and the generator requires less time to start, 
gocd gas coming over in 10 minutes. With ooal some of the 
air blown in comes over unalter«d. This proves that the fuel depth 
F furnace, must vary with the size of the 

uel, 

In the first half. year's work to December, 1895, the с st per unit 
was 3301., and 46 los. of coal were coosamed for each BT unit 
developed. Daring the next half-year the cost was 3:091., and the 
consumption 3 68. bs. For the tit balf of last year the figures were 
r spectively 2:8d. and 3:03 lbs. The improvement due to ехрчгіепсе 
wad cheap Ооа] has thus bern 34 per cent. The small fael coste 5s, to 
94. at the pit. It is machine-washed anthracite Pca coal, aud it 
works best with an 18-inch fire as compared with. a 4-foot fire used 
with the ordinary anthracite of more mized sises. 

The above figures of cost are total, the fuel cost being ‘32d. for the 
first half of 1896 and 18d. for the corresponding period of 1897. For 
this latter period a unit cost 1:43d. when town gas was used. This, 
we take 15, is the fuel cost only. The steam plant at Derby shows a 
total cost of 2°7d. per unit, and a coal cost of 88d., while at Sheffield 
the costs are 2 64d. total, and 54d. for fuel. 

If no town gas were used at Leicester, the cost would only come 
to 2·67d., but wo presume the minimum quantity charged for will 
always be used. dynamos are belt driven. It woald appear that 
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а saving is thus made in using producer gas in place of steam for 
motive power. The costs, however, do not seem to include the coal 
used in the boiler furnace, as special note is made as to fuel cost at 
generator. The use of a boiler always seems somewhat superfluous 
in a gas producer plant. If more steam is needed than can be taken 
off in vapour from the gas engine, cooling tanks, or a water hearth, 
could it not be obtained from a boiler heated by the gases from the 
generators, whicb now part with their heat of manufacture in con- 
denser pipes. In the illustration of the plant, the boiler has its sepa- 
rate chimney, and we conclude a separate but probably unnecessary 
fire also, which must add to production costs, and might be saved. 


SOME PRACTICAL POINTS ON THE 
DESIGN OF A SHUNT DYNAMO. 


By V. ZINGLER, A.LE.E. 


(Concluded from page 7.) 


Core.—This is at once obtained from the difference of 
magnet bore and air-cap = 17 inches — 1°56 inch 
= 15°44 inches or, say, 153 inches to allow for irregularities. 

Hence the actual air-gap is 


1g inch = 1 625 in. 
Now we can determine the actual number of bars to go on 
the core as follows :— 
15:375 inches 
*100 inch 


15:475 inches. 


Diameter of core E M 
Insulation of core = 05 x 2 


Diameter of finished core 


Then 
15:475 x т = 48°62 inches. 


This is the net winding circumference. Dividing this by 
the width of bar we get 


ЫТ 150 nearly. 


This namber of bars would, however, be too great, as 
there is no room for pegs. These are, say, }-inch wide, and 
are fixed every eight bars; our number of bars should also 


be divisible by eight. 
Let us try 144 bars. 
144 x :824 = 46°5 inches 
18 pege, - inch wide = 225 „. 
Space required = 48°75 inches. 


— 


This is obviously too close, and we must take 136 bare. 


186 x :824 


17 pega, i-inch wide = 2125 „„ 


46:125 inches, 


. This leaves about 24 ins. all round for slack, but when it 
18 compared with the net winding circumference it will be 
seen that it is only 5 per cent. 

The size of the limbs can now be fixed, and for con- 
venience centimetre measure will be used. 


_ 80 x 60 x 168 


N = ——À———— ee s = ° 0 
^ 186 x 320 11°08 x 10 
Add for armature losses 2 per cent 22 
» „ demagnetisation 8 per cent. ... 88 
Total flux | = 12°13 x 10° 


Dimensions of Polar Avc.—Thia will of coarse depend on 
the bore of magnets and on the distance between the limbs. 
The angle 0 (see figure) is frequently fixed so that it is unit 
angle, i. 6., 57^29—that is when the arc subtending it is 
equal to the radius. 


It is, however, near enough to make. 


the distance between limbs half the magnet bore, that is in 
this case 8:5 ins. 


Then cos 0 — 17 = 5 which is the cosine of 60°. The 


radian measure of 60° = 1:047; therefore the total lergth 
of polar arc 


= 1047 x 85 x 2 = 17-79 ins. 
= 45°14 cms. 
Assuming now that B = 5,000 for the air-gap, the polar 
area will be 
12:18 x 100 
5,000 
Making the usual correction for fringing, 
Air-gap 1°56 in. = 3:96 ems. 


= 2,426 eq. cms. 


This multiplied by 8 s = 8:168 cms. 

Length of arc js 7 = 45°14 oma. 

Corrected arc я ТР = 48'808 cms. 
The equivalent length of polar surface will be therefore 


2.426 
48-508 ^ 20 cms. 


and the actual length will be 
50 — 8:168 = 46:832 cms. or 18} ins. 


Width of Magnet Limbs.—Assuming an induction 
B = 16,000 
and the coefficient of leakage as 1:9 we get 
1238 x 10° x 1:8 
16,000 
The width of iron therefore is 


= 985 вд. ems. 


40832 == 21 ems, — 8l ins., вау 84 ins. 


The dimensions of magnet limbs are, therefore, 8} x 18] 
x 17 bore. 

It only remains tofix the length, which depends almost 
entirely on the bobbins, the ampere-turns required for the 
iron circuit being small compared to those necessary for the 
air-gap. As a rule, if the dynamo is well proportioned, the 
length of limb from yoke to armature should not be longer 
than the diameter of the armature, and this space should 
include the bobbin cheeks, which are, say, 1 inch in thick- 
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ness. Let us then take 14-inch bobbins. If a line is 
. drawn round the frame in the centre of the limbs, this will 
be the approximate mean path of the magnetic lines, and 
can b» summed-up as follows :— е 


Bobbins and cheeks, 16 x 2 = 82 inches. 

Yoke... T wie eae = 8:5 inches. 

Top circles LT x 2 = 18:85 inches. 
4:25 т 


Bottom circlee ram x 9... 6:67 inches. 


12°75 inchcs. 


Total length of magnetic path 73°27 inches 
= 186 cme.. | | 


Ampere-Turns.—The method often employed is to work 
out the magnetic reluctunces of the different parte, and the 
products of these and the total flux N give the respective 
ampere-turns required. This cap, however, be done in one 
operation. 

The fundamental C.G.S. formula is 

M — N B, 
where M = magnetomotive force and R = magnetic reluc- 
tance. Or, if we require ampere-turns, we must multiply by 


10 


Balance (85 — 4) x 2 


в is, however, equal to a i 
Гы 


or the length of material divided by the area and the 
coefficient of permeability, just as in electricity where p is 
replaced by the specific condactivity. 
We therefore have 
| l 


Ampere-tarns - x 7958 
pa 


and, as ~: = B or the induction per square centimetre, we 
simply have 


вх і 


Ampere-turns = — x 7958. 
p 


Taking the air-gap first, it is still necessary to get B for 
us polar area. i Е 
is 


45°14 x 46:882 = 2,100 tq. oms. 
B therefore = 12:18 x 10° _ 5,750. 


| 2,100 
Henoe 
| 396 x 5,750 x i 
Ampere-turps for air-gap = pese ccce 18,000 
186 x 16,000 x A 
Ampere-tarns for iron = pay 500 = 8,000 
Total ampere-turns = 26,000. 


The ampere-turns for the armature may in this case be 
neglected, a8 with a small induction, and a high permeability 
as is usually the case now, they only run into hundreds. 


Winding Field Magnet Bobbins.—This is perhaps the most 
troublesome operation in designing a d o, and unless the 


designer has some experience, the calculations have often to 
be repeated two or three timer. Our object is not only to 
get on the necessary ampere-turns, but also to see that the 
watts are in such proportion to the radiating surface that they 
do not cause overheating. In order to attain this end, the 
watts per rquare inch of radiating surface should not be 
higher than 1:5, and in calculating the radiating surface the 
two sides of the bobbins inside the magnet limbs should be 
neglected. The whole point is to be able to gauge the right 
oc which we shall wind. 
the bobbins in this case consist of iron sleeves slipped 

over the limbe, of a total thickness, including the insulation, 
of *8 inch, or 1*2 inch all round (four sides). 

As we have to pat on 26,000 ampere-turns, the resistance 
of a mean turn wi obviously be | 


80 
| 26,000 
Lat us try windirg to a depth of 2 inches. 
Referring to fig. 2, the length of a mean turn will be: 
2 (185 + 85) + 12 + 2 © = 61.48 ins. 


Assuming that the designer has a tabl+ of resistances and 
wires before him, we proceed— | . 


*003077 x 1,000 x 12 
6148 . 
On referring to a wire table, we вез that copper wire, ‘1299 
inch diameter, has a resistance of 60647 ohm per 1,000 feet, 
This is near enough. | 
Number of Turns in one Layer : — 
Diameter of copper wire 


= 003077 ohm. 


Rer istance of 1,000 feet = = 6005 ohm. 


.. . 1299 inch. 


d. o. c. insulation is ins .. 016 5„ 
1459 , 

Allow for slack, 5 per cent 0073 „ 

Gross diameter of wire 1532 „ 


Oar bobbin is 14 inches high, therefore the number of 


turns 15 32 = 91 turns. 
Number of Layers :— 
Diameter of copper wire . . °1299 inch. 
d.c.c. irsulation box ine .. 016 „ 
1459 „ 
Allow for slack, 20 per cent. 0292 „ 
Gross diameter of wire 1751 5„ 


The winding is 2 inches deep, therefore the number of 
layers is 


——— — 


= 11 layers. 


Total number of turns = 11 x 91 x 2 = 2,002, say, 
2,000 turns. 
Now the resistance of a mean turn will be 


60647 
ogg = 00808 ohm, - 

and the total resistance of the shunt winding = 6:06 ohms. 

T he watts lost in the shunt will b» | 


R 6:06 
The radiating surface is arrived at thus: Length of 
outside turn = 2 (18:5 + 8:5) + 12 + 4 я = 67°76 
inches, | 
Subtracting one side, 67:76 — 18:5 = 49°26, we get for 
total radiating surface 49:26 x 14 x 2 = 1,875 sq. ins. 
The square inches per watt will therefore be: 


turns х radiatingsurface _ 1,875 x 2,000 


do J L 0 e 1:928. inches 
volts x ampere-turns 80 x 26,000 Ч i 


which is a figure that will give good results. 
We can inquire farther into the electrical efficiency; the 


shunt current will be $08 = 132 amperes, or about 8 per 


cent. of the armature current; the watts lost in the shunt 

are 80 х 13°2 = 1,056, and therefore the electrical 
efficiency 

_ 82,000 

33,056 

This neglects the armature losses which may be a further 2 

r cent., and which are easiest to measure after the machine 
1з finished. The total actual ampere-tarns will now be 13:2 x 
2,000 = 26,400 which is only about 14 per cent. higher 
than what we reqaire by calculation. 

To recapitulate and conclude ; these rotes only refer to the 
materials and the ві2з and type of machine herein set forth, 
and are intended more as a demonstration of the method of 
winding a machine io practice, than of the calculations of 
the size and magaetic properties of the dynamo, albeit 
these have also been touched on so as to make the whole 
complete. In actual practice however, and after a certain 


= 97 per cent. nearly. 
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number of dynamos have been built, it is the winding only which 
requires re-calculation (within limita) the other properties 
being proportioned from existing types. 


THE MONTAUK MULTIPHASE FIRE 
CABLE.* 


THE United States have won a well deserved reputation for 
the high state of efficiency to which they have brought their 
appliances for fire extinguishment. It is generally admitted 
that the best fire departments of other countries are greatly 
inferior to the splendid institutions which are maintained in 
our leading cities. Not only is our equipment for “ fighting 
fire” practically perfect, but there has been a wonderful 
amount of ingenuity displayed in the invention of devices 
for automatically lozating and announcing an outbresk of 
fire. These inventions have taken the form of thermostats, 
which automatically close an electric circuit when the local 
temperature passes а certain point. The thermostats are 
scattered throughout a building in various places, which in 
the jadgment of the owner are most likely to be visited by a 
fire. If the out- | 
break should occur 
immediately below 
& thermostat, the 
circuit will be closed 
and the alarm rung 
in immediately. If, 
however, the fire 
should start at a 
oint intermediate 
tween two ther- 
mostats, there. 
would be more or 
less delay until the 
temperature reached 
the proper degree 
to operate the 
alarm 


The  ingenious 
and  well-thought- 
out system of fire 
alarm which we 
illustrate in the 
accompanying en- 
gravings, is the 
logical development 
of the usage of the 
thermostat above 
referred to. In 
place of a set of 
Wires connecting a 
number of ix olated 
thermostats, the 
whole wire itself is so sensitive that the mere heat of a 
lighted match (see fig. 3) applied at any point of the wire 
will cause the metal to fus» and ring in an alarm. As the 
value of a fire alarm consists chiefly in the rapidity with 
which it will act, upon the ontbreak of a fire, it is evident 
that the efficiency of the *fire cable" ig enormously in- 
crea-ed over that of ordinary systems. | 

The construction of the cable and the details of the wiring 
are shown in the accompanying fizures. The cable, fig. 1, 
is made up of an inner copper wire, which is coated with a 
metal that fuses at the low temperature of 874°. The 
fusible metal alone would serve to carry the current, bat the 
copper is introduced to increase the conductivity. Around 
the fusible metal is wrapped a suitable insulation, and over 
this again is wrapped a series of smaller wires with insula- 
tions b :tween them, as shown in the sketch, the whole being 
covered with sn outer protective wrapping. One of the 
outer wires serves the fire alarm, another the burglar alarm, 
another may be used for the servants' call, and others may 
ba added to serve a multiplicity of electric connections. 


* Scientific American. 


When a fire breaks out in the neighbourhood of the wire, 
the heat fuses and expands the inner fusible coating and 
forces it out through the insulation into contact with the 
overlying return wire, thus forming a metallic contact 
between the inner and outer wire, closing the circuit and 
turning in an alarm, Fig. 6 shows the cable laid in a room 
and connecting with an audible fire alarm in the house, 
Fig. 5 is a diagram showing the cable connected to an 
automatic cirenit-controller in the house or on the street, 
through which the alarm is automatically forwarded to the - 
central fire station. 

When the circuit is automatically closed by an outbreak of 
fire, the current energises the magnets ia the controller (fig. 7), 
which then act upon a system of small levers and release a 
clock mechanism. The latter serves to rotate the two 
controlling discs, which, by means of make and break con- 
tacts, ring up the call corresponding to the location of the 
fire and show the corresponding number in the annunciator. 
The discs are ко arranged that they repeat the alarm at the 
central station. 

A valuable feature of this cable is that it forms an effective 
burglar alarm; for if a barglar should attempt to destroy 
the ordinary window alarm by breaking the window glass and 
cutting the wires, the pliers will form a metallic connection 
between the inner and outer wires of the cable and close the 
circuit. To avoid error in connecting up the return wires 

they are made in 


wires are of copper, 
another set = 
co wires tinned, 
in s third will 
consist of alternate 
tinned and copper 
wires (see fiz. 1). 
To keep down the 
bulk of the return 
wires each set con- 
sists of several fine 
wires whose aggre- 
gate cross section is 
sufficient to make 
up the necessary 
conducting area, 
and they are 
wrapped in ribbon 
fashion around the 
insulation. Con- 
sidering the com- 
plicated nature of 
re cable and the 

uty that it 
fori, ita bulk is 
remarkably small. 

Tne advantages 
of the cable are 
obvious Not only 

NS does it provide & 
building with continuous lines of protection, but the 
sensitive wires themselves are во small as to attract no 
more attention than ordinary house wiring. It may be laid 
along the moulding, across a window or door, within the 
cornice, above the shelves in a store, without attracting the 
eye, or іа any way interfering with the d-corative features of 
the building. For detecting a fire, due to spontaneous 
combustion in the coal bunkers or hold of a ship, the wires 
would be laid in pipes, fig. 4, which would protect them from 
rough u«aze but leave them ex posed to the action of heat. The 
various patents which cover this device are owned by the 
Montauk Multiphase Cable Company, 100, Broadway, New 
York, to whom we are indebted for the particulars given 
above. 


Banquet.—From the Western Mail of Cardiff we learn 
that a banquet was given on Friday night last at the 
Whitehall Club to Mr. Samuel Insull, of the Chicago 
ка Company, by Messrs, Arthur Wright and W. L. 


adgen. : 
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THERMIC EQUILIBRIUM IN ELECTROLYSIS. 


By M. D. TOMMASL 


THE problem that we 
Given a chemical compound capable of being oxidised or reduced, 
find out how it behaves when it is brought at the same tims 
into the presence of a reducing and an oxidising substance, 
which are considered to be equal and contrary forces. 
Theoretically, only two cases are possible. 
1. The two forces neutralise one another, and the compound 
evidently remains in equilibrium. 
2. One of tbe forces overpowers the other. 
According to thermic data this is what should bappen :— 
Let the compound, for instance, be termed A B; we 
subject it to а chemical action (Н? + О); three cases may 
present themselves for consideration :* | 
(a). The compound A B will not be subjected to any 


action if 
cAH?+cBO=cA0O4+cB H, 


.e., if the compound A B gives off the same quantity of heat 
when becoming oxidised as when being reduced. 

(3). The substance A B will be reduced if c A Н? > c B О. 

(y). The substance A B will be oxidised if c A Н? < c B О. 

For the sake of clearness, let us take an example: we will 
subject nitric acid to the action of (Н? + O). In this case 
the reduction of the nitric acid can only take place if the 
hydrogenisation of this acid gives off more heat than the 
oxidisation of ammonia. Now, according to thermic data 
the formation of ammonia by the reduction of nitric 
= gives off more heat than the oxidisation of ammonia. 

act 


NO H + 4 H? = МН: + З H: O; 179-2 cal. 
NH? +40 = МОН + НО; 968 „ 


Therefore, the nitric acid will be totally reduced by (Hr, O) 
unless an opposite reaction can take place ; which conclasion 
is fully borne out by experiment. The mixture (H? + 0) 
is obtained by the electrolysis of water, with the aid of three 
bichromate of potash Bunsen elements. 

The gases are thus liberated in the ratio of their molecular 
weight, and under the same chemical and physical conditions. 

The electrodes are of platinum and very close together. 
The liquid which is being experimented upon is frequently 
stirred and the current is reversed alternately. | 

We can sum пр in the following table the results at which 
we arrived by jor i various chemical compounds 
capable of being reduced or oxidised by the simultaneous 
action of electrolytic hydrogen and oxygen. 
Action of (Н? + О) on different chemical compounds :— 


Original compound. 


| || 


Final compound. 


Nitric acid Ammonia and nitrite. 
Nitrate of potassium. 

m sodium 
Nitrite of potassium Ammonia  . 
Chlorate of potassium Perchlorate. 
Arsenical acid ies No change. 
Arseniate of um 
Arsenious aci Arsenical acid. 
Arsenite of үн Arseniate. 
Ferrous sul eee ET o Partial oxidisation. 
Ferric sulp s i .. Partial reduction. 


From the results of these researches we can deduce the 
following laws :— 

1. When a body is subjected to two equal and contrary 
chemical actions, the reaction which gives off the greatest 
quantity of heat will be most likely to be produced, pro- 
vided that it сап be begun. | | 

Examples: The oxidisation of the arsenious acid and of 
the ne araenites. The reduction of. the nitric acid and 
of the vegetable nitrites. 

2. With two chemical reactions, the one that requires the 
least heat to begin will always be produced in preference, 
even / it gives off less heat than the other reaction. 
Examples: The oxidization of the chlorate. The partial 


* It is supposed, in all three cases, that the same quantity of heat 
or energy is required to commence the chemical reactions. . 

f с = heat of formation. 5 

t For fuller details see “Treatise on Electric Batteries,” by D. 
Tommasi, p. 200 (published by G. Carré, Paris). | 


ropose to solve is as follows :— 


reduction of the ferric sulphate and the partial oxidisation 
of the ferrous sulphate. 

In the case of the chlorate of potassium, for instance, the 
heat or energy required to effect the union of the hydrogen 
with the oxygen of the chlorate must be greater than that 
required for producing the combination of the oxygen with 
the chlorate, and this is no doubt the reason why the 
chlorate was transformed into perchlorate rather than 
chloride, although the oxidisation of the chlorate gives off 
less heat than its reduction. For the same reason, if the 
ferric sulphate? is reduced by (Н? + O), it is due to the 
fact that the heat or the energy required to effect the union 
of the hydrogen with the oxygen of the ferric sulphate is 
greater than that given off by the combination of the 
electrolytic oxygen with the ferrous sulphate, f and if the 
reduction is not total, but partial (60 per cent.), this is due 
to the fact that having arrived at this point a sort of equili- 
brium is established between the reduction of the ferric sal- 
phate on the one hand and the quantity of ferrous sulphate 
formed on the other hand, ап. equilibrium similar to that 
which i8 observed when we electrolyse a mixture of varying 
proportions of nitrate of copper and nitrate of silver.[ We 
may mention, in conclusion, the following fact, which will 
Bhow indisputably that the principle of the maximum work 
and its reciprocal Sprague's law are only true on the express 
condition that the reaztion between the bodies brought together 
can be begun. 

If we acidulate a solution of bioxide of hydrogen 
(Н? О?) with sulphuric acid, we get at the negative pole an 
abundant escape of hydrogen, due to the decomposition of 
the water without this hydrogen reducing the bioxide of 
hydrogen. Now, how can we explain the fact that this 
nascent hydrogen| which, although it reduces & number of 
substances the decomposition of which absorbs heat, has no 


effect on the bioxide of hydrogen, the decomposition of 


which takes place with a liberation of heat? 

In other words, why does the electric current decompose 
the water, the heat of decomposition of which is — 69 cal., 
rather than act on the bioxide of hydrogen, the heat of 
decomposition of which is + 21:6 cal. We observed{ a 
similar fact with the following couple :— 

Zinc, acidulated water; porous jar, bioxide of hydrogen, 
with the addition of a drop of solution of sulphate of 


sopper, Platinum. 
n this couple, in fact, the deposit of copper on the 
latinum is produced as soon as the circuit is closed and long 
fore the bioxide of hydrogen has been decomposed. 
We observe, then, in this couple the singular fact that the 
hydrogen given off by the decomposition of the water 
reduces the sulphate of copper (an exothermic compound), 


. the decomposition of which absorbs heat rather than the bi- 


oxide of hydrogen (an eudothermic compourid), the decom- 
position of which, on the contrary, is attended by giving off 
of heat. | 


SHIELDED CONDUCTORS. 


By W. A. PRICE. 


Mn. Morpry’s paper on Dynamos,” read on May 20th, 
before the Institution of Electrical Engineers, has produced 
a long series of articles and letters in different periodicals, 
proposing and solving a number of paradoxes and puzzles of 
more than usual interest. Some of these are curious and 
© © (8 % Fe’, 
S O' Fe. 

t Bee "Traité théorique et pratique d'clectro-chimie," by D. Tom- 
masi, p. 25 (published by Pernard, Paris). БАР 

$ The substances liberated at the electrodes are those which, in 
escaping, absorb the least specific energy. 

|| The researches that we made in 1877 showed that if hydrogen 
in a nascent state is a powerful reducer, it is due solely to the fact 
that this body, at the moment it leaves, a combination is accompanied 
by all the hest produced at ite escape. Consequently nascent 
hydrogen is synonymous with H + cal. (hydrogen + calories) and 
the differences observed between hydrogen given off by different 
chemical reactions, are due to the fact that these reactions do not 
develop the same quantity of heat. | 2 

See “Traite thcorique et pratique d'électro-chimie," by D. 

Tommasi, p. 526. 
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excellent examples of magnetic problems that can be dealt 
with sufficiently by the application of first principles, though 
complete solutions would be difficult mathematical exercises. 
The first pose e was not new, having been described 
years ago by Mr. James Swinburne; but its interest was 
revived by an experiment described by Mr. Mordey. The 
difficulty is to explain how a conductor buried in the iron 
of a slot-wound armature experiences very little mechanical 
force, though it is equally as efficient in developing electro- 
motive force in a dynamo, as if it were exposed on the surface 
of an ordinary drum armature, and has just the same effect 
in producing torque in a motor. 
he electromotive force developed in a condactor is simply 
proportional to the number of lines of force crossing it in a 
given time. The mechanical force on a conductor is pro- 
portional to the product of the current, and the density of 
the magnetic field in its own substance; and the difficulty 
lies in seeing how the magnetic field in the body of the slot- 
wound conductor can be во small that no appreciable force 
is exercised on the conductor, while, at the same time, it is 
cutting a field of sufficient intensity to generate a large 
electromotive force. The answer is, of course, that in a slot- 
wound armature the conductors are so shielded by the iron 
body in which the slote are cut that only a very small part 
of the total magnetic flax passes through them at any given 
instant, and the force acting on the conductor is correspond- 
ingly small; while at the same time the total flux cut by any 
conductor in the course of the revolution of the armature is 
not affected. | 
Figs. 1 and 2 are diagrams of the usual character, showing 
the distribution of the lines of tic flux near the air 
gap in a slot-wonnd armature. upper part in each 


| Ne | 


figure represents parts of a magnet pole, while the con- 
ductors are shown in round slots cut in the body of the 
armature. The air-gap is shown straight instead of an arc 
of a circle for convenience in drawing. Fig. 1 gives the 
‘arrangement of the lines of magnetic flux when there is no 
current in the conductor. The field in the body of the con- 
ductor is extremely weak, but as the armature is rotated the 
lines of flux are carried across the conductor, moving slowly 
in the mass of the iron, but flashing across the slot at great 


\ 


speed. Bat no figure explains the movement as well as Mr. 
Swinburne's comparison of the action to the appearance of a 
row of railings passing behind a knot in the window of a 
railway carriage, producing an ap ce similar to fig. 1. 

А . 2 gives the arrangement of the tines when а current 
is passing in the conduetor. It is obtained by imposing on 


fig. 1 a system of іс. forces, circular about the con- 
ductors, producing distortion of the field. The distortion 
does not affect the reasoning already given about the forces 
acting on the conductora, and the electromotive forces de- 
veloped ; but the figure shows how it is that the weakness of 
the field in the body of the conductor does not affect the 
torque on the armature. The points of application of the 
forces which produce the torque lie on the surface of the 
armature, where the lines of force enter it from the ether, viz, 
along the surface, A A A. In fig. 1 these lines enter the sur- 
face normally, and produce no torque; but when a current 
is started in the conductors, the lines of force in the air-gap 
become slightly oblique, as shown in fig. 2, in consequence 
of the circular systems of magnetic forces about the, con- 
ductors, and a torque is develo The whole of the useful 
effect is obtained from the slight displacement in the air-gep. 
The large displacement of the lines in the body of the arma- 
ture serves no useful purpose. The magnetic force iu the air- 
EC gy | 


О 


Fra. 3. 


р, due to the current in the conductor of circular section, 
is at all points inversely proportional to the distance from 
the axis of the conductor, and is in no way shielded by the 
iron body of the armature. 

Another 5 by slot-wound conductors, 
that they are less h by eddy currents than surface pon- 
ductors, can only be due to a very ö of the 
lines of flux across the slots, so that all parts of any con- 
ductor are cutting lines at the same rate. It is no explana- 
tion to say атан the field in which the conductor lies is 
weak, even percentage variations in its density are 
immaterial; for the absolute density has no relation to the 
generated electromotive force. The exact explanation of 
what is undoubtedly the fact, viz., the freedom of slot-wound 
conductors from eddy current heating, is not very clear. 

A remarkable statement has been made by Prof. du Bois, 
from whose article in the Elekirotechnische Zeitschrift we 
extract the following passage :— 

“A ring magnet experiences a side thrust when in an 
external field, whose lines of force are in the same plane as 
the ring; and conversely it exerts a thrust in the opposite 
direction upon the supporter of the external field. This 
deduction, во astonishing at first sight, I have proved to be 
verified by experiment.” ! 


Though not expressly stated, it seems to be implied that 
the field is uniform, exoept so far as the ring distorts it, the 
ring homogeneous and uniformly magnetised, and the thrust 


wem a continuous one, and not merely impulsive or 
istic on completing the connections. We take “side 
thrust" to mean a thrust in the plane of the ring, at right 
angles with the field, but it may mean a thrust in the direc- 
tion of the axis of the ring. Each construction 
the same difficulties. Such a field and ring may be realised 
ры magnets, and by arranging the ring to turn 
t an axis “ tual motion” is obtained. Е 
Mr. James Russell disputes the truth of this “deduction 
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on experimental evidence, while it is totally opposed to con- 
clusions drawn from the ordinary premises, which would lead 
us to reason somewhat thus. If an iron or steel anchor ring, 
unmagnetised, be introduced into an uniform magnetic field, 
the field is distorted from it& previous form in some way 
depending on the permeability of the ring and its position 
in the field. If the ring is placed with its plane parallel to 
the field, it will experience no force tending to move it in 
space. There will be forces tending to elongate it into an 
oval, but these would not produce any such effect as that 
discovered by Prof. du Bois. Now, without moving it, 
suppose the ring to become circularly magnetised. This 
magnetisation, though it produces a new distortion of the 
field in the body of the ring, produces none in the field ont- 
side the ring, which retains the same form and distribution 
as before, so that the ring experiences no force. 

Figs. 3 and 4 show the character of the field near the ring 
before and after its magnetization. 

In these diagrams we have taken no acconnt of the effect 
on the permeability of the different flux densities on the two 


4. 


m 


sides of the ring. This would change the field distribution 
to а form that would be produced by an unmagnetised ring 
which is * but symmetrical about the axis 
AB of fig. 8, being leas permeable on the side в than on the 
side л. This change of field taking place when the ring is 
magnetised, would produce a sudden and transient foroe 
acting on the ring in the direction B—4, and it is ble 
that this is the effect Prof. du Bois has observ His 
words do not exclude such a construction. The action would 
not oocur with a circular or ring solenoid. 


(To be concluded.) 


REMOVAL OF MILL SCALE BY ELEC- 
TROLYSIS. 


By SHERARD COWPER-COLES, M. I. R. E., Assoc.M.Inst.O.E.. 


Тнк removal of mill scale from forgings and plates has 
always been a matter of considerable difficulty, the soale in 
being ;';-inch in thickness, and very adherent. 


the iron to be pickled, the anode in an acid bath; but this 
was found to pit the as the iron which was not pro- 
е was more readily dissolved than that 
d by the magnetic oxide. To overcome this difficult 
. Шеги made 


and every engineer who speaks 


work being suspended on the bara across the vat. To 
quicken the process and reduce the electrical resistance of 
the solution, it is found advantageous to heat the pickling 
solation or electrolyte, which is done by means of a lead pipe, 
G, through which exhaust steam is passed. In the illustra- 
tion a tray or false bottom, c?, is shown, capable of vertical 
movement between guides provided on the inside of the vat ; 
the object of the tray being to catch the heavy mill scale 
which falls from the plates. The tray at the end of the 
day's work is allowed to float by releasing the paul from the 
winch to the top of the solution so that the; mill scale col- 
lected on it can be removed. To sink the tray when neces- 
sary, extensions, B*, are provided at each corner, and these 
extensions are connected to flexible connections which 
round guide sheaves, and are connected to a drum or winch 
which is rotated when it is desired to sink the tray. 
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Another device for. catching the scale soon after it is 


removed from the plates, so as to prevent the further un- 


necessary consumation of acid by dissolving the mill scale 
after removal has been tried with most satisfactory results. 
The solution is circulated by means of a small pamp through 
a lead-lined box or chamber, behind which are placed electro- 
magnets, the result being that as the solution flows past the 
poles of the magnets the magnetic iron in suspension is 
retained and can be removed from time to time. : 

In America an electrical pickling process has been tried. 
The solution used being sul of soda or sulphuric acid. 
The plates to be cleansed form the p pe electrode and an 
iron plate the positive electrode. The hydrogen set free 
n 0 ptas of the plate reduces the са on the sur- 

ace, and decomposes any grease that may resent. 

Attempts have been made to remove the mill scale by 
drawing it away from the plates with powerful electro- 
magnete, the scale haviug been previously loosened by a short 
immersion in an acid beth, or by heating. | 


THE PROPER CONSTRUCTION AND USES 
OF ECONOMISERS. 


THe word economiser has a general meaning, but in steam 
using parlance an eoonomiser has come to mean a speci 
piece of apparatus, to wit, a flne feed heater, made of tubes, 
of an eoonomiser almost 
invariably means one with vertical pipes of the Green type. 
These are so common in England that they may be said to 
be universal in the textile districte, and, as stated by Mr. 
Brinokerhoff in a paper read before the New England Cotton 
Manufacturers' iation, they are in use all over Europe, 
and in the mills of India or the mines of South Africa, and 
have already been widely adopted even in the United Staten 
It appears that economisers have rather been failures in 
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the United States in many: instances, this being due to the 
use of material other than cast-iro», which alone seems to 
have the power to resist the corrosive action of sulphurous 

In this respect an economiser differs somewhat from a 
boiler. The latter is hot and does not condense on its surface 
steam from the gases passing over it. 

The economiser is fed with cool or cold water, and the 
tendency to condensation of acid vapours on its surface is 
much greater, and even cast-iron pipes suffer mach at their 
lower ende, as we have pointed out years ago. Indeed, 
: Messrs. Green now provide against this by using a part of 
-the economiser as a first section to warm the water before 
passing it on to the remaining lower boxes. In this way 
they save the lower ends of, say, five-sixths of the pipes by 
allowing the whole of one-sixth of the pipes to be attacked. 

Another cause of failure has been the lack of capacity. 
An economiser requires to be of such size that the water 
passing through it should take from 30 to 50 minutes. This 
gives time for heat absorption. Many economisers have not 
been fitted with automatic cleaning gear, and soot being so 
poor a heat conductor, a few hours are sufficient to render an 
economiser nearly useless if not automatically cleaned. 
Attention to the three essentials—cast-irop, capacity, and 
cleaning—has made the success of Green's economiser. The 
further important items are, an absence of made or packed 
joints, the pipes being forced, metal to metal, in the sockets 
of the top and bottom boxes by hydraulic pressure, and 
finally tested to 350 lbe. A well-made economiser has a life 
of 20 years, and can be go repaired in sections as to become 
practically a new apparatus, while preserving its old identity 
like a repaired umbrella which contains nothing of its 
original parta. | 

But economisers require care ; they should be blown out 
when the boilers are blow off ; they should be periodically 
cleared of soot below, and yearly, at least, the top caps need 
removal for purposes of inside inspection. Also, we would 
add, they must be bored out when scaled. Boring out is 
quite & branch of the economiser business, and pipes can be 
bored clean of scale very easily by means of the special boring 
bars sent out for the purpose by the mnkers. It is the 
practical necessity of boring out an economiser which has 
prevented the success: of many economisers constructed on 
different lines. We bave seen economisers made in the form 
of a helix, most ingeniously cast, but quite incapable of being 
bored out. 
of the pipes made of segmental cross-section—also not to be 
bored out. Of course, water ought not to contain lime salts. But 
unfortunately it does, and no economiser maker can afford 
for long to ignore the fact. Apart from the bond fide saving 
effected by au economizer, the increase of the capacity of a 
plant sfforded by it and the saviug in repairs to boilers by 
reason of the abolition of cold feed, and the saving in 
cleaning because of the deposition of much scale forming 
matter in the economiser in the form of mud, the apparatus 
is specially useful when work fluctuates. A sudden demand 
for steam, of which a heavier feed is the obvious con- 
comitant, is not followed by the сор iu pressure which 
accompanies a large influx of cold feed. An economiser is, 
in fact, a species of thermal storage with a good system of 
‘circulation. It adds to the water space of a boiler and must 
be an immense benefit to water-tube boilers, whose chief 
fault is perhaps a deficiency of water capacity. 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


КИШ PATNENTS.—1897. 


(Compiled expressly for this journal by W. P. Tmowrsom & Oo., 
Electrical Patent Agents, 828, High Holborn, London, V. O., to whom 
all inquiries should be addressed.) 


30,572. “Improvements in joints for electricity conductors.” 
G. О. Fowrer and THe Мотолг, ELECTRIC Trust, Lro. Dated 
December 25th. 
. 36,619. "Improvements in primary galvanic batteries or cells." 
J. W, BurLock. Dated December 25th. 


and for other purposes." 


Again we have seen them with the water passages 


shape o 
. between the directing tube and carbon-holder. 


30,622. “А combined manual and automatic switch for electric 
circuits." R. L. Hamar. Dated December 28th. 

30,626. "Improvements in the method of and means for regula- 
ting the phase relation between current and electromotive force in 
alternating current systems of electricity distribution.“ TE 
BnarrsuH Тномвон-Ноовтон Company, тр. (C. P. Steinmetz and 
E. W. Rice, jun., United States.) Dated December 28th. (Complete.) 

30,627. "Improvements in and relating to electric railways.” 
Тнв BnrrisH TuHowxsow-Housrow Company, Lro. (W. B. Potter, 
United States.) Dated December 28th. (Comylete.) 

30,628. “Improvements in induction watt meters." THE Ваттівн 
Тномвон-Ноовтох Company, Lro. (E. Thomson and W. H. Pratt, 
United States.) Dated December 28th. ( Complete.) | 

30,678. ' A new or improved method of retransmitting telegraphic 
messages and apparatus for use in connection with the said method 
J. RyMER-JoNES. Dated December 28th. 

30,815. “Improvements relating to animated photographs.” 
W. J. H. Jones. Dated December 30th. 

30,832. “Improved arc lamp carrier.” 
December 30th. | 

90,434. “Improvements in apparatus for use in the manufacture 
of accumulator plates.” C. CHNEB. Dated December 30th. 
(Complete.) | 

30,841. “Improvements in electrolytic apparatus." G. C. MARKS 
(H. de Solages, France. Dated December 30th. 

30,846. '"A method or methods for controlling & mechanism or 
mechanisms by means of electric or electro-magnetic waves of high 
frequency." Е. WirsoWw and C. J. Evans. Dated December 30th. 

30,848. „Operating railway points by electro-motors.” I. A. 
T mu. Dated December 31st. 

30,881. “A new or improved method of electrical signalling.” 
8. J. Morron. Dated December 31st. 

30,912. Improvements in electrical resistance apparatus." Н.А. 
Mu von and Mavon & Courson, ІлміТЕр. Dated December 31st. 

30,997. “Improvements in electrically operated clocks." R. 
Вовк. Dated December 31st. (Complete.) 

30,923. “Improvements in electric elevators.” Н. Н. Lacs. 
(Е. J. Sprague, United States.) Dated December 31st. 


J. Brockis. Dated 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any of these Specifications may be obtained of Mesare. W. P. 
Tompson & Oo., 328, High Holborn, W. O., price, post free, 9d. 
(in stampe).] 


1896. 


17,161. The manufacture of an active material for ора or 
electrodes of electric accumulators.” &$8.HaMMACHER. D August 
4tb, 1896. Relates to the active material of secondary batteries, 
which consists of a lead oxide mixed with substances of the pyridine 
group in the presence of water. 


17,187. “ Ап improved electric cable or conductor for electric fire 
or other alarm systems.“ C. D. Тізрлгв and J. D. Gourp. 
August 4tb, 1896. Conductors are formed with a core of lead or 
lead on copper, surrounded by an inflammable insulating material 
such as India-rubber, or fibre and resin. One or more wires are then 
laid in long spirals over the insulation and further insulated if 
desired. The wires are fixed round a room and are connected toa 
bell magnet and battery. The action of the magnet is to form & 
short circuit across the leads when once the alarm is given. The 
contact between the wires may also be formed by pinching or cutting 
as in burglar, & d., alarms. 


17,659. Receptacle for electric and other wire." H. F. Jou. 
Dated August 10th, 1896. Conduite in the form of kerbs constructed 
as open-ended boxes, fitting together by rabbet joints. The outer 
side is strengthened, and removable lids are provided for inspection 
of the wires or tubes. The conduite may be of iron, wood, &c., and 
the joints are packed with pitch and the like. | 


1897. 


13,107. “Improvements in electric aro lamps.” B. BSBGMANN 
Dated September 4th, 1897. Relates to arc lamps, especially 
where the arc is maintained in a small inner globe. The frame of 
the lamp is so constructed that the inner and outer globes сап 
descend so far below the base of the lamp as to easily permit the 
introduction of new carbons without risk of breakage. A removable 


“and adjustable electric contact making holder is provided for the 


upper carbon, by which the vertical length of the lamp is very much 


: reduced, and a fusible conductor for leading the current to the арра 


carbon is avoided. The chamber enclosing the arc has а 
shaped top seated in the portion of the lamp which supports the 
carbon feeding and regulating mechanism. This top has an op 
for the passage of the upper carbon. There is a carbon-holder in the 
f a cylindrical tube provided with means for securing the 
carbon, and with adjustable springs for ensuring electrical contact 
With the supporting 
frame are a pair of tubes, with links pivoted on their ends. A Pan 
of tubes within the former carry a yoke provided with off sets, wit 
which the links engage, and a pair of wires within them carrying & 
support for the outer globe, with a releasing device. 7 claims. 
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CHEAP PRODUCTION. 


Ir we assume that the engineers’ strike is now practically 
over, the best thing to be done is to push forward their rapid 
and well-paid re-employment as quickly as possible. Six 
months of idleness is in itself demoralising, and the men 
have gone through quite sufficient hardships, on the whole, 
fairly peacefully, to forbid any desire to extend further the 
sharp lesson of defeat. Now is the time, when they are 
thoroughly beaten, for the employers to step forward and 
drive home the arguments of the past half-year by deeds. 
They have the power in their hands to insist on better and 
moze honest service. It is their duty to do it, and to do it 
80 thoroughly that the men will assist to get back some of 
our lost trade. If this be done, there is good reason to sup- 
pose the country will be almost over-crowded with work. 
This will mean good wages, and, if this time of better wages 
arrives quickly, the men will learn, before they have become 
powerful enough to again indulge in skalking, that the system 
of work paya them better than the system of idling. As 
soon as they learn this lesson, the occupation of the agitator, 
who has lived on the doctrine of restriction and harassment, 
will have gone. Coming out as victors from the struggle, 
the employers have the right to insist on work being done 
for money paid, but they are equally bound to eee 
to their own duties. Improved machinery and shop methods 
and an abandonment of all laissez faire notions must be 
faced. It is important that no loophole be left for the 
arrows of trades union criticism. Trades unionism is 
chameleon-like in its colours, and changes rapidly in its 
methods of attack. Unable to compel employers to its 
final outrageous demands for the maximum of wages for 


а minimum of work, it is by no means unlikely that 


future attempts at interference will be in the very direction 
the employers have practically been inviting it. Realising 


that the game of restriction is up, and perhaps having 


absorb»d some of the scathing criticisms which have been 
levelled against unionism, as it has become, the leaders of 
reconstituted unionism may profess a willingness to increase 
output. They may make demands for men to attend 
several machines, and may lodge complaints as to the non- 
«ffiziency of old plant, and iu various ways assume a 
virtue they do not feel, or have only lately acquired. 
Should events prove that the employers really have obtained 
the mastery, a very serious responsibility will be with them. 
In their hands lies the futnre of English trade. Their own 


weak concessions to the galling tyranny of trades unionism 


have done already much irreparab'e damage. — True, the first 
offender has been unionism, and the employers perhape did 
not foresee the result of their conceesions; but facile descensus 


averni, and in this case the bottom has fortunately been 


reached the more quickly at the hands of Mr. Barnes than in 

milder hands. Great ends are sometimes accomplished by un- 

worthy and unintentional means, and, it may be, Mr. Barnes 

has wrought better than he knew, for it is through him the 

end has come, Assuming, then, that further opposition to 
0 
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improved tools will now cease, English engineering firms are 
likely to require many new tools. For a time the Americans 
and their German copyista will profit, but English tool- 
makers, also releaged from bondage, sbould be prepared to 
meet the demand. Manufacturing engineering cannot be 
carried on with a general engineer's tools. It demands 
special tools and sub-division of operations. 

It seems to be an axiom of repetition work that the 
greater the number of hands through which a piece is passed, 
the cheaper will be its production cost, for each hand per- 
forms a distinct operation, and does it quickly as the result 
of practice. What is known as the American method is 
bat this. We question if, when Mr. Burns called 
for American methods, he really knew just what it 
was he was demanding. Тһе so-called American 
methods are simply the methods of many of our 
free English shops. We know several such, and we have 
recently compared the prices and discounts of one such shop 
with the best German shop doing similar work. The 
German prices are 50 per cent. higher. This shows what 
can be done in England, where men and masters work 
together. Could he but see it, the present is Mr. Barnes's 
great opportunity. He is ар adept at shunting issues. He 
may now turn about face, and claim to have started the 
present quarrel as a last resource to compel employers to 
advance, all other methods failing. His friend Burns has 
given him the cue. It will be easy to follow it, especially 
88 it would afford an opportunity of worrying employers to 
buy new tools, and the employers will have to do so, and 
many of them are only waiting to do so until they can be 
assured of the power to work them up to their limits. Nor 
could employers complain at such new attitude on the pirt 
of unionism. We believe it is found in Americe, as well as 
in free English shops, that men push for the latest new 
appliances, Pushing tools up to their maximum production 
wears them out more quickly, but labour is a far bigger item 
than toole, and the time spent in taking care of a tool by 
easy work would pay for a new and improved tool very 
quickly. | 

It would just suit the executive of the A.S.E. to pose as 
the upholders of improved methods, and to claim for their 
past conduct a hidden spring of action in a desperate resolve 
to compel employers to bring themselves into line with new 
methods. This would be a repetition of the dishing of the 
Whigs which stirred political circles some years back. There 
is no such militant saint as a converted sinner, and trades 
unionism in a new guise of pushfulness would, indeed, be a 
refreshing and wholesome sight, and might, indeed, con- 
stitute a form of interference that would be not unwelcome. 
Certain American experience with English workmen, who 
were free to do as they wished in the way of pushing work, 
showed us some time ago that a certain manufactory, with 
English skilled men, could beat out of the field the other 
works in the same trade. There is value in skill and long 
practice, and in manufacturing engineering there is work 
which the labourer and the apprentice can do well enough on 
automatic machinery, but there is a field beyond their scope 
which will always require skill and superior intelligence. 
There are so many articles now imported from abroad simply 
because of the half-hearted manner of working in England, 
that to supply these goods alone will ab:orb all our surplus 
labour before very long. In the interim we fear that the 
men, жї о must remain for cone time out of work b fore 
they cen be reinstate}, will be exposed to great hardship. 
The employers have been training othera to fill their places, 
and have now got the very class, at the possession of which 
Barnes so girds. But it is to him that this new batch of 
men is due. He has been the kind giver. He alto, and 
in referring to him we mean, of course, the policy of which 
he is the willing or unwilling mouthpiece, has been the 


destroyer of the union tyranny, and from him will probably 
date the new and improved condition of the engineering 
trades of Great Britain. It is possible—we think probable 
—that the strike has been a blessing in disguise. It need 
not have happened but for the complete tangle into which 
trades unionism has landed everyone. Out of the clearance 
it bas made it is everybody's duty to see that the new 
buildings shall be on the new plan. As with the great 
City fire, we ought not to rebuild only, but to remodel, 


ABOUT three years ago we described a 
form of electrode considerably more sensi- 
tive to light than any employed by previous 
investigators up to that time, and gave a few details of its 
construction. This electrode was described by Н. Luggin, 
who contributed a paper on it to the Zeitschrift für Physika- 
lische Chemie, Vol 14, pages 885—893. The electrode con- 
sisted of a platinum plate covered with bromide of silver, 
and, when used, is paired with a similarly coated silver elec- 
trode in & decinormal solution of potassium bromide. The 
rise of potential is determined by a quadrant electrometer, 
and, in tome experiments, exposure to diffased daylight 
caused an increase of potential of 0°42 volt. The experi- 
ments show that when illuminated by a weak light, the rate 
of rise of potential is uniform and represented by a straight 
line until a maximum value is reached, after which it remains 
constant, or may fall slightly. With a stronger light the 
rate of increase is more rapid, but the final value is not 
greater; the rate, however, is not directly proportional to 
the intensity of the light, but is proportionately less than for 
weak lights. whilst it is also lowered by previous exposure to 
powerful light. Continuous and intermittent lights of the 
same mean intensity appear to have the same effect. The 
sensitiveness of the plate, however, dors not remain constant, 
but, even after long rests, very different potential increases 
are obtained with the same light. Since the end of 1894, 
when Luggin firat began to make experiments with this 
form of electrode, he hus been carrying on the investigation 
with a sensitive electrode similar to that whi:h we have 
described, but which could be raised to any definite potential 
above that of the liquid, and he describes his new results in 
the Zeitschrift für Physikalische Chemie, 1897, Vol. 28, 
pages 577—635. The current produced, or the photo- 
current, was measured, and it was found tbat an intimate 
connection exists between the strength of the photo-current 
and the depth of the darkening of the sensitive electrode. 
As the potential of the electrode is increased, however, the 
photo-current decreases ; and ultimately a potential is reached 
where the current becomes zero, and, by increased exposure, 
may pass over to a current of opposite sign. Where the 
action of the current is to remove the halogen, and hence 
cause darkening of the electrode, the current is called normal 
or positive, currents which act in the reverse sense being 
known as solarisation current, and experiments show that 
both kinds of current may be produced with the same elec- 
trode, according to its potential and the light intensity. 
The solarisation current, in the case of silver chloride 
electrodes, more readily occurs with yellow light, whilst, 
on the other hand, blue light favours the production 
of the normal current, which, in contradistinction to 
the solarisation current, is coterminous with the exposure. 
The potential at which no normal current is produced 18 
known as the equilibrium potential, and a linear equation Ш 
found to hold for the relation of the photo-current to the 
defect from the equilibrium po:ential, and in the equation 
the constant is probably dependent on the dissociation of 
the silver salt. Luggin endeavours to connect these results 
with the purely photographic phenomena, and considers that 
solari-ation appearances are intimately and casually con- 
nected with the solarisation current, and, at any rate, with 
printing out papers the connection between the photo-electric 
and photographic phenomera is in the author’s opinion 
established. The applicability of the halogen salts appears 
also to be cunnected with the value of the equilibrium poten- 
tial, and the author finally discusses at some length the pro- 
duction of images by development. 


Photo. Eleotrlo 
Phenomena. 
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SOME NOTES ON SINGLE-PHASE MOTORS, 


By A. C, EBORALL, 


(Continued from page 82.) 


THE stationary field magnet is of the ordinary multipolar 
form with inwardly radiating poles, the number of these 
being determined by the desired motor speed and frequency 
of supply. It is built up of sheet iron stampings bolted 
together and to а cast iron frame work and bed-plate. The 
magnet poles have two windings; one, a thick winding of 
few turne, and used only at starting, the other a winding of 
smaller section wire and many turns, which is used when the 
moter is running synchronously. The armature is built up 
of core discs of the shape shown in fig. 8, and also has two 
windings. One, used at starting only, is an ordinary dis- 
tributed drum winding wound in the slots, and connected to 
a commutator in the usual way; the other is a concentrated 
winding with flat rectangular coils wound in the holes, the coils 
being connected up in series, with the free ends connected toa 
pair of slip rings on the end of the shaft remote from the 
commutator. The number of these flat coils is equal to the 
number of magnet poles, and the number of slots for the 
starting winding is determined solely from considerations of 
sparking, & . The third slip ring seen in the diagram has 
nothing to do with the action of the motor; inside it is a 
centrifugal device, which makes contact with the ring at a 
synchronous speed, causing a pilot lamp mounted near the 
motor to light up. 

The starting of this motor is as follows: — A choking coil 
or resistance is inserted in the starting circuit, as shown, and 
the switch thrown over to ће “ start position. The motor 
immediately begins to run up as an ordinary series motor, and 
at а synchronous speed the lamp lights up. Directly this 
happens the switch is put over, which puts the slip rings 
into direct connection with the supply mains, and the 1 
on the commutator into connection with the fine wire wind- 
ing of the fields, so that now the motor is running as a self- 
exciting reversed alternator. The number of windings on 
the choking coil, or the magnitude of the starting resistance, 
is determined by the torque required, the motor starting with 
any torque if enough current is given to it. 

Through the courtesy of Messrs. Bergtheil & Young 
(London), who are the English agents for this motor, the 
present writer has been enabled to make some tests of its 
performance. These, though only of a workshop nature, 
came out very well indeed. 

The 2} H.P. motor provided was built for 100 volts, 
188 ~, and ran at 1,500 revolutions per minute on the 
100 ~ testing circuit. It started immediately without any 
trouble whatever at any load, and with a reasonable current 
consumption, this being about twice the full load current 
when exerting the full load torque. The efficiency above 
half load was high, averaging 70 per cent. The power 
factor of these motora for any 
large extent, on the field excitation, that. is, on the magnitude 
of the resistance in series with the fields. With the resist- 
ance adjusted to give the best effect.for three-quarter load, 
the power factor at this load came out at approximately 73 
per cent., diminishing slightly as the loading was increased. 

There was absolutely no sparking at the commutator either 
at starting or running, the carbon brushes remaining 
throughont in a fixed position. As a matter of fact, they 
are not mounted on a rocker, the holders being fixed. 

This motor has, then, the following good points :— 

1. It starts well on any load without any external compli- 
cations, and without an excessive current consumption. 

2. It stands considerable overload. 

8. The power factor and efficiency are high. 

4. Ita speed is absolutely constant, with constant fre- 
quency. 

Its defecta are— 

l. It is somewhat expensive. 

2. [t is noisy when running light or underloaded. 

8. Ita design is necessarily rather straggling. 

4. The centrifugal service might fail to act, in which case 
the armature stands a chance of flying to pieces in the hands 
of a careless workman. 

5. The “ no load” current is rather high. 

Owing to the absence of sparking and to the fixed brushes, 


icalar load depends, to a 


the presence of the commutator is hardly felt. In the 
writer's opinion, the motor could be improved by diminish- 
ing the air-gap, this being somewhat excessive iu the 
examples that have come under his notice. The sups- 
riority of these motors over others of similar desiga seems to 
lie in the fact that the armature and field windings are so 
adjusted that the maximum magnetic effecta of each occur at 
the right times, 

It is evident that such a motor would make a good rotary 
converter, continuous current being tapped off the oom- 
mutator when the motor was running on alternate current 
mains, or vice versa, 


IL—ArTERNATING Maayetic Fretp MOTORS. 


Owing to the fact that the direction of rotation of any 
ordinary direct current motor is the same irre-pective of the 
direction of the current sapplied to it, early attempts were 
made to adapt it for use with an alternating current by lami- 
nating the fields. Bat this simple modification is not 
enough in itself, the crude form having many зегіооз faults, 
the chief of them being— 

1. Low efficiency, chiefly due to the hysteresis and eddy 
current losses. 

2. Large “no load” current, and very low power factor, 
due to the nature of the windings, large air-gap necessary 
on account of armature reaction, and to the very considerable 
magnetic leakage. 

8. The heavy sparking, espe^ially at starting and over- 
loada, and which is due to the fact that as each armature 
coil is in turn short-circuited by a brush, it bscomes the seat 
of very heavy induced currents, these reacting on the mag- 
neta, and causing great heating and sparking. 

4. Low weight efficiency, which is caused by the impedance 
of the motor circuits not allowing sufficient current to get 
through, and principally due to the self-induction of the 
magnets; and in the case of shunt motors, it is found that 
besides this last difficulty, there are great differences of phase 
between field and armature currents, causing the maximum 
magnetic effects of each to occur at different intervals of 
time, this want of coincidence greatly diminishing the 
torque. - | 

hese inherent defects have not yet been overcome, and 
motors of this class are quite unsuitable for anything but the 
smallest work. Many attempts have b»en made to improve 
them, none of which have been successful up to the present. 
Thus to help bring the armature and field currents more into 
phase, condensers have been put in these circuits (Stanley 
and Kelly), or short-circuited demagnetising coils have been 
sunk in the pole-pieces (Stanley and Kelly). To minimise 
the sparking, double wound armatares have been ased, во 
arranged that a coil is never actually short-circuited by a 
brush, this latter merely changing the resistance of the 
armature during rotation, according as one winding, or the 
two in parallel, came under it (Hutin and Leblanc). 3 

The crux of the whole question is really the freqnency; 
if this be lowered snfficiently (say to 15—20 ~), all the 
above defects are greatly minimised, and there is no reason 
why such motors should not be commercially successful. 


III.—Inpvuction MOTORS. 


Single-phase motors of the induction type probably con- 
stitute 75 per cent. of all the single-phase motors running on 
the Continent at the present time, and are made by all the 
important firms, such ss Brown, Boveri & Oo., the Oerlikon 
Company, Kolben & Co., the A.E.G. (Berlin), and Siemens 
and Halske. They operate as follows :— 

Let fig. 4 represent the elements of a single-phase induc- 
tion motor. It consists of a stationary inducing system or 
stator, being built op of stampings with holes or slots 
stamped round the inner periphery, and a similarly oon- 
structed rotor, in the windings of which currents are induced. 
The stator winding consists of flat coils, wound in the holes 
їп a manner to be more particularly described later, the 
namber of coils depending on the number of poles required, 
these being given by the speed. The rotor winding is simply 
a number of copper bara, short-circuited at each end by means 
of copper rings. Now suppose the stator windings to be 
connected to the supply mains. An alternating multipolar 
magnetic field is prodaced round the stator, oscillating with 
the frequency of the supply current, and whose tendency is 
to produce an equal torque on the rotor in opposite directions, 
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and hence no rotation occurs. But if the rotor is given а 
s‘art in either direction, and its speed gradually increased by 
some external means, a point is soon reached when the rotor 
will go on revolving by itself with increasing speed, until 
nearly synchronous rotation is attained. Load can now be 
put on the motor, when the speed will drop slightly, just as 
in the cise of a polyphase motor, but to a somewhat larger 
extent. This “slip” of the rotor increases from a minimum 
at no load up to a certain point, generally about twice full 


ча. 4.—S1MPLE INDUCTION MOTOR. 


load, when the motor runs out of step, and must be re- 
started. The slip is the frequency of the rotor currents, and 
hence the effect of loading the motor is to cause such a slip 
as will increase the rotor currents by such an amount as will 
correspond to the necessary increase of torque. 

Tne theory of the single-phase induction motor is neces- 
earily somewhat complicated. The best treatment of the 
subject is that of the late Prof. Ferraris, it consisting in 
considering magnetic fields as vector quantities, capable of 
being combined as ordinary vectors. According to this, an 
o:cillating magnetic field may be considered us being the 
resultant of two rotating fields of constant and equal 
strength, and rota.ing in opposite directions with the same 
frequency as that of the oscillating field. If the oscillating 
field follows a sine law, then such a field of maximum 
strength N, and with p poles, oscillating with frequency n, 
may be represented by two sinusoidal rotary fields of р poles 


and maximum strength 2 the one rotating forward, and 


the other backwards, with a speed of T revolutions per 


gecond. 

It is not difficult to show that any distribution of field of 
p poles may be decomposed into a number of multipolar sinu- 
soidal fields. There would be (1) a fundamental sinusoidal 
field of maximum strength N, of p poles, (2) a first harmonic 
sinusoidal field of maximum strength N, with 2 p poles, (3) 
a secoad harmonic sinusoidal field of maximum strength N, 
with 3 p poles, and so on. Hence it follows that any oscil- 
lating ficld, such as might be produced in any form of 
single-phase induction motor whatever, may be decomposed 
into a number cf wa sinusoidal fields of different 
maximum values with different numbers of poles, and ro- 
tating, some forward, some backward, with velocities inversely 
proportional to the number of poles. 
It is to the forward rotating field or fields that the rotation 
ot the motor of a single-phase motor is due; this forward 
rotating field acting on the rotor in every respect just as the 
rotating ficld produced by a two or three-phase current acts 
in multiphase motors. That is to say, the torque on t!e 
rotor is due to the fact that the rotor field proluced by the 
induced rotor currents follows up the forward rotating field, 
never quite catching it up, but having a certain slip with 
regard to it, this slip, as previously pointed out, increasing 
with the load, and is, of course, equal to the difference 
between the frequencies of the forward rotating field 
(frequency of the supply current), and the rotating 


fill of the motor (which is ""mber of moto’ poles 


2 
revolutions per minnte of rotor) 
6⁰ Р 


X 


Now this mode of treatment readily lends itself to the 
solution of the usual problems connected with induction 
motors. Some years ago it was shown by Mr. M. B. Field that 
it conld be extended to the ordinary Kapp diagram for mul- 
tiphase motors,* and that by constructing such a diagram 
with the forward and backward fields, the performance of 
the single-phase induction motor in regard to efficiency, 
power-factor, torque, &c., can be predicted if certain con- 
stants are known. The present writer hopes shortly to be 
able to go fully into this method of Mr. Field's in another 

lace, as it should prove of considerable value to all those 
жетй an interest in this class of alternate current plant. 
(To be continued.) 


Erratum.—In fig. 2, which appeared last week, a slight 
error occurred. We reproduce the block below with the cor- 


rection made. The top right-hand switch blade marked * 
was omitted from last week's b!ock.—Eps. ELEC. RRV. 


SHIELDED CONDUCTORS. 


By W. A. PRICE. 


(Concluded from page 63.) 


Mn. MonpEv's suggested explanation of Prof. du Bois’ 
observation published in the Phil. Mag. for Decemberf is 
difficult to understard. He attributes it to the fact that а 
ring solenoid is equivalent magnetically, so far as the 
external field is concerned, to а single turn laid along the 
circle that forms the axis of the helix, but how such a ring 
can experience a side thrust in a magnetic field is not easy 
to see. One would expect only a tendency to turn into а 
plane per pandicular to the field. 
Mr. James Russell describes also a number of interesting 
experiments on the forces exerted on a conductor carrying 
current in a magnetic field, when shielded by an iron 
cylinder. In one of these an iron tube is ш an 
uniform magnetic field perpendicular to the tube, and a con- 
ductor is placed in the axis of the tube. On starting 8 
current in the conductor, the iron shield tends to move side- 
ways, i. e., at right angles to the field and to its own length, 
while the conductor experiences little or no force. Consid 
in connection with the action on the magnetised ring (fig. 4) 
the result seems paradoxical, i.¢., if this action be what we 
suppose, and Prof. du Bois is mistaken ; for the effect of the 
current on the iron tube is to magnetise it circularly, and to 
produce motion sideways, while no such motion occurs wit 
в permanent ring magnet of the same form. 


See Kapp’s Power Tranemission,” page 346. 
і See ELECTRICAL REVIEW, January 7th, 1898. 
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The explanation lies in the action of the current on the 
field outside of the iron tube, which is distorted by the 
current exactly as if the iron shield were absent, and is not 
affected by the circular distribution in the ring itself. In 
fact, though the iron tube shields the conductor inside it 
from the action of the outside field, and prevents any force 
from acting on it, it does not shield the outside field from 
the action of the current in the conductor. It seems possible 
that Prof. du Bois, in his experiment on the magnetised ring, 
кат have led his current іп such a way as to distort the field, 
and so produce the action on the ring, an action which would 
be more intense if the ring were not permanently magnetised, 
and more eable. 

Fig. 5 shows the character of the distribution of the field 


© 


Fia. 5. 


when no current is N in the conductor. It is, of course, 
similar to fig. 3. Fig. 6 shows the field when a current is 
passing, the field is disturbed outside the shield, tending 
to move it in the direction of the arrow. Comparisons of 
fige. 4 and 6 shows the difference between the conditions of 


Fia. 6. 


Mr. Russell’s experiment and the one we understand Prof. 
du Bois to describe. 
Another point requires notice. A law of refrangibility 
has been repeatedly referred to, viz., that the retio of the 
ts of the angles made by a line of magnetic flux 
with the normals on two sides of а surface separating two 
different media is equal to the ratio of their permeabilities. 
This only applies when neither medium is coercive, and 
the field of magnetic force is continuous at the surface in 
question; e.g., suppose in diagram fig. 7, A A, B B, are infinite 
blane current sheete, A A coming up, B в flowing down 


normally to the paper. The space between A A, B B, is an 
uniform magnetic field in the direction of the arrow. Now, 
if the whole be placed in an uniform field perpendicular to 
the sheets, the lires of flow will take the direction shown in 


mm 
AZZ 


Fia. 7. 


the figure, each of them bending sharply where they cross 
the current sheets, though the whole space is equally 
permeable. 

So where lines of flow enter hard magnetised steel the law 
does not apply, and since all iron is coercive, and other 
materials have practically the same permeability, the law is 
little more than a guide in drawing freehand certain classes 
of diagrams. 

It is not suggested that the writers who have referred to 
this law are not familiar with its limitatiors, but when laws 
are formally stated one is apt to think the statement is also 
complete. | 

I am tempted to suggest another paradox. A space is 
enclosed by a shield formed of bar magnets placed side by 
side with all their north poles outside, and all their south 
poles inside. There can be no flux, and they consequently 
cease to be magnets. 

For a simple case, consider the space enclosed between 
two infinite plane magnetic shells (fig. 8). Along N N, N N, 


| Amn 
8 8 8 


N N N 
Fia. 8. 


are north poles, and along 8 8, 8 8, south polis, the shells 
being made of small bar magnets placed side by side. There 
is no magnetic field anywhere. Have the bars ceased to be 
magnets ? 


WINDINGS OF POLYPHASE ARMATURES.' 


By J. P. STONE. 


Wrru the introduction of polyphase apparatus, a number of 
different windings have necessarily been developed, although 
all of them have the same general features. Since they are 
slightly different, it may be thought that they are of essen- 
tially different character. It is the object of this payer to 


Fia. 1.—SimGLE.PHasE WINDING. 


illustrate how these windings are made, and to show that it 
is rather unessential what type of connections are used as 
far as behaviour and output of machines is concerned. 


— — — — — — —— ö— — — — 
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The single-phase winding in its simplest form consists of 
a number of coils connected up so as to give alternate 
polarity all round the surface of the armature. Assume 
that an alternator has 10 poles, we could thus have a winding 
consisting of 10 coils, as illustrated in fig. 1, each coil con- 
nected in reverse direction in regard to the preceding ; or we 
could have a winding as illustrated in fig. 2, consisting of 
five coils, which coils are connected so a3 to give the same 
polarity, but separated from each other by the pitch of the 
poles—that is, by the distance between two adjacent poles. 

Necessarily, if all coils are connected so as to give the 


Fig. 2.— SINGLE-PHASE WINDING. 


same polarity, the space between the coils will have the oppo- 
бш to that given by current passing through the 
Col 

A two-phase generator could be made from a single-phase 
generator by adding a set of new coils placed midway 
between the first coils and wound in identically the каше 
way as the firet winding. Since the distance in phase 


Fic. 3.—Two-PHasze WINDING. 


between two adjacent poles is 180°, it is evident that the 
beginnings of the two independent windings will be 90° 
apart; thus, if the two windings have the same number of 
turns, the generator will have two independent sources of 
power of same magnitude, one displaced 90° from the other, 
that is, we have a two-phase generator with independent 


windings. Such a machine would then, of course, have four 
collector rings, two for each of the windings. By connect- 
ing two adjacent collector rings together, a two-phase relation 
still remains, and we have a two-phase machine with inter- 
linked windings. 

The same results can also be obtained from a distributed 
single-phase winding by proper connections, provided that 
the number of coils between each pair of poles is divisible by 
two. Such a winding is illustrated ia fig. 3, and is, ав can be 


Fios. 5 AND 6.—THREE-PHASE DELTA WINDIRd. 


seen, essentially a direct-current winding in which four taps 
are taken out to four collector rings (bipolar machine). 
Thus no new features in winding are introduced in making a 
two-phase generator. 

A three-phase generator is made on essentially the same 


plan. It consists primarily of three independent single- : 


phase windings, such as are described in fig. 1 or 2, each 
starting 120° in phase from the preceding; that is, since the 
distance between two pairs of poles is 360°, if the first 
winding starts midway under one pole, the second winding, 
wound identical with the first should start at one-third of 
the distance between two poles and the third at two-thirds 
the distance between the poles. Thus we see how a three- 
phase generator can be wound. If these circuits are not 
Joined, six collector rings are necessary, two for each phase. 
Since, however, each winding has a point of equal potential 
with either of the other two, that point can be connected on 
all three. 

That is one end of each of their windings is brought to a 


Fias. 7 AND 8.—THREE-PHASB Y. WINDING. 


! 


common junction, from which they branch out starwise, and 
the remaining ends are connected to the three line wires. 
The three lines thus serve in turn as outgoing and return 
circuits, the maximum current shifting from one to the 
other in succession. We thus obtain a Y-connected machine 
which necessitates three collector rings only. | 

Similar to what was stated regarding the two-phase 
winding, the three-phase winding can be obtained from the 
distributed о winding by tapping the winding at 
suitable points; that is, points differing in phase by 120°. 
Such a winding is illustrated in fig. 6, and is called the delta 
winding. This is also shown diagrammatically in fig. 5. 
Here the coils form a closed mesh, the six terminals being 
united two and two, the lines being connected to the windings 
at the three points of junction, forming a triangle. In 
order to make such connections, however, it is, of course, 
necessary that the single-phase winding should have at least 
three slots per pole and phase (for a full pitch winding) or а 
multiple of 8. Such a winding is illustrated in fig. 4. 

The three-phase windings can also be shown as simple 
Gramme windings, having only one coil per phase, as in 
figs. 6 and 8, which are shown delta and Y-connected, 
respectively. Thus it will be seen that a direct-ourrent 
winding may be connected into a three-phase delta-connected 
winding by tapping it at equidistant pointe, the number of 
leads being governed by the number of poles. 

Denoting the E.M.F. induced in each winding by E, it 
is evident that the E.M.F. between the lines in a delta- 
connected armature must be E, since the lines are connected 


‚ directly to the ends of the winding. In a Y-connected 


armature, however, one end of each of the three windings 
are connected together, and the other three ends are con- 
nected to the lines, as in fig. 7; but since the E. M. Fs. 
induced in each winding are not in phase with each other, 
the E. M. F. at the terminals is not the sum of the E. M. Fs. 
induced in each winding ; that ia, it is not 2 к, but is the 
geometrical sum of the E.M.Fs. in the two phases—that 18 
E V 8. 

The output of a polyphase generator is that of the sum of 
each individual phase ; that is, denoting the current in 
wire їп à Y-connected motor by c, and the E.M.F. induced 
in each phase as before, by E, the power of the three-phase 
generator is 8 x Cc E. Since, however, the E.M.F. between 
the lines is / 8 times the E. M. F. per phase that is E x У 3— 
we find that the power of a three-phase generator expressed 
by the line E.M.F. and line current must be у 3 X 0; X E» 
where E, and c; and the E.M.Fs. and the currenta, respectively, 
between the lines and in the lines. In a delta-wound motor, 
in the same manner, we find the power delivered to be 
expresaed by the same equation. 


(To be continued.) 
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THE TRANSFORMATION OF ENERGY IN 
THE ELECTRIC ARC. 


THE mechanism of the conversion of electric energy into 
heat in the electric arc still evades the inquiries of experi- 
mentere, but papers are from time to time published dealing 
with the subject, and new suggestions made, and new con- 
clusions reached, without any conspicuous approach to an 
explanation of what occurs. Mrs. Ayrton's laborious and 
systematic observations are in recent years the most important 
of these contributions. Of course, “explanation” in such 
а case as this means no more than that the phenomena are 
shown to be subject to laws and conditions which are ascer- 
tained and well recognised in other cases, even though the 
mode of action in the latter may be quite obscure. The 
reference of the planetary motions, and the weight of ter- 
restrial bodies, to one law of the attraction of gravitation, is 
called an explanation of these phenomena, though the mode 
of attraction ia not less obscure than the phenomena it 
explains, and the very idea of action at a distance may be 
abandoned as a misleading fiction. Following a course of 
this kind, one experimenter after another has attempted to 
find laws for the behaviour of the electric current in the 
arc. similar to those which it obey: in a metallic conductor. 

Electricity flowing through a metallic conductor generates 
heat at a rate proportional to the square of the current, and 
the independence of that coefficient, which is called the 
resistance, of the amouut of current passing, isso conspicuous 
& property of metals and their alloys that it seems to indicate 
some marked characteristic in the mechanism of their con- 
duction. So when a current of electricity flows through а 
junction of two different metals heat is developed, or 
absorbed, at a rate directly proportional to the current ; and 
here again the coefficient involved, viz., the electromotive 
force of contact, is a physical constant not less significant 
than the resistance. The molecular structure of metals is 
unaltered by the passage of the current, and no transfer of 
matter takes place. 

This last property clearly differentiates the mode of conduc- 
tion by metallic conductors from that by the arc, where disrup- 
tion and transfer of matter occur. The prima facie improb- 
ability is very great that conduction by the arc is regulated 
by laws similar to the peculiarly exact und simple ones which 
apply to metallic conductors. All attempts to represent the 
heat developed in the arc, as due to a resistance ani a back 
E.M.F.—or, in other words, to express it as the sum of two 
terms containing the first and second powera of the eurrent 
respectively—have been futile, and it appears unwise to 
persist in attacking the question on these or similar lines. 

If the arc consists of molecules, torn from the positive 


carbon, employed in the incessant to and fro bombardment - 


of the poles, carrying positive charges to the negative, and 
negative charges to the positive carbon, the mode of trans- 
ference of the charges is by convection and not by conduc- 
tion ; and an attempt to represent the action in terms of the 
ideas used for metallic conduction, is analogous to an attempt 
to enter the statistics of a town supply by water carts on 
printed forms arranged for the data of a pipe supply. 

An observation that under certain circumstances an 
increase of current in the arc is accompanied by a diminished 
ры difference between the carbons led the observer, 

wing too closely the analogies with metallic conduction, 
to the absurd conclusion that the arc possesses negative 
resistance. No portion of the heat generated in the arc has 
been traced toa distinct cause involving transformation of 
energy proportional to the square of the current; and we 
have no ground for assigning resistance to the arc. 

Prof. Fleming, in a letter to the Zlectrician of January 
7th, considers the probability of the existence of a “counter 
electrcmotive force in the arc,” and makes an interesting 
suggestion as to its ible source. It is not quite clear 
what idea is exp by the words “counter electromotive 
force.” They must mean something more than a means 
whereby electrical energy is converted into heat in direct 

rtion to the current, and seem to imply that the action 
is reversible, and to some extent elastic, so as to produce an 
E. M. F. in the reverse sense, if only for a very short time, оп 
the sudden cessation of the main current. Such an action 
has been looked for repeatedly in the arc, but never, we 
believe, detected. It occurs in every other case we can call 


to mind, to which the term “counter electromotive force” 
is applied. It is not obvious why it should be looked for in 
the arc at all. An elastic action implies a retarn from a 
more to a less strained condition, and if the energy in the 
arc is employed in the disruption and mutual bombardment 
of the carbons, no reversible effect is to be expected. 

Prof. Fleming suggests that the current may generate heat 
in direct proportion to its amount when passing from a hot 
point to a cooler one in carbon vapour, by analogy with the 
Thomson effect in copper, or solid carbon; the existence of 
a difference of temperatare in the carbon vapour being 
inferred from the difference of temperature in the carbon 
rods at the arc. The explanation requires carbon vapour 
and solid carbon to be in contact at two very different tem- 
peratures at the same pressure, and to have very diffcrent 
thermo-electric gradients; since if the gradients were the 
same, the total development of heat, by a Thomson effect, 
between the distant ends of the carbons, which are at the 
ваше temperature, would be zero. The latter condition may 
be satisfied : we have no knowledge of the matter; but it is 
hard to see how two very different temperatures can be found 
in a small body of vapour, presumably saturated. The 
existence in hot gases of an effect similar to the Thomson 
effect in solid conductors is only guessed at, but it offers an 
interesting subject for experiment. If this effect is found 
in carbon vapour, electromotive forces between the solid and 
gaseous carbon might exist at the contact surfaces, similar 
to the Peltier effect in metals, and the energy converted at 
those points might be expected, by analogy, to be consider- 
ably greater than that due to a difference in the thermo- 
electric gradients in the solid carbon, and in its vapour. 

It may be observed here that the reduction in the potential 
difference of the carbors for a given current, by heating the 
negative carbon, is explained by the bombardment hypothesis, 
as well as by Prof. Fleming’s. 

Observations on the distribution of potential in the arc are 
difficult. to interpret, but it appears that the difference of 
potential between the central part of the arc and the negative 
carbon is small or zero, and that the whole fall of potential 
in the arc takes place at or near the positive crater. At this 
point disruption of matter is taking place, and the 
generation of heat under these conditions and the generation 
of heat hy a Peltier or Thomson effect, where no change 
occurs in the condition of the matter concerned, seem 
phenomena, prima facie, to be placed in very different 
categories. It would seem that little assistance in this 
qaestion is to be expectéd from analogies drawn with the 
phenomena of electric conduction in solids. The phenomena 
seem rather allied to those of discharges in rarified gases, and 
movements in electrolytic solutions. 


CHEAP ELECTRICITY. 


THE presidential address of Mr. Raworth to the Northern 
Society of Electrical Engineers comes in for a good deal of 
satire from the Engineer, which is rather solemn in its treat- 
ment of most questions, and is very severe upon Mr. 
Raworth. Perhaps it is that the writer has a sneaking envy 
for the optimistic breeziness of Mr. Raworth. Oar con- 
temporary, however, cannot at all put up with such breeziness, 
which is even in parts of doubtful seemliness in its humour. 
The comparative absence of figures does not meet with 
approval. In a presidential address figures are not much 
wanted. Too many such addresses are but at best gracefully 
connected recapitulations of well-known facte. | 

It is with such few figures as were given that the Engineer 
falls foul. Mr. Raworth suggests a 50,000-H.P. power 
plant to earn £200,000 a year gross, or at the rate of £4 
per H.P. Weare asked to see how much each horse-power 
will cost. Coal will run to 3 lbs. per E. H. P, so that 1 ton 
would yield 750 H.P. hours, and a year of 7,800 houra— 
rather a long year, for it means 20 hours a day—will coat 
9:78 tons of coal, or, say, 10 tons, costing £2 10s., which is 
too high a proportion of the selling price of current to 
warrant much hops of a profit after other expenses are paid. 
But after all, did Mr. Raworth mean daye of 20 hours. 
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If not, ani 10 hours’ daya were meant, the coal would be 
reduced to £1 58. 

The Engineer considers 5d. per unit as a low limit of 
price. Yet one London company is now offering current for 
power purposes at rates of as low as 24d. per unit, во that there 
are those who consider 5d. an excessive price. The Engineer 
bega the question, when it cavils at the claim that electricity 
will be роо more cheaply than now. How can there 
be much reduction when dynamos already have an efficiency 
boasted of at 90, or even 98 per cent. Yet even the Zngi- 
neer admits a possible cost so low as 13d. unit, with 
engine and dynamo alone. For ourselves, we kok upon the 
future of electricity very hopefully. Its chief objection is 
its first cost of installation for small units. The rules and 
regulations, the claimed rights and arbitrary privileges of 
electrical supply compinies, more than vie with any gas 
company. Especially is the power of cutting off supply 
without notice a clause which ought to be carefully con- 
sidered. The small prospective consumer is apt to b3 scared 
off by the poaderoeity of the demands upon him. True, 
he may be going to effect an economy by using electricity, 
yet, for all that, he does not relish being treated by a new 
electrical company as though they were conferring a huge 
favour o3 him by selling him current. 

Electricity may not be ғо cheap as Mr. Raworth would 
make it out to be, but it will not be so dear as the Engineer 
would have us believe, bat in either case the Leeds figures, 
which we publish in another part of this issue, are 
instructive. As we write we fave in mind a works 
where steam is now the motive power, and is costing 
anywhere from £50 to £100 per annum. It costs this 
whether one or six machines arerun. As a rule, one, and 
that the smallest, is the machine most run, and that only 
for half the day. At 6d. per unit, it ought по to cost above 
6d. daily to run that machine, or, say, £8 annually. It is 
hardly likely that such a user would no; gradually extend 
tbe system to all his machinery, b-sides becoming also a cus- 
tomer for light and even fo: heating. It is impossible to 
read what has been effected in electrical driving in America 
{o perceive that it is in the electricity which is not used that 
the saving comes. It is the shaft that is not revolved, the 
boiler feed-pump stopped, the fo-ge-fan which stands still 
when the work is on the anvil, the grindstons which stands 
when not being ured, thé long steam pipe not condensing 
steam, the oil, the belting, the waste, the dirt and incon- 
venience, it is all these negatives which show a commercial 
economy in expensive electricity. Doubtless Mr. Raworth 
sees this, and feels breezy about the prospects. 

For large powers, we do not think it likely that electricity 
will be generated very far from the centres of coal produc- 
tion. Long distance transmission is not yet perfected, nor 
are line losses yet minimised. The оче of gas engines with 
producer gas, or worked by the waste равсв of buge blast 
furnaces, may change the whole condition of the industry. 
To use gas from a blast furnace demands a much smaller 
outlay than the preparation necessary to use a Niagara or a 
Foyers. Ourcontemporary is too apt to look on things as 
they are, in place of as they are becoming. It may not be 
wise to prophesy until we know, but the determination to 
have things a8 we wish them to be is almost akin to pro- 
phesy. Indeed, a clear perception of existing facts may 
warrant an expression of opinion that is not so much prc- 
phetic as far seeing. 


AN ELECTRICAL HYPOTHESIS FOR THE 
SOLAR AND PLANETARY SYSTEMS, AND 
SOME OF THEIR ASSOCIATED  PHE- 

| NOMENON. 


By DELTA. 


Үнем great astronomers so widely differ in their hypotheses 
to explain the solar and planetary systems as to lose their 
good manners—instance Lockyer's reflections on Huggins 
—the audacity of an outsider in suggesting an explanatory 
theory quite distinct from either that of the waste by com- 
bustion or the nebui or meteoric hypothesis, will perhaps be 
forgiven. Merely as highly speculative hypothesis, it may, 
perhape, be considered as at least interesting if only from 


the evidence of coincidence and correlation collected to 
explain the effect of electricity in producing many of the 
pd that cluster around a subject of surpassing 
grandeur. 

lt is usually accepted by both schools of solar explanation 
that the sun is in a state of magnificent conflagration,” and 
that there is by its assumed contraction [—or by its internal 
combustion—a gradual waste of energy proceeding, that will 
ultimately close the sun’s glorious mission as a centre of 
light and heat. 

It is also assumed that euch is the insonceivable effect of 
combustion or contraction in luminous and heat-produsing 
intensity, that both light and heat rays are transmitted to the 
glittering planetary and stellar elements suspended in celes- 
tial ерзое, some of which are computed to be hundreds of 
millions of miles from the solar orb, the earth’s distance 
from the sun being estimated to exceed 95,000,000 of miles. 
Now, anyone who, like the writer, has had great ехр згіепсе 
in the produ tion of ey enormous fusion temperatures, 
will know that although the luminosity resulting from masses 
of molten metal, such as very low carbon steel, will project a 
beam of light extending, under certain atmospheric conditions, 
over a distance of five miles; nevertheless the sensible heat 
transmitted to any body that chances to intercept such a 
luminous beam, will not be perceptibly felt at a distance of 
even, say, 50 yards. 

So that if this ratio of as 50 is to (1,760 x 5) were 
applied to the proportion of heat and light transmitted from 
the assumed burning solar orb, no heat, sensible to human 
life, could possibly be transmitted through all the enormous 
gulf of space that divides our planet earth from the sun. 

It was this d priori reasoning that led the writer to doubt 
the rationale of existing hypotheses presuming to explain the 
solar and planetary system, and the doubt found expression 
in a communication, published in a technical 5 
several years back. In this it was suggested that althoug 
light and heat of the earth had their origin in the sun, it was 
quite inconceivable to the writer that there could be a loss of 
energy and drop of potential, mi'e by mile of the 95,000,000 
of luminous and thermal passage, through which the solar rays 
have to traverse b2fore they reached the earth. On the 
contrary, it was suggested that there would Ъз no loss of the 
energy (producing heat and light at the earth) between the 
outer fringes of the atmosphere (or photosphere, chromo- 
sphere, and corona) of the sun and the atmosphere of the 
earth or any other of the planetary or stellar bodies in the 
celestial space,'and that only in proportion to the actual sum of 
luminous and thermal energy entering the planetary atmo- 
sphere, and also in some ratio depending upon the density 
of such * such energy ex pended in the pro- 
duction of light and heat. To assume that light and heat is 
nselessly ex pended all through the distance intervening between 
the sun and the planets appaared to be quite inconsistent with 
any rational conception of the laws of the conservation of 


energy, and the hypothesis that all the enormous heat waste that 


must as a consequence follow the acceptance of such a theory, 
could be derived from the assumed burning ont or contrac- 
tion of the sun, or of the үе appeared to the writer 
quite inconceivable and utterly impossible. 

There are many other objections to the acceptance of the 
existing theory; for instance, it would involve the assump- 
tion that beams of light are emanating from the solar orb 
to all the planeta, and these beams would be seen traversing 
the dark interplanetary space, exactly as we see the beams of 
an arc light projected from the lantern of a lighthouse at 
Bea, even when the source of the light itself cannot be seen. 
The author’s audacious experiment of forming an alternate 
and entirely electrical hypothesis is based on the suggestion 
already described, to the effect that there is no loss of energy 
between the solar and planetary atmospheres ; the suggestion 
is amplified and extended as follows:— 

(a) The solar orb is accepted as constituting the great 
distributing centre of light and heat, which is, however, not 
only generated in an electrical form, but is transmitted to the 
planetary and other celestial bodies electrically, and in no 
other kind of energy. 


* The sun is assumed to be gradually burning itself up, but as such 
a combustion would involve a supply of oxygen, it is difficult to 
&ccept this theory as in any degree rational. 

f There is no absolute proof of any reduction of the bulk of the 
sun's sphere. 
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(5) The entire interplanetary and interstellar or celestial 

may be considered to be an electrical ocean of assumed 

low intensity potential (and constituting a magnetic field), 

itting electrical currents of assumed high intensity and 

requency to flow to all the planetary bodies in direct lines 
from the great central solar generating station. 

(e) The planetary and stellar spherical bodies are assumed 
to be secondary conductors of a system in which the solar 
orb is the primary. 

(4) The secondary spherical conductors are of a polar 


r. 
(в) The р spheres absorb at their surfaces opposite 
the sun or facing the direction of the electrical flow the posi- 
tive and high intensity electrical energy projected from the 
san acroas the celestial interplanetary ocean of low electrical 
intensity. The surfaces of the planets that in their rotation 
are illuminated are those that absorb the high intensity 
electrical energy. 

(f) The surfaces of the spheres away from the sun give 
up again the electrical energy (transformed down to low 
intensity) to the celestial ocean of low electrical energy of low 
intensity, the electrical ocean acting as the agent of com- 
pensation in the cycle of the conservation of energy. The 
surfaces of the planeta that in their rotation are in darkness, 
are those from which the electrical energy is given up by the 
planets to the electrical ocean. 

(g) The low intensity electrical energy of the celestial 
electrical ocean is, by the law of compensation, constantly 
being absorbed by the sun, or in кеи to the electrical 
energy of high intensity that is being projected by the sun 
to the different spherical, planetary, stellar and other con- 
ductors that dot the great immensity of the celestial elec- 
trical ocean. 

Now let us consider the effect of this hypothetical cycle 
of electrical energy movement in its effect on the planetary 
bodies and on the sun. 

Both the sun and the planets are, and with good reason, 
assumed to possess atmospheres or gaseous envelopes of 

ing density. 

he electrical energy of high intensity or frequency flow- 
ing from the sun will be met, first, by the resistance set up 
by ita photosphere or corona (which are merely atmospherical 
envelopes of varying density). The resistance set up by the 
sun's atmosphere promotes the grandly resplendent luminosity 
of the solar orb. Immediately the high intensity current 
passes over the extreme fringe of the resisting solar corona, 
or outer solar atmosphere, it flows unrestrictedly across the 
low potential electrical ocean, until it meets with the atmo- 
sphere of the planete, or other celestial bodies, stellar and 
otherwise. 

From the time it leaves the solar atmosphere to the time 
of meeting that of the planets, no energy is assumed to be 
exp:nded, and the electrical ocean is consequently neither 
illumioated nor heated,* and two conditions therefore follow 
the acceptance of this essential condition: the interplanetary 
spice, or electrical ооеап of low inteneity is non-luminous, 
and is of low temperature 7. Were it not so, and if the inter- 
planetary space offered resistance to the flow of electrical 

, there would be a solar beam of light, and we should 
gee such effecta in vivid lines of light stretching from the sun 
to the planetary and stellar bodies. 

(А) As soon as the electrical currents of high intensity 
enter the earth’s atmosphere, luminosity is produced, and of 
an intensity and colour W upon and controlled by 
the density and chemical character of such atmosphere. 


° Exact evidence —On July 29th, 1878, and under satisfactory 
conditions, there was observed in North America a total eclipse of 
exceptional] duration. Although no exceptional prominences were 
visible, the corona had a Per of enormous equatorial streamers that 


stretched east and west o sun. They were best seen with the 
naked eye. 
The ‘lar poles were also equipped with straight electric-looking 


brushes of luminous rays. The sun at this time of the observation 


planctery s it is very necessary to say that the Cirrus clouds, only 
some ң Tiles distant from the earth’s surface, are composed of snow 
particles. 


(^) Associated with the production of luminous energy 
there is the generation of heat, and of actinic or chemically 
stimulating energy, both effects depending upon the density 
and chemical character of the atmosphere. 

Thus the surfaces of the earth, and those of other planets 
that absorb by their vis-à-vis position to the sun the high 
intensity electric currents, are covered with an illuminated 
atmosphere, the Inminousnesa of which is dependent upon 
the density of the atmosphere at any point. 

For instance, the equator is in direct line, and consequently 
the atmosphere at this point offers lees length of to 
the flow of the electrical current, and the luminous and 
thermal production effect is thus pro tanto more concentrated 
than in the distances away from the line of least resistance. 

The tendency of electrical currents to flow along lines of 
least resistance will have, in its effect on the direotion of the 
current, the influence that refraction is assumed to have upon 
the direction of light rays. | 

The high intensity electrical energy, leasened somewhat 
by expenditure in кошш heat, light, and chemical effecta, 
flows into the earth,* and it is then by some internal and 
intermolecular influence, and perhaps by resistance culminat- 
ing in internal fusion, converted into low potential, and in this 
form it flows to the opposite surface to that which it entered, or 
to the poles, and finally flows from the dark surface of the earth 
into the great compensating element, the electrical ocean of 
low intensity. Owing to its low and partly-expended 
intensity, it is incapable of elevating the resisting atmo- 
sphere to a condition of а luminosity sensible to the human 
retina, hence the phenomenon of night. 

The expenditure of electrical energy is assumed to be 
exactly compensated for by thermo-dynamio electrical influ- 
ences, by electro-chemical effecta, and by thermo-electrioal 
influences. The low intensity electrical ocean entirely sur- 
rounds the planetary and stellar bodies, so that any cause 
effecting a supply of the primary energy is absorbed into 
and assists in compensating for its expenditure. 

The degree of the luminous effect is directly proportionate 
to the density or resistance of the atmospheric obstacle. 

We know that if it were possible to produce an absolute 
vacuum between two separated terminals of opposite polarity, 
that an electric current would flow from one to the A 
without involving any loss of energy, and consequently 
neither produces luminous or thermal effecta. 

The high intensity electrical currents as they flow into 
the earth in a circumscribed area, the centre of which does 
not correspond with an imaginary line drawn across the 
centre of the sun and the earth, might be imagined as 
capable of setting up the rotative action of the sphere, in 
some way similar to the tangential influence of an electric 
current on the drum armature of an electrio motor (vide 
notes on wind currents). If the electrical energy of high 
intensity met the earth in equal intensity on both asides of a 
line imagined as drawn across ber axis there could be no 
rotation, but we know, by the marvellous scheme of the 
Great Creator, that this is not the case. | 

The double planetary rotation might be explained in the 
game way. 

The electrical, or magnetic, attractive influence of the 
sun, which we shall call gravity, on the earth is assisted by 
the suggested theory outlined. 

It has been suggested that there are dynamo-electrical 
influences that are producing electrical energy to compensate 
for that absorbed on reflecting the rotation of the celestial 
planetary spheres, so that the logs of energy by rotation does 
not interfere with the completion of the cycle of conservation 
of energy. We know that the electrio energy flows across a 
vacuuous space without producing light or heat, but as soon 
as a gaseous intervening medium is introduced heat is pro- 
duced, and with it a luminosity of varying colour and beanty, 
corresponding to the specific density of the intervening or 
interpolating gaseous medium. A gamut of colours is pro- 
d until the density corresponding to that of the atmo- 
sphere is reached, then the colour is daylight white. A 


That electrical energy flows through and not merely over the 
surface of the earth would геле evidence of an electric flow 
through siliceous material of which the earth is composed; recently 
Hertz rays have been sent through ile tke of А 
well known that а large portion of this, the 
constitutes an aqueous reserv 
energy distribution, 


c ee 
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simple bnt imperfect. example of this is the arc light, the 
flash and the fork lightning. All the colours that one &ees in 
experiments with vacuum tubes are reproduced in the earth’s 
atmosphere. The celestial blue of the heavens, the violeta, 
the amber-yellows, the strange and ghastly greenish tints 
associated with lunar effecte, the colours of the fixed stars 
and those emitted from the solar corona, all can, it is believed, 
be produced by varying the density and gaseous character of 
the gaseous environment and intervention of two terminals 
of opposite polarity, and across which then flows a highly 
intense electrical current.* | 

That the eartb, being a polarised conductor, is a distinctive 
magnet, and acts as such in its relations with the moon, is 
very likely, and as the instance of the earth's magnetic field in 
an electric ocean of low intensity can b» compared to the 
magnetic field of an ordinary alternating dynamo, in an 
electric environment of low intensity there should be little 
difficulty in imagining that the rotative influence of the 
earth might set up. incidental movements of rotation of the 
moon—movements, however, that may be influenced by the 
magnetic attraction of the great central solar electrical 
influence. 

The peculiar ghastly luminosity of the moon can be easily 
produced by effecting an electrical discharge, through a highly 
tenuous gas, it can also be seen as a reflection of the almost 
invisible brush currents leaving one of the terminals of an 
electrical (plate) or other frictional machine. 

There is no evidence to disprove that the moon is sur- 
rounded with a highly tenuous atmosphere correspondirg to 
that by which the lunar brilliance can be imitated in a 
Crookes’s or Geissler's tube. 

It may be argued that the sun constantly transforming, 
as it is assumed to do, sufficient of the surrounding low 
intensity electricity of the electrical ocean into currents of 
high intensity, must show non-luminous evidence on her 
surface of the entrance into the great solar transformer and 
conductor of such compensating low intensity currents, 
because, inasmuch as the low intensity electrical currents 
flow into the sun, the sun’s atmosphere at the points of 
absorption would be non - luminous. Unfortunately, the 


surface of the sun is radiating current of high intensity to in- 


numerable points in the celestial electrical ocean, and the reflect- 
ing influence of the luminosity of the corona would illuminate 
some portion of the solar surface which is absorbing elec- 
trical energy of low intensity, in some degree commensurate 
with that which it is transforming and emitting at a bigh 
intensity; but even allowing for this incident reflection, one 
may pa to the evidence of dark places on the sun’s surface, 
which may be spots and blemishes on an otherwise grandly 
luminous face; but if this theory were accepted as correct, 
they would be spots sustaining a never-ceasing energy 
fecundity, and would constitute the most sublime blemishes 
of beauty ever conceived by шап. 

The periodicity of the sun spots, and the fact that they 
influence the electrical (or magnetic) condition of the earth’s 
atmosphere, are evidence that the writer’s theory has some 
basis of fact. 

The flashes of light that are thought by some to ba tongues 
from a colossal combustion, are suggested to bo merely evi- 
dences of variation in the density and extent of the solar 
atmosphere (photosphere and corona). The flashes, or ragged 
atmospheric edges, may be merely evidence of the pro- 


* A high potential or intense electrical discharge produced by a 
Holts machine or a Ruhmkorff's coil shows that the luminosity of 
such discharge varies in colour in some definite ratio as to density ; 
for instance, ordinary atmospheric air gives a white light with a blue 
image, the latter not unlike the celestial blue of а clear day. Nitrogen 
gas, which constitues some 75 per cent. of the atmosphere, gives a blue 
tint, whilst hydrogen gives a red one, and carbon dioxide a green tint. 
It is strange that this latter gas, that feeds plant life, should give the 
green tint of leaves. The incandescent vapours of gases giving 
characteristic Frauenhofer's dark lines, would, it is thought, give the 
same lines if rendered luminous by resistance to the passage of 
electrical energy of high intensity. In June, 1897, Sir William and 
Lady Huggins by artificial means had shown that calcium vapour 
when sufficiently attenuated radiates, under electrical stimulation, 
H and x lines alone, and this precisely coincided with the spectrum 
of the solar prominencies. 


і Evidence.— Prof. Langley diagrammatically shows the correla- 


tion of sun spots with great magnetic variations in the earth. 

Exact correspondence has been noticed between tne sun spot 
ir fluences in producing violent commotions in the sun and electric 
storms in the planet earth. 


jecting influence that the emission of the outflowing currents 
has upon the sun's atmosphere. "M 

Whatever the constitution of the solar envelope illumi- 
nated by its resistance to the outward flow of electrical energy 
may be, the spectroscope should show its character, should it 
not? That is, if such an instrument can be relied upon for 
this purpose, it should show that the gas giving a specific 
colour tint, owing to its resistance to high intensity currents, 
should have a specific density, if it is assumed to be hydrogen, 
then red is the /in that should be shown when this gas inter- 
cepts the high tension rays flowing between two terminals of. 
opposite polarity. We know that this is the tint, so here we 
bave a coincidence of spectroscopic and electrical resistance 
effect of some value. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


At the meeting of the Institution of Electrical Engineers, 
held last Thursday, the 18th inst., at the Institution of Civil 
Engineers, а numerous сору assembled to listen to the 
address of the new president, Mr. J. W. Swan. We noticed 
many faces which are not bii to be geen at the meetings. 
Chemists and physicists mustered strong in numbers to hear 
what an able chemist and electrician had to say on matters 
lying in the borderland between the sciences of chemistry 
and electricity. Nor were they disappointed, for the address 
suggested that electrical engineers have now a wide fleld for 
the disposal of plant in the domain of electro-chemical opera- 
tions, which it is as much to the interests of the profession 
to work as the older business of lighting and the later outlet 
for electrical traction appliances. | 

The first serious business of the evening was the 

presentation by Mr. Latimer Olark to the Institution of a 
series of volumes containing important papers relating to 
the early history of submarine telegraphy and the work and 
labours of the late Mr. Jacob Brett. In offering these 
volumes to the members, Mr. Latimer Clark desired to draw 
attention to their contents and give some idea of the import- 
ance of certain memoirs included in the set. The remarks 
occupied a few minutes, which certain members present 
seemed to begrudge because the time was devoted to tele- 
graphic rather than electric light interests. It was a great 
pity that any unseemly conduct should ever Бе permitted to 
mar the harmony of an offering to the library, but Mr. 
Alexander Siemens stepped into the breach, and at the right 
moment pointed out that to many of those present such 
things were of very great interest. He might have added 
that the meeting was one of electrical engineers, and not 
merely of electric lighting experts. Major Flood Page sug- 
gested that the presidential address was of first importance, 
bat the majority evidently realised that there was ample 
time for both matters to be laid before the Institution. 
- Prof. Ayrton in a pithy speech characterised the best of 
Mance’s methods as being Mance’s method of filling the 
presidential chair, while the vote of thanks to the retiring 
President, Sir Henry Mance, was well seconded by Mr. A. A. 
Campbell Swinton in a few чүш words, and the meet- 
ing settled down to listen to Mr. J. W. Swan, who took the 
chair. 

Like most addresses, this may perhaps best be appreciated 
by a quiet study of the numerous points raised, when it is in 
print. The ground covered was so large, and the topics in- 
troduced so numerous, that the listener could merely follow 
the reader, without fully realising the trath and importance 
of much that was said. 

As was anticipated, the first reference was to the meeting 
of 16 years ago, when, with Mr. W. H. Preece in the chair, 
one of the very first practical exhibitions of incandescent 
lamps was given, with the then сео Telegraph Engi- 
neers and Electricians as audience, Mr. Swan as demon- 
strator, and Mr. Radcliffe Ward as engineer-in-charge of a 
farmyard engine and Gramme dynamo, the enthusiasm of 
the members was raised to a hich pitch as the lamps lighted 
up. That occasion was the beginning of a movement that 
has always gone on, and has incidentally given an impulse 
to a larger and more general use of electricity. 
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The beneficial change from depressing darkness to brilliance 
almost rivaling that of day has, of course, partly been due 
to the arc light, but the unwonted brightness is not distantl 
connected with the insignificant looking bulbs that are suc 
familiar objects now. The entire space between the вау 
demonstration and the present day has been crowded witt 
electrical invention and electrical work. Successful electric 
lighting and improvements in machines gave an impulse to 
a broadening of the applications of electricity. Telegraph 
engineering continued to grow ap, while traction and power 
came more and more into prominence. 
Another growing industry is that of 
electro-chemistry, and this Mr. Swan 
regards as being of especial interest to 
young electrica] engineers, as, in his 
opinion, aspirants would choose wisely in 

ing а special study of the applications 
of electricity to chemical manufactures. 
A small portion of the field only has yet 
been cultivated, but this has already 
yielded ко results. Copper, aluminium, 
gold, chlorine and soda are now obtained 
ee many other suo- 
ceasful processes besides those employed in 
connection with the substances mentioned 
are at work on an electrical basis. 

The importance of electrical 
is great and constantly increasing, either 
as an improvement upon known or exist- 
ing machinery, or in the way of new 
methods being invented : in the one case, 
to do better what was already being done, and in the other, 
to achieve something previously unattempted. Considering 
the importance of the subject, Mr. Swan thought that the 
time at his disposal would not be ill spent in considering the 
rise and progress of electro-chemical industries. 

The main portion of the address was now to follow. After 
briefly referring to the early work of Oarlisle and Nicholson, 
Davy—" fortunate in almost everything, was supremely for- 
tunate in his assistant —and that assistant, Faraday—“ the 
inheritor of Davy’s methods and work "—Mr. Swan mentioued 
that in 1842 there were at work in Birmingham machines apply. 
ing current for the electro-deposition of silver and gold. At 
the time the dynamo had not issued from that mint, which 
by the coi of a word seems to create the thing signified.” 
Passing on the various processes for the refining, extraction, 
and deposition of copper, zinc, nickel, gold, silver, alaminium, 
and production of soda and chlorine, the production of 
phosphorous, carborundum, and carbide of calcium, a bird’s- 
eye survey of the whole field was taken, and much matter 
likely to stimulate thought was presented. Due acknow- 
ledgement was made—as might be ex from Mr.Swan— 
that electric lighting has largely contributed to the degree 
of success which has been reached in electro-chemical work. 
Many points were casually mentioned which serve to attract 
attention to original researches. Thus the president has found 
that current densities of from 1 to 1,000 amperes per square 
foot of cathode surface may be used in copper deposition, 
provided that the condition of the solution and proper cir- 
culation be noted; the ay genial and smoothness of the 

J 


opan depending princi upon the absence of solid par- 
icles in the electrolyte. 


The descriptive portion of the address necessarily partook 
to some extent of the nature of a gn dr of known 
cesses ; as an index it must be highly useful, notwithstanding 
all that has recently been written on cognate subjects. In 
fine, everyone must admit that in choosing electro-chemistry 
as the principal subject matter of his remarks, Mr. Swan 
chose wisely, and did good service to those who have placed 
him in the highe:t position within their gift. 


THE N.C.8. LOW RESISTANCE MEASURER. 


THE be of this apparatus, which is shown in general 
view in diagrammatic form by figs. 1 and 2, is to supply 
а simple means of measuring very low resistances, which сап 
hardly be determined by an ordinary bridge, owing to the 


difficulty of making the contacts, and other reasons. The 


method of working is to pass a current (which does not 
require to be known) through the resistance to be measured 
and a thick stretched wiré on the instrument in series with 
it. The fall of potential over the unknown resistance is 


then balanced against the fall of potential over more or less 
of the thick stretched wire; the differential galvanometer 
mounted on the board being used for the purpose. The 
resistance to be measured when the balance is obtained is 
inter on a scale set at the back of the 
he length of the scale is one metre, and is 


read direct by a 
stretched wire. 


exactly equivalent to th of an ohm; it is divided into a 
thousand each of which is equal to ,,},5,th of an ohm. 
By shifting a plug the values may be multiplied or divided by 
2, thus making the top read 1th or zoth of an ohm. (These 
plugs are in the galvanometer circuits; they are not in any 
way shunts on the main wire). 

n using the instrument the terminals are joined in series 
n ce to be . cell capable 
ok giving, say, 10 amperes, a resistance, if necessary, 
introduced io fing the current down to about 10 amperes. 

The switch-key on the left, being depressed, closes the 
battery circuit. The sliding key is then slid along the wire, 
and manipulated as in the ordinary metre bridge, until 
balance is obtained on the тарона, the sliding key 
then points to the value of the resistance under test. 

The whole length of the wire is 1 ohm. The scale is 
numbered from 0 to 100, the readings being in thousandths of 
an ohm; each thousandth being again divided into 10. For 
example, if the read is (as in the figure) 56, the resistance 
is 56 thousandths of an ohm, or ‘056 ohms. In the same 
way a read of 56:4 would be 56:4 thousandths, or *0564 
ohms; these are if the plug is in “equal.” If the plag is 
in “multiply by 2," the resistance is 56:4 x 2 = 112:8 
thousandths, or :128 ohms. If in “divide by 2” it is 


= = 98:2 or · 0282 ohms. 


It may be added that the resistance of connections does 
not affect the test in any way if a reasonably clean contact 
is made. 

The whole instrament is certainly a very practical and 
serviceable one. 


CORRESPONDENCE. 


Practical Points in the Design of a Shunt Dynamo. 

In your issue of 7th inst., No. 1,050, is first number of 
an article entitled “Some Practical Points on the Design 
of a Shunt D o." 

In the fundamental equation for finding the size of arma- 
ture, having given the output, n is given as revolutions per 
second. 

In the next equation, figares are substituted for letters, 
but the author then gives revolutions per minute, viz., 
820. 

Will you kindly clear this point in one of your subsequent 
issues ? 


W. J. Axworthy. 
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In reply to Mr. Axworthy's letter, I regret that an error 
should have crept into my article. The first en is of 
course wrong, as the 60 should have been omitted. 

n == revolutions per second, and the second equation is 
multiplied by 60 for that reason, 

Y. Zingler. 


On the Cause of Death by Electric Shock. 


In the paper on this subject by Prof. Oliver and Dr. 
Bolam, which appears in the Britssh Medical Journal of 
January 15th, the authors give tracings of blood pressure 
and respiration curves to show that death by electric shock 
is due to arrest of the heart’s beat and not to respirato 
failure. I, therefore, beg leave to draw your attention an 
that of your readers to the fact that this very matter was 
fully dealt with by me in a paper in the British Medical 
Journal of March 2nd, 1895. Anyone referring to 
that number will see that the experiments, the tracings, 
and the deductions drawn from them, all correspond 
exactly with those of the present paper, the only exception 
being that Prof. Oliver and Dr. Bolam used an alternating 
current, while I used a continuous. Although my paper 
has been overlooked by them, it is noteworthy that the 
suthors refer to the existence of an opinion that death in 
these cases might be due to heart failure. That opinion 
was put forward in 1890 by Dr. Tatum, after experiments 
made by him, and it was supported snd confirmed by the 
experiments reported in my paper of March, 1895, at a 
time when the profession generally was accepting the view 
of Prof. D’Arsonval that death in these cases was due to 
respiratory failure. It is gratifying to me to find that the 
experiments by Prof. Oliver and Dr. Bolam confirm so fully 
the results which I published in 1895, and show that 
alternating currents act in the same manner as continuous. 
My paper was printed in the British Medical Journal, 
reproduced in the ELECTRICAL REVIEW, emb died in a short 
paragraph in the second edition of my kook on “ Medical 
lectricity,” and made the subject of a communication to the 
Physiological Society. Therefore no great amount of 
rescarch is required to discover it. 
H. Lewis Jones, M.D. 


9, Upper Wimpole Street. 
January 17th, 1898. 


Dynamo Sparking. 


Re the letter dynamo sparking, I think that W. Н. B." 
is wrong in adopting any such device as he explains for the 
automatic shifting arrangement for the brush rocker on his 
dynamo which he is using to supply current for motors. If 
he uses a solenoid with a movable armature, which in turn 
moves the brush rocker, I am of opinion that the same 
sparking will ensue as formerly. If the dynamo be running 
at a light load, and a motor is switched into circuit, a large 
current will have to traverse the coils of the solenoid to 
move the rocker, and during that moment sparking will 
ensue. 

Now паса between the gauze brushes and commutator 
will roughen the stripe, and so make collection bad, accom- 

nied with sparking, which increases as time goes on; and 
in а short time it will not stop, owing to the increased 
roughened surface of strips. Now 1 think it would be 
better for * W. Н. B." to adopt carbon tips to the end of 
the brushes. The carbon will offer increased surface to col- 
lection (which will tend to decrease the volts, but not more 
than a fraction per cent.), and so render collection easier, 
with lets sparking, and is less detrimental to the strips, as it 
takes over the sparking, and does not produce the burning 
ae scoring effect as takes place with gauze brushes 
alone. 

The tip need not cover more than a strip, or, if this will 
not suit, it would be as well to substitute the present brushes 
by (Боғе of carbon only, which I am sare if properly set and 
adjusted there would not be the least trouble with them. 

There might be signs of sparking, but it will not be detri- 
mental to the machine. 

Carbon brushes need no little skill in adjustment; and if 
they are not properly set, they will prove worse than those of 
gauze. 


I am sure if W. Н. B." would substitute for his brushes 
those of carbon he would be greatly relieved from trouble 
and anxiety by having sparking reduced to a minimum, and 
so by working his machine under fairer conditions, as carbon 
brushes allow of a large variation of load without altering 


the lead, 
Charles Whinsa Nicholl. 


“ Dynamo-Electric Machinery.” 

May I draw attention to an error in Prof. Silvanus 
P. Thompson's valusble work ? On page 484 of the fifth 
edition, it is stated that Mr. H. F. Parsheli's 150 k. w. 
etreet-car generator has a duplex armature winding. Fiom 
the other data given, however, it is evidently & single- 
winding ; for, app'ying the formula given in Hobart and 
Parehall’s “ Armature Windings” (a formula, by the way, in 


2. NCN., 
which үс E reduced to more convenient terms) we find 


that for a single winding 

volts = 5 х 6:16 x 2 х 87 = 536, 
which is approximately the required amount, whereas with 
a duplex wiading 

volts = ‘25 x 6116 x 2 x 87 = 268. 

I notice that nearly all the plates in the book have the 
scale given, which greatly enhances their value. Had this 
been done in the case of Plate X. (illustrating the machine 
referred to) one could have got at the induction and 
current densities, which would have ensbled one to make 
interesting comparisons with other i 


machines, 
January 14th, 1898. 


W. Casson. 
[Should not 25 in the second example (it is so in the 
MS.) be 2:5, otherwise the working out is wrong.—Eps. 


Екс. REv.] 


Lampholders. 


As the expiration of the Ediswan patents on lampholders 
is coming on, it occurs to me it will not be out of place to 
sound a note of warning to fire insurance companies, through 
the medium of your columns, and I shall therefore be glad 
if you will give this letter a corner in your valuable Journal. 
Already samples of what we may expect are being put on the 
market, and as I write, I have before me the letter of a 
Government official, who says ever since the patents for the 
Edison screw holders expired, their department have had the 
greatest difficulty in getting satisfactory holders of this type. 

My business takes me all over the country, so that I see 
work of all sorts, and I can assure you I have seen hundreds 
of lamps installed, both as to workmansbip and material, in 
E a manner as would make Mr. Heaphy's hair stand on 


The invariable angwer I receive when I venture to point 
out the danger ie, * Oh! the fire office have pessed it," and 
with the general publio, who know nothing of the danger 
they run, this appears to me to be a guarantee, in their 


opinion, as good ав a certificate from a consulting engineer 


superintending the work on their behalf. | 
uch has been written about jerry workmanship, but in 


шу opinion jerry material is quite as much to be condemned, 


е fire offices having set themselves up as “authorities” 


on the subject, should do the thing thoroughly, as at present 


their clients are in many instances resting in false security. 

The fire offices would do the electrical profession a valuable 
gervice and reduce their risks if they collected together a 
number of specimens of electrical accessories of all classes and 
maker, and classify them, so that the uninitiated could go to 
the office of the company they are insured in and see what 
enews have pat in their buildings, and what they should 
avoid. 

Plenty of the public pay good prices for jerry work through 
ignorance, and the more the fire offices do to dissipate this 
the better for themselves and the better class manufacturers, 
who have to fight against it. І 

Let them start оп lampholders ; they will have a busy time 


shortly. 
Walter Blenkarn. 
January 18th, 1898. 
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THE ENGINEERS’ STRIKE. 


Тнв chief anxiety of the A. S. E. this past week seems to have been 
that the status quo ante bellum should be secured. Juvenile copy- 
books once contained a line stating that Time which has past will 
never return.” There can be no return to the an‘e-strike period; the 
men cannot go on where they left off. The hours’ question—that 
“ popular” breeze to which the A.S.E. so gaily spread their summer 
sails, has died away into a very dead calm, only to be succeeded by 
the cyclone of management questions, and a veritable tornado of 
bottled up grievances on the points of restriction and loafing, which, 
though it may be marked by wreckage, will undoubtedly clear the 
air, and leave an open way for a different future. Now that the men 
are beaten, the greatest kindness that can be shown them is to see to 
it that future concessions have nothing of the element of weakness 
in them; no giving way to unreasonable demands for е sake, and 
no bending before the ignorant demands of self-appointed agitators. 
Let Mr. Burns be followed in his cry for American methods, albeit 
he spoke better than he knew. 

16 was reported on Friday that the hours’ demand had been un- 
conditionally withdrawn. This was denied by Mr. Barnes, but it 
was not thonght he was in a position to know. Telegrams came from 
Manchester and Glasgow to the effectand Mr. Barnes gave somewhat 
indirect denials. He was busy at his trade, however—getting out a 
fresh manifesto. What a charm there is in these huge words for the 
agitator! Half the dispute seems to have been so much mouthing of 
long Latinised words. Manifesto, conference, delegate, come іп 
shoals, and help to impress the simple workman. 

Anyhow, Mr. Ferguson, the Glasgow local organising delegate, made 
a statement as to the hours’ demand being withdrawn, and he con- 
firmed the statement publicly to a reporter. The Employers’ 
Federation, on the other hand, do not accept a simple withdrawal of 
the 48 hours’ demand as closing the question. They do not intend to 
start any men who will not toe the mark on the basis of the amended 
proponis of the Federation, and there can be little doubt but that the 
men who accept will soon find the benefit of honest effort in increased 
pay, and will not countenance a return to skulking methods. The 
active of the strikers have been probably almost to a man youngsters 
who have not any remembrance of the times before restriction set in. 
They have been brought up on restriction, and possibly before long 
will be astounded at their own folly in listening fora moment to the 
commands of such leaders as have compelled them to such exhibitions 


of ignorance. 

The Fairfield lock-out was a great blow to the strike leaders, who 
did not, as formerly, at once withdraw the 75 per oent. not locked 
out. This was generally considered a sure sign of weakness, not to 
be glossed over by all the financial juggling with figures as to funds 
available. Mr. Barnes keeps ing on his willingness to arbitrate, 
on the eight hours’ question, and indignantly denies the charges as 
to connivance at restriction. Now this is really too bad, when all 
the country knows that restriction has been everywhere; the shop 
delegate has been pus the accursed thing in every union shop; 
foremen have been interfered with in their duty, and for mon 
chance labourers and apprentices have been beating the old hands by 


large b 
Mr. Barnes is fighting in the last ditch, and demanding to exercise 
the right of interference. Had Mr. Barnes won the day, he would 
have demanded eight hours, would have restricted output still 
further, and most probably he would have insisted upon there being a 
recognised trade union official in every oe by the employer, 
of course—to interfere at evcry turn. Mr. Barnes’ one and only 
mistake in the whole quarrel has been of the sort that expects to 
usque of ale out of a pint pot. Of course he would have 
hailed. t he would have smasbed the As it is, the pot has 
smashed him, and he is simply making himself ridiculous by his 
present attitude. We may admire & man who fights because of his 
pluck; we may pity him for his ignorance in fighting for a bad cause, 
or despise him if he does not fight fair, but when & man becomes the 
object of ridicule he is lost. 
ir E. J. Reed writes a capital letter to the Times. He recalls 
how the late Sir Joseph Whitworth, at one of the Paris exhibitions, 
foretold the t conditions when pointing out how foreigners, 
means of Sir Joseph’s own inventions, were rendering competition 
danger, said he, will lie with the men, who will be a long 
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ан шс De р come across in recent Мары pha 
ope. out any special sympathy with employers, 
trades unionism, in striking at them, really strikes at 
g man, who is the dupe of his leaders. He sees how 
get as much as a hundred times in wages what the em- 
gains as profit. He sees thousands starving as a result of a 
which the first shot was fired by the men in London, who 
for shorter hours than millions of their fellow country- 
à en and children are working for much barer su 
naked hideousness of the struggle appeals to him as to any other 
open-eyed man. Yet he says the men's leaders see nothing but a 
vulgar contest with employers and capital, as though, we may sup- 
pose, capital were a source of evil. has not much sympathy with 
we bin They should bave combined long ago, and kept the 
sane and ressonable and considerate. Sir Edward, in fact, 
repeats what we have urged, that it is the weakness in making appa- 
rently expedient concessions has caused the frog to blow himself out. 
The unions have, in fact, gone altogether beyond their legitimate 
т а wholesome influence, and this has ruined them by entic 
into their domineering and arbitrary attitudes. Sir Ed 
concludes a thoroughly sound letter with these words :— 
“I have no scheme of settlement to suggest. The unhappy 
employers, while facing the fire of competition, are, it seems to me, 


g 
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attacked from behind by the representatives of the very people for 
whom they are making the fight. For, if I may, I will repeat that we 
have to-day to fight foreign competition ia many countries, over many 
manufactures, and in many forms, and the people whom we have first 
to protect are the working classes of this country. The men who are 
in the forefront of thie battle, and who must remain there, are the 
employers; but they are few, and for them, in themselves, we need 
not be greatly solicitous. It is by them and through them, however, 
that the interests of the working people of this country have to be 
maintained, and these ought to be maintained at all costs. Is it too 
late to ask, or is it too much to ask, that a contest which has become 
as ruinous as it is unnatural may be forthwith ended and a new chance 
be E our own people and our own country in the international 
strugg » 

Probably for this letter Sir Edward Reed will be flercely attacked 
when he next contests & seat in Parliament, by the very men whose 
res] interests he hasat heart. Such is the working man of to-day. 

In the meantime the Manchester shops have opened their doors to non- 
unionistes who were prepared to accept work under conference rules, 
and it is also understood that unionists may be employed who have 
definitely left the union. Very few of the latter had done so up to 
Baturday last, and of course they could not be taken on as unionists 
while their unions still maintained the 48 hours’ demand. 

A trades unionist writing to a contemporary denounces the so- 
called new unionism, which he calls upon all solid unionists to 
exterminate. He denounces also so much federation of unions. 
Bat for this he considers that the London struggle would not have 
extended to the country. It was the federation of trades union that 


: compelled the Employers’ Federation. He calls for home rule. Let 


every district stand alone, and so avoid the national calamity of wide- 
spread strikes and equally of widespread lock-oute. But it is 25 
years since the last great strike. There have been numerous smaller 
ones in between, bat the accumulation of wrong doing and error and 
weakness which have brought on the present struggle has been of 25 
years’ growth. 

Before another such period has gone by we may hope that an 
advanced intelligence and a better knowledge of the facts of foreign 


competition will prevent so suicidal a thing again taking place. That 


some kind of benefit is desirable is the opinion of everyone. Ina 
letter to the Times Mr. Maudslay suggests what seems a likely 
scheme. By it every workman would have control of his own funds, 
and if he elected to use them for purposes of a strike he would be 
at liberty to withdraw them for the purpose, subject simply to the 
safeguard that he could not draw them by proxy, but must himself 
draw the money before handing it over to the agitator of strikes. , 

Mr. Maudslay considers that the handling of the cash in solid 
sovereigns would usually be sufficient to induce at least a very carefal 
consideration of the case before handing the coin to the strike fand. 
At present, the workman has no control over his funds, and the 
actuarial basis of the A.S.E. is considered by men versed in such 
matters to be far from sound, as, indeed, has п shown more than 
once by areduction of promised benefits. The Society, in fact, pro- 
mises more than it can carry out. How it will now get along is very 
doubtful, and the present would be a very time to start 
а men’s benefit fund on some such lines as Mr. Maudslay indi- 
cates; & fund from which each member could withdraw if he 
chose to do so, and officered by men amenable to strict com- 
mercial law, and under the guidance of properly appointed 
trustees. If apart from the benefit fund the men desired to 
keep up a strike fand they would be at liberty so to do, 
but it ought to be made illegal to employ any benefit fund for strike 
purposes, and the law should forbid the carrying on by one executive 
of the two functions of benefit and strikes or disputes, and should 
forbid the transfer from one fund to the other of money in any sha 
or form, except only as the man personally withdrew the money in 
coin, and carried it away himself. And even this we would make a 
matter of tome days’ notice, the man to be first shown the money he 
is to draw in gold, and then given it so many “thinking” days 
afterwards, during which he would have time to consider matters 
before making a leap in the dark, and he could consult those at home, 
who have the brunt to bear when dealings commence with the pawn- 
shop. Mr. Maudsiay's letter has roused the ire of Mr. Barnes, who 
throws allthe blame on the workmen, of whom he is simply the 
innocent and harmless mouthpiece. This is good. 

Since writing the foregoing it is publicly announced that the eight 
hours’ demand has been withdrawn. It was so reported last week, 
and the report described as a fairy tale by Mr. Barnes, and as a 
canard by Mr. Brown. What Mr. Burns said we know not. It is 
reported, however, that for the suffering they have undergone, the 
men demand compensation; but from whom is not clear. They 
have suffered voluntarily for 28 weeks, refused good wages, and 

langed the trade of the country into a pit, and ask for compensa- 
Hon. Many trades union leaders admit that the sole result of the 
half-year's struggle has been to raise a rival power, which will make 
it impossible in future to dictate terms to individual жашо 
There is one other result—the ruin of the A.S E., morally апа finan- 
cially. Union folly was never so clearly manifest as now, when 
the nominal casus belli has been formally withdrawn, war is declared 
still to be the order of the day, because the employers insist on being 
victors in respect of the true casus belli—the question of manage- 
ment. Sanguine local leaders are saying that there is no reason why 
the men should not at once resume their places, as though it were but 
the second week of last July. But it is the third week of the fol- 
lowing January, and it is certain that the new men are not going to 
be sacked to suit the strikers’ convenience. If the new men are dis- 
charged, we should hope the employers who do so, or even permit 
them to be worried away, will receive due retribution. On this 
point there are bound to be troubles. The bellicose unionists 
will do their worst to render the lives of the new men miser- 
able, and this must not be. The employers are bound to see 
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to it that peace shall prevail, and that disturbers of it get the 
run out quickly. In the meantime large numbers of men are leaving 
the union, and going back to work. As we predicted early in the 
strike, the old hands are inclined to stick to the union for the sake of 
their old age benefits, and the young шеп, who have been the cause of 
the war іп a large measure owing to their reckleeeness and a desire 
for a cheap summer holiday, are throwing the union over rather than 
face future levies. We condemned the strike as a cowardly robbery 
by the young men of the old men’s funds, and we have proved cor- 
rect. Some of the daily papers still plunge wildly in the dark as 
to facts. Among these the Daily News calls for a compromise. 

What compromise can be possible that will be of the slightest 
value? There ів but one issue, and that is summed up in the one 
word output. Ате the men’s friends still asking that there shall 
be restriction of output? It looks like it, or else it looks like ignor- 
ance. The whole British working man is permeated with the idea of 
restriction. A bricklayer does not set as many bricks in a week as he 
could easily set in a p overworking himself or doing bad 
work. And this evil, which is eating out the heart of the country, is 
to be compromised. Away with such nonsense. Let the men get 
back to work, and show by decent honesty that we can beat any 
other nation if we choose to do so. Let them make up their minds to 
earn more money and to see that they get it. 

Compulsory arbitration again is not likely to be acceptable. Arbi- 
tration so commonly ends in the granting of a part of any demand that 
the men would be making constant big demands in order to get a part 
by arbitration. This would land us in similar demands by the 
employers, so as to get something back again. There would be no 
finality. There is room for some such body as the Board of Arbitra- 
tion and Conciliation of the Manufactured Iron and Steel Trades of 
North of England. This seems to have worked well, but has been 
fortunate in its men, from both sides. But compulsory arbitration or 
Parliamentary interference will not do. We are inclined to think that 
the Employers’ Federation will steady matters for a time, and hope 
to see some suitable arrargement arrived at that will prevent future 
wars. The great lesson to be relearned is, howcver, that machinery 
is not of necessity an ouster of labour. If the men only learn this the 
end of nine-tenths of the recent troubles will havearrived. The other 
great cause of trouble is the question of demarcation. Nothing is to 
be done for this beyond the most drastic commandeering. The idea 
of demarcation has become absurd through being carried to absurd 
length. 3 making trouble on this score ought to be severely 

t with. 


ELECTRIC POWER DISTRIBUTION. 


A FEW days ago the secretary (Mr. Lowe) of the Midland Electric 
Corporation for Power Distribution, Limited, approached Sir B. 
Hingley, Bart., chairman of the South Staffordshire Iron Trade, and 
Mr. J. B. Cochrane, chairman of the South Staffordehire Coal Trade, 
with the object of enlisting their sympathy, and the sympathy of 
manufacturers generally, in the scheme of electric power distribution 
which the Corporation have embraced in their provisionalorder. As 


а result a meeting of manufacturers was held in Birmingham yester- | 


day (Thureday). In bis circular Mr. Lowe states :— 

" The Midland Corporation is prepared to enter into agreements 
to supply electrical energy for power or manufacturing purposes at 
as low a price as 1d. ре Board of Trade unit, and for lighting at the 
rate of 6d. per unit for the first hour's use day and 3d. per unit 
for each subsequent hour's use daily. The Midland Corporation is 
also prepared to lay a comprehensive system of mains throughout 
the district, and will supply motors for hire, so tbat manufacturers 
can secure the advantages of elcctrical power at the minimum of 
capital outlay.” 


ere follows a comparative statement of the prices charged in 15 
towns—Blackburn, Bradford, Bristol, Cardiff, Coventry, Edinburgh, 
Glasgow, Halifax, Leicester, Liverpool, Nottingham, Stafford, 


Sunderland, Walsall, Wolverhampton—in which the local authori- 
ties own and work the electric lighting orders, and which have 
been selected as being favourably situated for coal supply. The 
secretary claims that this statement demonstrates the impossibility, 
on account of the limited area to be supplied, of any individual 
local authority (of approximately similar rateable value to the towns 
in the area applied for) being able to sell electrical energy at any- 
thing like the figures at which the Midland Corporation will under- 
take to supply it. 


The secretary then goes on to state that in order to carry out its 


objects, the Midland Corporation has served statutory notices upon, 
and deposited plans, with all the 18 local authorities in their 
proposed area of supply. The secretary adds :— 

" Of these authorities, the Councils of Dudley, Walsall, and 
Wolverhampton already possess elcctric lighting orders, under which 
they now have the sole right to supply energy for power purposes, 
while the Councils of West Bromwich, Oldbury, and Smethwick are 
applying for similar orders in the present session of Parliament. 
The Midland Corporation has had no wish whatever to interfere 
with the lighting of these boroughs or urban districts, except with 
the consent of the local authority, but it submits that it is hardly 
within the sphere of operations which should be under municipal 
mansgement to start this business of power supply ; in other words, 
it contends that risks which are inevitable in a new enterprise of this 
kind, and which a company may be justified in incurring are unsuit- 
able for a municipal authority to embark upon, having regard to the 
fact that they must borrow money on the ratepayers’ account to 
enable them to do so. 

"In view of the opposition to the scheme from certain of the 


local authorities (without whose consent it is doubtful if the pro- 
visicnal order can be obtained), the promoters of the order feel that 
the time has come when the iron and coal masters, and the manu- 
facturers generally in the district, should be made thoroughly 
acquainted with the scheme, so that they may bring their influence 
to bear in support of the application of the Midland Corporation 
and assist in the introduction of electrical energy as a motive power 
into the district." 


BUSINESS NOTICES, &o. 


Board of Trade Returns.— The foreign trade returns for 
the past year now completed, says the Daily News, show less satisfactory 
results than were at one time anticipated. For the first six months of 
the year the imports showed a gain of over 4 per cent., while there wasa 
moderate reduction of 1j per cent. in tbe exports. Owing chiefly to 
the effects of the increased American tariff, and of the strike in the 
engineering trade, the decrease in the exports for the year has reached 
£5,795,000, or 24 per cent., while the increase in the imports is 
£9,429,000, or 2 per cent. The chief proportiorate reduction in ex- 
ports is under the head of machinery and mill work. Steam engines 
show а decrease of £124,000, and other descriptions £298.C00. 
Among metals there were increases of £75,000 in copper, £53,000 in 
telegraph wires, and £33,000 in iron. 


Business Announcement.— Mr. A. Alan Jenkins hes 
oined Messrs. Lloyd & Read asa partner. The firm, now known as 
loyd, Read & Jenkins, has removed from 63, Broad Street, to more 
commodious premises at All Saints Chambers, High Street, Bristol. 
The lighting of the Bristol Commercial Rooms, and the new sanitary 
offices, Queen Square, has just been carried out by this firm. 


Catalogues, &c.—Messrs. Bergtheil & Young, of 12, 
Camomile Street, E.C., who are the sole agents for the United King- 
dom for the Bullock Electric Manufacturing Company, of Cincinnati, 
have sent us lists of that company's manufactures. The lists illus- 
trate and particularise direct current dynamos of various types for 
belt and direct connection, and some detailed notes are given of the 
principal features of their method of winding armatures. There are 
also several photographs of printing presses of different makes, with 
their direct connected slow speed motors, and views are shown of 
motors connected to lathes, drills, and other machine tools. 

Mesars. J. D. F. Andrews & Co., of Fulham, have issued an 1898 
edition of their catalogue of their systems of concentric, double, and 
conduit wiring. Comparative estimates are given, showing the cost 
per 16-C.P. Jamp wired on this system and on the wood-casing 
method. Joints, sockets, nipples, switches, fuse and switchboards, 
lampholders, pendants, and various other accessories for use with the 
system are described and priced. 

A folding list with stiff green covers has been sent out by Mesers. 
Veritys Limited, describing the “Standard” main switchboards. 
There are several different types shown:—(a) for plain dynamo 
boards; (^) for extended dynamo boards; (с) for multiple dynamo 
beards ; (d) for plain accumulator boards; (c) for extended ditto. 
There are also types of main distributing boards. The list is very 
nicely printed and is conveniently arranged. кү 

Messrs. Cutting Bros., of Derby, are sending out a wall card, giving 
a useful discount table from 24 to 50 per cent. 

The Edison & Swan United Company’s Section VI. catalogue, 
dealing with fancy fittings, electroliers, brackets, &c., has been issued. 
It is dated January, 1898, so is right up to date. The list, which, 
like all Ediswan catalogues, is nicely laid out and fully illustrated, 
shows many designs of plain and fancy brackets, some of which are 
very artistic. This remark also applies to a variety of fancy table 
and floor standards, ceiling fittings, pendants and electroliers. Special 
bronze and Doulton ware figures and elaborate candelabra are also 
illustrated. | 


Canada as a Mica Producing Country.—Since the 
application of mica for electrical purpose the production du 
recent years has assumed coneiderable importance, and on account 
its abundant occurrence in excellent quality in Canada the attention 
of capitalists has been attracted to mica properties in the dominion. 
Canada has long been known to be rich in economic mica deposits. 
More than 30 years ago, Sir William Logan (“ Geology of Canada, 
1863, pp. 494-5 and 795) referred to the deposits of Muscovite or 
" white" mica, then known to exist on Yeo's Island, Cape Tour- 
mente, and other sections of Quebec. Mention is also made of the 
phlogopites or "amber" mica at Grenville, Quebec, and in North and 
South Burgess, Ontario. In all of which," says Sir William,“ the 
mica is obtained in large sheets, which being transparent and free 
from flaws, are wrought and employed for the same purposes as the 
' Muscovite or potash varieties.” An early producer was the Syden- 
ham property in the Kingston district, and an important deposit of 
“ Muscovite," particularly referred to by Dr. Selwyn, director of the 
Geological Survey of Canada, in the Report of the Royal Commission 
on the mineral resources of Ontario, has been opened at Villeneuve, 
in Ottawa County, while at Templeton, about 16 miles from the city 
of Ottawa, several extensive deposits of first-class "amber mica 
notably on the Wallingford property, have been worked. Dr. Selwy n 
high opinion of the Villeneuve Muscovite" mica is fully confirmed Ки 
another well-known Canadian expert, namely, Prof. Е. Cirkel, who 
has also reported in high terms on the Wallingford and the Lake 
Gerard properties. Referring to the output of the last named, it 18 
recorded. to have been as high as 122 tone in a month. 
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Concert,—On Friday last a concert was given by the 
People’s Palace Electrical Class. 


Contradiction.—We are authorised to contradict that 
pun of the Westminster Gazette's statement, published in our last 
ue, to the effect that Messrs. Easton, Auderson & Goolden, had 
entered into an arrangement with Messrs. Schuckert & Co. for 
manufacturing electrical plant under their patents, the rumour 
being without foundation. 


Dissolution of Partnership.—Mr. W. H. Slater, of 
‘Slater and Spurgin, electrical engineers, of Holloway Road, wishes to 
notify that Mr. Malcolm A. Spurgin having left the firm, he will 
carry on the business in his own name. | 


Electric DUMBIM Dy Tenders and Contracts says 
that the ep on has decided to work the pos at the 
Sewage Farm, Ripon › by an electric motor in place of a gas 
engine. 


.Fire.—On 13th inst. a fire broke out at Harrison’s 
Electrical Engineering Works, Soho Street, Pemberton. 


First Meetings.—The first meetings of creditors and 
contributors in the Ward Electrical Car Company will be held on 
January 26th at 11 and 11.30 a.m., at 33, Carey Street, W.C. 


Gas.—A serious gas explosion occurred at the works of 
the English Gas Company, at Schoeneberg, Germany, on 13th inst., 
three persons being killed, and three severely injured. 


German Enterprise in South America,—An indica- 
tion of the 5 German firms is afforded by the formation 
in Berlin of the Transmarine Electricity Company (Deutsch- 
Ueberseeische Elektricitate-Gesellechaft), under the auspices of the 
well-known All ene Elektricitats Gesellschaft, the Deutsche 
Bank, and several other German banks. Mr. Emil Rathenau, of the 
Aligemeine Company, is one of the directors of the company, which 
has been constituted with a capital of 10,000,000 marks. The com- 
pany propose to establish electrical installations of all kinds in 
America, and as a commencement, a lighting and power station is to 
be built at Buenos Ayres. 


Interior Wiring.— Messrs. Newsome, Pinching & Co., 
of 1, Crutched Friars, E.C., are the sole agents for Russell's patent 
accessible bend, which we illustrate below, the drawings being self- 
explanatory. The bend is the device of Mr. C. N. Russell, the 


electrical engineer to the Shoreditch Vestry, and it is largely used in 


connection with the ae installation at the New British Gallery 
of Art, Grosvenor Road. The firm also makes a speciality of circular 
switch cases, circular four-way boxes, and Russell’s straight box, 
all the fittings being screwed for iron gas barrel. 


Kaye v. Croydon Tramways Company.—Mr. Justice 
Kekewich heard this case in the Chancery Division last week, it being 
а claim by a shareholder in the Croydon Tramways Company for an 
injunction to restrain the company from carrying into effect an agree- 
ment for the sale of the undertaking to the British Electric Traction 
Company. The injunction was granted. It appears that the prin- 
cipal ground for the application for the injunction was the provision 
under the said agreement for the pes of various sums, amounting 
in all to £3,250, to the directors and officers of the company for com- 
pensation for loss of their positions by the purchase. 


Lazare Weiller, — Mr. Fernand Espir, the English 
representative of the well-known Compagnie des Etablissements 
Lazare Weiller, sends us a nicely framed view of the very extensive 
works of that company at Havre, also showing the dwellings of the 
workmen on the outskirts of the works. 


Liquidation Notices.—A meeting of the Electrical 

| tion Company will be held at 135, Victoria Street, West- 
minster, on Friday, February 18th, at 2.30 o'clock, to receive an 
account of the winding up from Mr. O’Brien, the liquidator. 

A meeting of the River Plate Electricity Company will be held at 
78, Coleman Street, on February 23rd, for a similar purpose. Liqui- 
dators—Messrs. J. H. Duncan & T. S. Hamilton. 

A meeting of the Acme and Immisch Electric Works will be held 
at 2, Clement's Inn, Strand, on February 4th, at 3 o'clcck, to hear an 
account of the winding up from the liquidator. 


Photographie Exhibition.—The Royal Photographic 
Society is ing an International Exhibition of Photographic 
Apparatus and Photographs, which will open at the Crystal Palace 
on April 27th. There will be extensive loan collections, illus- 


trating the enormous scientific and commercial applicaticns of photo- 
graphy, photographs in colours, photographs by means of the X гаур, 
and kindred exhibits. i 


Soldering Paste.—Messrs. Beanland, Perkin & Co., of 
Leeds, are placing on the market Burnley’s rozinal soldering paste, 
which is claimed to contain no acid or other substance injurious to 
wires or insulation. It is used for soldering armature connections, 
commutator bars, or field connections. By using this paste, it is 
claimed that wires can be soldered in half the usual time, and the 
finest wires can be united without oxidisation or injury to insulation. 


South African Electrical Notes.—The British and 
South African Export Gazette has the following electrical items in its 
January issue :—Orders for various types of transformers and motors 
have been placed with European firms by the Rand Central Electric 
Works, Brakpan, Transvaal. The new electrical installation supplied 
to the Transvaal Gold Mining Estates was furnished by Messrs. 
Siemens & Halske. Itis on the three-phase system and of a pressure 
of 3,000 volts. Part of the material for an overhead system of elec- 
trical traction for the Sheba mine has been shipped. The East 
London Town Council is, we understand, meditating an electric 
light installation. In the event of the electrical machinery for the 
Sheba mine not being recovered from the wreck of the Clan Gordon, 
duplicate orders for machinery will have to be placed. The second 
electric motor to complete the projected equipment of the Piggs 
Peak gold mine bas been shipped. Two electric 25-H.P. locomotives 
зоти we understand, been supplied to the Transvaal Gold Mining 

states. 


South v. Lowenfeld.—This was an action heard at 
Westminster to recover £18 odd from the lessee of the Prince of 
Wales’ Theatre, Coventry Street, W., balance of account for electrical 
work at the theatre. It was admitted that the orders were received 
through one Woods, the theatre electrical engineer, who was at one 
time also in the employ of plaintiff. On the other hand, plaintiff 
said that when he saw defendant at the theatre after the work was 
done, he said nothing about Woods not having authority to give the 
orders. The defence was that Woods had no authority to give 
plaiatiff orders. Judgment was given for the defendant. 


South v. Nathan & Summers.—On Thursday last 
week in the Westminster County Court, the case of South v. Nathan 
and Summers came before his Honour Judge Lumley Smith, Q.C. 
The plaintiff, Harry South, an electrical engineer, of Garrick Street, 
sought to obtain payment for making an electrical outfit for a lady, 
“The Wonderful Lamp.“ The defendants, music hall agents, em- 
ployed Mr. South to fit a dress for Miss Hewitt, who was performing 
at the Palace Theatre in 1894 with electric bells, and her nead-dress 
consisted of coloured electric lights. A battery was included in the 
apparatus. The account also contained an item for repairs. The defence 
was that Miss Florence Hewitt was the person liable. Judgment 
was given for the plaintiff for the amount claimed, with costa. 


The Electrotherm,— The Edison and Swan United 


Electric Light Company is introducing the electrotherm, a patent 
heating apparatus, which has on several occasions been briefly 
referred to in our columns. We now illustrate the pad, which is 
composed of wires insulated and protected by asbestos, woven into 
a light and flexible sheet or pad, which, when attached to the 
ordinary incandescent lamp socket, offers sufficient resistance to the 
current to produce a constant and uniform degree of heat. The value 
and efficiency of the electrotherm are appreciated in cases of rheu- 
matism, neuralgia, pneumonia, and other complaints, wherever the 
application of artificial heat is desired. By its use the risk and dis- 
comfort of frequent changes of temperature incident to the renewal 
of ordinary hot applications are entirely obviated. The electrotherm 


is made for any voltage from 5 to 125 volts, and can be uscd with 
either direct or alternating current. The voltage required is printed 
on each article. If a 200-volt pad be required, it is recommended to 
use a 16-C.P. Edison and Swan lamp of 100 volts in series with a 
100-volt pad. If a 220-volt pad, a 110-volt lamp in series with a 
110-volt pad. For general use, the eizo of the clecthotherm is 11 x 
15 inches, A.- inch thick, provided with regulating switch, connecting 
plug, and 15 feet of flexible conducting cord, with coverings suited to 
various purposes. In a circular just issued by the company, full 
directions are given for use. 


Utilisation of Water Power in Spain.— A proposal 
to put down plant to utilise water power in the Iguna Valley, in 
Santander province, in the generation of electrical energy, is at pre- 
sent under consideration. It is stated that 1,000 Н.Р. is available. 
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ELECTRIC LIGHTING NOTES. 


Aberdeen.—The committee has agreed to consult Prof. 
Kennedy with regard to the proposals contained in the report by 
Mr. Blackman and Mr. Smith re proposed extensions before pro- 
ceeding further in the matter. 


Acton.—Mr. James de Lara Cohen does not propose to 
= further at present with his application to the Board of Trade 
or & provisional order giving power to light his estate at Friar's 
Place by electricity. 


Alfreton.—An electric supply company has written to the 
District Council asking for consent to its proposal to supply the town 
with | Me electric light. The letter will lie on the table for six 
mon 


Asylam Lighting.—The directors of the West Green 
lum, have, according to a Dundee paper, given a contract to the 

E. P. S. Company for maintaining the storage batteries at West Green 
and Gray 
completed as to enable a 24 hours supply to be kept up. 


Ayr.—The Burgh electrical engineer reports that for the 
month of December, through the heavy load of Christmas and New 
Year week, all demands for current were met. The machinery was 
overloaded but there was no trouble. The Commissioners will 
borrow—subject to the approval of the Secretary of State for Scot- 
land—£32,000 for the purpose of wiring houses for the electric light 
т terms " similar to those of the London Electric Supply Corpora- 

ion. | 

Balerno.—This Scottish village is now lighted by means 
of five arc lamps in the main roads. The Parish Council gave the 
contract to Messrs. Lowdon Bros., of Dundee, and current is taken 
from the Balerno Bank paper mills. 


Bethnal Green.—The new infirmary is to be electrically 
lighted. Ata recent meeting of the board it was stated that the 
architect'a report on gas and electric lighting showed an expected 
saving of about £240 per annum by using electricity. Inquiries are 
also to be made as to whether the laundry machines shall be driven 
electrically. 


Bexhill,—A Local Government Board inquiry was held 
on 19th inst. into the application of the District Council for a loan 
of £20,000 for electric lighting. 'The scheme was explained at con- 
siderable length. The plant would provide for 5,500 8-C.P. lamps 
for private use, as well as current for public lighting. There was 
some opposition. - 


Boston.—The Council has unanimously passed a resolu- 
tion in favour of electricity. A scheme before the meeting was 
estimated at £20,000. The yearly expenditure was given at £800, 
as compared with £956 now paid for gas. 


Bromley (Kent).— A correspondent says that con- 
siderable dissatisfaction exists amongst the members of the Bromley 
Urban District Council as to the transfer of the provisional 
order for lighting the town with electricity. It appears that the 
Council entered into a оа agreement with a company called 
the Bromley Electric Lighting Power Company, and undertook to 
hend over the powers obtained under tkeir provisional order for a 

с sum of money, but as some doubt existed in the minds of 
the councillors as to who were the directors of the company, the 
Oouncil have communicated with the Board of Trade, and the гер! 
bas been received that the present directors of the Bromley (Kent 
Electric Light and Power Company, Limited, are Messrs. Medhurst 
and Taylor, both of High Street, Bromley, and Mr. Gripper, an 
electrician, of Twickenham, who have expressed their willingness to 
take £5,400 worth of capital, and other capital will be offered to the 
residents of Bromley as soon as shares are issued. 


Burton-on-Trent.—At the last Council meeting the 
question of the recent failure of the electric light was discussed. It 
Mise mo that it was due to the breaking down of the India-rubber 

ulation. 


Calcutta.—An Indian excharge says that very little has 
been done yet in regard to commencing work on the electric supply 
for Calcutta, which a local firm is to carry out on behalf of a 
syndicate. A committee has been appointed to settle matters in 
regard to overhead lines, and until this question has been gone into, 
progress will be purposely retarded, as much depends upon the 
acceptance of the company’s proposals for the laying of mains in the 
several streets. 


Chelsea.—The standing orders have b:en found to be 
complied with in the case of the Chelsea Electricity Supply Bill, 
which came before the examiners this week. 


Colwyn Bay.—The Surveyor (Mr. W. Jones) has pro- 
duced plans showing the two routes for the line of cables for electric 
lighting of the Promenade. The cable is to be laid along Lawson 
Road to the Parade. 


Crieff.—A letter from Mr. R. Frederick Yorke was read 
at the last meeting of the Town Council, in which that gentleman 
puts forward a scheme for utilising water power for electric lighting, 
which he recommends instead of the steam scheme already under 
the Council's consideration. 


ouse. The electrical plant at the asylam is now so far 


Cromer.—The Zastern Diily Press says that the High- 
ways Committee has received a letter from Mr. Gibbons, (?) Town 
Hall, Bradford, asking if the Council had any intention of transferring 
their provisional order for electric lighting to a company, and stating 
that if such was the case he would be able to submit an offer. The 
Council will consider a bond fide proposal. 


Croydon.—Prof. Kennedy has been appointed con- 
sulting engineer to the Croydon Corporation from March 25th next 
at а salary of £100 per annum, with commission on certain work. 
Mr. Minshall, the present engineer-in-charge, has been appointed 
electrical engineer as from March 25th next, at a salary of £250 per 
annum, rising on September 29th to £300 per annum. 


Enfield, —The General Pa Committee i8 inclined to 


oppose the granting of electric lighting powers to the gas company, 
but has asked for the company's observations firat. 


Glossop.—A sub-committee of the Town Council is to 
see the manager of the Municipal Electric Supply Company re the 
electric lighting proposals put forward by that company. The ques- 
tion of putting down a municipal plant is not being lost sight of. 


Gourock.—The Burgh Commissioners will oppose the 
application made by the North British Electricity Company for a 
provisional order. 


Greenock.— The Electricity Supply Company, which 
proposed to apply to the Board of Trade for a provisional order to 
supply electricity in Greenock, does not intend to proceed with the 
application at present. 


Hereford.—The County Surveyor has been looking into 
the question of lighting the Assembly Rooms by electricity, and has 
prepared estimates of the cost of plant, &c., but as a provisional 
order is now being applied for, nothing will be done in the mean- 
time. 


Hull.—A proposal to instruct the Works Committee to 
consider the advisability of lighting the Workhouse premises by 
electricity throughout came before the Board of Guardians, but there 
was opposition, and the proposal was negatived by & large majority, 
as the Committee “ already had sufficient to do." 

The tradespeople are asking for a reduction in electricity charges. 


Ipswich.—A London electrical firm has approached some 
members of the Ligbting Committee with & view to securing & 
transference to them of the Council's provisional order. 


Ipswich (Queensland). — The Australian Building, 
Enginecring, and Mining Journal recently gave the following list of 
the tenders submitted to the municipality for the supply of electric 
lighting plant and machinery, &c. Notice of the invitation of 
tenders appeared in the Review :— 


2 
Sxction A. —Crompton & o. "n T T .. 1,020 
Siemens Bros. & Co., Ltd. .. E ё ee 21,075 
Babcock & Wilcox, Ltd. #9 " .. 1,650 
Section B.—Crompton & Co. S e ys «à - 856 
Siemens Bros. & Co., Ltd. .. a és 920 71 
Babcock & Wilcox, Ltd... i 29 .. 1,050 
Section C.—Siemens Bros. & Co., Ltd. D ^ .. 8,159 
Brush Electrical Engineering Co., Ltd.. +. 8,200 
Babcock & Wilcox, Ltd. °з ae .. 8,550 
SECTION D.—Babcock & Wilcox, Ltd. oe oe @e E ев 875 
Electric Construction Co. .. s vs АР 417 
Siemens Bros. & Co., Ltd. .. is P js 618 
SECTION E.—Biemens Bros. & Co., Ltd. ee * э ee oe 6,994 
Noyes Bros., Agents for the Callender Co. .. 1,316 
Brisbane Electric Supply Co. T .. 10,068 
SECTION F.—Siemens Bros. & Co., Ltd. és © s 725 
Crompton & Co. os ee oe oe oo 760 
Nalder ee oes э в : ee ee ee ee 785 


Mr. Hesketh, the Government electrical engineer, who advised 
regarding the contracts, made the following notes: Section A.—The 
boiler I would prefer to have accepted would be the Babcock and 
Wilcox water-tube, but as the price seems too high I think the com- 

und Cornish made by Messrs. Evans, Anderson and Phelan should 
be accepted. Section B.—If the Cornish boilers are obtained the 
ateam pipes should also be ordered from them to save trouble. 
S:ction C.—Messrs. Siemens Bros.’ combination I consider the best. 
Section D.—It is advisable to place the order for the switchboard 
with the successful tenderers for Section C. if the price is not 
prohibitive. I therefore recommend Messrs. Siemens’ tender for 
acceptance. Section E.—I have personally great faith in the 
B. E. S. Co. cable, manufactured by the British Insulated Wire Co., 
and from personal experience can testify to its excellence. I have 
no reason, however, to doubt the excellence of the cable manufactured 
by the other two tenderers, and their prices are considerably lower. 
Section F.—The transformers quoted are all good, and in the 
selection it will be on details that the decision must rest. 


Jersey.—The Times says that the St. Helen's (Jersey) 
Parish Assembly on Tuesday adopted, practically unanimously, 8 
petition to the States of the island in favour of a Bill empowering 
the municipality to borrow £30,000 for an installation of electric 
light under the direction of parochial committees. 


Leominster.— The matter of electric lighting is said to 
be among the subjects coming before the Town Council shortly. 
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Liverpool.—The Liverpool Corporation is raising а 
million-and-s-balf loan. That sum includes £600,000 paid for the 
tramways, £50,000 for the experimental electric tramway, and 
£400,000 raised under the Electric Supply Act, 1898. 


Lendon.—On Thursday evening last week, Mr. Robert 
Hammond read a paper on “Electric Lighting” to the members of 
the City of London Tradesmen’s Club, at the Albion Hotel, Ludgate 
Circus. A great many surveyors and engineers of local Vestries in 
the Metropolis were specially invited to take part in the discussion 
which followed. Mr. Hammond, in the course of an exhaustive paper, 
dealt particularly with the present electric lighting monopoly in the 
City, observing that the company now providing the electric light 
charged the maximum rate, viz., 8d. per unit, whilst at St. Pancras 
the charge was only 5łd., at St. James’ 53d, and at Kensington 53d. 
He also said that the City пшр maintained a strict secrecy as to 
the number of units they supplied, in spite of the fact that by the 
Act of Parliament they were compelled to furnish an annual state- 
ment. From computations he had made, however, by means of the 
division of the revenue of the company by 8d. he found that 
the iE oed had supplied during 1896 a total of 54 million 
nnite. ow comparing that output with some of the other 
companies in the Metropolis, he thought the charge made by 
the City company was very unfair, because he found that com- 

i th as small an output as 100,000 units only charged 
about 6d. The City Commissioners of Sewers were responsible for 
granting the present monopoly of City electric lighting, and the 
present arrangement was that until thecompany reached a 10 per cent. 
dividend, and cleared off the arreara of previous years, the consumers 
would have to contiaue paying 84. per unit. The City company, he 
added, had quite recently issued £200,000 more ordinary shares, 
bringing the total of such shares to £600,000, and in consequence 
£60,000 & year had to be disbureed to the ordinary shareholders in 
dividends before the price could be reduced. In 1896 he found the 
profits of the year's working amounted to £67,000, out of which the 
ordinary shares ranked for а 7 per cent. dividend. The electric light 
company, he said, which supplied electric light to the Smithfield 
market area proposed to charge only 4d. per unit to the large con- 
sumera, and the smaller consumers 6d. In conclusion, he strongly 
u'ged the City authorities and other local bodies to put down their 
own electric ligbtirg plant, and pointed out that it was possible to 
borrow money to attain that object at from 3 to 3} per cent. with the 
repayments spread over а long term of years. A gentleman pointed 
out that the City street lamps were supplied at a charge of only 3d. 
per unit, but Mr. Hammond replied that these were arc lamps running 
all night, and did not require the same number of men to keep the 
work goiog. Mr. A. C. Morton, à member of the Corporation, said 
tbat the Court of Common Council had the matter before the Lighting 
Committee, and that he hoped before long to see an installation 
beneath the Guildhall, when the Corporation would compete with the 

t company, and supply electric light to all the large public 
ildings and other premises. The Corporation claimed the control 
of the streets within the City. An animated discussion followed, 
and eventual the matter was adjourned for further discussion 
at an early date. Mr. Hammond was cordialy thanked for his 


per. 
uo County of London and Brush Company is applying to the 
Board of Trade for power to change its supply of electricity from 
continuous to alternating currents, and recently applied to the 
Bt. George's (Bouthwark) Vestry for approval to that course, atating 
that the public would receive advantage from the change. A 
special committee is considering the matter. 


Madrid.—4A Madrid correspondent informs us that about 
the keep ne aig nyo the EN эң dur rg 
supp e Electri u ompany for ted, was 
without light for 48 шы xm FS i 


Margate.—The Corporation has arranged a special meeting 
for Tuesday, the 25th, to consider the advisability of opposing the 
application of the Isle of Thanet Gas Company for Parliamentary 
powers to supply electricity for the lighting of the town. | 


Motherwell.—The new shops of the Motherwell Bridge 
Company, Limited, at North Motherwell Farm, will have a complete 
system of electric driving and lighting. At the Dabnell Steel and 
Iron Шыр s Messrs. D. Colville E Bons, 7 д an 5 8 
power in ion is in progress. A beginning bas made wi 
a 100 -f. P. unit, which will bs used for driving the machinery, cranes, 
&c., of their new machine shop. This will be followed later on b 
two units of 500-H.P. each, which will provide current to drive 
the auxiliary machinery in the mills, such as live roller gear, guil- 
lotines, plato shears, straightening machines, &c. The low-tension 
polyphase alternating current has been adopted, and it is expected 
that when the numerous small engines scattered about the works 
have been replaced by motors, & very large saving in fuel and cost of 
upkeep will result. Messrs. Selby Bigge & Co., Newcastle-on-Tyne, 
are the electricians for the work. 


Newport.—The Corporation has decided to increase the 
salary of Mr. Copland, the engineer at the electricity works, and 
that of Mr. Taylor, the assistant engineer. 


Oldham.—The estimated income and expenditure in con- 
nection with the supply of electricity for the year ending March 
25th, 1898, shows an expected net profit of £1,600. The charges to 
consumers &re to be reduced from that date. 


Plymouth.—The Electric Light Committee has accepted 
а tender for the construction of the electricity station buildings. 


working order. 


Portsmouth,.—At the Town Council last week the Finance 
Committee submitted a scale of charges and apparatus for testing 
electric light meters by the Corporation inspector.. It was stated 
that all the meters would be tested before being issued to consumers. 
If, on a subsequent test, a meter was found to bs incorrect agaiost the 
consumer, the Corporation would pay the fee. If, on the other band, 
the meter was correct, the consumer would have to bear the ex 


‘The fee for removing the meter for testing was put at 6s. It wasobjected 


that the proposed fee was rather prohibitive, and it was pointed out 
that the Gas Company charged only a shilling for removing meters. 
Alderman G. Ellis, Chairman of the Electric. Lighting Committee, 
remarked that the testing of the meters was a costly operation, and 
the fee suggested was based on the charges in other towns. The 
recommendation was referred back. 

It is anticipated that the new machinery will soon be in 
It is estimated that the engineering strike 
has cost the Committee fully £2,500 up to the present time, 
through loss of revenue, owing to being unable to carry out orders 
received, and to the payment of £300 to the sinking fund for money 
the loan of which has been sanctioned, but which it has up to now 
been impossible to employ. Despite this drawback, 456 new cus- 
tomers have been attached since Christmas, and 235 are waiting to be 
connected with the mains. 


Reading.—The contract for supplying the handsome 
electroliers and other fittings, including the wi of the Large Town 
Hall, Small Town Hall, Art Gallery, Museum, Public Library and 
Municipal Offices, comprising in an equivalent of 2,500 8-C.P. 
lamps, was placed in the hands of Mr. Leo Sunderland, 39, Victoria 


Street, S.W., agent to the Brush Company. The current was switched 


on a short time ago, and the difference in the lighting arrangements 
have been much appreciated. This makes a good addition to the 
Reading Company's consumers. 


Ripley.—Au application from the General Power Distri- 
buting Company to provide an electricity generating station at 
Ripley, is to be opposed by the District Council. 


Sheffield.—Last week, the recommendations of a com- 
mittee—which we printed last week—7¢ the proposal to purchase the 
undertaking of the Sheffield Electric Light and Power Company at 
the price offered by the company—namely, £220 of Corporation 
24 per cent. stock for every £100 of capital actually spent by 
the company, came before the Council. Several members spoke 
in favour of acquiring the undertaking at once, and the report 
was unanimously adopted. The final call of £1 per share has been 
made by the company, payment to be made by the end of the month. 
е ш oe the whole of the original capital of the company will be 
ally pai 


Smethwick.—The District Council will not consent to 
the Midland Electric Corporation for Power Distribution, Limited, 
making application for a provisional order to supply electric light to 
Smethwick, as that body is already applying for a provisional 
order for municipal plant. 


Somerset.—Owing to the recent fire at the works of 
Messrs. Т. H. Smith & Co., Ltd., situated on the River Parret, 
Somerset, Messrs. Massingham & Co., of this city, have received 
instructions to fit the entire building with a complete installation 
of the electric light. There will be two dynamos, one driven by 
water power and the other by steam. 


Southampton.—At last week's Council meeting, the 
Electric Lighting Committee reported that the output for November 
was 24,240 unite, being an increase of 8,970 unite, or 58 per cent. 
over that of November, 1896. Owing to the general increase of out- 
put it bas now become necessary to run the works continuously 
throughout the 24 hours. Todo this the staff will have to be in- 
creased sufficiently to enable three eight hours’ shifts to be worked. 
At present the only addition n is a third assistant engineer. 
The load on December 23rd was the heaviest on record, and required 
the whole of the plant to deal with it. In consideration of the extra 
work the engineers have performed since March last, a bonus of £10 
is to be paid to Mr. Lee, and £5 each to Mr. Neame and Mr. Britton. 
The following tenders for the wiring and fitting for electric light at 
the electricity supply station were received:—Mr. H. M. Ashton, 
£387 18s. 6d.; Messrs. A. Fort, Lloyd & Co., £395; Messrs. San 
and Co., £415; Mr. F. Shalders, £476. The tender of Mr. Н. 
Ashton was accepted. 

The Corporation want an assistant electrical engineer. See our 
* Official Notices.” 


Taunton.—The Electric Light Committee has been 
advertising for tenders for the supply of 1,500 tons of coal. i 
the month of December 99 16-0.P. lamps were installed; in November 
there were 52; and in October, 34. A scheme for a large extension 
is to come before the Council directly. 


Wakefield.—Complaints are numerous in consequence of 
the non-completion of the electricity undertaking, the delay being 
due to the non-delivery of engines. 


Walsall.—The Council will not agree to the proposed 
provisional order of the Midland Electric Corporation for Power 
Distribution, Limited, to supply electricity in the borough. 


Wandsworth.—The lighting of the large and scattered 
remises known as the “Ram Brewery,” was entrusted to Mr. Leo 
underland, agent to the Brush ерш This is probably the 

largest installation of the kind in the district, comprising an equiva- 
lent of 750 8-C.P. lamps,and seven arc lamps. This installation will 
shortly be connected to the supply company’s mains. 
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Water Power.—The famous falls of the Devon and 
grounds of Rumbling Bridge have, says the Glasgow Herald, been 
examined by electrical engineers with the object of utilising the 
water power to light the grounds and hotel by electricity. The 
engineers will be unable to proceed with the work till they ascertain 
the lowest summer level of the river. Should the scheme then be 
found practicable it is pro to carry the water & short distance 
below the Devil's Mill" in a two-feet pipe with a fall of 12 feet, 
which will give sufficient power to drive a dynamo to light the 
grounds, hotel, conservatory, stables, and outhouses. 


Whickham,.—A Committee has recommended the light- 
ing of the Marley Hall district with electricity, 32 lamps being used. 
n a for the complete installation is £165, and the yearly charge 
о 48. 


Withington.—The proposal of the Manchester Corpora- 
tion to supply this district with electric light has been considered b 
the Parliamentary Committee of the Withington Council, whic 
recommends that an electrical expert be engaged to advise on the 
point. This recommendation has been sent back for reconsideration. 


Wolverhampton.—It has been found, says our local 
correspondent, that the electricity turned out on Christmas Eve 
exceeded by 34 per cent. that turned out on the corresponding day 
of 1896. There is, of course, always a good demand at Christmas 
time, and it is reckoned at the head office that more customers are 
obtained at the Christmas quarter than during any other period of 
the year. It is now regarded as certain that the time cannot be far 
distant when the light will be extended over the entire borough. 
The new sub-station at Chapel Ash is rapidly approaching comple- 
tion, and in a week or two's time it will be in working order. е 
mains will then be carried down the Tettenhall, Compton and Merri- 
dale Roads, where there are a large number of residential dwellings. 
An additional boiler is about to be put in at the Commercial Road 
works, and another new engine is shortly to be placed there. 

The Town Council has resolved, by a majority of 25 to 8, to 
oppose the application of the Midland Electric Corporation for 
Power Distribution, Limited, for a provisional order empowering 
them to supply electricity within the borough of Wolverhampton. 


Yarmouth.—During December the electric light receipts 
were £605 15s., and the expenditure £235 88. 11d., leaving a surplus 
of £370 68. 1d. to meet capital charges of £190 per month. There 
are now 255 customers with 11,938 lamps. 


ELEOTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Burslem.—The Council is giving notice to the British 
Electric Traction Company that proceedings will be taken against 
them if Scotia Road is not completed and opened for traflic within 21 
days; and notice is to be given to the North Staffordshire Tramways 
Company, pursuant to their agreement with the Corporation, calling 
sie them to commence the electric equipment of their line within 
three months, or in default their agreement would be cancelled. — 


Chesterfield, —The Highways and Tramways Committee 
is considering the question of continuing the tramways to Whitting- 
ton Moor and other parts of the district; also the matter of mecha- 
nical traction. 


Dover Harbour Works.—It it stated in a Dover paper 
that there is likely to be a start made in March with the National 
Harbour Works, and it is understood that electricity is likely to be 
the motive power employed, current in all probability being taken 
from the Dover Electricity Company. 


Dover Trams.—The Dover Standard is responsible for 
the statement that with the Maxton section of the electric tramways 
now running, the amount of current being taken from the company 
is not likely to exceed the minimum arranged under the contract at 
the commencement of the running. The current required for the 
extra cars and quicker service is included in this estimate. 


Dublin.—The Kingston Commissioners have discussed 
the proposed alteration in the electric tramway line through Upper 
and Lower George's Btreets. A resolution, detailing an interlacing 
оа pne St. Michael's Hospital and the People's Park has been 
agreed to. 


Dudley.— Mr. Reginald P. Wilson has b:en instructed to 
report to the Dudley Corporation as to the cost of buying the existing 
tramway to Hart's Hill; and also to furnieh estimates as to the cost 
of equipping this and other proposed tram lines on an electrical 
system. 


Ealing.—There is quite a lengthy correspondence in the 
Middlesex County Times respecting the London United Tramways 
Company's proposed electric tramway scheme, which the District 
Council has opposed so strenuously. Many of the writers are greatly 
Burprised at the action of the Council. 


Electric Traction on the Continent.—The Financier 
says that a powerful French company has addressed a simultaneous 
request to the Governments of France, Belgium, and Holland, for 
powers ѓо establish a system of electric traction along the navigable 


highways of the three countries, so as to form an international net- 
work extending from the Rhine, through Holland, and as far as 
Marseilles through the Eastern departments of France, making use, 
for the purpose, of the navigable highways of the three countries. It 
is stated that the Banque de Paris et des Pays Bas" is interested in 
the enterprise. 


Electric Transmission of Power.—A meeting of the 
members of the South Staffordshire Institute of Iron and Steel Works 
Managers was held on Saturday at the Dudley Institute, when a paper 
on “The Application of Electricity to the smission of Power" 
was read by Mr. H. W. Ravenshaw. The writer pointed out that 

rs of works and manufacturers generall were beginning to 
realise the fact that the old methods of transmission of power to their 
machinery were in many cases extremely wasteful, and that the 
electric motor is far cheaper in the end than the line shafting and 
isolated steam engines which have been generally employed. Inan 
engineering works, mill, or colliery, immense quantities of coal are 
uselessly consumed in wearing out belts and bearings, and in raising 
steam which is to be condensed in long lines of pipes and pg re- 
evaporated in the cylinders without any useful purpose. In to 
reduce these losses as far as possible electricity is being employed in 
many cases with great success, a central station being established in 
the works, and electric motors being employed to drive the machinery. 
With this arrangement the boilers could be concentrated, high 
pressure could be safely used, and the labour and coal consumption 
reduced to a minimum; short steam-pipes carried the steam to 
economical engines wbich drive dynamos, supplying the necessary 
light and power to the works. In America and on the Continent 
multipolar dynamos are generally used, but in England up to the 
present the simple two-pole machine has been usually employed. 
'The question of pressure to ba employed was an important one. In 
collieries 500 volts are frequently employed, and with this pressure 
several hundreds of horse-power could be transmitted without diffi- 
culty over a radius of at least one mile. Ina works covering a com- 
paratively small area, both lighting and power could be obtained from 
a 200-volt circuit with economy, incandescent lamps being now made 
to work up to 220 volts. A good many works and mills have been 
fitted for 100 volts, but there is no advantage in so low a pressure, 
while with 200 volts & very great saving is made in the cost of cables. 


Electrical Power Distribution.—The members of the 
South Staffordshire Iron and Coal Masters’ Association were to attend 
a meeting at the Queen's Hotel, Birmingham, yesterday, to hear from 
representatives of the Midland Electric Corporation an explanation 
of their scheme for supplying electrical energy for power and manu- 
facturing purposes throughout South Staffordshire. Sir Benjamin 
Hingley, Bart. (chairman of the South Staffordshire Iron Trade), and 
Mr. C. B. Cochrane (chairman of the South Staffordshire Coal Trade), 
in issuing the invitations, express the feeling that the introduction 
of electrical energy into the district on a scale and for the purposes 
proposed should not only assist the trades now being carried on, but 
should be a powerful incentive to new trades to settle in the district, 
and thus increase its prosperity and rateable value. The Midland 
Corporation is prepared to enter into agreements to supply electrical 
energy for power or manufacturing purposes at 1d. per Board of Trade 
unit, and for lighting at the rate of 6d per unit for the first hour's 
use per day and 3d. perunit for each subsequent hour's use daily. The 
Corporation is also prepared to lay a comprehensive system of mains 
throughout the district, and to supply motors for hire, so that manu- 
facturers can secure the advantages of electrical power at the mini- 
mum of capital outlay. 

The Coseley District Council has resolved to give consent to the 
application cf the Midland Electric Corporation for Power Distribu- 
tion to the Board of Trade for a provisional order to supply the 
district. 

Electrically-Driven. Laundry Machinery.— Electric 
motors are employed at Alnwick Castle for the Duke of Northum- 
berland for driving a large size washing machine, wringer, centrifugal 


dryer. 

Light Railways.— The promo'ers of Ње Llanfair- 
Beaumaris light railway attended a meeting of the Menai Bridge 
District Council, and gave details of the scheme, the proposed speed 
and width of road. The line is estimated to cost £48,000. The 
Council will support the scheme. 

The Essex County Council have passed a resolution strongly in 
favour of the construction of & light railway for Ongar, Dunmow, 
and Yeldham. The proposed line will be 27 miles in length, and 
will serve a purely agricultural district which is greatly in need of 
railway facilities. 

Leeds.—A tub-committee of the Highways Committee 18 
going to visit Glasgow rc tramways. 


Leith.—The Town Council has confirmed the proposal 
to purchase the tramways for £75,000. 


Liverpool.—In connection with the purchase of the 
tramways by the Corporation, a proposal was before that body for 
the payment of £9,000 compensation to the solicitora of the tram- 
ways company for loss of net profits, and £1,200 to the auditors for 
ditto, through the transference. The proposition was not carricd, 
the voting being 35 in favour of an amendment, and 11 against. 

Last week there was a conference of the Lighting Committee and 
the Tramway Committee with regard to the utilisaticn of electricity 
as the motive power on the tramways, the ligating cf the tramcars 
on the experimental line, and the extension of the electric mains 
throughout the city. A report was presented by Mr. Holmes, the 
electrical engineer, showing how the electric system could be applied 
to the tramway service, aud the advantage that would probably result 
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therefrom. The proposals included the establishment of a large new ` 


electric generating station near the Leeds and Liverpool canal, the 
outlay being £152,000. It was decided to refer the matter to Dr. 
Hopkinson. 

Manchester.—It was stated last week that the Man- 
chester Carriage and Tramways Company was inviting representa- 
tives from the various local representatives around Manchester to 
attend a conference on the subject of their proposed Bill for using 
electrical and mechanical power in connection with their tramways. 


Middlesbrough.—A Middlesbrough paper in a recent 
issue mentions the marked progress that i8 being made with the pre- 
paration of the track for the electric tramways. Mr. Robert Smith, 
who had charge of the Dublin and Bristol construction work for the 
Imperial Tramways Company, isin charge here. The section between 
the Borough Hotel and the Ormesby Toll Bar, a distance of a quarter 
of a mile, was laid within eight hcurs, reckoning from the time of 
breaking up the roadway to getting in the setts. 


Mines Drainage by Electrical Pumping.—Mr. J. B. 
Cochrane presided at the usual monthly meeting of the South 
Staffordshire Mines Drainage Commission on 5th inst., at Dudley, 
and in moving the adoption of the engineer's reports, said he under- 
stood that the Midland Electrical Power Company were seeking 
powers to supply electricity all through the district. They would 
undertake to supply, for manufacturing purposes, electricity at the 
rate of 14. per Board of Trade unit, which was equal to 13 Н.Р. 
The question had been before several local authorities in the district, 
who did not quite see eye-to-eye with the company. Many were 
opposing короор sought for by the company, оп the ground that 
they would like to retain the power of supply themselves. That was 
reasonable enough, if the authorities were prepared to supply the 
electricity to manufacturers at something like the same rate that the 
company proposed to do it. He believed the company had 
approached the Dudley Corporation, who, he understocd, could 
not supply electricity at less than 24d. per unit, as against 1d. 
by the company; but they would see at once that it would be 
useless for the Oorporation to propose the supply of electric 
pora at 24d. when the company could do it at 14. per unit. 

e believed 18 local authorities were comprised in the area which 
the company proposed to supply, and it was easy to understand that 
whilst the company would be able to put down economical plants to 
supply particular areas, each of the local authorities would have to 
put down a separate and costly plant. He took it that the local 
authorities had no desire to hinder the progress of manufacturers, 
and if they could not do it at less than 150 per cent. more than the 
company, then it became a question whether the authorities should 
not stand aside and let the company do the work. The echeme had a 
most important bearing upon the work of the Commission, and the 
scheme for unwatering the Tipton district. They would be able to 
pump the water from the surface at various points by electric power, 
and the cost would be very smallindeed compared with what it cost 
to pump it out of the mines. It would probably save contemplated 
expenditure of between £30,000 аса £40,000 in the Tipton district, 
and they could understand what an important consideration that was 
at a time when they scarcely knew how to go on and face the large 
expense of pumping a district overloaded with water. 


Motor Dust Carts.—The Hackney Vestry has deferred 
for six months the further consideration of the proposal to consider 
the advisability of adopting carts and vans driven by electrical or 
other automatic motors. 


Motor Mail-Carts.—The City Press cays that it is stated 
that the chief exccutive officials at St. Martin’s-le-Grand are so satis- 
fied with the experimental motor-car (steam) that runs between 
London and Redhill that we may shortly see the introduction of a 
small electric letter mail van. 


Norwich.—The Norwich tramways are not yet begun, 
says the Norfolk: Standard, and we shall not be able to chronicle work 
in progress for another two months at least. 


Portsmouth.—The Town Council last week confirmed 
its recent resolution authorising the promotion of a Bill in the 
ensuing Session in reference to the acquisition of the local tramways. 


South Staffordshire.—At the last meeting of the West 
Bromwich Council, a letter was read from the Board of Trade, 
enclosing а correspondence which had taken place with the South 
Staffordshire Tramways Company. The latter company had applied 
for a further extension of time for the use of steam on the tramways, 
but the Board of Trade express regret that the arrangements for the 
re-equipment of the lines had not taken place, and that anew method 
of traction had not been completed. They would grant a further 
extension for a period of three months, but they warned the company 
they must not rely upon obtaining any further extension of time. 


Southport.—The Town Council has adopted the recom- 
mendation of the Tramways Committee to make application for a 
rovisional order enabling the Corporation to lay four miles of tram 
nes to Blowick, with subsidiary lines forming a connection with the 
line to the new infirmary, and thus providiog a circular route. It was 
proposed to adopt overhead electric wires and single deck cars, and to 
greatly extend the tramway system in the future. 


Suggested Electric Tramway.—4A correspondent of 
the Surrey Advertiser suggests a conference between experts of the 
Town Councils of Guildford and Godalming and the Milford Parish 
Council fo consider whether it might not prove profitable—as it 
certainly would be a convenience to the public—to establish an 
electric tramway betwcen the three places, with branches extending 


, up Sandy Lane to the immediate vicinity of Charterhouse and the 


building land under development thereabouts, and perhaps also to the 
Farncombe Station from the Portsmouth Road. 


Sydney.—An Australian contemporary remarks that the 
generators, accumulators, &c., for the Rose Bay electric tramway are 
now being erected at the Rushcutter Bay Power House, Sydney. The 


survey bas been completed. Tenders for the construction of the 


permanent way are being invited. 


The Charing Cross, Euston, and Hampstead Rail- 
way.—The Charing Cross, Euston, and Hampstead Railway Company 
have deposited a Bill for powers to extend their authorised line from 
a point under Charing Cross Road, near the Garrick Theatre, toa 

oint under No. 23, Craven Street, Strand. This extension is to be 
in substitution for the authorised Charing Cross terminus, which it is 
proposed to abandon. The Bill also seeks an extension of time until 
August, 1902, within which to construct tke line as authorised in 
1893, subject to the new terminus now proposed. Power is also 
sought to enter into agreements with the Scuth-Eastern Railway 
Company and the London and North-Western Railway Company as 
to the working, management, and maintenance of the railway when 
completed. 


Waterloo and City Electric Railway.—Tbis line will 
shortly be opened for traffic. The line itself was completed some 
time ago, says the Times, but delay which could not be avoided has 
cccurred both by reason of the dispute in the engineering trade, and 
also in connection with the enormous amount of underground work 
which has had to be undertaken Ly the Central London Railway 
Company at the new station opposite the Mansion House. 


Whitechapel and Bow Proposed Railway.—A meet- 
ing of the London, Tilbury. and Southend Railway will be beld on 
February 3rd to lay before the sbareholders the proposed Bill for the 
construction of works and purchase of additional Jands, also to sub- 
scribe towards tbe undertaking of the Whitechapel and Bow Railway 
Company, or to guarantee interest on the capital of that company. 


TELEGRAPH AND TELEPHONE NOTES. 


African Trans- Continental  Telegraphs, — The 
Rhodesian Times for December 17th stated that that part of the 
Trans-Continental Telegraph which is now being carried up north- 
ward from Umtali towards the Zambesi, and will join the line which 
has already been set on the farther side of the river, will, if all goes 
well, be finished about April next. It is expected at Blantyre that 
the line northward will reach Karonga about the same time—that is, 
Cape Town will be in direct telegraphic communication with the 
northern end of Lake Nyaesa, 10° south of the equator. And at the 
same time the southern point of tke telegraph line in Egypt will be 
about 15° north of the equater. Thus, to complete this extraordinary 
work, there will only remain some 25° of latitude to be crossed, and 
in that distance Uganda lies midway. Mr. Rhodes’ wonderful dream 
is becoming more and more of a tangible reality. 


Australian Cable Service.—Several letters have appeared 
in the Financial Times duriog the past few days complaining bitterly 
of the inefficiency of the telegraph service between tbis country and 
Australia, which subject we have ourselves dealt with on many 
occasions. 


Delays in Australian Telegrams.— We have again to 
place upon record two cases of interruption and delay in the 
Australian land line service. As we have pointed out on former 
occarions,this information is gathered from press notices, and thus, 
doubtless, there are many occurrences of this nature which escape 
our notice. Were the Postmasters of South Australia and of West 
Australia to act up to their duties towards the Bureau International 
des Telegraphés, it would spare us the doubt which we sometimes 
feel that we have omitted to register some of the interruptions which 
should be reported to the Bureau for the common convenience of all 
interested in telegrams. The following extract from the Aſelbourne 
Age, of November 20th, has only just reached us :— 

“The Telegraphic Service. A  Far-reaching Block. Business 
Paralysed. 

“ The telegraphic system suffered very severely by the storm, and 
all last night the lines were in a chaotic state. Telegraphic business 
from the Melbourne office was completely paralysed. It was possible 
to communicate with Geelong and Ballarat, and with stations on the 
North-Eastern line, by which Sydney is reached, but Adelaide and 
intermediate stations, together with other trunk lines and the Tas- 
manian service, were completely silenced. The central authorities, 
indeed, state that such disastrous results bave never before accrued 
from any storm. The public, unfortunately, will suffer serious incon- 
venience from the vagaries of the wind and lightning, as the operators 
have before them large piles of messages ready for despatch, bat are 
absolutely prevented by the wrecked state of the lines from sending 
them out. Мое still, the line repairing department is, во far, 
unable to estimate, even approximately, the time at which the scrvice 
can be resumed. Gangs of line men have been sent out in all direc- 
tions, however, and the work cf repair will be pushed on with all 
possible speed, and the operations of the repairers will, as rapidly as 

ossible, be extended into the remote districts where it is known bad 
breaks have occurred.“ 
We also gather from the press that, on Saturday week last, in conse- 
quence of the Australian land lincs workiug badly,” no cables reached 
an important firm of London brokers. 
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Interruption of Australian Land Lines.—In the 
abrence of information from Berne, we have to thank the Singapore 
press of December 13th last for the following:—''The South 
Australian land lines between Port Darwin and Adelaide are inter- 
rupted by heavy floods at the Katherine, 15 inches of rain baving 
fallen in a little over 24 hours. Everything is being done to restore 
communication as soon as possible. The lines via Roebuck Bay and 
Western Australia are working well.” 


Paisley Telephones.—The National Telephone Company 
has asked the Council to appoint a committee to meet representatives 
to consider the question of certain improvements in the telephone 
system, such as the placing of the twin wire or metallic return 
pus e matter will be considered by the whole Council in 
committee. 


Telegraphie Interruptions and Repairs :— 


: Е 8 i ) April Down. Repaired, 
rest- erre 1869) April 0th,1893 . - 
West Indies— 

o 5 ТТ Nov. 90th, 1896 TT) eee 

aytien-Pu 
ре ау } Deo. 31st, 1897 ... " 

Curacao-La Guayra  ... Jan. 5th, 1898 ‚зз dis 
Amason Company's cable— 

Parintins-Itacatiara ... May 65th, 1896 - 

Obidos-Parintins "TT Dec. 7th, 1896 TT өөө 

Para-Cameta  ... .. Jan. 13th, 1898 „ es 
Bundaberg-New Caledonia... Nov. 4th, 1897  ... Gas 
Ceara-Maranham ... .. Dec. 23rd, 1897 „ i 


Teneriffe-Bt. Louis (Senegal) Dec. 24th, 1897 [II eee 
Para-Maranham __.... .. Jan. 9rd, 1898 ., Jan. 15th, 1898 
Saigon-Hong Kong ... e Jan. 8th, 1898 cae $us 


LANDLINNS. 
Trans-Oontinental line be- 
Masol 


yond 
Carthagena - Barran 
(Columbia) 


} March 12th, 1896 . өөө 
quills } July 4th, 1896 .. a 


The Bermuda-Jamaica Cable.—The Direct West India 
Cable Company announces the completion of its cable from Bermuda 
to Turk's Island, thereby establishing telegraphic communication with 
the latter colony. Meseages can now be accepted in Great Britain 
and Ireland at the rate of 3s. a А УҢ The cable steamer is now laying 
the company’s cable from Turk’s Island to Jamaica, and it is 
a to be completed well within the contract date, namely, 31st 

ne 


The Pacific Cable.— The 7imes of Tuesday has an 
article discussing the Pacific cable scheme in relation to the Colonies. 
It is considered that in view of the developments taking place in the 
Far East, the project of an all-British Pacific cable connecting the 
British Colonies of the North with those of the South Pacific acquires 
fresh importance. After dealing with the history of the proposal, 
the writer seays:—" In the summer of last year the question again 
formed a subject of discussion in the conferences of Premiers held at 
the Colonial Office, and again no formal information was given to the 
public as to the result of the discussion. An informal statement was, 
however, made, and though unauthorised, has been since confirmed 
from Colonial sources in a way which leaves little doubt of ite authen- 
ticity, that the position as to the construction of the cable was 
entirely changed by the proposal of the Eastern Extension Telegraph 
Company to lay an all-British line from Western Australia across the 
Indian Ocean to Mauritius, thence connecting with tbe Cape and St. 
Helena and Ascension. The ром appears to have been submitted 
to the consideration of the Colonial Premiers as a substitute for the 
Pacific cable. Here, then, so far as the history of the movement can 
be summarised in a few words, the situation rests. As between a 
Pacific cable, for which they will be asked to pay, and an all-British 
Eastern Extension Jine connecting Africa with Australia, for which 
they will only be asked to make indirect concessions, Governments, 
with the fear of the Treasury before their eyes, hesitate to commit 
themselves to the support of the Pacific cable scheme.” Dealing 
with the future, the writer says :—" Every sign would seem to indi- 
cate that the coming 20th century will be celebrated in the 
history of the world by the development of a new civilisation on the 
Pacific. To affirm the legitimate position of Great Britain in that 
civilisation must be the object of British policy, and for this purpose 
cheap and rapid means of communication between the local British 
centres is one cf the first of necessary conditions. This aspect of the 
question is not dealt with by any proposals for cable construction 
that exclude the Pacific Ocean from their scope.” . . . . “The 
estimated cost of the cable is not great, and it is difficult to compre- 
hend that the construction can have been so long delayed." The 
Daily Mail of January 19th states, under date Montreal, January 
18th, that interest in the all-British Pacific cable has been revived by 
events in the East, and that Sir Sandford Fleming has published an 
open letter to Sir Wilfrid Lavrier reviewing the history of the pro- 
ject, and calling upon Canada to take the initiative at once. 

A Cape Town despatch says that a deputation of the Afrikander 
Bond, headed by Mr. Hofmeyr, presented last Friday an address to 
Bir Alfred Milner, Governor of Cape Colony, representing the urgent 
recessity, in the interest of Imperial defence, of an all-British deep- 
sea cable. His Excellency, in reply,said he was not acquainted with 
the views of the Imperial Government on the subject, but he promised 
to forward the address to England, 


The Telephone Service.—The Daily Mail has learned 


." on authority which it believes to be reliable that the Post Office has 


already come to & very important decision with regard to the tele- 
phone question. It hears that the Post Office inquiry into the re- 
quest (for a license) that came from the city of Glasgow bas resulted 
in an official report confirming the old attitude of refusing to 

any fresh licenses. The Post Office, it understands, takes up the posi- 
tion that the telephone system is on allfours with the telegraph 
8ystem, that it should not be allowed to fall into local hands, for fear 
that systems under different regulations and possibly making dif- 
ferent charges should be established in separate localities. The Post 
Office claims that, like the telegraph and penny post, the telephone 
system should be uniform in its cbarges and regulations." We are 
unable to obtain any confirmation of this intelli but since the 
reasong mentioned conform to those publicly advanced on behalf of 
the Post Office, and, moreover, agree with public policy, we should 
not be surprised if the information proved to be correct. But where 
is Sheriff Jamieson's report ? 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Ashton-under-Lyne.— February 2nd. The Baths Com- 
mittee want tenders for the installation of the n wires and 
fittings for the electric lighting of the Corporation Baths. OIN 
engineers, Messrs. Lacey, Clirehugh & Billar. Вее our i 
Notices” last week for particulars. 

The Secre 


Bilbao.— February 28th. of State for 
Foreign Affairs has received a despatch from Her Majeaty's Consul at 
Bilbao, reporting that the provisional board appointed in connection 
with the electric tramway which it isp to lay from Zumarraga 
to Zumaya, in the province of Guipuzcoa, invite plans and tenders, 
to be received by February 28th, for the construction and equipment 
of theline. Further particulars of the conditions of the tenders for 
the above-named tram line and branch, which together measure 30 
miles, may be inspected at the Commercial Department of the 
Foreign Office any day between the hours of 11 and 6. 


Bedford.—January 24th. The Corporation want tenders 
for the supply and delivery of vulcanised rubber cables. See our 
“ Official Notices January 7th. 


Belgium.—Fcbruary 11th. The Provincial Government 
Authorities in Brussels are inviting tenders for an installation of 
electric lighting in the offices of the Governor of Brabant in the 
Rue de Chene, Brussels. Tenders to be sent to the Gouvernement 
Provincial, Bruseels. 


Berlin.—March 15th. The Municipal Traffic Deputation 
of the Town Council have opened a competition for the construction 
of several new electric tramways in that city. Exhaustive details 
concerning this project are contained in the Elektrotechnische Zeit- 
schrift of the 18th inst., which mentions that proposals will be received 
by the Stadtische Verkehrsdeputation Rathbaus III, Berlin, by 
March 15th. 


Blackburn.—January 22nd. The Corporation want 
tenders for а 500-kw. continuous current steam dynamo, and a 
120-kw. steam alternator. Consulting engineer, Mr. E. M. Lacey. 
See our ' Official Notices " January 7th. 


Bradford.—February 1st. The Corporation is inviting 
tenders for the electrical equipment of about nine miles of street 
tramways. There are three contracts for the following sections:— 
(1) в poles, bracket arms, &c.; (2) trolley wire, insulators and 
overhead equipment; (3) cars, trucks, motors and trolley poles. 
Particulars from the city surveyor or the city electrical engineer at 
the Town Hall. 


Brighton.—January 31st. The Town Council want 
tenders for dynamos, motors, switchboards and wiring for the electric 
lighting of the Municipal School of Science and Technology. Speci- 
fications from the town clerk's office. 


France.—January 22nd. The Municipal Authorities of 
Neuilly-sur-Seine are inviting tenders for the concession for the 
establishment and working of a central electric station in the 
"xri Particulars from, and tenders to, La Mairie de Neuilly-sur 

eine. 


France.—March 31st. "Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either M gas or 
electricity. Particulars from, and tenders to be sent to, La Mairie de 
Saint Chamond (Loire). 


Germany.—January 29th. The Hanover Direction of 
the Prussian State Railways is inviting tenders until the 29th inst. 
for the supply of 39,000 porcelain insulators, 1,000 screw supports, 
300 tons of galvanised wire and about 22 tons of insulated wire. 
Particulars from, and tenders to, Die Königliche Eisenbahn Direction, 


Hanover. 
Leicester.—Januery 31st. The Leicester Corporation 
ection of 


invites designs and tender for motor vebicles for the 

house refuse. Specifications and particulars, with drawings, to be 
sent to the Chairman of the Banitary Committee, to the office of Mr. 
Е. Geo. Mawbey, C. E., borough engineer, Town Hall, Leicester. 
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Newport. Jan 24th. The Electricity Com- 
mittee want tenders for the supply and erection of mains, 
cast- and for aro lamps. Con- 


Mr. Robert Hammond. See our “ Official Notices 


Newpert.—January 25th. The Corporation want tenders 
for temporary electric lighting plant for the Wentwood Waterworks, 
н incandescent lighting. See our Official Notices" January 


Rochdale.—Febrnary 19th. The Corporation want 
tenders dd 740 E 


for steam dynamos, balancer, boosters, &c. Engineers, 
Meet Lacey, Olirehugh & Sillar, See our “ Official Notices" January 


Roumanmnia.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
Bucharest for the supply of 50,000 metres of galvanised iron and 


Authorities of Tarifa (Cadis province) for the 20 years’ 


steel wire. 
Е Spain Кешу Ist. Tenders are being invited by the 
et иш for the lighting of the public streets of the town by 


electricity, acetylene or gas. Tenders to El Secretario del Ayunta- - 


miento de (Cadiz) from whom particulars may be obtained. 


8th. "Tenders are being invited until 
шер Authorities of Tordesillas, a small 
Habting bru X of V risa, pen dre eqs for me о 

ublic streets ga 20 years. Particulars 
may be obtained from, and tenders should be sent to, El Secretario 
del Ayuntamiento de Tordesillas (Valladolid). 


Stockport.—January 27th. The Corporation is wanting 
tenders for various plant and machinery for electricity supply works 
at Millgate, Stockport, including Lancashire boilers, steam d os, 


cables. Electrical engin 
Street, B. V. See our Official Notices” January 14th. 


Wimbledon.— February 2nd. The District Council 
wants tenders for the supply, delivery and erection of water tube 
boilers, condensing plant, overhead crane, high speed steam engine and 
alternator, switchboard, underground mains, conduits, &c. Consulting 
сше А. Н. Preece. See our “Official Notices” January 


OLOSED. 


Barrow.—The minutes of the Electric Lighting Com- 
mittee, which were adopted by the Council the week b:fore last, 
contained recommendations to accept the following tenders, which 
had been reported upon by Mr. Manville, for the electricity supply 


Bulldings.—W, W. Fairbairn .. «oe s.o «o cf e+ £8,386 
Section A.—Babcock & Wilcox .. ki КА T T . . 6,050 
н B.— Brush Electrical Engineering Company 
„ Сапа D.— British Insulated Wire Company 


These tenders have accordingly been accepted. 


Derby.—The Council has accepted the tender of Messrs. 
8. Z. de ti, Limited, for engine and dynamo аё £7,132 108. 
Several hundred yards of cable has been ordered for extensions at a 
cost of 2193 14s. 


France.—A contract for the construction and working of 
an electric tramway between Angouléme and Ruelle (Charente) has 
been secured by the French Thomson-Houston Company. 


Leith.—By four votes to three the Town Conncil has 

ven the contract for the supply and erection of steam dynamos, &c., 

or the electric lighting of the burgh for the sum of £8,844 to the 
India-Rubber, Gutta-Percha and Telegraph Works Company. 


London.—From the list of tenders submitted to the 
Metropolitan Asylams Board for the alteration and extension of the 
electric fire alarm system at the South Eastern Hospital, that of the 
Private Wire and Telephone Installation Company at £122 103. was 
selected for acceptance. The highest tender was £387 10s. ! 


London.—The tender of Messrs. Bergtheil & Young has 


been et лче for the electric wiring of the extensions of the 
Guildhall School of Music. | 


de .. 9,882 
(schedule prices) 


FORTHCOMING EVENTS. 


1998. 
Friday, January 21st, at 5 p.m.—Physical Society, at the re me of 
the Chemical , Burlirgton House. Agenda:—(1) 
“On Electric Signallirg without Conducting Wires," by 
Prof. O. Lodge, F. R S.; (2) A Tesla O:cillator will be 
exhibited by P-of. В. P. Thompson, F. R S. 
At 8 p.m.—Institution of Junior Engineers, at the West- 
minster Palace Hotel Lecture on " Laboratory Test- 
ing Machines, and the Latest Example," by Prof. А. C. 
Elliott, M. Inst. O. E., Hon. M. Inst. J. E., of Cardiff. 


Saturday, Jan 23nd, at 3 p.m.—Institution of Junior Engineers— 
Visit to the Engineering Laboratory of the Central 
Technical College, South K n. Demonstrations 
by Prof. W. C. Unwin, F. R. S, Past Pres. Inst.J.E. 
Latest date for receipt of Blackburn Corporation tenders. 
Monday, J шш 24th.—Latest date for Newport and Bedford 
ers. 


At 8 p.m.—Northern Society of Electrical Engineers. 
Palatine Hotel, Hunt's Bank, Manchester. Paper by 
Mr. W. P. Adams on “ The Cost.of Heating and g 
by Electricity.” 
Thursday, January 27th.— Latest date for Stockport tenders. 
At 8 pm.—The Institution of Electrical Engineers “ Notes 
on the Electro-Chemical Treatment of Ores containing 
the Precious Metals" By Major-General Webber, О.В. 
(ret. R E.), Past President. 
Friday, January 28th, at 8 p.m.—The Institution of Civil engineers. 
Students’ meeting. Paper to Ъз read on Condensing 
Apparatus," by Н Williams, Stud. Inst. O. E. 


NOTER. 


The Damage Due to the Strike.— The Board of 
Trade returns for December show a falling off, as com- 
р with the same month of 1896, on steam engines 
rom £318,069 to £188,809, and in other machinery from 
£1,207,930 to £909,839, or a total for the month of 
£422,851. On making the same calculation for the year 
one-half of which was occupied by the strike, the total 
falling off comes to £732,165, made up of & drop on steam 
engines from 43, 286.358 to £3,040,078, and in other 
machinery from £13,727,897 to £18,242,012. The total 
for the year is not double that of December, which month 
we may set down as merely showing an accidentally large 
reduction, Obviously the figures for the whole year are 
safer guides. As there have been other causes than the 
strike to operate unfavourably during the past year, it may 
be considered that the strike has, in six months, reduced the 
exports about £750,000. If one-fifth of this amount would 
count as profit, and if the wages paid amount to five times 
the profit, then the logs in wages is just £750,000. The 
employers have lost £150,000 on this basis, and the men 
have lost the three-quarters of a million and spent their 
reserve funds. In six months the falling off has been about 
6 per cent. of the year’s total, or at the rate of 12 per cent. 
of six months’ output. The figures are bad enough, it is 
true, but they are not hopeless. Every week is increasing 
the productive capacity of the fresh hands as well as their 
number, and the prospects are that, strike or no strike, the 
present year will show thet amalgamated engineers, as such, 
are not necessary to the employers. No man can be of much 
use to himself, his country, or his family, for an indefinite 
period, who orders his goings, or allows others to so order 
them, in direct contravention of the laws of nature, of 
common sense, or of common honesty. 


Eaclosed Arc Lamps.—Mr. W. Н. Freedman concludes 
an articleon this subject in the American Electrician as fol- 
lows: — Besides direct-current enclosed arcs, there are now 
on the market several makes of alternating enclosed arcs. 
These have the advantage over the open that the energy 
employed at the aro may be a higher percentage of the total 
energy supplied than in the direct. They, however, work 
best at one particular frequency, which might be in some 
cases а serious objection. In general, the enclosed arc lamp 
aa compared with the open has the following advantages :— 
Long life, and consequent saving of carbon, trimming 
expenses and annoyance from frequent renewals; pleasant 
light, free from hissing and spluttering, and with very little 
flickering; absence from flying dust and sparks, and fireproof 
qualities resulting from the use of two globes; being run on 
the incandescent circuit, there is no danger from high 
potentials, and no need of an automatic cut-out; simplicity 
of mechanism, and, consequently, less need of repairs. 
Ability to instal only one lamp and not necessarily two. 
Against the above are, however, to be balanced the disad- 
vantages of lower efficiency, and decrease of light with the 
time of running. 
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Overhead Wire Construction.—Mr. W. Wood, en- 
gineer-in-charge of the Bristol electric tramways, has devised 
ап improved frog, crossing and movable point for overhead 
trolley wires, which we illustrate. This type of fitting is 
specially designed for lines where the swivel trolley is in use, 
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the Bristol line being completely equipped with them. 
The chief feature about the device is, that after the trolle 
leaves the wire it is guided across the pu by а groove which 
fits the external diameter of the trolley wheel, and makes a 
positive path. 


Institution of Mechanical Engineers.—The annual 
general meeting of this institution will be held on Thursday 
evening, February 10th, and Friday evening, February 11th, 
at 7.30 p. m., at 25, Great George Street, Westminster. The 
annual report of the council will be presented to the meeting 
on Thursday. The retiring president, E. Windsor Richards, 
Esq., will induct into the chair the president elect, Samuel 
W. Johnson, Esq. The adjourned discussion will be re- 
sumed on the Thursday evening upon the following paper 
read at the last meeting:—** Mechanical Features of Electric 
Traction,” by Mr. Philip Dawson. Among the papers 
which will be read and discussed, is “ First Report to the 
Gas Engine Research Committee : Description of Apparatus 
and Methods, and Preliminary Results,” by Prof. Frederic 
W. Buratall, of Birmingham. 


Munro & Jamieson's Pocket-Book of Electrical 
Rules and Tables,—We are pleased to learn that a 18th 
edition of this indispensable electrical engineers’ pocket-book 
has been called for, but we hope that the authors and pub- 
lishers may see their way to reduce its bulk, which has been 
gradually assuming undue corpulent proportions. We are 
sure that the authors would appreciate the advice and sug- 
gestions of any of our readers as to where they should omit 
om matter, and where they can, with advantage, insert new 


Webb Testimonial Fund,—It is intended to make the 
N at a subscription dinner to be given to Mr. and 

rs. Webb by contributors to the Testimonial Fund, on 
Monday, February 14th, at the Whitehall Rooms of the 
Hotel Metropole. Tickets may be had from the hon. 
secretary of the fund, Mr. Henry Edmunds, 39, Victoria 
Street, Westminster, S. W., the price of single tickets being 
5 18.; and that of double tickets (for a lady and gentleman) 

ing 363. 


Electrical Units.—A Bill is about to be introduced in 


the German Reichstag concerning electrical units of measure- 
ment. 


Polyphased Armature Windings.—In another column 
will bə found the first part of an interesting article by Mr. 
J. P. Stone (American Electrician) on the windings of poly- 
phase armatures, which should go far toward dispelling the 
idea held by many that such windings are especially intricate. 
As will be seen, says our contemporary in an editorial note, 
the Y-winding consists merely of two ordinary alternator 
windings in the case of two-phased machines, or three such 
windings in the case of three-phased machines. 'T'wo-phased 
windings are entirely disconnected on the armature, an 
analogy to such a machine, therefore, being two simple alter- 
nating-current machines with their shafts rigidly connected, 
and corresponding wires displaced with reference to the poles, 
by half the distance between poles. A similar analogy to 
a Y-wound three-phased machine would be three simple 
alternators with their shafts rigidly connected, with corre- 
sponding wires displaced a third of the distance between 
poles, and with three collector rings—one ring of each of 
the three pairs of rings—connected together. The delta 
winding is merely the usual direct-current winding, tapped 
at four equidistant points for two-phased working, or at 
three equidistant points for three-phased working. As 
pointed out by Mr. Stone, the selection of either type of 
winding for polyphased machines is merely a matter of con- 
venience, Where a neutral wire is to be run from a three- 
phased machine, the Y-winding must be used, the neutral 
running from a fourth collector ring being connected to the 
common point of the three windings. Such a neutral will 
supply three additional circuits of a lower voltage than that 
of the main circuits; that is, if the voltage ween the 
neutral wire and the three main wires is 1,000, the voltage 
between the three mains will be 1,732. By placing three 
rings on the commutator of any direct-current machine, the 
rings being electrically connected to three equidistant bars, 
the machine will be a three-phased, delta-wound alternator, 
so far as generating alternating current is concerned. 


hyde. Battery Traction in Chicago.— The Engle- 
wood and Chicago Electric Street Railway Company has been 
actually in operation exclusively by storage batteries for 
slightly more than one year, and its cars have just completed 
400,000 miles of service. This road, says the Street Railway 
Journal, was built in the most solid and substantial manner 
expressly for storage battery work. Late in 1896, a few cars 
from the Madison Avenue (New York City) line were put in 
service, but it was not until January Ist, 1897, that the first 
lot of new cars, built expressly for the road, commenced run- 
ning. This number was increased as rapidly as possible, and 
last summer, on the heaviest days, 20 30-foot motor-cars, each 
with a trailer, have been required. The company owns 44 
sets of batteries, and up to the present time these batteries 
have averaged nearly 9,500 miles of service each, the maxi- 
mum being about 13,500 miles. So far, says our contem- 
porary, there is no perceptible depreciation of the plates, and 
to all appearances they have yet a long lease of life. Nothing 
has been spent on maintenance account. The receiver, G. 
Herbert Condict, states that the entire operating expenses of 
the road in 1897 amount to but 8 cents per car mile, or 
8} cents including the expenses of the receivership. This is 
an extraordinarily low figure, even for a trolley line, and one 
which has never hitherto been approached in storage battery 
work. The cars run about 200 miles each per day, which is 
responsible for the low cost рег car mile of car service” 
labour. Mr. Condict, who is most fair and conservative in 
his statements, is unwilling as yet to say positively that 
storage battery traction is ол this road cheaper than the over- 
head system would be, but says that if the batteries, which, 
as before stated, are apparently in as good a condition as 
when first installed, will last for 8,000 to 10,000 miles more, 
а distinct economy in comparison with the overhead system 
would be shown. 


Obituary.—We regret to hear of the death of Mr. Wm. 
Patterson, of the City Wire Works, Walkergate, Newcastle- 
on-Tyne, whose change of address we notified last week. Mr. 
Patteraon's death occurred on 11thinst. The business will be 
ori n by Mrs. Patterson, under the management of Mr. 

cott. 


Lectures.—A course of 12 lectures is to be given at 
Honiton on “ Magnetism and Electricity," under the auspices 
of the Devon County Council, by Mr. F. Brett. 
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Royal Institution, — Prof. J. A. Fleming is to deliver a 
series of five afternoon lectures on Recent Researches in 
Magnetism and Diamagnetism" in March, as follows: 
Thursday, March 3rd, * Ferro-magnetism ;" March 10th, 
Para-magnetism; March 17th, “ Diamagnetism ;" March 
24th, “ Thermo-magnetism;” March 31st, ‘ Magnetic 
Theories.” 


Appointment Vacant.—The Barrow-in-Furness Corpo- 
ration are advertising for a resident electrical engineer at 
£200 per annum, to take charge of the electric light under- 
taking. See our “ Official Notices for particular. 

The mid be Soelety.—Among the papers down for read- 
ing yesterday afternoon were:—Prof. W. Ramsay, F. R. S., 
and Morris W. Travers, on (1) “The Homogeneity of 
Helinm ;" (2) “ Fergusonite, an Endothermic Mineral.” 
T. Preston,“ On the Modifications of the Spectra of Iron 
em Other Substances radiating in a Strong Magnetico 

ield.” 


Marriage.—On January 11th, Mr. Tom Hesketh was 
married to Miss Fanny T. Dewhurst at Ohrist Church, South- 
port. Mr. Hesketh was, until very recently, assistant 
electrical engineer at the Hampstead Electricity Works. 


Paper.— Before the Newcastle Students’ Association of the 
Institution of Civil Engineers, a paper was read on 12th 
inst., at the Durham College of Science by Mr. John F. C. 
Snell, on “The Advantages of Direct Current Supply from 
Central Stations.” 


Such is Life!—* It may be that not to know Mr. 
Yorke, electrical engineer, of Glasgow, argues oneself un- 
known, but I must plead guilty to not having heard of 
the gentleman a week ago.” So writes the editor of a 
contemporary who usually implies that what he doesn’t 
know i8 not worth knowing. And yet the columns 
of the ELECTRICAL REVIEW have for come years past testi- 
fied to the existence of Mr. Yorke. 


Electric Launches.—Mr. Justus Eck writes as follows 
respecting our recent note on “ Electric Launch for the Czar 
of Russia” :—“ It may interest you to know that at the 
ваше time an order was placed in America for the above, 
another was placed in this country with Messrs. Kerby 
Bowen, Limited, and that this is now being built in the Isle 
of Wight, under the supervision of the Naval Attaché of the 
Russian Embassy in London. Many new ideas are being 
incorporated in this launch, but those responsible for the 
same do not intend to point out their advantages till they 
have been approved by practical experience. This order pro- 
bably followed from the construction by the above company 
of successful launches for German, French and Austrian 

ip and armament companies, and private (and some- 
times Royal) individuals, not to speak of British customers. 
It will be of interest, when the time arrives, to compare the 
relative advantages of the launches, one all American, and 
the other all English manufacture." 


OITY NOTES. 


The Yorkshire Ws have more than once congratulated the 
ллу м —— Отну et 
. smartness which it issues its annual report. 
Ri led: Not only do we again compliment the managers 
upon the celerity with which they have pre- 
sented the statement of affairs to the proprietor, but we must also 
draw attention to the extremely low cost of production which has 
marked the conduct of the business. We thought that Mr. Dickinson 
did something very noteworthy last year when he showed the cost per 
unit to be 1°65d., but that figure has now been decreased by :23d., the 
total cost per unit during 1897 being 1°42d. and the works’ cost 1:02d. 
The following are the chief points in the directors’ report :— 


“The profit for the year, after transferring £2,300 to the depre- 
ciation fund account, amounts to £10,703 1s. 11d., to which is to be 
added the sum т v 12s. 2d. тош forward from the previous 
year, making a £11,095 14s. 1d., which the directors propose 
shali be appropriated as follows :— 


To reserve fund account see See e .. £3,000 0 0 
„ Payment of interim dividend at the 
rate of 5 per cent. per annum on 
the amount called and paid up on 
the ordinary shares of the com- 
pany, for the half-year ending June 
80th, 1897  ... — б aes 
» Payment of a dividend on the 
amount called and paid up on the 
same shares, which, with the in- 
terim dividend previously paid, will 
equal a dividend at the rate of 6 
per cent. per annum for the year 
ending December 31st, 1897 . 4,142 3 7 | 
———— 6,766 11 8 

» Balance to carry forward to next 
account өз P -— m 1,829 2 5 


£11,095 14 1 


"The company's works and plant have been maintained in a 
thoroughly efficient state of repair. 

“ The number of lamps connected to the mains, which, on Decem- 
ber 31st, 1896, was equivalent to 39,396 35-watt lamps, had increased 
by December 31st, 1897, to 49,150 such lamps. 

" In accordance with the resolution passed st the last general 
meeting, 18,948 ordinary shares were, on February 2nd, 1897, offered 
at par to the then existing members of the company, and 18,626 
shares were applied for and allotted. The directors carefully con- 
sidered the suggestion made at the same meeting in favour of extin- 
guishing the founders’ shares in the company, but came to the con- 
clusion that it is not yet practicable to effect such an operation. 

“ The company's new buildings are practically completed, and con- 
tracts have made during the year for additional engines and 
alternators of & total capacity of 1,500 indicated horse-power (or 900 
kilowatts). The greater portion of this plant is expected to be 
ready for use in & few weeks, and the remainder during the coming 
summer. 

" A large expenditure has been incurred in the provision of improved 
means of distributing electrical energy in the central parte of the 
City. The mains have been considerably extended in the direction 
of Kirkstall, and an extension will shortly be made in Meadow Road, 

" A reduction in the charge for electrical energy has been made, 
taking effect cn January 1st, 1898, the maximum price having been 
reduced from 6d. to 5d. per unit. The charge previously made for 
connecting premises has been abolished, except in cases where the 
wires have to be carried exceptional distances, and the minimum 
charge of 13s. 4d. per quarter for current (authorised by the company's 
provisional order) is not now enforced. These modifications will 
represent a future total concession of several thousands of pounds 
annum, but the directors decided upon them in the expectation of a 
compenssting additional consumption. 

“The Leeds Corporation have in contemplation the purchase of the 
company's undertakin g. 


The following table gives the cost per unit :— 


£2,624 8 1 


1897, 1896, 
Total capital expended £181,992 £105,377 
Number of units sold Sys E .. $899,280 701,409 
Number of lamps connected wie 49,150 39,396 
Revenue from sale of current - £16,262 214,728 
Net revenue ... m £10,754 £7,475 
Average price obtained per unit eee eee — — 
Cost of production. s Per unit. 1896, 
G dé. ж 39^. к 876 25d. 29d. 
Oil, te, te а room e 
b was water and engine | 184 054. 07d. 
Баа and wages at generating } 2,041 59d. 66d. 
i а inte f build- , 
nts Harinas bollera, улып Ko. | 444 Mioa d 18d. 22d. 
Rent, Rates and taxes .. ee ee — — — 
Management expenses, directors’ re- 
muneration, salaries о eects 
' U r U ° е е 
stationery and printing, general [ 1406 40d. 41d. 
establishment charges, auditors, | 
law charges, and insurance 
Depreciation of buildings and plant КАР — — 
account } 
Renewal fund gccount .. si es == = = 
Total £4,951 1:49d. 1654. 
Average price 
Revenue, г ва ы 
By sale of current а 
Meter rents, &c. .. } 17,127 0 0 
Supply of steam .. xs T ee — == 
Transfer fees — .. oe T ee — — 
Total 


£17,127 0 0 


Total cost per unit (exclusive of depreciation and renewal ac- 
counts), 1°42d.; works’ оов, 1°02d. 
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ALTHOUGH so short a time has elapsed since 

The Dividends the close of the year, announcements of dividends 

for 1897. are already being made. One has for a consider- 

able time looked upon the St. James’ and West- 

minster in the nature of gilt-edged securities, and this view reoeives 
ample confirmation from the dividends just declared, 

The following list gives the dividends anncucced, with the corre- 

sponding ones for the previous three years ;— 


Loxpon. 1897. 1896. 1895. 1894. 
Bt. James and Pall Mall s „ 144 10j 72 61 
Westminster б 6s we 19 9 7 b 


Yorkshire House-to-House Compspny... 6 0 5 4 


The St. James’ and Pall Mall Electric Light 
Company, Limited. 


At an extraordinary general meeting of this company held at 
Carnaby Street, Golden Square, London, W., on Tuesday, the follow- 
ing resolutions were considered and adopted :—" That the agreement 
bearing date the 16th day of December, 1897, and made between the 
company of the first part, the ies whose names are subscribed in 
the first column of the schedule thereto being the registered holders 
of the 100 founders’ shares of £1 each in the company of the second 
part, and Eustace James Anthony Balfour and Josiah Latimer Clark 
of the third part, be, and the same is hereby approved, and that the 
directors be and they are hereby authorised to carry the same into 
effect. That the capital of the company be increased to £300,000 by 
the creation of 20,000 new ordinary shares of £5 each, and that, not- 
withstanding the provisions of article 4 of the articles of association, 
12,000 of such 20,000 new ordinary shares of £5 each be issued at 
par to the registered holders of the 10) founders' shares of £1 in the 
company as provided by the said agreement of the 16th day of 
December, 1897. That the directors be and they are hereby 
authorised to issue to any registered holder of a founders’ share at 
any time hereafter not more than 120 new ordinary shares of £5 
each at par upon such founders’ shareholder transferring each 
founders’ share of which he is the registered holder to Eustace James 
Anthony Balfour and Josiah Latimer Clark as trustees for the com- 
y, notwithstanding that the said agreement of the 16th day of 
mber, 1897, may not have been executed by the holders of the 
whole of the said 100 founders’ shares within the three months pro- 
vided by clause 6 thereof.” 


The Direet United States Cable Company, Limited, 


TRI report of the directors for the six months ended December 31st, 
1897, to be presented at the forty-first ordinary general meeting of 
the company, to be held at Winchester House on Taesday, January 
25th, 1898, at 2 o'clock p.m., states that the usual statements of 
account for the half-year ended December 31st, 1897, are submitted 
herewith. The half-year’s revenue, after deducting out-payments, 
amounted to £50,098 2s. 8d., as compared with £47,691 2s. 1d. for 
the corresponding period of 1896, showing a difference of £2,497 
Os. 7d. in favour of the half-year under review. The working and 
other expenses for the same period, including income-tax, but exclu- 
sive of cost of renewal and repairs of cable, amounted to £19,722 
13s. 10d, leaving a balance of £30,375 8з. 10d. as the net profit, 
making, with £3,927 13s. 4d. brought forward from the previous half- 

ear, а total of £34,308 2s. 2d. For the correspondiog period of 

896 the working expenses and other payments amounted to £19,815 
13s. 6d. Interim dividends of 3s. per share for the quarter ended 
September 30th, 1897 (paid October 26th, 1897), and of 3s. per share 
for the quarter ended December 31st, 1897 (payable January 29th, 
1898), together amounting to £18,213, have been declared, and after 
setting aside 212,000 to the ‘reserve fand account, the balance of 
£4,090 2s. 24. on the revenue account has been carried forward. The 
reserve fund account has been debited with £8,325 Os. 11d. for cost 
of cable and repairs, and with £2,000 written off the Ballinskelligs 
Buildings account, and after being credited with interest on invest- 
ments, and sum transferred from revenue account, the balance of the 
reserve fund now amounts to £345,767 17s. 9d. 


Blackpool and Fleetwood Tramroad Company. 


Ax extraordinary meeting of the shareholders of this company was 
held last week in Association Chambers, Manchester, to authorise the 
promotion in Parliament of a Bill to give the company powers to 
construct tramways in Blackpool. Mr. George Richardson presided. 
It is proposed to construct a double line from Regent Terrace along 
the Carriage Drive, authorised by the Blackpool Improve- 
meat Act, 1893; a single line from Queen Square to the 
Carciage Drive, and а single line from Dickson Rad to Queen 
Street. But it was explained to the meeting that it would not be 
necessary to construct these lines if the company obtained, as they 
hoped to do, running powers over the lines of the Blackpool Corpora- 
tion. The company propose to take: powers to raise £75,000 of 
additional capital. If it beoomes necessary to issue new shares these 
will be offered at par to the present shareholders. 

The CHAIRMAN, in moving the adoption of a resolution approving 
of the Bill, said the line to Fleetwood was being rapidly pushed 
forward, and would probably be open for traffic by May 1st. 

The resolution was adopted. 


The Eastern Telegraph Company. 


Tum half-yearly meeting of this company was held at Winchester 
House yesterday. The Marquis of Tweedale presided, and referred 
to the increase in the revenue and the working expenses. The Cape 
traffic had fallen off, but that had been more than counterbalanced by 
an increase in the Indian traffic, due to the disturbances on the 
frontiers. After referring to the improvements made in the system 
from time to time, the report was adopted. 

An extraordinary meeting was subsequently held for approving the 
conversion of the existing preference shares. 


Stock Exchange Settlements.—Applications have been 
made to the Stock Exchange Committee (1) to appoint а svecial 
settling day io, and to granta quotation to: Bournemouth and Poole 
Electricity Supply Company, Limited —6,000 44 per cent. cumulative 

referenca shares, and 6,000 ordinary shares; County of London and 

rush Provincial and Electric Lighting Company, Limited — further 
issue of 10,000 ordinary shares; Direct West India Cable Company, 
Limited—12,000 shares ; (2) to appoint a special settling day in Cape 
Electric Tramways, Limited—285,157 vendors’ £1 shares, fully paid, 
Nos. 1 to 285.157; and (3) to allow the following securities to be 
quoted in the Official List: Barcelona Tramways Company, Limited 
—furtber issue of 5,072 ordinary shares, Nos. 14.929 to 20,000; Direct 
West India Cable Company, Limited—£120,000 4% per cent. regis- 
tered debentures; Halifax and Bermudas Cable Company, Limited— 
5,000 shares, Nos. 1 to 5,000, and £103,500 43 per cent. first mortgage 
debentures. Also to appoint a special settling day in, and to 
grant a quotation to:— West Coast of America Telegraph Com- 
pany, Limited — 30,008 shares of £2 10s. each, and £150,000 
4 per cent. debentures, in lieu cf the shares and debentures of the 
old company of the same name now quoted; and to allow the 
following securities to be quoted in the Official List :—Co 
Cable Company—Farther issue of £264,711 sterling 4 per oent. 500- 
year debenture stock. 


City and South London Railway Company.—The 
accounts for the half-year ended December 31st show a balance, after 
providing for the debenture interest and the fall dividend on the 5 
per cent. preference shares, sufficient to allow the payment of 2 divi- 
dend on the consolidated ordinary stock at the rate of 18 per cent. 
per annum, carrying forward a balance of £1,511 to the new account. 
The dividend for the corresponding period last year was at the rate 
of 1j per cent. per annum, the balance carried forward being £1,314. 


City of London Electrie Lighting Company.—all 
outstanding forms of application (with the banker’s receipt for the 
payment upon application which is attached thereto), and all certifi- 
cates for fifths of a share of the issue of 10,000 ordinary shares, 
November, 1897 (Nos. 90,001 to 100,0C0), must be lodged with the 
company on or before 31st inst., otherwise the same will be liable to 
to cancellation or forfeiture at the discretion of the board. 


The Eastern Extension, Australasia and China 
Telegraph Company, Limited.—This company notifies that the 
interest on the 4 per cent. mortgage debenture atock for the half-year 
ended 31st inet. will be paid by warrant on February 1st next. The 
stock register will be closed from the 27th to the 3186 inst., both days 
inclusive. 


Westminster Electric Supply Corporation, — Daring 
the past week this company has offered 34 per cent. debentures to 
the extent of £200,000 for subscription. They were issued at par, 
redeemable in March, 1920, at par. We learn from the financial 
press that the issue was subscribed four times over. 


The St. James’ and Pall Mall Electric Light Com- 
pany, Limited.—The Directors recommend a dividend for half- 
year ending December 31st of 11s. per share on the ordinary shares, 
making, with the interim dividend, 144 per cent. for the year 1897. 


Electric Construction Company.—The transfer books 
for the ordinary shares will be closed from 18th to 31st inst. inclusive, 
for the payment of the second half of the dividend of 6 per cent. 
per annum declared on July 22nd last. 


The Globe Telegraph and Trust Company.—The 
directors announce an interim dividend of 1s. 9d. per share on the 
ordinary shares. 

Oldham. Ashton and Hyde Electric Tramway.— 
The letters of allotment have been posted. 


TRAFFIO RECEIPTS. 


The City and South London Railway Company. The receipts for the week ending 
Janae 16th, 1898, were £1,085; week ending January 17th, 1897, 0 
total receipts for half-year, 1898, £3,259; corresponding period, ' 
£3,273; decrease, £14. 

The Liverpool Overhead Railway Company. The receipts for the week ending | 
January 16th, 1898. amounted to £1,361; corresponding week last усаг, 
21,278; increase, £83, ; i 

The Western and Brssilian Telegraph y, Limited. The receipts or 
the week ending January l4th 71808, a fer deducting 17 cent. of the 
gross receipts payable to the London Platino- Brazilian Retegraph Com 
pany, Limited, were £3,240, ae ё 
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SHARE LIST OF ELEOTRIOAL OOMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 
| rock 


P м Dividends for Closing Closing 
ne. NAME, Share." the last three years, F п, poster m 
1896. 1896. | 1897. 
[] Led., 4 y ^ Deb. oe . oe 4 % eee ees 100 —1f4 100 104 
AR Telegra 5 3 0 e ee ee ee eee eee 6 — 7 od TS x 
Es. d U eee oe ee e TI) 2 9. £2 13s. 61 — 63 61 — 63 
do. 6 % eee eee eee ee 000 £4 18a. C5 6s. eos 111 = 112 111 = 112 
020! Do. do. eee eee eee eee eee eee eee eee 006 131— 14 131— 14 
Brasilian Babmarine Led. e "e" % |... .. [164 — 168 | 164— 1 
Н-д 2nd series, 1998 eee eee % rr ° 112 — 116 112 —116 
Ltd., COM : kien TT ese өөө eee % 4%| . 3— 84 3— 
% | 7%| .. 152—187 [185—190 
234850 | Consolidated Telep, Осы, е ng M, £X Dob, Век ix % PAS A fam 
16,000 Ouba Telog., mae eee eee вее ees р FÉ 8 % 8 % | 8 — * = Ñ 
6,000 Do. 10 Pref. 606 өзө eee eee eee 10 10 % 10 % . 18 — 19 18 — 19 
12,931 Direct Spanish en Led. өөө eee eee [TT] #06 514 % 4 % ° 4 — 5 4— 5 
6,000 Do. do. 10 % Cum. Pref. 606 eee eee 5 10 % 10 % А 10 — 11 10 — 11 
30,000] Ро. do. % Debs. Nos. 1 to 6,000 . 50 44% | 44%] ... [102 —105% 103—106 
60,710 Direct United Btates ote Led. eee eee 006 eee 20 ib 2496 one 101 — 11 104 — 10{ха 
400,000 | Masterm Teleg., Ltd., Nos. 1 to 400,006 ... - 4 | 10 9, | 64%] . | 172— 172 | 178 — 18}xd 
89.900 ; 96 б. Pref. #00 eos 06 000 10 H % E Ty) 10d me ipit 1 
Ы ° A eee eee 106 2 — 
1,902,6152 Do. 47 Met De — Ro - coe [Stock] 4 96 i: .. |130 —133 131 —134 
j Mastern Extension, Australasia Ohina Led. ., 1 |7 % 74 183 — 19 18#— 19 Kd 
25. 200% Po (4 Gov. Bab) Deb, 1.849 ой. аш» duge. J 10 5% | 59 .. |99 —:o3 |99 —208 
100,50 œůlu Do. 40. Bearer, 1 d 4397—6440 100 5 9, 5% со —103 100 — 108 
e African Teleg., Ltd., 5 % Mort. Deb. T 
61,1001 ( C }100 6% * 99 —108 99 —103 
69,200! Do. do. to , 2,344 to 5,509 | 100 | 5 % 5% ... [100 —163 100 —103 
300,000; Do. 4% Mort. Debs. Nos. 1 о 8,000, er } 100 4% 4%| 103 —106 [104 —107 
300,000 ; Mt. Debe, (Mauritius Bub.) 1008 95 | 4 4%| .. [108—111% [108 —111 
пози ad * е si 2 10 4x 4t . 112 — 121 112 — 127 
150000 | Great Horthera Teleg. Cons Ri 210 f 10% 2 2% 2 — 28 
0 orm TT. eee E ee 
[cop c RM AK HIE сес 
: „. | 25 нк = 
100,000 Londoa Pintino-Bravilian Brasilian Telog, Ltd. 6 % Debs. r^» oo | 108 | 6 % 696 107 —110 |108 —11)1 
494. ке | Teleph. Led. 14 48457 $ Nos. 1 to 28 008... [TI] ч A 51% 2 — 61 ^ 6i 
| * ex шылары. . . | | ex 15—17 15 — 17 
15,000 Do, 6 * Oum. 2nd Pref. le | 696, | 6% 14 — 16 14 — 16 
119,234 Do 5 & Мов em. Brd Pri, 1 to прай 515% | 54 6— 6 | 6— 
ов. 11 
130,766 | to 250.000, 26 raid] | on и 61 | 6— в 
329,714 Do. u % Deb. Stock Bed. — ... „, Stock 83% | 34% 108 —107 |108 —107 xà 
171,504 | Oriental & Elec., Non. 1 to 171 шу paid 1!59%| 5% — HH 
100,000;| { F. European Tel, Itd, 4 % ше Jie 49, | 4% 105 – 108 [105 —1C8 
11,839 uter's Ltd. . ecc TII eee soo eee eee 8 | 5 y ^ 5 % 71 81 71 84 
3 Oa ее e eee eee oe Oert. eos Tm 196 et 141 138 = 143 
146.733 VENE River кө maar x De M 580 aus ies s b : W i — Кы ioi zl E. 
Ju eee eee tock TD = — 
15,609 West AL isan rd N ero to 23,199 000 ove eee 10 4 ү | nil 4 — 5 — 
213,400’ Do. eee eee eee 100 5 % 5% 103 —106 103 = 106 
oe eee ee 15 8% 2% 92 - 101 а 
ref. Ord. [11] y b БА 5 % 71— 74 7 = 8 
Def, Ота... eee 7 1 y ^ TI 22 = 4 21 — 34 
Deb. Btock Red. ... Btock TI TT 104 —107 104 —107 
coe өөө ees 10 1% 1 % . ш § i P á 
% Oum. 1st Pref. 106 | 6% 74- 7% | 7 — h 
6 96 Oum. 2nd Pret. 1606 „% 6 5 — 7 5 — 7 
1 to 1,000 „ |1808| 595 | 5% 105 —1(8 |105 —1C8 
ist Mort. Bonds T $1000, 7% . 1105 -110 105 —110 
Ster. Bonds 100 6 64 100 —105 1.00 —105 


e | 618% | 6%, .. 12 184 iH- 181 131 


090 Cum. Pref. 5 eee eos ees ei v 62 i— 62 
26,000 Electricity ity Bupply, Led, Ord, Nos. 1 to 10,377... 51595, 5 ... | 10§— 11 104 — 11 1c 
5 Do. % Deb. Stock Hed. ... Stock 4496 | 44% 112 —114  |112 —114 sis 
40,000 | City of London ‘Hie Lights Oo., , Ord. 49,901—80,000 1016% | 7%] .. | 26 — 27 274 281 28 26i 
10,000 Do. Prov. Certa. 5 2 N 254— 263 27 — 28 254 
40,000 Do. = 6 % Cum. Pret., 1 to 49,008 10/69, | 6% 17 — 18 17 — 18 17§ | 174 

Do. 5 % Deb. Stock, Scrip. (iss. at £115) all paid 5% | 6% 129 —134 |199 — 134 

30,000 | Jounty of Lond. & Brush Prov. B. Leg. Ltd., Ord. 5 10 "d | nd 13 — 141 182 — 141 143 | 14 
20 do. Pref., 40,001— 60 10/6% 6% 151— 16 154 — 16 1514 153 
10,000 | House- to- House Elec. Light Supply, Ord., 101 to 10,100 | 5 .. | u. 9 — 10 9 — 10 94 
0000 Do. ЕЕ 1 % Сав. „ T — n 11 — 113 T TA 

І ö apply, Ltd., 101 to 50,008 | 10|49% | 5 184 — 19 18 — 19 18! 
12,500 Ord., 50, iss. at £2 prem. w | 10| Ее 18 — 19 18 — 19 188 А 

6,452 | Notting НШ Lights. Co. „Lid. 10 2. | 4% 171— 184 171 — 184 
19,980 St. James & Pall Mall Elec. ht Oo., Led. rd., 191-90,080 5 | 72% 103% 1446 | 17 — 18 174— 183 18 173 
90,000 Do. do. % Pref., 30,061 to 40,080 5 % 7% 10 — ll 10 — 11 0? 103 
60,000 Do. do. 4° Deb. stock Red. Stock! .. | .. 101—164 [401 —104 
43,341 | South London Electricity Supply, Ord., £2 paid .. 8 cee эя Dat 26— 2% 21— 34 
79.900 Westminster Blectric Hapolv Uorp.. Ord.. 101 to 80,C00 .. 517%! 9 * 12 K 16 - 17 16 — 17 1 

* Subject to Founder's Shares. t Quotations on Liverpool Stock Exchange. 
1 Unless otherwise stated all shares are fully paid. | Dividends paid in deterred share warrants, profits boing used as capital. 


Dividends marked $ are for a year consisting of the latter part of опе yea” and the first part of the next. 
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SHARE LIST OF ELEOTRICAL COMPANIES —Oontinucl, 


ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 


Basiness dons 
Present een A during week 
— mE teen are rare | Ta i — 
1996 1897. Hiebe- Lowest 
30,000 | British Electric Traction — n . eee „|. [14-18 „ 
90,000 | Brush lect. Inging. Oo., Orad., 1 to 90,000 3 : 1j — 2 : $i 
90,000 Do. do. Non-cum. 6 % Pref., 1 to 98,000 ii 24— 28 iia 
125,0007 Do. do. 4 96 Perp. Deb. Btock. ... eee ee :09 =, 113 1024 yi 
50,000 Do. do 44% 2nd Deb. Stock Red. n ie 00 —103 024 х 
19,126 | Central London Railway, Ord. Shares ee ‘ie T 92— 103 54 51 
143.106 Do. do. do. EBG padde.  .. sí 64— 6 
58,830 Do. do. Pref. half-shares £1 pd. wk M eo] l4- 11 F7 ae 
61,777 Do. do. Def. do. £5 pd. - aa 4— ; T 603 
690,000“ City and South London Railway ... ... "We 15,965| 11 ~. | 69 — : 
28,180 | Crompton & Oo., Ltd., 7 % Oum. Pref. Shares, 1 to 28,180 S bó — 23 ves 
Edison & Swan United Elec. Lgt., Ltd., A shrs, £3 54% 24- 3 
99,261 1 t5 92 
17,139 Do. do. do. "A" Bhares 01—017,139 54% 44 - 5i зн! y 
110,000 | Electric Oonstraction, Ltd., 1 to 110, ᷑mm. ... ; 6 % 28 — 28 21 
16,343 Do. do. 7 96 Oum. Pref., 1 to 16,343 ... 7 96 3à— 38 16 | . 
91,195 | Elmore's Patent Oop. Deposg., Ltd., 1 to 70,000 .. ied v» $^ 3 2 ee 
67,275 Elmore's Wire Mtg., Ltd., 1 to 69,385, issued at 1 рт. ... i $= se 
9,6007, Greenwood & Batley, Ltd.,7 % Oam. Pref., 1 to 9, t jas 9 — 11 “ 
12,500 | Hezley's (W. T.) Telegraph Works, Ltd., Ога. .. - 10 % 24 21} . 
8,000 Do. do. do. 7% Pref. ..  .. 7% 154 - 194 
50,000 Do. do. do. 44 Mort. Deb. Stock 44% 110, -115 i | Y^ 
50,000 | India-Rubber, Gutta Percha and Teleg. Works, Ltd. 10 96 233— 243 | 
$00,000 Do, do. do. 4 % lst Mort. Deba. В 103 —107 | a 
87,500 Fan Overhead Hailway, Ord. ... T eos - 2196 11% - 1145 . 
10,000 |f do. Pret. 4 £10 paid. „ 4 X I — 163 л 
10.500 ^ ш ог" % Bonds, red. 1899 5 4 | 171 —104 102 —105 102 . 
64,0001 Waterloo and City Railway, Nos. 1 to 54,000 0. | 124— 13 | 124— 13 bu | 36 


+ Quotations on Liverpool Stock Exchange, _ 1 Unless . det wies өзгө ol: shares are fully paid, 
Dividends marked § are tor a year consisting of the latter part of one year and ine бге part of the next. А А i 
Onompton ё Co. The dividends paid on tbe ordinary shares (which have not а Stock Exchange quotetion), are as fellews : 18993—0*/.4; 1801—7%,§ 1800—8, „ 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
° Birninebao Blectric Вирріу Oompany, Orainary of 65 EA paid), 73, | London Blectrio Supply Oorporation, £5 Ordinary, 3—34, . 


n) J ба асале 108 * T. Parker, Ltd., £10 (fully paid), 114—124. 


VCC Yorzehire House-to-House Wisetricity Company, £5 Ordinary Вчаге 
o fully paid, 82—88. Dividend for 1896 —6 X. 


lative 6 9%. 65 , 83—8%. Dividend, 1896, on Ordinary 
dires f K. (fully paid), 83-83. Divi 


* From Birmingham Share List. Bank rate of discount 3 per cent. (October 14th, 1897). 


THE APPLICATION OF VECTOR ALGEBRA Hence the magnitudes «f the primary aud secondary carrents are 


1 К 
TO ALTERNATING CURRENTS. к Е 23 
SNC A сй ш = gta 
3 2 1 pM 
Br W. d. RHODES, M.8c., Royal Technical Institute, Salford. MA nte EM Ta a T onis Ji } (33) 
| рме 


„ V уз + ара) (ғаз + ада) + 2 ра N (n r5 ву) + p М) 
If в aud s are the equivalent resistance and reactance of the 


(Conc'uded from page 56.) 


STATIONABY TRANSFORMER, 


20. We will now apply the method to the study of a stationary 
transformer in which the reactances and mutual inductions may be 
considered constant. — 

Let the resistance of the primary circuit be 71, its reactance 51, and 
the primary current 1, and Jet the corresponding quantities for the 
secondary circuit (internal and external), бе 72, s,, and i, the mutual 
induction between the two circuits м; and the potential difference 
applied between the primary terminale, e. 

Then, following the argument of Bection 21, the vector equation of 
E. M. Fs. in the primary circuit is 


ri + ЁТ + Pi = е. (2в) 
The E. M. F. in the secbudaty circuit due to mutual induction is 
= kpM u. This has to furnich a component, r, t, in phase with the 
secondary current to drive the current against the ohmic resistance of 
the circuit, and also а component, I 5, ù. to balance the E.M.F., 


— Ñ 8 is. due to the secondary reactance. We thus have the vector 
E.M.F. equation 


та + ki = pA , 
or 72 ia ＋ 1 5 i ＋ M ii =o. (29) 
Equations (28) and (29) are then the vector E. M. Fr. equations of 
the primary and secondary circuit respectively. Eliminating first +, 
and then 4, we get 
(rra — 31% + pu) + k (ry 8, + Tas); fi = (ra + ka) e 
and (ri 72 — s 8, + DM) + К (ri S + 7a s1)) 1 = — крме 
which may be written іп the forms 
[ iri (ra + 8?) + ратам + k {в (r2 + 838) — р? s, м3} Ji 
= (rj? + 812) е (80) 
and ( (ri 8, + та) + K (ri 72 — 5 5 + р? м?) ds = рме (31) 


primary circuit, we get at once from equation (30) 


+ Pr 72 Lu \ 


В = r n) + agi | dn 
and =g ВМ ) 
: ^ Ta? + 83? 


From equation (30) we also see that the primary current lags 
behind the applied potential differenca by an angle 0, where 
ы Sr) + sr) — 7 8 м? 
"m d 71 (rj! + $3") + р? 73 м? i 


whence the current and applied potential difference are in phase if 
81 8,7 — 9»? M? 5, + 8 712 = 0, (34) 
thet is, for a given primary reactance there are two values of the 


secondary reactance for which resonance may occur in the gestr 
circuit, provided the roots of equation (34) are real, that is, 


р? м? > 231 75. 

From equation (31) we see that the secondary current lags bebind 
the primary potential difference by an angle т — , where 
i — 81 82 + р? м? 

11 82 + 72 81 

It is evident from this that the secondary current is in exact 

opposition to the primary applied potential difference if 
тута — 51 54 + Mu = 0, (35) 


and this condition is satisfied for one value only of 52. : 
Moreover, conditions (34) and (35) cannot be satisfied simul- 
taneously, since then we should also have 


71 39 + 73 81 = О, 


tan ¢ = 


i seat a deg agement. =, 


Ce ; f ʒ p f! T NE a a cn eee A 
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and the secondary current would be infinite, as is seen by reference 
to equation (31). 
If condition (34) is satisfied we see from equation (30) that the 
primary current is given by 
е 
1212 
i т + 8 ; . Ta (36) 
83 
which shows that even if the primary current is in phase with the 
impressed potential difference, ite value depends upon the resistance 
of the secondary circuit, and the ratio of the reactances of the two 
circuits, as well as upon the primary resistance. 
Again, from equations (32) we have 


ty рм 
If now the secondary resistance is negligible compared with its 


reactance, and if its reactance is duo simply to its self-induction Ls, 
this becomes 


11 m 4 rj + sj! 


* 


1. h 


+, м 


If, farther, there is no leakage, во that м? = 1; In, Lı being the 
primary self-induction, | 
ТА 
12 Peg 


where i and N, are the number of turns on the primary and 
secondary coils respectively. 
24. Ав а last example we will consider the action of an induction 
motor. | 
Tus Inpuction Мотов.* 


A multiphase induction motor may be considered as a tran: former 
with its secondary circuit free to rotate. The primary coils are 
wound round a stationary laminated iron N and are fed by 
two or more alternating currents differiog in phase from each other, 
во as to produce а more or less uniform magnetic field rotating with 
а more or less uniform angular velccity. We sball here suppose that 
the magnetic field is uniform and that its angular velocity is uniform 
also. | 

The secondary circuit usually consists of a number of short- 
circuited conductors imbedded near the periphery of cylinder built 
up of thin circular discs of iron. 

The etationary part of the motor is called the stator, and the 
rotating part the rotor. The currents in the stator produce a 
rotating magnetic field wbich induces currents in the rotor conductors, 
the effect being a tendency on the part of the rotor to follow the 
rotating field. 

25. Suppose that each circuit in the stator consists of N, turns of 
wire, and each rotor circuit of N; turns, and let the resistance and 
reactarce of each stator circuit be ri and s, respectively, and of each 
rotor circait when at rest r, and s, and let the E M.F. induced per 
tura in the stator coils be c. 

It w and «4 are the angular velocities of the rotating field and 
rotor respectively, and the frequency of the current i, in a stator 
Ъз n, then the frequency of the currents ia in the rotor coils will 

WwW — Wy n 
"| " 


2 — (UJ. 
or, putting o for . — , 
601 


the frequency of the rotor currents is с л, 

c is frequently called the slip.“ 

(We will sup that E. M. Fa. and currents have their root mean 
sare values. 

It follows that the E.M.F. induced per turn in the rotor coils is c e. 
The E.M.F. induced in each circuit of the rotor coils is therefore 
given by 

| E; = CMe (37) 
and the vector E. M. F. equation is 
72 12 + K % 8, 2 = Ne 


the reactance when in motion being с s} Tous 


€ N e(r} — Кез.) 
P 2 = jg? = (88) 
Ty + 0 82 


The power spent per circuit in heating the rotor is then the scalar 
product of (37) and (38), that is 


0? No” v, 99 
power wasted — 5 (39) 


20. Again, the E.M.F. induced in each stator circuit due to the 
rotating field is given by 
йу = М; e. (40) 


* See also “Theory of the General Alternating Current Trans- 
former,” by O. P. Steinmetz, Transactions American Institute Elec- 
trical Engineers, 12, pp. 351—365, 1897, and Alternating Current 
Motors,” by W. G. Rhodes, М.8о., ErmorBICAL Ravimw, Vol. 37, 
pp. 599-600, 1895, and Vol. 38, pp. 139—142, 1896. | 


Also, the current i, in the stator consists of two parts, the function 
of one part, ii, being to excite the stator and produce the rotating 
field, and that of the other part i,” to transmit energy to the rotor. 
But iy” c ш; N ty 

Ni 
с N e (rz — ko sa) 


Ni (r + в? s’) 


The power transmitted pèr circuit to the rotor is, therefore, the 
scalar product of the vectors 


. . . (by equation (38)) (41) 


ce N e (rs — ko s) 


— m e and — wi (ré + ов) ' 


that is, 


Power transmitted to rotor — UNE E 4 (42) 
r4 + в? $4! 
The output, P, cf the motor is then obtained by subtracting (89 


from (42), that is 
p= с к; е? 72 


в? Ny? er, 
тә + а? $4" 


Ty) + oF sj 
_ Mero (1 — о) 4 
: r4! + с? $4! (43) 


27. To find the torque T exerted per circuit on the rotor, we must 
divide the output P by the angular velocity шу, but 


с = Q1 ~ Wy ; 
LI - Wy 
thore fore w, = «i (1 — с) 
N 2 e? 71 0 
that is C (44) 


T wy (rr + o 87) 
This expression gives the torque in terma of the slip, the resistance 
and reactance of the rotor coils, the E.M.F. developed per turn by 
tbe rotating field at full frequency, the number of turns per section 
on the rotor, and the angular velocity of the rotating field. 
The relation between torque and slip is shown graphically in fig. 11. 


j| \ 
l — 


FIG. 11. 


Equation (44) shows the starting torque is (putting o = 1) 
КЕС. 
wy (ré + s) 
which is greater the lees the reactance of the rotor bars, and the less 
the angular velocity of the rotating field. | 

To give a torque the E.M.F. induced per turn by the rotating 


field should be large, that is, the air-gap should be as small as possible 
and leakage should as far as possible be avoided. 


Тнв MowoPHasB Inpvuction Moron. 


28. In the foregoing theory it has been assumed that the rotor 
bars are cut by a magnetic field rotating at a uniform velocity w. 
So long that this condition is satisfied the number of independent 
currents in the stator does not affect the theoretical treatment of the 
problem. When, however, the stator is fed by one alternating current 
only, the conditions of the problem are altered. The resultant 
alternating field now preserves a constant direction relative to the 
stator. We can, however, regard this resultant field as compounded 
of two uniform magnetic fields rotating with equal angular velocities 
but in opposite directions round the stator. 

29. Suppose, now, that the rotor is started in either direction by 
any means whatever and let the “slips” relative to the two 
fields be с; and c, respectively, so that с; + c, = 2, and 01 o < 
(except at start when it equals unity). 

If the rotor is started in the direction such that c, < 1, it will, by 
(44) be subject to a torque 

м; e 720 1 


71 un (rg + oi! sj) 


tending to diminish oi, and a torque 


Ej e Yq 03 
те vi (ré Ton s) 


T, — 
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tending to increase c; and diminish o. The resultant torque in the 
direction of с; diminishing is 


к T. — a | 
3 wi rj + 01° sy rj + cj зр 
a Nz ёт (са oi) (11 сз si т) _ (45) 
Wy (ri? + 047 8:7) (n + oy! sy) 


30. Equations (44) and (45) bring out clearly the difference between 
the actions of multiphase and monophase induction motors. A 
multiphase motor will run up to synchronism with the rotating field 
before the torque vanishes, and its value is a maximum for variations 
of c when r, — с?з? = о. In а monophase motor, however, the 
torque is zero when с. = oi (at start), and again when 


e 
0,045) — T) = 0, 


that is, when " ( fa ) 
- 194" |- -J3 
| Sy 
= Мда 22 (46) 


which shows that every monophase induction motor has, for а given 
frequency of the current, a s peculiar to itself beyond which it 
cannot go, and this speed is determined by the ratio of the resistance 
to the reactance of the rotor windings. 

Equation (45) also shows that unless s, is greater than ra, the motor 
will not run at all, because the product c; c, being necessarily less 
than unity in whichever direction the motor is started, there would 
ba a torque in the opposite direction. 

31. Whereas, then, the multiphase motor can possibly approach to 
synchronous running with the rotating etic field, if the load 
were made sufficiently small, a monophase induction can never go 
beyond the limit set (io (46)) by its own resistance and reactance, 
га я thus, under Pad most favourable мош ды a spees less 

t correspon to synchronism with the supply curren 

32. With regard to the representation of root mean square (В мв) 
values by vectors, and interpreting results deduced from vector 
equations as if the quantities represented в м 8 values, we can only 
"r that it is often convenient to take в мв instead of pepe 

ues, more especially since for most purposes we can any 
periodic E. M. F. or current curve and ceed to make calculations as 
if the actual curve was replaced by а simple harmonic curve 
having the same periodic time and the same в м s value, 
and if we give to a vector а magnitude to represent the в м 8 value, 
and а suitable phase positions, we shall accurately interpret any 
results involving only scalar products. 

33. The simplicity of vector calculations in alternating current 
problems and the ease with which the method may be taught to 
students whose mathematical knowledge is of an elementary nature 
renders the teaching of a difficult subject much less laborious; and 
we think that the sooner young electricians know that much may 
be learnt of the theory of alternating currents without & previous 
arduous mathematical training, the sooner will a greater interest be 
aroused in what is perhaps the most fascinating branch of physical 
science. 

34. In conclusion I may add that the foregoing theory, most of 
which is not elsewhere obtainable, may be understood by any reader 
possessing only a knowledge of a little trigonometry and of algebra 
up to quadratic equations, on taking for granted Propositions 1, 2, 
and 3 of Section 9. These, together with Sections 6 and 7, are the 
keynotes of the whole method which I have applied to а few of the 
more prominent problems of alternating currents. When these are 
thoroughly understood, it should be an easy matter to adapt the 
method to most problems which may arise. 


CORRIGENDUM, 

I regret that there is an algebraical error in Section 22 (second 
article). As the slip affects the final result I have completely 
rewritten that section. My thanks are due to Mr. Alexander 
Russell, M.A., for very kindly drawing my attention to the error in a 
private letter. 

22. In this case the vector equations to be solved are 

(ri + Ха) й + Армий 
Крма + (rs + * 8) ty 

and 1 1 +t 
whence, on putting Mj, = M4 = м Р 
{ri Ya — 51 82 + 7° м? +k (ri $4 + 72 5) | 11 = {ry + k ‘Sy -p Кӣ 


е 


€ (23) 


li 


(т Ta 81 + FN ＋ I (ri S K 12 81)] ih = {ri ＋ * ei) e 
Putting for shortnoss 
i | TyaT,— 518, + P M? = р 
and 
71 S2 + 723; = Q 
these equations become 
(Р + 4 9) 11 {ra + К (5, = рм) е 
(r ＋ A i (n T I (s ο ne 


which by multiplyirg borh sides of the equa'ions by P I Q, and 
simplifying, may be wiitton 


Q^-0)4- [Р Ta + Qi —pM) +h iv (sy — N) 72 qi] (24) 
(P? + o) h = [Pr + a(n - рм) th (r(n - 0-1 e 


li 


(23a) 


| 


These are the vector current equations giving the components of i 
and ia along and at right angles to e. By addition we have 


1 + 00 1 
(25) 
le (ri + r)-F @(1+5—2рм) +k (P(n + 8,—2pM) Oi 72] Je 
which gives the components of the main current along and at right 
angles to e; thus the component in phase with c is 
P(n-r)to(nts-2»w) ~ 
P? + Q? 
and the component at right angles to ¢, or the wattless component, as 
it is called, is 


р (з + 8 — 2pm) — о (п + т) І 
P? + 9 
Multiplying and dividing the right-hand side of equation (25) by 
P (rı +74) + 0 ( + & – 2pm) — k {P( + 82 — 2 N) — 
Q (n + 7j), 
we get, after some reductions, 


(ri + Y + (si + 2 —2puyle 

"7 P(r + т) + Q (1 + & — 2pm) — & {Р( + 8 — 2 рм) — 
o (ri + 72)] , 

which shows that the equivalent resistance, B, and reactance, 8, of 

the parallel circuit are given by 


_ (ri +r) Ьо (i 4 32 — 2 5 M) | 


€. 


(n + 12)? + (1 + 83 2% 1) 
Pla + ½ — 2pm) — q(ri +r) 
(i + та)? + ЄЛ + 8 — 2 р м): 
and the equivalent impedance, 1, is given by 

1? = д? + в? 


(26) 
— 8 = 


о 8 
(ri + 72)? + (а + „ — 2pm)?’ 
or, putting in the values of P and о, 
(rir) (ri 12-81 8, + p: м2) + (8, + 82-2 р M) (r1 82 + 72 51) 
(ri + т) + (1 T S 2 p N 
в (81+ 82.—2 p M) (II r. — 81 за + p° м?) — (ri + ra) (тү 82 + Ta 31) (27) 
(r. + r3? + (ә + 8 — 2pm)? 
a (fia — 81 58, + р M:): + (түз, + t s) 


I se AO ye ² — 


(ri + r)? + (э + 5. 2 рм)? 


AMBROIN. 


[COMMONICATED. | 


AMONG the various insulating materials which, besides ebonite, 
vulcasbest, porcelain, and slate, have from time to time made their 
appearance, ambroin is well worth consideration by electrical 


engineers, and during the short period of its existence the many 


advantages it presents to the electrical industry, have caused it to be 
highly appreciated by all who, from practical experience, are in а 
position to judge. 

Ambroin is composed of fossil copal and silicates, and the silicates 
are saturated and mixed with the copal by a patent process in such & 
manner that, after being subjected to а very great pressure, an 
exceedingly strong, firm, uniform, and non-hygroscopic material is 
produced. By varying tbe proportions of the component parts a 
number of qualities, to meet all possible requirements that can be 
demanded of an insulator, are manufactu and, for example, the 
fireproof quality contains only a sufficient quantity of copal to ensure 
tbe adhesion of the mass and to destroy the water-absorbing capacity 
of the silicates. 

A short summary of the qualities of ambroin may be of interest. 

After being subjected to pressure ambroin does not undergo any 
variation in volume, and, in consequence, the most complicated pieces 
can be very accurately moulded. This is of special importance where 
the insulation consists of several parts, as all the are inter- 
changeable, and portions which are particularly subjected to wear 
can be easily replaced. Screws can be moulded in ambroin and do 
not require any further cutting to ensure accuracy. . 

Ambroin, even in the open air, does not absorb moisture, in which 
it differs from most other materials, and this not only greatly 
increases its value as an insulator, but there is no danger of the 
destruction of the insulation owing to the water taken up freesing in 
the winter. To illustrate the relative amount of water absorbed by 
various materials we me the following comparison. Pieces of equal 
sizə and with a smooth surface were taken, and after being imm 
in water at 75 C. for 14 hours the increases in weight was:— 


1. Ambroin sat is sd T .. 032 per cent. 
2. “Aetna” material(thesurfacebecamerough) 317 „. 
3. Stabilit ко s е i e 141 „ 
4. Vulcas bet wea - pue . 480 „ 
5. Vulcanised fibre et гае *. 245 » 


Dielectric strength according to tests of the Reichsanstalt, Berlin :— 
(1) A dry sheet 0:34 mm. thick was ло! pierced with 5,000 volts. 
8 A sheet 5 mm. thick, after lying ia a room containing 40 per 
ent. moisture, was not pierced with 36,000 volts. 
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The insulation resistance of dishes 3 mm. thick with 200 volts :— 
2 Without preparation was 200,000 megohms. 

2) The dish was half filled with sulphuric acid, 26° Bé, covered up 
and subjected to a temperature of 49° С. for 10 days. After a super- 
ficial drying with blotting paper the resistance was the day following 
150,000 megohms, and two days later 200,000 megohms. 

In view of the great importance of mechanical strength in an 

insulating material, especially when used for traction work, & com- 

tween ambroin and other substances should prove 

ctive. For the purpose of the compression tests 1-in. cubes of 

ambroin and ebonite were taken, which presented a surface of 
1 aq. in. to the pressure. 


At normal tem re the destruction of the ambroin cube took 
rere се а of 2,688 lbs., and of the ebonite cuba under а load 
3,198 


At 60° О. the ambroin cube withstood the pressure up to 1,958 lbs., 
while the destruction of the ebonite cube begins under a very small 


To test the tensile strength, rods of equal dimensions were taken, and 
at normal temperature the breaking strain was :— | 


For ebonite... T vs oes 
„ Aetna material ul . . 1,850 „ 
„ ambroin is : . 2,082 „ 1 


9 А 
(1,700° С.) for some considerable time, and this {аш у can, therefore, 
be used in all cases where, owing to short circuits, sparking causes a 
great heat. Of other materials, ebonite and celluloid 
in water at a tem 


up 80° С. and of concen 
and this quality is well adapted for battery boxes, while a 
quality which is not attacked by alkalio or chlorine is for 

electro-chemical purposes. 

Ambroin does not contain sulphur or any other oxidising substances. 
The uses to which ambroin may bs put include the insulating 
rts of dynamos, electromotors, and transformers, as Brush insu- 
commutator rings, transformer bobbins, &c., also accumulator 
boxes, while plates for resistances and switchboards, either with 
contact studs complete or with holes moulded in to screw down the 
i ial attention. Ambroin overhead insu- 
used on many of princi om 
the Continent with satisfactory resulte, and it is particularly adapted 
for motor cars, in fuse boxes, arresters, switchboards, 
switches and controller insulation. r the last named a special 
quality is made, which combines high insulation with resistance 
against the action oe жар, and which is evenly and firmly 


REPAIRING A “BURNT-OUT” COMMU- 
| TATOR.* 


Br NORMAN Н. CROWELL. 


Ir the dynamo-tender understands his business and has 
suitable instruments at hand, it may be but a matter of a 
few minutes’ time to discover the cause of a “ breakdown” 
and set about its repair. If, however, he happens to be a 
good steam engineer, but a novice at the practice of the 
electrical art, and tends dynamo by “ throwin’ her in gear” 
and trusting to luck, he may as well sit calmly down and 
wait for reinforcements. 

Under the 5 of a competent electrician, a serious 
breakdown is of rare occurrence. There can be little trouble 
with the machine with a firm foundation, steady power, 
tight screws, evenly gronnd brushes, and the constant appli- 
cation of a good big “rag” to the parts where dirt, grease 
and co ust collect. | 

In the case in hand the dynamo had gone on for months 
grinding out Ив existence with no attention from the tender. 
He never knew whether the brushes bobbed, the commutator 
cut or sparked, or where to oil the journals. This state of 
things could not continue long without something giving 
way, and the lights suddenly winked out one night leaving 
Mr. Engineer “ up a stump.” 

By the aid of a dim and flickery lantern we hastily 
inspected the dynamo, field-magnet, wall attachments, 

und wire and even the friction clutch. As far as could 
seen everything was tight and in order. Now we must 
roll up our sleeves and hunt for the “trouble.” A small 
boy eagerly grasps the opportunity to turn the “ magneter ” 


° American Electrician. 


handle while we poke around feeling for shocks, and we find 
а good many. ШЕ M: 

Everything is found all right until we test the exciter, and 
here we find a grave condition of things. By placing one 
wire against a segment of the commutator and the other 
firmly against the end of the armature shaft, we get а merry 
tinkle from the bella, By testing the segments one by one 
we discover that about every third one is in connection with 
the shaft. We have located the difficulty, and now proceed 
with the treatment. "XL uu COM 

We first remove the armature from its chamber, and by 
testing it again we prove our theory to be the right one. 
Then we make out a little list of articles needed and send 
the small boy away with it. The list reads as follows: 
Twenty pieces of heavy mica, 4 x 5 ins.; can of shellac 
and brush; strip of heavy duck oloth, 6 ins. wide; needle 


-and saddler’s thread. | 


While he is in quest of these things, we place the armature 
in the lathe to facilitate matters, and unscrew the barr that 
holds the cap over the ends of the commutator segments. 
Next, we remove the “cap,” and the cause of the short- 
circuit is visible to the eye. In several spots the thick mica 
layers are charred through, and when we peel them off we 
fiad the copper has a “worm-eaten” appearance. . 

Take a flat file and cut through the band of wires about 
the armature head. If the cover is badly worn or torn, file 
both bands and take the cover off entirely, saving the eyes 
for use on the new cover. This exposes to view the 20 pairs 
of wires leading from the armature to the lugs of the seg- 
ments. Now comes the delicate task of spreading the seg- 
ments. It is delicate for the reason that they are worn to 
the thinness of an ordinary pasteboard and require careful 
handling. However, by pulling gently with the pinoers they 
are lifted from their bed and the charred insulation is scraped 
and blown away. , | 

At this point, we test the connections between the arma- 
ture wires and the lugs and find them good. Now carefully 
inspect the insulation of the base-cap, and if you find it un- 
impaired, proceed to the laborions task of cutting the mica 
into strips. 

These strips we make } inch wide, 4 inches long, and cut 
one end off at an angle of 45°. Care must be taken to kee 
the mica from flaking, otherwise yon will be greatly hindered 
іп the work to follow. After enough strips are cnt, we lay 
them in a place convenient to our reach and turn our atten- 
tion to the dismantled commutator. Make sure that no 
small hoe of insulation adhere to the segments, and then 
carefully return them to their original position. Slip a 
heavy rubber band over their base to keep them in their 


im we insert the shaft а а тіое, with the E 
end nppermost, giving us most convenient position for 
handling the tioklinh job we now undertake. The next step 
is to put a strip of the mica between each segment and its 
fellow, making sure that the pointed end fits the V-shaped 
recess in the base-cap closely. Take a strip and swab it with 
shellac, then gently pry two segments apart and slip in the 
strip. The job increases in difficulty as it nears completion. 

A small wooden mallet лае used to tap the strips down 
into place, and this is the place to exercise patience as long 


as me ; 

ow, with the task half done, the mica strips stick cub 
} in. from the normal surface of the commutator, and 
should project at least an inch beyond the ends of the seg- 
ments, The ends that thus project are now carefully clipped 
off close to the segments with a pair of sharp shears, care. 
being taken to make good clean cuts. When this is done, 
drop the mica ring behind the strips to hold them from the 
shaft. Now take an extra thick and fine sheet of mica, and. 
cut out a circular piece with a hole in the oentre. This is 
to take the place of the old insulation on the “cap,” and 
must fit accurately, and be thick and solid. 

Fit this ring to the cap and put the cap on the shaft in 
position. Now starb on the burr. Unless you have access 
to a special vice for holding the cap firm, it will be very 
liable to turn, thereby twisting the segments out of position 
and perhaps destroying the insulation. This must be 
avoided, but the burr must be set on so tightly that there 
will be no probability of its loosening, although the direction. 
of the armature's rotation may tend to unscrew it, which is 
unfortunately the case with many machines. | 
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With the сар and burr in place, we proceed to remove the 
superfluous mica that confronts us. This is done best with 
a very sharp knife point. When the most of it has been 
cut and pared away with the knife, take the file and finish 


it. 

Now, if you have succeeded in getting the commntator 
round or approximately so, you may be assured that your 
job has been well done, but if it presenta un oval shape or a 
very uneven surface, you will probably have the pleasure of 
going over the whole process again. If it is oval the brushes 
will bob.and dance until the bulging part wears thin and 
caves in. If uneven, the chances are that it will not permit 
lathing, and you may have to loosen the burr and spend an 
bour adjusting it. The commutator shonld be so nearly 
circular that a small amount of light filing will complete it. 

Having removed the rubber band, you are ready to put 
on the drum or canvas coating on the armature head. It is 
a good idea to have some one who is handy with tools atterd 
to the making of a duplicate of the old cover, which is a 
simple matter, while you are engaged on the other work. 
Wrap the cover tightly around the head and sew with the 
saddjer’s thread. Put on a liberal coat of shellac. Then 
cut some long strips of medium thin mica to support the 
band wires. Next wrap some No. 16 (B. & 8.) wire around 
the edge of the drum over the strips of mica at a strong 
tension. Make a bend about 4-іп. wide and solder in 
several places. Care must be tuken that no part of the 
cover or solder bulges out so that it will touch the chamber 
when the armature is placed in position. 

Now everything is completed, and you are ready to slip 
the armature back into its chamber, adjust the brashes and 
start up. It will take a minute for the mag net to pick up, 
bnt if you have been thorough io your work you will have 
the satisfaction of seeing the pointer begin to dance, and 
when you turn the handle, realise that you bave saved your 
company time as well as expense. 


A MAGNETIC TESTING INSTRUMENT. 


Messrs. В. B. TREAT and S. W. Esterline, of Purdue Uni- 
versity, Lafayette, Ind., have recently published a деғсгір- 
tion of a piece of apparatus for testing samples of iron, 
which presenta some features of interest, thongh no new 
principle of construction is involved. The general arrange- 
ment of the apparatus is shown in the figure. Two bars 
under comparison are clamped side by side, in holes turned 
to fit them, in heavy blocks of very soft iron. Round the 


hars are ebonite bobbins or spools, wound with copper wire, 


and a closely fitted slot-wonnd dynamo armature is run at a 
high known speed, presumably by a motor, in a gap between 
the blocks. The dynamo brushes are connected to a Weston 
voltmeter, so that only a very small current is taken from 
the armature, and the readings of the voltmeter are directly 
proportional to the flux through the armature. 

be instrument can be used in two ways. In one the 
magnetising currents in the bobbins on the two bars may be 
adjusted, so that the fluxes in the two bars are equal, and 
opposite in direction. When this is the case, there will be no 
flux through the revolving armature, and the voltmeter will 
show no difference of potential between the brushes. If one 
bar, whose magnetic properties are previously ascertained, be 
used as а standard of reference, and the magnetising force of 
the current round it carried through any range, then by con- 
tinually adjusting the magnetising force acting on the other 
bar, 80 a8 to give no deflection on the voltmeter, & continuous 
comparison between the properties of the two bars is 
obtained. 

Another way of using the instrument is to remove cne bar, 
and use the revolving armature and voltmeter to measure 
the flux throagh the iron circuit, as the magnetising force on 
the bar is continuously varied. By these means the hyste- 
resis cycle of the specimen, or its B.H. curve, can be 
determined. 

The dimensions of the test bara are 10 inches Jong, 4 т cm. 
between the yokes, and 575 inch in diameter. The bubbins 
on the test bars are woucd with 100 turns of wire, capable 
of carrying 10 amperes, giving a poseible magnetising power 


of 1,000 ampere-turns. The two coils are connected in series, 
and switches are arranged by which the number of active 
turna on the two bobbins can be varied. In any cese the 
ratio between the number of ampere-turns on the two bars 
is equal to the number of active turns. The number of turns 
on the bobbin round the bar which is intended to be used 
as a standard of reference, may be either 50, 75, or 100, 
while the namber on the other bar may be anything. from 1 
to 100. Tne two switches seen in front of the magnetio 
parts change the number of turns on one magnetising coil, 
and are arranged to insert an equivalent resistance as each 
turn is cut out, so as to keep the resistance of the circuit 
nnaltered. The armature bas 7,000 turns, laid in 40 elote, 
and is driven at 4,000 revolutions per minute. With a flux 
density of 17,000 lines per equare cm. through one bar, an 
E.M.F. of 90 volta is said to be generated, but this figure 


seoms to be inoonsistent with the other data. The existence 
of one line of magnetic flux across the armature is said to 
be readily detected. The reluctance of the air-gaps at the 
dynamo armature is small, owiog to the close fitting, and the 
areas of the clamp:d joints are 82 times the section of the 


r. 

An instrument of this kind, in which the magnetio flux 
through a bar can be continuously varied and measured on a 
direct reading instrument, offers great convenience in com- 
parison with the method of obtaining the flax as the sum of 
a number of emull increments measured separately by the 
throws of a ballistic galvanometer. The design is however, 
open to obvions objections. For instance, the method of 
3 the magnetic force in the bar by cutting out turns 
may be objected to on tbe ground that the distribution of 
force is varied as well as its total intensity, a defeot that 
would not occur if the current were reduced or increased. 
Again, the behaviour of a bar kept in a state of tremor by 
the vibration of an armature would be different from its 
behaviour when unshaken. But for the use of engineers 
such objections are readily overbalanced by considerations of 
convenience, and we have no doubt from its description that 
the apparatus might be exceedingly valuable. A good deal 
of information about the arrangements for clamping the 
test bare, and other points of detail, is given in an article 
in the Electrical World of New York, December 11tb, 1897, 
to which we may refer our readers. | 


THE TELEGRAPH TROUBLES. 


THE CLERKS’ POINT or VIEW. 


By OHAS. H. GARLAND. 


THE case of the telegraph clerks has suffered in the past, 
because of the difficulties besetting a clear statement of their 
position. Documents have been prepared which Lave been 
summarised by the newspapers of the country, and garbled 
in the summary. Members of Parliament, unacquainted 
with the technicalities of Government employment, have 
attempted, with the most laudable intentions, to explain the 
complaints to the House of Commons. The result has been 
a misunderstanding. Public functionaries and trade-union 
officials have always failed to grasp the peculiar milieu of 8 
civil servant and his limitations; and the class papers are 
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read only by the class affected. Again, considerable publio 
attention is attracted only during periods of great excite- 
ment, and newspapers, in ibd exclusive news of a sensational 
character, have пор ised or mis-stated minor points, to 
the utter exclusion of the more important issnes. The asso- 
ciation of last year’s movement, with a strike against the 
рше of overtime, reasonable or unreasonable, is an 

ce of how far misconception and misrepresentation 
can go. The main point in dispute was the violation of 
certain rights in the matter of promotion. I therefore wel- 
come the opportunity afforded me by the editors of the 
ELECTRICAL REVIEW to summarise onr point of view on the 
principal claims of the postal telegraph clerks. 

There are certain general principles underlying the whole 
of our movement which are, from time to time, attacked by 
the representatives of the Department, and the organs that 
range. Themselves on their side. Ав agreement with these 
prindiples is the necessary presupposition of any sympathy 
with our claims, it would perhaps be well to deal with them 
before attacking these details. A criticism of our opponents 
will make our position olear. 

It is seriously contended that, provided the salary and proe- 
pects remain the same as they were some 16 years ago, the 
staff should be content there being no ground for complaint. 
It will be my sim to ро that in the case of a large section 
of сре employés the prospects have actnally deteriorated 
during the past 16 years, but meanwhile I will draw atten- 
tion to this principle of departmental economy, and offer a 
few reasons against it. It is neatly stated in a letter from 
Sir 8. Walpole to a Mr. Newton, dated August 31st, 1897: 
“ The prospect of obtaining £190 a year to which reference 
was made in the Civil Service Commissioners’ Circular issued 
between 1880 and 1891 . . . . still remaine, and as the pro- 
portion of superior appointments, including senior tele- 
graphiste, in the number, to the total number of the staff is 
almost exactly the same as it was at the date of Mr. 
Fawcett’s revision (1881) whatever prospect а young man 
had at that time of obtaining promotion to the higher 
classes he enjoys now." This argument may be called the 
justification of standing still, and is Rar opposed to any 
desire for progress. The other general objections to our 
movement have been stated in various quartere, notably by 
Mr. Lewin Hill (assistant, secretary G.P.C.) in his evidence 
before the T weedmouth Committee on March 23:d, 1896. The 
same views have been crudely summarised by the Times 80 
recently as December 29th, 1897, and are tersely expressed 
in all their native ugliness in the following sentences 
from a leader of that date: — It may be suggested to 
them (the telegraph clerks) that they still possess the right 
Зо resign positions which do not suit them. The Govern- 
ment has no difficulty whatever in finding plenty of candi- 
dates for vacancies, and so long as that is the case it has no 
occasion to raise its terms. It is not difficult to become a 
telegraph clerk of average аш and there are any number 
of people quite ready to accept the present conditions of ser- 
vice.” These arguments may be described as the right to 
resign, which, in the case of old clerks, is also the right to 
starve, and the right of the State to “sweat.” 

Let us look, first, at the justification for standing still. 
The Government should be, in the first flight of employers," 
& Cabinet Minister said in the House of Commons. Mr. 
Arnold Morley, when Postmaster-General, declared that the 
State should be the model employer.” If the Government 
is to set the example to other employers, should it stand still 
in the midst of a general progression? Yet this is what it 
has done, if it has left the pay and ко of its employés 
identically the same as in 1881. Take a dem glance at 
two recently published reports of the labour depertment of 
the Board of Trade. The report of Mr. Burnett, the chief 
labour correspondent, upon the strikes and lock-outs of 1896, 
shows that for several years there has been a notable upward 
tendency of wages. The Fourth Annual Re[o:t of the 
Board of Trade (1896-7) shows conclusively that while the 
hours of work are on the decrease, there is a distinct increase 
in the wages paid. А few figures from the latter Cocument 
will clearly illustrate this. "Taking the class dercrib-d as 
* Employés of public authorities as illustrating the general 
tendency, and approximating somewhat in terms of service 
to the civil servant, we find that the “average amount of 
decrease in weekly hours of labour (per head of those 
affected) is said. as follows :— 


1993, 1894, 1895, 1896. 
4°49 4°02 5:39 2°65 
During the same period, the “net effect of changes on 
weekly wages [C +) = increase (—) == decrease] is given 
for the same class in the following figures ;— | 
Amount per head of those affected : 
1993. 1894. 1995, 1996. 
+ 1°63 + 1:58 + 17i +124 


We will suppose that the pay and prospect offered after 
the revision of 1881 were based upon юш consideration of 
{һе market value of the work at that period, and we will 
bear in mind that the market value of the work is affected 
у the standard of living of the class performing the work. 

his standard of living may be raised, and it is а common- 
place of economics that the luxuries of one generation 
become the necessaries of another. Again, the cost of main- 
taining an equal standard of living may be increased by a 
rise in price of the necessaries of life. The latter eventuality 
has undoubtedly happened in London. Tke cost of living 
has increased. To take only one important factor. The 
average rise of London rent (on unaltered buildings) aince 
1870 has b:en £304,634 per annum, or 1:03 per cent. on the 
average valuation, The homes of Londoners have been 
driven farther and farther from the centre by the increase in 
the commercial importance of the City; the hours have been 
lengthened by the railway journey, and the cost of living has 
been increased by the daily railway fare. To take only this 
one instarce of the increase in co:t, without discussing the 
large increase in the cost of meat and other things, we see 
that етеп if the standard of living had remained the same as 
in 1881, the relative value of the pay and prospects offered 
to telegraph clerks has decreased. Meanwhile, however, it 
has been the constant endeavour of pablic organisations to 
raise the standard of living of all classes by the multiplica- 
tion of educational and other facilities. Undoubtedly these 
efforts have been crowned with some measure of success, 
Leaviog aside the question of whether the pay and prospects 
of telegraph clerka have retrograded, it is obvious tnat for a 
Government to plume itself on being a model employer 
because it has stood still daring 16 years of progress is a 
sheer absurdity. If telegraph clerks ask that better pay and 
prospects should now be given than were offered in 1881 
they are merely pressing the Government to move with the 
times and take its prop r place among “ the first flight of 
employers." 

The “right to resign” is offered to those who, under 
pressure of changing environment, feel that the conditions 
of service are not what they should be. By the time a boy 
has become a good telegraph clerk, despite the Times, he has 
spent a sufficient period in the service to be too old for com- 
mencirg in another p-ofession. His whole training has been 
directed to fitting him for the keen competitive examination 
which he has to pass, and has consequently ur fitted him for 
any other employment. At 16 he enters the Post 
Office full of hope, but with all the irresponsibility of yonth. 
He is little troubled with prospecta. He fondly thinks they 
are assured. Youth is essentially unrefiective, and it is not 
till he has passed some four or five years in postal service, 
and has left the parental nest, that he begins to realise his 
cruel disillusionment. Then he is offered the right to resign; 
and then he feels he cannot accept it. On the principle that 
half a loaf is better than none, he hangs on, and by means 
of overtime and careful management, perhaps succeeds in 
getting through the yea.s that divide him from a salary he 
can live on. With only the prospect of throwing himself on 
»n overcrowded labour market, having spent the best years 
of his life ia acquiring a trade of which the Post Office has 
а mono[o'y, he reels ne cannot use the “right to resign,” 
which is so freely offered to him. So there are relatively 
few resignations. But he has another right. He has the 
right by all citizens to look to the Government not 
to exploit his weakness, ага to call upon the State to become, 
in reality, the “ model employer." Where any proepeot of 
placing his special knowledge is opened up, the Government 
employé is qaick to take advantage of it. The Cadles 
Recorder, Valparaiso paper, of May, 1895, said, speaking of 
the staff of the Commercial Cable Company :—“ The company’s 
success can be attributed not a little to the aplendid working 
staff who are ohikfly from the British Postel Тее r»p^h 
Service." This may be said of all the cable companies. 
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Really one can hardly accept the supposition that because 
relatively few telegraph clerks resign, a veritable Utopia 
must exist in the Postal Telegraph Service. 

The other contention is that, so long as clerks can be 
obtained at the present salaries, there is no need to raise the 
terms. Bya parity of reasoning, it might be contended 
that becanse women working upon the making of match 
boxes for over 100 hours per week could be obtained for a 
wage of 43, weekly, there was no need to raise the terme. 
Or because London seamstresses can be induced to starve on 
a wage of 128. for a week of 70 hours, they are well paid. 
Because 150 persons apply for a post as foreign correspondent 
at 303. a week, does it prove that 30a. is an adequate remunc- 
ration? This is commonly known as the sweater's argument. 
It was while such unenlightened principles guided the com- 
mercial world, that the “Song of the Shirt" was written. 
It is against such principles that all recent labour legislation 
has been directed, and against the application of such prin- 
сва State employment, it is the duty of all Englishmen 
to fight. | 

Ithought it well before entering on the more detailed 
exposition of our claims, to deal with these general principles. 
Telegraph clerks feel that the Government should indeed be 
among the first flight of employers, and one of the duties 
of intelligent Government should be to keep its own servants 
abreast of the times. That they have not retrograded in 16 
years, whilst all the rest of the world has progressed, is not 
a cause for satisfaction, self-congratulation, or pride. That 
they-have not progressed is rather a cause for shame. To 
fall back on the effete principles of an inhuman political 
economy to justify parsimony, is unworthy of a model em- 
ployer. The duty of the State is rather to show an example 
of humane dealing to even its most insignificant employé, 
and thus constitute itself a model which other employers can 
copy, to the benefit of justice, humanity and progre:s. 


(То be continued.) 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


ИИН PATENTS,—1998. 


[Compited expressly for this journal by W. P. — à Oo., 
Electrical Patent Agents, 322, High Holborn, London, . O., to whom 
all inquiries should be addressed.) 


16. rovements in the manufacture of diaphragms for elec- 
trolyais.“ J. W. Towns. Dated January 1st. 


26. “An improved construction of and method and means of 
laying underground electrical cables or conductors.” T. F. J. Твовв. 
Dated January 1st. 
45. Electric switch apparatus for railways to enable train to 
receive currente from signal station when in contact with its electric 
current conductor (especially useful during fog)" W. T. BRAIN. 
Dated January 1st. 

58. “Improvements in rail joints for electric railways.” М. 
BABRSCHALL. Dated January let. | | | 

67. "An improvement in holders for electric glow lamps" H.C. 
Gover, О. F. Рвостов and W. d. Pram. Dated January 186. 
(Complete.) | 

80. MO provence in electrical advertising devices." 
LESIEUB. ted January 1st. 

121. "Improvements in electric meters.” E. BarAULT. Dated 
January 3rd. | 

122. "Im rovements for separating stable or other salts and 
generating electricity." D. F. бінсглів. Dated J anuary 3rd. 

124. “Supporting electric accumulators for electric traction 
purposes and the like.“ K. Bowen. Dated January 3rd. 
125. Speed regulating switch for elcctric traction.” 

Dated January 3rd. (Complete.) 

143. “Improvements in electric arc lamps.“ W. J. Davy and 

G. T. Davies. Dated January 3rd. | 
148. “An improved electric terminal.” 

January 3rd. 


156. "Improvements in the method of fixing and suspending bare 
electric conductors.” A. B. Вгасквовм and N. Н. Warre. Pate d 
January 3rd. 


166. "Improvements in dynamo-electric machines.“ C. B. Craw- 
snaw and C. W. Hitz. Dated January 4th. 


G. A. 


K. Bowen. 


L. Rrpovur. Dated 


189. “An improved wire cable coupling device for car or 
trolley cables and the like.” A. Казав. Dated January 4th. 
(Complete.) 


192. ‘ Support for electric lamps or other fixtures.” 8. B. Ввом- 
12550 (О C. White, United States.) Dated January 4th. (Com- 
plete. Е | 

235. ‘Improvements їп or relating to dynamo-electric machines.” 
R. BELFIELD. (Westinghouse Electric and Manufacturing Company, 
United States.) Dated January 4th. e. 

242. “ Improvements in, applicable to, or connected with targets, 
mantles, and the like.” F. RioHARD and T. Levrz. Dated January 
4th. (Complete.) EE - : 

305. Device for preventing the displacement of the roller 
rec-iving the current from the cables of electric railways with over- 
head conductors." P. MEvgnsrFIELD. Dated January 5th. (Comylete.) 


331. "Improvements in preventing sparking when making and 
breaking electric circuits.“ A. MurLLEB and Н. Tupor. Dated 
January 5th. M | 

358. A new process for the preparation of electric paste 
mulators. E. Ковег and F. FaReNTZEL. Dated January 6th. 


373. "Improvements in insulated and protected conductors for 
the transmission of electrical currente." G. WiLEInson. Dated 
January 6th. ш f 

398. “An improved electrically-propelled bicycle.“ 8. Pereu, 
Dated January 6th. C | 

435. "Improvements in and connected with primary batteries." 
S. W. Maquay. Dated January 6th. : 

462. "Improvements in, or connected with, eleotric mains." G.H. 
NisBzTT. Dated January 7th. ad 

468. “Improvements relating to enclosed motors or dynamos." 
Р. RosriNG and H. W. ArPLESBY. Dated January 7th. ; 
: 494. "Automatic rheostat for use in starting electromotors." A. 
Емвісн. Dated January 7th. (Complete.) 

525. “Improvements in electric eignalling.” 
Dated January 7th. Ко за 
~ 533. "Improvements in electric ато lamps.” A.J. Hrs. Dated 
January 8th. "e | | 
‚ 571. “Improved means for making electrical connections upon 
railway trains.” W. BRrERLEY and R. Foster. Dated January 8th. 


. 684. “Improvements in underground conduits for electrical con- 
ductors.” E. BrANLEY. Dated January 8th. 


586. Improvements relating to the mounting of d o-electric 
machines.” P. R. Jackson & Co., Lrp. and J. 8. Lews. Dated 
January 8th. 


591. "Improvements in telephone transmitters.” 
Dated January 8th. 


accu- 


8. P. THOMPSON. 


A. GRAHAM. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of amy of these Specifications may be obtained of Messrs. W. Р. 
Тномғеон & Oo, 222, High Holborn, W.O., price, post fres, 9d. 
(in stampe)] —— 


1896. 
18.319. A new or improved electric hand lamp for general or 
special purposes." А. J. WresrMANOOTT. Dated August 19th, 1896. 
Relates to a portable incandescent electric lamp more icularly for 
use asa cycle lamp or а policéman's bullseye. The shell is fitted with 
partitions which leaves a space at the back for an accumulator, and a 
front space for a lamp which is suspended by its leads. The terminals 
of the accumalator rest in socket blocks mounted on an ebonite slide. 
From one of the blocks a connection leads to the switch and thence 
through the lamp to the other block. The switch is also mounted on 
an ebonite alide. - od | 


18,364. An improved electric motor or dynamo-electric machine." 
J.T. Кнотткв. (J. Н. de Thierry, Italy). Dated August 19th, 1896. 
An electric motor for use in the propulsion of tramways, vehicles, &c., 
and capable of being employed also as a generator is composed of two 
independent armatures having their axes of rotation parallel and a 
single field-magnet the winding of which is arranged symmetrically 
with the armatures and in planes parallel to their axes. The magnetic 
circuit is completed by a ring and a single or double pole-piece. 


18,485. “Improvements in acid-proof electrical non-conducting 
articles and composition therefor.” W. Morison. Dated August 
20th, 1896. A plastic substance, which is both an acid-proof snd 
electric insulating composition suitable for making cases for galvanic 
batteries and for other purposes, consists of asphalt or of a mixture of 
asphalt and pitch, which is melted, and a little gutta-percha may b3 
added thereto and while still hot asbestos is thoroughly mixed with 
it. The mass is spread on a hot surface and worked, beat, and 
pounded, and during this process a little sulphur may be worked into 
it. The article required is made by moulding this composition. 
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No. 1,058. 


SHOP MANAGEMENT, 


THE termination of the strike has not, at the time of writing, 
ended the dispate, and wecannot think that the men's executive 
have been well advised in allowing a capitulation to become а 
rout, and in making a last stand upon the question of inter- 
ference with shop management, which they have always 
disavowed, while throwing overboard the hours’ question as of 
no importance. We need not, however, pause to discuss 
what was, after al), а mere stalking horse. No one who 
knows anything of facts has any doubts us to the issue. 
The socialist idea of bringing all work under control of the 
nation at large may or may not be good, but whatever its 
merits, the consummation of the idea is only to be reached 
by hard work and discipline, by honesty of purpose and 
of deed. People who condemn socialism when they under- 
stand that it implies the obligation of every man to work 
to his best ability do so because, not being themselves too 
fond of work, they do not relish a state in which wealth 
is not a passport to idleness. To them socialism implies 
tyranny. But on most of us, who depend on our own 
exertions, the obligation to work would sit very lightly, 
and were socialism ever to become a working fact we should 
still find that our manufactories were under the manage- 
ment of the Colonel Dyers as the most fitting men to manage 
and to secure the largest output in the fewest hours. Any- 
thing more fallacious than the belief that short hours are 
to be secured by restriction of work cap not be imagined. 
In striving to wrest management from employers, Mr. 
Barnes has been endeavouring to upset that natural order of 
things of which an ideal socialism is but the extended appli- 
cation. The workmen of the country have a right to as 
much of the product of labour as they can fairly secure. 
To secure this right, they must see to it that production is 
a maximum. If labour obtains five-sixths of the excess of 
value beyond materials’ cost, it is obvious that, doubling the 
output, would double labours’ share, and labour should, if 
wise, give to management every aid in securing production 
even to the extent of demanding efficient management and 
American methods, which seem to be within reach much 
sooner than Mr. Burns intended, when he shouted во loudly 
for them. The immediate present danger, however, is, that 
the employers are face to face with a new set of conditions. 
They have trained up a lot of men to do their work, and are 
about to engage such of the old union men as they can find 
room for. These old men may look on the new body as 
enemies to be hounded ont by fair means or foul, and 
there may be many difficulties. We have more than 
once in the past six months urged the importance of the 


employers standing loyally by their newmen. After previous 


strikes the new men have been badly treated, and have been 

individually choked off by the unionists. We have heard 

of an occasion where, after a strike, on the re-entry of the 

men, a un ion man has deliberately ousted a nor-union man 

from the machine to which he considered he had the right. 

Our contemporary, Engineering, now urges the importance 
0 
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of the protection of the men whose loyalty has carried the 
employers through the storm. There must be no casting 
adrift of these men—a dishonourable act, not, says our con- 
temporary, without precedent. In the old days, to discharge 
а trades unionist who practised intimidation, would have 
produced a strike. Intimidation may again be attempted, 
and it must not be allowed. It must b3 cut down and 
stamped out, and ringleaders sought out and discharged. 
But so also must there be discharged any man weak enough 
or foolish enough to let himself be made a tool in such 
practices. Howls about the principles of trades unionism 
must be strictly disregarded. It must bs accepted that 
if trades unionism requires the abrogation of fair dealing 
and justice, and first principles, we can none of us recog- 
nise trades unionism as anything but a foul and pestilential 
growth. No more must we hold & candle to the devil in 
blinking at such evils, even at the risk of a strike. But let us 
again turn to the other side of the question on which we 
are also supported by our above-named contemporary, and 
that is the ability of the management. The first office of 
management is to manage. Now management in knuckling 
down to the demands formulated in Stamford Street— 
formulated simply for aggravation, and on the principle 
that “the office work being slack, let us see what firm can 
be annoyed," has abdicated portions of ita functions, and was 
left six months sgo with only the name. Management has 
been too exclusively non-engineering in quality, and the 
men have found this out, and have on their side employed 
other men also not engineers, or out of touch with their 
trade, to make foolish demands. If there is no engineer in 
a firm, the sooner one is admitted the better it will be 
for that firm. Mere managers without knowledge are of 
little good. One such man recently was brought to our 
notice, who, having asked an engineer to get him out 
estimates for a certain undertaking, sent it back with the 
request that the estimate should be halved. Management 
of this type has the added misfortune that it must open its 
mouth and show the poverty behind the words. The 
averseness to the means of wealth, which characterises 
во many sons of the rich, often happily leads to 
their entire separation from business, but where the 
untaught untrained sons remain in a business they do 
incalculable harm, even when really decent fellows. Men 
who take the top positions in a huge factory without even 
being trained in their own works, and with no basis of 
scientific knowledge, are far too common. | 

Germany has not grown this class yet. America has 
grown some of them, but young rich Americans are more 
averse to work than Englishmen when they do tend to idle- 
ness, and they quit work altogether. It is the man who is 
not such a fool as to live in absolute leisure, yet who has 
felt it unnecessary to learn as though he hoped to earn £300 
а year, that is the bane of our English trade, that falls a 
‚ prey to the glib-tongued commercial, or that lets slip the 
‚ valuable invention for lack of knowledge of principles. 
Shop management can never earn respect unless itself com- 
petent in the technicalities of what it professes and claims 
to manage, or has tke good sense to secure competent 
interested management, and gives the same a free hand. 
The present is not the time for the dilettante in business. 
By shop management we do not propose to confine the term 
со the management of the men and the proper rating of 


machines and piecework prices, but we would include a far 
wider range. Every well-established shop that has the money 
to pay for it ought at once to clear out the accumulation of 
years of odds and ends which collect under benches and tools, 
and should learn that a scrap-heap is for scrap, and should be 
periodically sold. All tools ought to be overhauled, and old 
mutc'e-absorbing articles destroyed if not cheaply reformable. 
The power department of many works ought to be carefally 
Considered as to the improvement by the adoption in whole 
or part of electric driving or gas power in place of steam. We 
have in mind as we write a new shop of small power where 
the power is over 100 feet distant from the principal power 
absorber, where, indeed, it makes very little difference 
whether power is utilised or the shafting run unloaded. 
We have another shop in mind where some power must be 
costing nearly £3 per horse-power week instead of as many 
shillings. These may or may not be extreme instances. We 
believe they are common; they come under our netice 
simply. Want of crane power is another shop evil. We 
know where the removal of a heavy casting on a track 
requires a whole crowd of skilled and unskilled men for a 
temporary, and, perhaps, only occasional tug. The same 
would be effected by one or two men with a slowly-turning 
bollard and rope. 

We wish to see shop management alive to all such facts. 
We want capital to allow management to abolish such extra- 
vagancies. Yet we have known a works manager severely 
handled for spending a few thousands on improvements 
which repaid themselves in a year. True, an apology fol- 
lowed, but not until weekly returns showed that the money 
spent was coming back. This was an instance of good 
management hampered by lack of knowledge on the part of 
principals, and it is happening every day; and gentlemen of 
education and ability are dispensed with in frequent cases 
because they do not bow and scrape to principals of les 
ability than themselves. But are not all these facts known 
to every experienced man in some form or other. Nothing 
of this sort would happen if there were more knowledge at 
the top, and the education of the working men is by no 
means the only education wanted. There must be no inter- 
ference with management; but management ought to be 
good and intelligent. Is it always 80? 


Electrical Anomaly and Chemical Constitution.— 
Certain liquids are found to possess an anomalous absorption 
for rapid electrical vibrations, and an anomalous dispersion 
of their electrical indices of refraction (ratio of the wave- 
length of the vibration in air to that in the compound under 
investigation), This anomalous absorption ap to 
intimately connected with chemical constitution, for the 
hydrocarbons, the ethers, the ketones, and aldehydes behave 
normally, but alcohols and acids, and generally compounds 
containing the hydroxyl group, possess an anomalous absorp- 
tion. The differences are so marked that in many cases t 
property would probably be of service in settling vexed ques- 
tions of constitution. An examination of ethylic aceto- 
acetate, for example, show that, as this compound possesses a 
normal behaviour, it cannot be regarded as containing the 
hydroxyl group. Ethylic asceto-oxalate, on the other hand, 
appears from the results obtained to contain hydroxyl. Ап 
exception to the above rule appears in the case of water, the 
behaviour of which is perfectly normal. Where an anomalous 
behaviour is noticed for the liquid, this appears to be main- 
tained also by the compound in the solid state. The above 
is an abstract of a paper by Paul Drude, vide the Annalen 
der Physik und Chemie, 1897 (II.) No. 60, pages 000—902. 
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OZONE MAKERS. 


Bx E. ANDREOLL . 


In a very humoristio article on ** Electrical Engineering," 
blished in Mechanical Engineering for Deoember last, Mr. 
ames Swinburne diserts on the subject of sterilisation of 
water by ozone, and he wonders “how it is not put into 
practice more ? ” 

I cannot resist quoting a few lines of his sarcastic disser- 
tation : “ One great trouble in the case of ozone work, is the 
extraordinary vagueness of the ideas of the worker. An 
inventor working at ozone seldom seems to know what pres- 
sure, what current, or what frequency he wants.“ 

“Neither has he the least idea how much ozone he can 
make or how much of it goes to annoy the particular little 
animal it is his mission to annoy.” 

“Until рзоріе are exact in their measurements, there is 
but little chance of making much progress.” 

Mr. Swinburne is-somewhat severe when he speaks of 
„people who аге not exact in their measurements,” but after 
all he is quite right, and I can only approve of the sentence 
he passes on the sans géne of certain chemists or analysts 
in making their determinations of ozone. 

Mr. Swinburne no doubt alludes to a process for generating 
ozone which a friend of his had, and has still, perhaps, 
under his control as consulting chemist: Amicus Plato, sed 
magis amica veritas. The process which I speak of was said 
by its directors to give some most extraordinary resulta, and 
to beat the record of the world. 

Mr. Swinburne mast evidently have been scandalised by 
the following public stetement whioh I have in print before 
me,and on the faith of which the capital of the concern 
(Limited) was subscribed : It is believed that over 25,000 
cubic feet of ozone can be produced by the apparatus in- 
vented by . . . . which is actuated by an 
induction coil or converter, capable of working up to 250,000 
volis. Such cubic contents equals 7,250,000 grammes, or 
3,362 lbs. . The cost of producing 25,000 cubic 
feet of ozone per hour and of operating the machinery will, 
it is thought, not exceed 2s. 10d. per hour!” 

25,000 cabic feet of ozone per hour at a cost of 2s. 10d. 
What shall we call this? The directors will say that their 
process 18 a revolution in the art of making ozone; there are 
some people who will say that it is a perverted statement; 
no! it is not a fraudulent representation I am sure. It is 
most certainly a bond fide declaration made by a very honest 
man or several honest men (including the well-known chemist, 
who ought not, however, to have been a party to the promise of 
3,362 lbs. of ozone for 28. 10d.) who were unaware of the many 
causes which can y spoil the results of a determina- 
tion of ozone. Still, the chemist ought to have noticed that 
the ozoniser worked too well, and was giving much more than 
the theoretical yield ! 

Bat to return to the sterilisation of water by ozone, things 
are not done in one day; it takes time to devise commercial 
ozonisers and to аро them, then to construct new ones, 
sometimes quite different from the first, to try one after the 
other several new methods for working it, which often have 
to be abandoned until an efficient, strong, simple and in- 
erpensive apparatus is constructed which gives a satisfac- 
tory output, can be worked on any scale for weeks and 
months, almost without stoppage, does not need skilful super- 
intendence, and does not get out of order or necessitate repairs. 

_ Had Mr. Swinburne realised the magnitude of an installa- 
tion for sterilising water, he would have been more indulgent 
and would have better appreciated the efforts of “ the people,” 
as he calls them rather contemptuonaly, * who work at ozone.” 

Mr. Swinburne’s theory is, that the ozone question is, like 
many others, a matter of patents, and that it is “ because 
the principle is open to everybody that it is not done 
in earnest.” Patents have nothing to do with the develop- 
ment of the application of ozone to the purification of 
drinking water. Conscientious workers do not hurry to 
UN. to start installations until they kuow for certain 

that their generators are capable of doing the work and 
supplying ia a continuous manner, the quantity of ozone 
required for the purification of thousands of gallons of 
water per hour. 

Mr. Swinburne must not think that all the inventors 


working at ozone are ignorant of the conditions required to 
ensure success. Among the names of the men who have 
recently devised some new forms of ozonisers we find those 
of D'Arsonval, Patin, some doctors of the Institut Pasteur, 
and of Tesla. We have nct yet heard anything about the 
value of their apparatus as commercial generators, but surely 
such men know what pressure is required, and how to make 
determinations of ozone. None of them, however, profess 
to produce 25,000 cubic feet of ozone at the nominal price 
of 28. 10d. insist on this preposterous statement because 
there is no truth in it. We do not say that the figures have 
been inflated on purpose for certain specific reasons, but we 
require & corrected statement of the real output of this too 
much talked of ozoniser. Parturiuent montes . . . how 
much pure ozone is there in those 25,000 cubic feet of ozone 
which cost 28. 10d. ? ! І 

Instead of lecturing indiscriminately the people who work 
at ozone, Mr. Swinburne ought to have severely scolded the 
analyst who allows such wrong statements to fly under his 
colours. 

Mr. Swinburne is the inventor of a condenser and of a 
transformer well-known all over the scientific world; better 
than anybody else does he know what an ozoniser, i. e., a con- 
denser must be like. The best man to produce a large 
"cur d of ozone is one of scientific accomplishment like 

. Swinburne, who is thoroughly master of the theory as 
well as of the oonstruction and working of condensers and 
of transformers ; he is evidently the right man to design the 
best apparatus for generating ozone, in which the production 
of heat will be avoided in the most efficient manner. If 
ozone is still in its infancy, let scientists like Mr. Swinburne 
who know what the conditions for favourable working should 
be, take the matter up, and the problem will soon be solved. 
Why did he not try his hand at it; surely he would have 
succeeded, but I confidently predict that he never will be 
able to produce 25,000 cubic feet of ozone for 2a. 10d. ? 

Mr. Bene does not perhaps realise that it is more 
difficult to make a good commercial ozoniser than to 
make a good transformer. What is a transformer after 
all, if not, as Mr. Swinburne says, an apparatus, the broad 
principle of which is open to everybody? Still it is 
done ia earnest, and, luckily for the ozone industry, 


efficient transformers are not scarce. Ten years ago there 


were only small laboratory ozonisere, such as the Siemens, 


Berthelot, Thénard, Houzeau tubes; when Mr. Swinburne 
constructed his first high-tension transformer, there was not 
in all the world a single commercial ozoniser capable of 
producing cheap ozone. We have now some good, strong, 
efficient ozonisers, and also some excellent transformers. 
We can start ozone installations of 50 or 100 kilowatte and 
undertake to apply ozone to any an industry or to the 
sterilisation of water. This, after all, is not too bad, and 
“ozone makers” may say that they have done something. 

Is it an easy thing to ascertain the pressure required to 

roduce the maximum yield of ozone? One must not 
lieve that algebraic equations will enable anyone to do it. 
They are peculiar, the ies of this substance isomeric 
with oxygen, which is the sole element of ozone and which is 
regenerated from it. Ozone is formed under the influence 
of electricity which so often supplies the complement of 
energy required to generate substances formed with genera- 
tion of heat. Ozone is formed with absorption of heat 
which it stores under the influence of electricity, and we are 
in presence of a body which is more condensed than its 
element and which absorbs heat instead of generating it, as is 
the case with condensation. 

If the formation of ozone was due, not to a rise in 
temperature, but to the passage of electricity through oxygen, 
there.wqnld be a ratio between the proportion of the ozone 
formed 'and the quantity of electricity consumed, but there 
is nothing of the kind, as the formation of ozone is inti- 
mately dependent on the production, in oxygen, of electrical 
discharges which render it luminous, and at the same time 
cause a considerable rise in temperature, and the electric 
conditions of the formation of ozone are so little known, 
that it is still & question whether the silent discharge acts as 
an electrical phenomenon or as а heater of the oxygen which 
it traverses. 

Then we have to consider the changes of the electric 
tension during the interval of the sparks and of the alt r- 
nations. 
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Are the chemical reactions caused by these alternations and 
by the resultiog collisions and molecular vibrations, or are 
they simply due to a potential difference, to an orientation of 
the gaseous molecules without avy intervention of voltaic 
current, of rise of currant caused by the sparks or of the 
frequent variations of current ? | 

e may consider the rôle of the silent discharge in the 
isomeric transformation of oxygen to consist merely iu 
placing temporarily this gas in such a oondition that it is 
susceptible of fixing heat. 

These are the data on which the ozone makers must deter- 
mine the preesure required for the working of their ozonisers. 
They have besides to take into account the ró/e of the dieleo- 
trio and of several other factors, and it is no exaggeration 
to say that they have to contend with some intricate diffl- 
culties, and that if they only suoceed partially, those people 
deserve something better than to be sneered at, who as 
on a commercial scale, ozone, that body of which Frémy sai 
that oxygen is the greatest discovery of the last century, and 
among the conquests of modern chemistry there is not one 
more important than that of ozone. 


ISOLATED PLANT v. CENTRAL STATIONS. 


THE question of isolated plant v. central stations is one 
which is very seldom discussed or much spoken of in the 
electrical press. It is one, however, which exercises the 
central station engineer, especially in manufacturing towns, 
more than he cares to admit. | 

This is true, more especially in cages where arc lighting is 
employed. A slight variation in the voltage is not во 
noticeable as in an incandescent installation ; consequently 
in large works, the machinery of which is operated by a 
modern engine, well governed, a dynamo or dynamos can be 
run off a shaft, like any other machine. 

It is useless to disguise from ouraelves this fact, for when 
we remember £hat a variable drive in, for instance, a spinning 
or weaving factory, would be very detrimental to the delicate 
threads and fibres manipulated, we can readily realise that a 
dynamo would be afforded a sufficiently steady drive to ensure 

a practically constant voltage. 

By this means the primary cost is reduced, and the 
subs-quent item of attendance also reduced, for if no separate 
engine be employed no wages wouid have to be paid for this 
work. Тһе dynamo is no longer an experimental toy, but a 
machine which can be ape upon to do its work well 
with the minimum of attendance, _ 

When the cost ие of the Board of Trade unit generated 
is compared with the price charged һу most electricity supply 
concerns, it is not surprising to find that many large con- 
sumers of electricity prefer to generate their own current, 
and to put up with, perhaps, a little inconvenience at rare 
intervals in the shape of brief irregularities in the supply, 
although theee could easily be provided for by having a 
connection from the electricity supply mains or by having a 
battery of accumulators for reserve and supply when the 
main engine was not running. The demand for current in 
factories, large houses of business, and the like, takes place, as 
а rule, at the same time as most other consumers, consequently 
a reduction in the price cannot be claimed by coming under 
the head of long hour customers.“ Au alternative plan of 
installing an accumulator and charging it during the day- 
light hours, or hours of minimum load, and using it to 
supply the current when the light is required is open to grave 
criticism. The current thus supplied would enable the oon- 
sumer to buy his current very cheap, and the effect on the 
load curve at the central station would be very beneficial, 
but it is very doubtful if, when the efficiency of the present 
day accumulators and the heavy depreciation of the same 

‚ are taken into account, any real saving would take place. 

We have no desire to preach isolated plunta, but we can- 
not clo:e our eyes to the fact that electricity is too dear at 
present, and we must not be surprised if probable large con- 
sumers prefer to undertake their own supply, just as many 
large concerns manufacture their own gas. 

When electricity is sold at a popular price, especially in 

provincial manufacturing towns, then may we expect to see 


the private consumer drawing his supply from the mains which 
pas hia door, and gladly putting on the shoulders of those 
whose b isiness it is to supply electricity the responsibility 
which he has taken opon himself merely because he could 
supply himself with electricity at cost price. Р 
n comparing the cost between the two systems, it 
must be borne in mind that the cost of the wiring 
and lamps is the same, in fact, no notice need be taken 
of any expense incurred from the supply company’s terminals 
or the terminals of the dynamo. The interest and depreciation 
is the same in both cases. The interest on extra capital spent 
only applies to the dynamo, batteries, switch gear, and engine, 
if one is employed. There are hundreds of private installa- 
tions в about the country which are giving perfect 
satisfaction, and it is a very serious question for the di 
of electricity to consider the elimination of these i ions 
by inducing consumers to buy their current, and this can only 
be done by a reduction in the price charged for electricity, 
bearing in mind the fact that the more current the 
cheaper it can be produced and distributed. 


HOME-MADE TESTING RIGGING. | 


“SUPERINTENDENT” writes to the American Electrician as 
follows: — 

For testing the drop along a line of road, nothing goes 
ahead of a good voltmeter, but it is not always expedient to 
gend out such an instrament, and for oonstant use in a 
*hurry-up waggon, the life of the best voltmeter is short. 
A good home-made rigging for this purpose is illustrated b 
the engravings herewith. It consists of the pole, a, whi 
is preferably long enough to reach from the ground to the 
trolley wire. A jointed pole may be prepared for this 

urpose, and quite a short polecan be used on a pinch. The 
contact wire, b, is bent into the form of a hook, so as 
to catch over the trolley wire, c, and hold the pole and 
igging in position. 
ПЕ Denk of five lamps, shown at d, is connected in series 
with a wire running up the pole to the contact wire, 5. 
Another wire i8 carried down the pole, through a rubber tube, 
and connected with another contact wire which is put on the 
rail, e, thus "Wd cie the circuit through the lamps from 
trolley to rail. The brightness of the lamps tells how the 


ee is. This is, however, a rather discouraging test, and 
may be made much more valuable by adding a kind of a 
rheostat whereby some of the lamps may be out out 
until the remainder glow up to full candle-power, thereby 
giving а better clue to the voltage at that particular piece of 
trac 


This arrangement is shown in the detail drawings. The 
rheostat shell, shown at g and A, may be the case of a played 
out voltmeter, with the glass removed, but a wooden case, or 
one made of fibre is better as there is lees danger of the 
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instrament getting grounded, thereby giving the operator a 
test instead of the line. Five contacts are arranged as shown 
in the upper part of the detail, 7, and a spring arm is made 
fast во as to sweep over these contacta, The side view, Л, 
shows how the arm is made part of a spiral coiled around 


the stout sorew, and how the spring arm is moved by an 


iusulating handle which projects through the top of instru- 
ment osse. · | 

The method of connecting np lamps is shown at the 
other side of the drawing, where J is the wire coming from 
the trolley and running to the first lamp. All the lamps 
are wired in series in the usual manner, the last lamp being 
connected to the last contact of the rheostat box. Branches 
are taken off between the lamps, and ruu to the other 
contact points as shown in the engraving at k. The wire, j. 
is carried to the rail contact, and as the lever, i, is moved 
around, it successively cuts out the lamps by short-circuiting 


In use, the pole is set up and the contacts made, and if 
the lamps do not go up to fall brightness, the rheostat lever 
is moved a point and the lamps carefully watched. If the 
four remaining in the circuit go up too bright, the lever is 
released before the lamps have a chance to damage them- 
selves much, bnt if the four do not go up to full power, 
another move of the lever cuts out a second lamp. This can 
be continued until only one lamp is left in the circuit, if 
necessary, but there will be a pretty big drop or a bad short 
cirouit somewhere on the line when all the lamps but one can 
be cut out. _ | 

The object of having the spring lever to the rheostat is to 
pn the burning out of the lamps, which would surely 

ppen if an o form of rheostat were used. The 
eurrent could not be cut off quick enough when the limit of 
lamp cutting out had been reached, and away they would go. 
But with the spring rig, as soon as a man lets go the handle, 
all five of the lamps come right into the circuit again and 
no damage will be done from leaving the lever turned. 

A very desirable modification of this rig is to T in 
50-volt lamps instead of 110. Then the number of steps 
could be increased and tho testing made so much more 
elaborate. The 110-volt lamps would burn brightly at 550, 
440, 330, 220, and 110 volta respectively, but with a bank of 
11 50-volt lamps testa conld be made at 550, 500, 450, 400, 
850, 800, 250, 200, 150, 100, and 50 volta potential between 
rail and trolley wire. With three or four 50-volt, and the 
others 110-volt lamps, а very good combination could be 
made with close readings of the higher voltages. 


MACHINERY AS A FACTOR IN CHEAP; 


Durme the of the recent strike it became every 
day more plain that the heart of the whole matter was the 


use of machinery, curious as it may seem to-day when the 
whole world is using automatic machinery which was practi- 
cally invented in England. There is, indeed, no engineers’ 
of a labour-saving type but had its origin in England. 
The slide lathe, the planer, the steam hammer, to name three 
prominent machines only all were born and perfected in 
England, which was the birth-place of the steam engine and 
the locomotive. Yet it is Englishmen who have struck 
against machinery just at the time when that machinery has 
to make so keen a competitor of the foreigner. 

* rights of labour su ерх to be interfered en 
machinery are seen to be rights of a very narrow olass, 
the members of the A. S. E, irrespective of their skill, The 
outsider, and especially the poor labourer, has no rights. 
Mr. Maxim, in the Engineering Magazine, shows how cheap 
abi gee has only been possible by the use of machinery, 


“ Au unskilled mechanic is as much a citizen of the 


country in which he lives as anyone else, and is entitled to 
the same degree of ion and consideration as is accorded 
to the skilled mechanio.” The skilled mechanic has no right 
whatsoever to create any artificial system which will restrict 
the liberty or the facilities of the employer to employ this 


important class of the community. Every man is apt to look 


on а question from the point of view of his own immediate 
interest. Seeing how very large is the labourer class, let us 
try to look upon the machine question with the eyes of an 
intelligent and fairly educated labourer. We see a body of 
skilled workmen bound in a narrow guild, and claiming for 
themselves, to our exclusion, the right to perform certain 
work. We see the invention of certain machines. capable of 
greatly cheapeniog the production of this work. To fix ideas, 
we will suppose the particular work to be the manufacture 
of sewing machines, and their price is £8. About one house 
in every ten possesses a sewiog machine in the district in 
which we live, and these houses are the homes of the favoured 
skilled men. | 

We see that if the production of sewing machines cau be 
cheapened so far ав to enable them to be sold for £2, there 
would be probably eight times as many in use, for they 
would now enter the homes of our own class. Bat the 
favoured few forbid the cheapening to be done. They say 
it will throw some of them out of work. Let by the use of 
machinery, which we are competent enough to work, we 
labonrers would add considerably to our wages, and would 
become purchasers of the very goods we make, and in doing 
во, we would actually cause the employment of more of the 
favoured class than were employed in making the machines 
to sell at £8. Is it likely that we look upon the skilled 
men with friendship? They grudge us an extra few shillings 
wages, though, by earning them, we help to make more em- 
ployment for them. We see all these things plainly, because 
so many of us are studente, readers, amateur naturalista, 
botanista, or geologiste, and have better trained minds than 
your pot-house trades unionist, who, as a rule, is so puffed 
up with pride of position, that he does not think it necessary 
to do anything outside his trade. 

Such, to many intelligent labourers, is the appearance of 
the machine question and trades unionism. uk 2 bar to 
his own better living to which he has a right. Mr. Maxim 
considers it would cost about £60 to make a Winchester 
rifle by hand, and only yery skilled men could do it. They 
would only be saleable, as a luxury, to the rich, and about 
20 mechanics would poles fill the market. | 

By automatic machinery their cost is about 24«., and they 
are sold retail at 23, in place of at £100 at least. Un- 
skilled men and boys make them. There is not a large 
proportion of skilled men. Where are the skilled шеп? 
Ohiefly making the high-class machines, gauges, tools, &c., 
without which the unskilled could not work. The result is, 
in place of a small trade employing 20 skilled men there is a 
huge trade employing thousands of unskilled men and hun- 
dreds of skilled men on accessories, and Winchesters are 
every where. | 

It is the same in watchmaking. Watchmaking machinery 
was invented in England. We have seen the drawings of 
the first. Bat they were only taken up in America, and 
English watchmaking almost died until Rotherhame, of 
Coventry, went one better than even the Americans, and in 
watchmaking England is, we believe, getting back her own. 

Before the era of machinery, the working classes simply 
lived and had a roof over them. They were not purchasers 
of anything beyond mere necessaries; they were кошек 
only, and at so slow a rate, that any sale at all for their pro- 
ductions was only possible by reason of the labour being very 

ly remun - Bat by reducing the labour cost per 
item, production has been so cheapened that the producing 
class have become hasera, and wages have perforce 
increased. The appetite for luxury grows, and the learning 
to consume has widened marketa. False socialism—thrifty 
in other things besides soap and water—tends to narrow 
markets. True socialism, which is opposed to thrift, makes 
everyone а consumer to the extent of hisincome. The incul- 
cation of thrift is really a mistake. If every man spent the 
whole of his income as he received it, there could be no 
slack times in trade; there would be а constant and steady 
flow of business, We have every sympathy for that socialism 
which would oompel every man to work and support the 
infirm, the aged, and the sick, for such a policy would destroy 
the necessity for thrift, which, whether it be the paning oy 
of the daily penny or the hoarding of the millionaire, is 
for trade. We do not feel the full evils of thrift, because 
hoarded money is very largely entrusted to banks which use 
it in trade. Thrift carried to extremes at short notice becomes 
panic. To hear the term Socialism applied to the ignorant 
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follies of latter-day trades unionism is very vexing to the soul 
of the real socialist, to whom socialism is not synonymons with 
either communism, anarchy, or laziness. True socialism would 
be very irksome to the naturally lazy man. 

Mr. Maxim says, with some truth, that the manufacturer 
—he would have better said some manufacturers—is apt to 
look on his works as a n evil, in which he takes very 
little interest, and from which he hopes to be released and to 
retire. He does not identify himself with his workers, who 
look on themselves as slaves to their trade, and во on. 
good deal of this has a basis of truth, even if spoken with 
that disagreeable spirit of spreadeagleism which marks Mr, 
Maxim as an American. We do, however, agree with him 
that a destruction of old tools would be a great benefit. 
Long after the modern three-grooved tap had been invented, 
there was an old four-flat 4-inch tap in a shop we wot of 
that would not be lost, and cost pounds in wages that would 
have bought new ones; but it was of magnificent material, 
and stood wonderfully, and 80 was kept at work. This sort 
of thing goes on on a large scale, but is, of course, i 
out, and we fancy there are a goodly number of English shops 
where freedom reigns, and modern methods prevail, but of 
which the proprietors say little. | 

Mr. Maxim's experience at his own works has been very 
vexatious in the matter of union interference with automatic 
machinery, such as running a lathe all day without a cut, 
and he strongly advocates the counter move of the Employers’ 
Federation. 

It appears that several of the labour leaders have come 
from Mr. Maxim's own works, and he naturally has some- 
thing to say of their methods. He contrasts the understand- 
ing between masters and men in the 9 e of America 
and Germany with the lack of it in England, where no 
understanding can be arrived at on the question of cheap 
production. It were useless to build fine shops and equip 
with the best tools, unless labour will assist to make those 
tools do their duty. This oould, he thinks, easily be managed, 
but for the professional agitator, who aims to teach the men 
that an employer is of necessity a criminal. The first strike 
at Crayford— Mr. Maxim's works—was due to their refusal 
to promise that no piece work should ever be done there. 
They obtained a lot.of Frenchmen, who, finding they could 
only work 54 hours a week, set ap little works at home to 
fill in their time and made electric bells, &c., just as the 
Woolwich men, on eight hours, are making bicycles and 
interfering with the local makers. Mr. Maxim would abolish 
protection in America as no longer, if ever, necessary, but he 
evidently shares our opinion in looking on Americans politi- 
cally as fools influenced by political agitators, in the way 
Englishmen are fools to the la agitator. 


TECHNICAL LITIGATION AND THE QUES- 
TION OF GOOD WORK IN HOUSE 
WIRING. 


By V. ZINGLER, A. I. B. E. 


A RECENT case in the Law Courts brought both of the sub- 
jects involved in the above heading into prominence into 
unfavourable prominence, it may be said and into utter oon- 
fusion and indefiniteness. Into unfavourable prominence, 
because it only served to demonstrate again the oft-repeated 
assertion that the Law Courts is not a place for referring 
these cases to, or the law (as it now stands) a fit and proper 
instrument for deciding sach cases on their merits; it also 
brought before the public what must be considered a curious 
state of things in the house-wiring question, calculated 
to alarm them as to the safety of their houses, and to sur- 
prise them in the differences of opinion of the ex 

(surely in this case we cannot say, “in the multitude of 
counsellors there is safety) ;" into confusion, because to any- 
one present it was apparent that the state of both the expo- 
nents of the law—who did not understand what they were 
talking about, and of the twelve good men and true, who did 
not understand what they were listening to—was “ confusion 
worse confounded;" into indefiniteness, because it showed 


that technical litigation is an uncertainty and a lottery, and 
the question of good work in house wiring is as far from 
being ised as ever. 

e may deal with both the subjects of the title separately, 
in order not to still further confound the two issues. 

To take technical litigation first. The case was of 
the sort that is constantly coming up in other trades— 
work alleged to have been negligently done; part pay- 
ment stopped from the account, and process to recover 
same. The verdict was no doubt arrived at, after due deli- 
beration of the many points involved, во far as they presented 
themselves to the jury, after filtering through counsel and 
judge. It is with the conduct of these technical cases that 
we have to deal, and the aspect of this case, both from the 
point of view of conduct, and of the ultimate feeling of the 
technical tator, that the whole thing was a farce, is de- 
pus e assume no partizanship; one side may have 

n as right as the other; both may have been equally 
wrong. But the fact remains that such a case as at 
present tried is a farce, and undoubtedly the result 
1s often а miscarriage of justice. For what do we find? A 
body of twelve men picked.indiscriminately from the classes 
and the masses, the odds immense against any one of them 
understanding anything about electricity, or whatever science 
the particular case before them may involve. Twelve men, 
whose only qualification is that they pay rates, and can, 
perhaps, be credited with sufficient common sense to discern 
whether a witness is honest or not; and even here they may 
fail, if the examination is on a technical subject. Then the 
counsel, who are no doubt admirable men in their way, but 
who understand little or nothing about science. These 
gentlemen have to be stuffed up by their respective witnesses, 
and endeavour in a few hours to grasp and hold forth on 
matters which it takes an average man years to acquire. 
And finally the judge, arrayed in babe-like innocence, who 
makes jokes at which everybody is expected to laugh, and 
then sums up on what he has learned from counsel and 
terrified witnesses, who, by methods of counsel with which 
it is pro to deal, have unwittingly been made to 
perjure themselves again and again. on this 
the jury find  verdict—not before they have, per 
shown their good sense as honest men by saying that 
they cannot agree, and so endeavouring to avoid pro- 
nouncing a definite b rv on subjecta with. which they are 
not competent to deal. But this will not do for the judge; 
he not only does not wish to run up the costs of the case by 
discharging the jury, and he has no doubt had enough of the 
case himself . Апа so the jury are bullied a little, and as 
they are only human, and often hungry, and have wives and 
families to whom they wish to return, they eventually agree 
on a verdict, but compromise with their consciences by 


leaving the oontending perties to oome to.some arrangement 
as to terms. 


Now we may ask: Is this fair? Is this the p way 
the law should be administered ? Most decidedly it is not; 
but then do not the parties in the oase know this? If both 
sides are technical men they know it as well as any reader 
of this journal ; they know exactly what they may expect to 
get in the way of judge, counsel, and jury. Then why do 
they go to law at all? Why do they not get an arbitrator 
to decide the case between them? Why do they not both 
decide on a man who could be depended on to hear both 
sides in all they have got to say, who, mort over, could under- 
stand what they are saying, and who would be competent to 
decide the case on its technical merits and not on side issues ? 
There comes the rub. If it were possible to appoint sucha . 
court, whose decisions in technical cases would meet with the 
approval of outside technical men, how many such oases 
would come before it? It is probable that the office would 
be a sinecure, and many cases which—if the jadge could only 
see their “true inwardness”—would be dismissed under the 
Vexatious Actions Act—would never see the light of day at 
all. No; it is the glorious uncertainty of the law as it now 
stands, and the sporting (?) instinct of the English nation, 
which drives these cases into the Law Courts. 

If A thinks that B has infringed his patent, is it not better 
to challenge him to a sort of game of chance in which A or B 
will ultimately win all the stakes, and to engage a band of 
5 on each side, than to argue the matter out 

fore an impartial expert? Most decidedly it is more 
exciting, and in the generality of cases it is the man who 
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is in the wrong, who knows he is in the wrong—who brings 
the action. It is a game of bluff, all or nothing. The 
challenged party may know he is right; he may know he is 
wrong; at any rate, he thinks, the odds will be even either 
way; he is on his defence; if he compromises he will lose 
caste, and perhaps only gain half of what he may gain by 


fighting. So there is a rush to engage the best players; not 


necessarily those who know the game best, but those who can 
play it in the most audacious style, who can “best” their 


5 by all manner of clever tricks, who can make 
t 


em actually play on the wrong side by mistake. That is 


what fetches the public, in the shape of the jury; that is 


what decides the case. Or take another example: A makes 
а contract with В that В should perform certain work. 
When the work is said to be finished, A is of a different 
opinn and presses for what he considers the interpretation 
of the contract, and perhaps thereby accidentally makes 
some legal. technical mistake. B then brings an action 
against A for fulfilment of his part of the contract, namely, 
payment which may have been withheld. Why does B not 
suggest appointing a technical arbitrator? Because he 
knows he would not win his case. But as the matter now 
stands, he is aware that A has made some mistake which 
will most likely be the cause of his paying the costs; therefore 
B’s рио if he loses the action will be no worse than if 
he did not bring it at all. On the other hand, if he wins 
the action he is in the same position as if he had fulfilled his 
contract properly. The case is fought out on the same lines 
as indicated before; counsel get hold of side issues, twist 
them about, turn them inside out, and in the end the real 
question before the Court, which the Court never understood, 
is quite lost sight of. 

hen ав tothe methods of counsel. The gentleman in 
charge of the case is no expert ; what he has learned, he has 
learned quickly and superficially; he does not grasp the 
technicalities of the case as he should, and when he has 
finished examining. a witness—perhaps a voluble witness— 
he has perhaps done his side more harm than good—that is, 
if the other counsel is sharp enongh to take advantage of it. 
He asks the witnesses technical questions which they have 
suggested to him in private, but has no idea what they mean, 
and therefore no power of following them up. He then goes 
out of court for an hour or two, perhaps to take another case 
of quite a different nature, and then his junior proceeds. If 
this gentleman has not been present at a consultation with 
witnesses beforehand he knows even less of the matter. And 
then the senior counsel returns, and addresses the jary for his 
client. If his junior has made коше points during his 
abeence, he does not follow them пр, and the jury lose sight 
of them. 

In cross-examination the farce becomes even worse, for the 
one and sole object of connsel is to make witnesses confused. 
This may be quite legitimate if the counsel has a thorough 

of what he is talking abont. But in technical cases 

е witness knows more about the matter, and may often 
give an answer which may “floor” counsel, who then 
says, “ Well, I do not understand anything about that.” In 
order to avoid such contretemps the method adopted is very 
frequently as follows: Counsel asks witness a technical 
question of an utterly meaningless and childish sort—in 
fact, having no connection with the case. Witness looks 
perplexed; he asks for the question to be repeated. With a 
meaning look at the jury, counsel repeats it; the witness 
looke more confused ; the jury gradually wake up to the fact 

is is а discreditable witness; the witness says he does 
not see what this question has to do with the case, and of 
course the jury think this is an attempt at evasion. Counsel 
says that he (witness) is not the jadge of that, and во in 
pet witness а to the judge. The judge, waking up 
a start, suggests that witness should have patience with 
counsel and reply to the question. The question is again 
put; witness hesitates. Now is the time for counsel; 
throwing down his brief, he roars, “ Answer yes or 
no, sir!" Witness, now utterly helpless, says * Yes” 
in a reluctant way, counsel, smiling at the 
Jury, says: “Gentlemen of the jury, this witness is an 
expert.” The jury look very wise and make ‘rapid mental 
notes, And so the case goes on, much to the disgust of 


technical men in court who may just have looked in to hear 


what is going on. One expert swears that there is no harm 
in doing a thing, which it is shown afterwards that he has 


respect, for the reason that the waves which it 


privately condemned, and which no expert worthy the name 
would permit, Another tells jary gaily that fire insurance 
rules are only got up for fun, and that nobody works to them, 
or some such nonsense. Counsel tries to show, by garbling 
technical requirements, that these rules contradict themselves 
and are therefore valueless. What, says he, is the use of 
permitting twisted flexible wire to be used if the other wires 
may not be bunched? It is an anomaly. When the ques- 
tion is raised of passing flexible wire through holes with 
sharp edges in a metallic back plate, and the consequent 
danger from short-circuiting, counsel, in cross-examination, 
wisely holds up a wooden patress and wants to know if wires 
are not passed through this and if it is rot inflammable. 
Witness agrees, and counsel looks still wiser at the jury, who 
again draw their own conclusions. Truly remarkable! And 
witness’s counsel never attempts to put the matter right; 
the reason is very simple—he does not see it. 

On side points are cases fought and won. Is it not, 
indeed, time that something should be done to appoint either 
a special judge with a knowledge of elementary science, or a 
technical adviser to the existing judges ? Should a case of 
this sort be heard before a jury ? and, lastly, is it decent, is 
it honest to their clients, for barristers to accept briefs and 
fees, for cases of this sort, unless they have previously 
attended a course of elementary science? If any scientific 
man is not sure of his answer, let him go to the Courts when 
8 technical case is on'and he will speedily come to a con- 
clusion, and will probably agree with Bumble that (as it 
affects technical cases) © the law is a hass.“ 


(To be continued.) 


DR. LODGE ON WIRELESS TELEGRAPHY 


Last Friday, Dr. Lodge described at the Physical Society 
some experiments that he has recently been making on 
telegraphy without connecting wires. He objecta to the 
term “ wireless” telegraphy which has been commonly 
applied to this kind of signalling, since there is considerable 
amount of wire about some of his apparatus, but we may 
stick to it for the present till the scientists have agreed among 
themselves as to a better name. 

Dr, Lodge’s efforts have been more especially directed to 
the design of a transmitter and receiver which can be sharply 


Fia. 1. 


syntonised, to enable messages to be sent to a definite point. 
As is well known, the Marconi apparatus is defective in this 
nerates are 
very quickly damped. е indicates that the damping 
can be reduced by increasing the capacity and the self-induc- 
tion and reducing the resistance of the conductors in which 


the oscillations take place. 


A large number of arrangements were described to attain 
this end. In figs. 1 and 2 we give a diagrammatic illustra- 
tion of one of the best of these instruments, which is 
capable of being used both as a transmitter and a receiver, 
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Fig. 1 may b» taken as a plan, and fig. 2 as an elevation. 
Two wings, w w, of thick copper plate about 6 or 8 feet in 
length, and triangular in shape, are connected by a coil, 1, 
consisting of a few turns of thick oopper wire. 

When the instrument is used as a transmitter, sparks are 
discharged from an induction оой], R, across air-gaps to knobs, 
B B, at the centre of the wings. This causes a current to 


werful and persistent Hertzian waves in every 


urge across the оой, т, from one wing to the other, and 
out po 
direction. 


In fig. 2, the ap is shown connected м а 
receiver. Two sliding rode, р р, pass down through 
apertures in a metal box, P, and dip into mercury cups, k E, 
at the terminals of the cirouit containing the battery, Q, and 
ооһегет, с. The sliding rods, D р, are drawn up, and. the 
metal box completely closed, when it is desired to use the 
apparatus as a transmitter. | е 

A number of methods of connecting up the coherer an 
the telegraph instrument were brought forward by Dr. Lodge, 
which we hope to describe more fully later on. 

Dr. Lodge gave no results as to distance telegraphed by 
his apparatus, but he appears to be at present conducting a 
series of experiments, the resulta of which, we hope, will 
. soon be published. | | 


CORRESPONDENCE. 


Dynamo Design. 

In reading through Mr. Zingler’s two articles on “ Dynamo 
Design," T Bare been struck by several points which, in the 
interests of the would-be designer, require further light 
thrown on them. These points I will take up in the 
order in which they occur in the papers. We are told that 
the symbol c representa the number of convolutions or bars. 
Now it is ш evident that it does not represent both these, 
for in a drum armature, with which he is dealing, there 
must be at least two bars to a convolution. As a matter of 
fact, the use of it in the equation 


8 
xw LEX 60 x 10 
ne 

tells us that it is the number of bars. A little later on, how- 
ever, we are told that it should not be less than 40. This 
corresponds to 20 commutator parts, which is surely too low 
а number for the satisfactory collection of 400 amperes at 
ioo ed a value f i ingl bi 

assumed a value for c, in a seemingly very arbi- 
trary manner, & value for N, the total flux h the 
armature is deduced from the ordinary formula, and then 
10 per cent. is added for armature and demagnetization 
losses. How do the latter affect the value of N? I have 


always understood that the formula 
E x 10? x 60 
N = — 


пс 


where E is the actual E. M. F. generated, $e, the terminal 
P.D. + the loss of volts due to the гевівіапое of the arma- 
ture, was absolute and required no correction. 

There is an a t discrepancy between the first and 
seoond articles, In the first, the size of the armature core is 
taken as 154 inches diameter x 16 inches long, whereas in 
the second the length of the pole face is elaborately worked 
out, and given as 18} inche. 

This, it is needless to say, will scarcely make a ааст 
combination; in fact, it is very desirable to keep the leng 
of the pole face rather less than that of the armature core, 
in order that the end plates may be kept as much out of the 


field as Tue 

The first ph under the head of Ampere-turns ” is 
very че worded. The products of the magnetic reluc- 
tances, total flux, м, do not give the ampere-turns re- 
quired, but only the M.M.F.; and, moreover, to be strictly 
accurate, it is the sum of the products of the total flaxes in 
each portion of the magnetic circuit, and the corresponding 
reluctances that give the M.M.F., since N is by no means 
constant throughout the magnetic circuit. 

_ Again, under the same heading, in calculating B in the 
alr-gap, the author neglects the fringes in arriving at the 


Bia preceding page’ by allowing for fringiag he bas a Value 
t ing page, by allowing for fringing, he a value 
of 5,000 for B, with the same value for x. Why this dif- 
ference of treatment ? | | 
Another point I must take objection to, is that in calen- 


lating the field winding, no account is taken of the increase 


of resistance of the field when the machine gets hot. Con- 


uently the ampere-turns will be too low (quite 15 
cent., with the ra surface allowed) after the ‘machine 
has been running for some time. | | 


It is in calculating the ampere-turns required that we m 
add a sufficient number to compensate for the demagnetising 
effect of the armature. 

It is doubtless a slip of the pen when we are told that the 
watts per equare inch should not be higher than 1:5. I take 
it that what was meant was, that the square inches per watt 
should not be less than 1˙5. | 

In conclusion, I would point out that the one point, more 
than any other, which determines the size of a machine, is 
not touched upon, or, at most, very indirectly. I refer to the 
heating of the armature. True, we are told to take a current 
density of 1,500 amperes per square inch, but no account is 
taken of eddies and hysteresis, the former of which, even at 
moderate speeds, contribute a very important part in the 
heating. | | 

| Amicus. 


I wil endeavour to reply to “Amicus” as briefly as 
агн * c = No. of oonvolutions ог bars,” was meant to 
ply—as referred to a wire wound or bar wound armature 
(neo The terms are perhaps vague—oconduoctors would 
better. The same applies to the next remark, which 
referred to armatures generally, and not this particular one. 
As regards adding 10 per cent. for armature and demagneti- 
sation losses, certainly N would require no correction if there 
were no losses to allow for. | 

Any discrepancy between the first and second articles can 
be accounted for by the fact that the calculation in the first 
were merely approximate to get a rough idea of the aize of 
armature, with an arbitrary and different number of bars to 
that afterwards assumed. Certainly in such а calculation 
something must be assumed. | 

As his remarks on fluxes in different parts of the 
circnit, Í think * Amicus" cuts things rather fine. I can 
only refer him to Prof. Silvanus Thompeon's book. 

ing to the value of B in air-gap, I thought I had 
made it clear that 5,000 was the assumed induction if there 
were no fringing. To allow for this in calculating the 
effective polar area B is increased by the usual method to 
5,750. This allows for the additional ampere-turns to make 
good for the lines lost in fringing. 

The radiating surface allowed, is certainly not small. 
The resistance taken was for 60? F. This, together with 
the fact that a good deal of allowance was made for slac! 
and only three sides of the bobbin included for the area, 
give * Amicus," I think, some volts in hand when running 
cold at the normal speed. 

The remark about watts per square inch, was certainly а 
slip of the pen. 

n conclusion, I can only repeat again what I stated in m 
article, that the magnetic calculations had only been touc 
on. Perhaps it would have been better to have substituted 
the word“ winding for that of design, in the title. 
| Y. Zingler. 

January 24th, 1898. 


Shielded Conductors. 


In his article under the above heading, which appears in 
the last two issues of your paper, Mr. Prioe tells us some 
true things about buried armature conductors, and illustrates 
his remarks with one or two well drawn diagrams. Bat on 
the subject of eddy currents he seems to have missed the 

int. m | 
P He introduces the question of eddy current heating, and 
points out that buried conductors give less trouble from this 
cause than surface conductors, which is, of course, quite true, 
and a matter of common knowledge. We hope, however, - 
that he is leading us by gentle steps. towards a simple and 
lucid explanation of this phenomenon; instead of which we 
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are compelled to conclude that the line of force—or tube of 
f eory which Mr. Price is, apparently, trying to 
justify, fails us here. But why? 

Long before the discussion of magnetic problems and 
peradores became the rage, it was well known that eddy 
current losses in buried armature conductors were practically 
nezligible; the explanation given beiag that, whereas in a 
aie d picada yu ош iini and yn the 
magnetic field gradually, taking an appreciable time to дово, 

the case of a slotted armature, the lines snap across the 
conductors so quickly that the eddy-ourrent losses are 
necessarily very considerably reduced. 

This explanation may not be remarkable for ita accuracy 
of expression ; but surely we are right in assuming that, for 
a given E.M.F. generated, the ed [n logs in a con- 
ductor, depends upon the time which it takes in passing into 
or out of the uniform magnetic field under the poles. 

If, in the case of a slotted armature, the magnetic lines 
which form the “ fringe ” at the pole tips, may be considered 
_as “snapping across” the whole width of the conductor in 
an inconceivably short space of time, it stands to reason 
that, since all portions of the conductor enter or leave the 
magnetic field almost at the same instant, the work done by 
2: currents (quantity of electricity set in motion x mean 
E.M.F.) will be hardly worth considering. 

Mr. Price then deals at some length with Prof. Du Bois’ 
statements anent ring magnete, and with the aid of some 
more besutifuly-drawn diagrams, he tells us many things 
which it may be useful to know. It is unfortunate that, 
after all is said and done, we are still in a state of semi- 
obscurity as to what it is that Prof. Da Bois really has 
observed. One cannot suppress the feeling that it would 
have been nioe to have known this at the beginning. 

Thenthereis Mr. Price's paradoz. We aretold toconsider the 
space between two infinite plane magnetic shells, of which the 
opposing faces are of the same polarity. These magnetic 
‚ &hells are built up of an infinite number of small bar mag- 
nets, placed side by side. It is pointed out that, with such 
an arrangement, there is no magnetic field, and the question 
is: Have the bars ceased to be magnets? 

That the resultant magnetic induction between the shells 
would be në, is quite evident; but whether or not the bars 
have ceased to be magneta must depend, to a great extent, 
upon the accepted definition of the word magnet. 

It is wonderful how a simple analogy will sometimes sweep 

the cobwebs from a mind which has been dwelling too long 
upon some apparently involved or obscure point, and the 
following electrical analogy, though no doubt highly nnscien- 
tific, may help to guide us towards a solution of Mr. Price’s 
difficulty. 
The terminals of two dynamos, which are generating 
exactly the same E.M.F., are joined together, positive to 
positive and negative to negative. There is no flow of cur- 
rent, and the question is, have the dynamos ceased to be 
generators of electricity ? 


Alfred Still. 


* Dynamo-Electric Machinery.” 


I must apologise for an unfortunate but obvious mistake 
in the letter ju were good enough to publish in last week's 
issue. The first term in the second example should of course 
be 2:5, and not 25. 

W. Casson. 


New Type of Locomotive. 


I, and doubtless many more of our readers, having access 
to no other engineering journals save the ELECTRICAL 
REvIEW, would feel greatly obliged by an expression of 
authoritative opinion regarding the marked statement in the 
enclosed, taken from the Glasgow Herald of 14th inst.—the 
leading daily, as you may, perhaps, be aware, in the West of 
Bootland, and usually a tolerably safe guide in matters 
mechanical. An intelligent locomotive man here, with a lot 
of practical experience, assures me that N.B. Railway engines, 
with cranks on the usual *quarter-throw principle, and 
‘wheel-segment balances, give, when running at or close on 60 
miles per hour, no indication whatever of “sledge-hammering,” 
ва alleged by the Herald writer; and one might, indeed, be 
such excused for feeling surprised if they did. Obviously the 


small, and thirdly, t 


moving 


solid segments in the wheels of such engines will represent the 
180° cranks of Mr. Manson’s new type, though being, perhaps 


as regards centre of gravity, further removed from the axle’ 


centre, the stripes which they set up within the axle may 


prove more injarious to the latter. That they can effect to 


any great extent, however, the wheel-rims, seems highly im- 
probable. By the way, is it not a misnomer to speak of such 
engines as “high-speed,” their wheel revolution,“ at 60 
miles per hour, being only about 251 per minute? 


E. M’Lean. 


[п the arrangement pro by Mr. Manson, the balanoe 
weights in the wheels may be entirely omitted, and the two 
oppositely moving pistons will balance one another in a sense, 
bat unfortunately the two pistons are not in the same plane— 
vertical—and they will cause more or less tendency to vibrate 
the whole machine in a horizontal direction. This produces 
what is known as nosing, the front of the locomotive sway- 
ing from side to side. 

The so-called hammer blow, due to unbalanced vertical 
action, has been awarded far more attention than in England. 
The reason is three-fo'd. In the first place the reciprocating 

arts of American engines have been very clumsy, and there- 
Fore excessively iE secondly, the wheela have been very 
e rigid economy in American bridge- 
work, combined with numerous long spans, has enabled the 
unbalanced action to be markedly shown. It has been sug- 
gested to employ three or four cylinders in a locomotive, two 
outside the frames, and the remainder inside. The two out- 
side cranks would both point one way, while the inside crank 
or cranks would point the opposite way. The total inside 
reciprocating weights would exactly balance the outside, and 
a perfect all-round balance would be practically secured. 

The only objection to such a system would be that the 
engine would not start when on its dead points. This could 
be overcome by allowing the two seta of cranks to vary from 
perfect oppositeness a few degrees only, being oontent to 
allow a very slight departure from perfect balance; or by the 
use of а small engine to turn the large one off the dead point 
as usual in large stationary engines, This idea is perfectly 
feasible, but probably not one locomotive engineer in a hun- 
dred is not too hide bound to perceive ita utility. The 
locomotive engineer thinks a locomotive cannot run unless 
its cranks are at angles of 90°. He knows all about fiy- 


wheels, but fly-wheels revolve round a centre, and he does 


not realise that a 60-ton locomotive moving at 60 miles’ 
velocity in a straight line is as good а fly as a 60-ton wheel 
rim at 5,280 feet per minute circular velocity. There is 
really nothing special in Mr. Manson’s engine. It'is simply 
a partial step in the right direction, but has the mark of the 
conservative beast in the shape of cranks at 90°. Especially 
for long runs is this angle unnecessary. To this fetish 
locomotive men sacrifice speed, balance, bridges, rails, 


‘quiet, durability, rather than employ a little barring 


engine. To speak of blows like a sledge hammer 
being given to the rails is wrong. The effect of 
balance weights is simply to alternate lighter and 
heavier wheel pressure on the rail. The rail does not 
distinguish between a wheel of 10 tons pressure whether such 
pressure be simply normal or made up of 5 tons weight and 
5 tons centrifugality. It has been known that the wheels of 
some locomotives with heavy counterbalances must, at high 
speeds, lift off the rails. An American college has a sample 
locomotive which has shown this experimentally by means of 
running it on friction wheels with lead wire between these 


‘and the engine wheels, the wire being flattened proportionately 


to the pressare. Large wheels with English design of 
appear not to cause trouble, the tendency to 
hammer blow being oen as the wheel diameter squared, a 
7-ft. wheel being thus barely half as bad as a 5-ft. wheel for 
equal forward travelling. With electricity there need be no 
imperfect balance; hence the wide range of wheel diameter 
possible.—Eps. Exec. Rev. ] 


Electrical Advertising. 
Could you kindly inform me in your next issue if I should 
infringe anyone's patent by fixing glow lamps in front of 


* For 7 feet wheels, as they are understood to be. 
| р 
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letters on a sign board, and switching the same by contacta, 
worked by any ordinary clock movement. To 
ө е uc е 


[We imagine one is at perfect liberty to do this, but 
perhaps some of our readers can give more precise informa- 
tion.—Eps. ELEC. REv.] 


Electrical Hypothesis for the Solar and Planetary 
Systems, &c. 


Only recently the ELECTRICAL REVIEW was celebrating, 
with just pride, its attainment of years of discretion; or 
shall I say, of venerable antiquity? Should it not then be 
prepared to put away childish things, lest detractors should 
be tempted to speak of a second childhood having come upon 
its hoary hairs? Of course, those who can appreciate the 
intense humour of “ Delta’s” Electrical Hypothesis for the 
Solar and Planetary Systems, &c., would not for a moment 
suspect the editor of the REvrEW of mistaking the true 
value of such a contribution; but how about the large num- 
ber of your readers, whose knowledge of physics is not mach 
greater than Delta’s” own? Мау not they think that four 
and half columns of the leading electrical journal is enough 
to give an article the hall-mark of, if not authority, at 
least of some pretensions to sense. To criticise such a pro- 
duction EMT would be waste of your space; a writer 
who thinks that physicists of to-day regard the sun as being 
“іп a state'of magnificent conflagration,” gradually “burning 
iteelf np," is hardly in а position to point out difficulties in 
their views. 

It is a small matter that “ Delta” regards the nt 
estimate of the sun’s distance to exceed 95,000,000 miles, but 
it shows his study of astronomy does not extend to very 
recent works; for the analysis of the resulta of the observa- 
tions of the transit of Venus of 1874 brought the estimate 
down to its present figure of between 92 and 98 millions. 
But his ignorance of the absorption of radiant heat by the 
atmosphere, and his quaint idea that, according to existing 
theory, beams of light should “be seen traversing the dark 
interplanetary space, exactly as we see the beams of an arc 
light projected from the lantern of a lighthouse at ses," 
stamps * Delta" as a paradox-monger of the lowest order; 
even the paradoxer, however, should not draw во freely on 
his imagination as to say, we know “that if it were possible 
to produce an absolute vacuum between two separated ter- 
minals of opposite polarity, that an electric current would 
flow from one to the other, &c.” 

But, seriously, Sir, it is surely the duty of a paper of the 
ELECTRICAL REVIEW'S standing not to publish articles of 
this kind witbout a warning note that if not written fora 
joke, they are at least on printed for the amusement of 
your readers. It is difficult enongh to drive sound science 
into the mind of the average individual, to the great cost of 
the nation in its commercial progress and struggle with com- 
petitore, but the technical press should at least be careful that 
it does not obscure the ** dry light " of science. 


Arnold G. Hansard. 


Ipswich, Queensland. 


On page 80 of your issne of Jannary 21st, we notice that 
uuder the heading of Ipswich (Queensland) our name is 
included as having given tenders for Sections О and D. 

Permit us to say that this is an error, as we do not quote 
for electrical apparatus, and Sections A and B were the only 
ones for which we tendered. 

By making the above correction in your next issue, you 


will oblige, 
Babcock & Wilcox, Ltd. 
Н. W. Коши. | 
147, Queen Victoria Street, London. 
January 24th, 1898. 


[The table of tenders submitted, was given as stated last 
week, on the authority of the Australian Building, 
Engineering, and Mining Journal, which gave Messrs. 
Babcock & Wilcox’s name in all the four items, together 
with the amounts quoted. We refer our correspondents to 
that journal.—Eps. Exec. Rev. ] 


A Problem. 


The following problem might prove interesting to some of 
our readers :— 
A helical coil (с) consisting of a single layer of insulated 
wire surrounds a bar magnet (N.S.) | 


C 


. lll. 


How can the coil be taken away from the magnet without 
having an E. M. F. generated in it? 
Archd. H. Finlay. 


Electrical Engineering in the Colonies. 


May I ask you to let me have a little information in ойе 
of your next numbers as to the prospects of a thorough prac- 
tical electrical engineer in any of the Colonies, especially 
New Zealand, and oblige. 83 


[Perhaps some of our readers, with special experience in 
this direction, will be able to give some information.—Eps. 
Екс. REV. | ) 


“HONOUR ТО WHOM HONOUR IS DUE.” 


THERE have been a good many misstatements made on the 
subject of wireless telegraphy, and most of our readers are 
aware that much annoyance has been felt in some quarters 
at the publicity which Marconi and his methods have 
obtained. We must confess to a feeling of surprise, however, 
that a science note in the Pall Mall Gazette should state 
that “ It has been very vexatious for Dr. Lodge to have a 
oung foreigner cutting from under his feet, the ground he 
had made so peculiarly his own, and to see his rival taken up 
by the British Post Office authorities.” Why should Dr. 
Lodge be vexed at the cutting-out operations of Marconi? 
Did Dr. Lodge ever submit anything himself to the Post Office ? 
From a scientific point of view Dr. Lodge ought to 
rejoice that his theories have received such striking 
confirmation, but we take it that the origin of the 
offence arises from the fact that the British Post Office 
investigated the system and apparatus brought forward 
by Mr. Marconi, who came here with proper credentials 
and introductions, and whose methods, after all, have, 
apparently, not commended themselves to the postal 
authorities. It seems to be forgotten too that Mr. Preece for 
14 years past has been experimenting in this direction, and 
in 1895 secured ical success. """ 
Nothing was said, nor, indeed, was much done, till it was 
discovered that the Post Office was making further experiments, 
and that there was a remote contingency of a new 8 of 
wireless telegraphy coming into actual use, Then, indeed, we 
find professors of the highest vee rushing into print, and 
using every opportunity to belittle the efforts of а young man 
who was merely mar ree to demonstrate the commercial 
utility of a system that been previously relegated to the 
lumber-room of a laboratory. We cannot help thinking such 
an attitude suggesta little of the scientific spirit that pervaded 
such men as Faraday and Davy. There is an element of com- 
mercialism that we should scarcely expect to meet outside the 
City. Davy demonstrated the power of an electric current to 
effect chemical decomposition; moreover, by the agency of 
the electric current he succeeded in extracting potassium 
from potash, and thereby laid the foundations of an industry 
that has had untold influence upon the wealth of the 
country. But what was Davy’s guerdon or reward? 
Faraday took Davy’s electro-chemical work a step for- 
ward. More than all he discovered the first principles of 
the dynamo; but would Faraday have heaped abuse upon 
the men who, grasping the importance of his discovery, 
sought to utilise it in a practical way? We think not. 
Rather would he have rejoiced that the fruits of his mind 
had met with such striking appreciation. 
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Commercial electricity has done much we know to kill 
that kind of spirit, but still we should have thought that the 
dignity that even nowadays attaches to science, would have 
prevented the unseemly incidents that have marked the 
introduction of wireless telegraphy into this country. 


THE ENGINEERS' STRIKE. 


Hi 


we had hoped would have completely terminated before the 
ty i But it seemed good 
is of the quarrel, 
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trades 
large display of verbiage is perhaps required to cover a few very 
kward facts. A Mas of expenditure and wages loss 
the strike is that the men's side have mulcted themselves to the 
000 sterling, which is a pretty big sum to pay for 
tting one's head against a stone wall for six 
especially if it be thought that the destruction of the wall 
one in ditch beyond. Bat all this wall-butting has 
please a section of the men's executive, and there is a 
on abroad to accept the intentions of this section as peret 
founded on a belief that the results aimed at were suc 
commended. We confess never to have had this 
es. We have not rated the intelligence of the 
at the level of their dum ма вати 
ctate 
2506, by а wicked apr to Ss сарае ше 
е consequences er the enemy or 
the men themselves. 
portant that the wishes of Mr. Barnes and Mr. Sellicks should be 
. Oould they have had their way, they 
they had wrecked the country in doin 
have a desire to get on in the world, an 
as perfectly lawful to a point. Donbtless 
to squeeze employers, and rise a peg on the 
a fight and paved the way foranother. The 
ment of the shops, and the action of the 
got it, hardly comes into the 
question is what of the future. It is 
the the men are routed completely, and we 
know many of them are very sore. Oan trades unionism be 
om respectable and sound lines? Is it absolutely 
necessary that the men's leaders should be men capable of stump 
oratory? We do not find that the managers of life insurance 
companies are „рең makers, or even ех to be, yet in the 
. we find the huge funds of the biggest trades 
union placed unreservedly in the hands of a man whose title to run 
m seems to have been simply an ability to harangue 
crowd. | 
When the 48 hours’ demand was withdrawn, the employers offered 
to open their shops last Monday to the union men in their collective 
capacity, but this did not meet the men's approval, and the lock out 
notices were put in force. Asa result of negotiation, how- 
ever, the emp ted a week's extension of the time for 
to work, and by Sunday it was generally understood that 
Monday will see a return to work. Fresh firms were posting 
lock-out notices up to the end of last week. The cause of the delay 
in returning to work seems to have been due to internal dissensions 
of unionism. The members in the country naturally feel they have 
been sold by the executive in London. y bave fought for seven 
the battle of the London men at the order of a London 
8 is now dismissed as hardly worth con- 
men are now debarred from going back to work on 
All this, of course, raises into prominence 
the real issues, those of management and machine working. 
As to the A. S. E., the general on is that this society is financially 
and a new society of 10,000 members is to be started on the 
Probably the near future will see trades unionism more 
healthily managed, with self-contained local societies in place of one 
huge centralised body, of which the centre knows not the outlying 
districts ea aruis sir to the centre only. Local interests 
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and general must be lost sight of when a trades union 
becomes a huge fighting machine. We should like to see not only 
taades unionism split up into local but also the Employers 


In the ys of 25 pu ago we recollect how the representative 
of the anion in the workshop along on friendly terms with both 
men and masters and it would be so again were the irresponsible 

general secretary unable to foment local quarrels on such 
cns м Керек о ов at the or small end. To run 

h affair like the A. S. E. successfully demands brains and 

common sense. From the very beginning of the 
present strike, or from when its true basis was perceived, which was 
not long after it started, everyone seems to have arrived at the con- 
clusion that the men wo lose, yet the fight went on to the 
complete extinction of fands and into a great of debt, Why 


| 


When the Engineer considers С 


could not the men’s executive see that they could not win and retire 
before the strike was a month old? John Barns said he would have 
it over in a fortnight. Why, if he could not win in a fortnight, did 
he not consent to be beaten? We think it well that the men's 
leaders have been afforded a glorious opportunity of demonstrating 
their intelligence and capacity to lead. With their fall comes the 
destruction of the false surroundings that have gathered upon trades 
unionism and choked its vitality, but the fall of trades unionism as 
practised by no means implies its extinction as an honourable insti- 
tution when properly managed. 

The morning papers of last Monday were able to announce that 
the strike was over, and that next Monday will see а general return 
to work. This will round up the duration to 80 weeks. To each 
clause of the employers’ conditions there is now appended a note. 
We see very little in these notes, but it pleases Mr. Barnes to con- 
sider they modify the harshness of the clauses, and the men are 
ordered back to work. While, therefore, we are of opinion that the 
men have lost, as they deserved to do, we consider also that they 
will discover, before they can again afford to strike, that there are 
possibilities of high wages in British engineering that they have been 
for years striving to bury under a load of stupid restriction. That 
this may be found out by the men is much to be hoped, and this it is 
makes it so desirable for employers to keep to the front. True, they 
have had very little encouragement from their men these dozen 
years or more. Engineering has been a heart-breaking business 
with the half-hearted service and the rampant tyranny of trades 
nnions; but we hope this is all over, and that work will now go on 
nee and we поре n the men at 5 r 
Vigne re-engaged, an good wages. e rep ow 

e final clauses and notes of ment. Resumption of work still 
awaits the return of the men's ballot wbich was to take place yester- 
day, but Mr. George Barnes, interviewed by a Press representative, 
stated that the men would have to accept the terms of settlement 
whether they liked them or not. Work would definitely be resumed 
on Monday next, 31st inst. 

Thus, in this curt manner, does the men's general secretary treat 
the feelings of the 81,000 men who, whatever else may bs said, have 
fought a plucky fight. Here are the final clauses :— 


"üamwxBAL PBRINCIPLB оғ Бавиром TO EMPLOYERS IN THE 
MANAGEMENT OF THBIR WORKS. 


“The federated employers, while disavowing any intention of inter- 
fering with the proper fanctions of trade unione, will admit no inter- 
ference with the management of their business, and reserve to 
themselves the right to introduce into any federated workshop, at the 
option of the employer concerned, any condition of labour under which 
any members of the trade unions here represented were working 
at the commencement of the dispute in any of the workshops of the 
federated employers ; but, in the event of any trade union desiring to 
raise any question arising therefrom, a meeting can be arranged by 
application to the Secretary of the Employers’ Local Association to 
discuss the matter. Nothing in the foregoing shall be construed as 
applying to the normal hours of work, or to general rises and falls of 
wages, or to rates of remuneration.” | 

Norm.—No new condition of labour is introduced or covered by 
this clause. It simply provides for equality of treatment between 
the. unions and the Federation by reserving for all the members of all 
the trade unions, as well as for all the federated employers, the same 
liberty which many trade unionists and many employers have always 
had. Special provision is made in the clause and in subsequent 
“ provisions for avoiding disputes" to secure to workmen, or their 
representatives, the right of bringing forward for discussion any 
grievance or supposed grievance. 


“1 —Famepom or EMPLOYMENT. 


" Every workman shall be free to belong to a trade union, or not, 
as he may think fit. Every employer shall be free to employ any 
man, whether he belong or not to a trade union. Every workman 
who elects to work in a federation workshop shall work peaceably 
and harmoniously with all fellow employés, whether he or they 
belong to a trade union or not. He shall also be free to leave such 
employment, but no collective action shall be taken until the matter 
has been dealt with under the provisions for avoiding disputes. The 
Federation do not advise their members to object to union workmen, 
or give preference to non-union workmen.” | 

Norn.— The right of а man to join a trade union if he pleases in- 
volves the right of a man to abstain from joining a union if 
he pleases. "his claim merely розы both rights. The Federation 
sincerely hope that a better understanding will prevent any question 
of preference arising in the fature, and advise the members not to 
object to union workmen. 


“ 2,— PIECE WORK. 

The right to work piecework at present exercised by many of the 
federated em 1 members of the Federa- 
tion and to al union workmen. The реса о бера о ріесе- 
work shall be fixed by mutual arrangement between the empl and 
the or workmen who perform the work. The F tion 
will not countenance any pieoework conditions which will not allow 
a workman of average су to earn at least a wage at which he is 
rated. The Federation recommend that all wages and balances shall 
be paid through the office.” 

Norz.— These are just the conditions that have been for long in 
force in various shops. Individual workmen are much benefited by 
piecework. A mutual arrangement as to piecework rates between 
employer and workman in no way interferes with the fanctions of 
the unions in arranging with their own members the rates and con- 
ditiong under which they shal) work. 
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u 3 — OVERTIME. 
* Tunus OP RECOMMENDATION AGREED TO BE MADE TO EMPLOYERS. 


" When overtime is necessary, the federated employers recom- 
mend the following as a basis and guide:—That no mau shall be 
required to work more than 40 hours’ overtime in any four weeks after 
full shop hours have been worked, allowance being made for time 
lost through sickness or absence with leave. In the followiog cases 
overtime is not to be restricted, viz. : - Breakdowns in plant; general 
repairs, including ships; repairs or replace work, whether for the 
employer or bis customers; and trial trips. It is mutually agreed 
that, in cases of urgency and emergency, restrictions shall not apply. 
This basis is to apply only to men of the trade unions who are repre- 
sented at this Conference. All other existing restrictions as regards 
overtime are to be removed. It is understood that, if mutuelly satis- 
factory to the Local Association of Employers and the wcrkmen con- 
cerned, existing practices regarding overtime may be continued.” 

МоткЕ.—ТПеве overtime conditions are precieely the corditione 
now in operation in various places, tnough in many federated work- 
shops no limitation woatever exists at the present time. In many 
е will be the first attempt to regulate or prevent excess of 
overtime, 


“4 —Ratina oF WORKMEN. 


“Employers shell be free to employ workmen at rates of wages 
mutually satisfactory. They do not object to the unions or any 
other body of workmen in their collective capacity arranging amongst 
themselves rates of wages at which they will accept work, but, 
while admitting this position, they decline to enforce a rule of any 
society or an agreement between any society and its members. The 
unions will not interfere in any way with the wages of workmen 
outside their own unions. General alterations in the rate of wages 
in any district or districts will be negotiated between the Em- 
ployers’ Local Association and the local representatives of the trade 
unions or other bodies of workmen concerned.” 

NorE.—Oollective bargaining between the nnions and the 
Employers’ Associations is here made the subject of distinct agree- 
ment. The other clauses simply mean that as regards the wages to 
be paid there shall be (1) freedom to the employer; (2) freedom to 
the union workmen both individually and in their collective capacity 
—that is to say, collective bargaining in its true sense is fully pre- 
served; and (3) freedom to non-unioniste. These conditions are 
precisely those in operation at present on the North-east coast, the 

lyde, and elsewhere, where for years past alterations of wages have 
been amicably arranged at joint meetings of employers and repre- 
sentatives of the trade unions. 


«4 5. —APPRENTICES. 


“ There shall be no limitation of the number of apprentices.” 

Notz.—This merely puts on record the existing practice, and is 
to prevent a repetition of misunderstandings which have arisen in 
some oases. 


“ 6.—Вицкоттой, TRAINING, AND EMPLOYMENT OF OPERATIVES. 


" Employers are "ir intr for the work turned ont by their 
machine tools, and shall have fall discretion to appoint the men they 
consider suitable to work them, and determine the conditions under 
which such machine tools shall be worked. The employers consider 
it their duty to encourage ability wherever they find it, and shall 
have the right to select, train, and employ those whom they consider 
best adapted to the various operations carried on in their workshops, 
and will pay them according to their ability as workmen.” 

Norz.—There is no desire on the part of the Federation to create 
a specially favoured class of workmen. 


" PROVISIONS FOR AVOIDING DISPUTES. 


“ With a view to avoid disputes in future, deputations of workmen 
will be received by their employers, by appointment, for mutual discus- 
sion of questions in the settlement of which both parties are directly 
concerned. Incase of disagreement, the local associations of em- 
ployers will negotiate with the local officials of the trade unions. In 

e event of any trade union desiring to raise any question with an 
employers’ association, a meeting can be arranged by application to 
the secretary of the employers’ local association to discuss the ques- 
tion. Failing settlement by the local association and the trade 
union of any question brought before them, the matter shall be forth- 
with referred to the executive board of the Federation and the 
central authority of the trade union ; and pending the question being 
dealt with, there shall be no stoppage of work, either of а partial or 
& general character, but work shall proceed under the current 
conditions.” 

Nors.—A grievance may be brought forward for discussion either 
by the workman individually concerned, or by him and his fellow 
workmen, or by the representatives of the union. 

GENERAL ExPLANATION.—In no instance do the federated em- 
ployers propose conditions which are not at present being worked 
under by large numbers of the members of the Allied Trade Unions. 
The federsted employers do not want to introduce any new or 
untried conditions of work, and they have no iutention of reducing 
the rates of wages of skilled men. These conditions, with relative 
notes, are to be read and construed together. 

The following is also to be read in to the terms, being par* of letter 
handed to the delegates at the Hotel Metropole on January 21st :— 

" The note appended to the recent explanations issued by the em- 
ployers, disclaiming any intention of reducing the rates of wages of 
skilled men, applies to time wages and to piecework earnings. In 
the latter case there is no intention of interfering with the usual 
practice of making extra payment for extra effort." 

The latest news to band is that such ballots as have come in are in 
favour of & return to work on the above conditions. 


BUSINESS NOTICES, &c. 


Electrical Wares Exported. 


Wasz Emes Jan. 18TH, 1897, | вик Ширтие Jan. 18TH, 1878. 
8 s. 8 вг. 
Antwerp ive „ 18 0 Aden - oo 48 0 
Auckland ace .. 112 0 Alexandria 4». 40 0 
Barcelona P .. 15 0 | Amsterdam .. 200 0 
Barranquilla. Teleg. mat. 350 0 | Antwerp was .. 195 0 
Bremen ... i „% 60 0 | Auckland - .. 160 0 
Buenos Ayres ... . 64 0 | Bangkok wee .. 150 0 
Brisbane nee .. 18 0 Bombay в * 21 0 
Calcutta ‘we .. 391 0 | Bremmerbaven... e. 84 0 
Cave To wn .. 35 0 Buenos Ayres ... .. 75 0 
Colombo awe .. 129 0 | Взвһіге. Teleg. mat... 120 0 
Darban ... s * 727 0 | Calcutta... aes . 102 0 
East London .. 167 0 Саре To nm .. 125 0 
Hamburg. Teleg. mat. 225 0 Colombo... ove . 44 0 
Hobart ... ma .. 27 0 | Flushing РЕ .. 160 0 
Hong Kong. Telep. mat. 90 0, Genoa. Old Teleg. wire 60 0 
Madras ... s . 12 0 Gibraltar sia .. 15 0 
Melbourne РА .. 185 0 Hamburg ast .. 85 0 
е Teleg. mat. 74 0 Madras... de .. 29 0 
Perth ... $us . 173 0 Malaga sis .. 494 0 
Port Elizabeth ... .. 960 0 . Melbourne гез .. 87 0 
Reval ... 455 — 80 0! Monte Video .. 69 0 
Santander еве eee 250 0 | Natal еее ace eee 429 0 
Shanghai — .. . 465 0 Odessa. 63 0 
Singapore. Teleg. mat. 82 0 | Ostend ... .. . 78 0 
Smyrna ... SN „„ 67 0 Port Chalmers... .. 84 0 
Вуга  ... sbs oe 42 0 Port Elizabeth... .. 45 0 
а т Е .. 415 0 a ahd oes iue e d 
ellington 231 0 Sydney ... і ‘ee 
Yokohama 85 . 107 0 
Total £4,736 0 Total £3,108 0 
Foreign Goods Transhipped. 
£ & 


Melbourne. Teleg. mat. 200 0 


Electrical Wares Exported. 
Week Enpine Jan. 25TH, 1897. | WIE Enpine Jam. 267TH, 1898 


£ B. | E & 
Alexandria — ... .. 972 0 Adelaide iii .. 178 0 
Albany ... iis .. 997 0 Alexandria. Teleg. wi 23 0 
Amsterdam. .. 125 0 Amsterdam . 60 0 
Antwerp A .. 15! 0 Bangkok ө» * 24 0 
Bangkok.  Teleg. cable 120 0 Bombay ‘ae i 6 0 
Bombay 00 ese EO 0 | » eleg. mat. өөө 47 0 
Впепов Аутев ... .. 488 0 Boulogne aa æ. 87 0 
á Teleg. mat. 73 0 Calcutta. Sei . 44 0 
Calcutta s o. 454 0 Cape Town „ 241 0 
Callao. Elect. Lighting Colom bo . “ә 9 0 
Cable .. 768 0 Oopenhagen * 24 0 
Cape Town ... 368 0 Durban . 58 0 
Colombo is .. 50 0 East London * ͤ 10 0 
Durban (and 187 tons Flushing see .. 10 0 
Teleg. mat.). 142 0| Genoa ..  .. .. 297 0 
East London . 147 0 Gothenburg ... .. 660 0 
Flushing e wee 38 0 Hobart. 15 0 
Hiogo eee 0 [ITI 508 0 | Malta soo eee өзә 48 0 
La Treport .. . 10 0 Melbourne .. . 72 0 
Madras TID [TII III 14 0 Ostend eee TI] eee 10 0 
Melbourne „% 92 0 | Port Elizabeth ... 236 0 
Perth ... ..  .. 165 0 | Rangoon vis ,. 22 0 
Port Elizabeth... .. 25 0 Rosario... . .. 114 0 
Reval wad 72 0 | Shanghai -- .. 163 0 
ХА Teleg. mat. 80 0 | Singapore iva * 32 0 
Rosario... ...  .. 108 0 Sydney...  .. 1017 0 
Santos. Teleg. mat. 592 0 | Vigo. Teleg. cable 10,920 0 
Valparalss Teleg. mat. 145-0 
А ma 4 
Yokohama e . 535 0 


———— 
Total ... Total . 4149207 0 
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Foreign Goods Transhipped. 


8. 
Cape Town. Electrical 


Port Elizabeth. Teleph. 
. machinery ... 


mat, "PI ee 14 0 


Alternating Enclosed Are Lamps.—The General Elec- 
tric Company are, we understand, now in a position to supply a g 
enclosed arc lamp for alternating current circuits, taking 6 amperes. 


Annual Dinners.—The annual dinner of Messrs. 
Rosling & Appleby, electrical engineers, of Bradford, took place 
the County Restaurant on Friday eveniog, 2186 inst., when about 10 
sat down. A musical programme was afterwards executed. : 

The staff and long-service employes of the Electric Constractios 
Company, Limited, sat down to the fourth annual dinner given DY 
Sir Daniel Cooper, Bart., the chairman of the company, on 8th inst. 
There were 220 persons present, 


VoL 42. No. 1,053, Jamvany 28, 1898.] 


THE ELECTRICAL REVIEW. 


109 


Bankruptey Proceedings.—At the London Bankruptcy 
Oourt last week William Alan Fraser, electrical engineer, Cecil Court, 
Charing Cross Road, applied for an order of discharge. According 
to the official receiver's report, the bankrapt failed last February with 
liabilities £904, and no realisable assets. He commenced business in 
po at 18, Cecil Court, in May, 1895, with & capital of £250, 

rrowed from his father. The trading resultiug in a loss, the partner 
retired in the followiog August. The bankrapt opened a branch 
business at Guildford in November, 1895, but that proved unprofit- 
able, and was discontinued in July, 1896. During the following 
month he abandoned the London business, which had been carried on 
ata sed per sold rubus eae ; hh for e and used or 
procee in paying debte and partly for personal expenses an 
Bubsistence. The offences reported were (1) insufficiency of assets to 

y 10s. in the £ to the unsecured creditors, (2) imperfect books, and 

3) сыш with knowledge of insolvency. His Honour upheld the 
report, and imposed a suspension of two 
The case of Mesers. Paterson & Cooper, electrical engineers, of the 
European Works, Pownal Road, Dalston, Princes Chambers, Victoria 
Street, Westminster, and Regent Street, Glasgow, came before Mr. 
Registrar Brougham last week at the London Bankruptcy Court. The 
failure occurred in August, 1896, the accounts showing total liabilities 
£19,514, and assets valued at sufficient to yield a surplus of over 
£7,000, after discharging all liabilities. An application for the 
discharge of the bankrupts has been lodged, and was in the list for 
hearing on the 21st inst. Mr. Muir Mackenzie, on behalf of the 
debtors, applied for a further . in order that the assets 
might be realised before the application was heard, as the decision of 
the Registrar would be affected by the result. By consent of the 
official receiver and all other parties interested, his Honour ordered 
the hearing to stand over until March 25th. 


Business Announcement.— Mr. J. W. Westmoreland, 
F. L O., who has been for the last five years an assistant analyst with 
Mr. Edward Riley, has opened a laboratory and assay office at 3, 
Love Lane, Eastcheap, E.O., and is prepared to undertake the 
m gem assay, and analysis of ores, minerals, metals, and metallar- 

producte generally. 


Catalogues,—The General Electric Company have issued 
the 12th edition of their electric bell catalogue, also the seventh 
edition of their telephone list. These two sections of the company’s 
catalogue contain prices and particulars of all requisites for electric 
bells and telephones, and these editions are specially brought out to 
emphasise the fact that, as these are the two directions in which the 
hardware dealer or ironmonger usually starts when adding electrical 
work to his business, the company have kept the idea before them 
of making them as simple as ible, in order that a customer may 
find them sufficient to enable him to start in these lines. A full de- 
ecription is given of their new works at Manchester, where the sup- 

ies mentioned are made. In the electric bell catalogue many new 

velopments are introduced. The bell and indicator pages have 
been very much enlarged, and many new patterns added. Batteries, 
bell pushes, wire, and all the various accessories are detailed. Asin 
ous editions, a few notes are included on the application of elec- 
tricity, instructions and diagrams, enabling customers to fit up any 
inary electric bell instailation. At the company’s Manchester 
works a very large extension has been made by the laying down of 
new and most efficient plant for the manufacture of telephone sup- 
plies, and it is considered that the telephone catalogue will show 
that in all branches of the telephone industry a very great advance 
has been made since the issue of the former edition. Special atten- 
tion is directed to the general intercommunication telephone sets, 
and also to the fact that throughout the list the transmitter in use is 


catalogue, the fitting of the 
various systems mentioned in the list is dealt with at the end by 
means of diagrams and descriptive letterpress. 

ое Cox-Walkers, of Darlington, send usa blotting square for 


Ediswan's Employés.— The employés at the Ponder's 
Жой Works of the Edison and Swan United Electric Light Com- 
pany, Limited, held their annual Christmas entertainment in the 
Queen's Hall, People’s Palace, on Friday, January 21st. A 
train was engaged, left in the afternoon carrying about 1,100 of the 
wor and their friends. The programme included dancing, 
Mr. 's Ooncert Party, and the Animated Photographs. The 
employés were admitted free to the East London Exhibition of 
Trades and Inventions, which adjoins the Queen's Hall. 


Ediswan Lampholders,— The Ediswan Company are 
introducing the Ediswan" enamelled liner, ог “anti-shock ” lamp- 
holder, which consists of the company's patent "S" insulator, the 
interior of which is surrounded by a patent enamelled liner, thus 
entirely preventing any possible contact with the outer case by 
means of stray ends of wire. The enamelled liner, as shown, is fitted 
inside the brass case in such a manner that it does not interfere with 
the present facility of wiring, &., and the holder may 2e wired 
without removing the enamelled liner. The company’s lampholder 
licenses expired yesterday, 27th inst., and the patent "S" holder 
can be manufactured only by this company, and supplied with or 
without the enamelled liner. 


Experimental Research.— Messrs. F. Hutchins & Co., 
experimental engineers, 13, Victoria Street, Westminster, announce 
that they have taken new pons at Gray Street, Blackfriars, 
which are now y equipped or carrying out experimental work. 
Besides workshops the manufacture of technical apparatus and 
inventors’ models of all kinds, they have private rooms which can 


be placed at the disposal of patentees and others, with engine power, 
use of tools and instruments, supply of electric current, &c. In con- 
nection with electro-chemical and other such work, when in the 
experimental stage, considerable expense has usually to be incurred 
in taking special premises and purchasing plant. We understand 
= special facilities are offered by Messrs. Hutchins & Co. for such 
work. 


Granger' Steam Jet Blowers.—We have received 
from Mr. W. A. Granger, of Brooke Road, Stoke Newington, an 
illustrated list of his forced draugbt furnace, in which the advantages 
of forced draught are dilated upon, the Granger system described, ite 
good points emphasised, and the saving effected by it mentioned. 
The statements are supported by results of tests made in every-day 

ractice. A list is given of firms using the system. Another list 
issued by Mr. Granger gives particulars of his patent variable steam 
jet blowers. It is claimed that these can be very easily applied to 
Babcock boilers by placing them either through the back or sides of 
the ashpit, or under the floor level, so that the front of. the boiler 
remains quite unaltered. We understand that the blowers are 
in use at large iron and steel works in the Glasgow, South 
Wales, and other districts, chiefly for blowing ingot furnaces and 
gas prodacers. They are also used at several electric light stations, 
iacluding the Kensington and Knigbteoridge works, where they are 
8 mployed on the Babcock boilers at both Chapel Place and Kensington 

ouit. 


Liquidation Notices.—A petition by Henriette R. 
Gaulard, of 28, Canterbury Road, West Croydon, for the winding up 
of the National Company for the Distribution ot Electricity by 
Secondary Generators, Limited, is to be heard at the Law Courts 
before Mr. Justice Wright, on February 2nd. 

A meeting of the Westralian Electric Lighting and Supply Com- 

у will be held at 54, Old Broad Street, London, оп March 2nd, at 
2 o'clock, for the purpose of hearing an account of the winding up 
from Mr. G. Н. Hoan, the liquidator. 


Notching Armature Dises.—Messrs. Sponholz and 
Wrede, of Exercier Strasse, 6, Berlin, send us a list of their auto- 
matic machines for notching armature discs in dynamo machines and 
electro-motors. 


Parliamentary Bills—Among the Bills before the 
Examiners of Private Bills at the House of Commons on Monday 
that complied with the Standing Orders of Parliament were the 
Central Electric Sapply Company (Powers and Works in Maryle- 
bone) and the General Power Distributing Company. 


“ Sell's Directory of Telegraphic Addresses."—Mr. 
Henry Sell has just published his well-known directory of telegraphic 
addresses, which is, as usual, compiled from official lists supplied by 
the Postmaster-General, and contains all the information received 
from the Post Office to January 1st, 1898. In addition to telegraphic 
addresses and telephone numbers, there is much usefal data. Tele- 
phone and telegraph rates for all parte, both at home and abroad, 
are set out iu handy tabular form. The details of charges for com- 
munication on the trunk lines constitute a good feature, 2nd reduc- 
tions in cable rates are also interesting. Taere are some general 
comments and statistics regarding British trade during the past year 
—a period of prosperity and conflict. 


Standard Electric Company.— We are asked to state 
that on and after February let, 1893, the firm of Green & Treacher, 
established in 1888 for the supply of electrical sundries and as manu- 
facturing electricians, will be conducted under the name of the 
Standard Electric Company, at 17, Garlick Hill and 191 & 192, Upper 
Thames Street, E. O. 


Steam Mail Carts.—Messra, Jalius Harvey & Co., who 
have completed their first six weeks contract under the Postmaster- 
General for conveying mails by steam motor van from London to 
Redhill, have been asked by the authorities to make another contract 
for a farther period, the trials having been very satisfactory. 


“Stearn” Lamps.—The Zurich Incandescent Lamp 
Company, of Victoria Street, S. W., has issued a new list (January, 
1898) of the Stearn ” high voltage lamps, which, we observe, are used 
by about а score of municipal and company electricity supply estab- 
lishmente in this country. The list is undoubtedly a work of art, the 
arrangements, illustrations, and printing being of the best. Many of 
the lamps are shown natural size, including the double carbon, double 
carbon with filaments in parallel ae pins single filament, and high 
voltage types. Among others inclu in the list are fancy, change- 
able voltage, miniature, candle, and other lamps. 


The National Company for the Distribution of Elec- 
tricity by Secondary Generators v. Gibbs.—In the Chancery 
Division on Saturday, before Mr. Justice Stirling, the above action 
was mentioned upon a motion for judgment in default of defence. 
Mr. Gore Brown moved the motion on behalf of the company, and 
Mr. Rawdon, who had just been instructed on behalf of tne repre- 
sentative of the defendant, urged that this matter should not be 
taken asa short cause, but should go into the general paper, and 
that he should have leave to defend. It was а case in which injustice 
would be done unless he had an opportunity of defending it. His 
client was a foreigaer, and her only ap ce had been under pro- 
test, and he (Mr. Rawdon) wished an opportunity to consider whether 
he should move to discharge the service of the writ. The lady was 
in Paris, and that day only had her solicitors here got the affidavit 
from her. Mr. Gore Brown said that the other side had already had 
plenty of time. This was а claim made by the company against two 
gentlemen who assigned certain patente, relating to electrical distri- 
bution, for £220,000, with a warranty that the patente were valid. 
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The price was to be £200,C00 in shares, and £20,000 in cash, and the 
vendors undertook to establish their title to the patents, and transfer 
them to the company. But the patenta had not been transferred, and 
had been found in great part to be invalid and void. The defendant, 
Ruell, was administratrix of one of the patentees, and a claim had been 
made fortheassignment, and damages for breach of the agreement. The 
writ was issued on December 16th, 1896; leave to serve on Ruell was 
given on February 2204, 1897, and she entered an appearance under 
protest on March 3rd. That was not a step in the action which 
would prevent anyone во appearing from moving within a reasonable 
time to have service of the writ set aside; but he submitted it must 
be done within & reasonable time, and here there had been 10 months 
delay. There had been litigation going on in France in connection 
with the same matter, and in 1894 the company obtained judgment 
entirely in their own favour, a decision which was affirmed on appeal, 
and there was really no ground for disputing the agreement. After 
some further argument, his lordship said that although there had 
been very great delay on the part of the defendant, still he thought 
it necessary, for her proper protection, to give her an opportunity 
further to consider her position. He acco ly directed that the 
motion should stand over until the firstday on which he took non- 
witness actions. 


The Ward Electrical Car Company, Limited.— Under 
the winding-up order recently made against this company, the 
statutory me»tiags of the creditors and shareholders were held on 
Wednesday, before Mr. Calley, Assistant Receiver, at the Board of 
Trade offices, Carey Street, Lincolns Inn Fields. The Chairman said 
the facts relating to the case were somewhat peculiar. The company 
was registered in October, 1888, with a capital of £300,000, and was 
apparently promoted by Mr. Ward, in conjunction with a Col. 

cMurdo, with a view to the acquisition of certain inventions 
relating to electricity and belonging to Mr. Ward, also to carrying 
on the business of electrical engineers. The whole of the capital— 
except the signatories shares—was issued to Mr. Ward on return for 
his inventions, and he was also to act as managing director at 
£1,000 a year, payable only ont of profits, or until the formation of a 
[ubsidiary company. The whole of the shares having been issued to 
the vendor. T'ne company had no working capital, but Mr. Ward 
entered into an agreement with Col. McMurdo for the sale to the 
latter of 22,500 shares for £10,000 payable as to £1,000 to Mr. Ward, 
and £9,000 to the company. Ool. McMurdo died in May, 1889, 
having paid £4,362 on account. Mr. Ward then entered into an 
agreement with the Receiver of his estate, under which 20,000 
shares were to be returned to him, and he was to provide the 
company with £5,000 for working capital. Mr. Ward further 
undertook to pay the company’s liabilities until December, 1890. 
The money received by the company was used in developing the 
patents, but apparently without any definite results, and the only 
property acquired was stated to be & small amount of plant that had 
been seized by the landlord for rent, and an omnibus which had been 
seized under a judgment. The directors in April, 1896, authorised 
Mr. Ward to sell the whole undertaking to & new company for 
£35,000, payable as to £5,000 in cash, and the remainder in shares. 
That scheme was not carried through, but subsequently Mr. Ward, 
and a Mr. Marshall, floated the London Electrical Omnibus Company, 
Limited, to acquire other inventions belonging to the former 
gentleman. The purchase price was £20,000 cash, and £80,000 in 
shares, and was to be divided between the two promoters. Under 
the agreement with the first company, it was provided tbat all 
inventions and improvements thereon, sold to that company, should 
become its propery: The inventions sold to the second company 
were stated to be improvements on the original inventions, so that 
a question of title would doubtless arise between the two companies. 
Mr. Ward had stated his intentions of handing over his shares in 
the new company for the benefit of the old company, and Mr. 
Marshall was now bankrupt in the London Court. The directors in 
August, 1892, resolved to issue debentures to a certain firm, and 
although there had been no actual issue, a claim to some of the 
company's property had been maintained with success. The original 
patents apparently lapsed, with the result that the only asset 
belonging to this company was its interest in the London Electrical 
Omnibus Company, Limited. Accounts had been prepared showing 
unsecured debts, £863; fully-secured debts, £2,435; and assets, 
£l 9s. ld. Mr. Ward intimated that he desired to present the 
shareholders with shares in the London Electrical Omnibus Company, 
Limited, which was now in & position to make & considerable profit 
by running electrical omnibuses. He had no doubt but that the old 
Shareholders would consent to such an arrangement, as the shares 
would be of considerable value. The matter was left in the hands of 
the Official Receiver, to be dealt with in the usnal manner. 


The Year 1597.—Messrs. Drake & Gorham inform us 
that 1897 fully answered their expectations. The number of instal- 
lations in country houses completed during the 12 months continues 
to increase, and twice during the year the firm has engaged new 
‘suites of offices. Amongst the country house installations may be 
mentioned the lighting of Rolleston Hall, for the Right Hon. Lord 
Churchill, with two large oil engines, and upwards of 300 lights; 
Brook House, for Mrs. Stephenson Clarke, with two steam engines 
and 420 lights; Tal-y-Garn, for Mr. Godfrey Clark, with two oil 
engines and 365 lights. The long list of installations also includes 
several hundred lights for the Marquis of Lansdowne; the lighting 
of Dr. Conan Doyle’s house; also that of Mr. W. J. Crossley, of 
Crossley Bros.; Oalton Park for Sir Philip Egerton, &c. One of the 
largest isolated installations in the kingdom has been put down for 
the Prudential Assurance, and consists of a generating plant for 6,500 
lamps of 16-C.P. An installation of 2,500 lampe, and a number of 
Jandus lamps, has just been completed for the Auxiliary Army and 
Navy Stores. 'Гпе firm's Manchester branch bave completed a 


number of installations in private houses, mills, and public buildings, 
amongst which may be mentioned the Linotype Company’s new 
works, where 254 “ Jandus” arc lampe, as well as 240 incandescent 
lamps, have been placed. The progress of the “Jandus” lamp, for 
which the firm are the sole selling agents, has been phenomenal, and a 
special department has been found necessary to cope with this 
rapidly extending business. The firm have developed a system of 


iron conduits, with a patented form of joint, which avoids all screw- 


ing, and consequently effects a considerable saving in labour. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—Councillor Johnson recently undertook to 
consult Prof. Kennedy on the question of utilising the dust of the 
city in producing electricity. 


Bath.— Mr. G. F. Metzger has now been officially appointed 
by the urban sanitary authority as engineer and of the electric 
light works, to carry out the same duties as he has heretofore per- 
formed, at & fixed inclusive salary of £500 per annum, and two- 
of apprentices' premiums. 


Bristol.—The electrical engineer, Mr. Faraday Proctor, 
is to report on the cost of placing the electric light in a Cabot tower 
which is now being erected. 


Bromley.—The Board of Trade have provisionally 

to transfer the electric lighting order, but a long dis- 

cussion the District Council have postponed the question pending 
information as to the status of the company. 


Cardiff.—The Electrical Engineer (Mr. Appelbee) 
reports that the total number of 8-C.P. lamps supplied on December 
316% last was 15,431, compared with 14,136 in the серо 
period of 1896, an increase of 1,298. The lamps connected an 
applications received during December were 208, and the total num- 
ber of lamps awaiting connection at the end of the month was 1,296. 
The number of units ted during December was 63,783, com- 
pared with 59,365 in the corresponding period of 1896, an increase of 
4,418. The calculated revenue for last month was £78 from arc 
lamps, and £786 from private supply ; total, £864. The revenue in 
December, 1896, was £819 193. 1d. The lamp connections were less 
than could be wished, but the department was ham for want 
of plant. The sale of current for the year 1896 was 308,430 units, 
compared with 342,461 units in 1897, an increase in the latter year 
of 34,031. The rates now charged wers 64. for the first two hours 
and 33d. afterwards. He suggested that the rates should be 7d. for 
the first hour and 34d. afterwards. 


Chester.—A feeder is to be laid to increase the pressure 
for the light in Brook Street, Foregate Street, and other thorough- 
fares, at an estimated cost of £2,050. Councillor Roberts stated 
at the last Oouncil meeting that the Electric Lighting Committee's 
expenses had been about £2,400, and their receipts had been close 
upon 45,000. The winter quarter December had 
realised close upon £1,800. They were told by Mr. Thurs- 
field, who had had the management of the works as Parker's 
representative, that they might look forward to a gross income next 
year of about £8,000. Notice has been given to Messrs. Parker that 
the Corporation intend to take over the works at the end of March. 
The sub-committee were going to recommend that the price during 
the current year should be 5d. instead of 6d. per unit. Two con- 
sumers of 2,000 units had received discount, enabling them to 
have the light at the net price of 44d. per unit. 


Dingwall.—The Town Council last week discussed the 
perf ога propose agreement with the company which intends elec- 
trically lighting the district. 


Douglas,—The Lighting Committee has considered 
tenders of the Douglas Gaslight Company and the Isle of Man Tram- 
ways and Electric Power Company to light the town respectively by 
gas and electricity, and has decided to recommend the ce of 
the Gaslight Company's tender, with power to terminate 
ment at any time so far as the sea front is concerned. The: Gaslight 


Company offered to light the town with Welsbach burners at varioss 


prices per burner, while the Tramways Company offered to supply 
the current only for electric lighting at 34d. per Board of Trade 
unit. 


Dublin.—A member of the Dublin Mercantile Associa- 
tion complains that he has been waiting fora supply of current for 
about two years, and has not yet been supplied, although, he say’, 
the mains come right up to his shop. He has been informed that the 
Corporation has not current to supply him with, and somehow or 
other from this he reasons out that the electric lighting powers 
Should be handed over to the Electric Tramway Company, whose 
scheme is before the Corporation. The Dublin Mercantile Associa- 
tion consider that the rates now charged are excessive, and that if 
if the Corporation cannot improve the service, they should invite 
others to submit schemes. 


Edinburgh.—The Lighting Committee recommends the 
lighting by electricity of various roads with 16, 13, 10, 16, 7, 12 and 
16 lamps respectively. The proposal is that the lamps should be 
lighted at the rate of £15 per annum. 
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` Elland.—The District Council has decided to ask the 
electrical engineer of Nelson to visit Elland, and make a report as to 
the character of the installation suitable for 'the needs of the town. 


Finchley.—The Munici ene o Bupply Company has 
submitted terms of a pro East Finchley with elec- 
tricity. These have been sent ios a Ёк ы for consideration. 


Folkestone.—Plans of the electricity works have been 
prepared, and building operations are to be commenced at once. 


Fort William.—The charges for current here to ordi- 
пагу consumers are 9d. per unit from one hour before sunset till 
F 5 15 oaa eee Ша follo day 
41d. per unit. e case of workmen's houses, there is а rate 
of 10s. per 16-С.Р. lamp per annum. The town is lit for the same 


now being supplied, but the plant has double that capacity. 


ape. is haren, the ке appointed Corporation 
ee ee will take up his from to-day. The 
ttee will now proceed with the arrangements 

necessary уг 3 8 5 of the new works. 


The Oorporation has decided to supply the stanceholders in the 
Dead Meat and Fish Markets with the necessary current for lighting 


Hampstead —The Vestry has advanced Mr. Cottam’s 
salary from £400 to £450 per annum. The chief assistant engineer 
has an increase from £200 to £225, and three assistant engineers are 
to advance from £117 to £130 each. 

 Hanley.—The Council's charge for electric current for 
motive power purposes is to be reduced from 3d. to 24d. 


Heavitree.—The Surveyor is shortly to report as to his 
inquiries те electric lighting. 


x Hornsey — 1h Hornsey Gas Company and the Great 
ort Со threaten to the ect 
ligh ep way mpany oppose municipal electric 
Horsham.—The District ш will spend £20 in 
information as to the cost of electric lighting for the 


Huddersfield.—The borough electrical engineer, Mr. A. 
B. Mountain, has that the number of consumers is now 598, 


Er 


‘lighting the Theatre Royal. 

The extension is absolutel jo Шнор at = ot ue 
accepted. absolu w e in- 
crease of the business. д 


Islington.—The Vestry decided last week to lay a new 
cable and conduits from the works through We Street to Bt. 
James's Road, and along one side of Liverpool Road to Upper Street, 
the total cost estimated by the engineer at £3,164. The arc 


lighting is also to be extended through Liverpool Road, at a cost of 
£2,500, including about 40 arc lamps. Application is to be made to 


the London County Oouncil for sanction to 
necessary amounts. 


ee a Collings, chairman of the Light- 
ing reports. that for the past year the electric lighting 
revenue has been £3,889 17s. 6d., or £193 13s. 10d. less than they 
anticipated; whilst, on the other ride, the cost of their works was 
£3,061 Os. 9d., or some £148 7s. 6d. below what they antici 
They really anticipated a balance to the bad of £814 9s, an they 
regna that. the ager balance те ped 106 114. The бене light. 
1 now reached another s t year he 
күсе that were able to meet their wor lake, ds and he was 
now to say they could meet the interest on the principal. 
_ Leloester.—The Gas and Electric Lighting Committee 
that the total output of current from the central station for 
the half-year ended December 3let last was 204,084 unite. There 
were 350 consumers. 


Liverpool.—The electrical engineer reporta that up to 
December 3106 the equivalent number of 16-C.P. lamps connected to 
the supply mains was, for private lighting, 60,690, and Corporation 
lighting 6,971, making a total of 67. 661, an increase of 2,706 
nud the month. The number of units supplied during December was, 

to private consumers, 300,658, and for the Corporation 64,456, 

a total of 365,115, ea 257,700 for the corresponding period 


the borrowing of the 


Horecambe.— An arbitration took place on 24th inst. at 
Morecambe Council Office with ct to matters in dispute between 
the Council and the Old Blectric Light and Power Company, Limited, 
on the former taking over the latter company’s undertaking. The 
respective arbitrators were Mr. Thursseld,. city electrical engineer, 
навай | апа 175 Gibbings, city electrical engineer, Bradford. The 


Government Board and the Board of Trade's sanction were obtained, 
and the un formally taken over, the company were to keep 
the plact in the same state of repair as at the original valuation. 
The Council now alleged that the plant had deteriorated in value 
through being improperly stored, and the main cables not properly 

looked after, the latter ter bung stated to be now useless for the Council's 
system, and worth £2,000 less than at the time of the valuation. In 
gu keene this contention, Mr. Parkinson, resident engineer, gave 
as to recent teste, and was corroborated by Mr. Woodson, 
engineer, Lancaster Waggon Works; Mr. Hedgecock, of 

the the ‘British Insulated Wire Company; and Mr. Burton, of Messrs. 
Callender & Co., London. The Chairman and Surveyor also spoke 
to the unsuitable place in which the stores were kept. On the other 
side 16 was contended that the mains were practically as good as 
when originally valued, except for 10 per cunt. allowance for depre- 
ciation. On behalf of the company, Mr. Clirehugh, consulting engi- 
neer, Manchester, and Mr. Davidson, from Messrs. Glover & Co., 
Salford, who supplied the original cables, were called (says the Lecds 
Mercury) to show that the Council'a tests were not taken under 
favourable circumstances, witnesses’ tests giving 4,000 million ohms, 
as against 45,000 ohms by Mr. Parkinson. It was further contended 
that the cables could be put right for £50. The proceedings lasted 
several hours, and at the close the arbitrators intimated they would 
onally test the mains. At a recent Council meeting Mr. Par- 
inson, engineer, submitted an amended plan, showing the 
сеи of the arc lamps for public lighting. This was approves. 

t was resolved that, if possible, without interference with 
of the present contract with Mr. Krauss, an arrangement be made 
А him and Messrs. Thomas Parker, Limited, with reference to 
arc light cables and erecting pillars on the promenade from 
— iow to Bare. 


Penarth.—The solicitors of the Electric Lighting Com- 
pany have replied to the Cardiff Parliamentary Committee, stating 
that there is nothing substantial in the objections put forward to the 
electric lighting scheme. 


Shanghai.— Arrangements were recently made for the 
electric lighting of oe native city. Preliminary work was to 
commence in December 


Shoreditch.—The Vestry has been considering a scheme 
for heating the baths and wash-houses, so as to utilise in the most 
economical manner the steam sup lied from the electric lighting and 
dust destructor engines. Messrs. Berry & Sons have quoted £4,695 
as the cost of the necessary condensers and plant for the purpose. 
Mr. Henry Ward, C.E., has been рош consulting engineer, at 
5 per cent., to advise the Vestry in matter, and to supervise the 
carrying out of the works. 


ade pir dp IRE ш new Sittingbourne waterworks have 
been lighted with electricity 


Southend-on-Sea. рай for the post of electrical 
engineer to prepare p &c , and supervise the construction of elec- 
rid works, have to be lodged with the Town Clerk by February 
22n 


Southport.—The electric lighting extensions have been 
completed, and the plant now installed has a ca over five 
times as great as the original installation of 1893. e last addition 
includes an “ ironclad " d o, driven by a 500 Н.Р. 3 
with a capacity of 10,000 bringing up the total capacity of the 
plant installed to 22,750 8-C.P. lamps. 


Mensies, Chairman of the Electricity Committee, rid a report 
with plans and estimated cost of c t | 

at the ae Street, Regent’s Par 
meet the continuously increasing demand for current. The scheme 
submitted provides for the erection of a new chimney shaft and 


unnecessary 
the whole of the piani in the new buildings at the outset. A pro- 
rtion only required, viz:—Two 750-H.P. engines and 
юа. the bank of four boilers shown on plan, boiler feed pumps, 
feed-water heaters, & proportion of the condensing plant, switch- 
boards, overhead travelling crane, ash elevator, lock-up coal bunkers, 
&c. The new chimney shaft would be some 200 feet high, 8 feet 
6 inches internal diameter, and so designed as to accommodate all 
possible extensions on the present site. Mr. Sydney Baynes, chief 
electrical engineer, who prepared the scheme, estimated that 
the capital expenditure on the portion of the building and plant, 
completed by the end of the present year, would be about £21,440. 
That sum included the cost of the chimney and flues, and repre- 
sented the amount payable to the contractors, inclusive of £9,440, 
which would be due for the engines already ordered, and the whole com- 
pleted scheme would involve a capital nditure of £26,439, which 
the Vestry was now invited to sanction. . Menzies, in moving that 
tenders be invited for carrying out the work, said they found as long 
ago as last March that all their plant and machinery was folly em- 
ployed, and, therefore, they thought it was time to consider what 
they were going to do in 1898. They found from experience that it 
was necessary to order their machinery from 10 to 18 months ahead, 
and in order to cope with their enormously growing business they 
must get to work in time. A question to which the committee bad 
given all the consideration in their power, was whcther they could 
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utilise the existing station in Stanhope Street for the proposed 
extensions, or whether they would erect a new and a third station, In 
the result they had decided on the former course on the ground of 
economy. Their business in 1897 had increased by 25 per cent. per 
annum, and at the present moment their plant was so heavily engaged, 
that it was doubtful the preceding night if they could spare sufficient 
machinery to try the new street lamps which had recently been 
erected ; and farther, it was now a queation whether for some time 
they could accept any new customers. The Vestry had given them 
two dynamos, but they wanted boilers and housing for the dynamos, 
and when these were at work the capacity of the station would be 
doubled, and being capable of turning out 2,500,000 units of electricity 
а year, would be in a position superior to that of any London electrical 
station. Tuere were indications that the time had arrived when they 
should provide for the futare. If Mr. Maxim perfected his new in- 
candescent lamp, it would mean that the people would have no more 
to pay for electricity than gas, and as through many channels tbey 
had enormous demand coming upon them, the committee, во as to be 
ready fer any emergency, asked the Vestry to sanction this outlay, and 
thus be prepared for any demand which might arise during the next 
three or four years. Mr. Close seconded the motion, which was carried. 
Mr. Gardner did not object to the extension of the electric light, but 
he did not think it was a favourable time to ask for more money when 
the Electricity Committee owed its bankers £26,922 17s. 2d. for the 


Regent's Park station and £21,711 in connection with the King'a Road 


Btation. 


The L. C. C. Scheme.—The Highways Committee on 
Tuesday recommended the Council to invite, by public advertise- 
ment, tenders for the plant required for lightiag the Embankment 
and Westminster Bridge by electricity. The scheme contemplates 
the provision of 141 arc lamps. It is suggested that they be distri- 
buted as follows:—28 along the kerb on the north side of the Em- 
bankment, 29 along the kerb on the river side, 64 along the parapet 
wall, five on the adjacent piera, eight in Northumberland Avenue 
approach, and 10 on Westminster Bridge and its approaches. 
Waterloo Bridge would be lighted free of charge by the Charing 
Cross and Strand Electricity Suppy Company, in consideration for 
permission to lay their mains across. The capital expenditure of the 
scheme is estimated at £25,300, and the annual maintenance cost at 
£3,609. The matter stands over until next week, 


Torquay.—The opening of the electric lighting works 
has been postponed for another fortnight. 


Treetop.— Subject to the approval of the Local Govern- 
ment Board, £140 is to be borrowed for completing the street light- 
ing electric installation. 


Turkey —A Turkish paper just to hand announces that 
all the military barracks in Constantinople and the provinces are 
about to be fitted up fir electric lighting, and that the necessary 
apparatus bas been manufactured ín the electrical department at the 
Admiralty in the Turkish capital. 


Wallingford.—The electric light has been installed at 
the Wallingford Works of Messrs. Wilder Bros. 


Weston-super-Mare.—In connection with the steps 
being taken by the District Council, for putting down a municipal 
electric lighting plant, the ratepayers have met together, and passed 
а resolution against the municipal proposal. They are in favour of a 
company taking the risk, and they recommend this course. A 


syndicate is at hand ready to pay all out-of-pocket expenses so far, if 


the Council will agree. 


Wrexbam.—The Local Government Board does not 
approve of the Council's proposal to purchase the Willow Brewery 
premises for £8,000, for the purpose of converting them into an 


electric light station, gymnasium, baths, &c. If the Corporation still 


desire to buy the property, the Public Works Loan Commissioners 
will be reoommended to lend the necessary money. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Belgium.—La Société des шаша led очи de Gand 
is the title of a company which has just been formed in Ghent to 
acquire the horse tramway in that town owned by the Sociéte des 
Railways Economiques de Liége-Seraing and the Compagnie des 
Railways à Voie Etroite, and to convert the same into electric lines. 
T'ae capital of the company is £140,000. 


Birmingham.—According to a Birmingham paper it 
seems that the negotiations between the Tramway Company and the 
City Corporation, which were broken off about à year ago chit fly on 
account of the objection raised by the Corporation to the overhead 
trolley on the recommendation of its Continental deputation, are 
about to be resumed. Mr. Ross is shortly to return to Birmingham. 
Tne Daily Argus іа & recent article on the position says that the lapse 
of time has not improved the position of the company or contributed 
to an amicable settlement. To begin with the holders of the present 
lines are one year nearer the termination of the lease. Consequently, 
whatever necessity existed 12 months ago for an extension of 
time to replace the capital outlay is more urgent now. But, on the 
other hand, the feeling against the extension of the lease is stronger 
than at that time. Those most completely in touch with the Council, 


and particularly the department charged with the task of negotiating 
with the City Council, assure ue that members who, 12 months 
ago, shrank from so serious an addition to municipal responsibilities 
as the control of a tramway now admit that this course appears to be 
the only way out of a difficult situation. The force of the com- 
pany's contention that the 21 увага’ lease inevitably entails a loss 
upon those who lay down an und d conduit is generally 
recognised. But the determioation to resist the overhead system is 
Btronger than ever." 


Bradford and Leeds.— The promoters of this Light 
Electric Railway (Power and Traction, Limited; W. N. Stewart and 
В. A. Smith, M. I. E E., managiog directors) have been circulating a 

mphlet respecting the proposed line and its good effects upon the 

tricts touched by it. 


Brent ford.— The District Council has been considering 
the proposed trolley electric tramway scheme, which would touch 
this district, and seems favourably disposed toward the undertaking. 


Bristol.—The Bristol Tramway Compeny are promoting 
legislation for the use of electricity on all their lines, and for the 
construction of new lines in several parts of Bristol, and this matter 
having been referred to at a meeting of the Bristol Sanitary Autho- 
rity, the Town Clerk stated that the question arose whether the com- 
pany bad complied with standing orders as to the deposit of plans, 
and he had therefore laid a memorial before the Examiner of 
Standing Orders, complaining of non-compli&oce. The Oommittee 
approved of this course. The matter cane before the Examiner on 
Friday, ben the Corporation of Bristol was represented by. Messrs. 
Dyson & Co., Parliamentary agents, instructed by the Town Clerk. 
Mr. Warwick Webb, Parliamentary agent, instructed by Mr. H. G. 
Doggett (Bristol), represented the company, on behalf of whom Mr. 
Sam. White (secre'ary), and Mr. Edwards (resident engineer), was 
also present. О 1 behalf of the Corporation it wa: alleged that there 
v ere defects in notices, bills and plans, but after hesriug all the srgu- 
ments the Examiver decided in favour of the Tramway Company on 
all points. One of the allegations made by the Corporation was that 
proper notice bad not b:en given of the proposal of the company to 
make their horse tramway an electrical tramway. It was а work of 
so much importance that proper notice ougbt to have been given. It 
would necessitate the breaking up of 114 miles of the city streets. 
Mr. Faraday Proctor, electrical engineer to the Corporation, was 
called and taid that under the Bill it would be necessary to take up 
the whole of the road bed for the entire width of the road, and per- 
baps 18 inches or 2 feet on either side, and to a depth exceeding a 
foot, in order to put down а concrete bed. At present the rails were 
on chairs, and these cbairs rested upon blocks of concrete, but the 
rails in the spaces between the chairs merely rested on the road. It 
was proposed in the Bill to make a continuous bed of concrete along 
the whole length of the line. 


Charing Cross and Paddington Bill“ dead.“ — The 
Bill for powers to construct, at a cost of £1,225,734, an electric 
underground railway connecting Chariug Cross, vid Knightebri 
with Paddington terminus, was officially marked dead at the 
Houses of Parliament last Friday, there being no appearance of the 
promoters when the Bill was called by the Examiner on Btanding 
Orders. 


Electric Tramway to the Alexandra Palace.—Pre- 
parations at the Alexan Palace are going on apace. Spaces for 
industrial exhibits are nearly all let. Tne necessary repairs are well 
ahead. Arrangements have been completed to rua an electric tram- 
way from the Wood Green entrance up to the top of the hill for the 
benefit of residente in the Wood Green locality. 


Finchley.—The Hampstead Vestry will oppose the scheme 
as set out in the Finchley, Hendon, and District Light Railways 
(Electric) Bill. The Finchley District Council has submitted its list 
of objections to the scheme. 


France.—The construction of the new electric tramways 
in the town of Elbeuf (Seine Inferiéure) is approaching completion. 
The plant at the power station comprises three Garnier steam engines 
and three Postel-Vinay 100-kilowatt dynamos. 


Glasgow.—The Germau firm is reported to have given 
up the contract for tramway rails. A sub-committee is now to 
accept the tender of a Leeds firm, subject to the adjustment of 
certain details. The amount of this estimate—the only British com- 
petitor for the contract—is said to be £1,700 in advance of the 
German offer. 


Hanley.—The Council has resolved “That a conference 
be arranged with the local authorities in the Potteries and Newcastle 
with & view of considering the advisability of proceeding unitedly 
for the purpose of acquiring and working the tramways and 
extending the same, and that subj-ct to certain specified restrictions, 
the consent of the Council should be given to the application of the 
North Staffordshire Tramways Company for a provisional order to 
lay down further lines within the borough.” 


Kiddermipster-Stourport.— A provincial paper ва 
that it is expected that this line will be completed by about 
end of February. 


Kirkealdy.— Prof. Kennedy had a meeting last week with 
the Tramways and Town Council Committees with a view to 
reporting on the proposed combined electric lighting and traction 
scheme. Prof. Kennedy recommended the combined scheme, which 
had no engineering difficulties, and was being carried out in other 
towns, and he approved of the overhead electric system of traction. 


(Continued on page 117.) 


Vol. 42. No. 1,053, January 28, 1898.] 


THE ELECTRICAL REVIEW. 


113 


THE MANUFACTURE OF TUDOR 
ACCUMULATORS. 


IT is hardly necessary to say that the Tudor accumulator had 
established a-splendid reputation on the: Continent long 
before it was introduced into this country. In the most 
striking developments in electric traction— we refer to the 
combined trolley and accumulator systems—the Tudor accu- 
mulator has been intimately associated, and when we say that 
the Hanover tramway system and the Zurich tramway rely 
for their efficient working on this type of accumulator, we 
are merely stating in another way that it has achieved the 
distinction of showing that the storage battery is not an 
impossible factor in tramway traction. 

The Tudor accumulator is by no means due to an inven- 
tor's lucky inspiration. It has been slowly evolved from the 
results of protracted experiments and ceaseless observations. 


devised by M. Gaston Planté, modified only so far as to 
ensure greater adherence and homogeneity, and to obtain 
greater rapidity in formation, without the use of corrosive 
acids, such as were employed by M. Pianté in his later processes. 

The first striking feature in a survey of the Dukinfield 
Works is the casting shop, in wbich there are two large 
melting pots, each capable of holding about two tons of lead. 
The one pot contains pure lead, from wbich the positive3 
and most of the negatives are made. | | 

The second pot contains an alloy of lead with.a small 
quantity of antimony, which is used for certain small acces- 
sories and for the large type of negatives such as thoge in 
the Glasgow batteries referred to later on. 

Although the casting shop is a difficult one to show by 
учоо арчу, the illustration gives a fair idea of its arrange- 
ments. In the construction of the Tudor cells, the manu- 
facturera attach considerable importance to what appears to 
us a vital point, namely, the purity of the lead used in the 


PLUMBERS’ SHOP. 


Mr. Tudor, who curiously enough is an Eaglishmav, has 
been for many years developing the type of accumulator 
that we now associate with his name, and how great a 
commercial feature the Tudor accumulator is on the Con- 
tinent, may be gathered from the fact that at Hagen alone 
there are 800 workpeople engaged upon its manufacture. 

Some three or four years ago the Tudor accumulator was 
brought to this country by Mr. A. B. Pescatore, and the 
manufacture of it was commenced at Dukinfield, near Man- 
chester, some time afterwards. 

We have recently, through the courtesy of Mr. Pescatore, 
had an opportunity of witnessing the various operations that 
are carried on in the works at Dukinfield, and by means of 
the illastrations and notes we trust to be able to reproduce 
some of. the impressions we received. 

It is generally well known that the positive plates of the 
Tador cells, which are perhaps the most distinctive features 
of these accumulators, are lead plates of large surface, and 
are formed on the Planté method. The large surface is due 
to the peculiar form in which they are cast. The plates are 
formed by a process very similar to the one originally 


plates. Indeed, we believe the makers are modest enough 
to affirm that much of the success achieved by the accumu- 
lator is due to this fact. However that may be, they cer- 
tainly insist upon obtaining the best brands which can be 
guaranteed to contain less than 0:1 per cent. of impurities. 
The moulds in which the plates are cast are in two halves, 
each corresponding to one side of the plate, and consisting 
of a rectangular cast-iron frame, in which are held a number 
of gun-metal racks, 15 mm. wide, cut with very fine teeth. 
A very slight space is left between each rack, corresponding 
to a horizontal rib on the plate; at intervals of about 
120 mm., a tooth is cut away on each rack, so as to give an 
extra strong vertical rib at those points. These vertical and 
horizontal ribs and the strengthened edges, while giving 
greater rigidity to the plates, provide paths for the current, 
of which they thoroughly ensure the even distribution. Slots 
are cut in the cast-iron frame, so that the lugs and strengthen- 
ing edges are cast in one piece with the rest of the plate. 
The two halves of the mould are mounted in a vice, one 
side of which is fixed, the other being movable, first for an 
inch in a direction parallel to itself, and then about an axis, 
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во as to entirely open the mould for the removal of the of lead on the surface of the plates is produced first by 
Pate. In the positive plate, when the mould is closed, ће alternately charging the cells and leaving them on open 
apexes of the teeth do not touch, and a thin backing is circuit, and afterwards by alternately charging and discharg- 
formed; the pitch of ing tbem at frequent 
the teeth being about intervals throughout 
24 mm. and their : — the day, the discharge 
depth 6 mm. Inthe becoming heavier as 
moulds for the nega- the formation ad- 
tive plates, which vances. Finally the 
consist of an open cells are charged and 
grid, the teeth on discharged under the 
either side touch ordinary conditions, 
when the mould is until they attain very 
closed, and the thick- nearly the normal 
ness of the teeth on capacity, when the 
the racks is much plates that have been 
greater. used as positives in 
It is, of courae, of the formation are 
the utmost import- removed and dried. 

ance that the teeth The formation 
should be cut with с period lasts abont six 
great accuracy, and weeks, and is carried 
they are made as out as continuously 
rectangular as pos- as possible, day and 
sible, to avoid sharp night. There are at 
edges on the surface present in use about 
of the plate, which 300 boxes, each con- 


would rapidly become taining 21 or 42 
worn out. Great FILLING PASTE IN NEGATIVE PLATES. platee, according to 
care has therefore the type. 

been bestowed upon the design and workmanship of the To prepare the negative plates, the grids are first “pickled” 
monlds, and the cost of them is very cons:derable. by charging them positive with a heavy current for a few 


For the purpose of forming the positive plates, they are seconds. They are then filled in the ordinary way with 


CASTING SHED. 


brought into the formation rooms, a view of which is given, litharge, formed into a paste with sulphuric acid. 1 
where they are mounted in lead-lined wooden boxes. The operation of filling in the litharge is shown in one of the 
plates are hung from glass sheets, and are burnt to temporary illustrations. After being dried, the majority of negative 
lead connecting bare, in much the same way as they are plates are sent out without any further preparation. It bas 
usually mounted in Tudor cells. The plates, both positive been found that the active. material of the negative plates, 
and negative, are of the positive large surface type, the cells which is lead in an extremely fine and divided state, oxidises 
being filled with dilute sulphuric acid only. The peroxice and sulphates so readily, that the time required for reducing 
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them after erection is scarcely lessened by a previous reduc- 
tion of the litharge at the works. 
tive plates previously reduced have always a tendency to 


scale апа blister 
during the first 
charge, owing to the 
hard coating of sul- 
phate of lead on their 
surface. 

To simplify the 
manufacture as much 
as possible, only two 
types of plates, A 
and B, are now used 
in stationary Tudor 
cells. The A type 
has the dimensions 
Т inches wide x 12 
inches high, and the 
B type 14 inches 
wide x 12 inches 
high; for the pur- 

of renewals in 
existing batteries, a 
third type, D, is 
made, of which the 
dimensions are 97 
inches wide x 9: 
inches high; but no 
new cells are supplied 
with these plates. 
The thickness of all 


types of plates is the same, the positive plates being *5 inch 
and the negatives *4 inch thick. 


For the largest type of plate, known by the makers as the 


On the other hand, nega- 


JOINERS’ SHOP. 


between the two plates so as to allow for their expansion in 
ordinary working. The size of the finished plate is about. 
16 inches wide x 25 inches high, and its appearance is shown 


in the accompany- 
ing sketch. The nega- 
tive C plates are 
made of two negative 
B plates, the lower 
edge of one being 
solidly burnt to the 
upper edge of the 
other. Togivegreater 
rigidity to negative 
plates of this size, they 
are made of antimony 
lead alloy. 

The plant at pre- 
sent in use at the 
Dukinfield works 
comprises а Marshalls 
50 I.H.P. semi-port- 
able compound en- 
gine, driving by 
belts two 20-kilowatt 
dynamos, and a 
similar 75 I.H.P. en- 
gine driving one 35 
and one 20-kilowatt 
dynamo. Arrange- 
ments are already 
being made for 
putting down a 


third engine of 100 I.H.P. with corresponding dynamos. 


The switchboard has all the necessary cut-outs, switches 


TUDOR ACCUMULATORS AT Grascow CENTRAL STATION. 


and instraments, and an automatic minimum cut-out on each 


С type, the lugs are removed from two positive B type plates, dynamo. In the circuit of each dynamo is a multiple way 
whi 


| are solidly burnt at either side to two hard:lead strips. 
These side strips are cast in one piece with the-connecting 
and suspending lugs. A space of about half an'inch is left 


switch allowing any dynamo to be put on any of the formation 
batteries, of which the voltage is so variable that it has been 
found impossible to group them in parallel. A special boiler 
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for distilling water, is also placed in the engine-room. 
‘Distilled water is a feature of the Tudor accumulators, 
nnd large quantities are used in the works, both for 
workiog the batteries and in the formation cells. 

The rest of the works are composed of the plumbers’ shop, 
where the wood boxes are lined, C type plates are made, and 
all general plumbers’ work with the hydrogen blow-pipe 
is carried out ; the joinera’ shop, where the boxes, stands, and 
packing cases are made, a few machine tools being used in 
this work ; a small engineers’ shop ; the pasting shop, where 
the negatives are pasted as before described; and, lasily, the 
packing-shop and stores. 

It may be mentioned that all the tools are driven by electric 
motors, of which there are about half a dozen; these take 
current from the lighting circuit of the works, which is 
entirely fed by a special battery, charged twice a day during 
the winter months. Owing to the sudden variations of 
output, due to the starting and stopping of the motors, the 
voltage would be very unsteady, were it not for the automatic 
regulating switch of the Trumpy pattern, which keeps the 
voltage perfectly constant. We have previously described 
the operation of this switch, and we now show ап illustra- 
tion of the one in use at Dukinfield. | 

It may be interesting to close the account of the manu- 
facture of Tudor cells with a short description of the two 
batteries recently put in at the Glasgow Corporation sub- 
stations. 

The general view of one of these batteries, at Tontine 
Lane, Glasgow, is shown in the accompanying photograph. 
This battery is composed of 134 cells, type H.C. 27, each 
containing 27 plates of the C type. The output is 2,080 
ampere-hours, or 1,040 amperes for two hours with a mini- 
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18 cwt., making а total weight of 120 tons for the whole: 
battery. | e 


Tug Tauurr AUTOMATIC SWITCH. 


The second battery at Claremont Street, Glasgow, is 
similar in every respect, but is slightly smaller. There are 
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mum voltage of 240 volts. The cells are capable of giving 
а maximum output of 1,820 amperes for one hour, and 
may be charged with a current of 780 amperes. The size 
of each box is 2 feet 9 inches x 1 foot 11 inches x 3 feet 
high, and the weight of each cell when filled with acid is 


126 cells, each containing 25 C plates, the output being 
960 amperes for two hours. This battery weighs 
tons. 

These batteries are interesting as being, we believe, com- 
posed of the largest size of cell at present in use 1n the 
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kingdom; they are, at the same time, a good example of the 
way in which the floor space required by large batteries may 
be reduced, without arranging іп two tiers, the upper of which 
is always neglected. 


рүүнү түү 


Postrive Prats. | "— Pave. 

We are much indebted to Messrs. Pescatore for their 
courtesy in allowing us to inspect the process of making 
Tudor plates; also to Mr. Jacob for the information em- 
bodied in the foregoing description. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


(Continued from page 112.) 
Laxey and Ramsey Electric Railway.—We are in- 


formed that the order for a battery of very considerable dimensions 


has been placed with the Chloride Electrical Storage Syndicate, 
Limited, which will be employed in connection with the extension 
of the Douglas and Laxey Railway, in the Isle of Man, to Ramsey. 
Their batteries are already installed on the Douglas and Laxey 
section and the Snaefell branch of the line. 


Norwich. — The Town Council has approved of the 
application to be made to Parliament in the ensuing session by the 
Norwich Electric Tramways Company, for an Act to authorise that 
company, amongst other things, to make and maintain additional 
tram ways. 

Staffordshire.—At a recent inquiry at Kingswinford 
held by Oolonel J. T. Marsh, R.E., it was stated that the scheme of 
the British Electrio Traction Company involved about 50 miles of 
tramways, and the company were to have the tramways 24 years, 
when the local authorities could purchase. 


The Power Distribution Scheme,—The members of 


the South Staffordshire Iron and Coal Masters’ Association attended 


at the Qaeen's Hotel, ent ea last week, to consider the scheme 
brought forward by the Midland Electrical Corporation for Power 


com peti 
could only distribute power at 3d. per unit, whereas it could be done 
by private enterprise on а great scale at one-half or one-third the 


Colonel J. B. Cochrane, chairman of the South Staffordshire 


cost. 
2 ae stated that difficulties ам been репе for some 
е with regard to dealing with storm water, and preventin 
their mines being drowned out. If they could get electric wer 
supplied to the low-lying districts they could economically with 
storm and other water by making reservoirs, and so getting rid of 
tas bulk of the storm water, which was so injurious to the mines. 
The Mines’ Drainage Board had spent £30,000 or £49,000 in putting 
down heavy pumping engines to deal with that water which ought to 
be dealt with on the surface. Mr. J. F. Albright, on behalf of the 
Midland Electric tion, explained the objects of the under- 
. It was intended to supply the South Staffordshire district 
with electrical power, and when Parliamentary authority was obtained 
a large керегар station would be erected. in a central situation. 
From the switchboard seven or eight circuits would radiate to 
different parts of the districts, and the current would be available 
day and night, and on Sunday, for power and lighting at prices 
varying from 3d. to 1d. per unit. The Oorporation p d to rent 
motors to manufacturers, and to act as vet bankers, The Chairman 
а resolution affirming that the proposals were worthy of 


support, and should be encouraged instead of being opposed by local 
authorities, subject to fair conditions, so as to secure economical 
lerms to consumers, & copy of the resolution to be sent to each local 
authority and tbe Board of Trade. Sir A. Hickman, in seconding, 
remarked that if the Corporation came toa vague proposal as to price 
of between 14. and 3d., he did not think the ratepayers of Wolver- 
hampton would be inclined to admit a competitive company, but if 
they were prepared to give power at 1d. per unit, all the Corporations 
would gladly welcome the company. As time went on coal would 
decrease, and any Corporation that ventured to oppose a scheme of 
this kind would be taking upon themselves very grave responsibilities. 
Mr. Hooper (Dudley) suggested that the local authorities should have 
the right of distributing power in their own areas, taking power from 
the Midland Electrical Company.—Mr. Albright said that the price 
would depend upon the nature of the demand. Broadly сан. 
they were Prepared to supply current at ld. per unit to customers 
who woul e it for the necessary number of hours. In the course 
of a discussion, Mr. W. Bassano informed the meeting that at his 
collieries electric haulage and pumping had been found most success- 
ful and economical He also endorsed the remarks already made as 
to the advantage which the scheme would be to the work of the 
Mines’ D Commissioners.—Mr. Garcke (British Electric Trac- 
tion Company) said that a large portion of the scheme for supplying 
electric traction to the district was lying dormant, because of the 
difficulty of getting power from the local authorities at anything like 
the price which the company would offer it.—Mr. A. Keen suggested 
that “worthy of support” in the resolution should be altered to 
“ worthy of consideration." He contended that the proposal meant 
a monopoly. He was prepared to consider anything, but to support 
it was another matter.—The resolution was altered as suggested, and 
carried with one dissentient. 

The Walsall District Council will support the application of the 
Midland Electric Construction борчу for a provisional order for 
the supply of electricity to the district. 


The “ Underground."—In connection with the sugges- 
tions of the Departmental Committee appointed to go into the 
system of ventilation of the tunnels on the Metropolitan Railway 
lines, the directors in their report to the shareholders quote the 
recommendations to which we referred in the Revizw some months 
back. They desire to express their sense of the value and importance 
of the inquiry, and they have embodied in the company's Bill, 
deposited for the next Session of Parliament, powers to enable the 
company to give practical effect to the committee's recommendation. 
The Bill deposited provides for powers to improve the ventilation o£ 
the railway ; to authorise the working of the traffic of the railway by 
electricity; to alter the levels of the railway in the parish of 
Willesden, and for other purposes. | | 


TELEGRAPH AND TELEPHONE NOTES. 


French - American Cables.—A Washington despatch 
says that the Acting Attorney-General has decided that the President 
has power, in the absence of any legislation on the subject, to con- 
trol the Janding of a foreign submarine cable. The question was 
raised by the action of a French Company, which landed a cable at 
pue 5 without the express permission either of Congress or the 

ent. 


Portsmouth Telephone Service.—The Council of the 
Local Chamber of Commerce in the report submitted to the annual 
meeting, states that, at the instance of the Ohamber, the promised 
underground metallic circuit had recently been completed, and had 
remedied the disturbance to the telephonic system. caused by the 
electric lighting of the town, which disturbance during its existence 
rendered the telephone practically useless. The Council were now 
in communication with the National Telephone Company on the 
subject of the high rentals charged, and tbe need for better instru- 
ments. They were also in correspondence with the Postmaster- 
General with the view of improving the use of the trunk system, 
which is at present hindered by all messages baving to go through 
Southampton, and there being only one wire from that place to 
London. A second wire from Southampton to London is nearly 
completed, but the Counci] were of opinion that the only satisfactory 
remedy as regards Portsmouth is the construction of & trunk line 
direct to London, so preventing the present delays. It is also 
thought by the Council that to render the trunk system acceptable 
to the public, the tolls must be considerably reduced, the present 
charges being almost prohibitory. : 


Telegraph Monopoly in Mexico. — The Mexican 
Government has en into a contract with the Western Union 
Telegraph Company and the Mexican Telegraph (Cable) Compeny, 
an American corporation, whereby the communications of Mexico by 
wire with foreign countries are to be concentrated in the federal 
telegraph system aud the systems of the two corporations above 
mentioned. In other words, says the Financial News, the Govern- 
ment, the Western Union, and the Cable Company are to have the 
exclusive right—the monopoly—of the foreign or international 
telegraph business of Mexico, to the exclusion of the railway wires 
and those of any other corporation. This is stated explicitly in 
Article 26 of the contract. It is declared in Mexico that the deal 
raises an important point which will probably become the subject 
of protracted litigation, until a test case is made of it by а 
decision of the Supreme Court." 
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Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repeired. 

Brest-Bt. Pierre (Anglo, 1869) April 0th,1899 .. . А 
West Indies— 

Bt. Oroix-Trinidad ... Nov. 30th, 1896 ... TA 

Cape Haitien-Puerto | peo Sist, 1897 a 

Curacso-La Guayra  ... Jan. 5th, 1898 
Amason Company cable—  . 

Parintins-Itacatiara ... May Sth, 1896  ... "a 


Obidos-Parintins eo Dec. 7th, 1896... us 

Para-Cameta ... oo Jan. 18th, 1898  ... séi 
Bundaberg-New Caledonia .. Nov. 4th, 1897 ... Jan. 21st, 1898 
Teneriffe-St. Louis (Senegal) Dec. 34th, 1897 Jan. 38rd, 1898. 


Saigon-Hong Kong ... e Jan. 8th, 1898 55 РУ 


Рага- .. Jan. 2204, 1898 ... 

| LANDLINES. | 
—ͤ } March 12th, 1896 ... 
Oartagena-Barranquilla . July 4th, 1898. TA 
Baigon-Bangkok nk ... Jan. 22nd, 1898 


The Telephone Service.— The Beckenham District 
Council bas unanimously & resolution requesting the Post- 
master-General to grant licenses for telephone service, without 
Inquiry as to the charges or efficiency of the present service, to any 
municipalities or companies complying with the requirements of the 
Treasury minute of May 23rd, 1892. 

The Daily Chronicle says that, speaking at the annual meeting of 
the Halifax Chamber of Commeroe on Tuesday, Sir James Л 
M.P., director of the National Telephone Company, said there were 
numerous complaints ng sore the company’s service. Many pours 
expected impossibilities, but a new science which was being gradually 
de must for a long time leave a good deal to be desired. The 
great difficulty was that, unlike the Post Office, the company had no 
power to place wires underground. But the authorities of every town 
in England, he believed, had now given the necessary consent, and 
all would soon be enjoying a vastly improved twin wire underground 


ш. 

At a meeting of the North S'affordshire Chamber of Commerce, at 
Hanley, on 19th inst., it was reported that the replies received to 
questions submitted by the secretary to the members of the Chamber 
and to the Town Clerks of about 60 places, with reference to the 
working of the telephone system, showed the general opinion to be 
that the present charge for the telephone was not a reasonable one ; 
and that the telephone service at present obtainable was unsatis- 
factory for a variety of reasons. 

The Glasgow Corporation bas received no further information 


regarding Sheriff Jameson's report. 

r. Morton, according to the City Press, has no intention of 
allowing the question of the telephone monopoly to drop out of 
sigat. At the meeting of the Court, yesterday, he was to propose 
the convening of a conference at the Guildhall, with a view to the 
1 authorities uniting in a demand for a Government inquiry to be 


CONTRACTS OPEN AND CLOSED. 


OPEN. 
Ashton-under-Lyne,—February 2nd. The Baths Com- 
mittee want tenders for the installation of the necessary wires and 
fittings for the electric lighting of the Corporation Baths. Oonsultin 
engineers, Messrs. Lacey, Clirehugh & Sillar. See our Official 
Notices" January 14th for particulars. 
Bilbao.— February 28th. The Secretary of State for 
Foreign Affairs has received a despatch from Her Majesty's Consul at 


Bilbao, g that the provisional board appointed ín connection 
with the tramway which it is p to lay from Zumarraga 
to Zumaya, in the province of Guipuzcoa, invite ln and tenders, 


to be received by February 28th, for the construction and equipment 
of the line. Further particulars of the conditions of the tenders for 
the above-named tram line and branch, which together measure 30 
miles, may be at the Commercial De ent of the 
Foreign Office any day between the hours of 11 and 6. 


Belgium.—February 11th. The Provincial Government 
Authorities in Brussels are inviting tenders for an installation of 
electric lighting in the offices of the Governor of Brabant in the 
Rue de Chóne, Brussels. Tenders to be sent to the Gouvernement 
Provincial, Brussele. 


Berlin.—March 15th. The Municipal Traffic Deputation 
of the Town Council have opened a competition for the construction 
of several new electric tramways in that city. Exhaustive details 
concerning this project are contained in the Elektrotechnische Zeit- 
schrift of the 13th inst., which mentions that proposals will be received 
by the Stadtische Verkehrsdeputation Rathbaus III, Berlin, by 
March 16th. 

Bradford.—February let. The Corporation is inviting 
tenders for the electrical equipment of about nine miles of street 
тунек There are three contracts for the following sections :— 
(1) steel poles, bracket arms, &c.; (2) trolley wire, insulators and 
overhead equipment; (3) cars, trucks, motors and trolley poles. 
Particulars from the city surveyor or the city electrical engineer at 
the Town Hall. 


Brighton.—January 818. The Town Council want 
tenders for dynamos, motors, switchboards and wiring for the electric 
lighting of the Municipal School of Science and Technolagy. Speci- 
fications from the town clerk's office. 


Edinburgh.—February 5th. The Corporation want 
tenders for the wiring of the Police Station, AbbeyhilL See our 
" Official Notices " for particulars. 


France.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either nos 
electricity. Particulars and tenders to be sent to, La Mairie de 
Saint Chamond (Loire). 


Harrogate.—Janu 8184. The Corporation wants 
tenders for the supply of p steam nuts for is cr [veis months’ 
supply (minimum quantity 1,500 tons per year). Particulars from 
the electrical engineer, Mr. Geo. Wilkinson, Corporation Electricity 

t. 


en 
icester.—Japuery 31st. The Leicester Corporation 
Mais tetas эи ж тне! mud paruam 8 
ouse cations an wings, 
sent to the Ohairman of the Sani Committee, to the office of Mr. 
E. Geo. Mawbey, O. E., borough ; Town Hall, Leicester. 


London, E.C.—Febraary 2nd. The City of London 
Electric Lighting Company is inviting tenders for the purchase of 
various quantities of superior secondhand cables which recently 
been in use on the company's continuous current series arc 
but has been found unsuitable for the high pressure (about 3,000 
volts) required. It is stated to be adapted for house-wiring or for 
making connections to supply mains. Bee our “Official Notices” 
this week for fuller details. 


Madrid.—February 22nd. The Secre of State for 
Foreign Affairs has received a despatch from Her Majesty's Chargé 
d'Affaires at Madrid, enclosing copy of a Royal decree announcing 
that a public auction for the contract for repairing the national sub- 
marine telegraph cables during the next five years will be held at 
Madrid on February 2208. Further particulars as to the cables in 
question may be inspected at the Commercial of the 
Foreign Office any time between the hours of 11 and 5. 


Redd ite h.— February 14th. The District Council want 
tenders for the supply of buildings, gas pen pun gas engines, 
alternatore, cables, transformers, &c, for the electric lighting of the 
district. Consulting electrical engineer, Mr. J. A. McMullen. See 
our Official Notices” this week. 


Rochdale.— February 19th. The Corporation want 
tenders for steam dynamos, balancer, and boosters, &c. ineers, 
Messrs. Lacey, Clirehugh & Billar. See our “ Official Notices" January 


14th. 

‘Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telographs in 
Bucharest for the supply of 56,000 metres of galvanised iron and 


steel wire. 

Spain.—The municipality of Sophia is inviting tenders 
for the joint concession for (a) electric lighting of the town; (b) eleo- 
tric tramways in the town and suburbs. Daily Tenders for 26th inst. 
gives the conditions of tendering. 


Spain.—February let. Tenders are being invited by the 
Municipal Authorities of Tarifa (Oadiz province) for the 20 years 
сопоевгіоп for the lighting of the public streets of the town by 
electricity, acetylene or gas. Tenders to El Secretario del Ayunta- 
miento de Tarifa (Cadis) from whom particulars may be o 


Spain.—February 8th. Tenders are being invited until 
February 8th by the Municipal Authorities of Tordesillas, a small 
пон гаар V со, Tr an ooon] за осон electric 
lighting of the public streets g а peri 20 years. i 
may be obtained from, and tenders should be sent to, El Secretario 
del Ayuntamiento de Tordesillas (Valladolid). 


Spain.—February 11th. Tenders are being invited by 
the Municipal Authorities of Valderas (Leon province) for the 
concession for the electric lighting of the public streets of the town 
during a period of 17 years. Particulars may be obtained from, and 
ca to be sent to, El Secretario del Ayuntamiento de Valderas 

п). 

St. Helens.—February 21st. The Corporation want 

tenders for various plant and machinery, &c., in connection with the 
roposed electric tramways. Sze our Official Notices” this 
or particulars. Consulting engineer, Dr. J. Hopkinson. 


Stockport.—February 3rd. The Corporation is wanting 
tenders for various plant and machinery for electricity supply vo 
at Millgate, Stockport, including Lancashire boilers, steam dynamo, 
feed water heater, sto battery, electrical instruments, d 
connections, wiring, &c.,fat the generating stations, also undergroun 
cables. Electrical engineer, Mr. James N. Shoolbred, 47, о 
Street, S.W. See our Official Notices” January 14th, and supple- 
mentary notice this week. 


Wimbledon.—February 2nd. The District Council 
wants tenders for the supply, delivery and erection of water tu 1 
boilers, condensing plant, overhead crane, high speed steam enginea 
alternator, switchboard, underground mains, conduits, &. Oonsu ung 
engineer, Mr. A. H. Preece. See our “Official Notices” January 
14th for particulars. 


- ———— i as ий „ 
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OLOSED. 


ro TIR i Council has accepted the tender of the 
Sunderland ге Company for an overhead crane at £70. The order 
for 66 lamps with switches and fuses at 35s. each, also 300 lamps 
with switches but without fuses at 203. each, has gone to the Reason 
Manufacturing Company, Limited. Mr. Bbarpe's tender has been 
rr^ for the erection of the electric light station and shaft at 


Canterbury.—The list of tenders recommended for 
acceptance in connection with Mr. Hammond’s electric lighting 
scheme, which were noted in our issue of January 14th, came 
the Town Council last Friday, and the tenders were accepted. 


Hammersmith.—On Wednesday last week the Vestry 
gave out the contract for the supply of two alternators, exciter and 
spare parts, at 23,600, to the Electric Construction Company. 


Melbourne.—Mes:rs. C. A. Parsons & Co., of Newcastle, 
пате, кк юа Вуй paper, Teoaived а contract. trom: the 
Government ways ent for four steam alternators, the 
amount being £7,604 odd. 


Sydney.—For the feeder cables and junction boxes for the 
electric tramways (George Street and Harris Street) the 


tender of Messrs. Noyes Bros, of Sydney, bas been accepted at 


schedule rates. 


FORTHCOMING EVENTS. 


1898. 
Friday, January 28th, at 8 p.m.—The Institution of Civil ало Я 
Students' meeting. Paper to be read on Condensing 
Apparatus,” by H Williams, Stud. Inst. O. E. 


Saturday, January 20th.— Institution of Junior Engineers, West- 
"i pad Palace Hotel. Reception at 6.30 p.m. Dinner 

p.m. 
Monday, January 31st.— Yorkshire College Engineering Society. 
. Mr. J. A. McLaren on Electrical Engineers’ Specifi- 


Latest date for tenders for electric lighting plant of the 
Municipal School of Science and Technology. Also 
Leicester tenders. 

Tuesday, February 1st.—Latest date for Bradford electric tramway 
plant tenders. 

Wednesday, February 2nd.—Institution of Electrical Engineers. 
Students’ meeting. Paper to be read entitled Com- 
реа of Gas and Electricity as used in Tramway 

ork on the Continent," by O. M. О. Heyl, student. 
At 8 p.m.—Society of Arts. The Cinema ph,” by 
Jules Fuerst. Captain W. де W. Abney, O. B., F. R. ., 
will preside. 


Liverpool or a Society. Р . W. B. 
Preece, O.B., F.R. л 


Latest date for Ashton-under-Lyne tenders. 
Latest date for electric lighting plant tenders for Wimbledon. 
Thursday, February 3rd, at 8 p.m.—Chemical Society. Papers to be 
read: — On the Dissociation of Potassium Platini- 
Chloride in Dilute Solution, and the Production of 
Platinum Mono-chloride,” by E. Sonstadt; Effect of 
the Mono-, Di-, and Tri-chloracetyl Groups on the 
Power of Methylic and Ethylic Glyocerates 
and Tartrates,” by Percy Frankland, F. R. B., and 
Thomas Stewart Ph.D.; “The Rotation of 
Ethylic and Methylic Di-monochloracety]-tartrates,” by 
Perey Frankland, F. R. S., and Andrew Turnbull, Ph.D.; 
“The Volumetric Estimation of Sodium," by H. J. H. 
Fenton, M.A. 
Meeting of the Chemical Society at Burlington House. 
Friday, February 4th, at 8 p.m.—The Institation of Junior Engineers, 
at the Westminster Palace Hotel. Paper on u Electro: 
ic Brakes, and their Capabilities," by Mr. Louis 
H. Walter, A. I. E. E., of Oambridge. | 
Institution. Mr. A. A. Campbell Swinton on Some 
New Studies in Cathode and Róntgen Radiations.” 
Saturday, February 5th.— Institution of Electrical Engineers. 
Student's visit to the works of Mesers. Siemens & Oo., 
Woolwich. Train from Fenchurch 8 10.5 a.m. 
Applications to join the , tothe Student’s Hon. 
Sec. (Mr. 8. Grant, 28, Bt. Abbot's Terrace, W.) 
Tuesday, February 8th.—Liverpool Overhead Railway Company. 
Meeting at Liverpool. 
Thursday, February 10th, and Friday, February 11th.—The annnal 
р meeting of the Institution of Mechanical 
piis at 25, Great George Street, The discussion 
on Mr. Philip Dawson's paper on Mechanical Features 
of Electric I raction," will be resumed. A paper will 
be read and discussed as follows: First Report to the 
Gas Engine Research Committee ; Description of Ap- 
us and Methods, and Preliminary Results," by 
rof. Frederic W. Burstall. 


NOTES. 


Electrolysis by Traction Currents.—Though there can 
ba no doubt, from theoretical considerations, that the corro- 
sion of underground pipes is accelerated by the leakage 
currents from electric railways, it has always been difficult, 
for obvious reasons, to obtain statistics of the exact amount 
of damage done. In the Street Railway Review, December 
15th, 1897, an interesting fact is mentioned, which seems to 
show that traction leakage currents are not the only cause of 
electrolytic corrosion. “ Опе of the best railway electricians 
in the country discovered what, to all appearances, is a most 
pronounced case of electrolysis in a gas pipe in this city, but 
which, at the time he made the excavation, was many miles 
removed from any electric line, and, indeed, was separated 
from the nearest line by a river. It is valuable evidence 
and convincing, that destraction of water pipes can and does 
oocur without the presence of trolley lines, and the question 
naturally arises whether the electrolysis in the past, which 
has been discovered sinoe the advent of electric lines, was 
due to them to any such extent as has been supposed. While 
there were in the early days unmistakable cases traced to 
these lines, it is not unlikely that natural earth currents and 
acids in the soil largely contributed to the results in many 
cases, which were discovered by reason of the construction 
of electric railway lines.” In the same journal is given an 
account of several cases of corrosion due to traction currents 
that occurred in Salt Lake City and Ohicago. In one of 
these cases, the corrosive action was strongest about a 
crack in the pipe, from which water had been slowly leaking 
into the ground. It was supposed that the superior con- 
duotivity of the wet ground concentrated the current 
on this part of the pipe. The reports of the engineers of 
these lines shows that faith has not yet died out in such 
old-fashioned and exploded remedies as bonding the pipes to 
the raile, or bonding the rails to an uninsulated return con- 
doctor. In several cases an overhead return condactor 
connected to the rails at short intervals is recommended, 
though it is not explicitly stated whether this condnotor is 
insulated or not. | 


-— 


Effect of Róntgen Rays on Plants.—An exhaustive 
series of experiments has recently been made by Prof. 
Atkinson, of Cornell University, to determine the aotion of 
the Róntgen rays on growing plante. (Science, January 7th, 
1898). The resulte, unfortunately, are of a very negative 
character. He found that, though plant tissues absorb the 
Röntgen rays quite freely, there is no marked influence on 
the growing parts. There are no visible external injuries, 
even when the parts are exposed at close range а large part 
of the time during several days. This is the more remark- 
able, since the general impression is that the rays, even with 
comparatively short exposures, are injurious to the human 
tissues. The rays were found to have no toxic or os 
influence on plants. No difference in growth was produ 
by exposure to the Röntgen rays; the rays neither inhibited 
or hastened growth.  Bacilli were for hours to the 
rays, but it was found that they had no influence on the dis- 
tribution of the bacilli in the liquid, nor on their vitality for 
the length of time of the exposure. 


Electrical Installation Rules,—The new edition for 
1898 of the Electrical Installation Rules of the Liverpool 
and London and Globe Insurance Company, forms the third 
year's issue of the new copyright compilation, displacing 
their former rules dating from 1888 or earlier. The value 
of this peo re-issue is shown in the present edition by 
the inclusion of several added rules this year. For instance, 
the growth of the adoption of free wiring in various 
districts has necessitated rules specially dealing with the 
lead-covered twin wires used in this class of work, and the 
extension of the use of electricity for tramway work has lead 
to the prohibition of the use of trolley wires or of dynamos 
feeding trolley wires as a direct source of current for 
lighting or power upon insured premises other than the 
power stations, sheds, &c., of the tramway people. Further 
ms additions deal with precautions desirable in specifio 
igks, such as corn, oil, and textile mills. 
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Mutual Influence of Cathode Rays.—Some interesting 
experiments, accompanied by rather hesitating conclu- 
sione, are contributed by Julius Bernstein, in Weid. Ann., 
on the subject of the apparent repulsion between two beams 


of cathode rays, first observed by Crookes, and interpreted 


by him on the supposition that cathode rays consist of pro- 
jected particles, and are equivalent to elastic conductors 
carrying a current. As might have been expected from a 
German source, says the New York Electrical Engineer, 
Bernstein's resulta tell against this view, and in favour of 
some kind of wave hypothesis. In the first place he investi- 
gated the influenoe of the direction in which the rays travel. 
Mounting two cathodes, one at each end of the tube (see 
fig. 1) with a slit in front of each, he obtained two opposite 
beams running side by side, which did not affect each other 


Fic8. 1 AND 2. 


in any way. But when the cathodes were placed side by side 
(fig. 2), the beams were bent outward as long as the glass 
funnels protecting the wires left the cathode plates bare. 
When they projected beyond their surfaces, no effect was 
produced. "The direction of the emerging rays is, therefore, 
of no account. Further experiments proved that the action 
is probably exerted by one cathode upon the beam from the 
other cathode at its origin. But to this action an electro- 
static effect between the cathodes may be added. 


Accumulator Boxes.—The high price of these *re- 
cipients"—as they are termed on the Continent to 
distinguish them from what is technically termed the “cell,” 
and also from the outer boxes—has long been an inducement 
for the invention of a new material to be used in their con- 
struction. In а recent discussion at the Institation, Mr. 
Wallis Jones referred to the “breakages of ebonite cells, 
which, on the average, may be taken to cost 108. a piece.” 
Celluloid has been proposed and used to some extent; it is 
not liable to fracture, but its great combustibility constitutes 
во great a danger that its employment on a large scale is out 
of the question. We have seen some samples of a new 
material, invented by Mr. Desmond FitzGerald, and called 
by him “ Acrematin," which seems well adapted for the 
manufacture of these receptacles, being acid-proof, stron 
and comparatively cheap. It would appear to be adapted 
also to many other purposes. 


Vacuum Tube Lighting.—An American correspondent 
writes as follows :—'* With reference to Tesla’s vacuum tube 
light mentioned in the current electrical journals, D. McFarlan 
Moore, of. Newark, N.J., who lit & room by vacuum tubes 
at the electrical exhibition in New York in May, 1896, has 
just made a statement, claiming Tesla's present system to be 
a copy of his. There is certainly a similarity. Moore inter- 
rupta а £elf-inductive circuit in a vacuum, and connects one 
terminal of the tube to be lighted to one side of the break, 
and the other terminal to the opposite side. Tesla interrupts 
a self-inductive circuit in the open air, and to light a tube, 
raises the potential of the induced current by а step-up trans- 
former, the secondary of which is connected around the break, 
and has a condenser of suitable capacity ір its circuit. This 
arrangement he calls an electrical oscillator.” 


Electric Cranes in Railroad Shops.—Electricity is 
very largely used for working the oranes at the Crewe shops 
of the London and North-Western Railway. The motors, 
Bays Engineering, have field-magnets of the Manchester type, 
and Paccinotti armatures. In starting a motor, а variable 
resistance is switched in to diminish the starting current, 
being cut out when the motor is fairly running. All the 
motora used are designed to run at 1,500 revolutions per 
minute, the в being afterwards reduced by worm gearing. 
In the case of the 30-ton cranes used in the erecting shops 
for lifting locomotives, the load is lifted at a speed of 2 feet 
6 inches per minute, at an expenditure of 70 amperes at 120 
volts. The long travelling is performed at a speed of 100 
feet per minute, with an expenditure of 60 am at 120 
volta, and the cross traverse at a speed of 50 feet per minute, 
with an expenditure of 30 amperes at 120 volta. In the case 
of light weights the speed of lifting is 10 feet per minute. 
In the case of the 15-ton crane, which has been provided in 
connection with a boiler-riveting plant, the crane is 50 feet 
above the floor level, and all its movements are controlled by 
switches on the ground, 8 magnetic brake being provided on 
the armature shaft to arrest the motion as soon as a rivet- 
hole has been brought into place for the closing of the rivet. 
The cost of repairs has, Mr. Webb states, so far been very 
small; no renewal of commutators has been n , but 
they are lightly skimmed up in the lathe about once in 12 
months. The carbon switches and brushes are renewed once 
in six months. 


Cabby's Farewell to his Steed.—The S. James's 
Gazette recently had the following: — 


So long, o'd 'oss; you're jest played out, you've taken your last fare, 
Your quarters are the knacker's nah, and mine are Lord knows where; 
There ain't no room in London nah for either you or me, 

We're crahded aht by cabs as go hy electricitee. | 


It warn't all beer and skittles, even in the palmy days, 

What with the cove with principles, his legal fare as pays; 

But when the “ biz” was pretty brisk, aud cabby got the pull, 

I could plank dahn for the Derby for my fancy arf a ball. 

It’s nuts, it is, on some fine day, to pick up some young nob, 

And drive im all the morning till the fare is nineteen bob; 

And then he stops at Gresham 'Ouse, and shahting, “ Cabby, wait,” 
'E takes 'is 'ook the other end aht into Bishopsgate. 


Or on а lovley antumn when the rain came дап in sheets, 
Or when a bloomin’ blizzard set us skatin’ in the streets, 

And after you ad planked dahn to the yard each bob you ‘ad, 
And fahnd yerself to balance up a dollar to the bad. 


Then to take yer to the stables at the other end of 

And strip yer frozen 'arness off, and rub yer old ‘ide dahn ; 
And yer got yer jolly skin full, and a decent place to doss, 
Which was often more пог J got by a jolly site, old ‘oss. 


But nah—so long, my beauty; for this latest style I bar— 
1 ain't a going (what do you think) to run a motor-car ; 
While there’s a crossing to be swept, a job to do—no fear— 
I reckon I'm too old to turn a blooming engineer. 


American Electrical Apparatus for England.—With 
respect to Mr. Justus Eck's recent visit to the United States, 
the Street Railway Journal says that the purpose of this 
visit was to make arrangements with American houses to re- 
present them in Great Britain, and in this he was highly 
successful. Mr. Justus Eck's company (Messrs. Laing, 
Wharton & Down) already represents the well-known Walker 
Company here, and among the new agencies secured 18 
of the Ward-Leonard Company, manufacturers of Carpenter 
enamel rheostats and other appliances; that of the Wagner 
Electric Manofacturing Company, of St. Louis, for its alter- 
nating current apparatus of all kinds; that of the Q. & C. 
Company for its rail-sawing apparatus, and that of the 
Pearson jack. Тһе Buda track drill, for which the company 
has been for some time agent, has been due largely sold 1n 
Great Britain throngh ite efforts, Mr. Eck also made 
arrangements for establishing в permanent purchasing agency 
in New York for any supplies needed in this country for 
carrying out the extensive work which Laing, Wharton F 
Down are now organising to undertake in Great Britain ап 
elsewhere. 


The Royal Society—Among the pa down T 
reading yesterday afternoon were the following: u 
Wilson: (1) “The Kelvin Quadrant Electrometer 8s 5 
Wattmeter and Voltmeter.” (2) “The Magnetic Properties 
of almost Pure Iron.” 
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The City and Guilds of London Iustitute.— The 


` Finanoe Committee of the City Corporation have recent! 


reported on the application. of the Council of the City an 
Guilds of London Institute, for a renewal of the grant from 
the Corporation to the funds of the Institute. They state 
from inquiry that the work of the Institute has been впосеве» 
fully and economically managed, and the results achieved are 
fully commensurate with the expenditure involved. Although 
in the past season there was a decrease in the total number 
of students in regular attendance, the work of the Institute 
was, on the whole, well maintained. At the Central Tech- 
nical College, 214 students were attending special courses, 
and an av of 170 were under instruction in each of the 
four departments which constituted the regalar curriculum 
of the Institute. The technological examinations attracted 
29,494 students, as against 27,583 in the previous year. At 
the Technical College, Finsbury, there were 184 day and 900 
evening students—a slight decrease in both categories. 
Since it opened in 1884, nearly 1,200 day students had 
entered. The development of the chemical department was 
remarkable, and the high quality of the work done by the 
students fully maintained. The income of the Central 
Institute, including school fees, was £33,079, and the cost 
of the several branches £28,578. The gross cost per student 
was £54. The Corporation of London has, iu consequence 
of this report, voted £400 in respect of last year towards the 
funds the Institute, to be devoted to thə Finsbury 
Technical College. This will make upwards of £16,000 oon- 
tributed in all by the Corporation towards the Institute. 


Testing Extraordinary.—Mr. S. L. Corson, writing to 
the American Electrician, says:—“ That there are tricks in 
all trades but ours,’ is a foregone oonclusion among the 
members of the various crafte, and the thought and inge- 
nuity expended upon some of the tricks and dodges would, 
if expended in true work, increase the salary and standing of 
the trickster to a notable degree. А саве in point:—The 
engineer of a small isolated lighting plant, not 1,000 miles 
from New York City, was informed that a test of his 
plant would be run to determine the cost of lighting the 

ilding, after which, current from Edison street mains 
would be turned on, and the cost of thus lighting for a 
similar period be ascertained. The engineer knew that if 
the Edison servioe cost less than it did to make the current 
by the plant that he was in charge of, his occupation 
would be forfeited. Therefore, when the trial run was made, 
never was boiler, engine or dynamo in better condition than 
his, and the coal burned was very small. When the Edison 
trial was made, he had figured out the oost of everything, 
and knew to a dot what current could be received, and still 


retain his place. A cunningly concealed water rheostat in 


the adjoining building was connected by concealed wiring, 
and the economy of the Edison current received so severe a 


set-back during the test run, that the engineer is sure of his 


job for some time to come, unless he gets found ont. While 
not speaking well for the trustworthiness of the engineer, it 
speaks still worse for the skill of the Edison ‘expert’ who 
conducted the test for his company. He should have detected 
the fraud immediately.” 


The Extraction of Metals and Metallic Alloys by 
Means of Electrical Heat.—A new process, which is being 
exploited at Cassel, in Germany, by Н. Aschermann, consists 
in the extraction of metallic alloys and pure metals by ele- 
tric heat from a mixture of the oxide, of a metal and the 
sulphide of another metal or of a metalloid, or of the oxide 
of a metalloid and the sulphide of a metal, the object being 
to accelerate the reduction, and eliminate the carbon and 
other im The metal is obtained in the form cf an 
alloy, from which the more fusible metal can be separ.ted 
o7 distillation if desired. Salpbide of antimony is prefer- 
ably employed as the flax; for instance, in the preparation 
of chromium, 10 parts of chromium oxide are mixed with 
23 parts of sulphide of antimony, and placed as catLo!e in 
un electric fasion furnace, and treated by a current of 20 to 
25 am and the antimony is driven from the resulting 
alloy by reheating. Similarly, alaminium may be obtained 
from & mixture of 10 of its oxide with 37 parts of 
sulphide of antimony, and directions are aleo given for the 
preparation of ferrochromium, ferromanganese, and ferro- 
cerium. | | 


ities. 


The Victory of the Storage Battery.—One of the 
moet encouraging features in modern central station opera- 
tion, whether light or power, is the attention which is being 
paid to the running economies. It would be unfair, says the 
New York Electrical Engineer, to say that no attention had 
ever been paid to getting the last bit of energy out of the 
coal burnt ander the boiler by some of our large operating 
companies; but it is certain that nine-tenths of the stations 
existing five years ago paid little attention to those so-called 
refinements which, as events frequently prove, make the 
difference between a dividend and a deficit. But these are 
the days of small things, and with them central station 
managers have come to understand that they can improve 
their balance sheet by other means than mere improvements 
in steam apparatus. They are gradually, but surely, coming 
around to the practice, long since in vogue in Germany, 
particularly, of operating their steam plants in connection 
with storage batteries. It would be a work of supererogation 
to rehearse at this late day all the advantages which the 
storage battery offers to tlie central station; the proof of the 
pudding is in the eating thereof. To carry out the metaphor, 
those who have tasted в good one want more, as shown by 
the fact that scarcely a single station has put in the battery 
that has not followed it up by one or more additional 
equipments. We are well aware that even some of the most 
progressive and intelligently managed companies in the 
country have held aloof from the storage battery, notwith- 
standing that New York, Boston, Brooklyn, Philadelphia, 
and other cities bad put them to good use. Among these 
was the Chicago Edison Company, but we are now informed 
that this company has also fallen into line and, if we may 
judge by the size of its plant just ordered, is making up for 
ost time with a vengeance. This contract was referred to 
iu the ELECTRICAL Review, page 981 of our last volume. 
In this connection we note also the intention of the Buffalo 
Railway Company to iustal accumulators to be charged from 
power obtained over the high tension lines from Niagara. 
As their load is a fluctuating one, and is particularly low 
during the night the battery will be able to absorb all the 
surplus energy available and thus permit the company to 
utilise fully the power for which they are paying. This 
battery, we understand, will also be the largest ever installed 
for railway purposes. The Electrical Engineer says it is 
gratifying to be able to note the growing popularity of this 
valuable station auxiliary. g 


The Central London Locomotives.— Once again in- 
formation regarding the electrical equipment of the Oentral 
London Railway comes direct from America. The New 
York representatives of the daily papers telegraphed at the 
end of last week that the General Electric Company, of 
Schenectady, New York, have just received a large order for 
82 electric locomotives for the Central London Underground 
Railroad. Owing to the size of the tunnel throuzh which the 
underground trains will pass, these locomotives will be of a 
small pattern. They will bave a capacity of 800 horse- 
power, and will weigh 45 tons, and will be able to draw a 
train of five cars weighing 150 tons at the rate of 15 miles 
per hour. Work on this order is to be begun at once. 


Lectures.—Mr. Wm. Lynd lectured on 20th inst. at the 
Grosvenor Hall, Belfast, his subject being “ Wireless Tele- 

At the St. Michael's Working Men's Institute, Pelsall, on 
15th inst., Messrs. S. Thacker and Bishop, of Walsall, lec- 
tured on “ Experimental Electricity.” 

Electricity a Transmitter of Power; its Application to 
Mining,” was the title of a paper read by Mr. F. H. Headley, 
at Camborne, on 19th inst., to a meeting be'd under the 
MD of the Mining Association and Institute of Corn- 
wall. 


Useful Reference Book.—“ Clubs," a list of over 2,500 
clubs frequented by the English in all parts of the world, 
for 1898, has just been published by Messrs. Spottiswoode 
and Co. The book is printed in tabular form, and gives 
much more information than in previous years; for instance, 
it notes the names of secretaries, dates of establishment, 
entrance fees and subscriptions, and has, in some cases, 
remarks on the qualifications for membership, &. 
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A Renewable Incandescent Lamp.—Since no sub- 
stance will probably ever be discovered which will stand a 
higher ug grips than carbon, no improvement in the 
efficiency of the glow lamp is to be looked for by substitut- 
ing other materials for the carbon filament. There is room, 
however, for a considerable reduction in the cost of renewals. 
The life of a glow lamp is limited, | 
and usually before the filament ie 
burnt out it becomes so wasteful 


of energy that it pays to replace it 
by a new lamp. .At present the 
whole lamp is rejected when the 


filament only has been worn ont. 
Herr Ch. Howard has designed a 
lamp on a more rational principle, 
in which the worn-out filament can 
be replaced, while the remaining 
ps of the lamp are still utilised. 
rom the description of this lam 
(Zeit f. Elektro. Heft 23, 1897) it 
appears that the ordinary pear- 
sbaped bulb has a tubular extension, 
to the end of which the socket is 
attached. (See fig.) The ends of 
the carbon filament are connected 
to two short lengths of nickel wire, 
which are held together by a glass 
crosspiece. The ends of these ä 
wires are pushed into two sockets | 
fixed on the ends of another pair of nickel wires con- 
nected to the platinum terminals of the lamp. When 
. it is desired to renew the carbon filament, the glass 
neck of the bulb is cut at the line shown in the fig., and 
the carbon filament is removed by pulling its nickel ter- 
minal wires out of the sockets. A new carbon filament is 
then inserted, and the parts of the glass bulb are placed in 
position and fased together. The bulb is then exhausted of 
of air in the usual way. This lamp has been patented, and 
is said to have already been proved to Ъз a practical впосеєв. 


The Alleged Failure in the Madrid Supply.—As we 
go to press, the following comes to hand from the secretary 
(Mr. Chas, Hill) of the Electricity Supply Company for 
Spaio :— [n your issue of 21st inst. you publish a-note from 
а Madrid correspondent, stating that at about the beginning 
of the present month the greater part of the district supplied 
by this company was without light for 48 hours. I sball Ъз 
greatly obliged if you will kindly. correct this statement, 
which is Man much exaggerated. The breakdown ia ques- 
tion, caused by an accident to the cables, affected only a com- 
peratively emall area, and the lighting was resumed the same 
evening, after only a few hours’ interruption." 


The Purchase of the Fowler-Waring Cables Com- 
pany.—As we announced in our issue of January 7tb, 
the Wistern Electrio Company, Limited, have concluded 
arrangements with the Fowler-Waring Cables Company, 
Limited, of 110, Fenchurch Street, E. C., and North 
Woolwich, to take over their busines as from January 
Ist, 1898. The notice is aleo confirmed by the Fowler- 
Waring Cables Company, who state that all debts due to them 
in respect of the business up to January 1st should be sent to 
the secretary, at 110, Fenchurch Street, and all debts and 
liabilities in connection with the said business incurred, 
accrued, or owing at the close of December 31st, 1897, fall to 
be discharged by this company. | 


The Electric Cab Mishap.—The daily prees would seem 
to be short of matter just now, judging by the amount of 
attention giventothe mishap with an electriccabin Fleet Street. 
It is not altogether the right thing to prejudice the general 
public against these vehicles before they have had a fair 
trial, but this seems a very likely result of some of the high- 
falutin and imaginative accounts which have been printed 
regarding, what is officially termed, the skidding of the 
hind wheels. The only damage to the vehicle seems to be 
the straining of one of these wheels, and th» following day 
the cab was working as usual. The daily sensationalist 
made it appear that the cab was smashed to pieces, and half 
of Fleet Street ploughed up. 


The Memorial to Ferraris.— We hear that the proposed 
memorial to the late Prof. Ferraris is receiving considerable 
pecuniary support from America, France, and Germany, but, 
though we say it with feelings of keenest regret, not one penny 
has been received from this country. It is to be earnestly 
"оре, for the honour of English science, that the occasion 

ill not be allowed to pass without some үне being 
shown to the services which Ferraris had rendered to 
science. | | 


New Paper.—On Tuesday next Mesars. Cordingley and 
Co. will bring oat the first number of a new penny daily, 
calied the Dasly Contract Recorder. 


онш Open.—The St. Helens Corporation want 
a resident electrical engineer for electric lighting and trao- 
tion plant, at £200 p2r annum. Sea our “ Official Notices” 
for particulars. | 


Improved Electric Glow Lamp Company v. Edison 
aud Swan United Electric Light Company, Limited.— 
Yesterday in the Queen's Bench Division, before Mr. Justice 
Mathew, this case came on for hearing. It was an action to 
recover damages for breach of oontract. The case 
for the plaintiffs was that by an agreement in writing 
in a letter from plaintiffs to defendanta, of November 
8rd, 1896, and in a letter from the defendants to the 
plaintiffs of November 9th, 1896, the defendants agreed 
to manufacture for plaintiffs 100,000 electric incandescent 
lamps of their own make, one-third to be round lamps, and 
two-thirds to be conical shaped. The defendants to 
deliver a minimum weekly quantity of 2,000 lamps, delivery 
to commence within five weeks from the date of the accept- 
ance of the contract. Plaintiffs alleged that defendants had 
failed to deliver the minimum quantity, by reagon of which 
the plaintiffe, who were unable to purchase the lamps else- 
where, had been unable to carry on their business, and had 
lost the large profits they would have made out of the sale 
of the lampa, and had been greatly injured in their business. 
The defendants, in their defence, did not admit the contract, 
and alternatively they pleaded that if they did do so, they 
were prevented by the acts of the plaintiffs from delivering 
eu lamps on the agreed dates. They had otherwise 

elive 
the plaintiffs had suffered any damage.— Mr. Bousfield, 
Q.C., M.P., Mr. Wallace, Q.C., and Mr. A. J. Walter, were 
counsel for the plaintiffs, while Mr. Fletcher Moulton, Q.C, 
and Mr. J. C. Graham represented the defendants. In the 
course of the casa the defendants admitted that there had 
been delay in the delivery, and after consultation between 
the parties a verdict was, by agreement, entered for the 
plaintiffs for £750 and costa. 


Dr. Cornelius Herz.—Dr. Cornelius Herz went out for 
a short drive on Saturday last, this being the first time he 
has left the Tankerville, Boscombe, for six years. 

Personal.—Mr. Thomas H. Blakesley has resigned his 
seat at the Council board of the Physical Society. Не 15 
therefore, no longer honorary secretary of that Society. 


Lecture. — On 17th inst. a lecture on “ Electric Car- 
renta, their Ways and Adaptation,” was delivered in the 
Marine Engineers’ Institute, King Street, South Shields, by 
Mr. G. Smith, of Н.М. Customs. 


New York Electrical Society.—Mr. S. Dana Greene 
read a paper before the above society, at New York, on the 
10th inst., his subject being “The Relations Between the 
Customer, the Consulting Engineer and the Electric Manu- 


facturer.” 


Storage Batteries for Buffalo—An American Er- 
change says that in December the announcement was made 
that the Buffalo Railway Company would instal at once 8 
set of storage batteries at its Niagara Street power station to 
act as a station auxiliary. There will be about 290 calls, 
which ыл be contained in : fep f ео m 
especially for the purpose. The building will m 
foot x 70 feet, and the Baffalo Railway Company expects 
to have the installation in operation early in March. 


all the lamp: contracted for, and they denied that 
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. The I. C. C. and Lantern Projection.—In some regula- 
tions which have just been issued by the L.C.C. respecting 
the uses of limelight in premises licensed by that body, we 
observe that the employment of ether and other inflammable 
liquids is forbidden, and it is suegested that in all cases 
where possible, the electric arc light shall be used as an illu- 
minant instead of limelight. 


Webb Testimonial.—The presentation dinner to Mr. and 
Mrs. Webb has been postponed to Monday, February 21at, 
owing to the rooms of the Hotel Metropole being required 
on the 14th (the date originally fixed) for a dinner at which 
the Prince of Wales is to be present. Early application for 
tickets should be made to Mr. H. Elmunds. 


Fatality.—An inquest was held on Friday last at the 
St. Bartholomew's Hospital on the body of Herbert Mew- 
cross, aged 25, a labourer, who was crushed to death by a 
crane at the Electric Railway Works, in Moorgate Street, on 
mm inst. The jury returned a verdict of * Accidental 


Electric Mail Carts.—It is stated that the Post Office 
on Monday last started a service of electric delivery vans 
between St. Martin'e-le-Grand and Paddington Station. 


James Watt Anniversary Diuner.— The 11th James 
Watt anniversary dinner, in oonnection with the Institute of 
Engineers and Shipbuilders in Scotland, took place at 
Glasgow last Saturday evening. Lord Kelvin was present, 
and in proposing *the memory of James Watt,” made a 


very interesting speech. 


Appolutment.—Mr. Frank Clowes, on taking the posi- 
tion of chief chemist to the London County Council, has 
been elected Emeritus Professor of Chemistry of the Uni- 
veraity College, Nottingbam. | | 


Explosion at an Oldham Electrical Supply Station. 
—We take the following paragraph from yesterday's Liver- 
pool Mercury. We have, however, been nnable to verify 
this extraordinary statement:—“ An alarming explosion 
occurred on Tuesday evening at the Oldham Corporation 
Electrica! Supply Station, Rhodes Bank, and effected 
damage to the extent of between £200 and £300. At 
six o'clock a loud report was heard and the place was 
enveloped in steam. It was found that the cylinder ends 
of two engines, connected with dynamos, been blown 
out. These lay smashed a few yards away, and one, weighin 
two tons, came very near striking Mr. Newington, electrica 
superintendent. " 


Sludge and Dust Destructors.— Lesterday a large 
number of professional gentlemen were invited to visit the 
n Sewage Works for the pu of inspecting the 
“ & Deas” destructors, and to meet Sir Douglas 
Galton, K.O.B., D.C.L., &c., Chairman of the Council of the 
Sanitary Institute. A luncheon in the Town Hall followed, at 
which Sir Douglas spoke at great length on the subject of refuse 
destruction and the methods in use, but we must defer a 
detailed Wig: ande of the Leyton plant till next week, when 
we hops to deal very fully with the matter. Sir Douglas 
Fox and Mr. Francis Fox, as engineers, with the assistance 
of Messrs. Stanger and Blount, consulting chemists and 
analyste, have given a most favourable report upon tbe ap- 
paratus as a most efficient and economical refuse destructor 
without injury to the neighbourhood. 


NEW COMPANY REGISTERED. 


Moutrie & Co., Limited (55,696).—Registered January 
18th with capital £5,000 in £1 shares to acquire the business of 
Moutrie & Co., of 17, Berners Street, W.,and to carry on the business 
of electrical and mechanical engineers, machinists, fitters, gas 
engineers, founders, wood and metal workers, electro-platers, &c. 
Registered without articles of association. Registered office, 17, 
Berners Btreet, W. 


The forty-first ordina 


OFFICIAL RETURNS OF ELEOTRICAL 
COMPANIES. 


Salisbury Electric Light ‘and Supply Company, 
Limited (41,414).—This company's annual return was filed on 
January ‘8th, when 1,307 shares ‘were taken up out of acapital of 


£20,000 in £1 shares. £1,013 158. has been paid, and £299 53. is in 


arrears. 
OITY NOTES. 
Тнв result of tke year's working at Bedford 
Bedford discloses a loss of £1,200, which is a considerable 
Lighting increase upon that of last year, when the figure 
Accounts. was £914. The net revenue shows a consider- 


able increase, being, in fact, nearly £700 more, 
but if we take the whole of the figures on the debit side, the interest 
on mortgage debt accrued to date (£1,157), and the instalments of 
principal of money borrowed (£1,560), the undertaking will have to 
call upon the rates to the extent of £1,200. With a considerably 
increased output the cost of production shows only a small reduction. 
Probably the works are not yet obtaining the foll benefits from 
the extensions of plant that have been made during tho past 12 
months. | 

The following table gives the cost per unit :— 


1897. 1896. 
Total capital expended £46,890 438,670 
Number of units sold 255,990 18, 238 
Number of lamps connected A iss E — 
Revenue from sale of current £4,606 2,939 
Net revene .. £1,598 £842 
Average price obtained per unit 4804. 4:474. 
Cost of production. & Per anit. 1896, 
988% 1.822 1:944. 1354. 
water and $ i 
on, waste, and engine room | 135 18d. 164. 
9 and wages at generating | 771 72d. 9gd. 
and mainte f build- . 
к= engines, boilers, dynamoe, £0. 320 730d. 80d. 124d. 
Rent, Rates and ta res 142 184. 18d. 
Management expenses, directors’ re- 
muneration, salaries of ee 
VVV -88d. — 404. 
establishment arges, auditors, 
law charges, and insuranoe 
Depreciation of buildings and plant EN 
account } * == 
Renewal fund account .. * = me 
Total £3,039 9:850. 3144. 
Average price 
o 
Revenue. £ . à per unit, 
By sale of current 4,606 0 0 4:824. 
Meter rents, ќо. .. — | — 
Total £4,606 0 0 4:804. 


Total cost per unit (exclusive of depreciation and renewal ас- 
counte), 2°85d.; works’ cost, 2:39d. 
Total loss on year’s working, £1,200. 


Direct United States Cable Company, Limited. 


ry general meeting was held on Tuesday at 

Winchester House, when Mr. E. M. Underdown, Q. O., presided. He 
stated that the revenue for the six months ended the 31st ult., after 
deducting outpayments, amounted in round figures to Et O, 098, while 
the working and other expenses, including income-tax, but exclusive 
of the cost of cable rs, absorbed £19,723, leaving a balance of 
£30,375 as the net profit of the half-year, making, with the amount 
brought forward, ,903, out of which two interim dividends of 3s. 
per sbare each for the quarters ended September 30th last and the 
ist ult. had been dec , and £12,000 had been transferred to 
reserve fand account, leaving £4,090 to be carried forward. The 
revenue had continued to increase during the half-year, and was still 
improving. The increase in the past six months had been £2,497, or 
about 54 per cent., as compared with the earnings in the correspond- 
ing period of 1896. The expenses in London remained practically 
the same, while those at the stations had been only slightly higher, 
consequent on the additional work done owing to the increased traffic. 
The omining expenditure was more or less fixed, but, generally, it 
showed as uction as compared with that of the same period 
of 1896. The cable renewals in the past half-year had cost £8,325, 
which, with the amount written off the Ballinskelligs buildings 
account, £2,000, had been debited to the reserve fund account. On 
the other hand this account had been credited with £5,604 for in- 
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. terest on the investments and the £12,000 set aside, as he had already 
mentioned, out of revenue, leaving the balance of the reserve fund 
standing at the increased figure of £346,767. Many of their invest- 
mente had recently increased in value, and during the past half-year 

they had been added to by £12,220, bringing the total up to £330,786 
at cost. The present market value of the investments was about 
£385,800, showing a profit cn their cost price of about £55,000. 
Their relations were most cordial with the allicd companies, the 
Anglo-American and the Western Union Companies, and every kind 
of mutual acoommodation was afforded between them. This сот: 
pany’s share in the pool was very satisfactory, but he found that the 
advantages to the public from their combination were not generally 
understood. The public thus had the advantage of seven cables; 
aud when traffic accumulated it must be manifest how well it could 
be dealt with, with this number of cables, owing to the arrangement 
between the companies. Moreover, when interruptions to the cables 

ocourred, as must happen, the traffic was practically never suspended 
or interrupted. At the same time the independence of the companies 
was maintained—that was to say, any member of the public who 
chose to forward his message by the Auglo-American, the Direct, or 
the Western Union companies could do so, and this was done from 
time to time. It was true that the proceeds were shared among the 
different companiee, but many people preferred one route to another. 
The short cable, as it was called, had been interrupted, and two 
repairs were made to it during the half-year. It had been thought 
visable to put a considerable piece of new cable, 57 miles, into that 
pert of the line which was in comparatively shallow water, and to 
move the cable into deeper water, where it was practically safe from 
damage from ships’ anchors. He concluded by moving the adoption 
of the report and accounts, Sir James Pender, M. P., seconded the 
motion, which was carried unanimously; and at the instance of 
Oaptain Goodsall and Mr. John Newton, a suggestion was unani- 
mously approved recommendiug the board to distribute an amount 
equal to 5 per cent. on the salaries of the staff as a bonus in celebra- 
tion of the Diamond Jubilee year. 


London Electrical Cab Company. 


Tru directors of this company are offering for subscription an issue 
of 86,388 £1 ordinary shares, completing the issue of the £150,000 
authorised nominal capital. Tae shares are offered at 2e. 61. pre- 
mium. The proceeds of two-thirds of the shares already issued were, 
by arrangement with the vendors, retained for working capital, and 
the balance of one-third only was paid to the vendors on account of 
the agreed purchase price (£50,000). The proceeds of the present 
issue will be similarly dealt with, so that the working capital will 
continue to be two-thirds of the total share capital issued. 

Although the outlay up to date includes the cost of altering and 
adaptiog the extensive buildings in Juxon Street, Lambeth; also 
fitting up the same with electrical plant, machinery, &c; also all pre- 
liminary expenses and the cost of tbe cabs now on the streets, and 
pum of further cabe, the company still have at their bankers nearly 

the working capital received. 

A much larger number of cabs might have been placed upon the 
streets within the same period, but in the interests of the company it 
was decided to first practically test a smaller number. 

Immediately the directors were satisfied as to these, contracte were 
placed for further cabs, which will have several very important im- 
provements, and which, when completed, will absorb nearly the whole 
of the working capital at their disposal These vehicles will be 
delivered as quickly a» possible, and there will then be three times 
the number of electric cabs than there are now on the streets. 

It is with the object of still further increasing the number of the 
company a vehicles that this issue is made. 

ith the prospectus is given а copy of a report by Messrs. Kincaid, 
Waller & Manville, dated January 17th, 1898, on the prospects of 
the company. The list closes to-morrow (Saturday). 


House-to-House Electric Light Supply Company. 


Ассовотна to the London Gazette, the petition presented on 
January 13th, 1898, for confirming the following special resolution, 
will be heard on February 5th before Mr. Justice Romer in the 
Chancery Division:—' That the agreement dated November 29th, 
1897, and made between the company of the one part, and the several 
persons, corporations and firms executing the same in the Schedule 
thereunder written (thereinafter called ‘the holders of the founders’ 
share’) of the other part, be approved and confirmed, and that havin 
regard to the terms thereof, the capital of the company be 5949064 
from £200,000 divided into 40,000 shares of £5 each, of which 27,900 
are ordi shares, 12,000 are preference shares, and 100 are 
founders’ shares, to £199,500 divided into 39,900 shares of £5 each, 
of which 27,900 are ordinary shares and 12,000 are preference shares ; 
and that such reduction be effected by cancelling the whole of the 
said founders’ shares; that is to say, the shares in the company 
numbered 1 to 100, both inclusive." 


— — ра 


Gutta Percha Corporation. 


THE statutory meeting of this Corporation was held at Winchester 
House on Wednesday. Sir Edward Thornton, the chairman of the 
Corporation, after referring to the composition of the Board, pointed 
out that while the patent was lying idle in inexperienced hands, it 
had been worked by others in France where they had been 
producing as much as 140 lbs. per day. Of course they 
were not going to have their patents infringed in that manner, con- 


sequently they sent their manager to Franca, who inspected the 
works, and as a result of negotiations the French Company had 
agreed to hand over the factories on satisfactory terme. Pending 
the time, therefore, it would necessarily take to erect a factory in 
London, they would be in possession of a factory which was earning 
money. There would be no difficilty in obtaining leaves, the? 
agents being prepared to supply thousands of tons per annum. 
After extracting the gutta from the leaves, thay could be sold for 
paper pulp at a price which would cover cost of freight. 
After the usual vote of thanks the meeting then terminated. 


Central London Railway Company. 


Тип Tepon of the directors of the Central London Railway Company 
for the half-year ended December 31st last, to be submitted to the 
general meeting to be held in London on February 2nd, states that 
the expenditure during that period amounted to £460,728, which, 
added to the amount previously expended, makes a total outlay to 
date of £1,606,948. The sum of £228,448, which appears in the 
accounts as owing to the contractors, is due to them for work done 
as certified by the company’s engineers. The latter report that satis- 
factory progress has been made with the works during the half-year, 
and that at the present time three-fourths of the main line tunnels, 
one-half of the station tunnels, and nearly the whole of the lift and 
staircase shafts have been constructed. At the Bank Station, the 
very difficult work in connection with the subway for pipes is com- 
plete, and the public subways are in an advanced stage. 


Anglo-American Telegraph Company, Limited.—The 
directors, after pl the sum of £12,000 to the credit of the 
renewal fund for the half-year, have resolved to recommend at the 
meeting on February 4th next, the declaration of the fol- 
lowing dividends :—(1) A balance dividend of 19s. Od. per cent. 
upon the ordinary consolidated stock for the year ending December 


81%, 1897; (2) а balance dividend of £1 194. per cent. upon the 


preferred stock for the year ending Deoember 3166, 1897, both pay- 
able on February 5th next, less income tax, to the stockholders regit. 
tered on the books of the company on the 21st inst. After paying е 
foregoing dividends, there will be a balance of about £200. above 
dividende, together with those already paid, will amount to £3 per 
cent. on the ordinary consolidated stock and £6 per cent. on the 
preferred stock for the year 1897. The register of transfers will be 
closed from January 22nd to February 4th, both days inclusive. 


Stock Exchange Settlements.—The Stock Exchange 


-Committee bas appointed Wednesday, February 2nd, a special settling 


day in Edison & Swan United Electric Light Company, Limited— 
£194.023 4 per cent. debenture stock, and bas the under- 
mentioned securities to be quoted in the Official List :—Oosmercial 
Cable Company—F'urther issue of £254,711 sterling 4 per cent. 
500-year debenture stock. Edison & Swan United Electric Light 
Company, Limited—£194,023 (part of £200,000) 4 per cent. debenture 


Applications have also been made to appoint a special settling day 
in, and to grant a quotation to:—City of London Electric Lighting 
Company, Limited—F'urther issue of 10,000 ordinary shares. Elec- 
tric Construction Company, Limited—4 per cent. first 
mortgage debenture stock, and a further issue of 8,657 7 cent. 
cumulative preference shares, and to sllow to be q 
Official List :—City and South London Railway Company—Farthet 
vw of 832 5 per cent. perpetual shares, Nos. 8,420 to 

251. | 


The Electro-Chemical Company, Limited.—An issue 
of 23 1,000 5 per cent. first mortgage debentures of £100 each is 
announced. The debentures are secured by a first charge on the 
freehold property and British patent rights of the company, the value 
of the pro alone, exclusive of goodwill or patent rights, being 
estimated at £73,100. The debentures are redeemable on July 1s, 
1310. at раг, or they may be redeemed, on віх months’ notice, at 

105. | 


Venezuela Telephone and Electrical Appliances 
Company.—Coupon No. 15 of the 5 per cent. mortgage debentaree, 
due on 3186, inst., will be paid from that date at the Capital an 
Counties Bank, Limited, 39, Threadneedle Street, E. O., and at Messrs. 
Westendorp & Co.'s Bank, 


TRAFFIO RECEIPTS. 


The City and Routh London Railway Company. The receipts for the week 
January 23rd, 1898, were £1,075; week 1 24th, , 110; 
decrease £39; total reoeipte for half-year, 8, 44,334 ; corresponding 
period, 1597, £4,387; deoreaee, £58. 

The Cuba Submarine Telegraph Company. The receipts for the m 
October were £2,885, as compared with £4,314 in the correspo 
month of last year. 


The Liverpool Overhead Вай 
January 23rd, 1898. 


The Western and Brasilian Telegra; Company Limited. The 
the week ending January 2154, ae, deducting 17 oent. 
gross receipts payable зю the London Platino Brazilian Relegrach Com 
pany, Limited, were £3,011, 
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SHARE LIST OF ELEOTRIOAL COMPANIES. 
TELEGRAPH AND TELEPHONE COMPANIES. 
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‚ B. Lag. Lad., Ord. 1- 90000 | 10 a8 | 194 | 143 
( 2 Buoni, Grd 101 to 10,100 e 10 E 
"Т. "oou Pat а Rs n Бк 
4%| 5 K .. 194 | 181 
Е eee өөө eee 193 194 
4% | 4% . а 
2. 


71— 184 18 — 19 | 18} 


4 .. 1 S 
"ix ME 144% | 174— 184 18 — 19 | "18р | 18 
ь|7%!7%| 10—11 


OM eae Pus OM. Рт e "s we „ | 4 3 101 204 101 3 m 
Jlestzioity y Ord. paid ... se. |. eot өөө. Zr — — : 
2.1 wply Corp., Ord., 101 to 80,500 ... 517% 9 12 * 16 — 17 17 — 18 M 16 

P-uhjen to Founder's Shares, _ t Quotations on Liverpool Stock Bxohange. 

f ali shares ave fully paid. 9 Dividends paid in Geferred ebere warrants, profits being used as\capital. 


М masked 1 ave fof a year consisting of the latter part ef ове уга? and the first рагі of the next, 
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SHARE LIST OF ERLEOTRIOAL OCOMPANTES—Oontinucd, 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 
Stock Closing Business done 
Present Dividends f a week 
Issue, i ar the Inst three years Jan. 19th. Mgr Jis proe labs 
: 1895 1896. 1897, est.| Lowest 
30,000 | British Electric Traction - š z Я ees Bia E 18 ae a 25 179 
Blect. Bnging. Oo., Ord., 1 to 90 e eee e eee ee < = = [1 
20000 ш з do. Non- um. 6 1 Pret, 1 to 90,000 2 000 eee 24 — 2 2$— 2 245 
125,000? Do. do. 47 Perp. Deb. Stock... cee [Stock] .. .. 1109 —113 109 —113 ДҮР 
50,000 Do. % dad Deb Stock Red. eee Stock eo TP 102 —105 102 —105 1041 
19.196 Central London Railway, Ord. Shares eee TII cos 10 oe eee 92— 10} 9#— 101 104 
143.106 Do. do. do. £6 paid di ws] 10 bes 53— 6 54— 62 6 Ы 
58,830 Do. do. Pref. half-shares £1 pd. eee eve oe eee 11— 14 11— 12 ly 
61,777 Do. do. Def. до. £35 pd. voo ° eae = 43 41— 4$ 4555 
0007 Oity and Bouth London Railway .. .. see , Stock | 14%] 14% | 69 — 71 69 — 71 704 | 693 
28,180 | Crompton & Oo., Léd., 7 % Oum. Pref. Shares, 1 to 28,180 nil is 2 21— 22 ЧИ 
eel} иие R } 8 5% | 54% 9$)1— 3 | 4-38 22 | 2 
17,189 Do. do. do. “A” Shares 01—017,139 515% BAA] ... 44— 8 45 — 46 
Rlectric Construction, Ltd., 1 to 110 A PA 215% | 6%| ... 29— 22 28— З 218 2H 
prot Do. “Ao. 756 Ouse, Pref. 1 to 15,543 ; 817% 17% .. 34— 38 34— 9 3l 
91,195 | Mlmore’s Patent Oop. Depose.. Ltd., 1 to 70,000 , ба | sss ni i— 1 i— k ds és 
67,275 | Wimore's Wire Mfg., 1 to 69,385, issued at 1 see 2| .. và i— 4 ü— $ к га 
9,800? Greenwood ** „Led., 7 пг тыю 9,000 ... a 101% is n — п 2 = п ы 
os poc ios 7% Pret. .. 10 7 4 7 4 184— 19} 183 — 194 | ... 
56,006 Do. do. do. Mort. Deb. Stock Stock 44% | 44% 10 —115 110 —116 a 
50,000 | India-Rubber, Gutta Percha and Teleg. Works, Ltd. .. 16 |10 95 | 10 % 234 — 941 23 — 24 231} | 235 
300,000 Do. do. do. 4 % 14 Mort. Debs. | 100 | ... $$$. 1083 —107 03 —107 e: 
87,506 |t Overhead Railway, Ord. ... " : 16 | 23% | 31% 118— 114 118 — 114 
16,0 |t Pref., 610 paid ..| 10|5% | 5X 16 — 164 16 — 163 
$7,85 | T-legrapb Oonstn. and Maintoe., Led. TET ..| 18 |15 % |15 % 38 — 41 39 — 49 TA А 
150,000 Do. do. do. 8 % Bonds, red. 1899 | 100 | 5 % 5 * 102 —105 102 —1C5 M yis 
$4,860) Waterloo and Ону Railway, Nos. 1 ю 4 eee LII 10 [III eee 124— 13 122 — 133 18} 18 


t Quoestions on Liverpool Stock Exchange. 


t Unless otherwise stated all shares are fully paid. 


marked § are for a year consisting of tbe latter part ef one year and tbe first part ef the 
Exchange 


Dividends 
Саонртов & Co- The dividends paid on the órdinary shares (which have not а Btook 


next, 
quotation), are as follews : 1893—0*/.4; 1801—7°,§ 19890—8° .. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


е Birmingham Blectrie Supply Company, Ordinary of £5 (£4 paid), 77, 


£5 (fully 11, 
Electric зА ан бн on, 6 % Debentures, 105—106. 


1 earl add. 1 = Два 8 is 
— 45 (ull paid) 16151; тА Preference Oumu- 
lative fa (fully ), 88—82. Dividend, 1896, on Ordinary 


London Electric Supply Oorporation, £5 Ordinary, 3—3}. 
* T. Parker, Ltd., £10 (fully paid), 115—194. 


Yorkshire House-to-House Mlectricity Oompany, 65 Ordinary Share 
fully paid, 83—8{. Dividend for 1996—6 $. 


Bank rate of discount З per cent. (October 14th, 1897). 


А tS A sh M PM 
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WHAT IS THE FATAL Z. M. F. p 


By W. 8. HEDLEY, M.D. 


Four recent cases of death from accidental contact with 
electric lighting wires carry the mind back to the Board of 
Trade Inquiry which resulted in raising the limit of low 
pressure supply. It may be remembered that one gentleman 
present at that inquiry asserted that he had felt no ill effecta 
from a 600-volt shock. The present writer commented on 
that statement in the following words” :—“ Did he touch one 
pole only of a 600-volt circuit? If so, what was the earth 
insulation of the other pole? Was his body in contact with 
the earth, or, presuming that he simultaneously placed one 
hand on each pole of the 600-volt circuit, what was the sur- 


face area of skin contact and what was the condition of the 


skin? In the absence of information ia these points the 
пата. referred to cannot be considered to have any real 

ue,” | 

The four fatal cases above referred to are reported in the 
Elektrotechnische Zeitschrift, December 80th, and occurred in 
a chemical factory, the name of which is withheld. The first 
case was that of a man whose business it was to raise and 
lower an arc lamp by means of a wire rope, windlass and 
iron crank. He Pad instructions never to attend to the 
lamp excepting when standing insulated on a wooden stool. 
Instead of this he stood with bare feet upon the ground. 
Having accidentally forced up the lamp too high its support 
was bent and touched an upper pulley, in consequence of 
which a current at 115 volta was communicated to the cable, 


the windlass and the crank, and proved fatal to the man. 


Current from the Main.” Lewis & Co., London. 


In the second instance a labourer, contrary to instructions, 
seized an alternating current conductor which was outside a 
window. In the third case two insulated wires were enclosed 
in an iron tube, and it happened either that one of the joints 
of the tube getting loose, cut the insulation of the wire, 
and so the wire and tube were brought into contact, or that 
a wire having become unscrewed its end came into contact 
with the unearthed pipe, and the fatal shock was received 


from the latter. In the fourth instance a faulty flexible 


conductor or lamp fitting seems to have been the cause 
of the accident. In at least three of these cases a 
contact and considerable contact area had evidently been 
obtained by firmly gripping the conductor—the con- 
tact was probably of some duration—a most important 
factor in producing fatal results, the skin resistance 
of the hands had probzbly been much reduced by hand- 
ling chemicals, by the dampness of -the place, or by 
processes carried on in the factory; and when to these 
circumstances it is added that the labourers not being pro- 
vided with dry boots were in the habit of going about on а 
demp floor with wooden slippers or with bare feet, it 16 
evident that every condition had been secured to enable 
the available electromotive force to pass a large current 
through the body. | . 
What is the minimum fatal electromotive force? This 
has yet to be defined, and with the definition must come also 
a Statement of the necessary conditions. Nature, area and 
duration of contact, condition of skin, maximum electro- 
motive force, periodicity. The question is complex, but in 
the opinion of the present writer everything seems to int 
to the fact that all commercial forms of electric lighting 
currents, varying as they do from 80 volts upwards, are 
dangerous to human life under certain conditions. Fortu- 
nately the required conditions do not often occur in actu 
practice, and when they do occur they admit of remedy. 
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Such cases as the above would be met by а concentric system 
of wiring with the outer conductor earthed and with 
switches, &c., on the inner. 


WINDINGS OF POLYPHASE ARMATURES.* 


By J. P. STONE. 


(Concluded from page 70.) 
REGARDING choice of winding, in some cases, undoubtedly, 
one is preferred to the other. In such oases as with 


Еа. 9.—Darm Womo. 


alternators where rectified current is used for compounding, 
the Y-connection adapts itself more readily, as the commu- 
tator can be conn in the common junction of the three 
phases. The delta winding, however, is essential in 


erators which shall combine direct-cürrent output or 


input, with alternating current output or input, such 
as а converter, where, on account of the direct- 
current feature, the winding must be of the delta form; 
that is, must be continuous, as shown in fig. 5, which 
represents а continuous winding tapped off at three points 
120° apart. Furthermore, by the choice of one or the 
other it is often possible to make a decidedly better motor, 
both mechanically and electrically. 

. An armature designed for a given working voltage 
measured between the lines, would, if planned for Y-connec- 
tion, have fewer turns of larger wire than if intended for 
delta connection. This is sometimes convenient, and is use- 


Fra. 10.—POLY PHASES ABMATUBB. 


ful in keeping the voltage between coils low. The delta 
connection, on the other hand, has more turns of smaller 
wire, as the current is diminished while the E M.F. in each 


American] Nectriotan. 


respectively. Thus it will be seen that 


month, shows that the efficiency of the Jacques “ generator 


coil is the full E. M. F. between the lines. This property is 
useful under certain conditions, as it makes the ЕМ. 
between any two lines somewhat less; for instance, in a 
machine with very large currents, the delta winding would 
be preferable, since in that winding the current in each wire 
is smaller than the line current (the line current being sup- 
plied from two phases ss illustrated in fig. 5). The contrary 


Fid. 11.—Y Мтнрјка. 


is the case in a machine for very high potential ; it is often 
possible to get а simple winding by a Y-connection, since 
then the number of turns necessary to give the requisite 


voltage are leas than those in а delta-connected winding. 


. The same winding can, of course, be. connected Y or delta 
according to the dictates of convenience, as in figs. 9 and 
11, which show the game armatnre connected delta and Y 
the manner of oon- 
necting the winding оѓ a multiphase armature is largely a 
matter of convenience, and thus does not influence the 
working of the machine. | 
A completed armature for a polyphase generator is shown 
in fig. 10, the winding and connection of which are covered 
by a shield at each end to protect them from injury. 3 


repre 


THE JACQUES CARBON CELL. 


THE Jacques carbon gell, which was gome time ago described 
in the ELECTRICAL REVIEW,* has recently given rise to 
interminable discussion in the American tec journals. 
It may be necessary to remind our readers that this cell con- 
sists of an iron pot, containing caus- 
tic soda or potash, which is kept ina 
fused condition by the application 
of external heat, A rod of carbon 
is immersed in the fused alkali, and. 
a current of air is forced into it in 
such a way as to oome in contact 
. with the surfaces of the electrodes. 
The original theory of the inven- 
tor appears to have been that the 
air forced into the electrolyte com- 
bined with the carbon, in such a 
way that the energy of combustion 
was transformed into electric energy 
that the carbonio acid gas produ 
by the combustion escaped in bubbles, 
and the electrolyte remained prac- 
tically unchanged. Taking into 
account only the carbon consumed 
inside the cell, Jaeques calculated 
that the efficiency of his generator’ 
was 82 per cent. A subsequent cal- 
culation, in which the carbon con- 
вашей in heating the pot was taken 
into account, reduced the first san- 
| ine estimate to 82 percent.[ A 
letter by Mr. C. J. Reed in the American Electrician for this 


: * Vol. 38, p. 826. 
і ErzormicAL Review, Vol. 89, p. 802. 
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must undergo a still further reduction; that, in fact, the raw 
material or fuel consumed by the Jacques cell will cost at 
least 34 times as much as that required by a steam engine 
doing the same amount of work. 

The serious blunder made by Jacques and. his supporters 
lay in the assumption that carbonio acid gas arising from the 
combustion was given off in the gaseous condition, and did 
not combine with the caustic alkali. The correct theory (as 
far as it went) of the reactions in the Jacques cell was given 
by Mr. Fitzgerald in the ELECTRICAL Review, Vol. 99, p. 
10, July 3rd, 1896, but at that time it was neglected by 
the American investigators, as it appeared to contradict the 
experimental resulta obtained by Jacques. The electro- 
chemical equation given by Fitzgerald for the Jacques 
arrangement “so far as it constitutes a voltaic oell," was 


2 (Na HO) + O + 0, = Ne, CO, + B, O. (1) 


Prof. Ostwald and Mr. C. J. Reed, with certain reservations, 
agree in accepting this equation as representing the electro- 
chemical reactions that take place in the Jacquescell.* It is 
now stated, on the authority of Prof. Elihu Thomson, that 
the whole of the carbonic acid gas produced by the combus- 
tion of the carbon combines with the caustic soda to form 
“carbonate of soda. The result of this discovery is that the 
Jacques oell is as much a means of getting electricity direct 
from potash or soda as “ direct from carbon.” 

Taking into consideration the whole of the materials con- 
sumed in the production of electric energy, Mr. Reed makes 
the following rough estimate of the comparative cost of energy 
produced by the Jacques cell and a steam engine. 

“ Leaving now the question of efficiency for the more im- 
portant: question of commercial economy, we find that if the 
carbonate is formed, instead of the carbon dioxide, the 


battery ceases to have any possibilities. Its use wonld mean 


the displacement of a steam engine, using for each H.P.-hour 
at lbs. of coal, worth $8 per ton, by an apparatus using 
24 Ibs. of oaustio soda, worth $60 per ton, in addition to 
*86 lb. of coal, worth $8 per ton, and 24 lb. of carbon in 
sticks, worth at least $20 per ton. The comparison is, for 
raw material alone, or fuel, 
Steam engine ... өөө 
4 Caustic soda n 90075 
u [IIl ees 

Coal ... - eos 00064 

Carbon e 05 — 70084 ... 707794 „ „ 

“ The raw material for the Jacques will cost at least 
94 times that for a good steam engine, and about 75 times 
that necessary for a gas engine. The weight of raw material 
to be handled for the Jacques battery is more than twice that 
used in the steam boiler, and the residue or ‘ash’ from the 
battery would weigh 10 or 12 times as much as that from 
the hoiler. The figures are based on using 60 per cent. 
caustic soda, which would probably be the cheapest material 
that could be used.” 

Mr. Reed considers that the net efficiency of Jacques cell 
must be put at 8 per cent., when allowance is made for the 
power en to drive the ai Sh agria | 

"Though Prof. Ostwald and Mr. Reed agree asto the nature 
of the eleotro-chemical reactions which take place in the 
the Jacques cell, they differ in toto as to the source of the 
E.M.F. which propels the current through the battery circuit. 
Prof. Ostwald considers that the operation of the Jacques 
element is exactly analagous to that of the Lalande element, 
which consists of copper oxide and zinc, immersed in sodium 
hydrate. This cell has an E M.F. of 0:8 volt, and under the 
action of the current, the zinc diseo!vea, forming sodium 
zincate, while the oxide of oopper is reduced to copper. The 
cell becomes exhausted ая soon as апу one of the three sub- 
stances, zinc, copper, and sodium hydrate is used up. In 
case all the oxide of copper is reduced to copper, the cell can 
be restored to action by exposing the plate to air so as to 
re-oxidise the porous copper. 

In the Jacques cell, the rôls of the zinc is played by the 
carbon; the róle of the oxide of copper by ferric oxide or 
sodium ferrate. The cell," says Ostwald, “ will work until 
one of tbe three n constituents ig exhausted. Since 
in the Jacques arrangement ferrio oxide is the constituent 
present in smallest, quantity, the activity of the cell depends 
entirely upon the renewal of the exhausted ferric oxide; i. s., 


| eee $:00225 per H.P.-hour. 
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apoa amount of air or oxygen conveyed to the iron 
cathode. | 

Ostwald points out that the energy set free' by the com- 
bination of the oxygen with the iron in the Jacques cell, is 
lost as far as the eleotrio process is concerned. There is 
practically no way known, as yet, for preventing this loss, 

The analogy between the reactions in the Lalande cell and 
the Jacques oell suggested by Prof. Ostwald is fully admitted 
by Mr. , and from this analogy he deduces the full and 
complete equation of the Jacques cell, which, as we shall see, 
was only partially represented by the Fitzgerald equation 
given above. The reaction in the Lalande battery is 


Zn + 2 Na ОН + OnO = Na, ZnO, + H,0+0a (9) 
and that of the Jacques battery 
8C + 6 Na OH + 2 Fe, О,=8 Ns, CO, + 8 H,O+4Fe (8) 


This latter equation shows sie that the oxygen which 

through the electrolyte and oxidises the carbon, is 

erived from the oxide of iron and not directly from the 

oxygen which is blown into the fused alkali. The Fitz- 

gerald equation does not make this quite clear, since taken 

without qualification, it means that the oxygen of the air is 
directly used for combustion of the carbon. 

Notwithstanding the fact that Prof. Ostwald understood 
and stated olearly this important point, he uses the Fitzgerald 
equation to caloulate the E.M.F. of the Jacques cell, from the 
heata of combination of the compounds represented by the 
nons He obtains by this caloulation & positive E.M.F. 
of 2:66 volta. 

Mr. Reed calculates the E.M.F. of the Jacques cell from 

uation (3), and finds tbat the sum of the formation-heats 

the reagents in the left-hand side of the equation exceeds 
the sum of the formation-heata of the producta in the right-. 
hand side of the equation, "This means that the reactions 
the Jacques cell will not generate an electric current, but that 
they will require an electrio current generated by an external 
electric foros to bring them about. ; 

Mr. Reed's theory is that this external electromotive force 
is thermo-electrio,* and, in short, he considers that the Jacques 
cell is a thermo-eleotric battery, not a voltaic battery. Ostwald 
asserts that it has been shown by Bouty and others that the 
thermo-electric forces between metals and electrolytes are 
very small, and that therefore there is not the slightest ground 
at present for the assumption made by Mr. Reed of the 
existence of large unknown thermo electric forces between 
metals and electrolytes. But Mr. Reed has certainly scored 
a point by showing Ostwald that out of his own month he 
has condemned himself ; and Mr. Reed may well ask where 
the E.M.F. comes from, if it is not thermo-electric. Reed's 
well-known experiments, in which he obtained a higher 
E.M.F. by substituting iron for carbon in the Jacques cell, 
appear to indicate the existence of considerable E. M. Fs. where 
no electro-chemical reactions can take place. | 

Mr. Reed has recently made some interesting experiments 
with a Jaoques ocell, in which the pot was constructed of 
silver i of iron. The resulta of these experimenta, he 
C his theory as to the 

large thermo-electric forces between metals and 
electrolytes. Describing these experiments Mr. Reed eayst :— 

«І have also found experimental proof of the correctness 
of this theory іп a Jacques cell constructed of pure silver, 

of iron. The resulta were entirely different from 
those obtained with iron. The details of this experiment 
will be published later. . It will be sufficient to say here 
that with the silver apparatus and pure caustic soda, metallic 
sodium was given off from the walls of the crucible and 
burned with explosive reporta in 12 minutes after the circuit 
was closed, and the crucible had become alloyed with metallic 
sodiam. The liberation of metallic sodium increased from 
that time until the end of the experiment, notwithstanding 
the fact that a strong blast of air was injected through a silver 
tube into the electrolyte. At the end of 20 minutes the 
potential of the cell had fallen to zero and reversed. In 80 
minutes after the closing of the circuit, the explosions from 
the combustion of metallic sodium became so violent that 
the operation had to be stopped, and the room (a large one) 


was filled with a white cloud of dust of sodium oxide. The 


crucible was 1} inches in diameter and 8 inches deep. The 


* ELECTRICAL Review, Vol. 39, p. 350. 
T American Electrician, January, 1898, p. 20. 
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carbon rod was ] inch in diameter. The lower part of the 
crucible was found to be so thoroughly impregnated with 
metallic sodium, that it became spongy on washing with 
water. Water, which was afterwards allowed to stand in it, 
soaked through it in 24 hours, as it would through porons 
earthenware. On slight the bottom of the crucible 
crumbled to powder, resembling a brittle amalgam of sinc. 
“ The reduction of sodiam requires a much greater absorp- 
tion of energy than that of iron, and its reduction cannot 
be explained on any theory exoept that of absorption of heat 
and the sgenoy of а powerful thermo-electric current.” 
Whatever may ultimately tarn out to be the correct 
of the Jacques element, it has now undoubtedly been shown 
to be commercially worthless. 


ELECTRIC MOTORS ON THE NEW YORK 
ELEVATED RAILWAY. 


Aocorpmé to the New York Sun, of January 11th, 1898, Mr. George 
‘Gould has authorised the publication of the following statement :— 

* We have decided to introduce electricity on the elevated system, 
and we will now proceed to effect a general installation with as little 
delay as sible. I wish it understood that we p to work 
energetically along the lines indicated in Mayor Van Wyck's mes- 
eage, and leave nothing undone fo adapt our accommodations in 
га ое possible degree to the requirements and comfort of the 

u » 
F The full meaning of this announcement from the President of the 
Manhattan Railway Company may, perhaps, be gathered best from 
that part of Mayor Van Wyck's message to which Mr. Gould refers. 
Mayor Van Wyck, in speaking of the rapid transit problem and its 
solution, said :— | 

“ You should demand and insist upon the substitution, in the place 
of the рк motive power, of electricity, which can now be safely 
utilised in the operation of these roads, affording a more cleanly and 
less noisy service, and that, too, with an improvement in speed; 
and, sgain, the number of through express trains should be con- 
siderably their running time improved, and their use 
continued throughout the day and night, and not, as now, restricted 
to a few hours in the morning and evening. i 

“ The trunk elevated lines should be so extended as to furnish more 
convenient communication with the ferries, and, most important of all, 
these lines should not be confined through the greed or indifference of 
the оо operating them to the thickly populated and therefore 
fitable residence and business districts. The co ions should 

compelled to continue the present routes to the more арагы 
settled and more distant localities, even if for a time some loss 
entailed by so doing. 

* It is essential to the prompt relief sought by the people that the 
time allowed for the completion of the improvements here suggested 
should neither be unreasonable nor unlimited. A definite period 
should be fixed, within a fair and sufficient limit, compelling prompt- 
ness in the beginning and vigorous prosecution to the end of the work; 
каак реч should be exacted to guarantee that the 
time limit would not be exceeded.” 

Mr. Gould’s announcement indicates that ino action on the part of 


doubt but that thiscan be secured. It is within the power of the 
managers of the system to provide for running faster trains and 
and the increased is one of the earliest 


the approval of this Commission, and its approval has been withheld 
33 | ар 
to 


are safe with the steam motor and its engines. Electric cars have 
сота имен иш M) MIS 100 аса DOS At such speeds 
an ordinary otive would be apt to jump itself off the track. 
Eie ышка ватой іа Пе engine meani Juse so much Jess trans: 
mitted to the track, and turned into noise by the shaken structure. 
It is going to be a great piece of work to instal electrici 
V There is no in 
world which is called upon to do such an amount of work, to 
to run во many cars and trains, and to 
car mileage as the elevated system. Ina 


this sum would suffice to keep the necessary electric 


single year the cars on the four elevated roads and the suburban line 
ran 44,000,000 miles. In every day of 24 hours there are 3,500 
trains despatched upon those lines, and 330 locomotives are kept in 
service for the work. Each of these locomotives is capable of exert- 
ing from 200 to 250 horse-power, and a fair estimate of the total 
average power needed to operate the road, according to General 
Manager W. J. Fransioli, is about 75,000 horse-power. 

The installation of a plant or plants to supply thie power will be 
the biggest enterprise of the kiod that has ever been undertaken. 
Whether the whole amount of the power will be produced at one 
station or whetber a number of stations will be built at convenient 
points along the lines, has yet to be determined, for this will depend 
upon а eR agate of the cost of the enormous copper conductors 
which would be required to distribute the great currents to be 
rn i fe and the cost of separate power plants. It is probable that 
several plants will be built at points convenient for receiving the 
great quantities of coal needed. At the present time the road burns 

its locomotives 200,000 tons of coala year. There will probably 
be а pid d 5 of this fuel at овое зу пе = 
production of power in great stationary boilers an E, | 

There is little doubt that the system adopted for sapp lying the 
electrig current to the motors of the trains will be the -rail 
meth For supplying the heavy currents required the overhead 
troley is not , and the third rail system, as it is used on the 
Brooklyn Bridge and on the Chicago elevated roads, is a success. The 
next question which the engineers will have to settle is whether the 


‘trains shall be drawn by separate electric locomotives, like those used 


in the Baltimore tunnel and the one just put into service on the 
Hoboken Junction road, or by motor cars, such as are used on the 
Brooklyn Bridge. There is à third method of applying electric power 


to railroad trains, which is in use upon а road in Chicago. This is the 
‘Sprague unit system, under which each car on the road is provided 


with motors and controllers. Each car can be run separately, like a 
trolley car, or, by means of a system of wiring, the carscan be hitched 
together in any number, and the whole train operated from any car. 
Where the traffic varies very much in different parts of the day, and 
is subject to large fluctuations from day to day, this method has 
ided advantages, but on the elevated roads here, the general 
manager says, the traffic is very steady. The system, therefore, will 
probably not be adopted, and there are good reasons for believing that 
separate electric locomotives will not be used. It is probable that in 
place of the 330 steam motors, an equal number of motor cars will be 
used. Motor cars, like those now in use on the bridge, but with the 
motors wound to produce much higher speed, would be: powerful 
enough to draw the trains on the elevated roads. Each of the bridge 
motor cars has four motors, each of 623 horse-power, or 250 horse- 
power altogether. | | 
To people living away uptown the most important improvement 
that will come with the introduction of the electric motors will be the 
saving in time which can be made. This will come from the ability 
of the electric motor to get up speed faster than the steam 
In experiments made recently upon the two-mile experimental track 
of the General Electric Company at Schenectady it was found 
possible to attain a speed with the electric motors of more than 40 
miles an hour within 20 seconds. In the same time one of the steam 
motors of the elevated roads would not have attained one-half that 
speed. It takes 49 minutes to go from the Battery to 120th Street 
by either the Second or the Third Avenue Road, making 25 inter 
mediary stops, and 42 minutes and 49 minutes tively to gofrom 
the Battery to 155th Street by the Ninth and the Sixth Avenue 
Road, The electrical experts say that one-third of this time could be 
saved by using electric motors, and a conservative estimate is that 
ten minutes could be saved on each 8 the time 


now spent in on 
saving V 


sengers. 
The change of motive power will cost millions of dollars. Esti- 
mates which have been made have varied from $7,000,000 to 
$10,000,000. One considerable item of loss will be the putting out 
of service of the present motors. Each of 

or $1,650,000 in all, and could not be replaced to-day for less than 
$1,000,000 ; yet it is likely that they will prove so unsaleable as to be 
almost a total loss. The elevated railroad of Chicage now have a 
large number of steam locomotives for sale and customers for them 
are few. To offset this loss, however, is the economy of maintaining 
an electric plant. It costs about 2 cents for тера for each mile 
that a locomotive runs on the elevated roads, or $200,000 a year for 
10,000,000 miles covered by the locomotives. Probably one-half of 
plant in order. 


ELECTRIC TRAMWAYS IN GERMANY. 


Tum EKecktrotechnische Zeitschrift of January 6th, publishes several 
to ре : 
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following representing the number of towns so situated at the close 
of the years mentioned. 7 


Year, Towns. 
1891 ies Е uis NT i 3 
1893 ee id iss әз — 11 
1894 ‘ee ove ss $us its 20 
1893 EST ы svi ‚4 des 32 
1898 PS Sus iss “4 44 
1897 (September) TR ss ses 56 


In addition to the 56 instances cited for September of last year, 
there were 34 other towns at the beginning of that month where 
electric tramways were either in progress or finally ded upon, 
whilst in 30 other towns extensions of exi lines were either 
being carried out or were projected. At the close of 1897 eight of 
the lines promoted in the 34 towns in question had been completed, 
so that on January ist, 1898, no less than 64 towns were in poabses ion 
of electric tramways. | ' | 
„ figures indicate the general petition on September 

Length of lines, in miles, whether single or 
double track... eo bes ids 


- Mileage of track dus 895 E .. 840 
Number of motor cars dat тя .. 2,255 
н trailers... 206 885 .. 1,601 


The total output of the electrical plant сеи. accumulators) 
required for the operation of the tramways amounted, as far as given 
by the tables printed by our contemporary, to 21,465 kilowatts. 

however, we assume an average of 21°7 kilowatts per kilometre 
track for those lines where no information was forthcoming as 
the power—this average being based про 


of 

5 that of the 
follo table—the total performance of the plant is increased to 
24,930 tto. 
in 


п 
is 
The tabie gives the name of the town, the maximum gradient 
the kilowatts required per kilometre of track, and the 


If 
to 


number of 8 per motor саг: — 
| 
Maximum 
п Кинана Kilowatts 
eee of | motor car. 

Bad Aibling А 11°7 261 
Barmen .. 23:2 89 
Berlin : 

Gesundbrunnen-Pankow 03 223 181 
Bochum ... TN xis 4:24 14°7 11°6 
Bremen sete 265 5 144 78 
Breslau ... bod к gi 2 22:9 | 10:9 
Charlottenburg ... к oe | 16 25:6 13:3 
Chemnitz... PS iu sls 3:8 104 69 
Danzig 25. Sis 3:3 157 10:6 
Dortmund ees dis 4 22 5 104 
Dresden: 

Blasewitz-Laubegast ... 2:5 500 46:0 
Diisseldorf 555 25; 3 196 154 
Elberfeld 

Nord - Süd 6 25 43:0 13:3 
Elbing оог 4 30:3 14:3 
Erfurt 5 241 100 
Essen 2. sae 985 67 146 8:2 
Frankfurt а. M.- Offenbach 3 14:3 100 
Ge hen... EM з 37 19:5 177 
Gross-Lichterfelde 43 188 15°4 
Halle a. 8. i b 14:8 67 
Hamburg.. И 5 144 78 
Hanover .. Е вех 8:5 108 76 
Kiel 4 eee eee | oes e. 7 197 8˙8 
Könige berg, Pruisia ... 4 182 75 
Leipzig : 

Leipsic Electric Tramway ..| 4:6 169 94 

Grand Leipsic Tramway ... 36 167 T6 
Lübeck. ae jos ds b 22:9 129 
Mülheim a. d. R i 5°5 24$ 21:8 
Niirnberg-Fiirth.. 6 101 70 
Oberhausen 2:8 48'8 396 
Plauen, Saxony 88 24:8 131 
Remscheid А 106 83:3 22:2 
Ruhrort. "a Р К 4 111 143 
Bolin ун . s 56 24°1 13:3 
Spandau ... е 05 15:9 83 
Stettin ' | Tb 167 10:3 
Tiirkheim-Worishofen 4 117 350 
Wiesbaden 5 631 98 6 

Average . А | — 217 | 146 


Our contemporary, in discussing these statistics editorially, states 
that еу have been drawn from official sources, and mentions 
incidentally that many months, and at times even years, elapse 
between the promotion of a tramway scheme and the inauguration 
of the line, owing to the tardy manner in which it is possible to con- 
clude negotiations with municipal and the State authorities. 

It is specially noteworthy that during the past year some of the 
largest towns in Germany, namely, Berlin, Frankfort-on-the-Maine, 
Co ; Konigsberg in Prussia, and Munich, have resolved to com- 
pletely abolish the use of horses for tramway purposes, and have 


authorised the substitution of electric traction on all the tram lines 
in those towns. In addition to these, various important industrial 
districts are more and more endeavouring to connect up the localities 
by means of electric tramways, both for passenger and goods traffic. 
Among these may be mentioned the districte of Aix-la-Chapelle, 
Dusseldorf-Vohwinkel, Elberfeld- Barmen, Bochum-Gelsenkirchen, 
Gladbach-Reydt, Werne, Essen-on-thé-Rohr, the Saar locality, and 
the mining districte around Beuthen and Kattowits in Uppsr Silesia. 
Referring to the above table of powers required per tre of 
irack and motor car, our contemporary pointe out that both 
averages indicate in general a better utilisation of the generating 
plant. Thus, for instance, the average of 217 kilowatts per kilo- 
metre of track compares with 256 kilowatte in the previous year, 
this difference being mainly due to extensions of existing lines. The 
kilowa&tage. per motor car of 146 is almost the same as in the 
previous year, when the average per car worked out at 15 kilowatts. 
_ Тһе overhead wire method on different systems is almost 
exclusively used on the German tramways, and only short e 55 of 
line in Berlin and Dresden are worked with power sup from 
underground condactors. Accumulator cars are п on the 


pai, ort-on-the-Maine, 


Grand Berlin Tramway Company in Berlin, and those of the Halle 


Tramway Oompany. 


SOME AMERICAN METHODS. 


Semma that English employers are likely soon to be in a position to 
put into practice the advice of Mr. John Burns to follow American 
methods, which same advice seems to have been given in complete 
ignorance that it was in doing this that all the trouble of the strike 
arose, a few notes from Machincry on the way work is done in 
Cincinnati may be of interest. Cincinnati is supposed by a stretch 
of courtesy to be somewhat western, but we in ae gu are apt to 
look further west than Cincinnati for our ideas the west. The 
correspondent of Machinery has been calling on some of the works, 
apnd has made notes on some of the things he has seen. 

At the Cincinnati Milling Machine Company's works, a three-floor 
building of nearly 30,000 square feet of floor space—a building, say, 
200 feet x 50 feet—nothing is made but milling machines and cutter 
grinders, and 140 men are employed. The system is to have a cast- 


ing storage room, and here all castings ara received and kept in enit- 


able bins. The paint shop is 70 feet x 20 feet, and here five men 
do the painting for the establishment, the room having steam coil and 
hot air pipes for use in the different weathers, variously to warm or 
cool the room and to dry paint. Another room is the stock storage 
room, which contains a centering and countersinking machine to 
prepare pieces for the sbops. | 
The shop is replete with special devices for economical manufac- 
ture. The machine for cutting the dials of the milling machines 
takes iu from 2 to 14 inches diameter, and finishes in three minutes 
a dial with 300 divisions. Every movement seems provided for, and 
bevil-faced dials are as easily cut as plain ones. At 100 strokes per 
minute, of any length, the graduations can be anything from 1 to 360. 
Then there is a special device for turning up the 1 slots in the cross 
slides of the machines, both in and outsides on both undercuts being 


done at one operation. 


The holes in the bases of this company's machines are tapped. 
This is for moving purposes. Carrier trucks are in the form of a U, 
and have four suspension screws, which enter the tapped holes. The 
machine is thus lifted and wheeled off in a moment. 

In the Egan Machine Tool Company's shop the floor space is 
130,000 feet. On the unfinished parts of castings awaiting 
machining, are to be noticed small labele, thus— 


Charge all time on this job to 


2,834 Screw machine Rot. 87 


a device very much simplifying the entering up of time, which seems 
to be so great a difficulty in many shops. 

A multiple planer tool is used for roughing off the sides of planer 
tables. It has six cutters, and finishes a side when it has been fed 
simply the distance of the cutter centres. Lathe \/'в are finished by a 
large V-tool at one full width cut. It leaves the surface nearly equal 
to a scraped surface, all jigs and fixtures are kept in proper places in 
cupboards. When the door is opened the electric light is turned on 
to permit correct and rapid finding of the tool. Forming tools are 
tested for form, before being hardened, upon a bar of Babbitt metal, 
when any inacouracy can be corrected. Samples of all work done 
are kept in the grinding room to show the men what class of work is 
expected from them, each sample with its own particular place in 
the automatically lighted cupboard with a pair of buckskin gloves to 
be used in handling. We wonder if Mr. John Burns knows of this 
when he calls for American methods, and if he is disposed to still 
recommend them, and to advise the members of the A. B. E. to give 
their aid in advancing such a system if asked to do 80. We propose 
to return to this subject. 
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THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


ABSTRACT OF INAUGURAL ADDRESS. 
By J. W. Swan, F. R. S., President. 


9» 

hted by incandescent lamps, the manifestation of satisfaction was, 
I remember, very ly pronounced. ; 

That occasion marked, in an emphatic manner, the beginning, or 
almost the beginning, of a movement that has gone on with increasing 
activity, until now it may be truly said that a great revolution in the 
means of producing artificial light for common use has been accom- 
plished, a new and ома industry has been created, and, incident- 
ally, an impulse and inducement given to the larger and more general 
utilisation of electricity. I am looking back, and are such universally 
familiar objects now. Sixteen years is not a long time in the history 
of industrial evolution, and yet what changes have occurred in the 
last 16 years! The entire в is crowded with electrical invention 
and electrical work, not confined to electric lighting, but extending 
over the wide and varied fields of electrical: power transmission, 
electric traction, and electro- chemistry. The successful introduction 
of electric lighting, and the incidental improvements made in 
the machinery for transfo g dynamic energy into electric energy, 
gave the impulse required to produce the immense activity that we 
witness to-day. | 

The domain of electrical engineering has broadened. When this 
Institution was founded, telegraph engineering was its principal 
feature; later, there grew up the new branches of electric vighting, 
electric traction, and the alectrical transmission of power. These 
bave so flourished that, if they have not idi er de. the older 

: there is 


engineer, and 

world is all before him, where to choose ; " aud, in my belief, a mode- 
rate proportion of those who are pa to make their mark .as 
аска. engineers would choose ly in making a very special 
study of that portion of the field within which lies the application of 
electricity to chemical manufactures. 

The field is a wide one, and so far only a small corner of it bas 
been cultivated, but that portion is already yielding rich harvests. 
There are now three or four flourishing electro-chemical industries 
of capital importance—the electrolytic refining of copper, the elec- 
trolytic extraction of aluminium, the electrolytic recovery of gold, 
and the electrolytic production of chlorine and of soda. Besides 
these, there are other successful chemical manufactures which 
rest on an electrical basis. Their importance is great even now, 
and is increasing. They afford di gere беа for the advantageous 
exercise of special knowledge and skill on the part of the elec- 
trical engineer, who may be called upon to design suitable 
apparatus for carrying out known , or to invent new or 
improved means of effecting some unattainable but desirable end. 

onsidering the importance of this branch of electrical engineer- 
ing, it seems to me—and I hope you may take the same view—that 
the time custom places at my disposal to-night will not be ill spent 
in a general review of the rise and progress of electro-chemical 
industries. 


EARLY WoRK Іх ELEOTBO-ÜHEMISTRY. 


Two years hence there should be celebrated, in the city of Como, 
the centenary of Volta's great discovery, to which we owe the origin 
of istry. Electrical phenomena had been diligently 
studied long before bis time. But if we except the action of the 
electric spark, utilised by Cavendish to induce the combination 
of gases having an affinity for each other, no marked electro-chemical 
effect had been observed up to Volta’s time. There was in fact no 
knowledge of phenomena due to the sustained operation of an electric 
current, as distinct from those due to intermittent discharges. 

Closely following upon the announcement of the discovery of the 
voltaic pile, its analytical power was made known through the elec- 
trolysis of water by Carlisle and Nicholson. Bot it was Davy who 
first fully realised and demonstrated the transcendent power of the 
voltaic current to effect chemical decomposition. Davy made for 
ever memorable the year 1806, by the electrolytic extraction of 
potes from potash. Distinctly prophetic as this was of other 

-reaching kindred discoveries, I suppose that not even the imagi- 
native mind of Davy ever entertained the idea that out of this 
embryo would grow any of these great manufacturing processes that 
are to-day shaking the foundations of some of the oldest and moet 
important of our chemical industries. 

vy, fortunate in almost everything, was supremely fortunate in 

his assistant, Faraday. Never, surely, in the history of experimental 
ecienoe did the mantle of genius fall on worthier shoulders than 
when Faraday became the successor of Davy, and the inheritor of 
his methods and of his work. Great, immensely great, as is the debt 
owed by electrolytic chemistry to Davy, the debt is doubly great to 
. To Faraday we owe the discovery of the law of electro- 

1 conduction, without which knowledge industrial progress in 
field of electro-chemistry would have been impossible; and, above 

all, it isto Faraday that we owe the first principles of the dynamo— 
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pope applied to practical electrolytic work much earlier than is 
commonly su А 

Even as early as 1842 there were at work in Birmingham, for the 
electrolytic deposition of silver and gold, power-driven electric 
current generators, based on the dynamo-magneto-electric principle 
discovered by Faraday. One of these machines I saw not long ago, 
still doing duty at Mesers. Elkington’s factory. | 

During the 30 years following Faraday's discovery of magneto- 
electric currents, and its primitive Yd eren to electro-plating, I 
cannot recall in this connection any of those striking eventa which 
make a moment memorable, but the tools were being fashioned. 
wherewith the way was to be cleared and the work of progress 
carried on. · 

Towards the end of that quiescent period, Wilde was building. 
powerful machines for the electro-deposition of copper; and those 
great incentives to electrical engineering enterprise and progress, 
the telegraph and electric lighting, were already beginning to 
quicken the pace along the co lines of scientific and 
industrial advancement. To speak only of electric lighting, it 
should be noted that in the fifties Holmes and De tens had 
eee efficient, if costly, magneto-electric apparatus for lighthouse. 

umination 


The principle of magnetic self-excitation in an electro-magnetic 
generator was made known in 1867, and four years later the first 
сап y practical oontinuous-current machine was constructed by 

ramme. 

The two succeeding decades saw the evolution of the modern 
dynamo; and at the end of this period the critical point was reached 
when there was demonstrated, with sufficient clearness to captivate 
the commercial mind, the fact that for lighting, for transmission of 
power, and for effecting several important chemical operations, 
electricity, as produced through the dynamo, by the steam or 
by water power, was a thing of utility, and could be in all 
these ways to commercial advantage. 

These great uses of electricity have been for several years estab- 
lished on the secure basis of commercial sucooss. This result has 
been reached through the co-operation of many minds, and especially 
by the union of the 3/11 of the mechanical engineer with the special- 
ised knowledge of the electrician and the chemist. 


СОРРЕВ RauriNING. 


At the outset, 60 years ago, the only electrolytic industry then in 
existence was comprised in that small and closely related group, 
i Bince then, and 


electrolytic copper. 

The procese of electrolytic copper refining is, as you know simpl 
electrotyping on а grand scale. An impure copper anode is dissolved, 
and pure tre is deposited upon a cathode in an electrolytic bath 
of acid sulphate of copper solution. 

In this connection, I may mention ts I made to ascertain 
how far it is possible to go in the direction of increase of current 
density without detriment to the physical properties of the metal 


deposited. 
| found that under proper conditions it was possible to obtain 
tough copper with a current-density ranging from 1 am to 1,000 
amperes per square foot of cathode surface. The conditions neces- 
sary to be observed were, to adapt the strength of the solution to the 
strength of the current, using, of course, the strongest solution with 
the largest current; and, when the current-density was high, to take 
suitable means to obtain extremely rapid circulation of the electro- 
lyte. I found that regularity and smoothness of deposit were almost 
entirely dependent on the absence of solid particles held in a- 
sion in the electrolyte, and that excrescences could be entirely 
avoided by taking care that the electrolyte was free from solid float- 
ing particles. I found also that an exceedingly rapid flow of the 
electrolyte over the cathode surface tended to the suppression of a 
crystalline condition of the deposit. This effect was moet strikingly 
shown when the electrolyte was projected against the cathode sur- 
face with considerable force from a сү jet. In the Philoso- 
phical Magazine, 1881, Vol. xii., p. 300, Tribe published an exceed- 
ingly interesting series of observations on the distribution of the 
lines of conduction in a liquid undergoing electrolysis; these showed 
me the causes of the wasteful. growths round the edges of electro- 
types, By applying remedies suggested by Tribe’s resulte, I was able 
most wholly to prevent this waste, to obtain nearly complete 
uniformity in the thickness of deposits, and entirely to prevent 
excrescent margioal growths. The general principle followed was the 
restriction of the sectional area of the electrolytic bath to, as nearly 
as possible, that of the plate intersecting it, во as to prevent curvature 
of the lines of flow. 

In considering this branch of the subject, the question occurs 
whether it is economically possible to take advantage of the 
greater purity and higher conductivity of electrolytic copper that 
has not undergone fusion after electro-deposition. The common 
practice is to fuse electrolytic copper and cast it into ingots, and 
then proceed to roll and draw the ingots into the various sizes of 
bars and wire required in electrical work. This treatment results 
in a slight loss of conductivity. Some years ago I worked out a 
process in which a copper wire stretched in an electrolytic bath 
was, whilst receiving a deposit of copper, continually subjected to 
the action of wire draw-plates. his resulted in unlimited 
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extension of the wire without increase of its thickness: all the 
ро, went to increase the length; and this might go on to an 
indefinite extent. The origiual wire formed a core, which, as the 
pow proceeded, dwindled towards nothing. There are on the 
ble some pieces of wire made in this way, in the different stages 
of its growth. I ascertained the possibility of producing wire in this 
manner; but even with a rapid rate of deposit, such as I was able to 
use, I found the apparatus would be excessively costly, relatively to 
the output; and, being allowed, by the kindness of Messrs. Bolton, to 
witness the method of wire-drawing employed at their works, I was 
80 impreesed by the rapidity and simplicity of their process as to feel 
that, locking at the matter from a non-scientific point of view, unless 
there was something much more to be gained than 1 or 2 per cent. 
extra conductivity, the play was not worth the candle. I do not know 
whether, by the method proposed by Mr. Elmoreof cutting a spiral from 
an electrolytically deposi сше: a sufficient degree of economy of 
po cen bec ined ; but, во far, the ordinary process has not 
interfered with by direct electrolytic methods of producing wire. 
Nevertheless, the greater purity and slightly higher conductivity of 
ytic copper that has not been subjected to the fusion treatment 
common in commercial practica, give to those attempts to produce 
wire from electrolytic that has not undergone fusion, at least а 
scientific interest and value. m | 
A characteristic feature of electrolytic copper refining is that the 
anode is formed of the same kind of metal as that deposited, and 
dissolves to keep up the supply of metal in the ү There is 
an equal and opposite action going on at the cathode and anode. 
But there is another class of electrolytic operations of perhaps even 
greater interest to the electrical engineer, and certainly of great 
economic importance, namely, that class in which the ore, and not the 
already reduced metal, furnishes the metallic supply to the electrolyte. 
This opens a very large subject, since there is included in it not only 
the extraction of copper, nickel, zinc, gold, aluminiam, and sodium, 
but also the great question of the electrolytic production of caustic 
soda and chlorine, and other substances hitherto produced by purely 
cliémical operations. E | 
There have been many attempts to utilise the fact that copper 
matte or sulphide can be cast in the form of plates or slabs, and that 
such plates have a sufficient degree of conductivity to allow of their 
being used as anodes in an electrolytic bath. These attempts have 
not always been successful, but there is an in exception in 
the case of the copper-nickel mattes worked by the Canadian Copper 
Company, who refine copper and nickel electrolytically, and use the 
matte as anodes. The mattes contain about 40 per cent. each of 
copper and nickel, and 14 per cent. of sulphur, together with small 
quantities of silver, gold, and platinum. The ‘power used in the 
production of 1 lb. of nickel is nearly 1 electrical orse-po wer-hour. 


(To be continued.) 
е = 


NEW PATENTS AND ABSTRACTS ОР 
PUBLISHED SPECIFICATIONS. 


III PATENTS.-—1908. 


[Compiled expressly for this journal by W. P, TmOPSON А Oo, 
Blectrical Patent Agents, 822, High Holborn, London, V. O., to whom 
‚ай inquiries should be addressed.) 


_ 632. " Improvements connected with electric lamps and switches." 
W. M. Warrins. Dated January 10th. 


665. "Improvements in electric switches" J. L. Hriwps and 
Н. Н. В. Crouse. Dated January 10th. (Complete) | 


678. "Method of diminishing the afünity of electrolytically 


roduced chlorine.” С. A. Jansen. (A. Lind -Larsen, Norway. 
Dated January 10th. | = ü n 


698. "Improvements in or relating to the electric illumination of 
railway trains.” B. ри Szwanrowskr. Dated January 10th. 


729. “Electric rotary cutters.” Е. GanRDXxEB and D. J. Surrz. 
Dated January 11th. (Complete. 


. 795. “Improvements in switches for use in electric t 
installations.” H. Tarrs and J. Hirr. Dated January 11th. ч 


756. “ An improved electrical’ apparatus for railway signallin 
during fogs.“ R. W. Gar. Dated January 11th. d г 


‚ 783. “Improvements in portable electric alarms and bell sets." 
J. Davrpsow. Dated January 11th. 


809. “Improvements in automatic calling devices for telephone 


exchanges.” W. P. THOMPSON. Strowger Automatic Tele- 
phone Exchange, United Btates.) eed January 11th. 


812. “Improvements in or relating to dynamo-electric machinery.” 
Р. R. Jackson & Co., Lrp., and J. B. iawn. Dated January lth, 
814. "Improvements in the means for controlling the lighting 


and extinguishing of electrically illuminated signs and other 
advertising and show tablets.” J. Т. бинт. Dated January 11th. 


817. “Improvements in electric railway conduit systems.” В.Е. 
Тномрвон and E. J. SuLLIvAW. Dated January 11th. (Complete.) 


831. “A of conducting electricity for p liog, heating, 
lighting, and telephoning from railway — d W. Ілэввү. 
Dated January 11th. 


834. “Improvements in single-phase induction motors.” L. B. 
Атктнвон. Dated January 11th. .. 


835. "Improvemeots in single-phase and multiphase alternate 
current motors." L. B.ATEINSONM. Dated January lith. 


848. An improved galvanic battery." J. vox рив PoPPENBUBG. 
Dated January 11th. 


885. Apparatus for electro-plating articles in bulk and in large 
quantities.“ G. Landen. Dated January 12th. (Complete.) 


. 818. Qu кашг electropathic sock for boots and shoes.” 
A. F. McGaw and W. A. Wooprorp. Dated January 12th. | 


932.. " Improvements in the manufacture or production of elec- 
trodes for secondary batteries. О. Рок. Dated January 12th. 


933. “Improvements in electrolytical condensers and electric 
current directing devices.” C. Porrax. Dated January 12th. 


935. “ Improvements in, or connected with, pole-pieces of dynamo- 
electric machines." O. W. Dawson. Dated Jannary 13th. 


953. “ Ар improved telephone line switch.” G. Lay. 
January 13th. 


1,002. “ Improvements in electric measuring instruments.” A. A. 
Voysry and R. L. Wirsom. Dated January 13th. . 


1011. “ етеш in electric incandescent lamp sockets or 
holders.” R. J. Borr. Dated January 13th. 


1,017. “Improved method of, and apparatus for, signalling or 
ае bF electricity.” A. Grimm. Dated January 13th. 
Complete. | | 


1,021. “Improvements in the manufacture of filaments for incan- 
descence electric lamps.“ C. Н. Stmanm. Dated January 13th. 


1,046. “An improved method and electro-magnetic cut-out for 
automatically disconnecting cbargsd conductors in the event of 
breakage or short circuit, applicable to overhead systems of electric. 
traction and the like.” R. С. Оох. Dated Jannary 14th. 


1,073. “Improvements relating to graphic or writing telegraphy.” 
В. Новгву. Dated January 14th. 


1,114. “Improvements in telephone exchanges.” J. О. O'BRIEN, 
of the firm of W. P. Thompson & Oo. (G. Ritter, Germany.) Dated 
January 14th. | 


1,127. “Improvements in electrical safety devices.” H. M. 
BALMONY. Dated January 14th. 


1,140. "Improvements in electro-magnets for electric traction.” 
H. Н. ятан. [The Gesellschaft zur Verwerthung elektrischer and 
magnetischer Stromkaft (System Schiemann and Kleinschmidt) 
Ad., Wilde & Co., Germany.] Dated January 14th. 


1,145. "Improvements in electric cables.” G. O. ALLINGHAM 
and W. FasxrLL. Dated January 15th. 


1,194. “Improvements in 
Dated January 15th. (Complete.) 


1,218. “Improved apparatus for the electro-decomposition of 
water.” Sm C. В. Forbes, BABT. Dated January 15th. 


1,216. “Method and means or apparatus for facilitating the 
erection of overhead telephone, telegraph, and like wires or con- 
ductors.” J. Нагтат. Dated January 15th. | 


Dated 


batteries." G. PHILIPPART, 
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Оорівг of any of these Specifications may be obtained of Messrs. W. Р. 
Tuowrsos а Oo. 332, High Holborn, W. O., price, post free, Od. 
(in stampe).) 


1896. 


19,501. “ Improvements in electric light conduite" B. M. DRAKE 
and J. M. GORHAM. Dated September 3rd, 1896. Tubes or conduits 
are joined together or to junction boxes by means of slightly coned 
тарая cum ends of the tubes may be slightly tapered and may 

cemented in. 


19,650 "Improvements in insulators.” T. BLanxmsor and J. W. 
Brown. Dated September 5th, 1896. Insulators for electric incan- 
descent lamps are formed of glassand have a metal core passing through 
the screw and shoulder. A cutting edge under the shoulder seals the 
screw opening. The head of the insulator is formed with a nut, a 
wire groove and a shed. 
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THE BURNING QUESTION. 


No branch of business connected directly or remotely with 
the electrical industry is at present showing more activity 
than that concerned with the much-debated dust destructor. 
We were witnesses of and participatora in an enterprising 
event on the 27th inst, when коше 200 engineers, 
surveyors, chairman of committees, and other influential 
gentlemen, from all parts of England, inspected the dust 
destructor at Leyton. The guests came by invitation of the 
Urban District Council, but the syndicate that built the 
destructor was very much in evidence. The voice was the 
voice of Jacob, but the hands were the hands of Esau." 

That veteran sanitarian and eminent engineer, Captain Sir 
Donglas Galton, R.E., was the * lion " of the occasion, just 
ав Lord Kelvin was the * lion " of a similar function held at 
Shoreditch some time ago. Each guest was provided with a 
neat little brochure having a picture of the works as a 
frontispiece. The brochure first describes briefly the 
prob'em and afterwards the solution. In our opinion the 
problem is insufficiently set forth, and the statement of the 
solution gives as a sole result the total amount of refuse 
and gewage sludge burnt in tons during the year 1897, and 
as а deduction therefrom the amount burnt per cell per 24 
hours. 

The destructor is next described and the two 96-horse- 
power water-tube boilers in connection therewith. It is stated 
that the temperature of the combustion chamber frequently 
reaches 2,500? Fahr. Favourable opinions of Sir Douglas 
Fox, C. E., and Mr. Francis Fox, C. E., are next given, and 
also an extract from the report of Mr. William Dawson, 
C.E., engineer and surveyor of the Urban District Council. 
Finally, the Council state that their reason for putting these 
facts before their visitors is their desire to share with other 
municipal authorities any ideas that may prove of assistance 
and value to them. The facts referred to should also prove 
of considerable assistance and value to the enterprising 
makers of the destructor, the Beaman & Deas Syndicate; 
and we may say that we weloome this attitude of a local 
authority in assisting a firm that has, in their opinion, 
served them well, by joining with them in such a function 
as that of last Thursday. Too often local authorities dis- 
courage any attempts at legitimate advertising undertaken 
by the firms whom they employ. 

Bat when we come to criticism from an engineering z point 
of view, we must confess that we think far more is embodied 
in the problem than the mere destruction of the refuse and 
sludge, and as regards ita solution, it will be necessary fo 
us to know what is the cost per ton burnt—for labour, 
repairs, interest on first cost, and so forth, before we can 
arrive at a fair judgment. As we have stated before 
in these columns, we regard the problem as not admit- 
ting of a single solution, but it requires first that 
the apparatus shall work withont nuisance, either from 
amoke or dust; second, that the refuse, or refuse and 
sludge, shall be completely burnt; third, that the 
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temperatures shall be high enough to ensure complete com- 
bustion with maximum steam raising capacity; and, finally, 
and most emphatically, that the cost of labour per ton burnt 
should be as low as possible consistent with fair wages and 
fair hours of labour to the workmen employed. The brochure 
is unfortunately quite silent on every one of these points, 
except as to the temperatures, and deals only with the 
amount burnt per cell, which we regard as quite a minor 
consideration. The amount barnt per cell is high, but that 
is not а special feature of any destructor, as it is simply a 
question of the strength of blast and the number of men 
employed. Given a strong enough blast, and a sufficient 
number of men, a very large amount of refuse can be burnt 


per square foot of grate per hour, and an instance is on. 


record in which in a destructor of another type, 26°75 tons 
were burnt in a cell in 24 hours. This was at Leeds, and 
the figures were published by the Medical Officer of Health, 
Dr. Spottiswoode Cameron. As regards steam raising, 
we noticed that the boilers were blowing off at 
105 lbs. on the occasion of the “Public Inspection,” 
and 95 I.H.P. was stated to be about the amount of the power 
daily used. This is approximately about what might be ex- 
pected, and it may be considered a good result in view of 
the wet nature of 30 per cent. of the material being burnt. 
It is, no doubt, somewhat of a feat to burn sewage sludge 
successfully, while at the same time raising a fair amount of 
steam; but it is a curious fact that sludge is not difficult to 
deal with in a destructor, as is proved by the fact that Mr. 
Jones, C.E., the well-known surveyor of Ealing, has success- 
fully burnt it in a natural-draught low-temperature de- 
stractor for many years past, in proportions just about the 
same as those adopted at Leyton, namely, one-third sludge, 
and two-thirds refase. This seems to have escaped the 
notice of the directora of the Beaman and Deas Syndicate, 
who state that no destructor has hitherto been capable of 
destroying wet sewage sludge, but a perusal of the letter 
from the Ealing surveyor, which will be found in our 
“Correspondence” columns, may serve to point a moral, if 
it does not adorn the tale of the “remarkable new de- 
perture" at Leyton. The temperature stated in the 
brochure as attained in the furnace, namely, 2,500° Fahr., is 
а somewhat fanciful figure. We venture to surmise that no 
such temperature has ever been accurately measured; but 
probably somebody has judged it “ Ьу eye." It might as well 
be estimated by * rule of thumb.” So far as we know, such a 
temperature as that has not hitherto been reached in 
burning ordinary house refuse, much less in burning such 
wet stuff as sewage sludge. The electric light plant 
is employed in lighting the works only, and the current is 
generated by a 3-kilowatt machine. There is, therefore, no 
fitting opportunity for a farther outburst of correspondence 
in our columns, similar to that which has recently raged 
around the Shoreditch plant. : 
While at Leyton we were also presented with the repo 

referred to in the brochure of Sir Douglas and Mr. Francis 
Fox. This interesting report supplies, to some extent, the 
information omitted from the brochure. The results given 
are based upon a 12 hours’ trial and must be judged 
accordingly. 'The sludge was found to average nearly 
65 per cent. of water. We may note that the term “pressed 
Bludge" is used, but it is very questionable whether the 
expression can be legitimately applied to sludge which oon- 
tains во large a percentage of water, and, further, it may be 
pointed out here that this water requires only to be warmed 
to a temperature of 212° in order to send it up the chimney, 


leaving а comparatively small amount of dry material to be 
dealt with. 

In spite of this the residnum from the refuse and sewage 
sludge, taken together, is 29:4 per cent., which we regard as 
somewhat high, considering the nature of one-third of the 
material. The weight of water evaporated per lb. of 
material is given as 0:426 lb., ог 0:507 lb., from and at 
212°. The pressure of air in the ashpita, namely, 2 inches 
of water, is excessive, as might be expected from the 
amount burned рэг сеї. The temperature of the combustion 
chamber is given as 1,562° F., which we may point out is a 
very different figure from the 2,500° F. of the brochure. 
The very hot appearance of the combustion chambers 
seemed to us to be partly due to the red ho: particles of dust 
blown np from the surface of the fire by the excessively 
strony draught. 

Sir Donglas Fox’s Report also omita all mention of the 
fact which we consider of most importance, namely, the cost 
of labour per ton burnt, in relation to the wages paid, and 
the number of hours worked by the men. Until these 
figures are forthooming, it is impossible to judge between 
the Layton plant and destructors of other types. 


THE high rates per unit charged by the 
City of Lonion Electric Lighting Com- 
pany are naturally, and, we think, very 
properly, creating a great deal of dissatisfaction among 
consumers, The City authorities have over and over yim 
expressed regret that the company's powers run over во lon 
& period, and they have brought weight to bear upon the com- 
pany to secure a reduction in the charges, The company, how- 
ever, not having inclined its ear unto theee words of advice, 
may have to grapple with the bug-bear of competition, if the 
propositions now receiving attention by the Court of Common 
Council come to anything. Whether the Court has or has 
not the necessary power to compete with the company to 
which it has grinted certain clearly defined concessions, is a 
matter which will arise in connection with the Court's 
deliberations directly; but we think the City company woald 
be acting under good advice if it lowered ita rates as other 
companies have done which touch the borders of its own 
area, without inviting competition in any shape or form. 
That in the long ran а competitive supply would be 
beneficial to the general City public, and detrimental to the 
interests of the present company, there is hardly room for 
doubt. From all accounts, the City ey sa is doing 
remarkably well and can easily afford to consider the interests 
of ita consumers in this way. It will perhaps be said that 
if the rates are reduced there will be a much greater demand 
for light beyond the company's present or immediately 
prospective capacity, but that, we venture to think is 8 
matter that can bə easily arranged. Of all things the com- 
pany should avoid a short-sighted policy. 


The City Electrio 
Lighting Service, 


Мв. ALFRED Н. GiBBINGS, the Bradford 
Corporation electrical engineer, who 18 
showing so much enterprise in popularising 
electricity supply in his city, has sent us а copy оѓ a circular 
which his Corporation has issued, giving the conditions, 
charges, and so forth, as to the hire of electric motors. This 
is mainly for the benefit of small power users in the district 
to whom a heavy outlay on motors and equipment would be 
prohibitive. The motors on hire range from jj to 6 H. P. 
the rates exclusive of fixing, being from 10s. to 808. per 
annum. These low rates bring the advantages of elec: 
trio power within easy reach of the power consumer, and 
we should think some good work will thus be done at Brad- 
ford and the other towns where the hire of motors 18 pro 
posed. The gas companies find their best customers among 
those who consume gas for driving gas engines, and for hest- 
ing and cooking, and there is every reason to believe, DOW 
that the use of small electric motors is becoming more 
general, that electrical engineers will do much by this means 
to improve the electricity worka’ day load. 


Electric Motors 
on Hire, 
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HIGH ELECTROMOTIVE FORCE. 


By Pror. JOHN TROWBRIDGE. 


I nave lately eee a large plant for the study of the 
discharges of electricity through gases which I believe is 
more extended, and on a larger scale, than any at present in 
existence; and I have obtained some results with it, 
especially in the subject of high electromotive force, which 
throw light upon many mooted points. The source of elec- 
tricity which produces the electrical discharges is obtained 
from 10,000 storage cells. From these cells I obtain very 
approximately 20,000 volts, and by means of a peculiar 


Fig. 1.—Тню CELLS. 


а us called Planté’s rheostatic machine, I am enabled to 
in over 1,000,000 volts—which enables me to experiment 
with powerful discharges in air, more than 4 feet in length. 
By the employment of storage cells in the subject of the 
discharges of electricity through gases, one can form a fair 
estimate of the amount of energy that is employed to 


Fig. 2.—PrAWxTE RugosTATIO MACHINE. 


produce the desired effeots— for instance, the X rays; while 
with the use of electrical machines or induction coils and 
transformers it is extremely difficult, if not impossible, to 
form an accurate estimate, Fig. 1 is an illustration of the 
type of cells of which the battery consists. Each cell is 


* Scientific American. 


composed of a test tube 5} inches long and j of an inch 
internal diameter containing two strips of lead which are 
separated from each other by rubber bands and are immersed 
in dilute sulphuric acid. The surfaces of the lead strips are 
ronghened by a mechanical device, and the cells are charged 
in multiple circuit by means of a dynamo machine. When 
the cells are properly formed, each one gives two volts and 
has an internal resistance of one-quarter of an ohm. The 
problem of insulating these cells was a Serious one; but it 
was practically solved by mounting the cells in sets of threes, 
in holes bored in a b'ock of wood which ha 1 been carefully 
boiled in paraffin. The mechanician of the laboratory, Mr. 
George Thompson, devised a simple switchboard which 
enables me to throw the cells into multiple or into series— 
to use the entire 10,000, or suitable portions of this number. 
The battery gives 8 amperes of current with 20,000 volte, 
and this amount of energy is amply sufficient to kill a man. 
By accident an operator received the shock from only 1,000 
of the cells and was badly shocked and burned. It is 
prudent therefore in experimenting with this battery to use 
rubber gloves, even in throwing the switches, and it is 
recommended to employ only one hand covered with a rubber 
glove and to keep the other hand in а pocket. 

I had at first intended to use tbis large battery in the 
study of electrical discharges through Crookes tubes, but I 
speedily found that, X rays could not be excited by a difference 
of potential represented by 20,000 volta, I found that at 
least 100,000 volts were necessary to produce them strongly, 
and I, therefore, resolved to construct a Planté rheostatic 
machine. This machine is simply an apparatus by means of 
which Leyden jars are first charged in parallel and are then 
discharged in series or by cascade. That is, all the inside 
coatings of the jars are connected to the negative terminal of 
the 10,000 cells, and all the outside coatings are connected to 
the positive terminal of the cells. When the cells are 
charged, the inside of one Leyden jar is connected to the 
outside of the next, and so on. In this way a very high 
electromotive force can be obtained. I use 60 Leyden jars 
in the form of plates of glass 15 х 18 inches coated on both 

sides with tinfoil. Starting with 20,000 
volta, I can exalt this to 1,200,000 volta. 
The accompanying illustration (fig. 2) 
| shows the Planté machine. The mecha- 

| nician of the laboratory has introduced а 

| notable improvement in the apparatus of 

| Planté. Instead of a revolving commu- 
tator such as was used by the latter, Mr. 
‘Thompson employed lever arms, by means 
of which the jars were first charged in 
aig "y er discharged F а. ү 
was found that the apparatus desi 
Planté could not be tied for higher voll. 
ages than one or two thousand without 
serious error and loss. By means of this 
apparatus I can study electrical discharges 
at least 4 feet in length—of great body— 
which are produced by an electromotive 
force of 1,200,000 volts. This apparatus 
posseases the great advantage that it 
enables one to obtain а fairly exact 
measure of such high voltage. en we 
refleot that the trolley car employs only 
500 volts, and in the system of transmis- 
eion of power from Niagara Falls it is 
proposed to use only 10,000 volta, it is 
evident that the effects produced by volt- 
ages of over a million must be of great 
scientific interest. | 

The study of such high electromotive 


forces immediately showed that previous 
estimates of the electromotive force neces- 


gary to produce a spark of a certain length 
were highly erroneous. For inetance, 
Heydeweiler, a German investigator, be- 
lieves that Prof. Elihu Thomson's statement, that a spark 
of 5 feet in length which he produced required a voltage 
of 500,000, is very wide of the mark, and Heydeweiler 


maintains that 100,000 would be nearer the truth. I find 


that even Prof. Thomson’s estimate must be more than 
doubled. Experiments with my apparatus show conclusively 
that the length of the electric spark between points 
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separated by more than 1 inch varies directly with the 
electromotive force. A spark 48 to 50 inches in length 
requires an electromotive force of 1,200,000 volts, 

a discharge of lightning one mile long would 
therefore require the enormous number of over 100,000,000 
volta. In reflecting upon the development of such 
enormous energy in the air, we can understand why 
telephone bells ring during a thunderstorm ; why subsidiary 
sparks occur in networks of wires; and why telegraphic 
messages are interru The world beneath the thunder- 
storm throbs and pulsates with the oscillatory discharges of 
lightning. 

One of the most interesting results of my study of power- 
ful disruptive discharges is the discovery that such discharges 
will pass through glass tubes which are exhausted to such a 
high degree that they are said to contain а vacuum ; for the 
8-inch spark of a Ruhmkorff coil prefers to jump around 
the tube to passing throngh the extremely rarefied space in 
the interior of the tube. Sach tubes, however, are brilliantly 
lighted by a difference of potential of 1,000,000 volts and 
readily show the X rays, and exhibit the skeleton of the hand 
in a finoroscope. The so-called brush discharge from the 

itive terminal of the Planté machine extends visibly to a 
distance of over a foot. If the hand is exposed to this brush, 
it produces the well known X ray burn, such as various in- 
vestigators have received in taking photographs of the 
skeletons of their hands, or in testing the condition of 
Crookes tubes by exposing their hands before a fluoroscope. 
The skin of the hand becomes irritable and turns a bright 
red colour, especially after exposure to cold winds. 

This result interested me greatly; for it proved that the 
so-called X ray burn could be uer EA by the brush dis- 
charge of very high electromotive force. The extent of the 
influenoe of this powerful brush discharge is very great. 
For instance, photographic plates in & plate-holder carefully 
insulated from the ground and covered with a plate of glass 
half an inch in thickness show the inductive action of the 
brash discharge from the positive terminal, which is distant 
at least a foot. These inductive effecta are manifested by 
жездин ар fi on 8 photographic plate. They are 
surrounded by dark clouds. When the burn on the back of 
one’s hand produced by such brush discharges is examined 
by a microscope, similar centres of disturbance (in this case 
pointe of inflammation) are seen. Although the Leyden jars 
of my machine are carefully insulated on supports of 
vulcanite which are mounted on dry wood, which in turn is 
supported on rubber, I can obtain a discharge of more than 
2 feet in length when I bring a point connected to the 
steam pipes to the neighbourhood of one terminal of the 
machine. The other terminal of the machine is carefully 
insulated. This expsriment shows conclusively that it is of 
no use to insulate lightning rods. My experiments thus far 
show that no vacuum which I can produce can resist the 
discharges which are caused by 1,000,000 volts. It now 
becomes an interesting question whether there exists 
mechanical or chemical means by which a so-called vacuum 
can be prodnoed which will resist such discharges. 


SOME NOTES ON SINGLE-PHASE MOTORS. 


By А. C. EBORALL. 


(Continued from page 68.) 


THE following conclusions may be arrived at, considering 
the oscillating field of & single-phaser to be of the nature 
indicated above:— | 

1. At starting, two equal and opposite torques are exerted 
on the rotor by two equal fields rotating with equal velocities 
in opposite directions. Hence there can be no initial torque. 

2. As the rotor slowly increases from zero up to a speed 
near synchronism, the backward rotating field becomes weaker 
and weaker, and since the backward and forward fields have 
together to produce a definite back E M.F. in the stator 
windings, the forward rotating field must increase in strength, 
and consequently the resultant torque on the rotor rapidly 
increase. 

8. When the rotor is nearly synchronous, the backward 


rotating field is reduced to a very small amount. Hence it 
may be said that on starting, the resultant field is purely 
oscillating, but when running, the effect of the rotor currents 
is to produce a nearly pure rotating field. In the rotor bars 
а complicated current existe, it being the sum of two cur- 
rents of different frequency, they being of T 
equal strength. The one is due to the very small back 

rotating field, and is of high frequency, the other to the main 
forward rotating field, and is of low frequency. The c? R 
losses in the rotor must, therefore, be nearly double of those 
in а multiphase ro field motor. In other words, nearly 
half the c? R losses in the rotor of a single-phacer are due 
to the backward torque x speed of rotor, this amount of 
power being simply wasted in heating the rotor conductors. 
The iron losses will also be greater than in a multiphase 
E owing to the effect of the backward high frequency 

eld. 

4. There is a limit of speed before gynchronism at which 
the torque on the rotor again falla to zero. If we consider 
the rotor running synchronously, the forward field can 
evidently produce no torque, whereas the backward field gives 
rise to a negative torque. The zero torque must, therefore, 
be before synchronism is reached. | 

5. The effect of leakage or self-induction is entirely detri- 
mental. It has two effects: (1) it diminishes the main 
torque due to the forward rotating field, and (2) it likewise 
causes tho backward field to be larger in proportion to the 
forward field. This can be seen from the following:—Let e 
be the lag of the current behind E.M.F. in one rotor bar. 
Then the diagram of E.M.F. for this bar is that shown in 


E Es 


En 
Fic. 5.—Duaram or Ботов E. M. F. 


fig. 5, x being the resultant of x, the E.M F. of self- 
induction, and of E,, the E. M. F. for the ohmic resistance. 
From thi | 


а Ея 
sin ф = —. 
Now Е, = 2 x n L C, where c is the current in the bar, and n 


the slip. Also the E.M.F. induced in one bar (£) = яп N 
where N is the strength of field. Hence | 


21 LC = E sin 4 


хп N віп N sia 
FVV 


2*nL 21. 
But si drn | Fi 
ШГП ткт сМ ШЫ a 
N r n 
Therefore c — 


ARE 4-4 яп 1 
From this it is clear that when the self-induction is already 


the main term in the impedance factor, an inorease of L pro- 
duces a proportionate decrease of c. Where, however, the 


R 
Fic. 6.—D1AGBAM OF ROTOR IMPEDANCES. 


self-induction term is but small, the decrease in c is small 
for a given change in L. The result of this is that the back- 
ward field produces a smaller value of backward high fre- 
quency rotor current, and consequently where the two 
currents are equal to one another, the backward field is larger 


in proportion to the forward field for an increase in L.* 


ө It is a common error to suppose that self-induction in the motor 
is absolutely necessary in & successful single-phase motor. It has 
arisen by not considering that the backward rotating field tends to 
disappear for the small slips that are met with in practice. The best 
induction motor of any kind is the one with the least leakage, that 
is, self-induction. 
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The construction of single-phase induction motors can 
now be gone into. Briefly, it may be said that they are con- 
structed in exactly the same way as multi but with 
slight modifications, caused by the fact t they are not 
gelf-starting, and that the oonsiderations mentioned above 
have to be borne in mind. The methods used by different 
designers, in order to get over the starting difficulty, will be 
described later; generally speaking, these methods take the 
form of splitting up the single-phase current at starting into 
two currents differing less than 90° пре опе of these 
currents being sent round the working winding of the motor, 
the other going round a starting winding, the ooils of which 
are wound in between those of the main winding. Hence an 
irregular two-phase rotating field is produced, which causes 


the rotor to run up to a somewhat short of synchronism, 
and this being attained, the starting winding is cut out, the 
working winding put direct on the supply mains, and the 


load transferred from the 1oose pulley or other device to the 
motor pulley. The starting torque depends on the efficiency 
of the phase-splitter, on the current taken, and on the design 
of the motor, and is, generally speaking, not very great. 

Before considering the construction of these motors in 
detail, it will be as well to briefly enumerate the general 
points that must be followed in regard to their electrical and 
magnetic 

Firstly, a very essential point is, that both stator and rotor 
should be quite smooth all roand—large polar projections on 
either must be avoided. If this is not attended to, there is 
(especially at starting) a tendency for the stator and rotor 
fields to cog into one another, and as a consequence the 
effective starting of the motor is rendered impossible. 

Secondly, the air-gap must be only just large enough to 
permit the rotor to run freely without danger of touching. 
As the no load current and power factor at all loads depend 
mainly on the size of the air-gap, it is clear that it must be 
as small as possible. Farther, the larger the air-gap, the 
greater the leakage, and hence the motor will not start во 
well, and will have a greater slip when running, and dimin- 
ished power faotor. 

taie е rotor en are Bol а to 

per paths, so ey may be always properly contribut- 
bs to the driving forces, there will ba о осе currenta 
which will waste power by heating, and which may even 
under certain circumstances exert а torque in the opposite 
direction to that of the forward stator field, and help the 
backward field. | | 

Lastly, the arrangement, of the stator winding and iron 
parts must be such that the leakage field is & minimum, 
otherwise there may be eddy currents in the motor frame, 
and even in the stator conductors themselves, causing 
loss of ; furthermore, if there is much leakage from 
any cause, the bad effeots before mentioned will be present to 
& greater or legs extent. 

The methods adopted in practice to satisfy these con- 
ditions will now be considered. 

(To be continued.) 


SMALL LIGHTING PLANTS. 


Aw article headed “Small Lighting Plants,” by Mr. Fred. C. 
Reeve, in the Electrical World, deals with three important 
questions, namely :— | 
1. Can the lighting oompanies materially lower the 
erri rates if brought into competition with the “isolated 
t ?" : 
2, Are very small plants, varying in size from 25 to 800 


lights, Ик ? 
8. Under what conditions can they be made a впооевв 
fimanocially ? 
The basis of his calculations are taken on the average 
prices charged in America for the four most popular illumi- 
nants, and are as follows :— 


bote) Ordinary gas light, costing 875 cents per 16-C. P. 


„® Incandescent gas light, costing *65 оеша per 16-0. P. 


(c) Incandescent electric light, costing 90 cents per 
16-O.P. hour. 

А (d) Enclosed аго light, costing 6 cents рег 1,500-C.P. 
our. | 

In cases where the demand for current is over а 
large number of hours, such as large factories and workshops, 
where the items of interest and depreciation would there- 
fore be spread over a large number of uuits, it is shown by 
a table of costs of operating plants that electricity can be 
generated privately at a less cost than the average price 
generally c . 

Persons will gladly pay for the convenience afforded by 
the central station supply in their houses, but in the store, 
factory, or workshop where economy has to be practised, the 
matter is treated differently, and these considerations account 
for the large number of isolated plants in America, and no 
doubt also at home in England. 

The rapid spread of electricity within the last few years, 
and the publicity given to the details of cost in generation, 
management, &c., have set probable large consumers think- 
ing, and their education has in many cases led to the loss of 
good customers, for knowing that dynamos can be relied 
upon to work practically withont attention, and with little 
fear of breakdown, the additional responsibility of an extra 
machine in a large works spreads itself over the whole jast 
as the items of interest and depreciation spread themselves 
over a larger number of units generated, and logically Tar 
ing, rag larger the works the less the additional responsibility 

e t. | ‘ 

The isolated plant of to-day is quite different from that of a 
few years ago. Before the introduction of central station 
supply, we were indebted for a good deal of our early know- 
ledge to isolated planta. Just as doctors must learn their 
profession and patients must be practised upon, so had the 
electrical engineer to learn his profession, and the isolated 
plant owner was often the patient sufferer, the martyr to 
science. The disappointments and failures of the days 
referred to were often due to the scant knowledge then 

by the engineer, and these failures have led to such 
improvements, that it is difficult to see where farther im- 
provements can take place. 

The lessons taught were not long in being acted upon, and 
central stations began to make their appearance at different 

laces some ten years ago, and have gone on increasing year 

y year, each succeeding year bringing more and more. The 
primary lesson learned was, that electricity generated in 
sufficiently large quantities could be generated cheaply and 
made а commercial commodity. The owners of large works, 
shops, stores, &c., have also learned this, and following in the 
footsteps of their former tormentors, are putting down their 
own plants, some of which rival in capacity many central 
stations. 

Although isolated planta are not adapted for domestic 
light, except for country residences where current cannot 
j ise be obtained, it is obvious from the silent evidence 
of the increase of isolated t in business premises, that 
when a sufficient number of lamps are installed, and when 
they burn for a considerable time each day, the current can 
be very cheaply generated. 

It points to the fact that sooner or later electricity will 
have to be supplied at a very much cheaper rate than at 
pene ог the steady commercial lighting will be operated 

y the isolated Шап, and the only customers retained will be 
the domestic and intermittent commercial work. 

The systems of charging for current must be considerably 
modified to enable the business man to cheaply light his 
factory if current is to be bought, and he must pay a higher 
rate for current used for domestic purposes. 


COMPARATIVE COST OF STEAM AND 
ELECTRIC POWER. 


А І, 
ELECTRICAL power transmission being as yet in the 
aggressive stage of development, and called upon to show 
р 
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cause why it should be adopted, it is natural, that from time to 
time,should appear comparisons of costa with steam power. Оле 
of these appear in the Electrical Engineer (New York), by 
Mr. Irving A. Taylor. So far as regards steam power costs 


in America and here, the probability is that comparisons 


made in one country will stand good for the other. Mr. 
Taylor attributes the small attention given to power economy 
to the idea that power is only thought to be a small item in 
total costa of manufacturing, and also to the fact that power 
distributing is a special subject not understood much by 
manufacturers. There is nothing easier than power distri- 
bution, and anyone can get out a plan for doing it, but it ia 
all done by guess work, and the result is often an expensive 
tangle of belts. entirely preventing the use of overhead 
travellers, as well as being enormous power absorbers. It is 
not simply the sheer cost of power that is to bs counted, 
often enough it is the incidentals, and this is specially the 
case where small steam engines are employed. 

So much depends on arrangement, and the author cites 
the case of a shop remodelled to give a four-fold output, 
which produced as much as seventeen-fold with 
ease. In this case, arrangement combined with electri- 
cal transmission and compressed air for certain duties 
has been the cause of improvement. Now, air power is 
costly, but it is extremely useful in the right place, and 
though giving only 15 per cent. efficiency, being used cold, 
it saves in Jabour and increases output. The question is 
asked, what is the best way to lay out a power plant? The 
answer is, that where large amounts of machinery are to ba 
driven, certain power centres may be found to which, while 
power is being used, power may be supplied at a fairly con- 
stant rate, and with a high load factor. Such centres may 
supply simply one machine, or a group of machines, a 
whole floor or section of a shop, but no large power must 
be sent far along a line of shafting or а number of belts. 
There is a tendency to medium sizes of motors, 3 to 15 Н.Р. 
They ought to ba fairly well loaded, and their efficiency must 
not be obscured by complicated belt systems. When the load 
on а machine or a group is nearly constant, the group 
or unit is to be as directly connected as possible to the 
motor. Machines absorbing a small but variable power 


require grouping in considerable numbers on one motor, 


80 as to obtain an even average. Where possible, variable 
and steady demands should be separated. Thus we want to 
run а 5-horse blower all day, and a couple of machines con- 
suming from 0 to 10 H.P., and averaging about 2 H.P. 
The costly part of this load will be the blower. If we use 
a 15-H.P. motor, the costly load will be run usually on a 
half loaded motor, through belts and shafts, and will cost 
double what it would if it were run with a 5-H.P. motor on 
the blower shaft direct. The group would thus require two 
motore. But if the maximum load of 10 Н.Р. on the other 
machines had never fallen below an average of 7 to 8 H.P., 
possibly one motor would best have served the group. The 
author is very severe on a crossed belt. -With its two rub- 
bing sides exerting a backward pull of 74 lbs. at 2,200 feet 
per minute, the cost of this 1 H. P. of friction will ba £20 
to £60 a year, a rather expensive price for a crossed belt !! 
There is no excuse for a crossed main belt, and only necessity 
should permit any crossed belt to be гап. The author saved 
50 per cent. of power by uncrossing a main belt. It took 
half an hour to arrange this. Belts are often the best trans- 
mitters for short spans. For spans of 100 feet, a wire ro 
will ba satisfactory where loads do not vary suddenly; but in 
America wire rop» transmission has not been a success—it 
demands too many conditions ; is too curbing. The same 
applies to compressed air. It is used in Paris, with reheating 
to 300° or 400°—an essential to economy for large air power. 
Bat who wants a fire to make up? People who buy power 
want it ready cooked, not raw, like compressed air. Elec- 
tricity has the maximum of convenience and the minimum of 
waste over any distance, and is bound to win on the вооге of 
convenience, if for no other reason. The trouble with elec- 
tricity is, so far, with those who sell rather than with those 
who buy. There is so much hesitation in replying to an 
intended user's questions. It looks as though there were 
doubts as to success, and so on, and this is not encouraging to 
users, In Mr. Taylor’s further discussion of the question he 
gives figures to show the advantages of electricity which we 
propose to reproduce. 
(To be continued.) 


AN ELECTRICAL HYPOTHESIS FOR THE 
SOLAR AND PLANETARY SYSTEMS, AND 
SOME OF THEIR ASSOCIATED PHE- 
NOMENA. 


By DELTA. 


(Continued from page 74) 
п. 
Бтмов the first article was published in the ELECTRICAL 
REVIEW, the solar eclipse of 1898 has been carefully ob- 
served, and ander favourable conditions, and according to cable 
information the general shape of the solar corona was generally 


like that seen in the eclipses of 1867, 1888 and 1896, во that 
it may be assumed that there is little variaticn, if ary, in 
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Fic. 1.—0ваАрнІс DrGRAM SHOWING THE CYoLE or THE Con- 
SERVATION OF ExERov Коңмїна THE Basis or THE SOLAR 
ELEcTRIOAL HYPOTHESIS. | 


the sun's great electrical potential. The varying luminous 
intensity of the solar triple and concentric envelopes is 
merely due to the varying de of reeistanoe offered to 
the outward passage of the high intensity electrical energy. 
The photosphere is probably com of gas of such high 
tenuity, as to offer no resistance whatsoever. 

The disgram, fig. 1, is intended to graphically explain the 
author’s electrical hypothesis. Fig. 2 gives a rough idea of 


EA F = 


Fig. 3.—Totrat SoL aB Юотлрви, JULY 29rH, 1878, sHOWING 
ELEOTBIOAL STREAMERS. 


the appearance of the colar corona. Before proceeding to 
extend the application of the electrical hypothesis to explain 
stellar and other phenomena, it may now be an advantage to 
гак its value, ав an explanation of common atmospheric 
eff cts. | 

CLOUD EFFECTS. 


Aqueous vapour, in the form of clouds (by the well-known 
attractive influence that water has for electricity), may be said 
to constitute suspended electrical conductors, that become 
electrically charged to saturation.” The discharge of these 


. * An electrically charged cloud induces electricity of an opposite 
kind to ite own. 
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cloud forma of electrical conductors may be induced by the 
earth itself, or by a highly electrified wind current, and also 

the influence of solar electrical currents that produce the 
ultra-violet rays. 

The discharge of the clouds will be induced by contact 
with any strongly electrical energy absorbing surface. 

The strange phenomenon of the water spout, the aqueous 
column uniting the clouds and the sea, is an example of the 
powerful and irresistible attractive influence of masses of 
water, thut culminates in the rapid discharge of the clonds’ 
electrical accumulation.* 

There are always stronger indications of electrical energy 
on hills than in valleys. 


THE INFLUENCE OF AQUEOUS VAPOUR ON THE ELECTRICAL 


CONDITION OF THE ATMOSPHERE, 
The influence of the proportion of aqueous vapour in the 
here in its effect on the degree of resistance offered 
to the flow of electric energy is well known. 


Actual curve. 
Taken from Elster & Geitel, Fitz K. Akad der Wiss, Wien. 


Fra. 3. 


Jo Estimated curve. 


The discharge of a rain cloud rapidly clears the atmo- 
sphere from an excess of electrical energy. The influence of 
a highly aqueous vapour condition in altering the electrical 


A 194 m. above sea level, and в 74 m. above sea level. 


ELECTRICAL POTENTIAL OF THE AIR PHOTOGRAPHICALLY REGISTERED aT Two BrATIONS. 
| Fid. 5. 


Еа. 4. 


prenna of the atmosphere is shown by diagram, fig. 3. 
his diagram 3 is constructed from tabulated Walt of 


observations made at Hofner Sonnblick at an elevation of 
10,168 feet above sea level, and also at the low level station 
of Kobn Saiguon. It will be noticed, on referring to the 
graphic diagram, fig. 3, that the curve of electrical potential 
runs in a line inversely to that of aqueous vapour pressure. 

A casnal test made at Massachusetts, by means of a kite con- 
nected by wire with & quadrant electrometer, was raised and 
maintained at some elevation above the summit of Blue Hill, 
enn & position as to intercept an approaching thunder- 
storm. 


* Peletier states Чу ашыр spouts are accompanied with striking 


At 7.40 a.m. this thunderstorm, which for some 20 minutes 
had been approaching from the west, was near enough to 
cause an incessant stream-like flow of sparks from the kite- 
В 


If а ground wire was held within a fraction of an inch 
from the kite string, a spark discharge followed. 

After the rainfall, no sparks or any electrical indication 
could be drawn from the kite-wire. 

Cloud disruptive discharges oocur when the electrical ten- 
sion in the atmosphere between the clouds and the surface of 
the earth exceeds a certain critical value not yet determined. 

It would appear that as the voltage increases with the 
height of elevation from the earth’s surface that clouds at 
various heights will have distinctive electrical characteristics ; 
therefore we should expect that cloudland will be easentially 
of a stratified character.* 

The variation of electrical potential from the inception to 
the termination of a thunder storm is a striking proof of the 
masterly factor that electrical energy occupies in terrestrial 

„and is itself evidence of no inconsiderable value in 
supporting the author’s new hypothesis. 


THUNDER, HAIL, AND Snow STORMS. 


Di fig. 4 shows the striking variations of electrical 
үка during thunder storms, at both an upper and a 
ower placed station. 

The diagram 5 shows the normal variation of potential 
characteristic for fine weather. It will be observed that the 
electrical intensity shows a decided drop from morning until 
evening. | 

The violent changes of electrical potential of our atmo- 
sphere are not only associated with thunder storms. Doring 
hail and snow storms we have acute changes риса. 
The diagram fig. 6, for which we are inde to Mr. 
McAdie, is a very striking exhibition of the great potential 
fluctuations that exist during a snow storm. 

The observations at Sonnblick indicated that cloudless 
days were associated with an apparently constant and equable 
fall of 5 maximum (July) between 7 and 9 a. m., fol- 
lowed by a regular reduotion of potential to a minimum at 
the evening. 

Observations in a cloud that discharged a small quantity 
of rain showed the electrical ре to gradually drop to 
zero value, where it remained for some time. 

It has been noticed, as а rule, that in storm clouds the 
atmospheric electricity usually changes ite sign after a 
lightning die e, the same change occurs with storms 
occurring on a plain. 


Тнк FORMATION OF HAIL AND SNOW PARTICLES. 


It is well known that the flow of static electricity between 
pointed terminals, and through an at- 
mosphere with particles of 
suspended matter, in a condition free 
from moisture, has a curious 
effect. Some of the particles become 
immediately sega тур and polarised, 
and they form nuclei centres of mag- 
netic attraction and aggregation, the 
small particles rapidly coalesce to form 
er ones. ; | 

ight attribute the formation 
of hail, and, in 8 manner, perhaps, of 
snow or other forms of frozen vapour, 
to this action of electrical coalescence. 

In hail storms the highly electrical 


condition of the atmosphere i peta 

cularly noticeable. The electrical intensity potential was 

noticed by the observers at Sonnblick to increase and 
pase with the fall of hail. 

Diagram, fig. 6, shows the violent electric changes that 
ces sxc а snow storm. 

Probably the electrical coalescence forming hail takes 
place at the altitude coincident with that of the Cirrus 
at some 5) miles distance from the earth’s sur- 
асе. 


* Hildelrandsson showed that the upper currents move along 
somewhat parallel to the lower currents, up to a certain heighf. 

Acoording to the law enumerated by :— 

Upper clouds have a distinct centrifugal tendency over areas of 
low pressure, and a centripetal one over those of high, 
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Tre VARIATION OF ELECTRICAL POTENTIAL IN WINTER 
AND SUMMER. 


The average atmospheric electrical potential is higher in 
winter than it is in summer—there is less moisture as such 
in the air, and the absorption by the earth will, it is thought, 
be slower in winter than in summer. 

The moisture in summer months constitutes an excellent 


conductor for the flow of the electricity to the earth’s surface. 

Dryness of air, on the other hand, offers a greater resist- 
ance to the flow of electrical energy, and hence the tendency 
to the creation of a highly electrified atmosphere, a prelude 
to the atmospheric electrical phenomena we know as the 
magnetic storms, 


THE INCRBASE OF THE ELECTRICAL INTENSITY POTENTIAL 
WITH INCREASE OF ALTITUDE, 


If the author's electrical theory is correct, it wonld mean 
that the solar electrical intensity potential would be highest 
at its entrance into the earth's atmospheric envelope, and 
that by the dispersion of part of its energy in generatin 
heat and light it would become less and less as it approach 
the earth’s surface; or, inversely expressed, the electrical 
potential would increase in proportion to the distance from 
the earth. | 

That this is so is shown by diagram fig. 7. The curve 
Bhows the rise of electrical potential with height above the 
surface of the earth. 


Exner's аршы with the water droppers, and made at 
comparative low levels, showed that whilst the voltage at a 
height of 17 metres was 100, it increased at a height of 40 
metres to 280. He deduces from this that there is a rise of 
6—8 volta per metre of elevation. 


THe Limit оғ EXTENT oF THE Sun's ATMOSPHERIC 
ENVELOPE. 


Before enlarging farther on this important fact of rise of 
potential, which in itself clearly shows that the earth cannot be 
considered to be the primary source of electrical energy, because 
if it did the electrical intensity would be greatest at the 
surface, let us attempt to define the limit of the earth’s atmo- 
spheric envelope. By calculating on the basis of the pres- 
sure exerted by the atmosphere upon the earth, equivalent 
to 80 inches of mercury, the atmosphere only extends some 
five miles; but this calculation is obviously erroneous, from 


its neglect to allow for the highly tenuous character of the 
fringe of the earth’s atmosphere, 

Meteors having been noticed to evolve gas at a distance 
of 120 miles from the earth, it is clear that even at this 
distance extreme atmospheric attenuity cannot have been 
reached. 

That the resistance to the flow of the high tension solar 
electric currenta does not commence to be of sufficient in- 
tensity as to produce any luminous or 
day-light effect until it reaches a dis- 
tance of 45 miles from the earth is 
shown y the duration of twilight.“ 

The all of the electrical potential 
will vary with the density of the 
atmosphere, so that Exner’s factor of 
8 volta increase per metre of distance 
can only be taken as in any way re- 
liable within a short distance from the 


earth, 

If we take half this factor, or 8, to 
represent the rise of 5 per metre of elevation, we 
Bbouid then have a voltage value, at only five miles distance 
from the earth, of 


кызу а = to 82,180 тойа, 


THE ZONE OF ELECTRICAL POTENTIAL. 


If the electrical energy flowing from the sun at high ten- 
sion and frequency enters the atmosphere, and is absorbed 
by the atmosphere and the eartb, the latter must constitute 
the zero of potential. The discharge of low intensity elec- 
trical energy from the earth into the low potential electrical 
ocean will not generally illuminate the atmosphere, although 
there are evidences of such discharges from prominences 
that have produced luminous effects, Such an example is 
suggested in the phenomenon of Saint Elmo's fire. 


WIND AND OTHER CURRENTS ELECTRICALLY INITIATED, 


Wind currente—particularly those carrying with them 
suspended particles of hail or snow, are highly electrical, and 
there is little doubt but that high potential electrical 
discharges play as important a róle in the production of wind 
currents as does the more generally accepted explanation of 
the cause, the effect of heat. 

The discharge of a high tension current from one to another, 
or from a point on to the atmosphere, sets up a decided 
flow of air. 

If it is accepted that high tension solar currents flow at 
their maximum at the equator, then this line will coincide 
with the initiation of powerful and continuous trade winds. 
Any chart showing the direction of the prevailing winds 
will demonstrate that the trade winds are initiated at the 
equatorial line. | 

That the discharge of electrical energy into the ocean, will 
indirectly influence the ocean currents, is probable. The 
maximum oceanic absorption of electrical solar energy at the 
equator, may constitute this locality as a locale of initial 
motion of oceanic currents. § 

The wind currents flow from the land to the sea at night, 
and from the sea to the land at the day time. 

The general theory for this change of direction being the 
alternate influence of the heat of the earth and that of the 


sea. 

The inflow to the earth of the high tension electrical cur- 
rents in the day, and the outflow of this energy at night, 
may by repulsive infinence on the air have some part in the 
play of the natural forces, producing the wind currents. 


THE RELATION OF BAROMETRIC INFLUENCE ON THE 
ELECTRICAL INTENSITY POTENTIAL, 


The degree of atmospheric resistance to the flow of elec- 


* Slightly luminous clouds have occasionally been seen at night 
that were calculated to be at a distance of more than 45 miles; it is 
suggested that their interception of strong solar light intensity elec- 
trical currents has produced the strangely luminous effects, silver 
clouds in an atmosphere of the darkest night. 

{ Mils reduced to metres. 

t Bachan records 15 cases of Saint Elmo's fire emitted at night time 
from the summit of Ben Nevis, between the years 1883 and 1888. 

§ The oceanic currents appear to flow from the north, from the 
south poles, towards the equator, establishing cycles_of direction, 
north and south of the equator. 
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trical energy being a function of the atmospheric density, it 
will, therefore, be obvious that a change in the barometric 

re will set up varying resistances, and varying electrical 
repulsive effects that will cause wind currents. Another cause 
would be the generation of heat as a pari passu effect, of the 
increased resistance to electrical flow, and this heat would 


tend to expand the air, a common means of producing wind 


circalation. 

It has long been known that some connection exista 
between the height of the barometric column and the direc- 
tion of wind currents. 

For instance, 10 yeara’ consecutive observations have 
shown that the least mean barometric height corresponds to 
the great south winds, and the greatest mean height cor- 
responds to the great north winds. The change of barometer 
will necessarily mean a change of atmospheric electrical 
potential, and either an increased or decreased, and corres- 
ponding degree of repulsive action, on air. 

It has been explained that the dispersion of electric 
energy of high intensity from a pointed conductor, sets up 
wind currents by electrical repulsion, it is not, therefore, an 
improbable suggestion to pnt this cause asthe master one 
amongst other, and purely physical causes, that set up the 
flow of air currents. It has been suggested that highly- 
electrified wind currents may, independently of temperature 
inflaence the discharge of highly-aqueous clouds of accumu- 
lated electric energy. 


TEMPERATURE OF THE UPPER ATMOSPHERIC STRATA. 


Let us assume that the temperature of the atmosphere de- 
pends upon the resistance offered to, and on the proportion to 
the electrical energy passing through the atmosphere. The 
resistance is a function of the atmospheric density, and as 
the density of the atmosphere decreases, as its distance from 
the surface of the earth increases, this would 5 
mean that in proportion as the distance from the eart 
increased, the temperature would decrease; in other words, 
the temperature would in some measure be inversely propor- 
tionate to the distance from the earth’s surface. 

Aerostatic observers have discovered at the equator, 
that for each elevation of 187 metres there is a drop in tem- 
perature equal to 1? C. 

Taking the temperature at the equator to equal 25? C., then 
at a distance of five miles the temp:rature will equal 


5 x 1,609 
25 — Gare 


Now, from evidence that has already been adduced relating 
to the Cirrus clouds and to cometary bodies, it is quite certain 
that outside the five miles of ipe e environment the tem- 

ure is very many degrees below freezing point. We 
ve nearer evidence in the fact of the mountains being 
ca with everlasting snow. 

f the ordinary theory were correct, these prominences 
would be the first to meet the assumed rays of light and heat 
from the sun, and the summit of the mountain would be 
hotter than the valleys around its base. А somewhat similar 
objection applies to the ordinary theory of transmission of 
light from the sun.“ 


THe ZopracaL LIGHT. 


) = 18° below z2ro. 


The electrical hypothesis provides one speculative explana-. 


tion for this phenomenon. It is suggested that the apex of 
the zodiacal light is the outer fringe of the earth’s atmosphere, 
having such a density that by resistance to the flow of electric 
energy, it is capable of being made luminous. As the 


; то demonstrate this difficulty one has only to formulate the 
ollowing ке — 
Алїот.— intensity of light is inversely as the square of the 


were correct, the maximum 
to be four times that of 


z x (93,000,000)? = x, 

where z equals the photometric and thermal value of the sunlight at 
the surface of the earth, and this z quantity may be calculated thus: 
the temperature of an ordinary arc and actinic ligbt has been variously 
estimated, but if we take it to equal 2,500? C., then the intensity of the 

i equivalent to a temperature that is beyond 
the regions of even wildest fancy, and this figure alone appears 
to be fatal to existing theories. 


fg 


atmosphere projects miles beyond the earth's surface when 
an observer is on the surface of the earth removed some 
limited distance from the area upon which solar electric 
energy is acting, he should be able to see the reflection of the 
earth's luminous atmosphere in the form, say, of part of the 
frustrum of a sphere.* 


Тнк SUPREME IMpPoRTANCE OF THE SUBJECT OF THE 
ELECTRICAL CONDITION OF THE ATMOSPHERE—A 
SUGGESTION. 

Before proceeding to the application, necessarily highly 
speculative, of the electrical hypothesis to the planetary, 
stellar, and their associated phenomena, the author 
wishes to emphasise the urgent, if not supreme import- 
ance, of the subject of the electrical condition of 
the atmosphere. This subject tranecends all others, not 
only in its relation to vegetable organic life, but 
also to that of human life. The stimulating effect of 
electrical energy on vegetable life is well known, and this 
subject alone deserves national recognition. 

The author is satisfied that it will be found correct to say 
that nearly all diseases, and more especially those having a 
nervous origin,t are in some measure connected with specific 
electrical atmospheric conditions, and there is little donbt but 
that the conditions that best secure immunity from any 
epidemic or other disease, will be found to be coincident 
with pari passu electrical characteristica, but especially with 
the atmospheric electrical potential. 

We must have day by day records of the variation of 
electrical potential and other electrical changes, along with the 
barometrical indications from all our meteorological stations. 
The meteorological stations should be incressed at least to 
double the present, number, and be supported by the State. 

With this electrical data, we should bo able, if not to 
prevent, at least to counteract the influence of an electrical 

tential found to be dangerous to satisfactory health con- 

itions of either animal or vegetable existence. 

A human tufferer could be removed to positions when the 
electrical cor ditions were found to be hygienically beneficial. 

By means of the proposed stations the prevalence of 
electrical changes, magnetic storms, and other electrical 
phenomena, would soon варріу abundance of data of 
incalculable value to the well-being of the people. 

The correlation of the electrical characteristics with 
hygienic, astronomical, and atmospheric, and other effects 
could be more exactly determined, and there would then be 
no necessity to incur blame and displeasure in gary ar to 
formulate speculative theories, however well justified they 
may be, by correlative and coincident evidence. 


. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


AT the last meeting of the Institution of Electrical En- 
gineers, held on Thursday, January 27th, at the Institution 
of Civil Engineers, Major-General Webber read a paper 
entitled “ Notes on the Electro-Chemical Treatment of Ores 
Containing the Precious Metals.” General Webber prefaced 
the presentation of the actual paper by explaining that the 
subject was such a broad one, while his remarks were oon- 
fined to one or two particular departments thereof, he did 
not feel justified in describing what he had to say as more 
than “Notes.” The paper, like many others laid before the 
Institution, is evidently intended to awaken and stimulate 
thought on particular matters, and is (ges юе nud up 
the subject matter of the presidentiul ad во recently 
delivered. We allude to it at length in another column. 

On conolusion of the paper, the President called upon M. 


* Prof. Bigelow considers the sodiacal light merely as an amass- 
ment (in the plane of the sun’s equator, and at a piace of sero poten- 
tial) of particles electrically propelled from the sun. 

+ Every living thing on earth may be rightly considered to be a 
producer of electrical energy, and each one is more or less highly, if 
unconsciously, susceptible to the varying electrical conditions of the 
atmosphere. We have an example of this in the prevalence of 
ne ic and similar attacks at certain phases, as yet undefined, of 
the electrical and atmospheric potential. 
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Pelatan to open the discussion. This gentleman modestly 
disclaimed a thorough acquaintance with the English tongue, 
and stated that he thought the paper gave full particulars 
of the process in which he was interested, but expressed his 
willingness to give any farther details that might be desired. 
Later in the evening M. Pelatan had the opportunity of 
dealing with some of the criticisms, and ably put forward 
his views in excellent and clear English. 

To Dr. Teed fell the part of leader of the attack, and this 

ition һе filled with evident relish, and at considerable 
ength. He opened by stating that the paper wanted pulling 
apart and reconstructing, particularly by setting those pro- 
cesses which are intended for the electrical removal of metals 
from solvents on one side, and on the other, such as are in- 
tended for the making of solvents by electrical treatment. 
Thus the Siemens & Halske process was one for removing 
gold from a solvent, while the Pelatan-Clerici had in view 
the making of a solvent, and dissolving ont the gold by this 
solvent. Molloy, whose name was mentioned in the paper, 
only attempted to remove gold from a solation, by making a 
sodium amalgam. 

Coming tothe Pelatan-Clerici process, Dr. Teed expressed his 
wish to have explained the meaniog of the statement in the 
paper that certain mixing was done in the treatment tank 
itself, part of the gold being alleged to be extracted in the 
vat, and part after the liquor had left the vat. He con- 
sidered the chemistry of the process involved, while nothing 
seemed to show that one sort of ore was differentiated from 
another. Ferritic ore, for example, could not be treated 
electrolytically, but must be dead roasted first. Then as to 
cost, the question was, what did it cost to agitate per ton of 
ore, and how much did the electric current cost per ton ? 
Following this, Dr. Teed cited several processes in which 
potassium cyanide alone was used to extract the gold from an 
auriferous ore, the vo of cyanide employed per ton being 
less than that mentioned as necessary in the electrolytic 
process. Warming up to the attack, the Doctor continued 
that the facta put forward honestly in the paper formed a 
condemnation of Petalan-Clerici process, А]. asked, Could 
any opponent say anything more virulent? Ridiculous is 
not a strong enough word for it.” 

After a few remarks from another speaker—Mr. Herroun, 
of King’s College, on the chemistry of the last-mentioned 

Mr. Salman, whose name, jointly with that of Dr. 
eed, was referred to in the paper in connection with the 
Sulman-Teed process, rose to wish every success to the process 
во strongly condemned by his partner, to name certain pro- 
cesses of historical interest which were omitted in the first 
part of the paper, and finally to pile up a list of theoretical 
and practical objections to the Pelatan process, particularly 
questioning the advantages of having to agitate, the improve- 
ment in yield due to this process, and the cost of the n 
plant, energy, and solvent. He concluded by stating that it 
might be that unwittingly an injustice might have been done 
to the process, but economy i3 the touchstone of any method 
of extraction, and by cyanide alone 90 per cent. of the gold 
can be got from an ore. 

Several speakers dealt generally with the subject of the 
paper; one expressed himself as looking with extreme sym- 
pathy upon the attempts to utilise the old Hungarian Mill 
with the use of electricity to keep the mercury alive. 

M. Pelatan then rose to give explanations on some of the 
detail points referred to by different speakers. He stated 
that in the mixing vat a quantity of pulp collected, and that 
the gold was actually got partly in one way and partly in 
another; the first treatment, lasting two hours, being per- 
formed without electrical assistance, a certain quantity of 
gold was taken up in the mercury. 

With regard to the former used in agitation, it was 
necessary to compare things and processes that were com- 
parable, and the particular use made of agitation in his case, 
was Very different to what was attempted by other inventors. 
Thus some processes require the cyanide, vat and stoff to 
be agitated, but he only desired to agitate the pulp under- 
going treatment in the vat, and he had found by experience 
that only half a horse-power was required to stir up five tons 
of crushed ore. 

The consumption of cyanide depended upon the condition 
of the ore treated, the tailings on the Rand were in a washed 
condition, the slimes having been taken away already. In 
any case the figure of 2 lbs. of cyanide per ton, was a very 


issue of the writ on 


great maximum, and in every-day practice he had not found 
it necessary to use such a large quantity. 

At this point the discussion was adjourned, and the 
meeting broke up, a general on of conversation, as the 
members trooped from the hall, being the extraction of 
gold, not necessarily, however, from ores, or by electro- 
chemical means. 


e 


LEGAL. 


ImpROvVED Evectaico Grow Laur Company v. EpisoN & Swan 
UNITED ELxCTRIC Ligut Company, LIMITED. 


THIS case, which was briefly noticed on page 122 of last week's 
ELECTRICAL Review, was heard before Mr. Justice Mathew, in the 
Queen's Bench Division, on Thursday 27th ult. 

Counsel for the plaintiffs, Mr. Bousfield, Q.O., M.P., Mr. Wallace, 
Q.C., and Mr. A. J. Walter. For the defendants, Mr. Fletcher 
Moulton, Q C., and Mr. J. C. Graham. 

Mr. BovusrFIBLD, in opening the case, said the plaintiffs were а 
company incorporated in March, 1896, their name indicating the 
nature of the business they were proposing to undertake. The 
defendants were an old-established and well-known company, having 
a very high reputation in the electric lighting world, the demand for 
lamps of their make being very large. That being the state of the 
case, the үчүн being a new company bringing ont a new lamp, 
negotiated with the defendante for its manufacture. The lamp 
differed from the ordinary type. The ordinary lamp was pear- 
shaped. The plaintiffs’ lamp, on the contrary, endeavoured to get the 
lower surface as fiat as possible, and the upper surface of such a curve 
that the two together, when part of the glass was silvered, gave the 
most favourable results as regarded illumination. It was cheaper, 
gave greater lighting power, and consumed less than the 
ordinary lamp. The negotiations took place between Mr. Fanta, 
the managing director of the plaintiff company, and Mr. 
Jacob, who at that time was the general manager of the defendant 
company. The basis of all the discassions was, that the defendants 
should work with the plaintiffs in bringing out the new lamp. The 
motion was, that the defendants should be the sole manufacturers of 
the lamp, should supply it to the plaintiffs, and share with the 
plaintiffa in the profits of the trade resulting from the introduction 
of the article, which both should push. On the basis of that arrange- 
ment, an order was given for the manufacture of 100,000 of these 
lamps, which was in writiog, and was the only contract upon which 
they were suing in this action. The defendants began to manufac- 
ture under this contract, and to make deliveries under it. 
The date of the contract was the letters of November 3rd and 
9th, 1896, and the rest of the arrangement was reduced to writiog on 
November 26th. They could never get the rest of the arrangement 
confirmed in writing, and it never was. In the meantime, while this 
arrangement was going on, unknown to plaintiffs, the defendants 
experimented and introduced a lamp which was nothing more nor 
less than an absolute copy of the plaintiffs’ lamp, the only difference 
being that instead of the reflecting of the top being silvered, it 
was made of ер. glass. The defendants had taken out a patent for 
their lamp on January 10th, 1897, but the plaintiffs did not know 
this until a later stage. They knew, however, from the delays that 
were taking place that there must be something wrong. On March 
Sth, 1897, they learned what was the matter when an advertisement 
appears in the ELECTRICAL REVIEW announcing that the defendants 

introduced a new orb into the incandescent lamp world. This 
lamp was called The Queen of Lamps.” It was described as 
giving a perfect diffusion of light, and as being unquestionably the 
lamp of the Diamond Jubilee. An action was brought by the 
laintiffs against the defendants for infringement, but with that his 
rdehip was not now concerned. The defendants thus avowedly 
entered into competition and rivalry with the plaintiffs with a lamp 
which, as far as bulb was concerned, and everything else except the 
substitution of opal for silver, was identical with plaintiffs. During 
the months of April and May, 1897, the total deliveries were under 
4,000; that was to say, that during the eight weeks preceding the 
y 20th, there was only two weeks’ supply 
delivered. Up to the present time there was still a small number of 
lamps unfinished under this order. The defendants had alleged that 
the delays were due to the plaintiffs not giving them instructions as 
to certain details, such as “capping,” but that was not really the 
case. The capping was a simple question, and could be done at the 
rate of 800 а day. Asa matter of fact the plaintiffs had agreed to 
pay for the lamps as completed lamps at the stage before they were 
capped, the defendants to keep a quantity in stock and then “сар” them. 
It was quite impossible in this trade for the plaintiffs to put the 
lamps upon the market until they had accumulated a stock, unless 
they had somebody behind them like the defendants, who had a large 
output of such articles. If the plaintiffs’ arrangement had been 
carried out when they had got 10,000 or 20,000 accumulated, they 
could have put the lamps on the market, but without someone behind 
them like the defendants, who could manufacture at a rapid rate, it 
would had been necessary for them to have accumulated 30,000 or 
40,000 lamps. There were three different voltages and four different 
candle-powers so that altogether there were to be twelve 
varieties of lamps from the one shape, namely, the conical. The 
first specification was for 66,000 lamps, of which 46,000 were to be of 
the conical and 20,000 of the round type. The plaintiffs had a large 
Continental trade where foreign lamps were considered as good as 
English made, but these particular lamps were required for the 
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English market, and it was essential that they should be of lish 
manufacture. In consequence of the failure of the defendants to 
fulfil their part of the contract they had to carry out certain Eng- 
lish contracts by supplying foreign-made lamps, whilst other orders 
* со reject. . 

A ce MATHEW В that the question of liability should 
first be considered, ees я id 


Mr. Moutron said it would perbaps assist the Court if he stated 


the defendants’ view of the case. It was that no contract had ever 
been entered into. Unquestionably an атта ent was made that 
the defendants should supply the plaintiffs with lamps to the extent 
of 2,000 a week. The le of November 9th left matters still to be 
arranged verbally, but the next letter showed it was very much a 
matter of doubt whether any strict contract was ever entered into. 
There was a good deal of trouble in making the lamps originally, and 
hence there was some delay; but the defendants were always sup- 
plying the lamps. The plaintiffs, he contended, did not suffer any 

damage whatever, and as to the allegation that the defer- 
dants put a rival lamp into competition with that of the plaintiffs, 
there was no foundation for such a statement. The defendants did 
not receive the specification from the plaintiffa when they onght to 
have done, and again they were entitled to a reasonable delay for 
capping. There never was a time when the plaintiffs could not have 
as many completed lamps as they required. 

Evidence was then called for the plaintiffs. 

Mr. Fanta, managing director of the plaintiff company, examined 
by Mr. Bousrrecp, said the sole object for which the company was 
formed was to man and sell this improved glow lamp. Іа 
1896 be had several interviews with Mr. Jacob on behalf of the 


ery, and May 20th, tbe date of the issue of 
the writ, the total number of lamps delivered was 4,600. Assuming 
that at that date there should have been delivered 30,000 conical 
lamps in accordance with the contract, only 8,904 had actually been 
delivered. Of the 8 or 10 candle-power lamps, 18,000 should 
have been delivered, but up to the date of the issue of the writ 
only 597 had been supplied. This failure of delivery had prevented 
witness’s company from plecing the lamp on the market from the 

. They wanted to put on t 


: was not so gcod as the 

make, durable. As the defendant 
mired did not supply the lamps according to the contract, the 
plain could not put the articles on the market because they had 
no stock. That meant if they had secured orders their small stock 
would have soon been exhausted, and they could not have continued 
the supply, which would have been detrimental to the company. 
Had the defendant company conducted the supply according to their 
contract the plaintiffs could have put them on the market as they had 


1 — by Mi 
by Mr. Granam: The policy of his board was to 


have English-made lampe, which were to be manufactured by Edison 
and Swan, who had offered to do the work. The plaintiffs did not go 
toanother manufacturer when there was delay on the part of the 
defendants, because the latter were continually promising there 
should be an improvement in this respect. It was not the appear- 
ance of the defendant company's advertisement іп the ELEOTBICAL 
Ravısw as to the “ Queen of ps" that first made his company 
feel irritation. There was no irritation then and there was not now. 
His company were not undecided as to the marking of the lamps 
until January. They were quite decided about the matter from the 
outset, but the defendants pointed out certain difficulties. The 
"Queen of Lamps” would have served their purpose when the 
defendants had failed to supply the other lamps, but the Queen“ 
would have cost them much more than they had agreed to pay the 
defendants for the manufacture of the lamp specified for. 

Mr. Justice MATHEW expressed the opinion that the real measure 
of damage would be arrived at by taking the difference between the 
price in the Queen of Lamps" and the price of the contract lamp, 
assuming that the plaintiffs had gone and purchased the former lamp 
= put it on the market to the extent in which there had been non- 


very. 

Mr. GRAHAM submitted that what they were inquiring into was 
what dam had in fact been sustained, not, theoretically, what 

been suffered. 

Mr. Justice MaTHEW: No, indeed, you are not. You are inquiring 
into what the measure of es is, and I see no better 
method than tbe old-fashioned one I have indicated. 

In further cross-examination, the Wrrness stated that his company 
had not as yet contracted with customers for the supply of English- 
made lamps, because they were not in a position to do so. They 
required a large stock to do this, and they had not that sufficient 
stock which would enable them to open a market in the article, and 

up the supply. He denied that his company caused any delay 
е failure to give instructions as to the "capping" а ements. 
Mr. L. MAsTRLL, manager of the National Liberal Club, depo: ed that 


nor was it 20 


an 8 candle-power lamp of the plaintiffs’ company gave exactly the 
same light as the ordinary 16 candle-power lamp. He spoke from ex- 
perience of the lamps at the Criterion, where the Edison-Swan lamp 
was superseded by the plaintiffs. The lamps were of German make. 
It was contemplated changing the lamps at the National Liberal 
Club in the same way, but as the lamps of the plaintiffs were of 
foreign make, they were objected to. r. Fanta, however, had been 
told that when he could supply an English-made lamp the change 
would be carried out. 

Mr. ALFRED Henry WALTON, electrical engineer, agreed with the 
last witness as to the saving in illuminating power effected by the 

laintiffs lamps, which had been adopted with success at the 

mpire Theatre. The lamps being foreign made had a shorter life. 

and witness had told Mr. Fanta he should not give orders for further 

коц» until the plaintiffs could supply him with the English-made 
e. 

This closed the plaintiffs’ case. 

Mr. Movutron, for the defence, said that now, practically, the whole 
of the lamps contracted for had been delivered. That was to вау, 
the 66,000 for which there had been a specification had been 
delivered, and of the 34,000 the defendants were prepared to give 
delivery. There had thus been a carrying out of the contract, and if 
damages could be recovered, it could only be on the ground of delay. 
What damages had been incurred here? Soon after they had 
entered into the contract the defendants commenced to deliver 
the lamps, and although they delivered slowly, still the plaintiffs, 
at the very time they brought the action, bad in stock 
16,000. Surely it could not be said that they bad not then a 
sufficient quantity to enable them to commence the sale. The 
fact was, that they were not selling the English-made article, 
but а German lamp. The lamp manufactured for them by 
the defendants was not a lamp which would be sold in large 
bulks, and when they had 16,000 in stock they might very well have 
chosen to commence their sale. They had at the present time 54,000 
lamps properly delivered, but notwithstanding this they had not even 
yet commenced the sale. Why should the defendants be made liable 
to pay damages to the plaintiffs when the latter had made a deter- 
mination not to commence to sell until something like 60,000 lamps 
had been delivered? They never gave the defendants the slightest 
hint that they had come to this determination. As to tbe question of 
prejudice, there was nothing whatever in jt. Of tbe " Queen” lamp, 
out of 4,000 no fewer than 3,700 were 16-candle-power lamps—tbat 
was to ваз, of the very type of which they kept over-delivering to the 
plaintiffs. That was, he submitted, a complete answer to the charge 
that the defendants were keeping back the competitor to the “ Queen" 
lamp. He admitted that there had been delay, and the defendants 
were quite willing to behave reasonably to the plaintiffs on this 
account. 

Mr. Justice MaTHEW thought that the parties might give their 
counsel authority to settle the case on the basis of assessing what 
should be paid by the defendants to the plaintiffs in respect of the 
delay that had occurred in delivery, and be would then discuss the 
matter with them. 

Mr. Bousfield and Mr. Moulton having got the requisite authority 
from their respective clients, retired to his Lordship’s room to dis- 
cuss tho matter with him. 

After a brief absence they returned into Court, when it was 
announced that it had been agreed that there should be judgment for 
the plaintiffs for £750 and costs. i ; 


Влгмонт & Company v. Тнв Improvep Егнотас GLow Lamp 
Company, LimitTsp. 


Ім the Queen's Bench Division of the High Court of Justice on 
Friday, January 28th, the case of Salmony & Co. v. the Improved 
Electric Glow Lamp Company, Limited, came on for hearing before 
Mr. Justice Kennedy. Mr. Tindal Atkinson, QC, and Mr. F. 
Abrahams were counsel for plaintiffs, and Mr. Rufus Ieaacs for the 
defendant company. 

Mr. TINDAL ATKINSON said the action was brought to recover £257 
15s. 1d., being balance due for the supply of electrical fittings and 
lamps. The defendants had paid £138 7s. 4d. into Court, leaving a 
balance due of £149 odd. There were no pleadings, and there were 
only two items in the plaintiffs’ account, which was sent in to the 
defendants, in dispute. One was of £156 13s, and another an item 
of £67 14s. 2d. ose items related to the sale and delivery of cer- 
tain holders to fix the glow lamps upon. "There was a counter-claim. 
The defendants said that the goods were not delivered at the proper 
time, and that when they were delivered they were rejected by the 
defendants, but ultimately taken into their possession on the terms 
that they were to act as agents for their disposal. That plaintiffs 
emphatically denied. They said the goods were supplied within a 
reasonable time and were accepted. Although defendants de- 
murred in the first instance, the goods were ultimately accepted, 
and they had used a quantity of them. The payment of £138 
into Court, he understood, included payments in regard to 
the items he had last mentioned, and an item of £75 which 
defendants said was all that was due on a sale of £100 
worth of goods, they having deducted 26 per cent. commission. 
Plaintiffs said that that was all mconshine, and that they never 

d for defendants to act as their agents in any shape or form. 
All the goods, in fact, had been ordered by them for themselves. 
Then there was & counter-olaim to recover, as he understood, 
£700 under these circumstances. In 1895, his clients, who were 
electrical engineers in Charing Oross Street, had control of the 
agency forthe sale of these silvered lamps. They were little 
electrical lamps which went into a fitting, and which were silvered 
on the top side so as to reflect and increase the amount of light. 
That was an agency for tho United Kingdom and the colonies, and 
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they were agents for a Mr. Schwarber, of Berlin, who he supposed was 
theinventor. The plaintiffs under that contract had effected some busi- 
neis,and among other contracts they had disposed of some of the se lamps 
toa Mr. Brown, of Eastbourne, and Mr. McLeod, of Glasgow. The con- 
tracts with McLeod and Brown were really contracts of agency ; that 
was to say, that these people had to become the plaintiffs’ 
agents for the disposal of the lamps, and they had also become per- 
sonally liable to take from them a certain quantity of the amps, and 
pay for them, and in addition act as agents in their particular dis- 
tricts. А person of the name of Fanta was the promoter of a par- 
ticular syndicate which was purposing to take over the sale of these 
lamps in the United Kingdom. and also to acquire the patent 
righte. He could not carry out that unless he had been appointed 
agent, and in the latter part of April, 1895, Fanta negotiated for the 
transfer to the syndicate of the agency which the plaintiffs held. He 
was informed of the existence of the contracts with Brown and 
McLeod, and it was evident that it was intended by Mr. Fanta tbat 
be should have some considerable object in view to show that the 
persons whom he expected were to form the syndicate. The result 
of those negotistions was contained in an agreement, and it was under 
that agreement, and an assignment which followed, that the counter- 
claim was made. The company made an assignment of the contracts 
on December 16th, 1895. Counsel then went into particulars 
of the various contracts and their construction, and said that 
under them the company made various claims, one of which 
was, that plaintiff, was to take no less than 22,500 lamps from 
them, whereas he had; only agreed to take 4,500. That he regarded 
as an MEM ирон. One result of what took place was that 
Messrs. Mc & Brown refused to be handed over to the syndicate. 
The ies met, and there was a long discussion and correspondence, 
which counsel read. It 18 to the orders alleged to have been 
given and repudiated, and to the delay in the delivery of the various 
app anca which had to be manufactured in the interior of Germany, 
and shipped from Hamburg. He contended that all that his client's 
undertook to do was to have the things made and delivered as quickly 
as possible, and said it was a fact that 2,200 out of the 2,500 holders 
were received by the defendants in time to be used at the Jubilee. 
When plaintiffs sent in their invoices they werereturned. Their books 
had been inspected, and there was no trace of any agency or commission 
accounts, nor any detecting as to goods not delivered according to 
contract. He suggested that there was really nothing either in the 
defence or counter-claim, and called Mr. Henry Max Salmony, the 
pou but before he gave his evidence he was recalled from the 

x, and a consultation took place between him and counsel on 
both sides with a view to ving at a settlement. There was, 
however, no result, and plaintiff then gave evidence in support of 
his counsel’s opening statement. He maintained, as had been 
admitted by the other side that he had fulfilled his part of the con- 
tract entered into, and that was the position he now took up. He 
and his firm did their best to get the goods delivered from Germany 
in time for the Jubilee, and many of them arrived soon enough to be 
so used. He had never admitted that the goods were late in delivery, 
or that he agreed to allow the defendants to retain them and sell 
them on a commission of 25 per cent. The usual condition of com- 
mission for such a transaction would have been 5 per cent. 


The hearing was resumed on Monday, and judgment was given for 
plaintiffs on the counter-claim, and also on the claim, with costs. 


CAWTE v. PENNY-IN-THR-8BLOT ELECTRIC BYNDICATE. 


Тиш was a claim brought before the Taunton County Court by a 
Taunton electrical engineer for £14 for goods, and £25 for breach of 
warranty. Early last year the Electric Light Extension Syndicate 
made arrangements with him to do their free wiring at Taunton, 
After waitinga good time he found that the company, although obtaining 
orders there, was not carrying out the work, and when he communi- 
vated with the company he was informed that а new company would 
take over all responsibility and arrange with him. Mr. Oawte did 
certain work, and the Penny-in-the-Slot Syndicate communicated 
with him. For the defendants, it was claimed that the company had 
not taken over the Electric Light Syndicate, and had not to do 
with the plaintiff's claim. They had the option to take over, but did 
not do so. Mr. Bastian, managing director of the Electric Light 
Extension сие and the Penny-in-the-Slot Syndicate, gave 
evidence, and said that the Extension Syndicate were prepared to 
admit the claim of £14 7s. for goods supplied. The claim was 
amended, and judgment given for the plaintiff for that amount, the 
question of damages falling through. Defendants’ costs were refused. 


SALMONY & Oo. v. THEERMAN & Co. 


Im the Westminster County Court, on Wednesday, the part-heard 
action by Messrs. Salmony & Co., against Messrs. Theerman & Co., 
electricians, of Manchester, was concluded. The claim was for 
£8 for a resistance, and the defendants stated that the article supplied 
was not of the dimensions ordered, and he was only willing to pay £3. 
The case had been adjourned for the attendance of a witness, Harris 
Rosenberg, who now gave evidence, that he was one of the plaintiffs, 
and after the deliv of the machine, he saw the defendant who 
said he was surprised at ite elaborateness, and that it was delivered 
too late for his pa „ but he would keep it at £3. That he 
declined to do, and he arranged that he would take it back if he 
gave them large orders, but the traveller who took the order left them, 
and being a friend of defendant's, he cancelled all the orders. He 
only agred to take it back upon future large orders being paid for, but 
the orders were all canoelled after the traveller left. The only 
orders which had been executed were small ones. 


Croes-examined by Mr. Woop: The order was to be from 45 to 50 
amperes, not 45 only. Nothing was said as to price. Their cata- 
logue was priced up to 30 amperes. The metal was all right; it was 
made of galvanised iron wire. If it had been made of silver wire 
TER uut it would have been much smaller than this one, and 

ghter. 

On behalf of the defendants, Mr. FREDERICK TAYLOR, a consulting 
electrical engineer, of 14, Victoria Street, 8.W., said the machine 
could be made much smaller, and equally serviceable. The resistance 
would work, but was too large. About £3 to £3 10s. would be the 
price of a German silver or а platinoid one. He could not expect to 
get a machine like this from looking at the illustration in plaintiffs’ 
catalogue, from which the order was given. 

Cross-examined: Crompton's made resistances, but that was not 
their speciality. Defendant said he had since bought one of the same 
resistance for £3, and the weight was 2 qrs., whilst the weight of this 
one was 2 cwt. 

For the plaintiffs, Mr. Doxcax Watson, АІ E. E., said that the 
resistance was a reasonable one. It was a very substantial one. 

His Honour, after a long and patient hearing, found for the 
laintiffs, remarking that, it being an unusual siz», the price was 
igher than was generally the case. He allowed £7 for it, with 

costa. ` 


CORRESPONDENCE. 


Refuse Destructors. 


My attention was, a few weeks since, called to the discus- 
sion which has for some time ocoupied a considerable space 
in your valuable REVIEW, and I further note in your last 
week’s issue that my name, in conjunction with Mr. Laws, 
of Newcastle, and Mr. Yabbacomb, of Bristol, was introdaced 
by a writer who would like to know our opinion upon the 
destructor question as now before the public. I do not know, 
Mr. Editor, what the particular views of the gentlemen 
named may be with reepect to making their opinions known; 
but I do not think I shall be far wrong when [ say that, with 
the individual experience which we have in the working of the 
destructor, we neither of us care about entering into a public 
discussion, through the columns of the press, when the 
principal writers upon the subject at the present time are 
manufacturers or those who are interested in the sale of some 
particular form of furnace—every one, of course, claiming 
premier position for his particular pet ; or may I add another 
class? I do во with much hesitation, and it is from your 
correspondence I arrive at the opinion: those who, perha 
too anxious to become great benefactors to their fellow rate- 
payers, and so earn their everlasting (parochial) itude, 
further some scheme, which may or may not et Bacon 
anxious about the success of their protégé, and, I may say, 
angry with those who appear, in all good faith, to differ from 
them. 

Some five-and-twenty years ago we used to joke about the 


* golden dustman.” Bat this gentleman has away. The 
ace that knew him once—to wit, say, Paddington—knows 
im no more, and instead we have the “ Golden Dust-bin"— 


sanitary, of course—in fact, to go through the correspondence 
which comes to hand daily through the favourof that invaluable 
institution of modern days, the Newspaper Catting Agency, 
it would appear that, thanks to the inventive genius of our 
destructor makers, the “age of gold” has dawned upon us, 
and a veritable Klondyke is at our back doors. 

So far as my individual opinion is concerned, I was under 
the impression that that was pretty well known, having 
erected the first destructor built in the South of England in 
1882-3 (the second was Southampton in 1886). I at once 
utilised it as a steam producer, and have continued to do so 
up to the present time, and a most valuable adjunct to the 
sanitary appliance of Ealing it has been during all these 
years; dealing not only with the house refuse, bat with the 
sewage sludge of a continually growing population, and that 
without the slightest difficulty or nuisance in any way. As is 
well known, the Ealing destructor is of the “Fryer,” or low 
temperature type, assisted by my Fume Cremator ” of 1885, 
and which, notwithstanding Mr. Watson's criticism in the 
lecture at Gloucester, most certainly made the “destructor 

ible.” "These words аге not my own, but were used by 
Mr. Laws in the paper he read at the International Congress 
of Hygiene (London) 1891, and I cannot help saying that 
it does strike me as somewhat strange that, between the years 
1885 and 1897 so little has been done by our 1 
world in the way of supplying a really useful and economi 
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apparatus for dealing with the question of house refuse. In 
making this remark I do not for one moment seek to 
depreciate the high temperature installation, nor suggest that 
Mr. Watson and others who are advocating their particular 
furnaces are acting other than in all good faith; on the con- 
trary, I am free to confess that I am always deeply interested 
iu the work being done, and particularly the statements 
which ever and again find publication from the pen of Mr. 
Watson, but nothing that I have yet heard, seen, or read 
has led me to change my opinion that for general use the 
inexpensive low temperature destructor, such as the “ Fryer” 
of Manlove & Oo., or the Perfectus of Goddard, Massey, 
and Warner, are other than the most suitable. 

Опе of your correspondents refera to the statistics in my 
book оп Refase Destruction," 1894, making particular 
reference to Table A., Towns of England,” where, out of a 
number of towns given as 1,005, 863 were under 25,000 
inhabitants, and probably a very large proportion of these 
have no call for power, although they may make a valu- 
able asset of a well-burnt clinker and the ash from the 
hearth for building p No doubt the view I take 
of them as a municipal officer is primarily the neces- 
sity for getting rid of a univeraal nuisance (house refuse) 
in a simple and efficient manner; the question of profit 
is & secondary one, and from this point of view, in my humble 
opinion, the low temperature furnace is the most likely to 
accomplish the object and meet the necessities of not the 
large towns, maybe, such as Leeds, Oldham, and similar 
centres of very large population, but of the towns which, com- 
paratively insignificant when compared with the above, 
st ill just as much require the application of fire to deal with 
their sanitary nuisances. 

Reference has, I know, been made again and again, in the 
general discussion of this question, to the supposed failare 
of the Edinburgh destructor. It may appear somewhat 
venturesome to state that, in my opinion, the Edinburgh 
destructor was not a failure, and this I do notwithstanding 
the fact that the Horsfall Company was called in to alter it. 
I visited Edinburgh twice, at the request of the Corporation, 
and from exhaustive examination I came to the conclusion 
that the fault was not in the destructor, but in the mode 
of working it. A guarantee had been given to destroy a 
certain number of tons per 24 hours, and the quantity was 

through, with the result that the residue was not good 
burnt clinker, but a soft three parts burnt material, 
certainly unsatisfactory in its result. The experience of Mr. 
Yabbacomb at Bristol was very much the same; in his paper 
read at the meeting of the Municipal and County Engineers, 
September, 1896, referring to the work of the destructor 
(“ Fryers ”) he says: That by working all seven days, the 
amount specified in the contract with the manufacturers 
could be just reached ; but the clinker was of a soft inferior 
character, through the fires being drawn too rapidly." 
Subsequently Mr. Yabbacomb applied a steam blast, with the 
result, a higher temperature, an increased consumption of 
refuse, 7} tons per 24 hours, together with an improved 
clinker, a conclusion I consider in every way satisfactory, 
and going to prove that, with careful working, an every-day 
result of a most satisfactory character may be obtained from 
the comparatively inexpensive low temperature furnace of 
the “ Fryer " class, even when worked in the most moderate 
“ work-a-day " mode. 

I am quite aware that from the contractor's and patentee’s 
point of view the low temperature furnace, even when a fan 
is added, is not a success ; there is no spécial profit to be made 
out of these, and no patent fees; anyone is at liberty to build 
them, and for a few hundred pounds an installation equal to 
the ordinary necessities of a small town population can be 
erected; in making these remarks, I would again repeat 
that I am dealing with the smaller towns, and not with the 
large centres of population. At the same time, having 
erected the majority of our cells at Ealing without a con- 
tract and with our own men, 1 know the exact cost of con- 
struct ion. 

With respect to the Shoreditch destructor, or “ universal 
utiliser,” as it has been termed, I can only say that I am 
content to wait; there is an old saying that “ 1t is never safe 
to prophecy unless you know,” and I cannot help thinking 
that very much of the feeling engendered in the minds 
of the Shoreditch chairman and others, has just Бер 
the result of premature prophecy." Зо far as thermal 


storage” is concerned, there is nothing particularly 
new about that; but its application to destructor pur- 
poses is new and interesting. To me, personally, I may 
вау it is especially interesting from the fact that some years 
since Manlove, Alliott & Co., called my attention to the 
scheme, and I went into the matter with a view to its appli- 
cation at Ealing, but upon fall consideration of the cost to 
be incurred, with the probable results, I came to the con- 
clusion, to use а common phrase, that the * game was not 
worth the candle;” but in all fairness let me say that a 
scheme which might not be suitable for Ealing with its then 
25,000 population, might develop results quite different in a 
district like Shoreditch with its 124,000. Should it succeed 
I shall be the firat to “take off my hat,” and acknowledge 
ita merits, indeed, I think I may say that I will do so if it 
only accomplishes one half of the prediction made in its 
favour at its birth. I do not mean at the banquet, Mr. 
Editor, that would hardly be fair, уоп know, but rather 
between the times when the good Vicar of Shoreditch read 
an appropriate dedicatory prayer,” and the hour when “ the 
light of other days" was turned down, and amidst the hearty 
applause of the company the chairman switched on the 
“light of the future.” I am copying from printed account 
of proceedings. 

have no doubt that ere long a clear and exhaustive 
account wil be forthcoming, showing the Dr. and Cr. 
state of the whole affair. I should have concluded this 
somewhat lengthy letter at this point, but for the fact that 
the morning post brought me in unmistakable print the 
announcement of another wonderful discovery in the 
destructor world. London informs me and all its readers 
that “Leyton is again distinguishing itself." In large 
letters we are informed that “ The First Sludge Destructor " 
has been erected: “A Difficult. Problem Solved by the 
Leyton District Council—A Combined Syatem for Destroying 
Sewage Sludge as Well as House Refuse,” and further, 
that the council has “ proved that the sludge can be burned 
like ordinary house refuse,“ and farther, that “on the 
advice of the surveyor, Mr. Wm. Dawson, the District 
Council made the first attempt ever tried, and the result of 
15 months' working is sufficient to justify some show 
of pride." London Argus contributes similar information. 
I read these extracts at first with some amusement, it 
looked like a monstrous joke on the part of the surveyor to 
the Leyton District Council, but I took up another cuttin 
and found that Sir Douglas Fox and F.ancis Fox ha 
reported as follows: ** So far as we are aware, it is the only 
form of furnace yet adopted, capable of burning a consider- 
able portion of sewage sludge even when containing as in 
this case, a high percentage of moisture," and after reading 
this, I could not but feel ashamed for any professional man, 
shall I say brother municipal officer, who could allow such 
absolutely misleading and erroneous statements to go forth to 
the public, and I am sure that the same feeling will fill the 
minds of one-half of the municipal engineers of England, 
when they read them. I was under the impression that I 
had been burning the sewage sludge of Ealing with the 
house refuse, ever since 1883, and that most of the 
municipal engineers of England knew it, I thought that 
the Ealing works, visited by hundreds of viaitora from not 
only England but from all parts of the world, had one 
speciality, viz., burning the sewage sludge. І was under the 
impression that the late eminent scientist, Dr. Meymott Tidy, 
in a lecture at the Society of Arta, April, 1886, said: “ To 
my mind the destructor has reached its highest state of per- 
fection at Ealing from the great thought the surveyor, Mr. 
Jones, has given to it. The sludge is there mixed with 
house refuse and burnt. Mr. Jones’s view is that every 
town produces sufficient house refuse to burn the sludge." 
I thought that in the discussion that ensued upon the read- 
ing of Mr. Dibdin's paper on “ Disposal of Sewage Sludge,” 
before the Institution of Civil Engineers, as long ago as 
1886, the subject of sludge burning was well threshed out, 
and stranger still, I was under the impression that the sur- 
veyor of Leyton —a member of the Incorporated Association 
of Municipal and County Engineers, of which I have the 
honour of being a past president—knew the Ealing works 
well, with all their specialities. All the above only goes to 
prove how strangely one may be mistaken. 

have upon my recollection the fact that London, to 
which I have referred, among the other items of interest 
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respecting Ealing, says (April, 1895) : * Jt (Ealing) discovered 
that the proper treatment of its дові and sewage not only 
gave health advantages such as no neighbouring area 
possesses, but placed at its disposal what might be called 
advantages for securing other advantages. The collected 
refuse, which is mized with the sewage sludge and consumed 
in the destructor cells, and the fume cremators produce 
tremendous heat, a portion of which had already been used to 
raise steam for driving the engine of the sewage works, dc." 
Mr. Editor, I had no intention of so extending my remarks, 
and I have omitted to touch upon many interesting details, 
as to residuum, cost, &c.; but reading at the last minute 
the details concerning Leyton, has led me into a somewhat 
extensive communication, for which I must apologise. 


А Charles Jones, M.I.C.E., F.S.I. 
Ealing. 


Mr. Alfred Still, in your issue of last week, observed that 
I, not understanding how it is that a buried conductor is 
free from eddy current heating, had “missed the point." 
This is perfectly true, and my desire to find it was largely 
my reason for stating во precisely the mechanism of the 
action of a slot-wound conductor. But Mr. Still does not 
assist matters by repeating an unsatisfactory explanation. 
He says, “surely we are right in assuming that, for a given 
E.M.F. generated” (I presume in the main dynamo circuit), 
“the eddy current logs in a conductor depends upon the time 
which it takes in passing into or out of the uniform mag- 
netic field under the poles.” I think we certainly are 
justified in the assumption, but if the conductor is moved 
faster into the field the eddy current loss is thereby increased, 
not diminished. Again, “the explanation given being that 
whereas in a smooth core armature the conductors enter and 
leave the magnetic field gradually, taking an appreciable 
time to do so; in the case of a slotted armature the lines 
snap асто:в the conductor ко quickly that the eddy current 
losses are necessarily very considerably reduced.” He dis- 
claims the form of expression of this explanation, but 
appears to accept the sense of it. If I understand what is 
meant, it is certainly wrong. The heat developed in a mass 
of metal carried across a single line of force, or isolated 
group of liner, is propo: tional to the speed, and the quicker 
it is carried the more it will be heated. 

At the risk of again incurring Mr. Still'a contempt, I will 
try to put the question in a very simple form. Consider the 
metal frame of the figure rotating about the axis, P Q, in the 
direction of the small arrow, and about to cut the magnetic 


field shown by the dotted lines. Current will be generated 
in the circuit, a 5 c d, analogous to the eddy currente in an 
armature ber, while current generated in the frame, 
ABCD E F, is analogous to the main dynamo circuit. The 
electromotive force in the dynamo circuit due to the move- 
ment of the compound bar, в с, is the mean of the forces 
generated along a b and d с; and the electromotive force in 
the circuit, a b c d, is the difference of the forces along a b 
and dc. For the discussion of eddy currents suppose the 
main circuit to be open, and consider the passage of the 
closed circuit, a b c d, across the field. If n lines of force 


are threaded through a closed circuit at an uniform rate in & 
2 
time, f, the heat developed is proportional to 75 and 


increases with the speed. In a slot wound armature the bars 
never enter a strong field at all, and is exceedingly small. 

On the other hand, it is not necessarily the case that the 
bars pass from the interpolar space into the maximum or 
uniform field more quickly in a slot wound than a surface 
wound armature. If the two revolve at the same speed, and 
in fields of the same form, the time occupied in passing into 
the field will be the same. But in a slot wound armature 
the gap between the iron surfaces is less than in a surface 
wound armature, the fringing is less, the bar enters the field 
more suddenly, and the heating is to that extent increased. 

Mr. Still’s explanation appears to me to show that slot 
wound conductors should heat more than surface wound 
conductors, 

The solation of the difficulty lies clearly in the small in- 
tensity of the maximum field, not in the rate of apeed at 
which the bars enter that field. 

As to my paradox. Mr. Still's case is not parallel at all. 
A dynamo when running is a seat of electromotive force, not 
necessarily a source of current; and our conception of itg 
action is not dependent on its always producing current. A 
magnet, on the other hand, is not a seat of magnetic force, 
but a source of magnetic flux, and we have no conception of 
ita existence other than as giving riseto magnetic flux. The 
question is this: Place a permanent magnet, +.е., a body 
whose sole property, in so far as it differs from a piece of 
hard steel, is that it is a source of flux, in a position where 
no flax is possible. What happens? The consideration of 
a dynamo running, but not generating current, does not bear 


on the point. 
W. A. Price. 


Is an Electric Traction Englue Subjected to Shocks, or is 
it Not? —Raworth v. Emery. 


In your issue of October 29th, 1897, you published a 
letter of mine criticising Dr. Emery's article on Engines 
for Electric Railway Power Stations,” which appeared in the 
Street Railway Journal of the same month. 

With this letter of mine the Street Railway Journal was 
deeply grieved, and in its December number devoted more 
than a column to the expression of its sorrow that an Eng- 
lish engineer should have chosen to write in an ill-natured 
way about a purely technical subject, and should have 
attempted to aronse personal or international prejudices. 

Of course, nothing was farther from my mind, for some of 
my best friends engaged in the engine trade are Americans, 
and I regret as much as the Street Railway Journal that my 
letter was open to any such interpretation, and especially do 
I regret now that we are informed that Dr. Emery is an 
international authority on the steam engine, that I took the 
liberty of criticising his literary peculiarities; and I feel 
sure Dr. Emery, with the usual breadth of mind of an 
engineer, has already forgiven me. 

Dr. Emery has written a letter, in which he endeavours to 
defend his position, and to destroy mine; I, therefore, propose 
to submit his arguments to the judgment of your readers. 

The original article stated, concerning an engine for eleo- 
tric traction : “ Its entire construction must be proportioned 
to the racking due to continued repetition of shocks," to 
which I replied: This oft repeated fallacy would be 
amusing, were it not for the fact it is too often believed, and 
worse still, acted upon, whilst all the time the fact remains 
that there are no shocks and no excessive strains.” 

Now for Dr. Emery's arguments :— 

First, he says I “must know that if a dynamo directly 
connected to an engine be short-circuited, its speed is natu- 
rally checked by a load applied with lightning rapidity. 
Necessarily the fly-wheel tends to twist the engine shaft, and 
all the moving parta are brought up with a shock, instead of 
being changed in direction smoothly by a crank motion.” 

I am sorry to say that the doctor presumes too much on 
my knowledge. 1 certainly do not know that a short cir- 
cnit tends to twist the engine shaft,” although I am quite 
willing to admit that it tends to twist the dynamo shaft and 
the coupling. 

Farther, І do not know “that all the moving parts are 
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brought up with a shock instead of being changed in direc- 
tion smoothly by a crank motion.” No short circuit ever 
did or ever will bring up an engine in less than half a 
revolution. 

I hope this statement is quite clear. I do not wish to take 
refuge behind any ambiguities. 

Dr. Emery then proceeds with his second argament : 

“ Again, in releasing a load suddenly, the elasticity of the 
parts and their weight also produce shocke, as every piece of 
metal transmitting the load is, within certain limits, a 

n m 
When the Doctor penned this sentence he evidently forgot 
that the day off of the electrical load does not open the 
exhaust valve of the engine, and that, therefore, the parts 
continne under the stress of the steam pressure until the end 
of the stroke, when they are “ smoothly changed in direction 
by a crank motion.” 

The above are all the arguments Dr. Emery adduces which 
are applicable to English electric lighting or traction engines. 
He concludes, however, with one which applies to some 
American engines, though not to those which have been sent 
to this country :— 

* Again, if there be any side strains due to overhanging 
cranks not balanced in one bedplate, the amplitude of the 
lateral movements caused thereby will be proportioned to the 
time in which the maximum force is applied ; that is, they 
will be greater for heavy loads than for light ones." 

Here again the Doctor i8 wrong. 

It would be a very bad engine that moved laterally path 
of an inch; therefore, with a cut-off of even poth, there is 
ample time for the full movement to occur, and, as a matter 
of fact, anyone with eyes may see the result for himself; at 
every stroke, on the opening of the admission valve, the 
cylinder goes over with a snap, there is no appreciable time 

ment. 

It is rather unfortunate for the other side that they have 
got such an honest advocate as Dr. Emery, who has tried to 
rake up every plausible looking argument in support of their 
theory, for we now know the nakedness of the land; we also 
know that the lean kine are eager to eat up the fat kine, and 
they will do it if we do not bestir ourselves. 

he Street Railway Journal, in ita backing up of its 
contributor, goes one better than Dr. Emery. It says :— 

“Tt was no unfrequent occurrence to see an engine 
brought up standing by a heavy load suddenly thrown on 
with the starting of a number of cars.” 

Now, what does the phrase brought up standing mean? 
Most electricians are aware that, as the speed falls, the volte 
fall also, and that the engine will still run at & reduced 
рк If the S. R. J. means to convey the impression 

the engine stops dead, then I say it has been dreaming, 
if on the other hand it simply desires to indicate that the 
engine was too small for its job,-why does it not reproduce 
Mr. Philip Dawson's papar for the education of its readers? 


John S. Raworth.. 


Electro-Motors and Fire Office Rules. 


'The latest rules issued by the Fire Office Committee, & 
representative and executive body, imposes restrictions upon 
the construction of electro-motors which, if not modified, 
will seriously interfere with their use. In fact, the new 
rules seem to favour one type of electro-motor to the degree 
of being a broad advertisement for it. 

The rule in question enjoins that a “fireproof case which 
shall form part of the designed construction of the motor 
iteelf, and not be an added movable covering,” shall iu all 
cases be used. LElectro-motors enclosed by a case forming 
part of the stator are necessarily hampered in construction 
and of leas efficiency than those of ordinary make. It is 
fair to suppose that the Fire Committee have in view the 
extreme inflammability of minute particles, especially of 

ic matter, such, tor instance, as floar dust. Ina well 
constructed and carefully tended motor, the ordinary spark- 
ing is not sufficient to ignite such particles, and in the case 
of a short circuit the motor would come to rest long before 
any part of the burnt-out insulation could be spread by 
centrifugal force. 


Again, in applying electro-motors to the direct driving of 


machines of small power, the enclosure of the whole in a 


case not only renders the mechanism more subject to de- 
rangement, use а single fault is not observed at the time 
of occurrence, but also conduces to excessive heating by 
checking natural ventilation. This is most important in 
the case of intermittent loads as a free current of air tends to 
keep the varying temperature within a certain safe limit. 
A movable box with mica lights may be used in certain 
cases to enclose the commutator, but in the event of exces- 
sive sparking, this method is more dangerous than the 
ordinary open working, since the confined space would, after 


some time become filled with infinitely finely-divided metallic 


particles, the natural result of attrition, finally causing a 
revolving arc to be formed, quickly destroying the motor, 
and probably causing a destructive fire. 

As small electro-motors are favourably received by mana- 
facturers and the publio generally wherever an electric ser- 
vice obtains, it is a pity that the electrical trade should be 
checked in this direction by the introduction of rules which 
may be modified without increasing the fire risks. 

The Fire Committee, as a representative body ғо far as 
the fire offices are alone concerned, do not represent the 
public, or the electrical trade, and evidently require technical 
assistance when making their rules. 

Fredk. Walker. 

February 2nd, 1898. 


BUSINESS NOTICES, &c. 


Bankruptcy Proceedings.—A receiving order was made 
last Tuesday, at the London Bankruptcy Court, against Johu Dew- 
hurst, electrician, &c., 52, North End Road, West Kensington. The 
debtor presented his own petition, and an order of adjudication was 
also made by the Registrar. No particulars transpired regarding 
assets or liabilities. 


Electrical Work in Natal.—We understand that Messrs. 
Mowat & Still, of Pietermaritzburg, Natal, in view of the amount 
of electrical work now coming on in that city, have opened & brauch 
in their extensive business for electrical engineering, under the 
management and advice of Mr. Oswald R. Swete, A. I. E. E. (vice- 
president of the S. A. Soc. E. E.). We understand that the firm are 
open to receive the latest catalogues of electrical fittings and other 
appliances. 


For Sale.—In an “Official Notice,” will be found particu- 
lara cf two sets of secondhand electric lighting plante, which are 
offered for sale by the City Electrical Engineer at Liverpool. The 
plants are suitable for a large and small private house respectively. 

Messrs. Montagu Kent & Co., will on the 10th inst., sell by auction, 
various electric light plante, dynamos, boilers, steam and gas engines, 
shafting, lathe, planing machines, one electric and three steam 
launches, at Strand-on-the-Green, Chiswick. See our “ Official 
Notices.” 

Hospital Lighting.—The Metropolitan Asylums Board 
have decided on the recommendation of the Northern Hospital Com- 
mittee to engage an engineer, or a firm of engineers, to prepare a 
scheme for lighting the hospital, апа to draw up specifications, plans, 
o. Messrs. Burstall & Monkhouse have already reported upon the 
cost of electric lighting plant, which they estimate at about £10,350. 


Liquidation Notices,—An account of the winding up of 
the Guattari Power Syndicate will be placed before the shareholders by 
Mr. A. J. Bale, liquidator, at a meeting to be held at 120 and 133, 
Newgate Street, E. O., on Tuesday, March 1st, at 2 o'clock. 

At meetings of the National Company for the Distribution of Elec- 
tricity by Secondary Generators, held January llth and 28th 
respectively at 2, Warwick Street, Regent Street, W., resolutions 
were passed winding up voluntarily, and appointing Mr. J. H. Thorn- 
ton, of Winchester House, E. O., liquidator. 


The Affairs of an Electrical Company.—On Wednes- 
day, before Mr. Justice Wright, sitting as an additional judge of the 
с Division, among the "шр petitions which appeared 
in the list was one in the name of Mr. Н. О. Ruelle, relating to the 
National Company for the Distribution of ane Mi! Secondary 
Generators, Limited. On the case being reached, Mr. Rowton said 
this was a creditor's ition. The matters at issue between the 
company and the petitioner were the subject of litigation before Mr. 
Justice Stirling. They were before him on last Saturday week, and 
on an intimation from his Lordship, certain terms were then arranged, 
which included that the petitioner should adjourn the hearing of the 
present petition. He had, therefore, to ask that the matter should 
stand over generally, with liberty to apply for it to be restored to the 
list. His Lordship granted the application. | 


The Electrical Metal Working Syndicate, Limited. 
We are informed that Messrs, Scott Anderson & Beit, of Royal 
Insurance Buildings, Sheffield, have been appointed sole agents for 


the Voltex process of electric welding, brazing, &c., for the following 
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counties :—Yorksbire (south of a line through Whitby, Northallerton 
and Richmond to Kirkby Stephen), together with the entire counties 
of Lancashire, Nottingham, Derbyshire, Staffordshire, Cheshire, 
Worcestershire and Warwickshire. 


Water Power on Tender.—The chief Engineer for 
Irrigation, Madras, is inviting tenders, by order of the Secretary of 
State for India,until July 1st, 1898, for the utilisation of water power 
of the Periyar Lake. 


ELECTRIC LIGHTING NOTES. 


Bath.—The bill for the quarter's public electric lighting 
amounted to £516, and when this was before the Surveying Com- 
mittee last week Alderman Sturges drew attention to the deduction 
of £27 for 108 failures at 5s. This he said did not mean that there 
had been 108 distinct failures in the lamps, but that on one occasion 
through a fault in the machinery a whole line of lamps went out. 
Was it a righteous thing, he asked, to deduct for 108 failures under 
those circumstances? The bill was passed without the deduction. 


Bedford.—Consumers are agitating for reduced charges 
for current and lower meter rentals. The Electric Light Committee 
is to report on the desirability of constructing a refuse destructor at 
the supply works. 


Birkenhead.—The Electrical Committee submitted to 
the Council, on Wednesday, a report dealing with their department. 
This report states that in February, 1894, the Council appointed Mr. 
James N. Shoolbred, M. I. O. E, as electrical engineer and adviser, and 
the supply of electrical energy commenced in September, 1896. 
Since, the undertaking has proceeded somewhat slowly, but on the 
whole satisfactorily. An index of the progress is afforded by a table 
showing the number of consumers during the quarter ending Decem- 
ber 25th, 1896, and the quarter ending December 25th, 1897, the 
figures being—Oonsumers, 66; and current in units, 23,543, during 
the latter quarter, as compared with 2: and 6,635, the figures for the 
first quarter of the undertaking. A sub-committee has considered the 
constitation of the present electrical staff and the possibilities of the 
more rapid development of the undertaking, and the supply of energy 
for power as well as lighting, especially in connection with the work- 
ing of tramways, and the result of their consideration is a recom- 
mendation to di with the services of the consulting engineer 
on the completion of the various contracts under his supervision, and 
to appoint a resident electrical engineer, at £300 per annum, to direct 
the further development of the electrical supply. 


Birmingham.—lIn a recent report the Gas Committee 
make some remarks regarding the past and prospective effect of 
electricity supply upon the gas consumption. They consider that 
there is nothing to suggest that it will not be necessary to extend 
the gas works in order to meet the demand. The total sale of elec- 
tricity in Birmingham, in 1896, is given at not more than equivalent 
to a sale of 60,000,000 cubic feet of gas as ordinarily used for lighting 
purposes. This would not, even if it had all been used in substitu- 
tion for gas, displace plant for the production of more than 350,000 
cubic feet of gas per diem. The electric lighting of the Market Hall 
has only diminished the consumption of gas registered in that building 
from 8,600,000 to 6,900,000 cubic feet per annum. The greatest daily 
output of gas in Birmingham in 1896 was over 33,000,000 cubic feet, 
and the total sale in the year was 4,859 million cubic feet. The 
effect of the competition in Market Hall Ward, where electricity has 
met with the largest saie, shows a blight decrease in the sale of gas 
for 1896, as compared with 1892, but an increase in 1897 over 1896 
of 3:6 per cent. in the central ares, aad 13:6 in the rest of the ward. 
In other large towns and cities where electricity has made progress, 
an increase has taken place in the gas wanted, this being shown by 


Blackpool.—The need for extending the Corporation elec- 
tric lighting system was before the General Purposes Committee last 
week. It was stated that the present plant was all taken up. They 
had no reserve, and the committee could not undertake to supply 
any more customers, although they had many large applications, in- 
cluding the new Alhambra, the Hotel Metropole, and the arc lighting of 
several more streets in the town. It was proposed to spend another 
£40,000, and to put down a new engine of great capacity. Several 
of the members complained that sufficient time had not been given 
to carefully consider the matter and the electrical engineer's sugges- 
tions. The Committee approved of the expenditure. It was stated 
that the necessary machinery had been provisionally secured, as engi- 
neering firms would not undertake to fulfil further orders in less than 
two years. 

The Town Council on Tuesday adopted the proposed scheme for 
the extension of the electricity works at a cost of £40,000. Appli- 
cation is to be made to the Local Government Board. 


Bradford.— The shops and warehouses comprising 
Borough Mills, Manchester Road, are now supplied with the electric 
light from a special plant which has just been put down. There are 
about 30 tenants on the premises, and provision is made for about 
1,000 16-C.P. lamps. The installation, which was put in by Messrs. 
A. J. Harris & Co., comprises two dynamos, each to supply 350 lamps, 
and 55 Epstein cells, for 400 Jamps. It seems that a company works 
the concern, each consumer taking a share in it, во that the cost should 
S ү p" The cells are charged by a motor transformer during 

e day. 


Bristol.—A Local Government Board inquiry was held 
on Tuesday into the application for a £23,000 loan for the extension 
of street lighting in the city. It was asked that the sanction should 
be given as speedily as possible, as it is desired to push on with the 
scheme. 


Burnley.—4A Local Government Board inquiry was held 
last week гє an application by the Corporation to borrow £25,000 for 
electric lighting. The Town Clerk said that four years ago the 
electric lighting installation was started, and the loans already 
sanctioned amounted to £29,756. With the additional borrowing 
powers they would be able to extend the plant and the mains into 
the out-districts of the borough. 


Cardiff.—A Local Government Board inquiry has been 
held into the Council's Pn for & £29,500 loan for electric 
lighting. Mr. Applebee, the electrical engineer, showed the progress 
of the undertaking, for which £59,835 had been borrowed, and he 
explained the extension proposals. 


Colombo.—The Indian papers give particulars of the 
proposal of Messrs. Boustead Bros., which has been accepted by the 
Colombo Municipal Council, for the electric lighting of Colombo. 
The firm will replace 548 gas lamps by 548 60-C.P. incandeecent 
electrics, erecting lamp-poste, overhead mains and feeders, &c., &c., 
for Rs.26,000 (or Rs. 45°62 per lamp), or an annual payment of 
Re.2,250. Current will be supplied to the lamps at the rate of 
200 hours per month including renewale, maintenance, &c., &c., for 
Rs. 30,000 per annum, which is about 15 cents per unit, or Rs. 54 74 
per lamp per year. The contract is for five years, after which the 
municipality can take over the street installation at a valuation. 
Private consumers will be charged not more than 60 cents per unit 
(73d.). The engineers have a sly dig at the City of London Electric 
Lighting Company, for they add “In the City of London a company 
has the monopoly of supplying current at 8d. per Board of Trade 
unit.” Yet even at Colombo it can be profitably done for 1d. less! 


Crieff.—Mr. Yorke's proposals e electric lighting were 
again before the Town Council last week, and there was a discussion 
on various points, but the matter was delayed until & conference 
between that gentleman and the Council could be arranged for 
obtaining further information. 


Darfield.—A special meeting of the District Council 
will be held on March 4th, to decide whether to apply for an electric 
lighting provisional order. 


Dundee.—Panmure Street Congregational Church has 
been lighted by electricity, the congregation subscribing the money. 


Edinburgh.—The street lighting extensions, to which we 
referred last week, have been agreed to by the Town Council. 


Edmonton.—The Board of Guardians’ Works Committee 
is to report on the advisability of supplying the electric light to the 
Edmonton House and Chase Farm Schools. 


Exeter.—In a report to the City Council a Committee 
state that they have no data on which to estimate the cost of elec- 
trically lighting the main streets, but inasmuch as part of the first 
cost of arc lamps and posts would have to be paid, and the positions 
of some of the lamps were to be changed, they bad allowed for an 
increased estimated expenditure of £400. 

The electric lighting undertaking is going on satisfactorily. The 
number of lamps has increased from 7,400 to 10,000, and orders are 
coming in faster than they can be supplied. 


Finchley.—Up to the present the Council has refused to 
support any electric lighting scheme, but they have now informed а 
correspondent that they will give careful consideration to апу 
proposal be may make. 


Hull.—The electrical engineer, Mr. Barnard, has sub- 
mitted the following estimate of income and expenditure during 
1898:—Expenditure: Generation of current, £3,100; distribution 


of current, £350; repairs, renewals, and maintenance, £1,100; 


management expenses, £1,175; insurances, £150; rente, rates and 
taxes, £950; interest on capital, £1,985; payments to sinking fund, 
£1,470; balance, being profit, £970; total, £11,250. Income: Sale 
of electricity, £10,830; meter rates, £420; total, £11,250. 


Ilford.—The Council is to approach the Great Eastern 
Railway Company with a view to the purchase of a piece of land 
adjoining Sylvan Road for an electricity works site. 


Kendal.—In December the Council decided to communicate 
with experts in gas and electric lighting matters on the lighting 
question, but as nothing has been done there is a feeling that there 
has been unnecessary delay on the part of the Gas and Water 
Committee. At the last Council meeting it leaked out that the 
electric lighting matter had lapsed through inadvertence. Letters 
had been received from experts, but had been misplaced and could not 
be found. The Town Clerk is communicating with the experts again. 


Leamington.—The Midland Electric Lighting Company, 
Birmingham, are stated to have unconditionally withdrawn their 
Bill for power to light the Borough by electricity. Some time ago 
the Corporation commenced the promotion of a Bill on similar lines, 
and it is now stated that the Midland Electric Lighting Company 
have withdrawn in order that they may be the better enabled to 
oppose the Corporation scheme. Tne company have large works in 
Wise Street, but up to now the demand for electricity has not been 
by any means equal to the supply. It is stated that the cheap 
rate at which gas is supplied bas militated against a general adoption 
of electricity in the Borough. 
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London, E.C.—The Court of Common Council has referred 
it to the Streete’ Committee to consider and report forthwith as to 
the desirability of applying to the Board of Trade for an electric 
lighting order to enable the Corporation to supply electric light 
within the City from & station to be established by themselves or 
otherwise; and also to report as to the practicability of generating 
electricity from steam raised by burning the City's refuse in specially 
constructed furnaces in such proposed electric light station. 


Merthyr Tydfil.—The Board of Trade has revoked the 
1896 electric lighting order, as and from January 24th, 1898. 


Penzance.—The Municipal Electric Supply Company has 
laid a scheme for lighting the town before the Council. The idea is 
for the undertaking to be “substantially municipal,” the entire 
responsibility of capital expenditure resting on the company until 
the Council takes itover. The same system asemployed at Brighton 
is suggested. Referred to the Lighting Committee. 


Peterborough.—The Board of Trade has sent to the 
Council for any observations which they may wish to offer, a 
description of the system in the form in which the Board propose 
to approve it, subject to their regulations for securing the safety of 
the public, and for ensuring a proper and efficient supply of energy. 
The system to be adopted is described as follows: For general pur- 
poses. A continuous current direct supply at constant pressure, and 
the three-wire system, the mains being partly continuously insulated 
cables drawn into iron pipes or earthenware conduits, and partly 
bare copper conductors laid in earthenware or concrete conduits. 
The Lighting Committee has adopted the Board’s suggestions. The 
application of the Peterborough Electric Light and Power Company 
for a provisional order is being opposed. 

The Local Government Board. inquiry will be held on Tuesday, 
peat 8th, regarding the £15,000 loan. This is the second 
quiry. ° 


Shoreditch.—At the Vestry on Tuesday last Mr. H. E 
Kershaw, Chairman of the Electric Lighting Committee stated :— 
“That owing to the unprecedented success of the Vestry’s efforts in 
the combined scheme of the generation of electricity from the steam 
supplied by tbe dust destructor, the Committee recommend the 
Vestry to reduce tbe charge for electricity from 6d. per unit for the 
first two hours and 4d. per unit for the surplus, to 6d. per unit for the 
first hour and a half and 2d. per unit afterwards. This will work out 
to consumers of electricity using the light for three hours per day at 
4d. per unit, four hours per day at 34d. per unit, six hours per day at 
$d. and so on reducing the cost in proportion to the number of hours 
the light is in use. This, I believe, is a record in munici electric 
light undertakings. After existing for six months only, we are 
supplying electricity, within & little, as cheaply as any municipal 
installation in the country. During the past quarter we have sold 
95,000 units of electricity, and the engineer's estimate for the current 
quarter is 150,000 unite. The Committee feel extremely gratified that 
their efforts have been attended with such marked success, fully 
justifying what has been. repeatedly termed & most expensive and 
dangerous experiment, and for the benefit of the many municipalities 
who are watching this scheme, though we do not feel called upon to 
issue our statistics until the end of the first financial year (June 30th) 
we are satisfied that our expectations will be more than realised, and 
the success of the joint scheme most thoroughly established.” After 
discussion the Vestry resolved to defer the Committee's recommenda- 
tions till after the financial year’s statement in March. 


St. Albans.—The Herts County Council will oppose the 
Bt. Albans Electric Lighting Order, 1898. 


Ventnor.—Plans for the electric light station in Newport 
Road have been passed by the Oouncil. 


Walsall.—A Local Government Board inquiry was held 
on 28th inst. into the Corporation’s application for borrowing certain 
monies, including £7,000 for electric lighting. The Town Clerk, 
referring to the growth of the electricity undertaking, said that in 
1896 there were lamps of 5,704 С.Р. connected, but in 1897 there 
was the equivalent of 8,195 C.P. The increased demand necessitates 
an increase in the size of the engine room, and to put in one 250-H.P. 
engine and & dynamo. There will also be two additional transformer 
stations, mains, &c., and the present capacity will be doubled. 


Watford,—In February, 1894, the Local Board gave Mr. 
F. Downer permission to carry an electric wire from his etching 
rooms to his private residence. It is understood that Mr. Downer is 
supplying а neighbour with current, and the Electric Lighting Com- 
mittee now recommends that he be requested to give an undertaking 
that he will limit the supply of electric light to his own premises as 
soon as the Council is prepared to supply the light. 


West Hartlepool.—A site has been secured for the elec- 


tricity works, in the vicinity of the paper works. The low tension 
continuous current system has been adopted. 


Westgate-on-Sea.— The application of the Isle of 
Thanet authorities for an electric lighting order is being strongly 
opposed as regards Westgate-on-Sea. 

Wigan.—Before proceeding with the electric lighting 
scheme, the ratepayers within the proposed area are to be canvassed. 


Willesden.—The application of an Electric Lighting 
Committee for a provisional order is opposed by the Council. 


as determin 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Argentine.—The ramour that appeared in some of the 
London papers to the effect that the directors of the Anglo-Argentine 
Tramway Company were contemplating the adoption of electric 
traction, is contradicted by the Review of the River Plate, though that 
journal considers the company will have to move in that direction 
before many years have passed, or lose their traffic. 


Bradford.—On Wednesday the Tramway Committee 
met to deal with tenders for rails, paving, electric wires, cars and 
car-sheds and all the other appliances needed for the electric 
tramways. 


Bristol.—On 26th ult, the Bristol Tramways and 
Carriage Company’s Parliamentary Bill authorising the use of elec- 
trical power was laid before the shareholders, and unanimously 
approved. Correspondence which had passed between the Council 
and the company 5 the former body's proposal to purchase the 
undertaking was r Mr. G. H. Low, the chairman, in going into the 
matter of electric traction and the advisability of employing such 
on the proposed extensions, said that several of the contemplated 
extensions were to traverse roads which were so steep as to make 
them practically inaccessible for horse tramways, but with electricity 
they could deal with districts hitherto unprovided for. He referred 
to the company's relations with the Corporation in 1896, re the 
supply of electric power for the tramways, since wbich date the gen- 
tlemen who took a prominent part in endeavouring to force their 
supply of current upon the company, had been assuring the rate- 
payers that come what may they must have electric traction. On 
the point of the overhead trolley system being the most practicable 
form, there was no difference of opinion between the company and a 
majority of the Council. The company was not seeking to enter into 
competition witb the Corporation, but, he proceeded, “ we, having an 
established business, are simply asking for authority to carry on our 
business and for the purposes of running the remainder of our cars 
by electricity, to generate and apply our own electricity, as we are 
already doing in connection with the wor: of seven or eight miles 
of tramway within the city of Bristol. e are at the present 
moment generating for our own purposes at a station within the city 
and county of Bristol more electricalcurrent than the Corporation 
turn out for the whole of their customers and their street lighting, 
and we have the plant there already installed to enable us to make a 
much larger output. In addition, we were only last session autho- 
rised by Parliament to convert our extensive depót at Eastville into 
а generating station, and we propose to acquire waterside promina 
at Oounterslip also for the purposes of a power station. I do not 
believe for one moment that a Parliamentary Committee will pre- 
vent the citizens of Bristol from securing the advantages of electric 
traction over the present horse lines simply because another trading 
concern, namely, the Corporation of Bristol as owners of lighting 
works, put forth a plea that wo should be forced to bolster up their 
пп g аз acondition to this improved form of traction being 
given to the public. So far as your directors are concerned, they are 
as ever in their intention to resist to the uttermost 
such an attempted interference in the company’s business, and no 
circumstances have occurred since our original decision on this 
point to weaken us in the slightest degree, but rather to the contrary.” 
Regarding the purchase question, he remarked that the right of pur- 
chase by the Corporation arises in connection with the horse lines 
about 15 years hence, though as to the main portions of the electric 
lines tbere is no right for 21 years. 


Crewe Light Railway.—The Cheshire County Council 
and the Crewe Town Council appeared in opposition to certain of 
the clauses proposed by the British Traction ompany in this Bill. 
The company, however, practically carried their scheme. 


Dover.—The electric trams continue to be well patron- 
ised. During the week ended January 22nd, 25,890 pasene were 
carried, and a daily average of £17 19a. 7d. taken in . The total 
fares since the opening has been £2,265. 


Electric Power Distribution Scheme.—Last Friday 
Mr. Devonshire (representing the British Thomson-Houston Com- 

y as chief engineer) addressed a number of manufacturers at the 
Brun Hotel, Mansfield, with respect to the proposed electrio power 
scheme. He gave no quotations or terms for power at present, but 
could promise that it would be cheaper than steam. 


Hastings.—Councillor J. J. Boutwood has been lecturing 
on “Electric Tramways” here, and his lecture was repeated at the 
Market Hall, on Wednesday, by request. 


Hull.—We understand that, owing to the open specifi- 
cation, there was an enormous divergence in the tenders submitted 
for the electrical equipment of the Corporation tramways. The power 
quoted for varied from 466 kilowatts to 1,500 ditto; and the prices, 
of course, varied in a шере degree. Tenders were received 
from the following firms, viz., Mr. R. W. Blackwell; British Thomson- 
Houston Company, Limited; Brush Electrical Engineering Company, 
Limited ; Crompton & Co., Limited ; Electric Construction Company ; 
John Fowler & Co. and Greenwood & Batley (joint); Laing, Wharton 
and Down; Lowdon Bros.; Mather & Platt; Thos. Parker, Limited ; 
Siemens Bros. & Co., Limited; Simplex Electric Conduit Company ; 
Westinghouse Electric Company, Limited. As we state elsewhere, 
Messrs. Siemens’ tender has been provisionally accepted by the Works 
Committee, and their report was to come before the Council yesterday, 
Thursday, for confirmation. 
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Kirkealdy,—The Ratepayers’ Association is advising the 
Council to take up Prof. Kennedy's combined lighting and traction 
scheme, to which we referred last week. It is said that the present 
idea is to have 10 cars, five ranning in each direction. 


Liverpool.—Sir Arthur Forwood, the chairman of the 
Tramways Committee, has prepared a report on the work of the 
tramways, with special reference to the question of low fares, and he 
recommends that for the electric tram system penny fares be adopted 
throughout the city, two-penoe being charged for seats in the smoking 


compartment. 


Middlesbrough.—The laying of the tramway rails in 
connection with the electric tramway from Thornaby to Middles- 
brough has been completed, and the Highways Committee has voted 
£1,200 to the Imperial Tramways Company for wayleave. 


New Cross and Waterloo.—We understand that this 
electric underground railway scheme is not to be proceeded with. 


Neweastle-on-Tyne,—The City Council held its ad- 
journed debate on the proposals in reference to the municipalisation 
of the tramways last week. The followiog resolution was passed :— 
“That in the next application to Parliament power be sought for the 
Corporation to work their own tramways; but that, until the scheme 
to be prepared by the recently appointed new Tramway Committee 
for providing the city with tramways has been considered by the 
Council, it is inexpedient to come to & determination as to whether 
Hs working of the tramways should be undertaken by the Corpora- 

n. 


Ripon.—The Town Clerk is making inquiries as to the 
best means of providing a tramway —electric or cable—between Ripon 
Btation and the market place. 


The Power Distribution Schemes.—Thbe Power Dis- 
tribution Company bas asked the Tipton Council to withdraw its 
position, on condition that the company agrees not to supply the 
electrio light except with the Council's consent. A sub-committee 
ш confer with the company and the other local authorities con- 


The Ripley and Belper District Councils are among the latest 
5 to oppose the scheme of the General Power Distributing 

mpany. 

The Darlaston General Purposes Committee recommends the Council 
to withdraw its opposition to the application of the Midland Electric 
Corporation for Power Distribution, subject to fair and reasonable 
conditions to secure economical terms to customers, and protective 
. in favour of the Council being inserted in the provisional 

er. 


The “Underground” and Electric Traction.—In 
connection with the proposed employment of electric traction on the 
Metropolitan Underground, Mr. Bell, the chairman and managing 
director of the company made some important remarks to the share- 
holders last Friday :—‘ His anxiety had always been to see the Inner 
Circle worked first as an experiment by electricity. The depart- 
mental committee appointed the Board of Trade to consider the 
ventilation question had arrived at certain conclusions, which were 
stated in the report. Although the committee had recommended 
various openings as a tentative measure, they had added a rider that 
if within three years from the passing of the Act authorising the 
openings, the company had not adopted electric traction, or other 
mechanical means of ventilation—which practically meant fans— 
some competent authority, to be stated by Parliament, should order 
the openings to be closed. That was if they were contumacious, 
which, kowever, no one could charge them with being. For the last 
10 years the directors had had the idea of electric traction constantly 
before them. They all desired it, and they hoped they were on the 
high road to obtain it. Certain proposals were now under considera- 
tion, and he hoped that they would shortly be in such a condition 
that the directors could regard them as 5 In that case they 
would immediately ask the shareholders for their approval. To 
enable them to be prepared for electric traction, Clauses 19 to 28 had 
been inserted in the Bill. The District Company were in accord with 
them in regard to electric traction. With respect to the question of 
ventilation by fans, they had tried fans, and Be knew them to be a 
failure. He had expressed to the departmental committee his belief, 
after 25 years’ experience of their railway, that electric traction was 
the solution of the problem they bad been appointed to consider. 
The use of electric traction would involve entirely new stock.” 


Underground Electric for Brighton.—A Bill is to be 
introduced into Parliament next session, for power to form a com- 

y to construct an underground electric railway from a point near 
the station of the L. B. & S. C. Ry. Company, to a point under 
King's Road, but with openings under the parade communicating 
with the. beach. The total length of the lire will be 5 furlongs 
17 25 chains. The capital of the company will be £120,000 with 
power to borrow £40,000 for equipment purposes. According to a 
financial daily, the maximum fare proposed to be charged is 2d. for 
the whole distance. The promoters names are Messrs. S. Н. Double- 
day, C. F. Webber, and J. W. Kersley. 


Wallasey.—The District Council is about to take 
formally into consideration the desirability of taking over and work- 
ing the local tramways, and also the question of employing electric 
power. 


TELEGRAPH AND TELEPHONE NOTES. 


Bedford Telephones —A Committee is inquiring into 
the desirability of applying for a municipal telephone license. 


Norwich Telephones.—At the Norwich Town Council 
last week there was a very lengthy discussion on the telephone 
system. Sir Harry Bullard, M.P., proposed that a petition be presented 
to the Postmaster-General to grant a municipal license, to be worked 
either by the Corporation or by a company approved by it; also 
that a deputation be appointed to present the said petition. The 
debate is to be continued at the next meeting. 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired, 
Brest-Bt. Pierre (Anglo, 1860) April 0th, 1993 ... eec 
West Indies— 
Bt. Oroix-Trinidad oe Nov. 90th, 1898 . 880 
сүре Ницце Кано Deo. 31st, 1897 ... Jan. 26th, 1898. 
Curagso-La Guayra ... Jan. 5th, 1898 852 


Paramaribo-Cayenne ... Jan. 27th, 1898 G 
Amason Company's cable— 

Parintins-Itacatiara ... May Sch, 1896  ... - 

Obidos-Parintins .. Dec. 7th, 1898 ... 


Para-Cameta ... C Jau. 13th, 1898  ... Jan. 27th, 1698. 
Baigon-Hong Kong ... ... Jan. 8th, 1898 T Я 
Para-Maranham 60.0 eee Jan. 22nd, 1898 coe ees 
Bolama-Bissao me .. Jan. 28th, 1898  ... к 

LANDLINES. 
. line Pe} March 12th, 1896 ... i 
Cartagena-Barranquilla — ... July 4th, 1898. en 
Baigon-Bangkok ... *. Jan. шо, 1898 ... eg о, 1898. 
Jan. 26th, 1898 ... Jan. 27th, 1898. 
Majunga-Tananarive Тап. 30th, 1898 .. Jan. 3let, 1898. 


The Direct West India Cable Company, Limited. — 
This company announces that its cables from Bermuda to Turks 
Island, and Turks Island to Jamaica, are now open for traffic, and 
that messages for these islands can now be sent at the rate of 3s. a 
word. The company draws attention to the fact that this is the only 
“ direct” and all-British cable route to Jamaica and other West 
India islands (the other alternative routes being vid the United States 
and Cuba, or the unsettled central American States). 


CONTRACTS OPEN AND CLOSED. 


OPEN. 
Bilbao.—February 28th. The Secre of State for 
Foreign Affairs has received a despatch from Her Majesty's Consul at 


Bilbao, reporting that the provisional board appointed in 

with the electric tramway which it is p to lay from Zumarraga 
to Zumaya, in the province of Guipuscoa, invite р and tenders, 
to be received by February 28th, for the construction and equipment 
of the line. Further particulars of the conditions of the tenders for 
the above-named tram line and branch, which together measure 30 
miles, may be guy RUD at the Commercial De ent of the 
Foreign Office any day between the hours of 11 and 6. 


Belgium.—February 11th. The Provincial Government 
Authorities in Brussels are inviting tenders for an installation of 
electric lighting in the offices of the Governor of Brabant in the 
Rue de Chéne, Brussels. Tenders to be sent to the Gonvernement 
Provincial, Brussels. 


Belgium.—February 16th. Tenders are being invited by 
the Société Nationale des Chemins de Fer Vicinanx, of Brussels, for 
the supply of 38 electric tramcare. Tenders to be sent to, 
particulars may be obtained from, the offices of the company, Rue de 
la Science, 26, Brussels. 


Berlin.—March 15th. The Municipal Traffic Deputation 
of the Town Council have opened a competition for the constraction 
of several new electric tramways in that city. Exhaustive details 
concerning this project are contained in the Elektrotechnische Zeit 
schrift of the 13th inst., which mentions that proposals will be received 
by the Stadtische Verkehrsdeputation Rathhaus III, Berlin, by 
March 15th. 


Copenhagen.—March 12th. The Frederiksberg Spor- 
veis-og Electricitets Aktieselskab want tenders for steam engines, 
dynamos, accumulators and switchboards. Offices of the company, 
Gl. Kongevei, 140, Copenhagen. 


Denmark.—March 12th. Tenders are being invited for 
the supply of the engines, dynamos, accumulators, &, required in 
connection with the new central station at Frederiksberg, neat Copen- 
hegen. Tenders to be sent to the Frederiksberg BSporveis-og 
Electricitets Aktieselskab, Gammel Kongerie, 140, Copenhagen V., 
from whom particulars may be obtained. 


Edinburgh.—Febroary 5th. The Corporation want 
tenders for the wiring of the Police Station, Abbeyhill. See our 
Official Notices” January 28th for particulars. 


` 
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France.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either by gas or 
electricity. Particulars from, and tenders to be sent to, La Mairie de 
Baint Chamond (Loire). 


L.C.C.— February 16th. The London County Council 
Asylums Committee want tenders for a great variety of sundries. One 
of the items is for electrio lighting sundries for Clayburv. Particulars 
at the office of the Asylums Committee, 21, Whitehall Place, S. W. 


Madrid.—February 22nd. The Secretary of State for 
Foreign Affairs has received a d from Her Majesty's Chargé 
d'Affaires at Madrid, enclosing copy of a Royal decree announcing 
that а public auction for the contract for repairing the national sub- 
marine telegraph cables during the next five years will be held at 
Madrid on February 22nd. Further particulars as to the cables in 
question may be inspected at the Commercial Department of the 
Foreign Office any time between the hours of 11 and 5. 


Reddite h.— February 14th. The District Council want 
tenders for the supply of buildings, gas producing plant, gas engines, 
alternators, cables, transformers, &c , for the electric lighting of the 
district. Consulting electrical engineer, Mr. J. A. McMullen. See 
our “ Official Notices” January 28th. 


Rochdale,— February 19th. The Corporation want 
tenders for steam dynamos, balancer, and boosters, &c. Engineers, 
Messrs. Lacey, Clirehugh & Billar. See our Official Notices” January 


14th. 

Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
Bucharest for the supply of 56,000 metres of galvanised iron and 


steel wire. 


Spain.— February 11th. Tenders are being invited by 
the Municipal Authorities of Valderas (Leon province) for the 
concession for the electric lighting of the public streets of the town 
during a period of 17 years. Particulars may be obtained from, and 
(Laon) to be sent to, El Secretario del Ayuntamiento de Valderas 


St. Helens.—February 21st. The Corporation want 
tenders for various plant and machinery, &c., in oonnection with the 
proposed electric tramways. See our “ Official Notices” January 28th 
for particulars. Oonsulting engineer, Dr. J. Hopkinson. 


St. Paneras.— February 22nd. The Vestry want tenders 
for dry back marine boilers with superheaters and brickwork seatings. 
Bee our “ Official Notices this Wok. 


The War Office.— April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and specifi- 
eations for the supply of portable electric search light apparatus. 
Particulars from the Director of Army Contracte, War Office, Pall 
Mall, S.W. See our “ Official Notices " for particulars. 


Vietoria.—March 21st. The Telegraph Department of 
the Victorian Government Railways are inviting tenders for the suppl 
of alternating current transformers and one main switchboard, 
33 to the Telegraph Superintendent's Office, Spencer Street, 


OLOSED. 


Bed fard.— The Town Council has accepted the tender of 
Mesers. W. H. Allen, Son & Oo., for the supply of a 420-B.H.P. double- 
acting compound engine for £1,375; also that of Mesers. Easton, 
Anderson & Goolden, for the supply of a 250-unit alternator for £1,075; 
that of Mesers. Rootham & Jeakings, for the erection of offices, store 
rooms, &с., near the electric light station, for £309. 100 electric lamp 
columns are to be obtained from Mr. W. Bradley, of Rastrick, for 
£250. A motor and flexible shaftine for cleaning boiler tubes are to 
purchased at an estimated cost of £68. 


Hull.—We understand that the Works Committee has 
given the contract for the electrical equipment of the tramways 
(including 20 cars) to Messrs. Siemens Bros. & Co. for £42,228, 


Sheffield.—The Brush Electrical Engineering Company, 
Limited, has received an extension order from the Sheffield Electric 
Light and Power Company for a 600-kw. steam alternator for next 
winter’s load, the plant to consist of an Inductor pattern alternator 
coupled direct to an “ Universal” steam engine. 


FORTHCOMING EVENTS. 


1898, 

Friday, February 4th, at 8 p.m.—The Institution of Junior Engineers, 
at the Westminster Palace Hotel. Paper оп “ Electro- 
Magnetic Brakes, and their Capabilities," by Mr. Louis 

H. Walter, A.I.E.E., of Cambridge. 
At 12 noon.— Eastern Telegraph Company, extraordinary 
general meeting at Winchester House to confirm resolu- 
5 approving the Company's Bill for capital conversion, 


Royal Institution. Mr. A. A. Campbell Swinton on Some 
New Studies in Oathode and Röntgen Radiations.” 


Saturday, February 5th.— Institution of Electrical Engineers. 
Student's visit to the works of Messrs. Siemens & Co., 
Woolwich. Train from Fenchurch Street, 10.5 a.m. 
Applications to join the party, to the Student's Hon. 
Bec. (Mr. 8. Grant, 28, St. Mary Abbot’s Terrace, W.) 

Monday, February 7th, at 7 30.—8ociety of Engineers’ meeting at the 
Royal United Bervice Institution. Presentation of 
premiums by retiring president, Mr. G. M. Lawford. 
Presidential address, Mr. W. W. Beaumont. 

Tuesday, February 8th.—Liverpool Overhead Railway Company. 
Meeting at Liverpool. 

Ordinary and extraordinary general meetings of the Bt. 
James's and Pall Mall Electric Light Company. 

Wednesday, February 9th, at 80 p.m.—The Institution of Electrical 
Engineers. “ Notes on the Electro-chemical Treatment 
of Ores containing the Precious Metals,“ by Major-Gen. 
Webber, C.B., Past-President (conclusion of discussion). 
" An Electrolytic Process for the Manufacture of Para- 
bolic Reflectors,” by Sherard Cowper-Coles, Member. 

At 12 o’clock.—City and Guilds Central Technical College, 
Exhibition Road. Second of a series of three lectures on 
“The Design and Testing of Power Cables for Specific 
Purposes," by Mr. Mervyn O'Gorman. 

At 8 p.m.—Society of Arts. “Compensation to Workmen.” 
By A. D. Provand, M.P. 

Thursday, February 10th, and Friday, February 11th.—The annual 
general meeting of the Institution of Mechanical 
Engineers, at 25, Great George Street. The discussion 
on Mr. Philip Dawson's paper on Mechanical Features 
of Electric Traction,” will be resumed. A paper will 
be read and discussed as follows: “ First Report to the 
Gas Engine Research Committee; Description of Ap- 
paratus and Methods, and Preliminary Results,” by 
Prof. Frederic W. Burstall. 

Friday, February 11th.—Physical Society (rooms of the Chemical 
Society, Burlington House). Annual General Meeting 
at 5 p.m.—Address by the President. After which at 
an Ordinary meeting: On Electro-magnetic Induction 
in Plane, Cylindrical and Spherical Ourrent Sheets, and 
its Representation by Moving Trails of Images,” by 
G. H. Bryan, M. A., F. R. S. 


NOTES. 


Institution of Junior Engineers.—The 18th anni- 
versary dinner of the members of this Institution was held 
at the Westminster Palace Hotel, Victoria Street, on 
Saturday night. Mr. J. A. F. Aspinall, M. Inst. C. E., the 
president, oocupied the chair. Mr. Alexander Siemens pro- 
posed the toast of * British Railways," and Mr. R. Harrison, 
general manager L. & N. W. Ry., in response, congratulated 
Mr. Siemens and his fellow-workers on the . 
Federation on the settlement of the engineers’ dispute, 
which, he said, had been brought about after much labour 
and much anxiety. It was a settlement which, he thought, 
would be for the benefit not only of the employers— who did 
not even claim that it was a victory—but also of the work- 
men, and, not least of all, of the railway companies and those 
who had to transport the manufactured articles and the 
materials necessary for their mannfacture. The chairman 
also responded. The toast of A Realised Teaching Univer- 
sity for London" was proposed by Dr. Perry. F. R. S., and Prof. 
Silvanus Thompson, F. R. S., in response, referred in eloquent 
and ix nsa terms to the up-hill nature of the task 
in which the advocates of the reconstruction and enlargement 
of the University of London had been engaged. It was, he 
said, an extraordinary thing that in this great capital no 
opportunity should be offered for a student to take a degree 
in engineering. The apathy of London members of Parlia- 
ment on the question was astonishing, seeing how great was 
the need for the reconstruction of the Cavani Mr. J. W. 
Swan, F.R.S., president of the Institution of Electrical Engi- 
neers, proposed the toast of the evening, “ The Institution of 
Junior Engineers.” He said the extension and greatness of 
the Empire were mainly due to the genius and enterprise of 
engineers, with whose future work the interests of the 
country were bound up. Mr. Vorley, who responded, 
mentioned that the Institution now comprised 500 members. 
Before resuming his seat he gave the toast of “The 
Honorary Members.” Mr. Hiram S. Maxim, in reply, 
spoke of the advanteges which electricity possessed over 
steam, and said it was to the former force that they must 
look if they wished to have more rapid transit and to double 
the speed attainable by the locomotive. “The evening was 
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thoroughly enjoyable one ; indeed, Mr. W. T. Dunn, the 
popo ar and indefatigable secretary, invariably makes the 

nstitution dinner a success in every way, but on this 
occasion speeches were specially good, the music, for 
several years past a feature at these annual gatherings, was 
highly appreciated, and the cinematographic display of the 
Queen's Diamond Jubilee procession was admirably handled 
by the Messrs. Prestwich. We shall hope to see in each 
succeeding year large accessions to the ranks of the 
Junior Engineers, for to them we look for the men 
to on the work begun by those, who, one day, must 
leave the younger members of the profession to bring it 
to finality. The Jnnior Eugineers may rest assured that 
nothing will be wanting on the part of the technical 
press to encourage them in all ways, and to give publicity to 
the doings of such an important body, youthful though it 
may be. What it lacks in experience, it makes up for in 
. energy and determination to make its power felt, and we 
shall always take a pleasure in doing all that lies in our power 
to foster the further development of the Institution. 


Obituary.—The death of Lord Sackville Arthur Cecil 
took place on Saturday afternoon at Holwood, Beckenham, 
Kent, the seat of his mother, Mary, Countess of Derby. His 
lordship had been ill for some eight weeks, but was making 
progress towards recovery until an attack of pleurisy super- 

 vened on pneumonia, which, in his ас state, he was 
not able to fight against. He was a son of the second 
Marquis of Salisbury, and was born in 1848. Educated at 
Wellington College and Trinity College, Cambridge, he took 
his B.A. degree in 1869 and his M.A. in 1872. He had 
considerable scientific attainments, and became very weil 
known in connection with both railways and telegraphs. In 
1869 he acted as chief electrician on board the cable steamer 
Africa during the laying of the Marseilles Bona and Malta 
cable, and in 1870 served on the staff of the late Sir Charles 
right supervising the manufacture of telegraph cable for 
the Panama and South Pacific Company. Both these cables 
are to-day in working order between France and Algeria, the 
destination of the latter having been changed on account of 
а law suit and the subsequent liquidation of the Panama and 
South Pacific Company. From 1878 to 1880 he was assistant 
general manager of the Great Eastern Railway, and from 
1880 to 1885 he was general manager of the Metropolitan 
District Railway. He also became chairman of the Exchange 
Telegraph Company and director of the Eastern Telegraph 
Company, the Brazilian Submarine Telegraph Company, the 
Globe Telegraph and Trust Company, and the Pacific and 
European Telegraph Company. He was a man of great 
activity, and was ed of an enormous capacity for work. 
Lord Sackville Cecil’s rectitude of character won the esteem 
of all those who were thrown into contact with him, and his 
los will be severely felt by his numerous friends, and by the 
companies with which he was connected. The deceased was 
one of the original members of the Institution of Electrical 
Engineers, 

On Thursday, the 27th ult., Major Alexander Wood was 
buried in the Parish Churchyard of Erith, in which district 
he had lived for some 25 years. The deceased was well 
known in telegraph circles, through his connection with the 
Western and Brazilian Telegraph Company, which he piloted 
through many storms. The loss of his keen perception and 
his master mind will be deeply felt by his colleagues. To 
those who served under him will his loss be great, as Major 
Wood’s generous disposition made him continually think of 
the absent toilers whose work, in sometimes unhealthy 
climates, contributes so much to the well being of their chiefs 
and employers at home. While a generous man, the deceased 
was far from being a weak one, as he dealt severely with things 
and men when the occasion demanded this treatment. Major 
Wood was born at sea in 1843, and was the son of Captain 
Wood, one of the band of pioneer explorers in Central Asia. 
In early life he belonged to the Bombay Staff Corpe, and saw 
active service in China and Japan. On his retirement from 
the Indian Army, in 1872, he began the work of his life, and 
in various capacities was connected with the projected Great 
Western Telegraph Company, with the Western and Brazilian 
Telegraph Company, the late Central American Telegraph 
Company, the Platino-Brazilian Company, and the Amazon 
Telegraph Company. Until within a year of his death, when 


his health failed him, he was the active head of the Western 
and Brazilian, the Platino, and the Amazon Companies. He 
was also director of the Pacific and European Telegraph 
Company. Many of our foreign readers may remember the 
cheery, active personality who attended the International 
Telegraph Conference of London, Berlin, and Paris. We 
join with many others in tendering our sympathy to his 

reaved family. 

We regret to record the death of Mr. C. W. Stronge, C. B., 
who succumbed to pneumonia at his residence in Whitehall 
Court on Sanday last. Mr. Stronge wes born iu 1816, the 


third son of the late Sir James Mathew Stronge, Bart., of 


Tynam Abbey, Armagh, and entered the Treasury in 1833. 
After a service of half a century in that Department, he 
retired from the post of principal clerk. He had at different 
isis of his career acted as private secretary to different 
inisters, among these the Earl of Derby, during his 
Premiership. Mr. Stronge was made a Companion of the 
Bath on the recommendation of Lord Beaconsfield. He had 
Berved as official Government Director on the boards of sub- 
sidised telegraph and steamship companies, and at the time 
of his demise, was a director of the Eastern, and of the 
Eastern and South African Telegraph Companies. 


Puzzle—Find the Trolley. We sometimes get in- 
teresting news from across the Atlantic as to what is being 
done on this side. Occasionally the information is known 
there sooner than here, and we wonder why it has not been 
firat divulged in England. For a quite new and interesting 
piece of information we go to the American Machinist, which 
says: 

On a trolley line in Birmingham, England, the raile are made in 

Pittsburg, the cars in Philadelphia, the boilers in Erie, the engines 
in Milwaukee, and the electric fittings in Schenectady. 
This paragraph bears a very тозу complexion to the 
American electrical manufacturers’ eyes, which would be 
quite justifiable if only it were true. What we should like 
to know is, * How long has there been a trolley line at 
Birmingham ?” This is the first we have heard of it. 


Electric Antomobiles in France.—The Société des 
Voitures Electriques, using the Krieger system, the large 
and well-known Parisian carriage works, which was estab- 
lished in 1895, will probably soon be known by the title of 
Compagnie des Automobiles Electriques, it being now, says 
the Paris correspondent of the Electrical World, on the 
point of changing its organisation, and making ita capital 
5,000,000 francs ($1,000,000). According to some com- 
parative calculations of all the costs of installation and 
operation required by animal, oil-motor, and electric trac- 
tion, this company siates that all the advantages of economy 
lie with the electric system. For daily cost of operating cabs 
they give:— 

For anima! traction . 15.44 francs 6285 


For a petroleum automobile e 1920 „ (82.65 
For an electrie automobile .. 813 „ (81.63) 


Dust Destructors and Electric Lighting, — The 
glowing accounts which are given from time to time about 
the success of the Shoreditch combined plant are having 
their effect, and municipal authorities in various parts are 
pursuing inquiries into the subject, in the belief that success 
is already assured. The Johannesburg Town Council has 
decided to go in for dust destructors, and the suggestion is 
now being made there to erect them at the electricity station 
at the lower end of President Street. In this connection, 
Machinery, a South African paper, urging steps to be taken 
in this direction, cites the Shoreditch plant as an “unqualified 
success from all points of view," and well worth imitating. 
As to the “unqualified success,” we will, without referring 
again to the question of fuel, simply draw attention to some 
of the points raised on this very interesting subject, by Mr. 
Robert Hammond, in his remarks to the Gloucester Town 
Council last week. A brief report appears in another 
column. 


Personal.—Mr. A. E. Worswick, chief electrical en- 
pineer of the Cape Town Tramways Company, has left Cape 
Town for Mexico, to take up a position in connection with 
the administration of в large electric traction system. 
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Forthcoming Lectures,—4A special course of lectures on 
„The Design and Testing of Power Cables for Specific 
Purposes,” have been arranged by the City and Guilds 
Institute to be delivered at the Central Technical College on 
Wednesdays at 12 o'clock, by Mr. Mervyn O'Gorman, late 
manager of the Fowler-Waring Cables Company. The first 
lecture was given on Wednesday, 2nd inst., and the others 
will take place on 9th and 16th inst. 


Professorship Vacant.—Prof. Carey Foster resigns the 
Quain Professorship of Physics at the University College, 
London, at the close of the present session. Applications 
for the chair have to be made to the secretary, Ит. J. M. 
Horsburgh, M.A., by March 1st. 

Our Volunteers,—4A daily paper says that it is intended 
by the War Office to appoint non-commissioned officers of 
the Royal Engineers for the permanent staff of the new 
Corps of Electrical Engineer Volunteers, as soon as their 
services are required for training the Corps. 


Toy Science.—This month's issue of Good Words has a 
very interesting illustrated article by Mr. James Swinburne 
on “ Science of Some Toys.” | 


Appointments Vacant.—The Birkenhead Corporation 
want a resident electrical engineer, at £800 per annum. 
our “ Official Notices." 

The Northwich Electric Supply Company want a resident 
electrical engineer for their gas-driven electric light works. 
See our “ Official Notices." 


Municipal Electrical Association.—We hear that Mr. 
Alfred H. Gibbings, the city electrical engineer of Bradford, 
has been elected president of the Municipal Electrical 
Association, in succession to Mr. C. H. Wordingham, and 
will preside at the annual covention in London next June. 


Lectures on ‘ Electro-Deposition.”—Prof. S. P. 
Thompson commenced on Wednesday at the Finsbury 
Technical College, & course of laboratory instruction and 
lectures on Electro-Deposition.” A syllabus of the course 
has been issued. 

Falcon Works Engineering Society.—A very successful 
meeting of the Falcon Works Engineering Society was held 
at Loughborough, on Thursday last. Mr. R. P. Sellon 
Бес and а most interesting paper was read by Mr. J. J. 

teinilz, the Borough electrical engineer for West Ham, on 
“ Зоше Practical Hints on Starting a Municipal Electrical 
Department." 


The American Blizzard.— The American blizzard has 
played havoc with the telegraph, telephone and trolley wires 
in Boston. The wires are down in all directions, and some 
of the accounts in the press say that over 200 horses lie dead 
in the streets through electrical shocks and extreme cold. 


Lectures.—On the 22nd ult., Mr. A. Н. Fison, D.Sc., 
commenced a series of ten lectures on The Electric Current 
and its Modern Applications,” at the Technical Institute, 
Wandsworth. 

At the Bishopsgate Ward Club, last week, Mr. W. C. C. 
Батето read а paper on “ The Supply of the Electricity from 
Central Stations, and dealt with the question of municipal 
v. private enterprise. He referred to the error committed 
by the Commission of Sewers in giving over ite electric 
lighting powers to two companies, 

Mr. F. Н. Headley read a paper on “Electricity, the 
Transmitter of Power,” before the Mining Association and 
Institute of Cornwall, on Wednesday last week. 

Mr. Wm. Lynd is delivering a series of lectures on 
Wireless Telegraphy,” in the Free Trade Hall, Manchester. 


Presentation to Mr. Н. C. Fischer, C. M. G.—It is stated 
that в movement js on foot among the superintendents and 
staff of the Central Telegraph Office, for the purpose of 
making farewell presentations to Мг. Н. C. Fischer, G. M. G., 


who is, as already stated, about to relinquish the office of 
comptroller. 


Personal.— Mr. Mervyn O'dorman, late of the Fowler- 
Waring Cables Company, has joined Mr. E. Н. Cozens- 
Hardy, chief assistant to the Brush Company's engineer, in 
an examination of Continental and American methods, with 
а view to & subsequent partnership in consulting work. 


Telegraph Directors Dead.—The Pacific and European 
Telegraph Company hae, within the last week, lost two mem- 
bers of the Board, in the persons of Lord Sackville Cecil and 
Major Alexander Wood. In addition to these two names a 
third has to be registered, Mr. C. W. Stronge, C.B., a 
director of the Eastern Telegraph Company, who has algo died 
in the same week. 


Telegraphists' Grievances.— The Postal Telegraph 
Clerks’ Association have drawn up a circular letter which 
each postal employc will forward to the member for 
the constituency in which he lives, urging him to 
be present at the House of Commons on February 
8th, when Mr. Sam Woods is to lay before Parlia- 
ment the grievances of the service. The circular, says last 
night's Pall Mall, calls attention to the alleged inadeqaacy 
of pay and insufficient prospects, and points out that a 
man must complete 21 years of irreproachable service 
before he can receive 568. per week. Тһе assosiatiou 
ask for a prospective £200 after 25 years of service, 
claim the absolute right of combination and free speech, and 
particularly call attention to the fact that absence through 
sickness for nine days may lead to compulsory retirement. 
They desire that this rule should be cancelled. 


NEW COMPANIES REGISTERED. 


Clench & Co., Limited (55,749).—Registered January 
21st, with capital £80,000, in £10 shares, to uire the business of 
“Clench & Oo.,“ of Lincoln Works, Chesterfield, and elsewhere, to 
adopt an agreement with F. and G. М. Clencb, and to carry on the 
business of mining, electrical, mechanical and general engineers, tool 
and implement makers, boiler makers, metal workers, &c. The sub- 
scribers (with one share each) are:—F. Clench, Lincoln Works, 
Chesterfield, engineer; G. M. Clench, Lincoln Works, Chesterfield, 
engineer; Н. 8. Johnstone, Springfield Road, Bt. Leonard’s-on-Sea, 
solicitor; 8. @. McDakin, 15, Esplanade, Dover, retired captain; E. 
Clemente, 74, Southgate, Sleaford, engineer; E. W. Whattan, Rat- 
land Road, Chesterfield, clerk; D. H. Davis, Longlands, Chesterfield, 
solicitor. The number of directors is not to be less than three, nor 
more than five ; the first are the first five subscribers. Qualification, 
£500; remuneration as the company may decide. Registered by 
Devonshire & Co., 1, Frederick’s Place, Old Jury, E.C. 


Trehearne Electrical Engineering Company, Limited 
(55,798).— Registered January 26th with capital £2,000 in £1 shares, 
to carry on the business of electrical engineers, suppliers of elec- 
tricity, electricians, electrical apparatus manufacturers, &c. The 
subscribers (with one share each) аге:—8. G. Trehearne, 155, Fen- 
church Street, E.C., electrician; J. A. England, 118, Abbeville Road, 
Clapham, stationer; A. J. Jackson, 66, Heaton Road, Peckham, 
gentleman; R. Bridge, Innellan, Cavendish Road, Sutton, printer; 
W. H. Hughes, 155, Fenchurch Street, E. O., clerk; F. C. Powell, 248, 
Haydon's Road, South Wimbledon, clerk; H. C. Clarke, Oakleigh, 
Merton Hall Road, Wimbledon, assistant. Table “A” mainl 
applies. Registered by B. G. Trehearne, 155, Fenchurch Street, E.C. 


W. J. Jenkins & Co., Limited (55,826).— Registered 
January 27th, with capital £20,000 in £10 shares, to acquire the 
business carried on as “ W. J. Jenkins & Co.,” at the Beehive Works, 
East Retford, Notts., to adopt an agreement with W. J. Jenkins, and 
to carry on the business of gas, electrical and mechanical engineers, 
iron founders, millwrights, metal workers, contractors, &c. e sub- 
scribers (with one share each) are:— L. F. Trafford, 2, Sloane Street, 
S. W., major; Mrs. A. R. Trafford, 7, Sloane Street, S. W.; а. R. 
Trafford, Oxford and Cambridge Club, S. W., gentleman ; J. Goodman, 
Yorkshire College, Leeds, professor; C. P. Smith, 41, St. Michael's 
Road, Northampton, traveller ; J. W. Durnford, 24, Caledonian Road, 
East Retford, engineer; W. J. Jenkins, 125, Thrapston Road, East 
Retford, engineer. The number of directors is not to be less than 
three nor more than five; the first are:—L. F. Trafford, J. Goodman 
and W. J. Jenkins; qualification £1,000; remuneration as fixed by the 
company. W. J. Jenkins is the managing director with £400 per 
annum. Registered by Jordan & Sons, Limited, 120, Chancery Lane, 
W.C. Registered Office, Beehive Works, Retford, Notts. 


Langdon Davies Electric Motor Company, Limited 
(55,830).— Registered January 27th, with capital £70,000 in £1 
shares, to adopt an agreement with the Davies Motor Company, 
Limited, for the acquisition of certain agreements relative to alter- 
nate current motors, and to carry on the business of electricians, 
engineers, light and power contractors, and electrical manufacturers. 
The subscribers (with one share each) are:—E. W. 8. Crawley, 44, 
Castletown Road, West Kensington, engineer ; C. E. Cree, 12, Nevern 
Road, Earl's Court, barrister; A. W. Cree, Brodsworth, Beckenham, 
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solicitor; H. E. Cree, Benenden, Eastbourne, solicitor; W. 8. 
Matingly, 118, Highbury Hill, N., clerk; W. L. Davies, 61, Gwendwr 
Road, West Kensington, engineer; A. Soames, Walpole Lodge, 
Bromley, Kent, engineer. The number of directors is not to be less 
than three nor more than nine. The first are C. E. Cree, A. W. Cree, 
W. Langdon Davies, А. Soames, and E. W. S. Crawley. Qaalification 
£1,000; remuneration not more than either 10 per cent. of the 
profits, or a £1,000 per annum dividend. Registered by Oree & Son, 
13, Gray's Inn Square, W. C. 


United Ordnance and Engineering Company, Limi- 
ted (55,860).— Registered January 29th with capital £550,000, in £1 
shares (275,000 £54 per cent. cumulative preference), to acquire and 
turn to account the benefit of a contract with Schneider & Oo., of 
Creuzot, for the manufacture of the Schneider-Canet Artillery, in the 
United Kingdom and its colonies, to acquire and carry on the busi- 
ness of mechanical, hydraulic, electrical and mining engineers, 
carried on by Easton, Anderson & Goolden, Limited (registered in 
1894), and to adopt an agreement with E. T. Hooley. The subecribers 
(with one share each) are:—H. F. Nicholson, Cobham, Kent, 
admiral ; C. Cammell, Sheffield, gentleman ; H. K. Baynes, 15, Chapel 
Street, S. W., gentleman; W. T. Marriott, 56, Eanismore Gardens, 
S. W., Qusen's councillor; E. Legge, 7, Albion Street, W., barrister ; 
P. B. Dobson, Zalla Road, Nottingham, gantleman: Н. P. King, 36, 
Savernake Road, South Hampstead, clerk. The number of directors 
is not to Ъз less than five nor more than eleven; the first are—H. F. 
Nicholson, K. C. B., F. Elgar, H. McCalmont, E. Cammell, P. Mosley, 
T. Wilson, and H. K. Baynes. Qualification 1,000; remuneration 
£300 each per annum (£500 for the chairman), together with £1,000 
per annum, divisible, for every 1 per cent. in the ordinary dividend 
above 5 percent. Registered by Golding & Hargrove, 93, Cannon 
Street, E. O. 


OFFICIAL RETURNS OF ELEOTRICAL 
COMPANIES. 


Railways’ Electric Supply Syndicate, Limited 
(52,812).— This company's statutory return was filed on November 
13th, when 7,000 shares were taken up and issued as paid, out of a 
capital of £10,000 in £1 shares. 


Silicon Electric Lamp Syndicate, Limited (47,238). 
his company will not be proceeded with, as the patents, for the 
acquisition of which the undertaking was formed, bave been other- 
wise disposed of and the name of the company will be struck off the 
register. 


Rand Central Electric Works, Limited (43,712).— 
This company’s annual return was filed on January 7th, when the 
capital of £300,000 in £1 shares was taken up in full. 25,000 shares 
are considered as paid, and £275,000 has been received. 


Single-Wire Multiple Telephone Signal Company, 
Limited (16,875). — This company's annual return was filed on 
December 21th, when 374 sbares were taken up and paid for in full, 
out of a capital of £5,000 in £10 shares. 


CITY NOTES. 


— — 


The St. James’ and Pall Mall Electric Light Company, 
Limited. 


Тн ordinary general meeting will be held at Carnaby Street Cen- 
tral Station, Golden Square, W., on Tuesday, February 8th, at 12 
o'clock, and the directors’ report to be then presented reads as fol- 
lows :—'' The directors submit their report for 1897, with the accounts 
as certified by the company’s auditors. The extension of Carnaby 
Street Station is on the point of completion, and will soon be 
equipped with a full plant of 5,000 horse-power. It has been work- 
ing satisfactorily throughout the year in connection with the station 
at Mason’s Yard. Steady progress has been made in the increase of 
the company's supply to private consumers, and the principal streets 
of the district are now lighted by electricity. An agreement, dated 
December 16th, 1897, has been made with the holders of founders’ 
shares by which, subject to confirmation by the shareholders, they 
will receive an allotment of 120 ordinary shares at par in exchange 
‘for each founders’ share, such exchange to take effect as and from 
January 186, 1898. In order to carry out this agreement steps are 
being taken to increase the capital of the company to £300,000 by 
the creation of 20,000 new ordinary shares of £5 each, of which 
12,000 £5 shares are to be issued at par to the holders of the 
founders’ shares. This will give the company £60,000 additional 
capital at once, and will, in effect, extinguish the founders’ shares. 
The net earnings of the company during the past year bave amounted 
to £29,093 17s. 7d. Of this sum, £6,996 10s. was distributed in 
August last in payment of an interim dividend at the rate of 7 per 
cent. per annum for the half-year ending June 30th, 1897, on the 
ordioary shares, and of 7 per cent. per annum on the preference 
shares. The balance, £22,097 7s. 7d., together with the undivided 
profit of £327 15a. 9d. from last year’s account, leaves £22,425 3s. 4d. 
now to be dealt with. 


The directors propose to divide the amount as follows :— 


E «ad 
(а) By payment of a dividend at the rate of 7 per 
cent. per annum on the preference shares for 
the second half of the year 0 . 3,500 0 0 
(5) By payment of a dividend on the ordinary shares 
for the second half-year of 118. per share, 
making, with the interim dividend paid on 
August 2nd last, a total distribution of 144 
per cent. for the year ... i iss .. 10,989 0 0 
(c) By payment of a dividend of £75 10a. 4d. per 
A on the founders’ shares... " .. 7.551 18 4 
(d) Amount to be carried forward to ordinary 
shareholders’ undivided profit account — ... 384 10 0 
£22,425 3 4 


“Sir John H. Morris, K. O. S. I., and Mr. Bennett Fitch, M. Ist. O E., 
are the directors who retire by rotation under clause 79 of the 
articles of association, and, being eligible, offer themselves for re- 
election. The auditors, Messrs. Deloitte, Dever, Griffiths & Co., also 
retire, and, being eligible, offer themselves for re-election.” 


At the conclusion of the annual ordinary meeting of the company, 
an extraordinary general meeting will be held for the purpose of 
confirming the following resolutions passed at the extraordinary 
general meeting of the company, held on January 18th, 1898, во as to 
make them special resolutions :— 

“1, That the agreement bearing date December 16th, 1897, and 
made between the company of the firat part, the parties whose names 
are subscribed in the first column of the schedule thereto, being the 
registered holders of the 100 founders’ shares of £1 each in the 
company of the second part, and Eustace James Anthony Balfour and 
Josiah Асет Clark of the third part, be, and the same is hereby 
approved, and that the directors be, and they are hereby authorised 
to carry the same into effect. 

“2. That the capital of the company be increased to £300,000 by 
the creation of 20,000 new ordinary shares of £5 each, and that not- 
withstanding the provisions of article 4 of the articles of associa- 
tion, 12,600 of such 20,000 new ordinary shares of £5 each be issued 
at par to the registered holders of the 100founders' shares of £1 
each in а= company as provided by the said agreement, December 
16th, 1897. 

“3. That the directors be and they are hereby authorised to issue to 
any registered holder of a founders’ share at any time hereafter, not 
more than 120 new ordinary shares of £5 each at par apon such 
founders’ shareholder transferring each founders’ share, of which he 
is the registered holder to Eustace James Anthony Balfour and 
Josiah Latimer Clark as trustees for the company, nothwithstanding 
that the said agreement of December 16th, 1897, may not have been 
executed by the holders of the whole of the said 100 founders’ shares 
within the three months provided by Clause 5 thereof.” 


City and South London Railway Company. 


Tum ordinary general meeting was held last Friday at Winchester 
House, Mr. Charles G. Mott presiding. In moving the adoption of 
the report, the chairman regretted that they were not able to recom- 
mend an increase in the dividend on that occasion over what they paid 
for the corresponding period of the previous year. In the December 
half of 1896 they had what was for them a very large increase in their 
traffic owing to two very important matches of the Australian 
cricketers at the Oval, and, moreover, that half-year was favourable 
for them, the weather having been severe as compared with the mild 
and dry autumn or early winter they had had this year. It was, he 
thought, very satisfactory that they were able to show, in the circum: 
stances, an increase in their receipts from passengers and parcels of 
about £40. He thought it clear that a natural increase was going on 
in their traffic, apart from what they might derive from exceptional 
causes. Their line at present had no connections with any other 
railways, nor did it run through a district which wasa very busy one. 
The extensions were going on very satisfactorily, and considerable 
progress had been made at Finsbury Pavement. Both tunnels were 
very nearly completed along Moorgate Street to the Bank. It would 
take some weeks before one of these tunnels was quite finished up to 
the Bank, and they would then only bave to tunnel a very little further 
up to the station in Lombard Street. The tunnel on the south side of the 
river, starting at Denman Btreet for the London Bridge Station, and 
going in a southerly direction, was very nearly completed, and w 
in a few weeks be up to the junction with the old line, where the 
new line left the existing line. One of the tunnels from that station 
northwards towards the City was completed to the extent of about one- 
third under the river. The necessity which they were ander of uphold- 
ing the church of St. Mary Woolnoth, at the corner of Lombard 
Street, which had given them a great deal of trouble in the past, 
would probably cause them some delay. In view of this fact and 
the necessity which had been thrown upon them of upholding the 
church, they were asking Parliament in a Bill they were promoting 
this Session to empower them, if there was any consequent delay in 
completing the line within the time expected, and they therefore had 
to incur expenditure in dividend on the preference shares they 
issued, to charge such dividend in the first instance to capital account. 
As they were aware, they issued for these extensions £200,000 of pre- 
ference shares, the dividend on which was deferred, and was not to 
begin to accrue until January lst next. The first half-yearly 
dividend on these shares would not become payable until Augash 
1899, and he might state that the reserves they now had Ш 
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band were equal to one-half of the dividend which they would 
then have to pay. They had been acquiring property for the 
station for the Clapham extension, as they thought it very 
desirable that that line should, if possible, be completed by the time 
that the other extensions were finished and opened. Most of the 
property necessary for the two stations in connection with that 
extension bad been acquired. They were negotiating for letting the 
contract for this extension, in connection with which they were, of 
course, providing for increased power, &c., at the generating station. 
The contract time for completing this extension would expire on 
September 30th next, and they had good онн for believing that a 
year hence мык Hae be able to announce that line was ready 
for opening. ving referred to the City and Brixton Railway, and 
to the negotiations which had gone on with certain parties who were 
illing to construct this line, he stated that their company would 
work it from their central generating station. They would hold a 
Wharnoliffe meeting on the 17th prox., when they would submit that 
company’s Bill and also their own Bill, when fall details would be 
given and the provisional arrangement with the City and Brixton 
Company would be set forth. With a view to an interchange of 
traffic they had entered into an arrangement with the Central London 
Railway Company, whose line commenced at the Mansion House 
and went by way of Holborn and Oxford Street to Shepherd’s 
Bash. That company, he believed, would have a very im- 
rtant traffic, and it had been arranged that the plat- 
orms of their stations at the Bank and their station below 
should be connected by a short subway. They believed there would 
be a very large interchange of traffic in consequence of this arrange- 
ment, which would prove of great convenience to a vast number of 
people. Their Finsbury Pavement station was exactly opposite the 
king office of the Moorgate Street station, and there should be a 
considerable interchange of traffic between the two lines. They 
would also have an interchange of traffic at London Bridge with the 
South-Eastern and Brighton companies. When, too, the Clapham 
extension was completed, they would have a station very near the 
Clapham Road station of the Chatham and Dover Company, and 
there also there would be a means of interchange of traffic. In 
addition, powers had already been obtained for two other lines, which 
were going to Finsbury Pavement—he referred to the Great Northern 
and City Railway, which would go from Finsbury Park to Finsbury 
Pavement, and the Epping Forest and Walthamstow line, the ter- 
minus of which would be very close to Finsbury Pavement station. 
Traffic would be brought to their undertaking by these lines from all 
of London, and an immense interchange of traffic might be 
looked for with these different railways. They had deposited a Bill 
for extending the time for constructing that part of the line which it 


was not at present proposed to build—namely, from Finsbury Pave- 


ment to the Angel at Islington. 
Mr. Sampson HANBURY seconded the motion, which was adopted. 


Buenos Ayres and Belgrano Tramways Company. 


An extraordinary general meeting of this company was held on 
Tuesday, at Winchester House, for the purpose of considering a draft 
agreement with the Buenos Ayres and Belgrano Electric Tramways 
Company, Limited, for amalgamation with the latter. 

Mr. Јони Mona, who presided, said the proposed new company 
would have a larger mileage of lines than the present one, and for 
horse traction it was intended to substitute electricity. The advan- 
tages of electric traction had long been before the public in other 


tion was practically reduced by one-half. He quoted the experiences of 
Montreal and Hamburg, in both of which the old tramways had 
fallen upon evil days, but had been resuscitated and made prosperous 
by the adoption of electricity. 

The proposal was carried. 


Official Announcements re Companies. 


Tun Registrar of Joint Stock Companies gives notice in the London 
Gazette that the rw ilu Mug many other companies will be struck 
off the register within three months, unless cause is shown to the 
contrary :— 

Birmingham House-to-House Electricity Company, Limited. 

Oaustic Soda and Chlorine Syndicate. 

Dalsiel’s Atlantic Telegram Company. 

Electrical Accessories Company. 

Electric Light and Power Share Trust. 


Nigh Aatomatic Electrical bine Company. 
Northern House-to-House Electricity Company. 
лёс ph Company. 
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Western House-to-House Electricity Company. 
Wrexham and District Electric Supply Company. 


Metropolitan Electric Supply Company. 


Tas following letter from a holder of founders’ sbares in this com- 
pany appears in the Financial News :—'' The proposal of the directors 
of the 5 Electric Supply Company to offer in exchange 
for each founders’ share an allotment of 140 ordinary shares at par, 
strikes me (a holder of twe of the founders’ shares) as a very inade- 
quate proposal considering the present rapidly-increasing revenue of 
the company. It must be remembered that there are only 100 
founders’ shares in this company, and that the holders thereof are 
entitled to one-half of the entire profits after 7 per cent. is paid on 
the ordinary; this will ultimately mean a very large sum indeed as 
the capital increases. I venture to think, therefore, that the holders 
of founders’ shares will do well to decline the directors’ proposal at 
the forthcoming meeting.—C. TEMPLE Layton.” 


Anglo-American Telegraph Company, Limited, 


THE report of the directors to the ordinary general meeting of the 
proprietors, to be held at Winchester House to-day, at 2 o'clock p.m., 
states that the total receipts from July ist to December 31st, 1897, 
including the balance of £8,507 5s. 11d. brought forward from the 
last account, amounted to £187,832 03. 11d. The traffic receipte show 
an increase of £6,540 as compared with the half-year ended December 
91st, 1896. The total expenses of the half-year, including the re 
of cables, &c., as shown by the revenue account, amoun to 
£58,372 4s. bd., being an increase of £371 16s. 8d. over the corre- 
sponding period of 1896. The directors, under the powers conferred 
upon them by the articles of asscciation, have, before declaring the 
net pions set apart the sum of £12,000 to the renewal fund, leaving 
а balance of £117,459 163. 6d. Interim quarterly dividends of 14s. 
per cent. on the ordinary stock, and £1 8s. per cent. on the preferred 
stock, were paid on November lst last, absorbing £49,000, leaving 
a balance of £68,459 16s. 61., out of which the directors recommend 
the proprietors to declare final dividends of 19s. 6d. per cent. on the 
ordinary stock, and £1 19s. per cent. on the preferred stock, avaount- 
ing to £68,250, thus making а total distribution for the year ended 
December 31st, 1897, of £3 per cent. on the ordinary stock, and £6 
cent. on the preferred stock. The balance of £209 1065s. 6d. will 
carried forward to the next account. The cables and land lines of 
the company are in good working order. In accordance with the 
articles of association, two directors of the company, Bir Gerald 
FitzGerald and Charles Burt, Esq., retire at this meeting, and, being 
eligible, offer themselves for re-election. Mr. Joshua Dean and Mr. 
4 ae Gane, F.C.A., the auditors, retire, and offer themselves for re- 
ection. 


Central London Railway Company. 


Tue fifth ordinary general meeting was held on Wednesday at 16, 
Great George Street, 8.W., Mr. Henry Tennant presiding. 

The CHAIRMAN remarked that the number of shareholders had 
slightly increased during the half-year, and the number now stood at 
1,073. In moving the adoption of the report, he said: On reference 
to the report you will perceive that the expenditure up to the end of 
the half-year now under review, has been £1,606,948 7s., and that the 


amount received on shares is £1,407,042. Tne expenditure, therefore, 


appears to have been more than the receipts, and the capital account 
shows & debit balance of £199,908 7s. Now this, in the main, is 
explained by the fact that £228,000 odd appears as owing to the Elec- 
tric Traction Company under certificates from the engineers—that 
is, the engineers have certified that this sum is due to the oon- 
tractors, and the company have not d er them. If you will look at 
the accounts, you see that the Traction Company covenanted to 
take up a certain number of shares, and they now stand in the 
accounts as unissued shares. This, the Traction Company are ready 
to do, and therefore the sum entered as payable to them will be dis- . 
posed of on the transactions as to the shares being completed, and 
that will be so completed before very long. The share capital, 
when that has been done, will stand thus:—The whole of the share 
capital will stand as issued with no less than £6 per share 
paid up thereon. I think there is nothing else in the accounts 
which I need trouble you about at present. What is more important 
is the question of the progress of the works which is dealt with in 
the engineers' report. According to that report, good p в has 
been made during the past six months, and I am glad to say that no 
serious hindrance to the engineers’ operations have occurred during 
the half-year. You will observe the interesting fact that three- 
fourths of the ordinary tunnel—that is the main line tunnel, has 
been completed as well as one-half of the station tunnels—these 
station tunnels are, of course, & good dea] wider than the ordinary 
tunnels so as to make room for platforms. One-half of these have 
been completed, and the shafts for the lifts, and stair- 
cases, the engineers say in their report, have been constructed. 
Of course, there may be some finishing work, but the main 
operation has been completed. I think l have said before that 
а very difficult work had to be undertaken, vis, the diver- 
sion of sewers. They are very difficult things to touch, especially in 
London, I think, and then gas and water pipes had to be taken up or 
removed, and all that had to be done under the pavement at the Bank 
Station. Now, this is proceeding satisfactorily, and of it is 
ractically complete, and the public subways are well advanced. 
e operations in connection with access from the Waterloo and 
City Company to the public subways at the Bank are also, according 
to the engineers, satisfactory progress, although great diffi- 
culty was encountered in the construction of this part of the work 
owing to sewers and other obstructions which had to be dealt 
with. I hope that all these difficulties are now practically 
surmounted. We have agreed provisionally for the construction 
of a low level conneotion between the platforms of the City and 
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Bouth London Railway and the platforms of the Central London at 
the Bank station. The terms are to be embodied in an agreement, 
which the South London Company are preparing, and as we have 
not yet received it, I am not in a position to say anything further at 
the present moment respecting it. The arrangements for the supply 
of electrical equipment have been made, and the works have been 
commenced. In the present position of the railway, there are no 
materials for any long speeches. The time will come when the 
occupant of the chair, whoever he may be, will have plenty to talk 
about—that is, when the line has been completed for traffic, and 
is earning a dividend. He moved the adoption of the report, and 
the payment of interest at the rate of 3 per cent. per annum on the 
paid-up capital of the company. 

Lim COLVILLE оғ CuLRoss seconded the motion, which was 


to. 
Mr. Tennant was re-elected a director. 


The Liverpool Overhead Railway Company. 


Tux directors’ report to be presented to the half-yearly meeting of 
the shareholders, to be held at the Law Association Rooms, 14, Cook 
Btreet, Liverpool, on Tuesday, 8th inst., reads as follows :— 

"In presenting the half-yearly statement of capital and revenue 
accounts to December 31st, 1897, the directors have to report that the 
grons revenue receipts amount to £37,583, and the working expenses 

£24,240 4s. 1d. 

The number of passengers carried during the last two years is as 
follows :— i 

alf-year 


ending 
June 30th, ` 
1896. 


Half-year 
ending 
December 


Half-year FHalf-year 
ending ending 
June 30th, December 
81st, 1896. 1897. 81st, 1897. 
455,561 476,817 608,278 621.392 
2,284,823 2,473,828 2,618,844 2,790,768 


999,191 968,489 1,042,138 1,055,330 
3,739,575 3,919,134 4,269,260 4,467,490 


First class 

Second class ке 

Workmen (special 
return tickets) ... 


Total ... 


REVENUE ACCOUNT. 


Басс ts from passenger trafic amount to . £36,994 12 0 


eous receipts and interest _... 588 8 0 

£37,583 0 0 

Less working;expenses m see .. 24,240 4 1 
£13,342 16 11 

Deduct interest on mortgage debentures ... 3400 0 0 

| £9,942 15 11 

Add balance brought forward, June 30th, 1897 3,810 6 0 


Leavingfavailable for dividend ... -— .. £13,753 111 


„Out of this balance your directors recommend the declaration of 
dividends at the following rates (less inoome-tax), payable on and 
after February 11th next: 


b per cent. per annum on preference shares ... £3,000 
93 5„ M ordinary shares 7,875 
ETE а balance of £2,878 1s. 11d. to be carried forward to next 


- year. 

The directors retiring by rotation at this meeting are Mr. Edward 
Lawrence and Mr. George Hunter Robertson, who, being eligible, 
offer themselves for re-election. The auditor retiring by rotation is 
Mr. George Nicholson, who is also eligible for re-election.” 


The Yorkshire House-to-House Electricity Company, 
Limited. 


THe annual general meeting of the shareholders of the Yorkshire 
House-to-House Electricity Oompany, Limited, was held on Tuesday 
anon at the Great Northern Hotel, Leeds, Mr. Grosvenor Talbot 
P Е. 

The ОнлтамАн, in moving the adoption of the balance-sheet and 
report, said that he hoped it would prove satisfactory to all. The 
amount of capital now raised by shares was £131,932, an increase of 
£33,972 over last year. The total amount expended on capital 
account was £161,009, representing an increase of £55,633. The 
large additions! expenditure had been due in the first place to the 
erection of new buildings. They had added 1,000 horse-power to 


their engine capacity, the total capacity being now 2,800 horse-power, 


and had also largely improved the means of supplying the current to 
the centre of the town. They proposed to pay the same dividend 
as last year, and for this half-year at the rate of 7 per cent., 
making 6 per cent. for the year. The depreciation fund now 
amounted to £6,660, and the reserve fund to £8,000, while the 
total amount they held in reserve in one form and another was 
£17,929. During the past year they had increased the 
number of lamps by 9,754, and the units sold by 131,871. The 
Chairman then referred to the recent reduction of price, which, 
he eaid, had made electricity in Leeds the cheapest illuminant, and 
then went on to deal with the proposed acquisition of the company 
by the Corporation. In connection with this matter, he said that the 
directors knew no more about the subject than the shareholders 
themselves. He felt sure that they would endeavour to meet the 
demand in a fair spirit. The Corporation were sending a deputation 


to meet the directors in a week's time. The company was a flourish- 
ing and progressive concern, and he was confident that whatever they 
would be able to get from the Corporation would not be anything 
like its value either in the property or the rights which the Оогрога- 
tion would gain and which they would have to surrender. 

Mr. A. G. Lupron seconded the resolution, which was carried 
unanimously. 

А number of questions were asked as to the suggested taking over 
by the Corporation. Mr. Colbeck said that he had heard that some 
of th» founders' sbares might come into tbe market in order that their 
position might be tested. ; . 

The СнатвмаАнм said that he had not heard of there being any like- 
lihood of anything of the sort taking place. He did not think that 
anyone really knew what the value of those shares was, though a 
gentleman had written from London offering £170 each for them. 
Not a single share of that class had ever changed hands. 

In answer to a question as to whetheran effort had ever been made 
to redeem the founders' shares, the chairman said tbat the directors 
had inquired into the matter, and discovered that they could not 
redeem the shares without putting such a burden upon the concern 
as to render it extremely improbable that the shareholders would 
consent to the scheme. It would be such an exhaustive process that 
it would do away with dividends for some time to come. 

Mr. A. G. Lupton and Mr. J. T. Pearson were re-elected 
directors, and the meeting closed with & vote of thanks to the 
chairman. 


National Telephone Company.—The directors last 
week resolved, subject to fiual audit, to recommend, at the forth- 
coming general meeting of shareholders, the following dividends for 
the half-year ending December 31st, last: At the rate of 6 per cent. 
per annum, less income-tax, on the amounte paid up on the first and 
second preference shares; at the rate of 5 per cent. per annum, less 
income-tax, on the amounts paid up on the third preference shares; 
at the rate of 6 per cent. per annum, free of income-tax, on the amounts 
paid up on the ordinary shares, carrying £40,000 to reserve, and about 
49,000 forward. The transfer books will be closed from February 
4th to the 17th, both days inclusive, and the dividend warrants will 
be posted on the latter date. With regard to the 130,766 third 
preference shares issued in June last, the dividends thereon will bs 
calculated from the dates fixed for payment of the various instal- 
mente. 


Stock Exchange Notices.—The Stock Exchange Com- 
mittee has appointed Wednesday, February 9th, a special settling day 
in New General Traction Company, Limited—20,000 6 per cent. 
cumulative preference shares of £5 each, fully paid, Nos. 34,001 to 
54,000; and has ordered the undermentioned securities to be quoted 
in the Official List: City and South London Company—further issue 
of 832 5 per cent. perpetual preference shares, Nos. 8,420 to 9,251; 
New General Traction Company, Limited—20,000 6 per cent. camu- 
lative preference shares, Nos. 34,001 to 54,000. 


General Electrolytic Parent Company.— The directors 
of the General Electrolytic Parent Company, Farnworth, near Widnes 
(owners of the Hargreaves-Bird Electrolytic Alkali process), bave 
issued warrante to the sbareholders for the payment of an interim 
dividend of 50 per cent. on the capital of the company, free of 
income-tax. | 


Waterloo and City Railway Company.— The report of 
the directors and statement of accounts for the half-year ended 
December 31st, 1897, states that the sum of £113,170 was expended 
during the half-year. The shares being now fully paid up, the 
directors recommend that they be converted into a general capital 
stock. 


Cuba Submarine Telegraph Company.—The directors 
have declared a dividend for the past half-year at the rate of 6 per 
cent. per annum. 


The Electric Light Company.—A private meeting of 
the above (a new company) was held on Monday last, at Cannon 
Street Hotel. 


London Electrical Cab Company.—The letters of 
allotment for the new issue of shares, have been posted. 


. —— 


TRAFFIO RECEIPTS 


The City and South London Railway Company. The receipts for the week hate 
January 30th, 1898, were £1,059; week ending January 3151, 1897, 41, 
decrease £12; total receipts for half-year, 1898, £5,393 ; corresponding 
period, 1897, 25,185; decrease, £55, 


ding 
The Liverpool Overhead Railway Company. The receipts for the week en 
January, 30th, 1898, amounted so £1,337; corresponding week last Jes" 
21,227; inorease, £110. 
The Western and Brazilian Telegraph Company, Limited. The receipt is 
the week ending January 2th, 1803, after deduoting 17 Re oen Com- 
gross receipte payable to the Lendon Platino Brazilian egraob 
panvy., Limited, were £2,808, 
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LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFIULALLY QUUTED. 


£5( 11. 
Electric та А ае" on, 6 % Debentures, 105—106. 
House Company, 44% Debentures . £100, 108 —110. 


House · to- 
Ken and Knights Electric Lighting Uom 


‚ uim:ted 

&5 ( 15—16 ; Oumu- 

latio 6 %, 65 (fully а Dividend, 1896, on Ordinary 
* From Birmingham Share List. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


ABSTRACT OF INAUGURAL ADDRESS. 
By J. W. Swan, F.R.B., President. 


(Concluded from page 132.) 


GOLD Extraction. 


Вағове the introduction of the cyanide process for the treatment of 
gold ore, various electrolytic methods, chiefly based upon the solvent 
action of electrolytic chlorine, had been proposed and worked; but 
the purely chemical cyanide process bas largely, if not wholly, super- 
seded these electrolytic methods for the primary treatment of gold 


Zio EXTRACTION. 


The extraction of sinc from its ores by electrolysis is a problem, 
on the solution of which much ingenuity and a considerable amount 
of money have been expended. It is a tempting problem, inasmuch 
as the method in common use of reducing the native sulpbi ie or the 
carbonate of zinc to the state of oxide by calcination, mixing this with 
non-bituminous coal, and distilling in clay retorts at an extremely 
high релш, is absolutely barbaric in its primitiveness and its 


ав. 
А step has been recently taken towards this object by means of a 


ingham Blectrie Supply Company, Ordinary of £5 (EA paid), 7], - 


І, mdon Electric Supply Oorporation, £5 Ordinary, 3—3]1. 
* T. Parker, Ltd., £10 (fully paid), 129. 


Yorkshire House-to-House Blectricity Company. £5 Ordinary благо 
tally paid, 52—82. Dividend for 1896—6 %. 


Bank rate of discount 3 per cent. (October 14th, 1897). 


joe s invention of Dr. Hoepfner) at present being worked by 
Brunner & Mond. In this process sinc chloride is electro- 
lysed ; the products are chlorine and zinc. Such sinc is purer than 
commercial sinc, and will no doubt be welcomed by the 

users of sinc in primary batteries. 

For the electrolytic treatment of that hitherto intractable class of 
ore such as the Broken Hill Mine produces—the mixed sulphides of 
lead and zino—two prccesses deserve mention —one, the Ashcroft pro- 
cess, because very extensive A uis eripe have been made for carrying 
it out on a large scale; aud the other, that of Cowper-Coles. 

These bold attempts in new directions deserve success. 


ALUMINIUM EXTRACTION. 


One о? the largest, the most important, and in many respects the 
most interesting of the electro-chemical industries is that of the 
роса of aluminium. In 1855 the price of aluminium was not 

t from the price of silver, when silver was twice its present value. 
Now, bulk for bulk, it is kd gi of copper. It is no longer bought 
by the ounce, but by th» pound or ton. Тое full measure of change has 
been brought about by the employmen: of electrolytic extraction. It 
is an instance of an electrolytic method displacing & thoroughly 
elaborated and established chemical method, aad of the enormous 
increase in demand that has followed a reduction of price. The 
production at the present time is, I estimate, not less than 2,000 tons 
а year. At least 10,000 horse-power is absorbed in this industry 
alone, and power to double tbat amount is about to be applied to it. 
There is every probability that new uses will bo found for the metal, 
and that the manufacture will become a much larger one than it is at 
present. 

Although English enterprise waa prompt to adopt and improve the 
original chemical process, the production of aluminium had wholly 
departed from us until the British Aluminium Company recommenoed 
the manufacture in the electrolytic form, across the Border, 
there by the advantage of cheap water power. 

The process by which aluminium is extracted, in America, on the 
Continent, and in Scotland to-day, is in principle exactly similar to 
that by which Davy extracted potassium from potash 92 years ago. 
The electrolyte is kept in a state of fusion by the electrically generated 
heat. There are nominally two processes in use, but the difference is 
extremely emall—chiefly a slight difference in the composition of the 
electrolyte. That known as Hall's process has as ite distinctive 
feature an electrolytic bath composed of potassium fluoride in which 
alumina prepared from bauxite is continuously dissolved ; while in 


vol. 42. No. 1,054, FurhbaRT 4, 1898.) THE ELECTRICAL REVIEW. 


159 


Heroult's process the solvent of the alumina consists of cryolite, the 
double fluoride of aluminium and sodium. The electrolytic farnace 
consists of a carbon-lined iron box connected with the negative pole 
of a dynamo; this contains the electrolytic bath. Massive blocks of 
carbon are connected with the other terminal of the dynamo, and 
form the positive pole. These are immersed in the bath of fused 
material, and nearly reach the bottom. 

The carbon used in the manufacture of the anodes and for lining 
the furnace is required to be of great purity and hardness. The 
current density employed is very large—about 700 amperes per square 
foot of cathode surface, about 8,000 amperes per cell. A difference of 
potential of 5 volts is maintained between the electrodes. In 
practice, 14 electrical horse-power hours are expended iu the produc- 
tion of 1 lb. of aluminium. If a mean pressure of 5 volts is assumed, 
the theoretical yield should be nearly one-third of a pound more; 
there is, therefore, some secondary and wasteful action as well as true 
electrolytic action going on, and room for further economy. 


боргом EXTRACTION. 


The experiment by which Davy set free the few minute globules of 
metallic романа in the little pool of fused potash has to-day its 
fruition in the electrolytic process of Castner for the extraction of 
sodium, In the Castner sodium process an electrolyte of fused 
caustic soda is employed, with an anode of iron and a cathode of 
copper. The sodium is reduced at a comparatively low temperatare, 
and while in a fused state is run off into moulds. By this process 
there is produced in one worke 260 tons of sodium a year. 

Sodium is also extracted electrolytically in Germany, and, I 
believe, in America. The electrolytic process of sodium extraction 
is so much more economical than the chemical process as to have 
almost completely displaced it. 


ELECTROLYTIO ALKALI PRODUCTION. 


I now come to perhaps the most important of all the applications 
of electrc-chemistry at present engaging the attention of chemical 
and electrical engineers, namely, its application to the alkali 
manufacture. 

There are now several 5 in commercial operation for the 
production of caustic alkali, апа chlorine from brine. 

In the process of Holland and Richardson brine is electrolysed in 
a tank divided into anode and cathode compartments by imperme- 
able partitions reaching nearly down to the bottom of the tank. 
The anode compartment is enclosed, and provided with a flue for 
conducting the chlorine to bleaching powder chambers. Carbon 
anodes and iron cathodes are used. Daring electrolysis the caustic 


alkali formed at the cathode dissolves, sinks down to the bottom of 


the tank, and is drawn off; this alkaline solution is subsequently 
evaporated and fused. 

A somewhat similar process has been introduced by Messrs. Har- 
greaves and Bird for the manufacture of bleaching powder and 
alkaline carbonates. 

In the process of Hulin—in which brine is electrolysed for the 
process of soda and chlorine—the anode and cathode are both of 
carbon, but the carbon cathode is in the form of a thin porous 
partition. The peculiarity of the process is the percolation through 
the cathode partition of the stratum of the electrolyte in contact 
with it. This portion of the electrolyte is most strongly charged 
with alkali, and is forced slowly through the diaphragm by slight 
pressure on the surface of the bath, caused by restraining the escape 
of chlorine. 

In the processes described, considerable loss and many disadvan- 
tages arise from imperfect separation of the products of the electro- 
lytic action at the anode and cathode. There have been a number 
of inventions with a view to avoid this defect. The apparatus of 
Castner and Kellner is one that grapples with the difficulty in a most 
ingenious and effective manner, and it is especially entitled to notice 
because it is already in extensive commercial use. 10,000 tons of 
caustic soda and over 20,000 tons of bleaching powder will be pro- 
duced by it this year. 

The elementary apparatus consists of a shallow rectangular slate 
trough, divided into three compartments by two partitions. These 
cross the trough from side to side, but do not quite reach the bottom, 
which is grooved to form a shallow gutter under each partition. The 
partitions dip into the gutters sufficiently deeply to ensure complete 
isolation of the three compartments when the gutters are filled to the 
level of the bottom of the trough with mercury. During operation 
the mercury not only fills the gutters, but extends in a thin stratum 
over the bottom of the trough. The trough is so mounted that a slow 
and extremely slight oscillatory movement is given to it. This 
resulte, when one end is tilted up, in the stratum of mercury on the 
bottom running out of the upper end compartment into the middle 
compartment. The alternate rise and fall of the ends of the trough 
is so small that the movement is almost imperceptible, but it is suffi- 
cient to cause the mercury in the compartment at the raised end to 
run into the middle compartment, and that from the middle com- 
partment into the lower end compartment; that is to say, there is an 
alternate flow of mercury from end to end, which alternately leaves 
the raised end compartments denuded of mercury, but the floor of 
the middle compartment and of one of the end compartments are 
always covered with mercury. The grooves into which the partitions 
dip always contain mercury, and completely prevent the mixing of 
the electrolyte in the three compartments. Tue two end compart- 
ments contain brine and carbon anodes, and the centre compartment 
an iron cathode and water. The anode compartments are covered 
with glass, and provided with pipes for the conveyance away of 
chlorine to bleaching powder chambers. During the working of the 
process, sodium is deposited upon the mercury, with which it 

instantly amalgamates; the tank is then tilted until the mercury in 
an anode compartment runs into the cathode compartment, where 
the sodium is oxidised and dissolved by the water. The current 


generated by the oxidation and solution of the sodium helps to reduce 
the power required for electrolysis; for it will be seen that the sheet 
of mercury lying on the floor of the trough and divided by the parti- 
tion is always negative in the end compartments and positive in the 
middle compartment relatively to the opposed electrodes. 

The chlorine evolved at the anode ie, so far, entirely used for the 
manufacture of bleaching powder. The caustic soda produced by 
this process is of great purity. - 

Closely resembling the Castner-Kellner apparatus is that lately 
invented by Rhodin, in which the mercury-sealed anode compart- 
ments are capable of being rotated, and the construction is such that 
external heating may be applied, a higher carrent density employed, 
and such temperature conditions maintained as are necessary for 
obtaining the best result. 

Electrolytic chlorine is also extensively applied to the production 
of chlorate of potash. The manufacture of chlorate of potash b 
electrolysis is performed in a tank divided by a porous partition, wit 
very thin iridio-platinum anodes and iron cathodes. e electrolyte 
in the anode compartment is usually a solution of chloride of potas- 
sium maintained at a temperature of 45° to 50° C. The solution from 
the cathode compartment containing caustic potash is continuously 
supplied to the anode compartment, where the pes absorbs the 
chlorine, with the production of hypochlorite, which is almost imme- 
diately decomposed, with the formation of chloride and chlorate of 
poraina: . The chlorate is removed from the electrolyte in crystals. 

he yield of chlorate of potash is about 1 lb. per 5 electrical horse- 

wer-hours—nearly 45 per cent. of the theoretical amount. In 
witzerland and in Sweden chlorate of potash is now largely pro- 
duced electrolytically by water power. I am informed on very good 
authority that preparations are in progress for a large increase of 
production, and. that there is no question as to the electrolytic method 
entirely superseding the purely chemical method. 


ELEOTRO-THHBMAL PROCESSES. 


The electro-chemical processes I have so far described or referred 
to are all of them of the electrolytic kind. There are other electro- 
chemical processes which are not electrolytic, but which are 
important, and deserve mention. I refer, in the first place, to a 
group of processes and effects which depend on the principle of dis- 
sociation and combination at extremely high temperatures, and which 
involve the employment of the electric furnace, first suggested and 
applied experimentally by Sir William Biemens. 

In this class is included the electro-thermal manufacture of 
phosphorus; also that most useful and interesting polishing and 
cutting material next in hardness to the diamond, carborundum—the 
invention of Mr. Acheson. 

Mr. Acheson has developed the size of the electric furnace to 
enormous proportions, and made it yield results of great industrial 
value. Amongst these I must mention incidentally—for it is not a 
chemical, but a physical action—the complete transformation of 
amorphous carbon into graphitic carbon. It is not new to produce 
this transformation on a small scale, but to completely convert large 
masses of carbon into graphite is both new and of great importance. 

It is well known that blocks of carbon as ordinarily manufactured, 
when used as anodes in an electrolytic cell, rapidly disintegrate ; and 
until now this has been a serious difficulty in the construction of 
electrolytic apparatus like that of Castner-Keliner. This difficulty is 
completely met by the use of graphite anodes, into which 
ordinary amorphous carbon anodes are now being transformed by the 
electric furnace. 

Some ides of the scale of these electric-furnace operations may be 
formed when it ів realised that 1,000 electrical horse-power for 36 
hours is expended in one heating. 

To the same class of electro-thermal products belong carbide of 
calcium and a great number of analogous producta, first obtained by 
M. Moissan by means of the electric furnace, employed with the 
most admirable skill, guided by thorough scientific knowledge, and 
the exercise of that kind of imagination which qi N and 
realises far-off possibilities. I am informed by Mr. Worth, of the 
Acetylene Company, that carbide of calcium is now manufac- 
tured at the rate of probably 20,000 tons per annum. 4 
the ff “өш substance a nam of ene A tae ting the 
bighly illu ing gas, acety and other ucts, there appears 
to be great probability of this manufacture becoming much larger. 


Озона MANUFACTURE. 


I must not omit to mention a quite different order of electro- 
chemical effects, in which alternate or intermittent currents of high 
tension are employed to induce the formation of ozone. By means 
of ozone, secondary chemical effects of great valae are obtained; 
among these I may mention the manufacture of vanillin and helio- 
tropine, now established manufactures. | 

Ozone has also been applied to wax bleaching, and to the thicken- 
ing and bleaching of oils, and to a number of other important uses. 


PROSPECTS оғ тни ÉLECTRO-ÜHEMICAL INDUSTBY. 


Although I have but touched the fringe of this matter, I will not 
weary you with further examples of the value and extent of the 
applications of electricity to chemical manufactares. I have shown 
that already there is a large amount of valuable electro-chemical 
work being done, and that there is a limitless prospect of expansion. 

Looking at the immediate fature, many interesting questions pre- 
sent themselves, which mast be considered, even though we may not 
be able to completely answer them. Amongat these are the questions, 
To what extent, and in what cases, are electro-chemical methods 
likely to supplant old-established chemical methods? And it ia not 
too soon to ask where, and by what means, will the new electrolytic 
manufactures be ultimately carried on? 

Will the introduction of electro-chemical methods of manufacture 
uproot the old manufactures from their ancient habitat ? 


` wre other 
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In the time that has passed, Britain has enjoyed in chemical 
arpa aia а great advantage in the possession of an abundance 
of coa . 

We are about, in some measure, to lose the benefit of this advantage 
through the innovations of electro-chemistry. 

Whether we profit or lose by the change, largely depends on our 
„ unreadiness to adapt ourselves to the new order of 

ings. | 

Whatever happens, nothing can be more certain than this—that the 
electrical engineer who adds to the ordinary knowledge of his pro- 
fession a competent knowledge of the principles of electro-chemical 
practice in manufacturing operations, is thereby making broader and 
surer his path to success. 


ApDENDUM—RArIO or Cost or POWER TO PRODUCTION IN 
ELECTROLYTIO MANUFACTUBES. 


5 
r Cost of Power 
Material. ая | to мше. еса 
іп the ані 
Producti oñ and £10 a Year. 
of 1 Lb 
| At £5 At £10 
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Aluminium 14 175 35 
Nickel : 1 0:13 0:26 
ee one ТРА 9 Ho 3°33 . 041 0:83 
austic soda + 2) lbs. bleacb- "E 
ing powder " 277 | 033 , 0°66 
Chlorate of potash p: 5 062 124 
Zine extraction ... sis Sis 1 013 026 
Copper „ i$ ies 05 0065 | 013 
Copper refining ... ; 0 25 0:032 | 0064 


PHYSICAL SOCIETY. 


ORDIN ART MxETINd, January 21st, 1898. 
Mr. SHELFORD BIDWELL, President, in the chair. 


PROF. FrizaERALD exhibited some photographs by Mr. Preston in 
illustration of the Zeeman effect for various cases, including those of 
iron, cadmium, zinc, and sodium. These photographs, and the method 
of obtaining them, have already been described. The cause of doubling 
is now attributed by Prof. Fitzgerald to Popen by the surrounding 
vapour. In a particular case he examined a double line that exists in 
one of the photographs. Under the polariser the two lines are at first 
distinctly seen ; but when the polariser is turned, a thin line appears 
in the middle, and this central line is therefore circularly polari 
in a direction opposite to that of the outer pair of lines. The reason 
for the appearance of doubling in the first position of the polariser 
is that the central line is there completely absorbed out by the sur- 
rounding vapour. 

Prof. OLIVER Lopes then gave a communication concerning his 
work on ELBOTBIO BiGNALLING WriTHOUT CoNNECTING WIRES." 

From the nature of the oscillatory disturbances emanating from 
any of the customary forms of Hertz vibrator, syntony has hitherto 
been only very partially available as & means for discriminating 
between receivers. There is, in fact, во rapid a decrease in theampli- 
tude of the vibrations that almost any receiver can respond to some 
extent. Discrimination by syntony is possible with magnetic systems 
of space telegraphy where the magnetic energy much exceeds the 
electric, i. e., as between two кре inductive coils; and by the use 
of such coils, appropriately applied, the author has been able to attain 
fair syntony even with true Hertz waves—i.c., he has constructed 
spark-gap oscillators, with sufficient istence of vibration, and 
syntonised resonators. The “coherer” principle can be applied to 
either a purely magnetic or to the Hertzian system. It was first used 
by Prof. Lodge in devising lightning guards, and afterwards in his 
magnetic system of telegraphy by inductive circuits, each in series 
with a Leyden jar; a pair of knobs in near contact, or other overflow 
gap, being provided in the receiving apparatus. This was the first 
meaning of a “ coherer” in the electrical sense, as used by Prof. 
Lodge. It referred to a single contact between two metal 
knobs. The term has since been extended by others to the 
filings-tube of M. Branly, and some confusion has arisen, for M. 
Branly does not consider that simple coherence and break explains 
fully the behaviour of his instrament. Prof. Lodge is d to 
agree, for he finds that the resistance of almost any form of coherer 
varies in rough proportion to the received impulses, and that there 
pecaliarities (to be mentioned later); he is, therefore, in- 
clined to think that the action cannot, after all, be entirely explained 
as due to mere “ welding,” but that there is something more to be 
learnt about it. The sensitiveness of a coherer depends upon the 
number of loose contacts; it is a maximum for a single contact, i. e., 
for a needle-point lightly touching a steel spring. With this sensi- 
tive coherer, hardly any tapping- back is required for decoherence, 
but it wants delicate treatment when properly adjusted, and the 
greatest current through it should not approach a milliampere. On 


the other hand, s Branly tube rather improves under rough treatment ; 
in such a tube the author prefers to use iron filings in the best 
possible vacuum; brass too is very good, but rather less easy to 
manage. Aluminium is thoroughly bad, and gold, for the opposite 
reason, will not work, its surface is too clean. Points, or small 
surfaces for making contact with the filings, are better than large 
surfaces. The usual method of connecting the coherer across the 
gap of an ordinary Hertz receiver, in 
instrument and battery, has the unavoidable objection that they 
shunt away of the received oscillations. In the syntonic receiver 
of Prof. , which contains no gap but a closed wire coil instead, 
the difficulty no longer exists; for the coherer can now be in series 
with the detecting instrument, and in so far as these obstruct the 
oscillations, they may be shunted out in various ways, as the author 
describes. The main feature of his new systonised vibrators is this 
self-inductance coil, whose function it is to prolong the duration of 
the oscillations, and thereby to render syntony possible. Although 
such a coil acts disadvantageously, in so far as it possesses resist- 
ance, tbe resistance does not increase so fast as the self-induction. 
The coil should consist of thick copper of highest conductivity, 
and it should have maximum inductance for given resistance. For 
similar reasons, the capacity-areas should also be of highest conduc- 
tivity, their dimensions should increase outwards from the spark-gap 
as triangles. The receiver must have no gap, it should be accurately 
bridged over when а transmitter is used as receiver. The limit of = 
of response depends upon the telegraphic instrument. Dr. Muirhead 
adapted a siphon-recorder to the purpose, because it is one of the 
quickest responders; he arranged it so that it could be used with 
intermittent currents, direct. Under these intermittent impulses 
the siphon trembles ; and instead of the ordinary 5 the 
slip is marked with dots and dashes. Constant m 
usually employed for decoherence, but the author finds that deoo- 
herence can brought about by electrical means, without any 
mechanical tremor, by connecting the coherer momentarily to a cir- 
cuit less effective as a collector than that of the proper capacity- 
areas of the syntonised receiver. The battery and galvanometer 
detector-circuit may be used for thie purpose; the coherer oot 
momentarily connected to it, and while so connected letting it experi- 
ence an impulse from a distance. Prof. Lodge has designed a 
revolving commutator, by means of which the coherercan be rapidly 
changed over from the resonating circuit to the instrament circuit, 
and finally to the “tapping back" apparatus. A coherer is more 
sensitive when thus isolated and exposed to the full influence of the 
received oscillations; the subsequent detection of the eff»ct by 
altered connections is very convenient for laboratory measurements. 
A diagram of a series of plotted measurements showed that the 
resistance of an undisturbed filings tube is approximately a direct 
function of the intensity of the received stimulus, whether succes- 
sive stimuli increased or decreased in strength. This electrical 
rocess of “tapping back” is to be depended upon, but the process 
ong яй Иче, fatigues the tube until a mechanical shake is еш- 
loyed to restore it. Large size apparatus made by Dr. Muirhead 
or actual distant syntonic work was exhibited, and means were 
shown for protecting and isolating the coherer when its receiving 
areas were being used as emitters; alsoa switch used for changing at 
one moment all the connections from “ sending " to “ receiving." 

Prof. THRELFALL said be had come to the same conclusion as Prof. 
Lodge as to the advisability of diminishing the number of contact 
points iu the coherer. He had endeavoured to produce longer and 
more persistent waves, and thus to set afield greater effective energy. 
It was desirable to keep the waves as parallel as possible. He 
thought there was some probability that the wave-fronts could be 
altered and rendered more conformable by a process of diffraction. 

Mr. RurHEBFORD also had found it best to work with long waves. 
He fully appreciated the advantage of . the capacity of the 
oscillator by extending the surface of the metallio plates. 

Mr. CAMPBELL Swinrom asked whether experiments had been 
made to verify Hertz resulta as to the influence of reflectors behind 
oscillators and receivers. He had found them disadvantageous. A 
single wire behind either apparatus seemed partially to annul the 
effect. He also asked whether Prof. Lodge had observed the extra- 
ordinary sensitiveness of coherers to small changes of current in 
neighbouring circuits. 

Prof. Lopes, in reply, said he had observed the sensitiveness to 
slight, sudden variations of current referred to by Mr. Campbell 
Swinton, for instance, when electric rie were switched on or off, 
The effect of mirrors had been studied by Prof. Fitzgerald. They 
required to be of dimensions as compared to the oscillator and 
receiver, otherwise the true reflections were not obtained. 

Dr. SiLvANUS THompson afterwards exhibited a Tesla oscillator. 
This apparatus is intended to replace the two induction coils and 
spark gap arrangements used by Mr. Tesla for high frequency experi- 
ments. It consists of an induction coil with a separate self - induo- 
tance coil in the primary circuit. This self-inductance coil is also 
used as an electro-magnet for the separate interrupter of the primary 
circuit. A condenser is connected between one end of the primary 
coil and one terminal of the interrupter, so as to include both of 
them between its terminals. The primary is a siagle turn of copper 
strip, six inches wide. The secondary is one layer of thick wire; each 
turn separated from the next by an air space. The su ply current, 
about half an ampere, may be taken from the electric 12 t mains at 
almost any voltage from 50 to 200, direct or alternating. 

Prof. Горак said it would work quite well at 10 volte. He pointed 
out, also, that if the straight discharge rods at the spark-gap were 
free to slide, the discharge drove them back into their sockets. 

Prof. FITZGERALD said it was stated at Toronto that the spark was 
broken at the interrupter when the condenser was c , and that 
by the time the condenser was ready to discharge, the contact at the 
interrupter had been made again. It seemed to him that the con- 
denser discharges and surgings must take place at a rate far higher 
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than the of the mechanical movement of the interrapter. The 
condenser and disc were rapid. It was not what 
is ordinarily the time constant was involved, for that 


only referred to constant voltage. Here the voltage was changing 
very rapidly indeed. 
Prof. Ниввснвг, asked if such an apparatus was suitable for work 
with Róntgen rays. 
Dr. Тномрвон, in reply, congratulated Mr. Tesla upon the perfect 
working and compactness of his invention. The present form was 
not suited for Róntgen ray арш, bat Mr. Tesla had designed 
for 


а special coil that was excellen that purpose. 
Равегрвит proposed votes of thanks, and the meeting was 
adjourned until February 11th. 
————— 


NOTES ON THE ELECTRO-CHEMICAL 
TREATMENT OF AURIFEROUS ORES. 


Tus оше: of the gold mining indastry is to obtain the precious 
metal its ores in the plest, cheapest, and most efficient 
First, the ores are pulverised, then the gold which they 
contain has to be absorbed by mercury, or dissolved by chlorine, 
bromine, cyanide, or their compounds, or by other solvents; 
then comes the operation for the recovery of gold by distilla- 
сха of amalgams, precipitation by chemicals, or by electro- 


the róle of electricity confined to the precipitation of the 
metal or does it assist in lving gold? 
Major-General C. E. Webber, read on the 28th ult., at the Iustitu- 
tion of Electrical Engineers, a paper on Notes on the Electro- 
chemical Treatment of Ores containing the Precious Metale," in which 
he says that the precipitation of gold and silver with the aid of the 
electric current has a history which may help his audience to appreciate 
the 3 situation of a question which cannot be devoid of interest 
to members of the tion of Electrical Engineers.” 

This preamble sounded well and looked very promising for electro- 
metallurgists, who expected that some light would be thrown on the 
influence of electrolysis on auriferous ores in a dissolving liquid con- 
taining either chlorine, bromine, cyanide of potassium, chloro or 
bromo-cyanogen. | 

Major-General Webber passed in review a legion of patents, and 
went to Beoquerel (1835), Crosse (1837), Prince Bagration (1844), 
who "described in the Bulletin de [Académie des Sciences de Saint 
Pétersbourg, some experiments with finely divided gold dissolved in 
an aqueous solution of ssium cyanide under the influence of the 
galvanic sarene D Y h means he precipitated the precious metal 
on a copper cathode.” 

With all due respect to the gallant Major-General, this is a little 
error. Bagration noticed that gold was soluble in an aqueous sola- 
tion of cyanide of potassium without, and not under the influence of 
tho galvanıo current, 

Next comes Ras, whose process is incorrectly described by Major- 
General Webber, who confines himself to the mechanical details of 
the electrolytical apparatus, while the only important electro- 
chemical question is the statement made by Rae, that he made use 
of the combined action of the current of electricity and of suitable 
liquids, such as cyanide, so that by the action of cyanide the metal 
is reduced, and can then be collected. What Rae says is that under 
the influence of the current, the action of the chemicals is materially 

Sacilitated, and from the solutions, the precious metals are precipitated 


on the cathode.” 

Here we have the whole thing in a nutshell! Does the current 
aid the cyanide of potassium in dissolving the gold, or is it the cyanide 
of аш alone, which dissolves the gold without any aid from 
the electric current, the action of which is simply to deposit the gold 
dissolved by the cyanide of potassium on the cathodes? 

If the electric current does not accelerate the dissolving action of 
the of potassium or other similar chemical agents, we shall 
have done at once with all the in which a gold dissolviog 
bath the exhaustion of the auriferous ores 


be 

He tells us, and this we асер м а fact, that the Breakwell and 
Hayoraft electro-amalgamator is a copy of the Rae system, except 
that they use no solvent of the precious metals present in the mix- 

ture treatment.” 
There is, however, a little mistake in this statement, since if the 
9 of potassium in Rae's apparatus dissolves the gold, the 
ic current is merely an agent for precipitation, and it would be 
much more practical to dissolve the gold in one tank and to precipitate 
it in another. In an electro-amalgamator, on the contrary, the 
current helps immensely the absorption by a mercurial cathode of the 
fine and coarse gold. 
It may be that in 1888 " MacArthur and Forrest neglected or 
the assistance of electricity in combination with & weak 
solution of cyanide of sium because of the great expenditure of 
chemicals which th ed to be the result," but they know better 
now, and there are y several MacArthur patents for the electro- 

tion of gold from its cyanide solutions. 

is the use of the very dry abridgments of the Body and 

Hannay specifications ? 


Major-Ganeral Webber states that the Breakwell and Hayoraft 
apparatus is the first example in which the bottom of the vessel, 
desoribed as of basin shape containing mercury, as in the case of the 
ordinary amalgamating pan, is also the cathode. Here again he is 
misinformed ; has he never heard of the electro-amalgamator, invented 
by the French engineer Basin who died a fortnight ago? 

At all events, he ought to know Nolf and Pioche, and also Parts, 
who, in their well-known electrolysers, used mercury as a cathode at 
the same time as Rae invented his eleotro-amalgamator between 
1868 and 1869. 

Here is a more serious blunder:—Major-General Webber modifies 
and distorts the text of the Molloy B Sea pe and states that he 
dissolves gold by means of bromine, chlorine, cyanogen or other 
compounds.” Bromine, chlorine, iodine, ате not compounds, and the 
characteristic feature of the Molloy process is the employment of 
dromi ue, chlorine, iodine and cyanogen or THEIR compounds as solvents 
of gold. Accuracy is as mach indispensable as impartiality for 
oritics. If the version of the Past-President of the Institution of 
Electrical Engineers is correct, how coald Molloy maintain that 
ве T" the first to think of the bromo-cyanogen as a solvent of 
EA still fail to see where we are driven by the lecturer, who goes 
on quoting patents such as that of Kendall, who added barium per- 
oxide to a cyanide of potassium solution, or to use the ipsissima verba of 
Major-General Webber, who “treated pulverised ores with peroxide of 
barium and a suitable cyanide in а water solution! !” 

Then comes Pielsticker, who treats the ores with a solation of 
cyanide of Розина in conjunction with an electric current of low 
tension, and with circulation of the liquid through the space between 
the electrodes which are fixed respectively, the anode to the bottom, 
and the cathode to the top, of the tank. This time, we were, во to 
spons, entitled to have the opinion of Major-General Webber on this 
claim, identical with the theory of J. Rae, vis.: that the precious 
metals are attacked more energetically by a cyanide solution in con- 
nection with a current of electricity than without. But this 
question appears to be immaterial to the learned author, who 
simply says: 

“To recapitulate: This process has, in common with Rie and his 
successors, the combination of а solution of potassiam cyanide with 
au electric current, by which it assists solution and eff:cts precipita- 
tion on a cathole; and, in common with Molloy, it effects the treat- 
ment in more than one stage, and by means of ‘circulation.’ In this 
latter respect Molloy and Pielsticker are at one with the process of 
Siemen & Halske, in contradistinction to the processes ia which 
‘agitation is essential. With reference to my observations further 
on as to ‘agitation,’ it may be here observed that in such processes 
the density of the sludge at various points in the system of circula- 
tion must depend on its rate of motion.” 

What is the resemblance to be found between the arrange- 
ment of Pieleticker, who has a mass of ore between his electrodes, and 
that of Molloy, who has a layer of mercary over which the gold 
solution es, or the large Siemens vats where a large volume of 
weak gold solution es between numerous electrodes close to 
а other, and oiroulates at a rate of more than 5,020 gallons per 

our 

We must congratulate Major-General Webber upon the chivalrous 
generosity which made him spare us the tedious detailed description 
of ali the existing patents for the use of the electric current in com- 
bination with mercury, cyanide of potassium, and halogens. Those 
processes and their theories are not new things for electricians, and 
the Institution of Electrical Engineers is not quite the proper place 
for their discussion. Tanis is not а papsr on electro - chemical treat- 
ment of ores; it looks more like a report on a mongrel patent with a 
view to prove that, although tnere are many breeds in it, asa whole it 
is not similar to any of them. We can onl compare this 

per to the Notes on the Treatment of Gold Ores,” a book 

which, about 10 years ago, Florence O'Driscoll icted all 
the patents for the chlorination of auriferous ores, which he said 
were superseded by the Newbery-Vautin system, with this difference, 
however, that the book was extremely interesting, while we cannot 
say the same of the paper on the electro-chemical treatment of ores, 
the sole object of which seems to be to enable the author to speak 
highly of the Pelatan-Clerici process. 
“In this we have, I believe, for the first time, a 
sd dpi qe which effectively combines, in a way that can 
i and worked by a workman of average intelligence, 


owing :— 
„ dielectric in its nature; (2) an 


rocess and 
construc- 
the fol- 


“(1) A vat made of a material 
agitetioz apparatus of various specific forms, each form calculated 
to carry out one and the same process—being the result of consider- 
able experience—having an agitator, part of which constitates the 
anode in an electrolytic circuit, which is carried so that it can by no 
means make contact with the bottom or sides of the vat; (3) the 
presence of a cathode, which covers the whole of the bottom of the 
vat, made of a metal (preferably copper) р or sheet, and suitably 
contained and fixed so as to carry on it a layer of mercury; (4) the 
use of а graduated current from an electrical generator, having large 
quantity and low potential; (5) the mixture or sludge under treat- 
ment being composed of water in given proportions, ore finely 
pulverised, potassium cyanide or other solvent of gold and silver, and 
common salt, with the addition as required during the process of 
alkalies or organic acids as may be required." 

We would welcome a paper depicting the progress and the actual 
stat) of the electro-metallurgy of gold, or describing а new, simple, 


aud original process for the extraction of the precious metals from 


their ores, but tbis lengthy panegyrio of an electro-cyano-chloro- 
mercarial method does not contain much beyond the ancient history 
of patents which have been dead, buried and E for a long 
time, to which are added the descriptions of. the Molloy; Hayward, 
Danckwardt, Clark, Keith and other apparatus, and. fioallg of the 
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Pelatan-Clerici installation. Here and there are a few chemical 
equations with which every electro-chemist is acquainted and which 
are to be found in specifications or in bocks on electrolysis, and 
also a little dissertation on the fouling of mercury. 

This evidently is the electro-chemical budget of the report, and it 
strikes us at. саси every paragraph that we have y read 
it somewhere. With regard to the Pelatan-Clerici process itself, 
nothing can be said in favour of a combination of ores, kept agitated 
over а mercury cathode in a solution of cyanide of potassium and 
chloride of sodium. 

It is a complication more than an improvement; Major-General 
Webber has valiantly made great efforts to prove that his favourite 
system is different from the others which he described, and we do 
not pretend that he has not succeeded in doing it, but he has altogether 
failed in his attempt to show that, from the technical point of view, 
the Pelatan-Clerici apparatus is constructed according to the canons 
of electro-metallurgy. We sincerely regret to have to perform the 
unpleasant duty of criticising this Ae but we do not see 
how we could have acted differently: silence would be interpreted as 
the recognition of the excellence of a process which no competent man 
will recommend as a sound application of the electric current to the 
extraction of gold. We do not, in any way, say that the Pelatan- 


Clerici system is not an effi ient one, that it does not extract the. 


maximum of the precious metals contained in the ores; we vaguely 
know that it has been worked about two years at the Delamar mine; 
its merits or demerits as a gold extractor have nothing to do with us, 
we simply look on it as an electro-chemical apparatus, and it strikes 
ug a8 being a very faulty one, almost as bad, and perhaps worse, than 
those in which carbon anodes are used as stirrers of the ore. In the 
present case we bave a metallic agitator which acts as an anode, and 
tbe sole fact of using a metallic anode in hard and constant contact 
with the ores in a solution which consiste of chlorine and cyanide cf 
potassium, ія a breach of the laws of commercial electrolysis, 
especially when currents, such as those stated by Major-General 
Webber, pass through the electrolyte. He finds it quite natural that 
the potential must be between 5 and 14 volts for a vat of 9 feet 
interior diameter, capable of treating 24 tons of ore per shift of 12 
hours, total 5 tons per day of 24 hours, and he informs us that the 
potential must be governed by resistances "fixed" in the circuit of 
each vat. 

He further makes this remark that ' the quantity is regulated 
by the resistance in that part of the external circuit which lies 
between the electrodes. Provision is made for a minimum 
quantity of 14 amperes per square foot, being half the sum of the 
catbode and anode together in square feet," thus, if that area is equal 
to 52 square feet, the current should not be less, and not much more, 
than 39 amperes. 

When the voltage is high and the current heavy, there is no economic 

extraction of gold and there is no good deposition of gold. 
. Evidently there is something wrong in such an arrangement; a 
rather large proportion of cyanide of potassium is used; then some 
specific oxidising agents and chloride of sodium are added to increase 
the conductivity: aud, nevertheless, this electro-chemical process 
r quires 14 volte and 14 am per square foot. This is preposterous ! 
And, leaving aside the question of the enormous consumption of 
cyanide of potassium, no man who understands the application of 
electricity to the extraction of precious metals, would, for a moment, 
entertain the extravagant idea of adopting such an electrolytic 
apparatus, in which the expenditure for the electric current is con- 
siderable, and, besides, necessitates a costly installation of motive 
power for stirring the ore in the vate. 

We do not insist on the drawback of the agitation of the ores; we 
do not even ask whether or not the quicksilver is broken up by the 
sand with which it mixes, with subsequent loss of mercury and gold ; 
but it does not seem that Major-General Webber has gone very deeply 
into the investigation of the electro-chemistry of the process. We 
do not even discuss the value of the following theory : 

“ Тһе expressions I have used—namely, ‘ reduction of resistance’ 
and ‘increase of 5 '—are useful because they are easily 
understood; but, be it remem , they are not correct as applied 
to the solvent, ie, water. Indeed, these descriptions of the effect 
of the mixture of sodium chloride in a solution, and then placing 
that solution between an anode and a cathode, is scientifically in- 
accurate. What happens to the sodium chloride in solution in the 
water is, that it is disintegrated and re-formed, and thus it becomes 
the intermediary by which, at the instant that chlorine and 
sodium are set free, the current is enabled to ‘communicate’ between 
the electrodes.” | | 

Еасһ опе of those who listened to the paper know what takes place 
in the electrolysis of a chloride of sodium solution in presence of mer- 
согу cathode. We also know, as Major-General Webber says, that: “In 
the first place, one might expect the nascent chlorine to attack some 
of the baser metallic ores present in a finely divided state. For 
instance, sulphides, selenides, arsenides, &c., often attached to particles 
of gold or silver, would be so attacked; the chlorine uniting with the 
metallic base iron (Fe) or copper (Cu)“ But what we are certain 
takes place at the same time, is the corrosion, disintegration 
and destruction of the metallic anode. With such a powerful 
5 as the one used by Pelatan-Olerici, the anode cannot last 
ong. 

There would have been a really startling actuality in the ' Notes on 
the Electro-chemical Treatment of Ores” if Major-General Webber had 
introduced in his memoir the subject of the two electrolytic methods 
for which their respective promoters claim at present the most 
marvellous properties. One is the Electro-bromine process which 
would have evidently called for some instructive comments, the other 
one is the Chloro-cyanide method, which would suggest many 
interesting remarks. As they are, the Notes on the Electro- 
chemical Treatment of Ores" do not seem to present an essential 
character of utility for the electrical profession, 


A SURVEY OF THE POSSIBILITIES OF 
ELECTRIC HEATING AND COOKING.* 


By W. P. ADAMS, A K. C., A. LE. E. 


My desire this evening is, if possible, to pave the way to a better 
understanding of the possibilities of electric heating so that engineers 
may be able to ийи. that Sey soma мо = os rios : 
necessary before any re rogress can attained, and w is 
present lacking in NET а a атн mind. The feeling is general 
that the cost is, and will be to the end of the chapter, so great that 
its adoption can only be hoped for by those of more than ample means, 
but I hope to show that, while it undoubtedly deserves to rank as a 
luxury, it will be well within the means of those with average 
id comes when the cost of current is somewhat modified. The reason 
why electric heating, more especially in the direction of cooking, is 
able to compare favourably with other methods, is, that the heat can 
be applied just where it is required, and there is remarkably little 
waste 


Heating appliances do absorb what appears to be a large amount of 
electricity, and many electricians, especially those more closely con- 
nected with electric lighting, are surprised at the large amount of 
current which is necessary for cooking purposes, and mentally com- 
pare what might be done with the same current if devoted to the 
production of electric light. sf 

As it is in the direction of electric cooking that I anticipate the 
largest development in the near future, I shall confine myself at first 
to a consideration of this subject. | 

In a kitchen suitable for supplying the needs of a family of from 
8 to 10 persons the following apparatus would be necessary: Oven, 
absorbing 2,500 watts when heating up for about 15 minutes, and on 
the average about 1,200 watts afterwards. Breakfast cooker, wound 
for two circuits, each absorbing 600 watts. Two grillers, each wound 
for 500 watts. Two frying-pans, also wound for 500 watts, and several 
hot plates for warming ordinary saucepans, or in place of these 
several self-contained electric saucepans. These pun or saucepans 
would probably absorb 1,500 watts together. The housebold supplied 
from such a kitchen would probably have a maximum demand for 
not more than 2,500 watts for lighting purposes. The total watts 
which could be absorbed by the cooking apparatusis 7,200. It mvst, 
however, be borne in mind that these various appliances are used at 
different times, and never altogether. | 

We shall now consider the difficulties in the way of the adoption 
of electric cooking. First and foremost is the question of the cost 
of current. This is all important. In addition to this the first 
outlay cannot be overlooked, owing to the rather high cost of the 
apparatus. 4 8 

The largest field for the development of electric cooking is 
undoubtedly in private houses supplied from central stations, and 
if there is to be any large extension in this direction the central 
stations must be prepared to supply current at a more moderate price 
than is now charged for lighting. It is generally recognised that 
electric cooking will eventually prove to be the means of solving the 
much-vexed question of securing a day load for central stations; and, 
in view of this fact, many of the central stations offer special terms 
for supplying electric currents for heating. A number of the central 
station engineers are, however, still doubtful as to the advantage of 
adopting electric heating, partly owing to the question of the load 
overlapping the lighting load. This question I shall touch on later, 
but I would venture to point out that, if the demand is spread over 
a sufficient number of hours, electric heating is worthy of considera- 
tion quite apart from electric lighting, and it would therefore pay to 
put down extra plant to meet the additional demand. In fact, I do 
not think the day is far removed when the demand for current for 
electric heating will vastly exceed that for lighting purposes; and 1 
submit that the solution of the question lies mainly in the hands of 
the present suppliers of electricity. If they are prepared to adopt 
a liberal policy of supplying electricity for heating purposes, perhaps 
at little more than the actual bare cost, they will very soon find that 


the improved conditions under which they run their plant will begin 


to repay them handsomely. | се 
The price to be charged із of the greatest importance, and I will, 
therefore, make a few comments upon the methods of charging now 
in vogue. It is becoming usual to make the charge for heating and 
power about half that made for light. A very usual figure is 3d. per 
unit, while some supplies have brought the price down to an even 
lower figure. I may say at once that the ideal to be aimed at for 
heating and power purposes is a charge of 1d. per unit, and although 
it is only possible at present for one or two ар to charge such 
а and cover the bare cost of production, I think the figure 18 
well within the range of practicability, and with a rapidly growing 
load on supply stations, I think it will soon become general. It is 
noticeable that the local authorities are moving more rapidly in this 
direction than supply companies. I would commend this to the 
attention of the supply companies. Their policy of making high 
charges is, to say the least of it, unprogressive. Only about four are 
charging so little as 3d., while 26 of the local authorities supply at 
3d. or less, 13 of these charge 24d. and less. ӨР 
The Wright system of charging for electricity appears to be 
securing considerable support amongst central station engineers, and 
the maximum demand system seems to have been receiving even 
greater favour. With both of these systems I can foresee a trouble 
in connection with the supply of electricity for heating purposes. 
Under the Wright system it is conceivable that the demand meter 
О uan) айы o Uh At аны DNL AEE CES REINS qu Jd c REIS SIE 
* Abstract of paper read before the Northern Society of Electrical 
Engineers, 
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may run up to a most unusual height, through the inconsiderate 


switching on of a number of the heating appliances together, the 


indicator therefore шшр quite ап abaormal record upon which. 


the charges are to be Again, with the maximum demand 
system, if the charges are to be made upon the usual understanding 
that the whole apparatus is to be run for an hour at the maximum 
cbarge before any reduction is made, the charge cannot come down 
to an g like a reasonable figure. It is, of course, obvious that 
the w of the appliances will not be in use together, and I think 
this point is worthy of close consideration. 

In a certain kitchen it was found that the various cooking 


were in use for from five to saven hours a day, during. 


appliances 
which time the highest point reached was 1:5 kilowatts. The average 
consumption during the day was from 8 units. It will thus be seen 
that if ing plant to the capacity of 2 kilowatts was installed 
for supplying these appliances, it would have an earning 
capacity of about 1,400 units per kilowatt installed per annum. 

find that the number of units sold per annum per kilowatt of 
plant installed varies considerably among the different stations in 
country towns where the load is almost exclusively a lighting one 
and the supply is very small during the day time; about 400 or 500 
units represent the work done during a year by one kilowatt of plant 
installed. In the larger towns, where there is probably a small day 


supply for power as well as one for lighting in dark offices and base- 


ments, the demand is larger. In Brighton, 840; Edinburgh, 640; 
Glasgow, 696; Manchester, 700. It will beseen that Brighton, which 
might also be termed a country town, as there are no factories there 
to absorb power in the day, shows the best results of those named. 
This, ш is traceable to the moderate nature of the charge for 
curren 

As a load for summer time, cooking should prove invaluable to 
supply stations, and the question of overlapping during this period 
does not arise. 

In winter, however, the conditions wil] be different. A certain 
amoant of overlapping will occur owing to the prevailing fashion «f 
late dinners, but 1 submit that the load for electric hea is likely 
to be of sufficient importance to warrant putting down additional 


plant to meet this. | 
Much, of course, depends upon the acuteness of the К as to how 
this question is to be met. it can be arranged, it will be desirable 


to utilise for heating during the day the plant installed for lighting 
purposes, but if the demand for heating grows to such an extent as 
to greatly surpass the lighting load, the question becomes of less 
importance. It is not, perhaps, within my province at this moment 


to suggest how this difficulty is to be met, but with some stations in 


this country the question does not arise at the present time, as ample 
pes has been installed to meet the lighting requirements and still 


ve а balance in hand to allow for the overlapping. A number of 
stations appear to be provided with twice the amount of plant 
required to meet the maximum demand. Of course, some portion of 
this is reserve plant, but there still remains a good balance in hand to 
meet this contingency. i 
Таш inclined to thick that a secondary battery would prove of 
great value in meeting the peak difficulty, as there are several depres- 
sions on the day load curve which could be filled up if the generating 
plant were employed during these times of light load for charging 
accumulators. How far it is possible to economically utilise 
accumulators for this purpose in alternating supply stations is an 


open question. 
the charges made by the various supply com- 
panies it is noticeable that several have adopted the enlightened 
policy of charging for power and heating purposes, a price which is 
y less than the total works’ cost. Putting on one side for one 
moment the question of overlapping, it is obvious that this is a right 
policy to adopt, as, assuming that the plant used for lighting is 


employed for supplying heating appliances, the charge for rent, 
remain 


management, &c., ically the same. 

I have the misfortune to be situated in а district served by the 
City of London Company, which company holds a monopoly and 
takes advantage of this to maintain a charge which is worthy of the 
very early days of electric supply. Although their works’ cost com- 
pares anything but favourably with otber large towns, having in 
many cases a much smaller output, I think you will agree with me 
that the charge of 8d. is somewhat extravagant, and I may say that 
sach a charge absolutely prohibits any demand for current for power 
and heating purposes. It is true that a rebate is made if more than 
a stated quantity of electricity is used, but this is fixed so that it 
is of little value in the ff of reducing the prioe. 

It seeme almost incredible that, in these enlightened days, the 
foremost city in the world should be one of the worst supplied in 
the matter of electricity. 

I have so far made no comparison between the cost of cooking by 
electricity and that by other means. I shall not deal with this ques- 
tion much in detail, as I think it more practical at the present time 
if a general idea is given as to what the actual consumption of elec- 
tricity will be, for the cost by other means varies largely under dif- 
ferent circumstances. I have, however, some figures to hand obtained 
in a kitchen where both and electricity could be used at will. 
The household was a one, consisting of about five persons, and 
the consumption of electricity was Appiosimately 30 unite per week 
when cooking was done solely by this agency. When was 
employed exclusively, 1,240 cubic feet of gas were used dore a 
week. The cost, then, of electricity at 2d. per unit is 5s. & week, and 
of the equivalent amount of gas at 3s. 1,000 cubic feet is 35. 9d. 

The figures of consumption which I have given above are the moet 
complete at my , and this is my reason for bringing them 
before your notice, but I have other results to hand which indicate 
that the consumption of current may be reduced below the figures 
given when the appliances are used intelligently and with care. For 
small installations such as we have considered one may assume 


roughly that a unit per head per diem will suffice for all cooking par- 
poses. These figures will naturally be reduced in larger establish - 
ments and experience seems to point to about 1s. 2d. a unit as a suffi-. 
cient allowance in kitchens where more than 30 or 40 bave to 
be provided for. The best results will be obtained where there isa 
hot watersupply. Many of you are probably aware that heatiog 
water by electricity is & most uneconomical proceeding, at any rate at 
the рос prices, and where an establishment is sufficiently large it 
is always recommended that a slow combustion stove is fitted to: 
supply all the hot water for the household. In many houses such a 
stove is already fitted. 
| (To be continued.) 


THE PACIFIC CABLE. 


LETTER TO THE RiGHT HoNovuRABLEB Sta WILFRED LAURIER. 
By бв SaRprogp FLEMING. 


Ottawa, December 28th, 1897. 
The Right Honourable Sir Wilfred Laurier, Premier. 

Bir,—For some months past I have frequently been asked by 
writers of the press to furnish information g the Pacific 
eable. I have been so applied to, as it is well known that I have long 
felt the deepest interest in the project, having been appoint:d by the 
Canadian Government to take part in the Colonial Conferences of 
1887 and 1894, and in the Imperial Committee of 1896. I have 
invariably declined to comply with the request from the feeling that 
it was distinctly unders that the proceedings of the investigation 
by the Imperial Committee should be treated as confidential until 
made public by Her Majesty's Government. I have, in consequence, 
felt debarred from alloding either to the evidence obtained by the 
Committee or to the conclusions submitted in their report, or in the 
special reporte presented to the Canadian Government by the Oana- 
dian Commissioners and by myself. 

These several documents were presented nearly 12 months ago; 
since then questions have arisen, which were not considered by the 
Imperial Committee, and many important facts are also obtainable 
from other sources, explanations respecting all of which should, I 
conceive, be communicated to the public. 

Since the Im Committee closed its investigations, the Con- 
ference of Colonial Premiers has been held іа London. Among other 
matters, the Pacific cable was brought before this Conference, aad 
from what has transpired the subject was complicatei by a new pro- 
position having been submitted by the Eastern Extension Telegraph 
Company. Consequently, the consideration of the project was 
deferred. Su months has since elapsed, and I feel called upon to 
make known some facte and explanations bearing on the questions 
which, in my humble judgment, the public should understand. I 
trust you will approve of the information being given t» the public 
in the form I have now to submit to you. 

I have ths honour to be, 
Your obedient servant, 
SANDFORD FLEMING. 


Tum Paoro CABLA. 


Everywhere it is apparent that the British Empire is being formed 
by a process of growth and development, and there are many forces 
actively in operation, all tending to give it shape and strength and 
distinctive M ueni Lofty ideal. are entertained by men of thought, 
experience and otism; but the future is veiled from us, and we 
cannot foretell the precise form of relationship which will eventually 
be assumed by members of the British family of nations ia so many 
meridians cf longitude. | 

If the form of the development to be attained is not clearly fore- 
веер, it can at least be said that the entire British people in all parts 
of the glob3 are inspired by a unity of sentiment, and that they are 
simultaneously moving onwards in one general direction. Progress 
is the watchword ia all quarters. It is impossible not to recognise 
the advancement perceptible in the colonies of the southern seas, 
and equally the amasiog vitality in British Africa. The Dominion : f 
Canada plays an important part in moulding the destiny of her own 
people, in promoting more iatimate relationships between the 
motherland and the colonies. 

It is but 90 years since the scattered provinces of British North 
America became federated in one government. The Dominion thus 
created inherited many remarkable advantages. It can lay claim to 
the most important geographical position, owing to its extension 
between the two great oceans; a position which confers the only 
means of establishing under tbe British flag communications between 
the eastern and western territories of the globe. It enjoys the pos- 
session of vast fields of the richest virgin soil, with still unexplored 

i regions of immense extent, and presumably of immense 
value. The population retains the high qualities of the foremost 
nations of western Europe, from which it has sprung, and the wide 
E resp of unoccupied areas leaves ample room for a large accession 
to ite number. These rich possessions of the Dominion give promise, 
under wise guidance, of a splendid future. 

It soon became evident that the development of a country con- 
tinental in its extent exacted public works of corresponding 
magnitude. Lines of railway and telegraph were projected from 
ocean to ocean, and immediately aftcr Confederation, both were pro- 
ceeded with. In 1874 the policy of establishing the telegraph in 
advance of the railway was determined upon, and аз а corollary to 
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the trans-continental telegraph the p to extend the electric 
wire across the Pacific naturally followed. 1% can be said that ever 
since the telegraph reached the coast of British Colambia the Pacific 
cable has engaged public attention, and that the necessity of this 
undertaking has been repeatedly affirmed. It received recognition in 
the Conference of Representative Colonial Statesmen in London in 
1887, in that of Ottawa in 1894, at telegraph and postal conferences 
in Australasia almost annually, and at various times by Chambers of 
Commerce at home and abroad. 

The dominant idea with those who have most strongly advocated 
the establishment of a Pacific cable has been the unity of the Empire. 
They foresaw the difficulty of effecting any practical union between 
communities separated by distance, so long as they remained without 
the means of direct and cheap communication. At the same time it 
was plain to them that a telegraph across the ocean would foster trade 
and commerce—the life of an Empire such as ours. 

Among the memorable gatherings of representative men, not the 
least important was the Conference of Premiers in London on the 
occasion of Her Majesty's Diamond Jubilee. Before these statesmen 
met, hopes had been entertained that some definite action would be 
dete ed for the inauguration of the scheme. Preparations had 
long been made for joint action. It was one of the chief objects set 
apart for special consideration at the conference of the Imperial and 
Australasian Governments held at Ottawa in 1894. With this view, 
tbe Canadian Government, agreeably to a resolution of the Confer- 
ence, obtained much information on the subject, and transmitted it 
to all the governments interested in the projected work. Soon after- 
wards the Secretary of State for the Colonies (Mr. Chamberlain) 
invited the Canadian and Australasian Governmente to send repre- 
sentatives to London for the purpose of taking part in an Imperial 
Committee to be appointed specially to receive evidence and consider 
the project in every detail. Tne Committee firtt met on June 5th, 
1896, and on January tb, 1897, they reported the results of an 
exbaustive inquiry. 

The proceedings of the Committee and the conclusions which have 
been formed have not been made public. They have been repeatedly 
asked for, but as nothing transpired respecting the labours of the 
Committee up to the Jubilee week, the opinion gained ground that 
when the Conferenoe was concluded full information would be 
given to the public with the decision arrived at by the imperial 
authorities and the Colonial Premiers. In many quarters it was 

d that action would on that occasion be taken, and that the 

inauguration of the cable would result as a practical outcome of the 
Queen's Jubilee. 
. The old proverb tells us that it is often the unexpected which 
comes to pass. The proceedings of the Conference of Premiers were 
first made known to the public by an article purporting to be pub- 
lished ty authority in the London Standard of July 25th, and the 
subject of the Pacific cable is thus alluded to :— 

* The Conference left the Pacific cable scheme in mid-air, and it is 
very unlikely that anything more will be heard of it for a consider- 
able time. The positien was entirely changed by a proposal by the 
Eastern Extension Telegraph Company to lay an all-British line 
from Western Australia across the Indian Ocean to Mauritius, thence 
connecting with the Cape and St. Helena and Ascension. . The 
Eastern Extension Company, it is understood, does not aek for a 
direct subsidy for the new lines, but seeks other concessions from the 
Australasian Governments which, if made, will justify them in pro- 
ceeding with the work." 

In the account of the Conference of Premiers laid before the 
British Parliament, there is a reference, in two sentences, to the cable, 
no mention, however, is made of any proposal having been submitted 
by the Eastern Extension Company. But the Premier of New South 
Wales (Mr. Reid) returned home from England through Canada, and 
being interviewed by re porters in Montreal, Toronto, and Vancouver, 
confirmed the statement with respect to the proposal of the Eastern 
Extension Company. The character of the concessions asked by the 
company has not been made public, but it has been stated that they 
desire to obtain exclusive rights for Australia on condition that they 
connect the colonies with the Cape and lay a new cable from the 
Cape to England via St. Helena, Ascension Island, Sierra Leone or 
Bathurst and Gibraltar. This scheme is pat forward by the company 
as a substitute for the Pacific cable. 

Owing to the fact that telegraphic connection with the Cape is at 
present extremely defective, the proposal of the company is undoubt- 
ото great importance to South Africa. 

ere are two telegraphic routes from England to Cape Colony. 
Both have landing stations at Lisbon, one passes through the 
Mediterranean to Alexandria, through Egypt to Sues, through the 
Red Sea to Aden, and from Aden the cable follows the east coast of 
Africa, touching among other points at Mozambique and Delagoa 
Bay in foreign territory. The other route leaves the first at Lisbon, 
and follows the west coast of Africa, touching at some 14 points; 
oo of which are under foreign flags, those of Portugal, France, and 


pain. 

Interruptions are frequent on both routes. There is evidence to 
establish that during the past four years communication between 
England and the Cape has been broken many times, and that the 
aggregate interruptions have averaged in each year 75 days on the 
west coast route and 87 days on the east coast route, showing that each 
cable is unavailable from six to seven days per month. While this 
refers to the average period that the cables have been thrown out of 
use, the durations of single interruptions have varied from one to 30 
or 40 days. As both lines are liable to be broken at the same time 
serious inconveniences have not seldom resulted. Everyone will 
remember this contingency occurring when the Trausvaal difficulty 
was at its height. Intense anxiety was then caused during the cable 
interruption of 11 days, when South Africa was passing through an 
acute crisis in her history. 

Obviously a new cable to the Cape is much required, and as the 


uent interruptions to traffic by the two present routes is to а large 
1 fact that the cables are laid in the shallow water 
which prevails along the African coasts, they are in consequence 
suposed to accidents to which cablesin deep waters are not subjected. 
That part of the proposal, to touch at St. Helena and Ascension, 
where the water is of ample depth, would give to the cable the 
necessary security and avoid the difficulties experienced on the present 
routes. It is, however, not so clear that the northern half of the new 
cable would be so fortunate. By landing at Sierra Leone or Bathurst 
and Gibraltar, and terminating in Cornwall, the cable of necessity 
would be laid for some distance in shallow seas, where it would be 
exposed to injury from various causes, and where, too, the agent ofan 
unfriendly nation, or, indeed, an evil-disposed fisherman, would have 
it in bis power to destroy the cable with ease, totally unobserved, 
For hundreds of miles it would be exposed to such risks. 

The question may be asked, would not tbis proposed new cable 
from England to the Cape, with an extension to Australia, bs of 
general advantage? Tosuch a question there is but one answer. It 
certainly would be of general as well as special advantage, for the 
reason that we cannot have too many lines of communication. They 
are needed in the every-day business of trade and shipping, and 
moreover, we must come to recognise that a complete telegraph 
system, ramifying wherever Her Majesty’s wide domain extends, is 
an essential condition of the life and integrity of the British Empire. 
It is on this, and on other grounds, impossible to admit the claim of 
the Eastern Extension Company, that the proposal submitted by 
them is preferable to a trans-Pacific cable, and that it will render it 
unnecessary. 

At the Colonial Conference of 1891, the outline of a telegraph 
system for the Empire was submitted. It was not confined to one 
side of the globe; the system projected, embraced, and encircled its 
whole extent. The scheme was illustrated by a map of the world, 
with the chief cable lines laid down u it. If the proceedings 
of the Conference be referred to, it will seen that a trunk line of 
telegraph was projected from London through Canada to Australasia, 
with extensions to South Africa, India and China. It was shown 
that by the Canadian route all the chief British possessions on the 
four continents would be brought into electric touch with each other, 


and with the Imperial centre in London. It was demonstrated, 


moreover, that this result could be accomplished without touching & 
single acre of foreign soil, and without traversing shallow seas, where 
cables are most liable to injury from ship's anchors and other causes, 
and where they can be so easily fished Dp Mae destroyed. No fact 
can with greater confidence be affirmed t that the cables by the 
Canadian route would be far less vulnerable than the existing oables, 
or those now projected by the Eastern Extension Company. Bot 
even if no advantage in this respect could be claimed, it requires no 
argument to prove that telegraphic connection between England and 
Australasia would be infinitely less subject to interruption from 
accident or wilful injury, by having the Canadian line established, 
in addition to the Eastern Extension lines, especially as the former 
would be on the opposite side of the globe, and far removed from the 
immediate theatre of European complications. е 

It is not possible to believe thet anyone disassociated from, and 
uninfluenced by, the Eastern Extension Company, can view the pro- 
posed Canadian Pacific cable with disfavour. If it be important to 
strengthening tbe connection between the United Kingdom and the 
out-lying portions of the Empire, no one can question its necessity. 
Bat tbe Eastern Extension Company has never taken a friendly view 
of the Pacific cable. From the first it has been its determined oppo- 
nent. The proceedings of the Colonial Conferences of 1887 and of 
1894 give evidence of this fact. The report on the mission to 
Australia by the Canadian delegates gives some indication of the 
intense and persistent antagonism displayed by the company, 
the manner in which its powerful influence has been employed to 
thwart the enterprise. It may not ba an unwarranted su that 
the immediate purpose of the company in submitting to the Con- 
ference of Premiers their new proposal was to divert attention from 


the Pacific cable. 
(To be continued.) 


ELECTRIC LIGHTING AND DUST DESTRUO- 
TORS FOR GLOUCESTER. 


Тив vexed question of the selection of site for the proposed electric 
light worke for Gloucester came before a meeting of the City Council 
again last week. The matter has been under the consideration of the 
Council for mauy months, and even now an essential and р ng 
factor, vis, as to whether electric light works and dust destructor 
shall be erected in combination, or otherwise, has not been 

Mr. Hammond, the consulting electrical engineer, attended the 
Council meeting, and stated that he had, at the s gorge of the 
Mayor, inspected the sites which had been pointed ouf to pur 
With regard to some of them, they were confronted by the question as 
the advisability of separatiag the two projects. At the present s 
the Council appeared to have made up their minds that the electricity 
works and the dust destructor should be combined, aud it was useless 
for him to go on viewing sites which were condemned if the decision 
of the Council were adhered to. If he might venture to say 8 best 
on the point, he would recommend them to avoid going pest the it 
site, or what was approximately the best site, for the electricity 


i bins- 
already pointed out, there were advantages in tho com 
tion, yet they might run that combination too far. Personally 
he wonld rather not have the dust destructor next ш 
his electricity works, for the one reason that the dirt and 
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made it more difficult to ‘carry the electricity werks on with a dust 
destructor in the immediate viciaity. Besides they could not keep 
the machinery and building so smart and tidy as they could if the 
dust destructor was half a mile away.—The ex-Mayor said Mr. 
Hammond had stated in committee that the combination of dust 
destructor and electric light works would mean a saving of £250 per 
annum. Would the presence of a dust destructor be any danger, or 
did Mr. Hammond object to it simply because without it the works 
could be kept cleaner?—Mr. Hammond replied that at Shoreditch 
the dust considerably interfered with the machinery. The works 
there were ill designed, and if he were asked to draw up a scheme 
of combination he should take care that the dust destructor portion 
was entirely closed up from the electricity works, instead of being 
connected by windows and doors as at Shoreditch. Of course, he 
would rather nof run the risk of having bis smart machinery inter- 
fered with, but still he believed those difficulties might be got over, 
and the eres Se ein would be what had been stated.—Mr. 
C. G. Olark if there was any possibility of the dust interfering 
or damaging the machinery providing the works were properly con- 
structed.—Mr. Hammond replied that an engineer liked to speak 
from ience, and he must say that the nearest approach 
to the works not being interfered with was at Cheltenham. There the 
was separated from the electricity works by & promenade. 
They bad plenty of room there, more than they wanted to take ia 
Gloucester. He knew of no place where a oertain amount of dust 
did not come in. When be recommended the combination he had, of 
course, considered the pros and cons, and if they had it they must put up 
with the disadvantage of some amount of dust, and that would require 
ter care in cleaning the machinery, because there was nothing so 
| us to electric plant as dust. At Shoreditch some of the 
. machinery was disabled from that cause, but as to whether he could 
keep it out he would be able to tell them better when he had erected 
..., the Gloucester works. | | 


| К 


THE LEYTON DESTRUCTORS. 


Im last woek's “ Notes” wo briefly alluded to the public inspection of 
the Leyton sludge and dust destructors, erected at the sewage works 
the Beaman and Deas Syndicate, of London and Warrington. In 
this issue we deal in another place with the general aspects of the 
destructor question, and here we will just quote sufficient from a 
paper read by Mr. Liversedge, engineer and director of the syndicate, 
ore the cester Engineering Society on the 18th ult., to enable 

сш NOS to understand the construction of the Beaman and Deas 

P | 
“In the Beaman and Deas destructor each cell of a pair acts 
о а ое чш to сас ао тоа an сс is 
-comparatively green the gases from other are eir hottest, 
and with ordinary refuse a minimum temperature of 2,000^ F. is 
maintained in the common combustion chamber. where the gases 
unite, provided ony that a reasonable supply of refuse be main- 
tained. It is difficult in working this destructor to avoid one or the 
other of the pair of cells being in a sufficiently vigorous state of 
combustion to completely consume, by the gases it ws into the 
fume combustion chamber, anything whatever of an objectionable 
character which may happen to be proceeding from its companion. 
The Beaman and Deas destructor is avowedly, purposely, and 

a quick combustion and high temperature furnace. I submit to you 
a brick recently, at my request, cut out of the crown of a Beaman 
and Deas cell which has now been at work for four years, burning 
rarely less than 15 tons of refuse per day, working continuously day 
and night for every working day, but allowed to cool down at the 
end of every dk during the whole of that period. It is almost 
impossible to say 3 whether the brick has really under- 
gone any wear at What happens in this cell appears to be this. 
As soon as combustion is commenced, урем of siliceous matter, 
at a very high temperature, are projected against and adhere to the 
brickwork of the cell. They enter to a certain extent into combina- 
tion with the material of the bricks, but in doing so they at once 
form a coating on the surface of the brick, which effectually stops 
any farther action of a corrosive nature. That is to aay, there is 
formed upon the bricks what would doubtless become with a little 
higher temperature a fine protective enamel, though it actually 
presents itself as a kind of coke. In practice this crude enamel 
grows so much more or lese in the form of tentacles, that it is neces- 


quantity of refuse can be treated in one of these cells and such high 
temperature regularly attained. The explanation lies partly in the 
fact that the combustion is aided by forced draught supplied by 


A NEW INDUCTION COIL. 


Since the discovery of the Röntgen rays induction coils have 
acquired. a much greater importance. Ruhmkorff's is still 
the only one in common use. The defects of this coil may 
be summarised as follows: low efficiency, which hardly 
amounts to 20 per cent.; high cost of construction both on 
account of the great weight and cost of the materials 
employed, and the labour required to wind the enormous 
length of secondary wire; the delicacy of the m 
which is easily damaged by oration of the insulator or 
burning of the secondary wire; the great weight of the 
apparatus which renders transport difficult. | 

. De Rochefort-Lucay has studied this question with 
M. Wydts, and finds that most of these defects are due to 
imperfect insulation of the secondary wire.* 

At the high tensions which are generated in the coil, and 
which amount, often to as much as 400,000 volts, solid 
insulators such as glass are in the course of time, very much 
modified in their molecular constitution, so that in the end 
they usually break down. In liquid insulators a kind of 
electric convection takes place. 

Visoous or pasty insulators, however, which have neither 
the porosity of solids, nor the molecular mobility of liquids, 
offer great advantages. Such insulators are ge y 
hydro-carbons, which decompose slowly under the action of 
internal eleotric forces, depositing icles of carbon in 
suspénsion which, to a certain extent, reduce the i 


[ои of the material. MM. Rochefort and Wydts have 

n able, by a special yhp ose to use a viscous insu- 
lator without permitting the deposition of carbon. | 

In their coil, fig. 1, the primary ooil is the same as in the 
ordinary Ruhmkorff coil. It consists of a core of soft iron, 
d, about which a double layer of thick copper wire, ө e', which 
ends at the two terminals, a and a’, of the external circuit su 
plying the current. The primary coil, f, is surrounded. by 
an insulating tube. 

The secondary coil consists of a single bobbin, g, contain- 
mg 000 grammes of copper wire, 0°16 mm. in diameter. 

his secondary bobbin is placed roand the centre of the 

primary, and rests upon two tubes of glass, Л”, supported by 
a block of wood. A stopper of wood, i, furnished with two 
brackets, rests on the secondary bobbin, from which, how- 
ever, it is separated by two tubes of glass, л’. ~ 

The two ends of the secondary wire are connected to the 
two secondary terminals, b ö“, in the stoppers of two necks, 
m m', of the glass veasel in which the whole coil is con- 


The glass vessel is filled with the pasty hydro-carbon 
insulator. . 

The apparatus, thus constructed, gives sparks of 20 to 
22 cm. in length, with 6 volts and 8:3 amperes (about 
20 watts) applied to the primary circuit. 

The primary circuit of a Rhumkorff coil giving the same 
length of spark, would consist of 50 to 60 flat bobbins 


* Société des Ingenieurs Civils de France, November 5th, 1897. 
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coapled in series and separated itions of solid insu- 
lator. The weight of the weed зев: wire would be 5 to 
6kg. The number of watts required to work such a coil 
масо about 120. " "m | 

In the new apparatus the strength of the current is greater 
than in the Rahmkorff, on account of the lower resistance of 
the secondary. This is a very important characteristic for 
the production of Réntgen rays, since the time of exposure of 
a photographic plate necessary in any given case is inversely 
prn to the strength of the current used to excite the 
tu 


` There is nothing special about the condenser or the inter- 
rupter used in the primary circuit. Those which have been 
found most suitable for the Ruhmkorff coil are employed with 
the new apparatus. 

MM. Rochefort and Wydts have shown their coil at work 
in comparison with a Ruhmkorff, before the Socicté des 
Ingenieurs Civils de France. The tension obtained was 
about double that of the Ruhmkorff, and the remarkable 
‘density of the spark showed that the strength of the current 
in the secondary must have been very high. 


THE TELEGRAPH TROUBLES. 


Тнк CLERKS’ Pornt ОЕ VIEW. 


By CHAS. H. GARLAND. 


(Continued from page 96.) 


More than a century ago Adam Smith wrote in his Wealth 
of. Nations” a striking passage upon the nature of wages. 
“The of labour are the encouragement of industry, 
which, like every other human quality, шше in propor- 
tion to the encouragement it receives.” Although it is only 
recently that such views bave triumphed over the time-worn 
doctrine of the 5 of low wages, the trend of modern 
thought and modern industrial is more and more in 
the direction of a recognition of the economy of high wages. 
* If you want a thing well done you must expect to pay for 
it" is a popular way of expressing the traditional belief in 
the efficacy of Rar treatment to ensure good work. All 
the best authority in labour matters leans towards the 
view expressed by Mr. John A. Hobson in his work on 
“ Modern ree merger * Every rise in wages, leisure, and in 
general stan of comfort, will increase the efficiency of 
labour." Without рш this view to the point of 
absurdity, it is easily demonstrable that a well paid contented 
body of servants is the source of the highest efficiency, and 
turns out the largest quantity of work. Towards obtaining 
such a body of servants it is surely the duty of administrative 
officers ір large public departments to strive. The value of 
willing, efficient work cannot be over-rated in a service во 
ч as the telegraph service. Unless the highest speed 
and the utmost accuracy are assured the main object of a 
telegram is lost sight of. The greatest value can be extracted 
from the expensive trunk lines by placing willing, efficient 
operators at either end. 
When so much depends on the goodwill of the men it 
is surely to the advantage of the Department—to place it on 
-no higher basis—to secure that goodwill. Yet we find a 
tendency rather to parsimony, and irritating refusal to 
listen to all appeals against anomalies. Ina matter that so 
nearly affects the daily life of the men as the supply of their 
‘refreshments, complaints zeem powerless to uce an effect 
upon the red-tapish system, and meals have to be taken under 
conditions which are a source of constant annoyance and 
indignation. Yet an inexpensive measure of reform would 
remove the ill-feeling. So with pay and prospects, whatever 
may be the view of the administrative officers, to the clerks 
it seems ав pn i always the least generous view is taken of 
all schemes and scales in the matter of interpretation, and 
King Red Tape sits enthroned upon a mountain of anomalies 
With ears quite deaf to all the clamours for sympathy. 
The history of the £190 maximum is an illustration of 


this attitude. Prior to 1881, the scales of pay for telegraph 
clerks were as follows :— 


Senior telegraphists. .. £140 by £5 to £160 
1st class M - . £100 , £5 , £160 
2nd class „, . £70 „ 45 „ £90 
Srd class » . 12s., 14s., 16s, a week, then 


£45 by £5 to £65 per year. 


Complaints of *stagnation of promotion and inadequacy 
of рау” led Mr. Fawcett, who was Postmaster-General at the 


time, to make a full investigation of the matter and he found 


these complaints to be justified. He recommended to the 
Treasury а scale which was subsequently adopted and which 
abolished some of the classes and left the pay as follows:— 


Senior telegraphiste... .. £150 by £8 to £190 
Ist clase x m .. 4110 „ £6 „ £140 
2nd class  , a .. 12s., 14s., 168., а week, then 


£45 by £5 to £100 a year. 


This revision came into operation in 1881, and it will be 
seen that the most important change was the raising of the 
maximum from £160 to £190. This was the improvement 
which was to meet the “inadequacy of pay.” It must also 
be е that the whole of the 8585 was к ы tele- 
graphists, that is, for operators. No special qualifications 
um demanded for promotion to the Senior Class, men were 
advanced into it in the ordinary course as telegraph operators 
and no one doubted that if he arrived at the maximam of the 
first class with a good character he would pass automatically 
into the Senior Class. Long waits at the maxima of the classes, 
nowsocommon, were not then known. Мг. H.C. Fisher, C. M. G., 
the Controller of tte Central Tel h Office, who was then, 
and is now, the chief officer who deals with the advancement 
of clerks, in a memorandum dated January 10th, 1896, and 
published as au appendix to the “ Minutes of Evidence taken 
by the Committee on Post Office Establishmente,” said 
“ Ordinary manipulative ability, combined with regular at- 
tendance and good conduct were considered sufficient quali- 


fications for promotion to the Senior Class.” This statement. 


of the Controller is important, because it clearly demonstrates 
the point upon which the whole controversy hinges. Was 
the whole scale up to £190 a scale for telegraph operators in 
Mr. Fawcett's intention? As soon as the scheme was 
applied, and during Mr. Fawoett's administration, it was so 
ed. Everybody, clerks and administrative officers 

alike, believed it to во. From 1881 to 1892 the scale 
was 80 applied by officers who were familiar with Mr. Fawoett 
and presumably knew and carried out his intentions. Con- 
cerning this scale Mr. Fawcett said, in writing to the 
Treasury, “The rates of pay which I propose are not more 
than sufficient to afford just and reasonable remuneration to 
those on whose efficiency and contented service so much of 
the interests and the convenience of the community * 
So we had a scale of pay established for telegraph clerks 


which led, with no great obstacles intervening, from 123. per 


week by a slow to £190 per year. In a memo- 
randum attached to the papers issued by the Civil Service 
Commissioners to intending candidates for the post of 
telegraphist, it was stated that the scale of pay offered “a 
prospect of obtaining £190.” This memorandum was issued 


with the authorisation of the Postmaster-General. Surely one 
would have thought that with such a weight of authority and 


practice behind it, the кер of £190” for telegraphists 
was sufficiently secure. But in 1892 a change came over 
scene, Mr. Raikes had previously, by an obvious slip of 


the tongue, described the Senior Class of Telegraphists as а 


“ moribund class," and had seduloosly denied having said it. 
Suddenly, and without notice, a special qualification was 
demanded over and above “ manipulative ability " for pro- 
motion to the Senior Class. technical examination 
requiring considerable study in leisure time was set and 
made, not qualifying, but in a limited degree competitive. 
At the same time the trend of departmental utterances was 
to the effect that the Senior Class was a “superior appoint- 
ment,” requiring special qualifications. And in 1894, 10 8 
Return prepared for Mr. Provand, M.P., we find them wrested 
from the place which they had hitherto во honourably filled 
among the “general body” iu all official retarns. Now 
they were treated and classed as “supervisors.” 80 at 
last the Senior Class as a class of telegraphists had 
passed the moribund stage, and from its ashes has 
sprung, phwnix-like, a new class of supervisors who per- 
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formed no supervising duties. Protests and tions were 
useless. It was represented that to ask 5 well 
advanced in years and well up in all the duties he was 
required to perform, to set about theoretical study in order 
to secure promotion, was a terrible and unjastifiable hard- 
ship. Throughout the Tweedmonth Commission's sittings 
the protest was pressed, but to no purpose, and £160 per 
year, which Mr. Fawcett had found inadequate in 1881, was 
declared to be a sufficient reward for the dutis of a 
telegraphist. 

Simultaneously with this change in the definition of the 
Senior Class, an alteration ocourred in the ratio it bore to the 
general 2o07: As a class of telegraphists it had maintained 
a relation of 1 to about 7:5 to the ign below. But upon 
the new definition the basis of calculation was altered 
and the ratio became and has been maintained at about 
ee 10:5. The following table will illustrate the alteration 
of ratio :— 


No. of Ist and | Proportion of general staff to 
nå Cl ES 


Dats. No. of seniors, ass, | each senior appointment. 


1881 126 des 7-68 
1886 161 | 1,824 660 
1888 175 18.21 7-54 
1890 319 1,590 7-98 
1893 170 1,740 10 23 
1897 172 10.870 10 87 


It will thus be seen that quite apart from the difficulty of the 
technical examination there was, and is, a lesser chance of 
advancement to the Senior Olass than existed from 1881 to 
1892. 

The fight against the change in the Senior Clas: appellation, 
qualifications and duties was waged throughout 5 and 
at last. at the conference between the Postmaster-General 

the Dake of Norfolk), Mr. Hanbury (Secretary to the 
) and a number of M. P. s, which was held in 
August, 1897, at the House of Commons, I was able, with 
the aid of Sir Albert Rollitt, M.P., to argue the matter upon 
the basis of a breach of contract.” This was the sole basis 
then taken up. As a result the technical examination was 
abolished, but the words in which this act of reparation was 
couched are instructive and typical, The Post- | 
master-General and Mr. Hanbury are struck 
with the consideration that it (the technical 
examination) may in certain cases operate to 
bar the advancement of an officer who—though 
in other a skilled operator and efficient 
servant of the department—may not possess the 
requisite technical knowledge required for an 
examination on purely technical subjeota. They 
have therefore decided to abolish this rule, &o., 
"—Post Office Circular, No. 1,216, August 
10th, 1897. 

So the technical examination was abolished, 
but the proportion of seniors to the lower classes 
is still leas than before 1892. 

With the fall of the technical examination, our 
contention that the soale to £190 was an opera- 
tors’ soale was in effect conceded. What is now 
our position on the matter? This is not the 
place to discuss the admitted evils of classifica- 
tion. Suffice it to say that we had contended 
before the Tweedmouth Committee for the aboli- 
tion of classification, on the ground that it was 
a system full of evils, and this contention had 
been admitted by the Committee, in its report, 
to be justified. Sir S. Walpole was one of the 
five members of that committee. The words of 
ur ion pog m Th 

4 Promotion an Vicatton. — The com- 
plaints under this head are threefold. (a) The 
uncertainty and stagnation of promotion within 
the classes into which the rank and file of the 
various grades of Post Office servants are divided. 

(5) The slowness and uncertainty of promotion 
from these classes to the supervising classes; and (с) the 
delay in filling up vacancies. 

“ We think that on entering the service it is most desirable 


that a man should be under no uncertainty as to his fature 


career and prospects of otion. While the 


for men in the second. 
Wo therefore recommend that wherever in the case of 
officers not orming work of supervision such classifica- 
tion exists, it should be abolished, and the officers under 
certain conditions hereafter to be specified when we deal 
with the cases of particular classes, should proceed by annual 
increments from the minimum wage of their class to its 
maximum." UR d 

Telegraph clerks, then, claim that the scale of their class 
is from a minimum of 12s. weekly to a maximum of £190 
per year; that the scale wes so intended by Mr. Fawoett, 
that it was so administered by his officers, and that the 
demand for any other qualifications than those of инг 
tive ability and good conduct have been proved to be a 
violation of their vested rights in this scale. All the evila 
of classification which led to its condemnation by Lord 
Tweedmouth’s Committee exist in the retained classification 
now in force, and they demand its abolition. Unless this is 
done the actual maximam obtainable is only £160, a sum 
adjudged inadequate by Mr. Fawcett in 1881, and a sum 
which, ander the changed conditions of to-day, is ridiculously 
insufficient. The prospect of a telegraphist obtaining £190 
is less than it was 16 years ago, and во my contention is 
jastified that during a N of progress a large section of 
public servants have slipped back and have now a lower 
prospect than in 1881. 

(To be continued.) 


IDEAL CIRCUIT BREAKER.” 


A NOVEL circuit breaker has been put on the market by the 
Ideal Electric Corporation, of New York, the spparatus 


Fras. 1 AND 3. 


differing somewhat from anything yet offered to the public. 
The movements of the Ык, Lisci bars, are in а 


* New York Electrical World. 


168 


THE ELECTRICAL REVIEW.  [Vol49. No. 1,054, Еювволвт 4, 1896, 


vertical position, having a reciprocating motion up and 


The illustration (fig. 1) shows a circuit breaker of the 
donble-pole type, each pole working 5 of the 
other, so that if an overload or short cironit should occur, 
both blades drop simultaneously. After closing one side of 
the switch, if the overload or short circuit still exists, in 
attempting to close the other side, the side already closed 
will instantly and ata ien open. By this arrangement 
it is practically impossible to close the circuit breaker as long 
as an abnormal amount of current is passing. The most 
commanding feature of this switch is that at no time during 
the entire action of opening or closing, does any part pro- 
trude more than 6 inches from the face of the switchboard, 
thereby avoiding the danger of striking the operator, and 
often injuring him. A man of ordi strength can 
with rapidity and ease close circuit breakers of this type up 
to 5,000 amperes capacity. All conducting parts are made 
ef hard-drawn copper, and all parts not made of copper are 
heavily copper plated, the entire switch being highly polished 
and lacquered. 
The switch is self-contained and can be easily mounted on 
the switchboard, no lining up being necessary. 
Fig. 2 shows the template and all the drilling necessary for 
1 


i Уа. 2. | 

а 500-ampere breaker. In the operation of other circuit 
breakers two large compression springs are commonly used, 
bat in the Ideal there is only one small one, gravity doing 
the rest. These breakers are also provided with an evenly 
divided scale, and can be adjusted from 40 per cent. to 50 
per cent. overload. 

Fig. 8 shows а self-contained single-pole breaker for panel 
and switchboard work. Only three holes need be drilled in 
the switchboard to mount the breaker. With the Ideal in- 


dependent circuit breaker no auxiliary switch is necessary, 
on account of its independent action. 


b 


NEW PATENTS. 


1,258. “ An improved cord gri ceiling rose for electrical work.” 
F. W. HNA Tro and H. Вмттн. Dated January 17th. 

1,290. “ Means for augmenting lifting-power by electricity.” Н. 
Worrr and W. Brass. Dated January 17th. (Complete) У 

1,294. “An improved coin-operated telephone instrument for 

blic call" F. J. CLA and G. A. Р, WzvwxourH. Dated 
anuary 27th. (Complete.) 

1,901. “Electric signalling а tus.” 
January 17th. (Complete.) MENS 

1,903. “Improvements in etic ore tors.“ G. J. ` 
г каша DU. magnetic ore separators.” G. J. CREAM 

1,379. “Improvements in electrical insulating conduits and in the 
тте te nnt miim a making same.” P. М. Justice. (The 

an u m United 8 

lth. (Compia pany, tates.) Dated January 

1,380. “Improvements 
machines and motors.” 


F. B. Hernzoa. Dated 


in the regulation of dynamo-electrio 
Е. A. Јокивои. Dated January 18th, 


. 1,391. “Improvements in electro-magnetic brakes for cars” E. 
PrckHaM. Dated January 18tb. (Complete.) 

1,416. “Improvements in telegraphic transmitters." S. Pricz, 
W. P. PHILLIPS and R. H. WII. Dated January 18th. (Complete.) 

1,464. “Improvements in and relating to holders for incandescent 
electric lamps.” W. MoGEocn. Dated January 19th. 

1,465. “Improvements in and relating to moulds for shaping glass 
globes for gas or electric lights, or like articles.” J. BUCHANAN, 
Jun. Dated January 19th. 

1,489. “ An automatic interchangeable electric and mechanical 
advertiser.” H. W. Оох and C. T. Tayron. Dated January 19th. 

1,511. “Improvements in terminal fuses.” J. G. Dixon. Dated 
January 19th. 

1,535. "Improvements in iocandescence electric lamps, and pro- 
cesses for the production thereof." C. A. R. von WELSBACH. Dated 
January 19th. 

1.557. Improved clockwork-operated mechanism for switching 
electrical current." A. S. Scuol. Dated January 20th. 

1.564. Electric striking mechanism for clocksand the like.” H. 
Ұнірвосвки. Dated January 20th. 

1.628. "Improvements іп and relating to secondary batteries.” 
W. A. CRowpus. Dated January 20th. 

1,678. “Improvements in, and connected with, dynamos and 
electric motors." F. O. Pernow. Dated January 21st. | 

1,686. “Improvements in secondary batteries and in means for 
combining electric lamps therewith.” W. A. Crowpvus. Dated 
January 21st. 

1,687. “Improvements in electric signalling apparatus.” В. P. 
THompson. Dated January 21st. 

1,691. “Improvements in electric switches." J.G.Drxom. Dated 
January 21st. 

1,697. “ Apparatus for the electrolytic treatment of bleaching 
liquids.” M. Haas. Dated January 21st. (Complete.) 

1702. “Improvements in electric batteries.” M. БВиүнлвр, 
Dated January 21st. 

1,706. “Code telegraphing and circuit-testing apparatus for fire- 
alarm and other purposes.” R. Parson. Dated January 21st. 

1.742. Improvements in, and relating to, electro-magnetic engines 
or motors.“ C.McCatium. Dated January 22nd. 

1,787. " Improvements in tools and appliances for bonding the 
rails of electrical railways, tramways, and the like.“ P. U. ASKHAM 
and R. Herp. Dated January 22nd. 

1.803. Improvements in, and relating to, electric arc lamps.” 
L. B. Copp and J. A. Copp. Dated January 22nd. 

1,809. “ Automatic time switch." E. A. CLAREMONT (c/o Mesars. 
F. Н. Royce & Co., Limited). Dated January 22nd. 

1,826. “Improvements in rheostats" Н. B. Curran. Dated 
January 22nd. (Comjlete.) 

1.828. Improvements relating to the transmission of drawings, 
hand-writiug, and the like by telegraph and telephone.” J. WALTER- 
Dated January 22nd. 


ELECTRICAL PATENTS OF 1885, EXPIRING IN 
FEBRUARY, 1898. 


We are informed by Messrs. W. P. Thompson & Со. that about 
95 applications for electrical patents were filed in the month of 
February, 1884. Of these some were never completed, and those 
that were only three have been maintained to run their full length of 
term, viz., 14 years, and being of some interest we give short abstracts 
of them below :— 


2,858. "Improvements in means for producing and се elec- 
tric currents in secondary circuits.” L. Олсгавр. Dated February 
6th, 1884. The induction coils consist of a round or fiat primary 
conductor surrounded by a number of conductors connected in 
parallel forming the secondary conductor. The compound conductor 
thus formed is wound upon a bobbin which may have an iron core. 
The secondary coils may be grouped in various ways by suitable 
switches according to the requirements of the system. 5 clai 


3,034. “ Ар improvement in apparatus fo» electrically controlling 
railway signals." C. Норавон. Dated February 9th, 1884. Relates 
to electrically controlled railway signals and consists of 1 
between a signal and its motor, a sway beam or its equivalent, one en 
of which is worked by the motor, the middle of which is connected 
to the signal, and the other end of which is either held stationary or 
is left free as determined by an electro-magnet excited by a current 
transmitted or brought into action from a distance. 2 claims. 


4,025. “Improvements in the manufacture of electrical conductors 
for telephonic or other purposes." E. T. Твокман, Dated February 
27th, 1884. Two or more wires are wound spirally round а 
core (of insulated wire, hemp, India-rubber, &c.). The whole is then 
passed through a gutta-percha covering machine. The core or the 
wires of the core may be first taped with insulating tape. After 
leaving the machine the cable may be passed into water containing 

lumbago finely powdered, which impregnates the surface forming & 

ouble surface. 4 claims. 
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THE RELATIONS BETWEEN CUSTOMER, 
‚ ENGINEER, AND MANUFACTURER. 


Тнк above is the title of a recent paper presented before the 
New York Electrical Society by Mr. S. W. Greene. There 
is some sound sense in this paper. We read that “many 
consulting engineers, especially those who have recently 
commenced practice, seem to think that it is improper for 
them to consult with the manufacturer, or to examine bis 
plant or to ask him for information or advice.” The 
inevitable result is, that specifications often contain pro- 
visions which are a source of annoyance and expense to the 
manufacturer and parchaser alike, and which have no com- 
pensating advantages from either the engineering or ‘the 
commercial standpoint. ‘Some of the provisions are 
impossible or impracticable, and the contractor has the awk- 
ward task of asking for this modification.” These remarks 
apply to all trades, and to none more than to trades of 
special character, There are many contractors who, if they 
pay proper attention to their business, must inevitably 
become the best experts, and if they be also engineers, it is 
difficult for any outside consulting engineer to draw up a 
specification that will meet the views of the experts, unless 
the consulting engineer has taken the trouble to first place 
himself in communication with them. | 

Some of the worst faults in the drawing up of a вресібса- 


tion with the form of tender and schedule of prices, are the 


adherence to old and abandoned methods, the specifying of 
materials, to make which or obtain from foundries, &c., will 
require more time than is given for the completion of the 
contract, whereas better goods of modern commercial sizes 
are, perhaps, to be had direct from stock for less money 
Then the schedule of prices is often drawn up in what is 
evidently absolute ignorance of the conditions and necessities 
of carrying out work, and as a fixed printed form is insisted 
upon, the contractor cannot place his corrections upon. it, 
and the result ів, that what should be a good job proves to be 


dear and bad. We might take the majority of specifications 


issued within rifle shot of Westminster Hall, and none of 
them would pass the judgment of a sound practical builder, 
contractor, engine manufacturer, or other experienced man 
in each particular kind of work specified. Now all this is 
decidedly unfair to purchasers. Why should a man who : 
wishes to have certain work done for him pay a 5 per cent. 
commission to some engineer to specify things which will cost 
50 per cent. more, and be twice as difficult to repair as the 
plant that he could have bought direct from some good 
firm of contractors. It is because there are shoddy firms 
that consulting engineers are needful as go betweens, but 


this is no reason for the too prevailing egotism that dis- 


figures so much of our English work, Mr. Greene finds the 

same to prevaillargely in America, where special apparatus 

or methods are called for to the exclusion of standard: 

apparatus of equal efficiency. His idea of the consulting 

engineer is, that his place is to вее that his client selecta the 
0 
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best system, and purchases good materials, and the engineer’s 
business is to see he gete them, and he should, therefore, 
consult with manufacturers, should visit their establishments, 
and keep himself up to their practice. This, he thinks, no 
mauufacturer would refuse. We should think manufacturers 
would be glad to keep engineers posted up in view of the 
chance of having to fill the specifications of these same men 
at any time, and there is now no mystery in manufacturing 
that need demand closed doors. On the question of 
standardising, there is too little done in England. Many 
things are standardised in America, and great benefit results, 
especially in railway work. English engineers are perhaps 
too desirous of making some special mark. Thus, if 
a railway has worked for years on certain patterns 
of locomotives, and is working as economically as any other 
railway, is it not a gross injustice to all concerned that a 
new locomotive superintendent should hastily alter every- 
thing, so as to be able to put his mark on the engines until 
the rolling stock has as many patterns as there have been 
superintendents? There must be progress, but a large 
amount of specified work we constantly meet has not even 
the merit of being a step forward. It is too often a step 
backwards into methods properly abandoned by better in- 
formed men. Naturally, in the early days of the electrical 
industry, the types of apparatus have been legion, but then we 
had not got out of the area of experimentation. Yet there 
are men in practice who will get up a drawing and a specifi- 
cation for a 20-H.P. steam engine, or for a Lancashire 
boiler, about which he knows less than the office boy in the 
boiler-maker’s works. Our author points out that some 
specifications not only specify the conditions of service, the 
apparatus required, and the tests which will be applied, all 
which is quite proper, but they specify how the contractor 
shall make it, which is another, 

We all know that he is right. Only а few days ago we 
saw some general work specified for, which went so far as to 
specify and show a drawing of certain plummer blocks which 
were inferior to what any manufacturer of shafting and 
mill-gearing specialties supplies in his ordinary run of 
standard work at half the сові these particular new designs 
would involve. 

Many consulting engineers seem to think they ought to 
supply designs for their clients throughout. Never was a 
greater mistake made. It is their business to avoid this as 
much as possible, because the fewer the drawings the cheaper 
the cost—standard articles being purchased. It is unfor- 
tunate there should be so much payment of engineers by 
commission on cost. The better the engineer does his duty 
the less he is paid by that system, which we have heard 
more than once stated to be responsible for the outlay of 
thousands of pounds where hundreds would suffice. Manu- 
facturers are themselves responsible for much evil. Pick up 
a manufacturer's catalogues, and how much information will 
they afford ? 

Take the above-named item for plummer blocks, and 
there is found the diameter of the bore and the price, but 
not a figure as to the length of bearing, the bolt centres, 
sole length, or breadth, or height of centre. The catalogue 
is useless, as compared with a German book before us, which 
gives every detail, so that, by its aid, a scheme of machinery 
becomes merely the suitable arrangement of certain standards. 
The truth is, we are to-day, in the commonest articles of 


engineers’ use, in much the same condition as we were 
before Whitworth standardised the screw thread. The only 
difference is the screw thread. Everything else is much as 
it was. English manufacturers onght to look to this. They 
pay far too little attention to either standardising, as between 
each other, or making their own goods interchangeable, 
Pipe makers are grievous sinners in this respect, and of all 
people, they ought to follow standard sizes and interchange- 
ableness. It is the same with makers of rolled girders, 
who again fall lamentably behind the American mills, in not 
providing suitable catalogues, with weights and all other 
properties of their sections, | 

Finally, the powers. taken by engineers in their specifica- 
tions to harass contractors ought to be more limited. Every 
contractor knows the constant trouble which arises, no 
matter how good his work, because of some busybody of 


an underling who is continually finding fault and hindering 


progress, too often for the sake of really spoiling what he is 
professing to improve. When the engineer is devoid of 
practical knowledge he is sure to take the part of his man, 
who is, perhaps, acting as clerk of works, against the word of 
the more experienced contractor, who is, of course, tainted 
because he is supposed to be making money out of his work, 
and must be prevented doing so at all costs. 

We take it that the principal duty of a consulting engineer 
is, or should be, to use а practical knowledge, acquired ina 
contractors works, in advising his non-technical client 
what to purchase from contractors. In the end, it is the 
contractors who make and employ their own special experts 
to design. Can a consulting engineer get out plans from 
steam boilers to incandescent lamps that can compare in 
any one item with the work of the dozen engineer experts 
who devote themselves the one to boilers, the other to 
engines, the third to the dynamo, and so on? Yet this 
is what we seem to find is the motive underlying 
most specifications. The system cannot even be claimed 
good for trade, for it runs up expense and chokes off 
progress, and the engineer himself is worse off, for he gets 
his commission probably on a single job costing, say £2,000, 
where otherwise he might have drawn on two or more 
jobs at £1,500 each, had an easier time of it, and given 
better satisfaction. 


A Difficulty im Electric Traction.—If one pair of 
wheels in а electric 5 oo high d — wre = 
happen, from any cause, to slip, its high s rotatio 

d E T ee e e ee 
checked torque redu is will happen 
wheel in a series! combination. Coupling rods to check the 
tendency of one wheel to slip are undesirable additions (0 
an electric as to any other locomotive. As series working 18 
very usual at times of starting, a single greasy spot on the 
rail might destroy the tractive force of the whole machine. 
One of the most promising systems of control is stated by 
the Electrical World to be the Leonard system, using Sepe 
rately excited motors with fully-saturated fields in DE, 
and with armatures supplied from a motor generator W! 
adjustable secondary vo If, then, any one wheel sli 
its torque will be reduced and slipping will stop, but! 
remainder of the wheels will be unaffected, and ав el 
locomotives are not overweighted for tractive purposes, | 
additional mechanism will be an advantage than ораи 
For yard purposes the electrical locomotive is extolled. 155 
can be run into sheds without risk of dirt, smoke, or 
It is also quieter and not so alarming to horses. 
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EXPERIMENTS ON INDUCTION AT LONG 
DISTANCES WITH HIGH FREQUENCY 
CURRENTS. 


In an article in the Electrical World, N.Y., by Messrs. 


Northrup, Pierce and Reichmann, a series of experiments 
are described in which several novel instruments and methods 


were made use of. 
The receiver employed was a kind of galvanometer for 


high frequency currents, and indicated approximately the 


maximum value of the current in the receiving circuit by 
the deflection of a copper disc suspended by а quartz fibre 
inside a coil. The copper or silver disc is set at an angle of 
45? to the plane of the coil, and when an alternating current 
is sent through the latter, currents are induced in the disc 
which tend to twist it into the plane of the coil. 
Considering the importance which the study of high 
frequency ourrents has recently acquired, some details as to 
the construction of this detector may be worth giving, and 
we therefore quote the description given by the authors: 
“The delicacy of these instruments was due to the use of 
fine quariz fibres for suspension, and rapid damping was 
obtained by placing the diso between the poles of a perma- 
nent magnet. Any motion of the disc generated currents 
in it which brought it back to rest. Some details regarding 
the construction of these instruments are worthy of note, 
since care and experience in these details can alone make the 
instrument delicate and serviceable. The deflections were 
read by means of a telescope and scale. The complete period 
of the first instrument was 16 seconds, and t of the 
second was 184 seconds, In the first instrument the system 
consisted of a ring of pure silver, with an external diameter 
of 12 mm. and an internal diameter of 7 mm., mounted 
оке кат which carried a thin, small mirror just 
above the coil. In the second instrament a silver diso 6 mm. 
in diameter was used instead of a ring. The mirror in this 
instrument was 4 mm. x 7 mm. Such mirrors can readily 


be made by silvering ordinary microscopic cover glass. 
zr may be given the desired shape by breaking them in 
the following manner: The mirror is laid face down upon a 
hard smooth surface; the edge of a steel rule is p upon 
the silvered surface and exerted, when the mirror 
breaks along the edge of the rule. Since cover glass is 
extremely thin, using varnish upon the back of the mirror, 
or mounting ee рне d оры of cement, will dis- 
tort the glass and give a conf image of the soale. The 
mounting is best accomplished by first fastening with hot 
sealing wax a small strip of cover glass to the rod. The 
surface of this should then be tou with shellac, and the 
extreme upper edge only of the mirror laid upon it. The 
greater portion of the mirror is thus unstrained, and a clear 


scale can be obtained from an extremely light mirror. The 
coil of the instrument shown in fig. 1 was wound in 
Beveral уез upon а hard rubber bobbin with very thin 
walls, Waxed paper was placed between the layers, and the 
whole coil was soaked in hot beeswax and rosin. This 
tion is required to prevent short circuits between the 
yers. At the top of the coil all the wires made a semi- 
circular turn, во ав to leave a slot in one side of the coil, 
through which the glass rod bearing the silver ring could 
pase, thas bringing the axis of rotation of the ring in the 
centre of the coil. This made the coils detachable. Various 
coils with different numbers of turns were tried. One which 
gave satisfactory results, when the frequency of the induced 
current was comparatively low, contained 104 turns of No. 86 
B. & S. wire. The axial depth of the coil may be as great 
as, but not greater than, the axial distance from one edge to 
the other of the silver ring or disc, when placed in the ooil 
at an angle of 45°. The ends of the quartz fibre were 
attached with hot sealing wax. 

“Tt is essential that the silver ring should not come in 
contact with iron, for since the ring is suspended between the 
poles of a magnet the attraction upon the ring due to the 

nce of iron may greatly decrease the sensitiveness of the 
instrament. On the other hand, the silver may be found 
dia-magnetic, iu which case the system, when brought by the 
torsion of the fibre into the right porton, may be found to 
be unstable. This difficulty may be overcome by brushing 
the silver diso with a weak solution of iron sulphate. A few 
trials will serve to nullify the action of the magnet on the 

m." 

Using this indicating instrument, the authors made a 
number of experimenta to show the importance of resonance 
in the two circuits between which the electric waves are being 
transmitted. In one.series of experiments, the inducing 
circuit A, fig. 2, consisted of a rectangular loop of bell wire, 


Е B A 
. — 
Fia. 2. 


the dimensions of which could be varied. A condenser, a, 
of small and variable Sepeo m and a spark gap, b, were 
inserted in series in the loop. The receiving circuit, B, con- 
sisted of a similar lcop with & condenser and the indicating 
instrament iu series. The condensers in both circuits were 
built up of tinfoil and glass plates 18 х 20 inches. 
Fractional values of the capacity of one pair of plates were 
obtained by folding back the upper tinfoil sheet a known 
amount. spark gap consisted of two brass balls, about 
2 om. in diameter, their separation being effected by means 
of a micrometer screw. | 

In experiments оп the production of electric waves, it is 
important that energy should be күре to the radiator 
continuously during the period when the indicating instru- 
ment in the receiving instrament is deflecting. Sinoe an 
induction coil or an influence machine supplies energy only 
for a time, which is short com with the intervals 
between each discharge, it is evident that the maximum 
amount of radiation cannot be obtained by the use of such 
sources of current. To obtain the best effects a source of 
current should be employed which will give в continuous 


disch across the spark gap. It is farther necessary, in 
order that oscillations may occur in the circuit, that the 


жо across the spark gap, should not be of the nature 
ап arc. 

The following simple and effective method of generating 
а continuous stream of high frequency currents was em- 
ployed by the authors. The E.M.F. of the alternating 
100-volt city circuit was raised to the required amount by 


means of a high tial transformer. The terminals of 
the secondary were directly connected to the opposite sides 


of the spark gap, ò, fig. 2, and the primary to the city 
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circuit terminals, through a variable inductive resistance. 
Arcing was prevented at the spark gap by a strong blast of 
air supplied by a foot bellows. Without this air blast to 
blow out the arc only very feeble oscillations occur, and 
practically no induction effects could be obtained ; but, with 
16 the oscillations are strong and continuous. It із unneces- 
sary with this arrangement to keep the balls bright and 
polished. Moreover, the effects obtained can be made ex- 
tremely uniform if we insert in series with the secondary of 
the coil a condenser of euch capacity that the arc between 
the balla ceases to have a flaming character. 

The experiments with the above described apparatus 
verified, in a very striking and simple manner, the im- 
portance of resonance and high frequency in the effective 
transmission of inductive effects. The authors deduce by 
an elaborate mathematical investigation, a formula for the 
deflection of their high frequency galvanometer. This 
formula is somewhat complicated and contains many factors. 
It indicates that the deflection is inversely proportional to 
the sixth power of the distance between the radiator and 
receiver, 80 that this style of р is not very suitable 
for wireless telegraphy to long distances. Indeed, the authors 
estimate that signals could not be transmitted over a ter 
distance than 1,600 feet with the best arrangements of their 
wire loop apparatus, These experiments are, however, of 
considerable scientific interest, the methods described of 
generating and detecting electrical oscillations appear to 
геа some novelty, and to have considerable practical 
value. 


COMPARATIVE COST OF STEAM AND 
ELECTRIC POWER. 


II. 


THOUGH perhaps less convenient than electric transmission, 
mechanical methods may, if well designed, be more economical 
where the load factor throughout the year is high. Buta 
large class of power users make such variable demands for 

wer that the ratio of average to maximum is very small. 

uch conditions favour electricity both as a power trans- 
mitter and as a prime mover in that particular place. IIIus- 
trative of the first case is taken an engine of 1,000 H.P., 
delivering 750 H.P. to machinery and 250 H.P. to power 
transmitters, But if the load factor be 35 per cent. only— 
not a specially small factor—the usefal work will be only 
28:6 per cent. But electrical transmission would give the 
game total efficiency of 75 per cent. from engine pulley to 
machinery, and for a load factor of 35 per cent. the total 
efficiency would be 50 to 60 per cent., or double that for 
mechanical transmission. Thus, while the total power would 
be the same and the 1,000 H.P. engine would retained, 
coal would be saved to the extent of 30 to 40 per cent, 
which with coal at 128. would mean £400 to £000 per year 
in & non-condensing plant. 

In particular cases the main t could be reduced by at 
least a fourth with all that this implies of saving. 

If at full load the constant charges are £1,000 a year, 
and the same figure stand also for the variable charges, the 
variable charges will remain about constant per H.P.-hour. 
If the load factor becomes 50 per cent., the constant charges 
remain the same, and the variable charges become halved. 

At half a million H.P.-hours annually, the constant charges 
will be 1 cent per hour, and the variable charges also 
1 cent. With only a quarter million H.P.-hours annually, 
the constant charges will become 2 cents рег H.P.-hour, the 
variable charges being, as before, 1 cent. The total fall load 
cost is thus 2 cents, as against 3 cente when the load factor 
is 50 cent. 

Hence the total costs must, for economy, be chiefly a 
summation of variable costa. Constant charges on plant 
become higher, out of all proportion, as steam engines 
become smaller. This is a well ised fact. One man 
can attend to a 200-H.P. plant. In smaller shops either one 
man must attend to the small boiler and engine of 2 H.P., 
or they must be left to anyone, and there is an enormous 


but not directly visible waste. Central station working has 


the advantage of а better average load than any individual 
consumer, but there is the disadvantage of the costly system 


‚ from its higher efficiency for distribution. 


of mains, and these have proved fatal to central station 
poter distribation, except for small consumers who have 
n willing to pay as high as 20 cents per H.P. hour. 
This, of course, applies to steam distribution. Elec- 
tricity steps in here, and proves capable of transmitting 
рте economically to scattered consumers, and this apart 
Much of this 

arises from the ability of distributing two energies over one 
main, viz., lighting energy and power energy, both generated 
by the same machinery. As in a e station the variable 


seem impossible for small isolated steam powers to jen gis 


answer a few plain questions as to cost and pec At 
pns the fashion seems to be to tell nothing. Surely there 


The power absorption by machinery has opidi been a 
little known subject, but this is largely because the absorp- 
tion by the machine has been complicated by the question of 
shafting. With electricity, it would be so very easy to know 
just how much a 9-inch lathe consumes idle, or cutting, that 
we wonder no one who has the opportunity has found thi 

and made a list of a few sizes of tools and their various 
рое absorption. Such a table would, we feel sure, greatly 
acilitate business. 

(To be continued.) 


SOME NOTES ON SINGLE-PHASE MOTORS. 


Bv A. C. EBORALL. 


(Continued from page 137.) | 
The Stator —The stator of modern motors is always built 
up of lightly insulated soft iron core discs, these, as shown 
in fig. 7 (A, B, C), being either slotted, or pierced with rectangular 
or semi-rectangular holes for the reception of the windings. 
Fig. 74 is Messrs. Brown, Boveri & Co. 's construction, 
fig. 7B that of the Oerlikon Company, and fig. 7c that of 


- 


Fia. 74. 0 0 


Fic. 75. 


Fia. 7с. 


BravoB Сове Discs. 


Mesars. Kolben & Co. Whichever construction is used, the 
apertures in the iron must be punched very near the inner 
ge, or else there may. be considerable leakage across the 
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small iron жеке or air-gap. In practice, the distance of 
the hole from the interna Pel hery of the stator is rarely 
more than 8 millimetres in the t motors, and is a mere 
shred of iron in the small ones. If the stator is of large 
size, the core discs are punched out in sections, these sections 
being afterwards bolted up together, the joints in one layer 
being covared up by the next. | 
The depth of the hole or slot varies in practice from 13 
to 8 times its width ; it should be as small as possible, as 
leakage increases with the depth of winding. The distance 


between each hole or slot is a little more than the width, 


there being 3 many small slots or holes rather than 
Ae ратуш ese would tend to destroy the evenness 
of the field, and might cause heating of the rotor. 

The advan of thus imbedding the windings (first 
introduced by Mr. С. E. L. Brown) are several For 
example, the weight output is increased, the magnetic resist- 
ance is reduced 
netising current is required, and r power factor resulta), 
and all eddy currents in the stator windings are preven 
Farther, if the motor windings are also embedded, as in 
practice is the case, the air-gap need only be large enough to 
give the necessary mechanical clearance, the strain comes on 
the iron, not on the windings, and both rotor and stator are 
smooth all round. 

As to which is the better, the hole or slot, probably, 
taking them all round, there is not much to choose between 
them. The pole поей by hole winding is more even 
than that produced by slots, but owing to the absence of the 
small iron bridges, there is probably a little less leakage with 
the latter. Messrs. Kolben's semi-rectangular hole has more 
winding space than either of the other two, and gives a very 
even pole. | 

The next thing to consider is the winding. The speed of 
the motor, and the frequency of supply being known, the 
number of poles is given by 


ps 120 x frequency 

revolutions per minute 
as already pointed out. They may be produced by either a 
ring or ш winding; but some form of the latter is in- 


variably used, and is far the best. Ring winding has several 


eee ea magnetic leakage is greater; it requires 
more wire for the same effect, and, moreover, precludes the 
use of an iron case for holding up the stator core discs 
on account of the lea that would be produced through 
it. The bad effect of leakage on the starting and power 
factor of a single-phaser have already been pointed out. 

ig. 8 shows diagrammatically the form of drum winding 
introduced by Messrs. Brown, Boveri & Oo., and now 


Fig. 8.— Staton Daum Wumpa. 


invariably used on the Continent for all kinds of induction 
motors. The dotted lines indicate the starting winding. In 
practice, each coil of the working winding is wound quite 
straight, ita shape being a simple rectangle, while the coils of 
the starting winding are bent up and over the others. It is 
usual to wind about two-thirds of the holes with the coils of 
the working winding, the starting winding consisting of equal 
ampere-turns of thinner wire, as it is only in use for a short 
time. The number of turns on the starting winding depends, 
however, on the nature of the starting device employed, as 
will be seen later. 

The Rotor.—Rotors for single-phase motors may be of two 


to а minimum (and henoe a smaller mag- 


kinds : a simple short-circuited bar winding, or a three-phase 
bar winding, whose ends are joined to slip-rings on the shaft 
and between which may be inserted resistances, used asa rule 
only during the starting of the motor, and whose function 
will be discussed later. 

If the rotor is of the first form, it is built up of core discs 
of the shape shown in fig. 94, each stamping being lightly insu- 


Fid. 94.—Rororn Оови Diso. 


lated from ita neighbour, and the two end plates being made 
considerably stouter than the rest for the sake of stiffenin 
the rotor. Three or more bolts are generally passed throug 
from end to end, and parallel to the shaft, for the same pur- 

. Through the holes in the core discs copper bars are 
passed through, the bars being insulated by paper or other 
material from the iron. The copper bars are short-circuited 
at each end by means of copper rings, the section of these 
rings, for a reason presently to be explained, being consider- 
ably less than the total section of the bara, 

he reason for insulating the rotor bara at all is simply to 
fulfil one of the conditions previously enumerated as to con- 
fining the rotor currents to proper paths. The reason 


Fic. 98.—Rotor Сови Disc. 


for using rings for short-circuiting the bars is partly because 
they offer a good cooling surface, and partly because by their 
uae over-wrapping at the ends and the uae of connectors is 
avoided, the whole forming a sonnd mechanical job. 

If the rotor has to be of the second form mentioned above, 
with its windings connected to slip-rings, its construction is 
somewhat different. As such a rotor is generally of large 
size, the core discs are built up in sections, as shown in fig. 
9B, and owing to the fact that the centre of the iron part of 
large rotors is inactive, these sections are built up either on a 
spider, or else on the rim of a fly-wheel, according to the size 
of the motor. 

The number of holes or tunnels is determined by reference 
to those in the stator, they being alwaya more numerous than 
those in the latter, and an uneven multiple of them when 
possible. It follows from this that the rotor holes or tunnels 
will be longer and narrower than those in the stator. 

(To be continued.) 


LEGAL. 


SanLMoxY & Co. v. IMPROVED Егкствіс Grow Lamp Company. 
Tax hearing of the case, the verdict in which was briefly recorded in 
our last issue, was resumed on Monday last week. 

Mr. Max BALMONY was cross-examined at considerable length by 
Mr. Rufus Isaacs, but on the whole bore out his counsel's opening 
statement as to the agreement arrived at with the defendant com 


pany. 3 
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Mr. EgNzsT ROSENBERG, also а member of the firm, called by Mr. 
Tindal Atkinson, gave evidence. He said that at the interview of 
September 16*h, 1887, the defendants accepted their conditions, and 
an agreement was completed. Mr. Snell, the solicitor, and Mr. 
Fanta wanted them to guarantee that Mr. Brown, of Eastbourne, 
and Mr. McLeod, of Glasgow, would accept an assignment of their 
agencies, bu‘ they ref used to give it. The invoices were returned by 
the defendants, but they ultimately to take the 

Mr. RoBensteEin said there was a discussion as to the £700 alleged 
profit from the agencies, at a meeting at the Hotel Metropole, but no 
guarantee, such as was suggested, was given. There was only an 
offer from Mr. McLeod, but no acceptance of any contract. 

His LonpsHtP said the questions seemed to be whether the 
defendants were entitled to rely on the special agreement which they 
set up, and to damages b»cause the arrangement with McLeod was 
not & contract, but only an offer. 

Mr. Rurvs Isaacs said he would reserve his remarks on behalf of 
the defendante, and at once call witnesses. 

Mr. FanpiNAND Fanta said he was managing director of the 
defendant company, and was also manager of the syndicate before 
it was transferred to the company. Atthe interview of March 30th, 
1897, when he gave the order for the lamps, he wanted them for the 
Jubilee. They were to be delivered by May 25th. It was a condi- 
tion that the lampholders were to be delivered within 8 or 10 days. 
It was absolutely essential to have the goods some time before the 
Jubilee, June 3rd or 4tb, when they were delivered was 
not in sufficient time. Тпеу were able accidentally to use some of 
them—some 2,200. He gave instructions to the employé: to refuse 
to take delivery after May 25th, but they were delivered in the 
abs зосе of the warehouseman. He met Mr. Salmony and Mr. Rosen- 
berg about June 7th or 8th, and told them the goods were useless. 
As it bappened, he was able to use some of them in connection with 
the illumination of St. James's Street, and plaintiffs agreed that he 
should do his best to dispose of part of them. He promised to do so. 
He did what he could, and there was no dispute about the 
price of those which he used. He never to take the 
whole of them atthe invoice prices. The remainder of the goods in 
res of which he had not paid into Court were still on his premises, 
and could not be used. Plaintiffs told him they would hand over the 
contracts with Brown and McLeod, which showed £800 or £900 
profit, but eventually £700 was agreed u He then believed he 
was getting the contract with McLeod, and the profit, bat the com- 
pany never got a farthing; as a matter of fact, Brown's contract was 
still in abeyance. 

Mr. TixDAL Атк нвом: What is your complaint with regard to 
this matter of McLeod's ?—Paying £300 for certain contracts, which 
were represented to us to show £700 profit. We found that no 
еза resulted from it. There was no contract, по sale of any- 

ing. 

Were you in a position to supply the lamps ?—Certainly. 

When were you first informed that it was only an offer from 
McLeod, and that there was no contract ?—I found it out when 
McLeod refused to allow their letters and orders to be assigned to the 
PO DM without his consent. The syndicate was formed to 

doe certain patents and the sale of the lamps in the United 
ingdom. 

By His LonpenrP: They expected to get Bchwaber's agency. 

In farther e нна сац said he thought he had 
been deceived in the matter of the contracts with McLeod and 
Brown. The syndicate was formed for the purpose of purchasing 
certain patente, Schwarber's amongst them. In order to successfully 
carry out his plans it was n that he should obtain the sole 
agency, wbich was then in the hands of the plaintiffs, and he had to 
purchase them out. That was not the principal object he had in 
view with regard to bis agreement with the plaintiffs. In that 
perticular negotiation the princi consideration was tbat wit- 
ness would undertake to take delivery of all lamps which Messrs. 
Balmony might have, not only on their premises but which they might 
have on their premises віх weeks after that date, and it turned out 
that those amounted to some 10,000 lamps which had been invoiced 
to them, and which the syndicate d to purchase for & higher 
price than the plaintiffs had paid for them. Witness stated that he 
never agreed to take the holders in dispute, but would try to dispose 
of them, acting as the plaintiffs’ agents in fact. Witness told Mr. 
Salmony that if he did succeed in di: of them, he should 
require a commission. He did not know that there was E repre- 
sentation as to the commission in the company's books. When the 
pecu sent the company the invoices, they were returned to them, 

ut re-returned by the plaintiffs to the company. Witness ordered 
the holders in question for the purpose of using them at the Brussels 
Exhibition. He told Mr. Salmony that they would not be any use 
to him unless he could use them for Jubilee Day, and then send them 
on to Brussels. Witness would have to decide about the Brussels 
contract in May. Not getting the holders delivered in time, he could 
not get the contract. As a matter of fact, he did not press for that 
contract, and it was not accepted. 

Mr. HERBERT THOMPSON, book-keeper of the defendant company, 
gave evidence, generally bearing out that of Mr. Fanta. This evidence 
closed the defendants’ case. 

Mr. Rurus Isaacs said the whole question was what was agreed 
upon between the parties. As to the 25 per cent. commission on the 
£100, though large, it was not, he contended, exceptional, under the 
circumstances. Having gone over the correspondence, he contended 
that the story told by his clients was the most probable one. Under 
the deed of assignment of the two contracts of McLeod and Brown 
for £300, he maintained that defendants were entitled to damages 
for breach of contract. It was said that the counter-claim was a 
bogus one, and only concocted for the purposes of that case; but 
nothing could b» further from the truth than that assertion, and on 
that counter claim he was clearly entitled to damages. 


Mr. T DaL ATkINSON maintained that the counter-claim had been 
manufactured for the P ag Ane of that trial, and complained that the 


had refused to homologate, and defendants took the risk of that when 
they made the agreement. He submitted that plaintiffs were entitled 
to judgment on both the claim and counter-claim. 


His Іоврвнір pr judgment on Tuesday morning. Having 


briefly gone over the evidence, he said there was no question in his 
mind that the contract with Mr. Brown, of E was an actual 
contract, and that the transaction with Mr. M , of Glasgow, 


was one which might fairly be described as a contract in view. It 
was a contract in view and not in hand, although there was very 
little difference between them. Proceeding to deal with the counter- 
claim of the defendants, he said that if it was found that if a docu- 
ment or agreement had missed conveying what it was intended to 
convey, 16 was right and just that the document should be reframed 
for the purpose of getting at what both sides intended and what 
was meant. He had no doubt that at the time the agreement was made 
both the parties understood one thing only, and that was that the bene- 
fit of the correspondente and arrangement with Mr. McLeod was to be 
transferred, whatever it was worth. The defendants had the full benefit 
of the objection they took, but they did not communicate with 
McLeod, or try to v what had been said with regard to him for 
fully two months. In fact, no question was ever raised until nearly 
& year later, in any serious form. Not until October 22nd did he 
find any serious complaint, McLeod had then refused to homologate 
and to transfer his contracte, and it was only after that that the 
liquidator of the syndicate, Mr. Bartlett, wrote and drew attention to 
the fact that the contracts with McLeod and Brown had not resalted 
in the business and profit which plaintiffs had guaranteed, and that 


Messrs, McLeod and Brown had repudiated the right of the plaintiffs 


to hand the contracts over to the syndicate. He repeated that there 
had never been any proper negotiations with McLeod, and 
that no claim was made with regard to him for near 

The defendante’ solicitors’ letters were sufficient to 
what was intended and understood to be given was given and accepted 
on the terms of the guarantee which was written. He did not see 
why he should give the defendants damages on the counter-claim, 
because Mc had declined to trade with them as the persons to 
whom his contract with another person had been handed over 
Defendants took their risk of that. A. could not assign to B. а con- 
tract with C. against the latter's will. The defendants took the risk 


of McLeod agreeing to the ment, and McLeod declined. He 
could not, therefore, give defendants on the counter- 
claim. With to the claim, the matter stood thus: 


regard 
In March, 1897, a contract was made for the sale of these goods, 
which had to be manufactured in Germany and supplied to the 
present defendants. It was said they were not su in a 
reasonable time, but reasonableness of time must upon the 
circumstances, such as the time necessary to give the orders, to con- 
struct the articles, and to bring them to England. It must be a time 
reasonable to the vendor as w DAE If April 14th was 


too late, and sent back the invoices, but they afterwards took them 
back, and did, upon some terms which were not disputed, agree to 
take and Ашы the goods. Therefore the question arose, on what 
terms an what fashion did they take them as agents, or did 
they, when they found they could use a certain number, during the 
Jubilee, take them ? The same could not be said as to the lamps, which 
were said to have been required for Brussels, as their tender there 
was refused. There was no sufficient weight of evidence to 
justify him in saying that any special agreement was come to. There 
was no trace in the books of any correspondence as to such 
agreement, and no form of accounts was kept on that basis. the 
face of the conflict of evidence, he must guided by the letters 
ee Itap to him that there was no proof that the 
goods should not be paid for, as they were ultimately accepted, taken 
into the stores, and used by the defendants. He therefore gave 
judgment for plaintiffs on the counter-claim and also on the claim, 
with costa. Gn the application of Mr. Tindal Atkinson, he made an 
order for the money paid into Court to be paid out. 


Тик Hoosz.ro-HovsE HLOrRIO Ілант SUPPLY CoMPANY. 


A PETITION for the reduction of the capital of this company was 
sanctioned by Mr. Justice Romerion Saturday. The company was 
formed in 1888 with an original capital of £350,000, which had been 
reduced to £200,000. Amongst the shares issued by the company 
were 100 founders' shares, which it was desired to get rid of, the 
general scheme of the petition was that the founders’ shares should 
be surrendered to the company, and that the holders should subscribe 
for а certain number of ordinary and preference shares which were 
part of the original capital of the company, leaving the capital at 
£199,500 instead of £200,000. 


— 


Browny v. I. E. S. AocUMULATOR COMPANY. 


THIS case came before Mr. Jastice Romer, on Saturday, on motion 
for judgment as & short cause in default of defence. This company 
was incorporated in 1895 for the purpose of carrying on business as 
manufacturers of electrical batteries, and the plaintiff was the holder 
of debentures in respect of which the company made default. A com- 
pany named New & Mayne were also e defendante, they being 
interested in the taking of the accounts. Mr. Justico Romer made 
the usual order in a debenture holder’s action. 
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CORRESPONDENCE. 


Wireless Telegraphy—A Forecast. 


When reading the paragraphs a ing now and again in 
the la ere recording à Turther advancing step 
towards the solution of the problem of telegraphing without 
how many are there who realise the 


years in telegraphing with wires. The adoption and 
ышы! application of the new discovery will, о һе 


which а new invention is now taken пр, with the indifferent 
treatment it then met. For instance, the big London dailies, 
probably the most liberal and eager of all concerns in avail- 
ing themselves of any new thing to their advantage, were 
about the slowest to see the wonderful possibilities —and, to 
us, evident . Reuter—a specialist even 
in pre-telegraphio times, in the rapid transmission of news 
by means of carrier pigeons—one of the first to realise the 
full meaning of the new discovery, and to utilise it, failed, 
month after month, in inducing Me the London pe 

to accept his ; and even : 


8 
$ 
K n 
Е 
E 
4 
3 
d 
3 
d 
3 
Ф 
а 
B 


order of things, being, of course, soon followed, in self- 
defence, by the others; the Times coming, with a due and 
fitting sense of weight and dignity, at the tail end of the 


without the aid of wires is already prac- 
ble, gran favourable conditions, at distances up to 20 
80 miles, and as this is simply the thin end of the wedge, 
that shall have bee 
L 
ot 


ephone with 
icable the power of talking in London 
y to a friend, say, in Edinburgh or Dublin, as though 
sitting the other side of the table. Electric energy 

Е by then also become a household requirement, sup- 
y each municipality, stored, much as coal now is, in a 
„and fulfilling in an infinitely more ready and cleanly 
manner all the present purposes of coal—with а host of 
others to boot, from rocking a cradle and working a sewing 
machine, to turning the mangle and closing the front gate— 
there will be everywhere available a ready margin for tele- 

nic use. 

Given this neoessary first power, the only other thing 
needful will be suitable transmitting and soon vini instru- 
ments, in which will be arranged the essentials to snocesa, of 
ready adaptation to varying distances and directions, and a 
means of conveying the particular message to the particular 
receiver in the hands, or at the ear, of the one it is wished to 
communicate with. But let an instance be taken of probable 
use to illustrate the point, a traveller, say, wishes to despatch 
an order to his wholesale house—he would, of course, be 
himself unne were it not for the neceseity of showing 
samples of his в. In his room in the hotel he takes out 
ble transmitter, and attaches it by 
the stud at the end of a short length of wire to the slot in 
the wall, connected with the electric reservoir and wires in 
the basement. By the help of a small attached compass and 
a map, he next turns the revolving body of the instrument 
upon its stand until an indicator points exactly in the true 
direction of the receiver, and then sets a second indicating 
pin, after consulting a table of distancee, to the figure 
representing his distance from head-quartere. Thero being 
little danger of his message getting mixed up amongst the 
thousands of others travelling in the upper air, as each one 
will take its own distinct like raya of light and heat, 
the only point now remaining is to arrange that the message 
wil be delivered at the right receiving instrument. This 
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will possibly be accomplished by the setting of some 
combination of letters and figures arranged beforehand by 
the two oorrespondents—in much the same way that a safe 
can only be opened by one who knows the word, or combina- 
tion of figures the lock has been set to. Theee simple pre- 
imigaries over, the order is sent away by merely speaking 
against & vulcanite disc—so many yards of material to 
во-апа-во, or so many tubs of butter to somebody else. 

It looks a bit strange at first to us; but would not the 
prophecy of the possibility of sending a message from London 
to New York, under the sea, in a few seconds, have seemed 
equally strange, or stranger, to our fathers? Yet this is a 
commonplace of to-day; telephonic communication betweeu 
the two centres is also, probably, on the point of being made 
possible, so there is, after all, but the thin substance of one 
wire between what is, practically, accomplished, and that 
which we regard as so strange. 

And whata differenoe it will make both iu the smaller and 
ordinary, as well as the т and extraordinary, affuirs of 
life! The smaller possibilities of commerce have been 
touched upon, but we can go much further afield, and 
anticipate totally different conditions to present ones, for the 
markets of the world. The American, Russian or Indian 
wheat grower will be closely and cheaply in touch, by 
individual word of mouth, with his English broker; the 
cotton grower with the Manchester weaver ; the iron master 
with those on the selected for the placing of his rails 
and.machinery. The fisherman at with his latitude and 
longitude accurately worked out, will be able to send his 
Grimsby or Yarmouth buyer fall particulars of the fish 
in the bold of the trawler under his charge; whilst the 
mariner in general, in the same easy and ready manner, will 
have it in his power to gratify his love and sentiment, by 
chatting with his wife and children ashore whenever he has 
the mind to. 

Travellers, again, in distant lands, if they wish—which, in 
view of the inevitable book, they probably will not—will, at 
least, have the means of communicating items of their 
journeyings to friends at home, as it will simply mean 
the carriage of a battery on the head of an additional 
porter, or on the back of an extra mule. The Polar ex- 

ition of the future, too, instead of trusting to the evident 
insecurity and fraility of pigeons as news bearers, will be 
able to speak with the interested ones of the country they 
belong to—and order off the usual relief expedition at the 
exact time, and to the exact spot nece s:ary. 

In short, as will easily be seen, this one small point 
gained and the country will be changed in every respect, 
socially, commercially, and economically; aod Signor Mar- 
coni, if not the discoverer, in үш estimation certainly 
the applier of the new style of thing, deserves his statue 
of bronze if any pioneer of progress ever did, whether the 
statue, considering the extra and nervous strain 
involved, will remain a well washed and honoured one, is 
another matter altogether. — 

Rees. 


The Electric Are. 


I have been much interested in the renewed speculations 
with regard to the electric arc that American research seems 
to have given rise to, and with otbers have been somewhat 
amused at their methods. Some of M. Blondel’s latest 
methods seem also to merit some criticism. It is against 
the laws of Newton that he should be able to detect a counter 
E. M. F. even goth of a second after breaking the current (1) 
because no storage action has been detected in the arc, and 
if sach action did go on it would involve a difference between 
the striking E.M.F. and the constant E.M.F. 

(2) Supposing the counter E.M.F. to persist for a certuin 
time after the impressed E.M.F. has been withdrawn. Let 


it persist (а) for a definite time, say, lu second. Tben, 


if in the alternating arc we increase the alternationr, the 
resistance due to counter E. M. F. diminishes till at n ~ per 
second the counter E.M.F. is zero, which is absurd—as we 
used to say in Euclid. 

(b) If the counter E.M.F. persists for a certain fract.on of 
the time of impressed E. M. F., this would make peaky 


E. M. F. curves still more peaky, and would introjove в new 
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harmonic in the curve, suppositiona.contrary to fact, as the 
flattening of peaky curves ia the arc shows. 

I have, therefore, the following hypothesis.to offer for the 
action of the arc, founded. on observations and experiments 
carried on for.some time at the electricity station here (at 
Prospect Hill Waterworks), and I do so before these observa- 
tions have been completely concluded, in the hope that some 
“mightier pen" may turn his attention to this aspect of the 
arc. Let us take the case of the arc between carbon 
electrodes. Carbon ів. а tetravalent element at ordi- 
nary temperatures, but we know little or nothing of ita 
bahaviour at very high temperatures, for instance, that of the 
arc. It struck me that it was not only possible but probable, 
that the carbon molecule became dissociated, forming two 
molecules, each divalent; the tetravalent molecule may be 
assumed for theoretical considerations to ba a оороо (of 
two divalent molecules) which we may term carbide of 
carbon. This dissociation takes place at the surface of the 
positive carbon and is a 
phenomenon not unknown in chemistry. Now, if this be 
the actual state of affairs the formulz for electrolytic action 
should hold good, because, although the second stage of the 
reactions is different, the first is the same. On this assump- 


tion, the electrolyte is carbide of carbon, the ion divalent 


carbon, whose chemical equivalent is therefore 6.. Now, 
WSC Te ; 
= current x time x electro-chemical equivalent. 


If c = 10 amperes, T = one second, є = 000010384 x 6 


we have 
w=10 x 1 x 000010384 x 6 
= *00062304 gramme disso>iated per second. 
1,605 seconds to dissociate one gramme. - 
Now for the arc under consideration the watte were 400, 
Secs. Watts. сева опе 
.. 1,605 x 400 x 24 = 154,080 calories. 
Again, 10? E = 10 ен J, where Е = volts, н = calories, 
J Joules equivalent, 
^. 108 E= 000010384 x 6 x 10 x 154,080 x 42 х 10% 
= 40:816171844 volts. 


This was almost exactly the volts between the terminals 
of the arc. | . 

Iron was now taken for electrodes, and the same observa- 
tions carried out. The chemical equivalent of divalent iron 
is 27:95. « 

The watts consumed were, on the average, 270. 

Taking the two formule as before, 


(1) WS оте 0 = 10 amperes, т = one second. 
= 10 x 1 x 000010384 x 27°95 
= 00029085 gramme per second dissociated 
00029035 | 1° 
= 844 seconds to dissociate one gramme, 
(2) 10®к = 10 HJ, 
and 270 watts x 344 веса. x '24 = 922,291:2 calories. 
. 108 Е = 10 x 00029035 x 22,291 x 42 x 10%. 
*. E = 27182805770 volts. | 


This represents the calculated voltage of the iron arc. 
The iron is tetravalent and is dissociated, the tetravalent 
molecule becoming two divalent molecules. ' As before then 
we may assume an electrolyte “ferrous ferride," and the 
volts thus calculated are exactly those observed. 

Retarning to the physical aspect of the arc, it seems to me 
that the current on arriving at the end of the positive carbon 
dissociates a certain percentage of the carbon molecules, the 
electrical energy being absorbed without heat to keep up this 
dissociation. This accounts for the counter E.M.F. which I 
assume to be the energy of chemical affinity required to keep 
divalent carbon in that form. But the dissociated 
culesat oncecombine with others to form tetravalent carbon and 
the latent energy of affinity is given off as heat, and there- 
fore light. But not all the carbon molecules re-unite in situ. 
Some are carried across by some means (akin to ionic pro- 
gression it may be) and thus form a conductor between the 
positive and negative carbons. The resistance of this will 
vary with its length ard area. According to obser- 
vation the amount carried across seems to be almost 


percentage dissociation, a 


carbon mole- 


` 


exactly roth of the amount dissociated. This led 
to some experiments on enclosed arcs, the resulta of 
which sre somewhat interesting, especially with regard 
to the duration of the carbons. These results together 
with the calculations for arcs with various electrodes, 
especially monovalent elements, and photos of arcs taken 
with special reference to the foregoing hypothesis, I ho 
to lay before the readers of the ELECTRICAL REVIEW, firstly, 
if the editors will give their kind permission, and secondly, 
if no “bolts from the blue” are hurled at my pet theory and 
bring it with a crash about my ears. 

| Walter D. Jamieson. 


Shielded Conductors. 


Mr. Price is evidently trying to get at the truth with 
regard to eddy currents in buried armature conductors, and 
I will not deny that he may be very near it; but he made a 
mistake when he selected one or two of the moat carefully 
worded statements from my letter (which appeared in your 
issue of January 28th), and used them as a foundation upon 
which to build a number of misleading and altogether erro- 
neous deductions. . к x 

I do not wish to hart Mr. Price’s feelings, and he must 
not conclude that he has “again incurred my contempt,” when 
I вау that, in my own mind, I am quite convinced of his 
having once more “ missed the point.” One of the sentences 
quoted—the one of which I am more particularly proud—is 
as follows: — Surely we аге right in assuming for a 
given E.M.F. generated," (yes, in the main dynamo circuit 
if you like, or in the of the eddies if you prefer it), 
“ the eddy current loss in a conductor depends upon the йт 
which it takes in ing into or out of the uniform mag- 
netic field under the poles." Of course it does! The eddy 
current loes depends, not only upon the amount of the eddy 
currents, and therefore of the E.M.Fs. producing them, but 
also upon the time during which these eddy currents are 
flowing in the metal; and as this line becomes shorter, the 
heating by eddy currents will be leas, not more, as Mr. Price: 
"sin ора lag di M in the seme 

In the hope of being able to express myself in the sam 
language as Mr. Price, I will borrow his diagram and his 
formula. 
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He says that if N magnetic lines are threaded through the 
closed eddy current, circuit, a b c d, in the time, t, the h 


2 
developed is proportional to - „which is quite true; but, 


in his endeavours to prove that my explanation conveys the 
opposite meaning to that which was intended, he has no right 
to consider х and t as independent variables, On the con- 
trary, the whole ment is based: on the assumption 
(printed in italics, which Mr. Price has omitted) that the 


E.M.F. generated (+) is constant; hence x? œ 12, and the 


heat developed, is proportional to ż. Q.E.D 

[Perhaps I ought not to have taken it for granted sare 
the E.M.F. tending to produce eddy currents bears a defin! 
relation to the E.M.F. in the main dynamo circuit; but 80 
inspection of Mr. Price’s figure will show that the [gin 
tion is correct. A given conductor moves into, and шо : 
a field of a given configuration at a certain speed. Le 
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be the E.M.F. in the componnd bar, в с, as it moves h 
the field, and e.the mean E.M.F. generated in the eddy 


current circuit, a b c d, as the bar enters the field. Now 


„ successfully—of Mr. Price's 

| B down, and say 

„Although he did not do me 

that is no reason why I should not deal fairly with 

im, especially as I am inclined to think that his point of 
view is the right one. 

Mr. Price does not put his case clearly ; but what he says 
amounts to this :— 

Firstly, he does not believe in the “snapping across” of 
the lines as the buried conductor enters or leaves the field. 
On the contrary, he maintains that such a condnotor will, 
other things being equal, take the same time in passing into 
or out of the uniform field under the poles as a surface 
Vert (It is a pity he did not mention this at the 
start. 

Secondly, the uniform field in which the conductor finds 
itself after h the “fringe,” is very much 
weaker in case of a ied than in that of a surface 
conductor. To quote Mr. Price’s own words, The solution 
of the difficulty lies clearly in the small intensity of the 


maximum field, the rate of at which the bars enter that 
field being assumed to be constant.” (I have slightly altered 
the nd half of the sentence, as it is of more interest to 


articl e, tends only to enhance its value by clearly proving its 
author to be actuated by no meaner motive than a desire to 
get at the truth, and nothing but the truth. 

In conclusion, I would advise anyone interested in the 
subject to go carefully through Mr. Prioe’s letter, skipping 


one or two irrelevant paragraphe. If he will take 
trouble to go sufficiently deeply into it, he may 
disinter much valuable information, which will be of use to 
him in after-life. 
Alfred Still. 
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Is an Electric Traction Engine Subjected to Shocks, 
or is it not? 
I gather from Mr. Raworth’s further oriticism in your issue 
the 4th on Dr. Emery’s article, that the doctor, 
although, no doubt, right in intention, is wrong in 
contention. 


R, 


cipitation on to the охар heap.” 
I am glad Mr. Raworth nol poses as the instru 
of * i " and the slayer of “dead dogs,” for 


the former are probabl competent to form opinions on 

the “dog” of American experience 
and jadgi the ominous twinkle in his eye, is 
far 1 being killed by Mr. Raworth’s frequent bladder 


I see Mr. Raworth has now assumed the rôle of 


Pharaoh, which appas to me to be far more profitable and 
becoming, although it is rather late to dream the dream 


eating up the “fat kine” of British contracts. I can only 
that Mr. Raworth and other English manufacturers 
ill bestir themselves, and speedily acting on the interpreta- 


tion of the dream will, m their ive Josephs, 
gather in of the rich harvest of American knowledge before 
the famine is upon them 


James F. Rossiter. 


Mr. Robert Hammond and Shoreditch Destructor. 


I read with a huge amount of astonishment in your 
account of Mr. R. Hammond’s opinion of the Shoreditch 
destructor, that several instruments or parts of our machinery 
have been rendered useless by reason of the dust, &o., 
emanating from the destructor. I can only say that no such 
thing has ever happened; and I certainly think Mr. 
Hammond should state his authority for tho statement or 
withdraw the same as publicly as he has made it. He is 
entitled, of course, to his opinion as to the design or merit of 
the plant, but I must say his remarks do not harmonise with 
the voluptuous praise he bestowed upon the joint scheme and 
general design when he and our Gloucester friends were во 
courteously conducted over our works, 


Н. E. Kershaw, 
Chairman of Electric Lighting Committee, 
Shoreditch Vestry. - 


In your last issue I notice, under the heading of “Electric 
Lighting and Dust Destructor for Gloucester,” some com- 
ments made by Mr. Hammond, which are absolutely untrue 
and without the slightest foundation whatever. I refer to 
his statement wherein he says that some of the machinery 
haa been disabled owing to the dust, and I now wish to state 
that no machinery or plant whatever has been disabled at 
this station, through the dust or otherwise. 

And, in the interests of other Corporations еа 
destructors under consideration, also of my staff and self, 
trast that you will give publicity to this letter in your next 
issue. 

Also, I would point out that such garbled and misleading 
statements, as put forward by Mr. Hammond, are bnt a poor 
return for taking the tronble to show him and his Gloucester 
friends over these works, when full information and parti- 
culars were given him by the Chairman of my Committee 
(Mr. Kershaw), and 

C. Newton Rassell, 


Chief Electrical Engineer. 
Coronet Street, Shoreditch, 
February 8th, 1898. 


THE ELECTRICAL ENGINEERS VOLUN- 
TEERS. 


guarantee the rank and file 
ition in the industry. In its present form, the corps is 
i of the heartiest support, and we trust that elec- 


selves as members. 
The following information has been issued from head- 


quarters :— 
The head-quarters of the corps will be at 13, Victoria Street, 
Westminster 


The uniform will be the same as that worn by other Royal Engi- 


The training is divided into two kinds—military and technical. 

The military work consists of infantry drills, musketry, &c. 

The technical work includes every application of electricity to war, 
with the exception of telegraphy, and such other work as will be 
useful to an 5 engine Ате in per mal out кааны, 
such as signalling, tting, loading, priming, and connecting up su 
шал аең, а ` certain ноп ot boat work, and knotting, 

Dg, 
P This work will be carried out partly at head-quarters, but mainly 
at defended ports. | 

In order to become efficient each member must attend a continuous 
training at a defended port for at least eight days each year. In 

D 
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addition, 78 hours’ technical work must be done each year (48 after 
passing as exper”). Each working day—after the first eight—of 
the continuous training counts as six hours; each full day counts six 
hours; each half day four hours. The remainder may bs made up in 
periods of 1, 14, 2, 24, 3, and 34 hours. 

The capitation allowance is £5. 

An allowance of 5s. is made for a whole day, 2s. 6d. for a half-day: 
but a recruit must attend 49, a “trained man” 20, an expert 
10 hourly drills before earning these allowances. During the con- 
tinuous training each member earns 5s.a day. The whole of these 
allowances will be devoted to the maintenance in camp and to the 
remuneration of efficient members. 

Drille—both military aud technical—will begin as soon as mem- 
bers are enrolled. 

Intending members are requested to study the conditions of 
efficiency. Every effort will bə made to make it easy to comply 
with them. 

Below will be found an extract from the rules of the corps:— 

5. Every enrolled member who is non-efficient in any year shall 
pay to the funds of the corps, on or before November 10th in that 
year, a sum equal to half the Government capitation allowance 
which he failed to earn. . . . . The commanding officer shall 
have power to remit payment, wholly or in part, in special cases. 

8. No person shall be admitted as member or honorary member 
unless proposed by one or more members of the corps, and approved 
by the commanding officer. 

24. Any member wishing to leave the corps may do so on November 
2nd, providing he shall have given notice of his intention not later 
than the 30th of the preceding September. Failure to comply with 
this rule shall render him liable for half the amount of the succeed- 
ing year's capitation grant. 

Intending members should write to the adjatant, Captain Brady, 
R.E., 18, Victoria Street, S.W., who will supply all information. They 
should give their fall name, address, occupation, and electrical quali- 
fications. If they wish to join as engine drivers they should state 
their qualifications for that work. 

Every application must be accompanied by a reference to a mem- 
ber of the corps or to some other person well known to the command- 
ing officer. 

Before enrolment, each candidate must be passed as fit by a 
medical officer. 

Every member shall be enrolled for three years at least. A 
pip dd leaving before completing three trainings shall be liable to & 
penalty. 

Hence a member who serves for three years, and is efficient in each 
year, will be put to practically no nse, as he will have incurred 
no penalties, and the cost of his anita and camp expenses will 
have been refunded to him. 


J. Horxinson, F. R. S, Major, 


Commanding the Electrical Engineers, 
К Е. (Volunteers). 


BUSINESS NOTICES, &o. 


Agency.—We understand that the Edison and Swan 
United Electric Light Company, Limited, has appointed the Direct 
Importers, Limited, of Bulawayo, sole agents for Rhodesia. 


Art Metal Work.—We understand that the business 
of Messrs. G. R. De Wilde & Co., carried on for the past 12 years by 
Mr. George Rexworthy De Wilde at 10 and 11, Archer Street, Shaftes- 
bury Avenue, has been purchased by Messrs. Thomas Potter & Sons, 
and amalgamated with their own business, of ecclesiastical and art 
metal workers, which has been carried on since 1827 at 44, South 
Molton Street. Mr. De Wilde has joined Messrs. Potter & Sons, 
and will in future have charge of this branch of their business. 


Bankruptcy Proceedings.—The London Gazetle gives 
notice of the release, on January 12th, of the trastee (T. H. 
Stephene) in re Thomas Maddren (T. Maddren & Oo.), electrician, of 

ardiff. 

A firat and final dividend of 3s. 9d. in the £ has been notified under 
the failure of George Thompson (@. Thompson & Co.), electrical 
engineer, of Queen’s Road, Brighton. 


Brussels Exhibition Awards.—In last Friday's London 

zette we observe a long list of the awards made in the British 
Bection of this Exhibition. Among the members of the Executive 
Committee of the British Commission, who have received awards, 
are the following: — Diplomes d'/lonneur to Sir A. K. Rollit, Mr. 
James Dredge, C.M.G., Bir E. H. Carbatt, and diplomes commemo- 
ratifs to Sir F. A. Abel, Major S. Flood Page, Mr. E. Windsor 
Richards, Mr. Alex. Siemens. Diplomes commemoratifs have also been 
awarded to Mr. W. H. Massey, Mr. R. W. Blackwell, and Mr. Philip 
Dawson. Among tbe industrial exhibitors are the following awards: 
Hors Concours to Mr. R. W. Blackwell. Grands Prix to Brush Elec- 
trical Engineering Company (in participation with the Electrical 
Syndicate, Brussels Exhibition), Eastern Telegraph Company, Elliott 
Bros., Fielding and Platt (in participation with the Electrical Syndi- 
cate, Brussels Exhibition) Diplomes d'Honneur to Fielding and 
Platt, W. T. Glover, C. A. Parsons & Co., J. 8. Raworth, Ruston, 
Proctor & Co., Tangyee, Limited. Gold medals to—Eastern Tele- 
graph Company and Horsfall Furnace Company, Thomas Parker 
and Co. Silver medals to—Forced Draught Syndicate, Roller 
Bearings Company. Among the awards to collaborators are:— 
Diplome d'Honneur to Mr. George Elphinstone (Messrs. Elliott Bros.), 
and a gold medal to Mr. F. B. Behr (lightning express). 


Electrical Wares Exported. 
Win Expme Fes. 16т, 1897. | WA“! Expura Fap. tsr, 1898. 
& | 


8. 6 t 
Adelaide Di .. 150 0 | Adelaide бә e 37 0 
Alexandria .. 29 0 | Amsterdam... . 960 0 
Amsterdam .. 55 0 Bangkok. Teleg. mat.... 71 0 
Bombay... . 263 0 | Beira vas oe. 1,355 0 
Buenos Ayres ... * 22 0 | Bombay... - eo. 18 0 
tta eee Фог 333 0 Boulogne e 200 69 0 
Oape Town e .. 256 0 | Brisbane. ... 1,975 0 
я Teleg. mat. 221 0 | Buenos Ayres. „ mat. 386 0 
8 ias .. 18 x Os з “ кы 0 
openhagen. Teleg.mat. 35 cutta... Š 0 
Demerara. Teleg. mat. 113 0 | Ohannel Isles .. 25 0 
Durban. Teleg. mat.. 243 0 | Christiana „ 10 0 
East London ... ...9,188 0 | Colombo... sai .. 199 0 
Fremantle Я .. 12 0 | Constantinople... . .. 1,060 0 
" Teleg. mat. 2,965 0 Deco Bas eee . 19 0 
Gothenburg “as 0 71 83 0 
- mat. 146 O | Durban ... T .. 469 0 
Hamburg s .. 225 0 | East London .. 168 0 
Launceston ... . 21 0 | Flushing T . 19 0 
Melbourne T: 1,400 0 | Fremantle 771 0 
s Teleg. mat. 709 0 | Gibraltar is . 79 0 
Ostend ... ide 0 | Gothenburg  ... .. 15 0 
Port Elisabeth ... .. 519 0| Hamburg sis „„ 78 0 
Rangoon coe = 33 0 | Hong Kong So) 76 0 
Reval .. bes ee 90 0 Lisbon ei .. 900 0 
Baigon ee ... . 98 O| Ostend ..  .. . 85 0 
Shanghai ede 106 0 | Rio Janeiro . . 195 0 
Singapore сое .. 64 0 | Rotterdam. Teleg. mat. 150 0 
Stockholm. Teleg. mat. 209 0 | Shanghai ove . . 529 0 
Sydney ... i .. 1, 002 0 | St. John's, N. B... .. 20 0 
Tientsin A .. 25 0 | Stockholm des .. 30 0 
Wellington. Teleg. mat. 971 0 i Teleg. wire 179 0 
Yokohama ies iis 0 | Sydney ... <. 582 0 
» eg. 
Yokohama sus . 8,978 0 
Total £14,021 0 Total £15,260 0 


Foreign Goods Transhipped. 


£ в. 
9 0| 


Electrical Wares Exported. 
Weex END Fas. Зтн, 1897. | WER Енина Fan. SrH, 1698. 


Alexandria iis к 


& в. & в. 
Адеп. Teleg. cable 10,080 0 | Albany iu . 55 0 
Albany ... is .. 221 0 | Alexandria. Teleg. mat. 205 0 
Antw s *. 226 0 й Teleg. cable 387 0 
Bangkok xe .. 55 0A vis *. 107 0 
Bombay г *. 41 0 si Teleg. mat. 13 0 
Calcutta. „ 76 0| Auckland ee . 44 0 
Cape Town И . 89 0 | Bombay ve š 97 0 
Colombo ded .. 198 0 x ph. mat. .. 21 0 
„ Teleg. mat.. 61 0 | Boulogne ee .. 188 0 
Demerara. Teleg. mat... 18 0 | Buenos Ayres ... . 824 0 
East London ... . 1,117 0 Я Teleg. pole 300 0 
Gibraltar.  Teleg. mat. 36 0 | Calcutta... 5 .. 345 0 
Gothenburg 20 0 Cape Town . 1,794 0 
Hong Kong . . 110 0 Charters Towers .. 120 0 
Merosyne. Teleg. mat... 27 0 | Colombo 4 . 160 0 
Montevideo ... ... 30 0 Durban... .. 249 0 
Passages .  ».. 155 0 е Teleg. mat. 17 0 
Port Elizabeth .. .. 453 0 | East London ... .. 968 0 
Rio Grande De Zul Flushing was . 23 0 
Teleg. mat. .. 10 0 | Gibraltar я „ 60 0 
Syra. Teleg. mat. ... 34 0 | Gothenburg , 148 0 
Rangoon. Teleg. mat.... 18 0 | Hamburg ix 276 0 
Reval ea .. 120 0 ane 210 0 
а Teleg. mat. 206 0 | Melbourne i .. 610 0 
Shanghai S. 5. 55 0 | Naples. 18 0 
ingapore . 78 0 Port Elisabeth.. . 119 0 
Wellington . 206 0 „ Teleg. mat. 267 0 
Yokohama  ..  .. 31 0 Rotterdam. Teleg. mat. 110 0 
Shanghai „ 33 0 
Stockholm ; Я p A 

Sydne T TT TT 
Trinidad es s. 27 0 
Wellington. 26 0 
MERE 8 
Total. £13,801 0 Total ... £9,496 0 


Calendars.—From the Peckham Truck Company (Mr. 
R. W. Blackwell, 39, Victoria Street, S. W.) we have received & 
calendar for the year, 1898. It is made up of very large 3 
for each month, on each of which there appears a good photograp ell 
view of electric and cable cars, trucks, &c., supplied by this we 
known company. "m 

Messrs. Ring & Co., electrical engineers and contractors, Leith, also 
send a neat calendar. t 

А handy-sized and serviceable wall calendar has been brought oU 
by Messrs, Nalder Bros. & Thompson. 
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Co Messers. Н. R. Merton & Co. have prepared 
tables мы "i amd Bee 


the stocks of copper in England and France, and 
advised from Chili and Australia. Their statement is as follows :— 


Tons. £ s. d. 

Jan. 81st, 1808 54,848 at 40 5 0 
» 896 ee ee oe eo ee ‚128 9 43 17 6 

56 1897 ee ee ee ee eo 82,807 ge 51 2 6 
Dec. 81st, [1] oe ee ee ee ee 81.955 » 48 5 6 
Jan. 15th, 1898 .. is ©» 26 .. 88,038 , 48 15 0 


The following figures show the total supplies and deliveries: 


Supplies Deliveries 


Tons. Tons. 

Feb. 28th, 1895, to Jan. 81st, 1896 .. . 142,928 152,648 
„ 29th, 1896, to "m 1897 .. . . 206,994 220,045 
» 28th, 1877, to н 1898 .. . 221,195 223,756 


Cre Tees Tramways Company v. The British Elec- 
trical Traction Company.—In the Appeal Court on Tuesday, the 
Master of the Rolls, Lord Justice TE: aa Lord Justice Vaughan 
Williams, heard an appeal by the ydon Tramways Compan 
against a judgment of Mr. Jastice Kekewich in the Chancery Divi- 
sion. This judgment was briefly referred to in the ELECTRICAL 
Rxvisw for Jannary 2186, page 79. In J ашату, Major-General Kaye 
sued in the Lower Court, on behalf of himself and other ordinary 
shareholders in the Croydon Tramways Company, asking that the 
company might be restrained from carrying out an agreement for the 
sale by them of the undertaking and its lines to the British Electric 
Traction Oom After hearing counsel's arguments, Mr. Justice 
Kekewich granted an interim injunction restraining the directors 
from carrying out the agreement to sell their undertaking to the 
British Electric Traction Company. Mr. Cripps, Q. C., Mr. Warring- 
ton, Q.C., and Mr. Rowden appeared for the appellants; Mr. Bram- 
well Davis, Q.0., and Mr. Bradford for the respondents. The case 
was opened on behalf of the appellants, and Mr. Bramwell Davis 
and Mr. Bradford replied for the respondents, after which the hear- 
ing was adjourned. 

When the case was resumed yesterday, the Master of the Rolls said 
their lordships had come to the conclusion that it would be extremely 
difficult to do justice in the matter in the absence of the British 
Electric Traction оше He therefore thought that the appeal 
had better stand over in order to allow of the purchasing company 
being added to the motion. The case was adjourned for a fortnight. 


 Isolacit.”—This is the name of an insulating and acid 
pe material made m Baeumcher & Co., of Dresden, who 

ve just appointed . Archibald Campbell, of 28, Gray's Inn 
Road, W. O, sole agent in England. It is stated to have given great 
satisfaction to a number of the best-known electrical manufacturers 
and electric railway companies, also in battery establishmenta, in Ger- 
many. It is produced in different mixtures, liquid, semi-liquid, and 
solid, and among the advantages claimed for it are the following:— 
It does not burn, ignite, or entirely lose ite elasticity, but adheres to 
the movements of ductile and piablo objects without becoming 
brittle or cracked. It is not troublesome to use, and there are no 
unbealthy evaporations. It is not affected by the most acrid acids. 


Lists,—Mr. С. R. Heap, 47, Victoria Street, S.W., the 
sole importer for the United Kingdom for the C. and О. Electric 
Company, of New York, sends us lists of that company's bipolar 
dynamos and motors. The list gives some very neat blocks of the 


straight and curved field types, and detailed particulars of same. 
The C. and C. slow speed generator is also described. 


Lloyd & Lloyd v. D. & W. Henderson & Co.— 
Sheriff Strachan, on $1st ult., heard proof in an action at the 
instance of Lloyd & Lloyd, of Birmingham, holders of letters patent 
in the United Kingdom for the Benardos system of electric welding, 
against D. & W. Henderson & Co., engineers and shipbuilders. The 
pursuers sought to bind the defenders to an agreement which 
they entered intc in 1892 to pay a royalty of £200 per annum for the 
use of the inventions comprised in the pursuers' patent. After pay- 
ing royalty for two years, the defenders, it is alleged, refused to 
further implement the agreement, assigniog as a reason, among 
Others, that the invention could not perform the operations which it 
was alleged to be able to perform. Pursuers denied the defen- 
dere’ allegations, and contended that the defenders, by letter, agreed 
to hold themselves bound by the deed and signature of Mr. Andrew 
Henderson. When the hearing was resumed, Mr. Bannatyne, 
addressing the Court for the defendants, said the first and most im- 

$ question was whether or not there was a completed agree- 
ment between the parties, and the second point was, assuming there 


was а completed agreement, could the document be set aside on 
the ground of fraud and essential error. He did not mean deliberate 
fraud, but innocent and unintentional concealment of material 
alterations, amouuting to fraud in a civil action. The precedents 
showed that, in order to have perfect obligation, there must be deli- 
berate and voluntary consent. Defendants’ case was that they were 
induced to sign the license sued on through concealment on the part 
of plaintiffs. The duration of the license wasa matter of importance 
to defendants. They bought the plant for experimental purposes, 
and never contemplated the farther burden of an annual payment of 
£200 to the end of the patents. The draft they approved of did not 
contemplate that, and it was amended to place the question of dura- 
tion beyond doubt. if possible. If there was doubt about the mean- 
ing of the clause, apart from amendments, it must be read against 

laintiffs. The Court would have to find there was no consent given 

y defendants to this contract. It wasa Scotch contract, and must 
be construed by the law of Scotland. Accordingly, it should have 
been signed on each page by both parties before witnesses, and by all 
the partners of the firms. It was not a mercantile document, but it 
was a formal deed, and not being executed according to the formali- 
ties of signing in Scotland, the license could not be enforced in Scot- 
land. Judgment was reserved. 


Personal.—Mr. T. Scott Anderaon, of Sheffield, asks us 
to state that his practice as & consulting engineer is being carried on 
as before, and is not a branch of the new firm of Scott Anderson and 
Beit. We understand that he has just received instructions from 
the District Council of Kilnhurst to survey and report upon the 
lighting of their district. He is farther retained by the directors of 
new steel works in Yorkshire to report upon the complete equipment 
in their works of lighting, welding, and motor plants. 


Private Bills,—Tnhe Examiners of Private Bills sat at the 
House of Commons on Monday to consider the standing order proofs of 
Bills lodged for consideration during the present session. There was “ no 
appearance” registered in the case of the Folkestone Electric Tram- 
ways Bill. In the case of the Hastings and St. Loonards Tramways 
Bill, which had been part heard by the examiners, the petition was 
endorsed no appearance on adjournment.” The consideration of the 
Bill was further adjourned until the 21st inst. The consideration of 
the London United Tramways Bill and the Blackpool and Fleet- 
wood Tramroad (Tramways Extensions) Bill was postponed. 


South African Electrical News.—The British and 
South African Export Gazette has the following items :—A scheme 
having been mooted for lighting Kokstad, Cape Colony, with the 
electric light, opportunity will shortly be afforded for electric en- 
gineering firms to tender for the requisite material. Overhead 
wire to the extent of 47,300 feet, for the purpose of lighting Bala- 
wayo, has been supplied to the order of the Bulawayo Waterworks 
and Electric Light Company. The installation of the electric light 
in the railway workshops at Mafeking is under the consideration of 
the Railway Department, and the extension of the system to the 
town is also mooted. In this event very considerable orders for 
machinery and material will shortly be placed. The two large 
alternating current dynamos, of 15,000 lamps capacity each, with 
1,250 revolutions per minute and a voltage of 2,288, required for the 
electric lighting of Bulawayo, have been supplied to the Bulawayo 
Waterworks aad Electric Light Company by the General Electric 
Company of New York. The completion of the equipment of the 
Village Main Reef gold mine only awaits the arrival of the electric 
plant, for some time on order, but delayed owing to the engineering 
strike. An order fora small dynamo, to supplement the existing electric 
lighting plant, has been placed by the Darban Municipality. Two 
automatic cut-off engines of 150 H.P. each have been supplied b 
Mesars. McIntosh, Seymour & Oo. for the Bulawayo Waterworks an 
Electric Light Company. 


Sunderland Exhibition.—At this Exhibition the Sun- 
derland Forge and Engineering Company, who carried out the 
electric lighting of the buildings, putting in 50 arc lamps and about 
30 100-C.P. and 250 16-О.Р. incandescents, exhibit at their stand two 
inverted vertical compound double-acting enclosed self-lubricating 
central valve engines coupled direct to two compound-wound 
dynamos of the inverted two-pole pattern. They also show several 
ship lighting plants, and a 25-B.H.P. enclosed motor driving a 
joggling machine. 


ELECTRIC LIGHTING NOTES. 


Aberystwyth.—It is proposed, in view of having a fresh 
agreement with the Electric Lighting Jormpany, to obtain their 
terms for the extension of the arc lighting and also for three years“ 
incandescent lighting. 


Beckenham.—The District Council has agreed to supply 
electricity to the district at an estimated cost of £36,000. 


Bedford.—A correspondent says that the annual balance- 
sheet of the Bedford Liberal Club shows that by adopting the 
electric light a saving of £40 has been effected, for whereas elec- 


tricity costs £41, with a gas bill of £5, the gas bill alone formerly 
amounted to a sv'A of £90. 
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Belfast.—The Electric Committee says that it cannot 
supply current for the Exhibition Hall, Botanic Gardens Park (as 

uired for the year) until the new supply station is in working 
order. But as the ies will rest content for the present with 
50 8-O.Ps., the supp y is to be furnished and a main laid. The 
storage battery and switchboard contractors are ready to begin 
delivery. Tue central station is already partly insured in the Fine 
Art and General, and other companies are being negotiated with. 
The electrical engineer is to wait on Messrs. Harland & Wolff in 
reference to their application, and ascertain “ what voltage they 
would require the electric current to be supplied at, and also to 
inform them that the Committee would be prepared to supply up to 
1,000 Board of Trade unite per annum on a maximum doman of 
not more than 500 H. P. at 23d. per unit, and beyond that on the 
same maximum demand at 13d. per unit, the cable to be laid to their 


gate. 

The Board of Guardians are asking Mr. Olegg to submit an estimate 
of the cost of electric lighting plant, and the maintenance thereof, 
for the Workhouse. 


Bromley.—The Bromley Urban District Council are still 
holding over the transfer of the Electric Lighting Order, having, in 
response to their inquiries, received what they consider to be a most 
unsatisfactory reply from the company. 


Burnley.—The Council has uccepted a tender (£4,888) 
for the supply of two combined engines coupled with dynamos for 
extending the electric lighting works. 


Cardiff.—The electrical engineer has reported to the 
Lighting Committee upon the -mains generally throughout the town. 
He suggeste that the cables supplying the arc lights be replaced by 
others, and that the lamps be connected to them in accordance with 
the latest Board of T requirements. If this were not done, he 
would not be surprised at a failure of some of the lamps after any 
heavy wet weather. 


Devonport.—The Council has appointed Prof. Kennedy to 
prepare an electric lighting scheme for the district. 


Dorking.—The District Council has, after discussion, 


resolved to introduce the electric light into Dorking, and an Electric 


Lighting Oommittee has been appointed to report. 


Dover.—Some of the consumers have been conferring with 
the Electricity Supply Company re the charges for current. 


Dublin.—The Local Government Board having considered 
Mr. Ootton’s report, have notified the Corporation that the £20,000 
asked for will be “loaned subject to approval of the specification 
and detailed estimates in connection with the new cables and works. 
The Corporation will therefore have financial resources so far to 
сап ос Бер new scheme for an extension of the electric lighting of 

e streets. 


Dudley.—The contract for lighting by electricity the 
Public Hall, for the purpose of the Industrial Exhibition, was 
carried out by Messrs. Webster, Michelson & Oo., of Dudley. There 
were 4 2,000-O.P. arcs and incandescentes equivalent to 500 16's. 
The plant employed for the purpose comprised a combined high 

vertical engine and multipolar dynamo, The same firm have a 
stand at the exhibition where they show various electrical fittings 
and several O” type Dudley dynamos and motors. 


Dandee.—Four electric lamps are to be erected in High 


рме the electric plant at the public baths supplying ће 
curren 


Ealing.—A report is to be pre on the subject of the 
proposed application of incandescent lamps to the aro lamp poste. 
A mechanic is to be engaged to remedy, as far as possible, the defects 

in the present arc lamps. 


Edinburgh.—A committee of the Scottish Conservative 
Olub report that they have entered into a contract for the re-wiring 
and extension of the electric light installation of the Club, as well as 
for the supply of electric light fittings at a total cost of £1,400. The 
re-wiring and fitting of the smoking and reading rooms has been 
completed, and the remainder of the work is to be carried out during 
the current year. 

At the meeting of the Electric Light Committee on the 1st inst. it 
was reported that over 2,200 8-0.P. lamps had been applied for 
during the last two weeks. 


Fire Station Lighting.—The L. O. CO. Fire Brigade Com- 
mittee has been going into the question of electric lighting for the 
chief fire station, with the chief officer. He suggests that the 
National Electric Free Wiring Company’s system of wiring should 
be adopted, and he proposes that, instead of the necessary plant 
being obtained from various firms, a contract should be entered into 
with the company for the supply and fixing of the plant and fittings, 
but that some of the fixing and the making of brackets, &o., should 
be executed by the workshops’ staff, the company reimbursing the 


cent lamps, batteries, &c., and 14 arc lamps. The company oe 


takes to employ the Council's men to assist in every possible way. 
The Oommittee recommend the Council to t the tender of the 
National Electric Free Wiring Company, Limited, to carry out the 


electric light installation at the chief station of the fire brigade for 
£992, less the amount of the wages of the Oouncil’s employés who 
will be engaged on part of the work. 


Glasgow.—A member of the Corporation is to move that 


that the roof is practically in resent method of 
lighting, a system be adopted which will be efficient and 


Greenock.—There is a suggestion that before anythi 
further is done in connection with the electric lighting e, а 
plebiscite of the residents be taken. The Council require to notify 
the Board of Trade ange A whether or not they intend to apply fors 

visional order, and Mr. Tighe, electrical engineer, Paisley, has 

appointed to consult with the sub-committee. 


the 
of Prof. Kennedy as consul . The sub-committee added 
that overtures had been made by the Tramway Company as to the 
supplying of energy for tramway traction, and authority was asked 
to negotiate with the sis ag ggg obtain a definite proposal from 
them. It is proposed to ask Prof. Kennedy to prepare an estimate. 


Hampstead.—The Vestry has decided to apply for a loan 
of £40,000 from the London Oounty Oouncil in order to for some 
very extensive plant for electric lighting it has just to the 
central station in Finchley Road. It is ho to finish in about six 
weeks’ time the installation of the pu Ica mieu іа 
Heath Btreet to Chalk Farm, about a mile and a half in 


Islington 
during the year 1897, shows that whereas in the ета year a 
profit on revenue account had been shown of £1,616, in 1897 the 
profit made was £4,432. With the repayments on capital account, 
the loss on the two years was reduced from £1,836 to £318 14s. 4d, 
and this loss might have been tarned into a profit but for some delay 
in starting the new plant. Mr. Gay, the electrical „ in a note 
a ABe poo ank, а в the number of units sold in 1896 was 298,000, 
an 


per cent.; the cost per unit 
than the previous year. Thus, 
of 31 per cent, the out-put has increased 69 
revenue 62 per cent. The ком роо 1% у amounted to 21 
per cent. on the revenue, but last year it rose to 36 per cent., а very 
satisfactory increase. The capital account now stands at £150,860, of 
which £6,623 remains in han ‚ 
The increasing demand for current here has necessitated 
further extensions, and £12,000 has been voted by the Vestry 
d ae and erecting 
wo 
of £7,180. The steam and other pipes and fittings, also foundations, 
accumulators, boosters, and various 


£4,890. The Electric Lighting Committee has to 
Vestry on the steps being other local bodies regarding the 
payment of the trade union rate of wages. 


Lambeth.—The Lighting Committee has reminded the 
vestry that the South London tric Supply Corporation under- 


took to supply energy, free of for 25 arc lamps, to be erected 
by the vestry in certain streets committee submitted a list of 
positions. 


LAncaster,—The Electricity Committee has accepted the 
шаш of — . Massey for oil, and the Scottish Asbestos Com- 
pany for p А 

The Electricity Committee has increased the salary of Mr. C. E. M. 
Johnstone, electrical engineer, from £120 to £140 per annum. 


Leeds,—At the present time part of Wellington Street, 
Boar Lane, and Briggate are illuminated at night by means of gas 
and electricity. It is intended shortly, however, to dispense with ЕМ. 
until midnight. At that hour the gas lamps will be lighted, and 
electricity switched off. 


Leith.—The Special Committee on Electric Lighting has 
accepted the following tenders for the electric light station build- 
ings :—Mason work, Kinnear, Moodie & Oo., £7,698; joiner WO. 
Kinnear, Moodie & Co., £934; plamber work, Patrick Knox & 
£269; iron work, A. Mather & Son, £1,972; glasier work, Robert 
Graham, £307; slater work, M'Lean & Reid, £99; plaster work, 
Stuart’s Granolithic Stone Company, Limited, £69. 


Vol. 43. Mo. 1,065, Pasnuaar 11, 189%.) THE ELECTRICAL REVIEW. 1281 


Leyton.— The Guardians having 
supply of current for ligh 5 Оа foc бно 
рое зе ошо метох to charge 34d. per unit. А deputation 

the Oouncil is to go to Brighton to see how they charge for 
current there. 


asked for terms for a 


Liverpool.—The electrical engineer has been empowered 
юр with a portion of the extension of the mains provided for 
by the estimates for the current year. The estimated cost of this 
work is £16,947. 


London.—At last week's meeting of the Vestry of 
St. George, Hanover Square, a proposal was brought forward that an 
additional sum of £1,000 be granted on the lighting contracts in 
order that electric lighting might be introduced into the parish and 
the experiment made in Piccadilly. It was stated that the parish of 
Bt. George is behind all other metropolitan parishes in this matter. 
After discussion the motion was lost. 


Loughborough. — A London company’s proposal for 


obtaining a pro order for electrically ligh the borongh has 
been M tha desi Perros аш К+ ды ы 


Merthyr.—Mr. Dan Thomas has given notice of motion 
VVV including a sum in the next estimates, 


with a view to ent of an expert to re upon the 
electric lighting of the i V 


Newcastle.—A meeting of the Special Committee 
ane ake en ee ш 
of the electric * for the city was held last There 
was & discussion on the electric lighting of the city, and it was 
decided to ask the city engineer to rt as to the number of aro 
lamps that would be required to ill the principal streets, and 
as to the power that would be required. It was felt, however, that it 
would be necessary to await the action of the new Tramways Com- 
ee ee imum Пе gis y decide in 
favour of trams, the same power might be used to supply the 
electric light. The city engineer is to furnish a report as to the 
be produced from the waste energy of the Byker 


Newington.—Some members of the Vestry seem to fear 
that the London Electric Supply Corporation is cu the d 
from under its feet, by indu the public to take current from it 
at 5d. per unſt—a lower rate than the Vestry will itself be able to 
supply at when the municipal installation is put down. 


Russia.—The annual report of the St. Petersburg and 
Moscow Electric Lighting Company for the year 1896-7 states, 
to the Shareholder, that the total 


. per 
length of the streets in which cables have been laid is 33 miles, and 
it is contemplated to put in 13 miles more, as the 
applications for connections are very numerous. 


Salford.—At the last Council meeting, Councillor Wheat- 
eroft asked how long it was intended to leave the electric lighting 
arrangements of the streets in their present condition with the wires 

He thought it was probable that there would be a serious 

in consequence of this state of affairs. Councillor Hamblett, 
the question, said that at the next meeting of the sub- 

of the ts, it would be 

referred to should be 
derable 


Sheffield.—The City Council on. Wednesday decided to 
the Sheffield Electric t and Power Com в perd 
are 


Shorediteh.—In addition to the statement made by Mr. 
Kershaw at last week's Vestry meeting, we take from а local 


following further remarks re to have been 
by him in answer to the F 


H 
: 


Mm кю Mo MM A аа ш Ne NM Me par TUe 


Shoreham.—The Southern Cross Shipyard and Engineer- 
ing Oompany have offered to submit estimates and specifications to 
the District Council for electric lighting. 


St. Marylebone.—For the electric lighting requirementa 
at the new central administrative block at Marylebone 

house, 18 tenders were received, from £870 to £1,765. It 
was to t the lowest (Messrs. Н. F. Joel & Co.), but a 
member moved that the tender of the Marylebone firm be acoepted 
at £927 odd. The matter was in the end referred to a Committee to 
make inquiries. 


Stockton.—At last week's Town Council meeting the 
electric lighting question was under consideration. Mr. W. 
Ford, manager, had gone into the matter of site. He had 

three sites as being adapted for the purpose. So far, 
reasonable provision had been made, not only for covering 
the coope gory area, but for an area of something like five 
miles ius from the site selected. His design of the proposed 
buildings for engines, dynamos, and boilers had been approved by 
the expert. Mr. B. O. Vesey Brown reported that he had considered 
the three sites. He had estimated on a plant capable of supplying a 
total of 3,000 lamps alight, each lamp taking 30 watts. This meant 
that about 4,200 lamps of a similar sise could be wired. The system 
was to be the continuous three-wire system with a pressure of 
230 volts between either outer wires and the neutral wire. The ос 
of erecting and supplying an electricity works with boiler, econo- 
misers, engines, dynamos, pumps, pipes, crane, switchboard, storage 
battery, cables, meters, buildings, and chimney was:—Site No. 1, 
£15,145; No. 2, £16,652; No. 3, £14,297. It was resolved that a 
special meeting of the Gas Committee be held to consider the 
following resolutions :—'' That the report be L e the question 
of site being left for the consideration of the " and “That 
the Council be recommended to empower the committee to invite not 
exceeding six electric lighting engineering firms to submit sketch 
plans, specifications, and estimate of the cost of an installation to 
meet the suggestions contained in Mr. Ford's report." 


Swansea.—It is probable we have heard the last of the 
triple scheme, which was the cause of so much local wrangling. The 
Lighting Committee has been going into the matter again, as the 
Tramway Company seems determined to make their own arrange- 
mente for supplying the current for their system, the Committee has 
& of & scheme for the electric lighting of the town inde- 
8 The provision of a day load for the plant was the chief 

solicitude, but, from the promises received and the possi- 
bilities of certain works and industries taking power from the Oor- 
poration works, it is by the committee tho scheme can be 
most profitably carried h. 


Wallasey.—The chairman of tha Gas Committee stated 
some days ago that their electrical installation, though only estab- 
lished about a year, had made a substantial surplus. 


Winchester.—Mr. Murray, electrical engineer, Worcester, 
was to visit Winchester one day this week to inspect the plans and 
advise the committee. 


York.—The question of dust destructors has been raised 
here in connection with electric lighting. A sub-committee is to 
report on the form of destructors. 


ELEOTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Airdrie and Coatbridge.—The directors of the British 
Blectric Traction Company will probably concede certain points 
objected to by the on Committee, so as to avoid opposition 
to the scheme when it comes before the Light Railways Commissioners 
in a few weeks. 


Blackpool.— The electrical engineer, and such members 
of the Tramway Committee as please are to visit Hanover, Dresden, 
Berlin, and Paris, for the purpose of inspecting the electric tram- 
way systems in those towns. 


being promoted Tramways Oom . The Committee 
recommend the Council to resolve—(1) “ until the question as 
to the right of the ba to теше the modo of ганса to 


The Tramways Company met the sub-committee of tho Sanitary 
Committee оп 4th inst, for a conference on these matters, but 


nothing particular was done. 
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Clontarf.—A deputation has laid before the Corporation 
their views in favour of doubling the line of trams between Talbot 
Street and Nelson's Pillar. The Tramway Company considers the 
proposal tends to facilitate the traffic to Clontarf. 


Dover.—For the week ended Saturday, 29th ult., the 
receipts were £103 odd, averaging £17 4s. per day, the number of 
passengers carried being 24,811 for the week. The total receipts 
since the opening have been £2,368 odd. 


Dublin.—The directors of the Dublin and Lucan 
Steam Tramway Company report to the shareholders that they are 
still negotiating for the electrical equipment of the line. 


Edinburgh.—A sub-committee has resolved that, as 
arrangements bad already been made for the cabling of the line 
as far as Meadowbank, the Portobello section just acquired by the 
Corporation should be cabled likewise. At one time, it is said, there 
was some talk of the Portobello section of the system being worked 
by electrical traction. 


Folkestone.—It is stated that though the Corporation 
have decided not to approve of either of the two schemes before them 
for the construction of electric tramways in the borough at the pre- 
sent stage, they do not intend to offer any active opposition. 


Gateshead —The Parliamentary Committee has had an 
interview with the Gateshead and District Tramways Company TAS 
reference to the suggested substitution of electric traction in p of 
steam on the tramways. 


Great Orme.—There was a conference between the 
Council's representatives and the promoters of this tramway scheme 
at Llandudno last week, and it is understood that the promoters 
agreed to take the supply of electrical energy from the Oouncil. The 

ouncil offered terms of purchase at the end of 28 years, on a basis 
of 4 per cent. dividend, but the promoters declined, and a 5 per cent. 
basis is probable. 


Hastings,—Last week the Council had a lengthy discus- 
sion regarding the light railway and electric tramway schemes which 
had been proposed for the district by private companies. The Roads 
Committee submitted their report ing with the proposals, stating 
the result of their negotiations with the promoters, and made the 
following recommendations:—1. That the scheme for a dés oen 
system of tramways submitted by Mr. T. W. Barber, O.E., not 
entertained. 2. That consent be not given to the Hastings and St. 
Leonards Tramways scheme. 3. That the Hastingsand St. Leonards 
Light Railways scheme, of which the British Electric Traction Oom- 
pany, Limited ited, are the promoters—under which it is propored to con- 
struct a line from & point near the west end of George Street viá 
Castle Street and Robertson Street, to a point near the Bo-peep 
Hotel, and a line from the Albert Memorial vid Bohemia Road to 
Hollington—be not assented to. 4. That consent be given to the 
carrying out of the Hastings, Bexhill, and District Light Bailways 
(Electric) scheme, with certain stipulations; and that it be referred 
to the committee to negotiate with the promoters as to the terms and 
details, and rt. These recommendations were not all approved 
by the Council. An amendment was carried receiving and adopting 
the report, excepting that part referring to the light railway scheme; 
no part of the front line is to be used for experiment with trams; all 
inland lines to be laid by the Corporation ; the Town Olerk to oppose 
all schemes. The matter was referred to the Council in committee, 
the voting on the amendment being 26 in favour and five against. 


Kirkcaldy.—The Provost and magistrates of Dysart 
have cordially taken up this electric lighting and tramway scheme, 
and appointed a committee to confer with the Kirkcaldy committee. 


Leeds.—The Tramways Committee has decided to re- 
commend the Oouncil to extend the tramways from Wall End, 
Armley, to the city boundary at Stanningley. The Committee has 
also had under consideration the question of the equipment of the 
Headingley, Chapeltown, and Hunslet sections with electricity, on a 
similar principle to that employed on the Roundhay and Kirkstall 
sections, but the matter was postponed for a month. 


Light Electric Railway.—The Earl of Jersey, Colonel 
Boughey, and Mr. Gerald Fitzgerald, Oommissioners under the Light 
Railways Act, held an inquiry in the Middleton Town Hall on Satur- 
day last to obtain information with regard to an application made by 
the British Electric Traction Oompany, Limited, for an order author- 
ising the construction of a light railway in the district. Mr. S. Morse, 
of don, appeared for the company. The Lancashire County 
Council, the Middleton, Oldham, Rochdale, Heywood, Chadderton, 
and Castleton authorities, the Lancashire and Yorkshire Railway 
Company, and the Rochdale Canal Company were represented. They 
did not oppose the grant of the order, but songht to secure their 
interests under the order. From the statement of Mr. Morse it 
appeared that the Electric Traction Company propose to construct a 
tramway a little over 8 miles long, at an estimated cost of about 
£52,000, to run from Rhodes to Middleton, and to branch from thence 
in two directions, one through Ohadderton to Oldham, the 
other proceeding towards Rochdale by Castleton. The tramway is to 
be laid along the main road, on the electric overbead wire system. 
Evidence was given with regard to the great lack of means of com- 
munication by road between the places named, and it was stated that 
as the rails for the proposed system would be laid to the ordinary 
gauge of 4 feet 84 inches, they could, as regarded the Oldham tram- 
way system, be eventually coupled up or connected. The Oldham 
authority—the Town Council—opposed the grant to the company of 
power to construct a piece of the line, about 300 yards long, which 
would lie within the borough boundary. Oldham, it was said, might, 


when the present leases expire, decide to carry on its own tramway 
system. It was stated that there will be no engineering difficulties 
mus ne are roposed line, and that no widenings of the road will be 
req as to the possibility of extending the line westwards 
from Rhodes to the Manchester tramway system at Cheetham Hill, 
Mr. 8. Sellon, the engineer to the company, ssid that at the time the 
application was drawn it was understood that the Manchester Oor- 
poration were opposed to the overhead system. He understood it was 
now different, and if Manchester agreed there should be no oniy 
in b the two systems together. The p tramwa 

run through a very populous district, which absolutely needed road 
connection. The Commissioners afterwards went through the clauses 
of the proposed order. 


Liverpool.—The Tramways Committee are understood, 
gays the Liverpool Post, to be working hard to have the rimental 


line of electric trams from St. =, Church to the Dingle ready 


t g station, and the armatures rewound to give the 
more powerful 500-volt current necessary for the service. wires 
have been manufactured and delivered, and the rails have alread 


been shipped to Liverpool. Trolley poles have been speciall 


resent "outside." The seats are arranged cross-wise. 
been constructed to carry 86 passe . As the speed will 
great to admit of passengers jumpiug the 
been decided to have a stopping station at the corner 
ong the line of route. The rate of 


Manchester.—The Stretford District Council will oppose 
the Manchester Oarriage and Tramways Bill, 1898, for using me- 
chanical power on their lines, &c. 


Norwich.—At the Norwich Police Court, on 3га inst., 
an application was made on behalf of the Norwich Electrical Tram- 
wa Douai. Limited, under the Land Clauses and Consolidation 

for a certificate that the capital of the company had been sub- 
scribed, which was necessary before they could acquire any lands. 
Documen evidence was handed in. It was shown that all the 
capital of company (£240,000) had been subscribed, and 50 per 
cent. paid up. The , after consultation, said they had 
come to the conclusion that the ‘evidence in ite present state was 
insufficient to grant a certificate. The list of members produced was 
not verified in апу way. The application was accordingly adjourned. 
The matter came before the Court again on 5th inst., and the neces- 
sary certificate was granted, an affidavit 
secretary of the oom pany er yr that the 
registered membership of the company. 


Sheffield.—The construction of the ни the electrio 
tram is ushed forward, to 
D Wark Cu commenced е 9rd. ыы from 


overbead system proves equal to all the demands made п 
it in the six miles from y to Nether Edge, it is likely to be suo- 
cessful in any other of thecity in which it is to be employed. 
The rails are supp the steel points, 


C 

, &c., by Askham Bros. & Wilson, Mr. R. W. 

вар FFF The mils are 
Care, 


i 


soli a 26 city вине от (Мг. С. 85 ткн e 
intending the g of the track. It proposed use 
each taking 51 


Es 
1 


decked passengers. centre trolley 
VVV en te дени, 
Macfarlane & Co., of d w, and a large num the side stan- 


dards will be made by Mr. J. Spencer, of Newbury. As already 
stated, the British Thomson-Houston Company will furnish the eleo- 
trieal equipment. 


Electric Power Distribution.—At last week's meet- 
of the Dudley тона, Council, в discussion took place with 
to the ic Power Distribution Company and ita 


was only in course of formation, and it was a Д 
had offered power at 1d. per unit. It might be 14. and it might be 
3d. No offer had yet been made likely to induce that corporation to 
surrender their electrical powers. When they were ready with any 
such offer or guarantee that council would be ready to weloome them. 
He proposed the extension of the executive powers of the Electric 
Committee for two months, and this was carried. 
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Electric Power Distribution.—The representatives 
%% ишк Me Маш district met at the 
Bwan discuss the proposed scheme of the General 
Power Distribution Company with the company's representatives. 
Mr. Devonshire (of the British Thomson-Houston Company) ex- 
разе ue [rop E Various questions were put as to the cost of 

e current to consumers, out and out cost, or cost of motors, &c. 

The Derby Town Oouncil will oppose the company’s Bill. 


TELEGRAPH AND TELEPHONE NOTES. 


Bolton Telephone Service.—In response to the com- 
plaints of the Bolton Ohamber of Oommerce as to the unsatisfactory 
condition of the telephone service, the Post Offlee authorities have 
replied stating that in so far as was к in the absence of 
details of specific cases, the matter has carefully inquired into 
by the department’s surveyor for the district. From a return which 
has been taken of the trunk traffic at Bolton, it appears that, of the 
trank calls o ated subscribers at Bolton, 62:40 per cent. were 
put through, so far as the department is concerned, in than five 
minutes, and 87:31 in less than ten minutes, and, on the whole, there 
does not seem to be any reason to suppose that a satisfactory service 

n 


z 
ba 
am 
punto 


Australian Telegrams.—Tho Postmaster- 
of South Australia, Sir Charles Todd, must by this time have 
ко in a letter of y to the 
of Commerce, com of 
transmission of cable messages to Australia, were 
this letter, dated Adelaide, August 31st, 1897, 
suggesting that dela 


E31 
in 
СН 

T 
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H 


are due to various causes 


ЕЕЗ 

ER 
; 
4 


the lines in the Colony of South Australia were seldom at 
fault, that “as a rule messages are transmitted very quickly over 
the line een Adelaide and Port Darwin, and our difficulties as 


| 


w code have been completely overcome; I do not, 
anticipate any further complaints.” With the above 
opinion before us, it may not be out of place to detail the inter- 
ruptions and delays which have occurred since the date of Sir Charles 
Todd's letter, vis. :— | 

September 1 1897.— Port Darwin line unworkable. 


» , ” " " interrupted. 
November 19th, „ Both trunk lines cut off from Melbourne. 


| 


December 9th, ,, Port sora line interrupted for about 
our Gays. 
= 15th, „ Port Darwin line interrupted by floods. 
a 18th, ,, " „ line working very badly 
north of tt Springs. 
n 22nd, „ Both South Australian lines between 
Eucla and Adelaide unworkable for 
some hours. 

January (th, 1898.—Considerable delay in messages due 
to ty in the working of the 
landlines in Australia. 

% 8th, „ Australian landlines working badly; no 
cables through from Adelaide. 

» 19th, „ Cables from A de dela 

"n 20th, „ Communication from A de in many 
cases as much as 24 hours late. 

РА 91st, „ Delay in communication to London, 
unable to supply usual Adelaide prices. 

February 16, Government wires in Australia working 
very badly; telegraphic communica- 
tion between Australia and England 
greatly delayed. 


Theee interruptions, it will be seen, are by no means rare, occurring 
as they do on at least 13 occasions during the last five months. Ashe is 
a strenuous opponent to the Pacific cable scheme, a means by which 
interesting to te vete thet 5 5 
е value opinion so con y exp 
the Postmaster General of Soa is widely 


by th Australia. It B 
t the press, that a remedy for the above mentioned dela 
and inferru те found in а system of cables, which the 
р у propose 
lay to the Cape, and from thence on to Perth in Western Australia ; 
as cable will land some 1,600 miles from Adelaide, 2,000 


1 
HE 
| 
in 
1 
Д 
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P у 
the least degree likely to supply the want which is so badly felt, not 
Tin Englad 


only in Australia, but 
The Deutsche See- Teleg rafen-Gesellschaft.— We learn 
was laid about a year ago for the 
down. If, as we have 


matter, as this is, we believe, the 
cable has broken down in the space of a year. Such a record is not 
calculated to inspire much confidence in the minds of the Deutsche 
Bee-Telegrafen-Gesellschaft. 


The London Authorities and the Telephone Ser- 
vice.— Both the Court of Common Oouncil and the London County 


Council have been discussing in earnest the ае of the telephone 

service. The L.C.C. is to obtain an inquiry into the service through 

an application for a licence to establish a municipal service for 

London. The Court of Common Council is applying for an inquiry 

E will hold a conference of local authorities at the Guildhall into 
e matter. | 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired, 
Brest-Bt. Pierre (Anglo, 1909) April Gch, 1893 ... өөө . 
West Indies— 

St. Oroix-Trinidad „% Nov. 90th, 1896 өөө TII 

Curacao-La Guayra  ... Jan. 5th, 1898 TT a 

Paramaribo-Oayenne . . Jan. 27th, 1898  ... ʻi 
Amason Company's cable— 

Parintins-Itacatiara 00е Мау Sch, 1896 eee 006 

Obidos-Parintins eee Deo. 7th, 1896 eee 006 
Baigon-Hong Kong ... .. Jan. Stb, 1898 ... E 
Para-Maranham — ... .. Jan. 22nd, 1898 ., Feb. 8th, 1898. 
Bolama-Bissao P mr, Jan. 28th, 1898 eee mr, 
Emden-Vigo eee II) eee Feb. 7th, 1898 eee 

LANDLINES. 
Trans-Oontinental line 
yond Masol be} March 19th, 1896 eee [TT 

Oartagena-Barranquilla — ... July 4th, 1896 . - 
Majunga-Tananarive... „ Feb. 2nd, 1898 Feb. 5th, 1898. 
Nicaragus landlines ... we Feb. 8th,1898  ... T» 


CONTRACTS OPEN AND CLOSED. 


4 


OPEN. 


Bilbao.—February 28th. The ыар of State for 
Foreign Affairs has received a despatch from Her Majesty's Consul at 
Bilbao, reporting that the provisional board appointed in connection 
with the electric tramway which it is p to la 


у 
Foreign Office any day between the hours of 11 6. 


Belgium.—February 16th. Tenders are being invited by 
the Société Nationale des Chemins de Fer Vicinaux, of Brussels, for 
the supply of 38 electric tramcare. Tenders to be sent to, and 

lars may be obtained from, the offices of the company, Rue de 

Bcience, 26, Brussels. 


Berlin.—March 15th. The Municipal Traffic Deputation 
of the Town Council have opened a competition for the construction 
several new electric tramways in that city. Exhaustive details 
concerning this project are contained in the Elektrotechnische Zeit- 
schrift of the 13th inst., which mentions that will be received 
by in s: Verkehrsdeputation us III, Berlin, by 


The Electrical 1 
Notices.” 


Bristol.—February 21st. 
want tenders for 214 arc lam 
Faraday Proctor. See our O 


Canterbury.—February 23rd. Tenders are invited for 
the electric wiring and fittings for the Beaney Institute for the Town 
Council. Specifications, &c., to be obtained at the office of the City 
Surveyor, 28, St. Margaret’s Street. 


Denmark.—The Formand for Byraadets Udvalg for 
Ekectricitetsvaertet (Sugforer Edv. Lau), of Kolding, are inviting 
tenders for the supply of (1) the engines and boilers; (2) the 
dynamos and other electrical plant and apparatus; and (3) the supply 
and laying of mains required in connection with the projected central 
electric lighting station in the town. Particulars may be had on 
applying as above for the sum of 50 krondos (returnable on receipt of 
bond fide tender). Tenders addressed as above. 


Denmark,—March 12th. Tenders are being invited for 
the supply of the engines, dynamos, accumulators, &., required in 
Connection. with the new central station at Frederiksberg, near Copen- 
hagen. Tenders to be sent to the Frederiksberg Sporveis-og 
Electricitets Aktieselskab, Gammel Kongerie, 140, Сорап Ns 
from whom particulars may be obtained. 


France.—February 16th. Tenders are being invited by 
the French Naval Authorities at Toulon for the supply of circuit 
breakers, rheostats and d o wire. Particulars from, and tenders 
to, Le Bureau du Dé des Approvisionnements de la Marine 
Nationale, Toulon. 


Franoe.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either by gas or 
electricity. Particulars , and tenders to be sent to, La Mairie de 
Saint Ohamond (Loire). 


184 | . THE ELECTRICAL REVIEW. 


[Vol 4%. No. 1,055, Fusnvany 11, 1906. 


Glasgow.—February 18th. Tenders are invited for the 
5 a ra roce tramways for the кен cpm 
pecifica 0 1 general MADRS, 
field Street, ( Glasgow. я 
Mammorimith. —February 16th. The күнүн want tenders 
for general stores for the electricity works. “ Official 
Notices.” 
Harrogate.—February 24th. The Corporation invite 
tenders fo ibo supply and erection of vertical steam engine, dynamo, 
motor, overhead conductors, &., for sewage pamping 
Mr. Geo. Wilkinson, borough electrical engineer. 


Italy.—February 16th. Tenders are being invited by 
the Italian Naval Authorities at Spesia for the supply of a те 
. апа 100-C.P. incandescent lam 


of different vol Tenders to be sent to La Dires 
Materials шиша. 1° dip. Marittimo, Spesia, Italy, from — 
particulars may be 


L.C. C.— February 16th. The London County Council 
Asylums Oommittee want tenders for a great variety т 


of the items is for electric lighting sundries tor Ola bry 
at the office of the Asylums Committee, 2 27, Whitetail Piae f. W. 


Madrid. at ма ned 22nd. The Secre of State for 
Foreign Affairs ved a despatch from Her s Charge 
d'Affaires at Madrid, enclosing copy of a Royal decree cree announcing 
that a public auction for the contract for repairing the national sub- 
marine ph cables during the next five years will be held at 
Madrid on February 22nd. Farther as to the cables in 
question aay at the Commercial of the 


inspected 
Foreign Office any time between the hours of 11 b. 


The Weaver Navigation 


Northwich.—March 5th. 
the construction and erection of the 


Plymouth.—February ч. The Council want tenders 
for the erection and com See eee ae а 


Portsmouth.—Febroary 22nd. The 
a a the p aad N 
Waller & Manville. Bee our — Notices " eis week. 


Redditeh.—February 14th. The District Council want 


tenders for the su of а тате Me te gas produ 
alternators, cables, ч „ of the 
district. 3 electrical А J. А. McMullen. Bee 


опг Official Notices” January 28 
^ Rochdale. —February 19th. The 8 want 


tenders for steam dynamos, balancer, and boosters 
MONTE HAN, ; Clirehugh & Billar. Bee our “ Official Notices” anuary 
4 

Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and 8 
Bucharest for the supply of 56,000 metres of galvanised iron and 


St. Helens.— February 21st. The Corporation want 
tenders for various plant and „ &с., in connection with the 


roposed electric tramways. See our “ Official Notices” January 28th 
lor particulars. Consul engineer, Dr. J. Hopkinson. 

St. Pancras.—February 22nd. The want tenders 
for dry back marine boilers with 5 8 
Bee our Official Notices February 4th 

The War Office.—April 27th. The Secretary о of бету 


for War is prepared to receive offers, competitive 
Parümlan from the, Director of Army Contracta, \ ht аррар 
* ent of 


Particulars from Director of Arm nat at 
Mall, S. W. See our Official Notices 

Victoria.—March 21st. The ME 
the Victorian Government Railways is inviting enaena Tor the eupply 
of al current transformers and one main pitch 
VCC 


Wallase Мо 17th. The spud Council want 
tenders for the е pp 7 
and one water- 
Mr. J. H. Crowther. See Official Notices 
Watford.—March 16th. The District Council want 
tenders for the supply and erection of various plant for the electric 
lighting of the district. For details of the seven sections see our 
“Official Notices” this week. Mr. W. О. O. Hawtayne, consulting 
engineer, 


OLOSRD. 

Blackburn.—The contract for the 500-kilowatt C. C. 
steam dynamo for the Oouncil has been placed with Mesers. Siemens- 
Belliss. The following are the tenders with Bellies’ engines :— 

£ 


s. d, 
Eleotrical Company.. eo ee ee oe ее 6,500 0 0 
Westinghouse ee ee oe өө ee oo 4,754 0 0 
Crompton & Co. ee oe ee oe oe ee 4,006 0 0 
J A. Holmes e. ee ee ee ee 0 0 
Р. R. Jackson. о ee ee ee ee eo Д 2 4,492 0 0 
Mather & Platt ee ee ee. 4,405 0 0 
Electric Construction Company ' s we eS 4 0 0 
Siemens Bros. e 5 „ 4,340 0 0 


таю, — We understand that the tender of the 
sting Electric , Limi has been accepted for the 
electrical equipment of башты in this cit for the sum of £14,664. 

Brighton.—The following is a list of the tenders 
submitted for the completion of the electric pete wiring, &o., of 
the Town Hall n crag 5 желе. MTS Daily Tenders and 
Contracts, entertained, being the only tenders com with 
the мае a ру which required samples of materials and fi to 


£ s.d. 

Whipp & Co., Manchester 635 0 0 
Wood, Army and Navy Mansions, London, 8. W. 

(acc epte ) 705 0 0 

*H. V. James Mills & Co., Manchester 860 0 0 

The Nelson Electrical Engineering Company, Neison .. 874 0 0 

Lawrence & Blaiberg, London, W. 875 19 0 

DN EM & Miles, Brighton ,. 89914 0 

Son, Brighton . 9985 10 0 

“Laing Wh Wharton & Down, Ltd. `. .. 1,010 15 0 

W. J. Fryer & Co., Ltd., London, W. . 1,293 5 0 

M. Fileman, Brighton $3 А .. 1,500 0 0 

E. A. Tasker, St. Paul's ie . 1,865 0 0 

вен си following aden were sent in for the 


ht of the Abbey 


i 
E 
; 
3 


Werbung . * Co. 
e A. о елы 2s 


— B. . Oons F illiams, O.E. :— 
8. 
Electrical and чок Enginee 9 1568 о 0 
Hill, Gifkins & Co. ne ы 1,94% 14 0 
Н. М. Leaf v^ Sie oe . 21,147 10 0 Estimated 
Drake & Gorham .. 100 0 0 total, with 
Townsend, Tamplin а Makovski . .. 1,046 2 6) branch wi 
ш, Wharton & Do A . 991 9 6] for 6108/22 
" 968 0 0 Ў 
0 
0 


LEA ee к 909 15 
: m 838 13 


electric light of Messrs. Welch, Margetson & Co.'s new ware- 
a , Moor Lane, E. O. Consulting engineer, Mr. Morgan Williams, 
Tender No. 3 (Branch 
Tender No.1 ing per point) ted 
Name of firm. Distribution or 721 points of 
beers | QUA | бла iw 
point. point 
£ s. d. s.d s. d £ s. d. 
H.M. Leaf .. T 890 0 0 99 0 23 0 1,188 2 0 
Strode & Co. 247 0 0 80 0 21 0 1004 1 0 
Townsend, Tamplin 
and Makovski 818 9 1 6 17 6 904 16 8 
Belshaw & Co. 0 0 97 0 15 0 ТЮ 15 0 
Spagnoletti and 
kes (accepted) #70 0 0 13 0 13 0 703 18 0 


Newport.—The contract for the Supply y of an electric 
lighting plant for 190 16-C.P. lamps and watt arc lamps for 
temporary lighting at Westwood waterworks for the Corpo:ation has 
been given to Mr. С. D. Phillips, of Newport. 

Stafford.—The County Lu Committee has 8 
that the Cheddleton Sub-Committee invited tenders 
installation of the asylum with 40 H. 0 u plans and specifi- 
cations propared by Mr. Henry Lea, О „555 Ed of 5 


four received the ооч Вас 
Coulson, £6,240 A n: : ана] Electrical 
Oompany, Limited, £3,195 16s. 4 a. (king and fittings). 


West Hartlepool,—It is stated that the adele con- 


tracts have been prno by the 
plant :—Boilers, Anderton & Воп; оре, dyaamos, evi switch 
os and аго lamps, Orompton & Oo.; storage battery, 


motor-dynam 
Tador Accumulator Company. 


Dinner in Honour of Nr. James Dredge.—A dinner 
in honour of Mr. James Dredge, C. M. G., Executive Com- 
missioner of the Brussels International Exhibition of 1897, 
took place on Toner ht at P. Grand Hotel. ion 
Square. Sir Albert K. Walt, 
behalf of the exhibitors in the 
presented Mr. Dredge with a beautiful album —— 
a general view of the exhibition buildings and an ill 
ee signatures of the sub- 


— — e — ee 2 
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THE MAKING OF CHLORIDE ACCUMU- covered in. The site is most conveniently situated with re- 
LATORS gard to rail and water, the Bury and Bolton canal being con- 


tiguous to the works, and the railway within a stone's 
| throw. There is more, order, more cleanliness, and better 
Іт is, perhaps, almost unnecessary to say that the company surroundings than one usually associates with such worka. 
which make the chloride cell is the Chloride Electrical The chairman of the company is Dr. Bowman, who is well 
Storage Syndicate, | known in electrical 
Limited, and the circles, and the 
&yndicate practically general manager is 
controls the whole of Mr. G. A. Grindle, 
the patents in the who, it is hardly. 
world, with the ex- necessary to say, is 
ception of the, United one of the best known 
States, Canada, and engineers in the pro- 
France, where chlo- . fession. 
ride cells are made It is perhaps almost 
* allied companies. an act of supereroga- 
he original patents tion to set forth the 
were held by the many directions in 
Electric Storage Bat- which the chloride 
tery Company, of accumulator has 
Philadelphia, from done disting uished 
whom the patents for service; but perhaps 
this company and the this account ought 
rest of the world, to include some 
with the above excep- reference to the 
tions, were acquired growing use that is 
by the Chloride Syn- being made of the 
dicate. | chloride cell. It is 
The home of the not only in electric 
chloride accumulator lighting systems that 
is at Clifton Junc- this cell is perform- 
tion, some five miles ing good work, but in 
from Manchester, and the perhaps more 
here an old chemical exacting services 
factory has been converted into up-to-date sanitary | demanded in a tramway system. Some months ago we had 
accumulator works. The conversion has been effected by occasion to describe the extensions that had been carried out on 
pulling down old buildings, and erecting substantial, airy, the Manchester Corporation electric lighting system, and we 


Fic. 2.—CasriNG CHLORIDE PASTILLES. 


wae 


р —— 
> 
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Fic. 1.—THE CHLORIDE OF LEAD MACHINERY. 
and light ones in their place. The area of the works covers then took cognisance of the € battery that had been 
some three acres of ground, the greater portion of which is erected by the Chloride Company. When this battery was put 
| E 
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down it was probably the largest in the country, and the objects 
that led to its introduction into the Manchester system were 
to save running a new feeder; to enable the station to be shut 
down at night, and to act as a balancing device. In every 
respect we believe this battery has been entirely success- 
ful. Although electric tramways are practically beginning 
in this country, the chloride accumulator has been inti- 
mately associated with some of the lines that have been 
completed. On the Douglas and Laxey line, this type of 
cell is used at a half-way house to assist the dynamos and to 
maintain the pressure; it is also serving similar services on 
the Snaefell Mountain Railway. At Leeds, the most recently 
completed tramway system, great reliance is being put upon 
chloride accumulators, where they are arranged in two sub- 
stations. 

The position attained by the chloride accumulator in the 
electrical industries is sufficient justification for giving some 
account of the various processes that attend its manufacture. 


The name of the cell is obtained from the use that is made 
of chloride of lead which is employed in the negative plate, the 
positive plate being made up of ordinary metalliclead. It is, 
of course, the negative plate that constitutes the chief feature 
of this type of accumulator, and in accordance with the fitness 
of things we ought to describe the methods that are followed 
in the various stages of making the plate. 

The first step is the manufacture of chloride of lead, which 
is carried on in an entirely separate department of the works. 
Litharge, which is the basis of the product, is dissolved in 
large vessels in which mechanical stirrers are being con- 
stantly rotated. These vessels are shown in the background 
of the illustration: of the chloride room (fig. 1), and it will 
be observed that the stirrers are connected by suitable gear- 
ing and belting to shafting. The litharge is dissolved by 
means of acetic acid, which gives the resultant compound of 
acetate of lead. After the lead acetate has been drawn off 
and allowed to settle, it is then precipitated by means of 


— 


Fig. 3.—FRaMING THE PAS TILLES. 


The making of this well-known cell is carried on in extensive 
works at Clifton Junction, near Manchester. The process 
followed in the construction of this accumulator enables the 
works to be divided into two sections: one in which the 
mechanical work is done on the cell, and the other where the 
chemical and electrical manipulations are performed. There 
are, of course, other departments that are only indirectly 
associated with the cell making, such as the wood working, 
mechanics’ departments, the boiler house, the generating 
station, the gas making, and a portion of the works is given up 
entirely to the manufacture of chloride of lead. With the 
exception of purchasing the raw material, every part of the 
accumulator is completed at Clifton Junction. 

It is hardly necessary to say that both the manufacture of 
the positive and the negative plates call forth some very 
interesting and pretty operations, and by means of the illus- 
trations we shall be able to demonstrate some of them. 


hydrochloric acid, which practically gives us chloride of lead. 
The process is not quite so simple as we have described ; for 
instance, when the compound has reached the acetate of lead 
stage it is carefully analysed, во that its nature is known to a 
nicety; moreover, the solution of chloride of lead is 
through a filter press, which squeezes out the acetic acid and 
leaves chloride of lead in the shape of whitish cakes. At 
one end of this room are large ovens in which the cakes of 
chloride are dried. 
The chloride of lead next makes its appearance in what 18 
known as the Pastille Casting Department, the name being 
derived from the special shape in which the chloride is used. 
In this room are iron pans in which the chloride of 
lead is melted. The pans are protected by means of refrac- 
tory linings, and a seal of lead, some inches in thickness, 
protects the bottom ; they are capable of holding between 
two and three tons of molten chloride, and are heated by 
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cast in moulds into small hexagon pastilles, suitable for 
framing. The operation of ladling the chloride and casting 
the pastilles is shown in fig. 2. The pastilles are then 
carried away to be framed, and this operation is distinctly 
interesting. The pastilles are arranged in the bottom half 
of a plate mould, the top half of the mould being per- 
manently fixed to the top side of a hydraulic press. After 
the pastilles have been arranged on the mould, it is placed 
in position on the ram by means of stops, and water being 
admitted to the ram chamber, the press is closed, and the 
top half of the mould comes down on to the bottom half. 
The next operation is to inject molten lead under pressure 
to fill in the interstices left in the mould. This is done 
through a nozzle, which by means of a screw connects the 
molten lead chamber to the mouth of the mould. Com- 
pressed air is then admitted into the top of the lead chamber 
with the result that lead is forced into the mould, completely 
filling it and bedding in the pastilles. Fig. 3 shows one of 
the lead presses and boys placing pastilles in the lower half 
of the mould. The lead chambers are all submerged in a 
large pan of molten lead, four chambers and presses being 
arranged round each lead pan. The compressed air is de- 
livered into the lead chambers at a pressure of 150 lbs. per 
square inch. The operation of the lead press is sufficiently 
safeguarded to prevent pressure being applied to the lead 
chamber until the press has been completely closed. Fig. 3 
shows the operation of framing pastilles, the boys on the 
right of the illustration, whose expression has been lost in 
the complicated process of making the block, are fitting the 
wisis into the lower half of the mould, and the men in the 
ackground are working the lead press. The next process is 
to trim the plates, and after this they are taken to the reduc- 
tion tanks (shown in fig. 4) where they are set up alternately 
with rolled zinc plates, with the result that the chlorine in 
the chloride of lead pastilles leaves the pastille uniting with the 
zinc and forming chloride of zinc in the tank, the final state 
being that each pastille is converted into one of pure spongy 
lead. After a process of washing, the plates are then given 


i — 


Fic. 4.—REDUCTION SHEDS. 


Dowson gas, The chloride is put into the pans with a small a hydrogen bath to ensure absolute freedom from all trace of 
percentage of zinc, and becomes perfectly fluid at about chlorine. That operation practically completes the making 
600° C. It is ladled out by means of plumbago ladles, and of the negative plate, they are not quite finished with, how- 
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ever, for they are then passed on to the plumbers, who cast them 
up into sections ready for sending out. Quite a simple 
operation is the casting up, and simply depends upon putting 
the plates in a specially shaped mould, in which molten 


metal is poured; the process of casting the negative sections 


is shown in fig. 5. | 
(Zo be continued.) . : 


the mountains of New Jersey, it will be well to speak of the 
elaborate system of prospecting which was carried out to 
determine the location of the various bodies of low grade 
iron ore which it is proposed to work by the new process. 
In iron mining, just as in gold mining, there is a limit to the 
grade or richness of ore which it is profitable to work in the 
existing state of the art. Hence the prospectors, who for many 


THE Giant ROLLS AT THE EDISON MAGNETIC CONCENTRATING WORKS. 


THE EDISON MAGNETIC CONCENTRATING 
WORKS.* 


BxronE describing the remarkable process of crushing and 
magnetic separation at Mr. Edison’s concentrating works in 


* Scventific American. 


3 


years have worked over the Eastern iron ore districte, have 
made no record of the existence of deposits which were not 
fairly rich in iron. As the Edison process was designed to 
render the hitherto neglected low grade ores commercially 
profitable, it was necessary to make a systematic prospect of. 
the belt of magnetite deposits. The work was done by means 
of the dipping needle, and the survey was the most complete 
ever carried out. It embraced a strip of country 25 miles 
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wide, reaching from the Canadian border to the mountains of 
North Carolina. Several corps of surveyors ran lines across 
the magnetite belt at intervals of a mile, and wherever the 
dip of the needle showed indications of ore, a more thorough 
search of the locality was made. The results were plotted 


on a map, which is the moat unique and thorough work of 


its kind їп existence. 


the company ed to 
or lease the 
most desirable properties, | 


perti 
their holdings at present 
amounting to some 16,000 
acres. 


The New Jersey and 
P lvania Concentre- 
ting Works are located on | 


mines, one of those many 
. abandoned iron mines of 
New Jersey from which 
the veins of richer ore have been worked out daning the century 
or more in which iron mining has been carried on in this 
district. The body of ore averages about 200 yards in width, 
and extends for a distance of over two miles, The ч 
richness of the ore is about 20 per cent. of iron. It should 
mentioned that although the works at Edison witnessed the 
first attempt to carry out magnetio concentration on а com- 
mercial scale, Mr. Edison 

had conducted а series of 
preliminary experiments 
at Llewellyn Park, N.J. 


A BRIQUETTE, 
68 РЕВ СЕНТ. ОР IRON. 
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The operations at Edison r те Leg ДЫ ШЫ? 
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commenoed Р Wee віх 
years ago, and the oharac- 
teristic energy and lavish 
expenditure with which 
they have been carried on 
have resulted са the 
present enormous ex- 
tremely interesting plant. 
The visitor to i 
who is familiar with the 
scope of Mr. Edison's 
inventive genius — and 


totally different fields of 


mining and , with 
their Дана tobi 
and vast operations, Mr. 
Edison has 
haraoteristi ieinalit 
and freedom from the 
trammels of tradition. 
This is evident, not merely 


©, 
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to follow the beaten track. 
5 

те separation 
called for the design of 
an entirely new plant in itself, and involved long years of 
patient and costly experiment; and, with a view of cheapen- 
ing the work of getting ont the rock and crushing it to the 
desired fineness for the magnets, an entirely new method of 
quarrying and crushing was devised and put into successful 


agent the дарий, А уш af tanks тиш fom the 
i of tracks runs from 
crusher house to two powerful steam shovels which are work- 


the site of the old Ogden | Ws 
Fia. 2. 


м La 
Fe d 


ing their way into the ore bed in two different directions. 
One of these weighs 60 tons and the other—a ificent 
fellow weighing 98 tons—is the biggest of its kind ever 
built. In getting out the rock ready for the crushers, no 
attempt is made to shatter it to the usual size of, say, 100 Ib. 


lumps by the free use of dynamite. The latter is used 


| merely to loosen up the 
rock sufficiently for the 
| em ‘shovel to tear it 
ooge and load it on the 
cars. Consequently it is 
frequently dug out of the 
cut in solid masses, weigh- 
ing as much as five and 
even six tons apiece, and 
sent to the rolls in this 
shape. A double track, 
with a switch at the far 
end, runs through the cut 
on a slight up grade. 
The empties are pushed 
E and allowed to run back, by gravity, past the shovel, 
where the rock is deposited on 5-ton skips, of which 
there are two to each car. The tracks run on each side of 
the crusher house, and here the skips are picked up by а pair 
of 10-ton electric travelling cranes, and placed on an inclined 
table in front of the hopper above the “giant rolls.” At 
the foot of this table is a revolving: cylinder oo 
the operator, over whi 

the material is fed to the 
rolls. This arrangement 
is clearly shown in the 
Жы; engraving on the previous 

* page, where a load is shown 


A Luut or IRON 
Ова, 20 PER CENT. ОР Inox. 


falling from the skip into 
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E @ The giant rolls are what 
À -might be called the spec- 
tacular feature of the 
whole plant, and to see 
them seize a 5-ton rock, 
and crunch it with less 
show of effort than a dog 
in cranching a bone, gives 
one a vivid sense of the 
meaning of momentum— 
for it is momentum that 
does the work. The rolls 
are 6 feet in diameter, 
with a 6-foot face, and 
when they are running, 
the masses in motion 
weigh about 70 tons. 
9 They аге spaced 7 feet 
4 inches 5 
ving a 14-inch space 
between their faces. The 
faces are covered with 
heavy cast-iron “slugger 
plates,” which consist of 
а soft backing, with chilled 
2-inch knobs. There are 
also two lines of massive 
knobs on opposite sides 
of one roll, which project 
4 inches from the face. 
It is these which strike 
the smashing blows upon 
the large masses of rock, 
and break them up for 
the smaller knobs to act 
upon. The rolls are run 
at a normal ciroumferential speed of 3,500 feet a minute, 
and it is the energy stored up in the 70-ton mass at this 
speed which does the work. The rolls are driven by a belt, 
which serves to speed them up to the desired velocity, but is 
not depended upon to do the crushing. The pull of the 
belt is transmitted to the rolls by means of a strap brake 
acting on the neck of the rolle—as shown in the engraving— 
which is adjusted by means of a coil spring. 
The 98-ton shovel and giant rolls combined do the work, 
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which, in the ordinary methods of mining, is done by a freer 
use of dynamite, and it is just here that the firat notable 
economy of this plant is realised. 

The rock falls now upon the “ intermediate rolls,” shown 
immediately below the giant rolls.” They аге 4 feet in 
diameter, have a 5-foot face, and are covered with knobbed 
plates. Their faces are 7} inches apart. The two sets can 
handle 3,000 tons of rock in a day of 10 hours, After 

ing through the intermediate rolls the rock is lifted 
y а wire rope elevator, in which the usual side links are 
replaced by side ropes in sets of four—an Edison inven- 
tion, designed to reduce weight and lubrication and facilitate 
fast running—to a set of 36-inch rolls faced with chilled 
corrugated iron plates, the aperture between faces of which 
is about 24 inches. Unlike the giant rolls, these are positively 
driven ; but to avoid breakage a connection is made through 
a split wobbler, which is held together with shearing bolts 
whose total cross section is such that they will shear off 
before any breaking strain can be transmitted to the rolls. 
From the first set of 36-inch rolls the rock passes down to a 
second set, which is similar to the first, but spaced with a 
14-inch aperture. From these it falls into a third set, which 
are 24 inches in diameter, with a 20-inch face. These are 
not positively fixed, but are kept in place by coil springs. 

By this time the rock has been crushed to a size of not 
over 4 inch. It falls on to an elevator which carries it to 
the top of the * drier," a structure 9 feet square and 50 feet 
high, which is filled with a series of cast-iron plates 7 inches 
wide, which reach across the interior from wall to wall, and 
are arranged one above the other at an angle of 45°, the 
successive plates facing in opposite directions. The ore is 
then elevated to a conveyor which runs along the top of a 
stock honse, 75 feet wide by 300 feet long, whose storage 
capacity is 16,000 tons. 

From the stock house the material is carried to the three- 

high rolls in the concentrating mill. This consists of three 
rolls, the centre one of which turns in fixed bearings, while the 
upper and lower rolls are carried in bearings which are free 
to slide vertically in the hoasing. The lower roll is driven 
through а shearing wobbler, of the kind already described, 
and the bearivga at each end of the upper and lower rolls 
consist of loose sleeves, on the outside of which are seven 
grooves. Around the grooves, that is to say, below the 
grooves of the lower sleeve and over the grooves of the 
upper sleeve, is wound an endless }-inch wire rope, which is 
finally carried up over а single sheave, which is acted on by 
а pneumatic piston. By this means the strain on the rope, 
and therefore the pressure of the movable rolls on the centre 
fixed roll, may be closely regulated, and an elastic adjust- 
ment is provided which removes all danger of breaking the 
rolls. The ore is fed between the upper and middle rolls 
and returned between the middle and lower rolls. The faces 
of the three-high rolls are smooth, and they are trued up 
in place when worn by means of а removable tool carriage 
пош оп the housing. There are four seta of these rolls 
in all. 
The next step is the screening, which is carried on over 
10 sets of 14-mesh screens. The rejections are sent back 
for recrushing in the three-high rolls, and the material 
which passes through the screens is now ready for the process 
of magnetic separation. 

This process, which takes the place of what is known as 
the jig process of conoentration, is the distinctive feature of 
the Edison plant. The crushed material is allowed to fall 
in a thin sheet in front of в series of magnets, which deflect 
the magnetic particles, but allow the non-magnetic rock to 
fall in a practically vertical line. A thin knife-edged parti- 
tion board separates the magnetic and non-magnetic streams, 
technically known as, respectively, the concentrates and 
tailings, the concentrates being taken to the drier and sub- 
jected to further screening and magnetic separation, and the 
tailings, in the shape of sand, being sold as building sand 
in the open market. The latter, on account of its sharpness, 
is in great demand, and the company readily disposes of all 
that the works produce. 

There are three sizes of magnets: The 12-inch, the 8- 
inch and the 4-inch. The crashed ore is first allowed to fall 
in front of а series of three 12-inck magnets (Fig. 1). The 
tailings, or the crushed particles of rock which are not 
drawn over by the magnets, are allowed to go to the sand 
heaps, while the concentrates, which have been drawn out of 


the falling stream by the magnets, are carried to a drier or 
sent back to the three-high rolls for recrushing. The dried 
concentrates are then through 50-mesh screens and 
allowed to fall in front of a series of three 8-inch magnets. 
The tailings again go to the sand heap and the concentrates 
are taken to what is known as the dephosphorising room, 
where they are treated by a special process, invented by Mr. 
Edison, for reducing the phosphorus. From this room the 
concentrates are allowed to fall in front of a series of 4-inch 
magnets, the tailings being sent to the sand-heap and the 
concentrates being taken back for recrushing or being 
stored in concentrate stock houses. The stock in these 
houses carries a percentage of 68 per cent. of iron. 

It was at this point in the process that a difficulty was 
encountered which called for an extended series of experi- 
ments and much costly work before it was overcome. The 
process of smelting in the blast furnaces demanded that, for 
the best results, the ore should not be delivered in the 
finely divided state which characterised the concentrates 
from the Edison plant. It was necessary to furnish the 
material to the furnaces in а condition which would allow 
the furnace gases to act upon it to the best effect. The 
Edison concentrates, on account of their fine subdivision, 
would be apt to choke the furnaces and prevent the rapid 
reduction of the ore. 

In order to meet this requirement, it was decided to com- 
press the concentrates into briquettes (fig. 2) and deliver them 
in this form to the blast furnaces. A complete briquetting 
plant was therefore designed, which has fulfilled all re- 
quiremente. The concentrates are carried to a mixing 
house, where а suitable binding material is added, the 
mixture being carried by means of a trough conveyor in 
front of a series of briquetting machines. The mixture is 
forced into dies and compressed in them by means of three 
plungers, acting in rotation. The first fills the die under a 
pressure of 800 Iba. to the square inch; the next plunger 
exerts а pressure upon the briquette of 14,000 lbs. to the 
square inch; and the last plunger exerta a pressure 
60,000 lbs. per square inch. Two sizes of briquettes are 
produced—8 inches and 23 inches; the larger sizes weighing 
about 20 oza. each. 

The briquettes are carried by a bucket conveyor to the 
baking furnaces, where the conveyor up and down 
through five vertical loops, the briquettes being retained in 
the furnace for one hour and nine minutes, and exposed to 
a temperature of 500°. After they have been thoronghly 
baked, they are unloaded on to a conveyor, which carries 
them to the railroad cars, by which they are taken direct to 
the blast furnaces. 

The behaviour of the briquettes in transit and at the 
furnaces has been eminently satisfactory. They do not 
absorb moisture, they do not break in handling and they 
present sufficient voids in the blast furnaces to insure а 
complete circulation of the gases around them for smelting. 

An analysis of the briquettes shows the following 
results :— 


Per cent. Per cent, 
Iron... 67 to 68 
i. зра PAPA 2 to 3 
All сааганда оя 0˙4 to 0˙8 
„% ͤ ͤ œ Tv 005 to 010. 
Phosphorus . ...... . . .. . . . . . . . .. 0:028 to 0:033 
Binding material.... . * to 0075 


with traces of lime, magnesia and sulphur. | 

It will naturally be asked, What resulta have the Edison 
briquettes shown at the blast furnaces when tested in actual 
practice? This was determined in 1897, by a trial which 
was carried out at the Crane Iron Works, Catasauqua, Pa. 
In these tests various percentages of briquettes were tried in 
a furnace, which produces an average of 105 tons of pig per 
day, when using the ordinary burden. The test was started 
with 25 per cent. of briquettes, and extended over five days, 
100 per cent. of briquettes being used on the last day. With 
25 per cent. of briquettes, the output was 104 tons of pig, 
and with 100 per cent. of briquettes the output rose to 138} 
tons per day. 

From a study of these figures the reader will see that the 
yield of pig is largely increased by the use of the briquettes 
over that secured by the use of the usual ores. Moreover, 
the trial proved that the consumption of limestone is reduc 
from 30 per cent. to 12 per cent. of the charge of ore, with 
a corresponding reduction in the quantity of fuel used. 
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The question has frequently been asked: How can this 
system of concentration be made commercially profitable 
with its elaborate plant and its frequent rehandling of the 
material? The answer is, that the principle of labour saving, 
by the adoption of automatic appliances, which has enabled 
American industries to compete successfully against the 
world, is here carried ont to its fullest development in every 
part of the worke. In the mining, with its giant 88-ton 
shovel; in the “giant rolls” crushing; in the elevators 
running at a speed of 250 feet per minute; and in the 
system of magnetic separation, there isa minimum of manual 
and a maximam of mechanical labour. 

Costly and elaborate as the plant may be, it is noteworth 
that about 5,000 tons of ore per 20 hours can be mined, 
crushed and concentrated with a working force of only 125 
men per shift. From the time the deposit of ore is loosened 
by blasting ready for the steam shovel to the time when the 
concentrated result is shipped on the cars in the shape of 
briquettes ready for the blast furnaces, the material never 
once calls for manipulation by hand. 

Herein lies the promise and potentiality of this latest and 
most radical development in the mining and metallurgy of 
iron. 


NOTES. 


The General Electric Company.—On Saturday evening 
last the staff of the General Electric Company, Limited, held 
its eighth annual dinner and smoking concert in the Empire 
Room of the Trocadero Restaurant. Some 160 ladies and 
gentlemen were present, the guests being numerous, and 
more or less well known in electrical circles. In pro- 
posing respectively the toasts of the Guests and the 
‘ Staff,” Mr. Gustave Byng and his brother Max developed 
a talent for witticisms which would have done credit to 
Scotchmen; and Mr. Bevis, in reply to the second toast, 
gave an impromptu address on three-phase working 


which took all the scientists present by surprise 
at the very simplicity of the system. The banquet 
was follo by a well-arranged smoking concert, and the 


humorous ditties, especially those of а cerulean hue, 
had an immediate effect upon a certain transient 
luminous body, which, uneasy during the early hours of the 
evening, speedily found peace and happiness in Paradise re- 
gained. At the time we made the acquaintance of Mr. 
Gustave Byng, some 16 years since, he had been guilty of 
reading & paper before a society which shall be nameless, 
and in a place where he would scarcely venture now, and 
his staff consisted of his brother and an office boy. To-day 
the General Electric зараз 's employés number some 1,600 
all told, and it is not a little curious to observe how the 
figures 1 and 6 enter into this brief notice of & successful 
firm. Employers (and here we take the opportunity of 
includi . Hirst, who has just returned to convalescence 
after a serious illness) and employed, are alike to be con- 
. gratulated on the gigantic undertaking which has been 
evolved from such a small beginning. 


The Glasgow Technical College Electrical Engineer- 
ing Laboratory.—Owing to the liberality of Mr. George 
Weir, late of the Holm Foundry, Cathcart, who resigned his 
directorship of the Technical College when he went to 
ERRE the above laboratory has recently been presented 
with a delicate Sullivan's universal galvanometer for the 
measurement of voltages, currents, and resistances. This 
galvanometer, as we have already pointed ont, 
several novel qualities, and is equally well suited for use on 
board a telegraph ship and a laboratory on shore. 


Smoking Concert.—A staff smoking concert of the City 
of London, Metropolitan, and London Electric Lighting 
Companies will be held at the Freemason’s Tavern, Great 
Queen Street, Holborn, W.C., on Friday, February 18tb, at 
о p.m. Hon. secretary, Mr. A. W. Whieldon, 64, Bank- 


Electric Power from the Shannon.—It is stated that 
а company has been formed to utilise the water power of the 
Shannon for the development of electricity. The directors 
of the company, which is called the Shannon Electric Power 
Syndicate, Limited, are Lord Lurgan (chairman), Colonel 
Sir Gerald Dease, J. F. Bannatyne, D. L., Vere Ward Brown, 
and Richard W. Booth. It is proposed to construct a canal 
from a point above Castleconnell to the outlet below Doonass, 
to provide for storage of в certain volume of water in Lough 
Derg during the summer, and the company are in communi- 
cation with the Limerick Fishery Board, so that fishery 
паза on the river may not be interfered with by the intended 
scheme. 


Royal Institution.—At Tuesday's meeting the ial 
thanks of the members were returned to Mrs. Tyndall for 
her liberal donation of £1,000, presented in the name of 
the late Dr. John Tyndall, D.C.L., F.R.S., tor the promotion 
of science. Thanks were also returned to Sir Frederick 
Abel, Sir Andrew Noble and Prof. Dewar for donations to 
the fund for the Promotion of E:perimental Research at 
Low Temperatures. It was announced that the centenary of 
the Royal Institution would be celebrated next year. 


Municipal Electrical Association.—Mr. A. B. Moun- 
tain, the secretary of this association, informs us that at a 
meeting of the Council of the Municipal Electrical Associa- 
tion, held at the Westminster Palace Hotel on Friday, the 
28th ult., Mr. A. H. Gibbings was (as stated in the ELEC- 
TRICAL REVIEW last week) elected president for the year 
1898. It was decided to hold the Convention in London on 
June 8th, 9th, and 10th, papers having been arranged u 
the following subjects: Management of Electrical Under- 
takings ; ee of Loans and Appropriation of Profits ; 
Uniformity of Plant and Apparatus ; Electric Traction ; The 
Use of Accumulators in Connection with Lighting and 
Traction Systems; Switchboard Apparatus; Aurili 
Apparatus; Stand-by Supply. Mr. J. E. Stewart, of Derby, 
was elected a member of the council, and the following appli- 
cations were considered and approved. Elected as members : 
T. A. Chamen, Glasgow; J. E. B. Thornhill, Taunton; Н. 
W. Clayden, Morley ; T. H. Minshall, Croydon ; A. L. C. 
Fell, Sheffield ; Electric Lighting Committee, Stockport ; 
Electric Lighting Committee, Morley. Elected as associates : 
D. McFarlane McLeod, Aberdeen; P. S. Thompson, 
Huddersfield ; W. N. Legge, Halifax ; A. Sugden, Halifax. 


City and Guilds of London Institute.—The students 
of Finsbury Technical College will hold their annual conver- 
sazione at the above College on the 18th inst. Dr. Thom 
son has promised to lecture on “ Wireless Telegraphy.” Mr. 
Ives will give an exhibition of colour photography, and glow- 
lamp making will be demonstrated by Mr. Robertson. 


The Royal Society.—The following was among the 
papers to be read before this society yesterday afternoon: W. 
G. Rhodes.—*' Contributions to the Theory of Alternating 
Currents.” 


Appointment Vacant.—The Crown Agents for the 
Colonies want an electrical engineer in connection with the 
working of an electric light plant at Lago:, West Coast of 
Africa, for six months at £25 per month. See our Official 
Notices.” 


Coventry Technical Institute.—Prof. Ayrton gave the 
address at the annual meeting and prize distribation in 
connection with the Coventry Technical Institute, on 
Friday. He urged that British manufacturers should be 
more enterprising in inducing wants in the people. He referred 
to the Progress of electrical traction in America, and 
remarked that while thesteam locomotive had given way to the 
electric motor on American modern overhead railways, the 
use of electric traction on the underground railway in 
London, where it was of more pressing necessity, was only 
under consideration. The substitution of electric traction 
for horse traction in the streets might interfere at first 
with the employment of some people, like stablemen, 
harness makers or corn dealers, but ultimately the number 
of people employed by the practical application of scientific 
principles in the development of electric traction, would 
certainly be enormously increased. 


192 


Webb Testimonial.—The executive committee a re now 
issuing to contribntors resident in the United Kingd m and 
Ireland invitations to the Presentation Reception wh ich will 
be held at 9.80 on Monday, the 21st, at the Whitehall 
Rooms of the Hotel Metropole, imm^distely after the dinner 
already announced. 


Northern Society of Electrical Engineers.—The 
annual dinner of this society is to take place at the Grand 
Hotel, Manchester, on Thursday, 17th inst., Mr. Raworth 


presiding. 


Lectures.—A lecture on * Earthquakes and Other Move- 
ments of the Earth's Crust was delivered by Prof. John 
Milne, F.R.S., on 3rd inst, before the Wolverhampton 
Literary and Scientific Society. 

At the Wakefield Mechanics Institution, on Monday last 
week, Mr. Н. Scholey delivered a lecture оп “ Some Modern 
Applications of Electricity." The lecturer showed nume- 
rous experimenta in electric liphting, transmission of elec- 
trical power, electric welding and smelting, and electro- 
deposition of metals, and interest was added to his remarks 
by several lantern slides, showing the progress which had 
been made in electric lighting and traction within the last 
seven years. Mr. Scholey the loan of 1 кднды {тот 
the General Electric Company, the Lithanode Company, Mr. 
F. J. Borland, Meesrs, Cuttriss Wallis & Co., and the Electric 
Metal Working Syndicate. 

Before the Glasgow Architectural Association on 25th 
ult Mr. W. B. Sayers delivered а lecture on “ Electric 
Light, Heat and Power: their Efficient Installation and 
Cost.” 


At а meeting of the Aberdeen Mechanical Society in 
Robert Gordon's College, on 1st inst., Mr. Alfred Blackman, 
city electrical engineer, read a paper on “ Public Electricity 
Supply.” 


Obituary.— We hear with deep regret of the death of 
Mr. G. K. Winter, F. R. A S., which occurred at Madras on 
January 17th. Mr. Winter joined the Madras Railway Com- 
pany in the year 1864, and had, therefore, completed a long 
period of service in India. He was telegraph superintendent 
of the Madras Railway Company from ita very commence- 
ment, To him that company was indebted for its “ block ” 
system. He had several patents for block signalling instru- 
ments, and his system was employed not only on the Madres, 
but other railways in India, New Zealand, and South America. 
His latest invention was the improvement of the electrical 
block ticket rervize apparatus which is now being taken up. 
We learn that experiments with his inter-communication 
system are now being conducted in England, several carriages 
being now in progress of fitting up for the purpose of a Board 
of Trade pny Previous to going out to India, he was 
assistant to Mr. W. T. Ansell, in Ireland, for the Electric 
and International Telegraph Company. The deceased 
gentleman was a member of аге ectrical and other 
scientific institutions, and 25 yeare ago he contributed a 
paper to the British Association on “The Use of Electro- 
magnetic instead of Electrostatic Induction in Cable Sig- 
nalling.” He was а valued contributor to the ELECTRICAL 
REvIEw as long ago as 1872. Mr. Winter was in failing 
health last year, and came home for a few months’ leave. 
He returned to India feeling batter, but he had only been 
back on Indian soil a couple of months when the end came. 


FORTHCOMING EVENTS. 


1898, 

Friday, February 11th.—Second day of the annual general meeting 
of the Institution of Mechanical Engineers, at 25, 
Great George Street. Discussion on Mr. Philip Dawson’s 
paper on “Mechanical Features of Electric Traction.” 
A paper and discussion on “First Report to the 
Gas Engine Research Committee; Description of 
Apparatus and Methods, and Preliminary Results,” 
by Prof. Frederic W. Burstall. 
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( of the Society, Bar- 

фт House). General Meeting at 5 p.m.— 
и ty the Р t. After which M un 
in Plane, Oylind , and Spherion Orren? Shot, nd 
G. H. yan, MA, FES. 1 


At 9 o'clock. Royal Institution, Albemarle Street, 
“The Metals used by the Great Nations of An 
by J. H. Gladstone, Ph.D., D. Bc., F. R. S., &o. | 

At 8 o'clock. Institution of Civil Engineers (Students). 
“ Protection of Power Transmissions from Lightning,” 


by J. T. Morris. 
Monday, February 14th, at 8 o'clock. Northern Society of Electrical 
eers, at Palatine Hotel, Victoria Street, Man- 
chester. Paper by Mr. J. G. Statter, on “ Electric 


Yorkshire College Engineering Society. The Steam Turbine 
Engine, and its Applications,” by J. D. Baillie (C. A. 
Parsons & Co.). 

Latest date for Redditch Corporation electric lighting plant 


Bociety, Royal 


W.C. 
ity,” 


Wednesday, February 16th.—Liverpool Engi iety, 
Institution, Oolquitt Street. Paper Dr. J. H. T. 
Tudsbery, M.I.C.E., on “ Engineering Survey Work.” 

At 8 o’clock.—Society of Arta, The Protection of Indus- 
trial Property," by J. Е. Iselin, M.A., L.L.M. 

At 7 сотым of Ene ота E 's course on 
' Electro-deposition," at ity uilds Technical 
College, Finsbury, E C. 

At 12 o'clock.— The last of Mr. O'Gorman's three 

f lectures on The Design and Testing of Power Cables 

for Specific Purposes," at the Central Technical Oo 

At 7.30 p.m.—Institutien of Electrical Engineers. Students 
meeting, Mr. F. К. Jewson will read а paper on “ Tele- 
phones and Telephonic Apparatus.” 


Thursday, February 17th, at 8 o'clock. Chemical Bociety, Bur- 
lington House. Papers to be read:—'' Some Lecture 
Experiments," J. Tudor Oundall, B.Sc. Observations 
on the Influence of the Silent Discharge of Flectrici 
on Atmospheric Air.“ W. A. Shenstone and W. Т. 
Evans. | 

At 7 o'clock. Annual dinner of the Northern Society of 
Electrical Engineers at the Grand Hotel, Manchester. 
Mr. J. 8. Raworth will preside. 

Friday, February 18th, at 6.30 p.m.—lInstitation of Electrical 
Engineers. Students' visit to the erating stations 
of the St. Pancras Vestry. Applications to join this 
party should be made at once to the Students’ Hon. 

. (Mr. В. Grant, 28, St. Mary Abbot’s Terrace, W.) 

Finsbury Technical College Oonversasione. Lecture on 
“ Wireless Telegraphy,” by Dr. В. Thompson, &o. 

At 7.30 p.m. Staff smoking concert of the City of London, 
the Metropolitan, and the London Electric Lighting 
Companies, at the Crown Room, Freemason’s Tavern, 
Great Queen Street, Holborn, W.O. Chairman, Mr 
Р. W. D'Alton. 

Tuesday, February 22nd.—The Federated Institution of Mining 
Engineers, 26th general meeting at Newcastle-upon- 
Tyne. Various papers on matters are to be 
read, and among those to be or discussion are the 
following: "Light Railways,” by Mr. Leslie S. Robin- 
son. “ А One-rail or System of Light Railway,” 
by Mr. Fred. J. Rowan. "Ол Some Di 
the Use of Steam Pipes,” by Mr. A. Steavenson. 
Maschine Coal-mining in Iowa, U. S.A.,“ by Mr. H. 
Poet am ^: н Develo кн аз the 5 

pplication ternati Machinery for 
Power ission,” by Mr, alter Dixon. Visits 
will be paid to the Telegraph and Telephone Depart- 
ments at the General Post Office, Mr. A. W. Heaviside, 
Saperintending Engineer. 
Wednesday, February 23rd.—Second day of the Federated Institu- 
tion of Various excursions, includi 
visit to the works of Ernest Bcott & Mountain, Limi 
Newcastle-on-Tyne. | 


OITY NOTES. 


THIS company continues to show most striking 

Cambridge progress, and it has now reached the prosperous 

Electric Supply state indicated by а 6 per cent. dividend. We 

Company, bave more than once pointed out the difficulties 

Limited. that this company has to contend with in the 

shape of a curious load, and the success achieved 

under the peculiar conditions prevailing in Cambridge amply demon- 

strates the soundness of electricity supply business generally. The 

increase in the year's output has not been especially marked, if 
being only 12 per cent. upon that of the previous 12 months. 

The following are the chief points in the directors' report:— 
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э has been 221,507, an 
тант es or 12 per cent. The total cost of coal has been 


е eapital expenditure for the ear has been £5,872 118. Ad.; 
2.027 yards of main conduit ara aped | 


of 
of distribution has been nearly completed, a large amount of 


e cable laid has been for this purpose. 
the year the mains have been extended from the end of 
Regent as far as Norwich Street and Harvey Road, a sub- 
station having been built to supply this district. P ons have 
pean mado bo convey Бе mains to Madingley Road in order to supply 
ne district. 


w Presbyterian College, now building, and the 
y after paying all charges, placing £400 to the reduc- 
expenses, and £300 to depreciation account, has 
460 19s. 10d., which, added to £278 19s. 7d. brought 
from last year, makes £2,739 19s. 5d. An interim dividend 
of £953 9s. 10d. and interest on debenture and tem overdraft 
£48 1s. 8d., have already been paid, latior à ne balance of 
£1,738 7s. 11d., out of which the directors recommend the payment 
ofa dividend of 33 per cent., making, with 23 per cent. already paid, 
б per cent. forthe year. This will absorb £1,245 11s. Id., leaving а 
balance to carry forward of £292 166. 10d. 


The following table gives the cost per unit :— 


i 


Ir 


1897. 1896, 
Total capital expended... өөө epe £48,923 — 
Number ol units sold eee coe ҮТ! 221,507 тте 
Number of lamps connected .. dá 21,195 — 
Revenue from sale of current . vis £5,856 — 
Net revenue eee ГІІ] eee eee £2,461 — 
Average price obtained per unit A 6:84. "EE. 
Cost of Production. 4 & d. Per unit, 
Coal „ te 1,099 0 0 1'19d. 
Oil, waste, water, and engine room | 134 0 0 144. 
Salaries and wages at generating | 808 0 0 87d. 
Repairs and maintenance of build- ' e 
ings, engines boilers, dynamoe 4o.) 417 0 0 ("онын 454. 
Rent, rates and taxes .. .. .. 339 0 0 36d. 
Management expenses, directors’ re- 
5 
stationery and pui А gonerel 669 0 0 734. 
establishment arges, auditors, 
law charges and insurance 
Depreciation of buildings and plant 
account... ee oe oe ee te == 
Renewal fund acoount .. T oe xx: == 
Total £3,461 0 0 8-784. 
Averag 
— obtained ^ 
E ad per unit. 
By sale of ourrent ее ee ° 5,858 0 0 — ` 
Meter rents, 40. 293 0 0 — 
Other items 478 0 0 — 
Total £6,624 0 0 — 


Total cost per unit (exclusive of depreciation and renewal ао- 
counts), 373d. ; works’ cost, 2°65d. 


The Electric Tun following are the complete dividends of 
Lighting Com- electric lighting companies up to the moment 
panies’ Dividends. of going to press :— 
LONDON. 1897. 1896. 1895. 1894. 
Charing Croes and Strand Elec- „ % % % 
^ tricity Supply... is bes 7 6 b — 
Bt. James’ and Mall. 144 104 7} 61 
Westminster , 12 9 7 5 
PROVINCIAL, 
Cambridge Electric Supply Company 6 b 34 — 
N e-upon-Tyne усно Вар. 
ру Company "e — wc 7 5 — — 
кыо Electricity Supply А | i 
pany... LIII eee ITI =з €— == 
Yorkshire House-to-HouseOompany 6 6 5 4 


The St. James’ and Pall Mall Electric Light 
Company, Limited. 


Тип ord meeting of the shareholders of this com 
was held on Tuceday last at the offices, Carnaby Street Central Station, 
Golden Square, W., Mr. Eustace J. A. Balfour in the chair. 

The CHAIBMAN 


, in proposing the adoption of the report and 


accounts, said: Gentlemen, before I ask you to pass the resolution, 
I will just briefly go through & few points, and I will ask any gentle- 
man rwards who may have any questions to ask to put them to 
me, and I will endeavour to answer them satisfactorily. Te working 
of the past year, as you will have seen by the accounts, has been, on 
the whole, very satisfactory. At the end of the year we have 126,000 


8. oandle- power lamps connected, being an increase of about 18,000 for 


the year, and there is reason to believe that with the growing increase 
in popularity of electricity, both for lighting and power purposes, 
this rate of increase will not only be fully maintained, but 
exceeded. Recognising that such an increase will be best о 

by reducing from time to time the price to consumers, the directors 
have had put into force, from January lst, а new rate, by which 6d. 
per unit is charged for the first £100 of the annual bill, and 4d. per 
unit for the rest, while all electricity for motive purposes is charged 
9d. per unit. The St. James’ Company now stands ahead of all other 
rure as regards its works’ cost and total cost per unit sold, and 
wet this is a very creditable position for a company like this, which 
is by no means the biggest in the metropolis. Oat of the profits of the 
year the directors propose to pay a dividend of 14} per cent. We see at 
once that this dividend will excite a certain amount of criticism from 
local authorities and other consumers, and, perhaps, others interested ; 
but, in reply to this, I want to point out that the average price of 
5d. per unit, which the board will receive for the current year, is a 
fair and reasonable one, and considerably below the statutory price, 
and below the charges níade by most other Me litan electric 
light com The ordinary, and, in fact, the capital of the 
company is жо шап for ita output, as com with other 
companies, and the di rs hold that the shareholders are entitled 
to a fair return as the result of careful expenditure and good pupas fd 
ment. Moreover, this dividend of 144 per cent. is fictitious, for un 
the articles of association the founders 


that, although we have very little in the way 
of precedent to go upon as 
concern of this kind would be p 


ways is absolutely against the probability of our receiving anything 
at all for the goodwill of the concern; it would simply be a valua- 
tion of the buildings, plant, and machinery and property. Therefore 
it should be reco that a 144 per cent. dividend does not, and 
should not, represent the true gs of the company. Ita 

on the face of it to be a very large figure; but if we were able, as 
we shall be able I hope in the future to deduct from that money to 
form a redemption fand, then I hope no local authority, or any of 
our customers will have any just pos for complaint, and at the 
same time, of course, the olders will be benefitted to exactly 
the same extent as they are at present. The extension of the Oarnaby 
Street station will shortly be completed, and the company will then 
have а total ane pig of riper dre mains ar cn 
capacity to carry the output, t is anticipated with t 
provision, the company's «ls can be carried on with the 

stations for two further winter seasons. The directors attribute a 
large portion of the success of the com to the fact that it has 
been their policy to keep their resources, the way of plant, do. 
well ahead of their requirements, so that they have been le to deal 
with their customers promptly, and to carry out alterations in their 
system without in ing with the supply. Following out this 
policy, it has become necessary to provide at once for further exten- 
sions of the company’s work, so it may be ready before their 
present resources are outrun. The directors have therefore secured 


considering the best methods of dealing with this extension in the 
best interests of the shareholders. As the negotiations are neces- 
sarily very delicate, the directors trust that the shareholders will be 
satisfied with this statement, that in all future issues the policy of 
the directors of giving & preferential allotment to their own share- 
holders will be continued, and before raising any large amount of 
capital they will take an opportunity of putting the кро very 
y before the shareholders. I have nothing more to add, but, as 
said, I shall be very bappy to answer any questions that may be put 
to me. 

Mr. Патімив ОгАВК seconded the resolution. 

Mr. Foermr said he noticed that £12,000 of the proposed new 
shares of £5 each were to be issued to the holders of the founders’ 
shares, but he should like to know to whom the balance of 8,000 
would be allotted, and at what price? According to the articles of 
association, the directors were entitled to 10 cent. on the interest 
paid, which, for the past year, amounted to £3,000. They bad, how- 
ever, only credited themselves in the accounts with £2,500. Was 
that to be taken as a precedent ? 

The Сналтвмам replied that apart from the proposed issue to the 
founders in exchange for founders’ shares, all issues of capital were 
governed by the articles of association, which provided that subject 
to any direction to the contrary that might be given by the meeting 
that sanctions an issue of capital, all new shares shall be offered to 
the members in Lay radi (as nearly as conveniently can be), to the 
existing shares by them.” 
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Mr. Foster enquired if the privilege would be extended to new 
shareholders. 

The CHateman said it would apply to all on the register at the 
time of the issue. As to the directors’ fees, he said that the action of 
the board this year in taking less than the sum to which they were 
entitled, was not to be considered as a precedent. 

Mr. Bowix thought the shareholders would like to know the 
intentions of the directors with reference to the proposal made some 
time ago for reducing the interest on the debenture stock of 83 

cent. 
Рем. Lear, one of the directors, said the reason the board made 
the proposal referred to by Mr. Bowin, was that they thought they 
were paying too much. So soon, however, as they had settled 
matters with regard to the founders’ shares and the new extension 
Ed they hoped to be able to deal with the interest on the debenture 
8 LJ 

The resolution was carried unanimously. 

The retiring directors were then re-elected, as were also the 
auditors. 

An extraordinary general meeting followed, at which, on the 
motion of the CHAIBMAN, seconded by Mr. LATIMER Crakk, the 
resolutions passed at a recent extraordinary general meeting, approv- 
ing of an agreement with the founders’ shareholders, and an increase 
of the capital to £300,000, were unanimously confirmed. 


Anglo-American Telegraph Company. 


THB оаа general meeting of the proprietors of the above com 
pany was held on Friday last at Winchester House, Old Broad Street 
under the presidency of Mr. F. A. Bevan, the chairman. 

Mr. P. H. WELLS (the secretary) having read the advertisement 
convening the meeting, the report was taken as read. 

The CHAIBMAN, in proposing the adoption of the report, said he had 
very few observations to make. As they bad probably observed, the 
report itself contained very little, and happy was the country that 
had no history. However, he was glad to say that what he had to 
tell them was of а cheerful nature. For the first time since 1884 they 
were able to declarea dividend of 3 per cent. upon the ordinary stock, 
which meant the maximum dividend of 6 per cent. on the pre- 
ferred stock. He thought that was matter of congratulation, 
especially when they took into account that it did not arise from 
any spasmodic increase of traffic, but that it was the result of a 
steadil y-growing traffic, which had been increasing during the last four 
or five years. He would give them the figures as to the share that 
came to the Anglo-American Company out of the pooled traffic during 
the last four years. Four years ago the figure stood at £284,000; 
the next year it was £307,000; the next £326,000, while in the year 
they were now reviewing, it was £354,000, which gave an increase of 
£70,000 in four years, while during the same period the expenses had 
remained practically at the same figure, viz., C111, O00, so that the share- 
holders had reaped the full benefit of the increase of traftic. But 
notwithstanding that large increase of traffic, the directors would not 
have been able to pay а З per cent. dividend, unless they had been 
helped by what he might call a considerable amount, from the 
work of their repairing ship, Minia. In the first half of the year, 
the Minia earned for them £8,455, and in the last half, £2,820, 
making altogether £11,275, and be would like to impress upon 
the shareholders that but for that windfall, as he might it 
—for they could not calculate that they would always make that 
amount out of their repairing ship—they would not haye been able 
to pay the dividend of 3 per cent. The shareholders would be glad 
to know that the current year bad opened very well, and that the 
receipts for January were a record overevery other January that they 
had ever bad, and therefore they began this year with things lookin 
very well Опе, of course, could not predict that that increase would 
continue, but they might fairly hope that this current half-year would 
be а good one. Не would now compare the figures of the last half- 
year with those of the corresponding six months in 1896. For the half- 
year under review, their total net increase of receipts was £9,258 78. 10d., 
and the increase of expenses was only £371 16s. 8d.; but he might 
add that the increase in the expense of repairs of cables amounted 
to £469 9s. 3d., and therefore, but for that increase, there would 
have been an actual decrease in the expenses. They brought forward 
to the current half-year £6,704 Ов. 8d. more than in the correspond- 
ing half of 1896, во that they had available for dividend £15,590 
more than at that period. The dividend in February, 1896, was at 
the rate of 294. per cent. ; what they now proposed was at the rate of 
33s. 6d. per cent. That meant an increase of £15,750, rather more 
than the figure he had given above, во that they carried over £159 
8s. 2d. less than they did in the corresponding period of last year. 
He thought the shareholders would consider those statements very 
satisfactory. Coming to the renewal fund, he would remind them 
that the directors attached very great importance to that fund, which, 
in their opinion, was not as yet at all equal to what it should be, 
taking into consideration the fact that their cables were getting older 
each year, and that the two oldest cables were 24 and 23 years old, 80 
that if they had to replace one of those cables they would have at once 
to spend a very large portion of the renewal fund. During the past 
year they had only added £33,000 to the fund, for though, according 
to their usual practice, they had taken £24,000 from the revenue, 
and the interest amounted to another £20,000, they had had to 
spend £11,000 in repairing their 1880 cable, во tbat the net result 
was that they had only added some £33,000 to the fund. It now 
amounted nominally to £760,000 odd, which was only about 10 per 
cent. of the capital, and he ventured to express the hope that no 
shareholder would suggest to the directors that they should in any 
way cease from maintaining that reserve fund, but that the share- 
holders would back the directors in continuing to add to it. Regard- 
ing the investment of the fund,a portion of it constituted their 


уо capital, and some was invested in their leasehold premises at 
the end of Throgmorton Street. They had over £600,000 invested, 
but the market value would be considerably in excess of that sum. 
Bat looking at all the circumstances; to the age of their cables, and that 
they had no other fund to apply to, he trusted they would agree that 
the fund was by no means too large, and his (the chairman's) own 
opinion was that it was not nearly large enough. He was glad to be 
able to say that their cables were all ingood working order, except 
a short cable on the other side, which broke down since the report 
was printed. But that was really a matter of no moment, and when 
the proper time came it could be mended without difficulty. Не 
was also able to say that their traffic had never been carried 
better than it was now, and that the staff had never been more effici- 
ent. Since he last addressed them, he bad had an Nep qu ot 
visiting the station at Valencia, and was very much pleased with all 
he saw there. One of the oldest men in their employ —Mr. Graves, 
was superintendent there, and a most valuable man he was. He had 
got together & staff of very efficient workers, and all that he saw there 
of the work gave him great satisfaction. It was in great part 
owing to the efficiency of their staff that they were able to maintain 

the traffic, and therefore increase the dividend. 

Sir GERALD FrrzamagALD, K. C. M. d., seconded the motion. 

Replying to a short discussion, the CHAIRMAN said the policy of the 
beard was to carry on the company, and do what was best the 
good of the shareholders generally, irrespective of what were called 
olders. He c all along 


с] 


the rights of preferred or deferred shareh 
been of opinion that it was & mistake to have split up 
at the time it was forced upon the directors by the shareholders, so 
that the board were not responsible for it. 

The report was then adopted. 

Bir Gerald Fitzgerald and Mr. C. Burt, the retiring directors, were 
re-elected, and the auditors were also re-elected for the current year. 


Newcastle-upon-Tyne Electric Supply Company, 
Limited. 


Tux directors’ report to the tenth general meeting of the shareholders 
states that the demand for electricity continues to improve satisfac- 
torily, the units sold having been 660,906, against 535,953 last year. 
The total profit for the year, inclading the balance brought forward 
from last year, represents a sum of £5,059 103. 3d. Out of this the 
directors recommend a dividend at the rate of 7 per cent. per annum 
for the year, on account of which an interim dividend a£ the rate of 
5 per cent. per annum was paid on July 16th last. The total dividend 
will absorb £3,144 15s. 61., leaving a balanoe of £1,914 14s. 9d., which 
the directors have dealt with as follows :— 


(а) In writing off the preliminary expenses in connec- £ в. d. 
tion with the recent increase of capital sanctioned 
st year eis ads уй» aes de. 9. 1006 62 15 0 
(>) In increasing the reserve and depreciation account 
to £2,200 by a further sum of eas ss es 1,200 0 0 
(c) In carrying forward to next year the balance of ... 651 19 9 


£1,914 14 9 


— 


In order to meet the developments rendered necessary by the oon- 
stantly increasing demand for electrical energy, it is intended to issue, 
at once, part of the new capital sanctioned at the last general meeting. 
The directors recommend that the shares be offered to existing share- 
holders pro rata at a premium of £1 10s. per share: the amount of 
this premium to be added to the fund for depreciation and reserve. 
The directors feel themselves greatly indebted to the Durham College 
of Science for assistance in scientific questions on various occasions 


in their history, and they desire to receive authority from the 
shareholders to make an annual subscription of not exceeding £50 to 
that institution. 


The Cuba Submarine Telegraph Company, Limited. 


THe report of the directors for the half-year ending December 316, 
1897, to be presented at the fifty-third ordinary general meoting of 
shareholders, to be held on February 16th, 1898, states that the gross 
receipts amount to £19,167 7s. 9d., and the gross expenditure to 
£6,602 10s. 9d., leaving a sum of £12,564 17s., which, added to the 
balance of £3,317 9s. brought from the last account, leaves £15,882 66. 
at the credit of revenue account. The sum of £4,827 178. 1d. has 
been added to the reserve fund, together with £1,274 7s. profit on 
investments realised, while £17,830 4s. 10d. part cost of the new 
Manzanillo-Santiago cable, and £271 19s. 3d. for repairs have been 
charged to this account, leaving a balance of £106,000 to its credit. 
The dividend on the preference shares will absorb £3,000 and leave 
£8,054 8s. 11d., out of which the directors recommend the payment 
of a dividend on the ordinary shares at the rate of 6 per cent. 
per annum, free of income-tax, the balance, £3,254 88. 11d., being 
carried forward to the current half-year. The traffic receipts show а 
decrease of £9,€62 178. 9d. as compared with the corresponding 
period of last year, due principally tothe loss of the French com- 
pany's traffic, which is now conveyed by that company's new line 
between Hayti and New York, as explained in the report of Decem- 
ber 31st, 1896. The directors much regret that, owing to the falling 
off in the receipts, a reduction in the rate of dividend on the ordinary 
shares has become necessary. In consequence of the establishment 
of the new line between Bermuda and Jamaica—subsidised by the 
British Government on the basis of a charge of 3s. per word between 
the United Kingdom and Jamaica—the Cuba Company have been 
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compelled to accept reduced rates which will result in a considerable 
loss of income. The new cable between Mansanillo and Santiago, 
referred to in last report, is now being laid, and on the completion of 
this work the vessel will proceed to the repair of the Cienfuegos- 
Santiago 1881 cable. The other sections of the company’s cables 
have continued in good working order throughout the half-year, with 


the exception of some ht irs to the harbour hs at 
at slight repai lengt 


United Ordnance and Engineering Company, 
Limited. 


Tum prospectus of the above company (with which is incorporated 
the business of Easton, Anderson & Goolden, Limited), has been before 
the public this week. The authorised capital is as follows: £275,000 
in £1 51 cent. cumulative preference shares; £275,000 in £1 
ordinary в ; £260,000 44 per cent. first mortgage debenture 
stock. The whole of this £800,000 has been offered for subscription. 
The company is formed :— 

1. To manufacture and sell guns, gun carriages, ammunition, and 
war material, and to carry on business as electrical, hydraulic, mining, 
and general engineers. 

2. acquire а licence dated November 19th, 1897, granted by 
Messrs. Schneider & Co., of Creusot and Havre, the celebrated manu- 
facturers of guns and war material, to manufacture and sell the 
ШС To seis aud MIS 

acquire an over as a going concern the undertaking of 
Easton, Anderson & Goolden, Limited, the well-known engineers, of 
Erith and London. 

The last item (3) is arranged in order to lessen the delay insepar- 
able from the establishment of new works. Messrs. Easton, Anderson 
and Goolden's premises and plant are valued by Messrs. Fuller, Horsey, 
Sons & Cassell in а report dated April, last year, as follows: — 

F'reehold engineering works, with fixed and loose plant (exclusive 
of good will), £202,257. 

Messrs. W. P. Peat & Co., value the stocks, stores, and assets of the 
undertaking in hand on June 30th, 1897 (exclusive of goodwill), 
£154,955, making the total £357,212, which sum is subject to liabilities 
at June, 1897, amounting to £35,956. 

The business has been carried on from June 30th, 1897, down to 
December 31st, 1897, from which date it is to be taken over by the 
company, on the account and at the risk of Mr. Ernest Terah Hooley, 
who will indemnify the company against any risk of loss arising from 
the recent engineers’ strike and lock-out, or otherwise during that 
period. The agreement for the purchase of this business provides 
that Messrs. Wilson & Baynes, A ecto rs of Easton, Anderson and 
Goolden, Limited, shall be appointed managing directors of the 
company for a period of five years. In addition to the manufacture 
of ordnance and war material, the company will continue, develop 
and extend the general engineering business of Easton, Anderson and 
Goolden, Limited, and in connection therewith special attention will 
be devoted to electrical traction and electrical transmission of power, 
in both of which branches there will undoubtedly be great develop- 
ments, both at home and abroad, in the immediate future. Several 
important schemes have been submitted to Easton, Anderson and 
Goolden, Limited, and will be carefully examined by the directors of 


ve deok 

The rs of the oo are Admiral Sir Н. F. Nicholson, 
K.C.B., H. McCalmont, M.P., F. Elgar, LL. D., F. R S., Charles 
Cammell, Colonel Paget Mosley, T. Perceval Wilson (chairman of 
Easton, Anderson & Goolden, Limited), a managing director: H. K. 
Baynes (director of Easton, Anderson & Goolden), a managin 
director. The is Mr. W. E. Davies, and the registe 
office is at Broad Sanctuary Chambers, Westminster, S.W. The list 
closed on Wednesday, 9th inst. 


Liverpool Overhead Railway Company. 


THE ordinary half-yearly general meeting of the Liverpool Overhead 
Railway Oompany was held on Tuesday, 8th inst., at the Law Asso- 
ciation Rooms, Cook Street, Liverpool. Sir Wm. Forwood, chairman 
of the company, presided. 

The showed that the gross revenue receipts for the half-year 
amoun to £37,583, and the working expenses to £24,240, after 
deducting the interest on mortgage debentures; and adding the 
balance of £3,810 brought forward from the previous half-year, there 
was £13,753 available for dividend. Ont of this it was proposed to pay 
dividends of 5 per cent. on the preference shares, and 34 per cent. on 
the ordinary shares, leaving £2,878 to be carried forward to next half- 


year. 

The CHAIRMAN, in moving the adoption of the report and accounts, 
said he had pleasure in being able to congratulate the shareholders 
upon the progress and position of the company. Inthe correspond- 
ing half of last year they paid a dividend of 3 per cent. per annum, 
and last half-year 3 per cent, making 84 for the year with 
the dividend recommended that day. During the year they 
bad paid to the Liverpool Tramway Company £2,000, in 
conformity with the terms of their agreement with them. That 

ent had now come to an end, having terminated on the 10th 

last month. There had been an increase in the traffic during 
the past six months of 545,000 passengers, or, for the year, 
of 1,078,000. Part of that increase was due to the opening of the 
Dingle Station, at the routh end. They carried last year 8,736,000 
passengers, the number they carried in the first completed year after 
the opening of the railway being 5,400,000, so that they had increased 
by 3,200,000 passengers—a rate of progress in five years which he 
bad no doubt they would consider eminently satisfactory. They had 


run during the half-year 371,000 miles, against only 320,000 in the 
E half of last year. They were keeping the expenditure 
у in hand. Their ratio of revenue to expenditure worked out 
at 64:54 per cent. That might strike them as being rather high, but 
when pas d eliminated the amount carried to renewal and contingent 
funds, and the amount paid to the Tramway Company, neither of which 
were fair charges upon the traffic, their traffic expenses were reduced 
to 56 per cent. of the revenue, which he thought was & very reason- 
&ble and moderate figure. The expenditure per train mile during 
the half-year was 15°65d., against 15°67d. in corresponding half of 
last year. The revenue per train mile was equal to 24°25d., against 
2379d., which was a slight increase. The locomotive expenditure 
was 3°71d., against 3:68d. per train mile—practically the same. They 
endeavoured to maintain the efficiency of the line in every way, 
and it was to-day in better condition from one end to the 
other than five years ago, when it was opened to the public. 
The electrical equipment was also maintained in the highest 
state of efficiency, and though it but cost a little more to revenue, 
they felt they would be recouped fully by doing во. They had now 
£10,700 to the credit of the renewal and contingent funds. The 
traffic upon the south extension was showing a very satisfactory 
wth. The complaints which had formerly been made as to the 
ighting of the carriages had received attention, and during the past 
fortnight the booster they had ordered had come to hand, and would 
be placed in position at the south end, so that, he was glad to say, 
the light was now as steady as possible. Their experience of the 
booster would make them get one for the north end also. All the 
carriages had now been heated with electric heaters, and were now 
very comfortable. When it was borne in mind that they only 
charged 34. for a journey that would cost 13d. on the London and 
North-Western Railway, it would be seen that they were doing a 
great public service. 

Mr. RicHAnD Hosson seconded the motion. 

The CHAIRMAN, replying to Mr. Menzies, who said he did not 
think a dividend of 34 per cent. per annum, was a sufficient rate of 
progress, said they were paying the dividend this year entirely out of 
profits. Of course a railway company could not be measured by any 
industrial concern; it was not ө gius to рау at any time divi- 
dends. He thought the growth of the line been very satisfactory. 
If they had had no payment to make to the ма тву company, the 
dividend would have been perhaps 32 per cent. He had по doubt 
the line would pay a larger dividend in the future. 

The motion was then carried unanimously, and it was also agreed 
to pay the dividends referred to above. 

LE Edward Lawrence and G. H. Robertson were re-elected 
irectors. 

The Снлтвмах, replying to a vote of thanks to the directors for 
their services, said he would like to remark: upon how much they 
valued the services of their very excellent engineer and manager, 
Mr. Cottrell. They were largely indebted to him for his zesl and 
watchfulness. Very few men in this country had his technical know- 
ledge of electricity, and he had also great tact and organisation in 
dealing with working men, which were very valuable qualities. 

The proceedings then terminated. 


The National Telephone Company, Limited. 


THE report of the directors for the half-year ending December 31st, 
1897, to be presented to the shareholders at the twenty-first ordinary 
general meeting of the company, to be held at the City Terminus 
Hotel, Cannon Street, London, on Thursday, February 17th, 1898, at 
1 o'clock p. m., reads as follows :— 

“The income accrued in respect of the business of the half-year 
amounts to £507,602 17s. 3d., as compared with £439,978 26. 4d. for 
the corresponding period of 1896, being an increase of £67,624 
14s. lid. The working for the half-year amount to 
£283,085 12s. lld., as compared with £245,278 13s. 9d. for the 
corresponding period of 1896, being an increase of £37,806 19s. 2d. 
The net result for the half-year (after deducting the Post Office 
royalties amounting to £46,059 16s. 8d.) is а profit balance of 
£178,457 7s. 8d., as compared with £154,982 8s. 4d. for the 
corresponding period of 1896, being an increase of £23,474 19s. 4d. 
The rentals carried forward for unexpired terms of contracta 
amount to £473,586 17s. 10d., as compared with £414,714 9s. 8d. at 
the corresponding period of 1896, or an increase of £58,872 8s. 2d. 

“ Ont of the available balance of £156,435 88. 6d. shown by the net 
revenue account (No. 3) the board will recommend the payment of 
a dividend at the rate or 6 per cent. per annum, less income-tax, on 
the first and second preference shares, 5 per cent. per annum, less 
income-tax, on the third preference shares, and 6 per cent. per 
aunum, free of income-tax, on the ordinary shares. The board also 
propose to transfer £40,000 to the reserve fund, and to carry forward 
the balance of £10,034 3s. 5d. 

" CAPITAL EXPENDITURE.—The sum of £267,375 1s. 3d. has been ex- 
pended on capital account during the half-year, partly in the erection 
of 5,633 additional exchange and private lines and partly in the con- 
struction of underground lines in substitution for overhead wires in 
several important places. Notably in Manchester, the corporation 
of that great centre of industry were the first to realise the many 
advantages to the commercial community to be secured by the con- 
cession, upon reasonable terms, of the necessary powers, and as а 
consequence the entire system of underground mains in that area 
has been completed. The financial burden cast upon the company 
is considerable, but the board have faced it in the confident belief 
that greatly increased efficiency will lead to a corresponding extension 
ofthe use of the telephone. Similar concessions having been 
made by the authorities of Belfast, Birmingham, Blackburn, 
Bradford, Bristol, Dublin, Dundee, Leeds, Liverpool, Nottingham, 
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ГОРИ Sheffield, and other leading cities and towns, the under- 

ground works in these places ate being proceeded with as rapidly as 

pone In the interest of the more perfect intercommunication 
tween subscribers in the several localities, which must immediately 

result from the change of system, it is to be hoped that other im- 

portant places will speedily "ollow the enlightened lead of the great 
honic centres above enumerated. 

“It having been determined that the valuable services of Mr. Alder- 
man Joseph Thompson could be more advantageously absorbed in & 
nio fic n to the affairs of the Som резу in Manchester, 

is so generally known and appreciated, he was good enough 
to oodd, those duties, and a vacancy in the board resulted. This 
has been filled by the election of the Rt. Hon. Sir Henry Hartley 
Fowler, G. O. S. I., M. P. whose residence in and long connection with the 
very im t telephone area of which Wolverhampton is the centre, 
& to justify being invited to join the board in the interest 
company and the public." 


Westminster Electric Supply Corporation, Limited. 


Тнв report of the directors states pes б business of the corporation 
continues to make satisfactory The supply of current 
which, on December 31st, 1896 provided for the equivalent of 
249,318 lampe of 8-C.P., had ine y December 31st, 1897, to the 
equivalent of 290,561, and at the 3 time there are on circuit 
the equivalent of 292 ‚889 lamps of 8-C.P., and applications have been 
received for а further 10,886. The length of roadway in which 
mains have been laid now exceeds 44 miles, making about 180 miles 
е те Don dev. which upwards of 152 miles of copper (strip and cable) 
ve 
The extension on df the central stations, rendered necessary in con- 
sot Fed of the increase in 3 of the Oo е герое 
the general m been proceeding uring t е year, an 
rt that the additional buildings 


the 5 working of the stations has been greatly affected 
building operations, it is satisfactory to note that there is no increase 
in the cost per unit 

As stated in their id ue the board had approached the holders 
of н теу соо паге had agreed with them a scheme for can- 

саа shares, but on further consideration it was found 

ties might arise thereafter, and an amended scheme was 
ine „in accordance with resolutions passed at special meetings 
of the shareholders called for that purpose. Your directors have 
pleasure in stating that, owing to the way in which they were met by 
the holders of the founders' shares, those shares have ceased to exist, 
and all the shareholders are now on the same footing. 

The net revenue of the year amounts to £49,461 3s. 10d. An 
interim dividend, at the rate of 8 cent. annum, for the half- 
a are 30th, 1897, has been distributed. The balance to 

t of the account is £34,013 17s. öd.; the board, therefore, 
recommend the payment of & dividend at the rate of 16 per cent. per 
annum, less income-tax, for the past half-year, making 12 per cent. 
for the year ending December 91st last, carrying forward а balance of 


wing considered the question of provision of future 
capital, gave notice to pay off the present mortgage debentures bear- 
ing interest at the rate of 5 per cent. and d 4 En d 
March 1st next, and have created new 

interest at the rate mis o£ 3} por ob annum. Of 
this amount £200 ,000 has been issued, and after providing for repay- 
ment of the old debentures, the balance will be exp ded in her 

lant and machinery, and the extension of stations. The 

board much regret that owing to the issue baring: subscribed 
four times, they were unable to make any allotment to а large num- 
ber of applicants. 


Portrush and Giant’s Causeway Tramway Company. 


Tus twenty-second ordinary meeting of this company was held on 
Ist inst. at Portrush. Dr. Anthony Traill presided. After the routine 
business the directors’ report was submitted and adopted. It stated : 
“ Your directors have to report a falling off in the receipts during the 
past year, as com with those of the year of 1896. the passen- 
[т каше there been a decrease in numbers, the total number 
раша 79,015. This off has arisen from the interference of the 
d of Trade with our traffic, and from the unusual wetness 
"In the summer season." 


The Dublin United Tramways Company (1596), 
Limited. 


THE report of the directors submitted to the meeting held at the 
Imperial Hotel, Lower Sackville Street, Dublin. The directors sub- 
mit the accounts for the half-year ended December 3186, 1897. The 
receipts amount to £19,250 1s. 6d. from the Dublin United Tramways 
Company, and £3,581 15s. from the Dublin Southern District Tram- 
ways Company, making, with the balance brought from last half-year, 

the prcfit on Bank of Ireland Stock, sold, £23,409 7a. 5d. at 
credit of revenue account. Deducting mortgage debenture interest, 
£1,429 9s. 2d., and directors’ fees, £450, a sum of £21,529 188. 3d. 
will remain available for division. Out of this sum the directors 
have declared a divided at the rate of 6 per cent. per annum on the 
preference shares, and at the rate of 4 per cent. per annum on the 
ordinary shares, leaving a balance of £922 18s. 6d. The section of 


the Clontarf line from Dollymount to 
worked by electricity since November 11th last, very satisfactory 
results, and it is expected that within the next few months г rag 
tric cars will be running to Nelson's Pillar Band ( 

the north side, and from Haddington Road 

south. The new line connecting Rathmines 5 Bringe 
the Applan Way and Pembroke Road, is being 
to permit of increased s on the Haddington 
line is being promoted by the Dablin Southern District Company, 


and the directors expect that it will successfully pass through 
Parliament. 


Waterloo and City Railway Company. 


Ма. WyspHAM B. PongTAL presided y over the 


oped 
London and South-Western Railway Oompany for 
into use by the middle or end of next month. 
Ool. CAMPBELL seconded the motion, and the report was adopted. 


The City of London Electric Lighting Company, 
Limited.—Gross revenue return, quarter ended December 31st, 1897. 
Gross revenue from sale of creat for public lighting (after deduc- 
tion of сое, quarter ended December 3128 7 £3,119; corre- 
sponding q year, £2,970. Gross revenue from sale of of 
current tor pet lighting (after deduction of allowances), &c., 
quarter ended Deoember 31st, £59,796; corresponding quarter las 
year, £53,399. Gross revenue from other sources ros mee quarter 
ended December 91st, £2,000; correspon ps rpg year, 
£1,000 ; total, quarter ended December Sat, 91st, £64 Kan 

quarter last year, £57,369; increase £7,546. nivalent of 8-ОР. 
lampe connected on December 31st, 1897, 296,013; increase during 
quarter, 17,850. Equivalent of 8.0 P. lamps connected on December 
ou 247,785; increase during corresponding quarter last year, 
19,0 


British Electric Traction Com 4 утә пева 
and General Investment Company have 
ims issue by the British Electric Traction 


British Electric Traction (Pioneer) Company, and to electric 
traction in the United and elsew 


The Edison and Swan United Electric г ыбын Com 
pany, Limited.—The directors have resolved that а 
account of the dividend of the current year be made at ato of 5 
per cent. per annum, less income-tax, on the “ A” shares are Ct abe 
, in respect of the half- 8 897. This will 
ont at le. 6d. per share on the tly peid £5 shares £3 paid, 
and 28. 6d. share on the fully- faros бы income-tax. 
as it stands this day, 


yment will be made п ie uk 
d e dividend warrants be issued on the 24th inst. 


W. T. Henley's Telegraph Works Company, Limi Limited, 
—The directors have resolved to recommend a dividend at the 


of 12 per cent. per annum on the жы Тее ac Чарота poner 
interim dividend of 3 per cent. paid in September. 


Metropolitan Electric Supply ly Company, Limited 
A meeting of the holders of founders company was held 
at Winchester House on Tuesday, but our representative 
informed that the meeting was private. 


Stock Exchange Notices.— The committee have 
ordered to be quoted in the Official List:—Direct West India Oable 
Company, P^ aM ,000 44 per cent. registered debentures, 

oS 


Telegraph Construction and Maintenance. miis: 
directors announce a farther dividend of 10 per cent., making 15 per 
per cent. for the year 1897. 


TRAFFIO RECEIPTS 
The City and South London Rail pany. The receipts for the week ending 
February 6th, 1898, were 21,06 February 7th, 1897, 41,123 ; 
receipts tor i 46,456 ; corresponding 


decrease £60; total 
period, 1897, £6, 611; decrease, £155 


The Liverpool Overhead Railway Com The receipts for the week endo 
February 6th, 1898, amounted to 721. 88 corresponding week last year, 
81,241; inorease, £42, 
for 


The Western end Brasilia 


the week ending February ry ati A, alee "ойлом 1 pe 17 ш 17 por cont, : pde 


gross receipts 
pany. Limited, were 42.856 
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SHARE LIST OF ELEOTRIOAL COMPANIES. 
TELEGRAPH AND TELEPHONE COMPANIES. 
Closi Sarnen ше 
gw НАМ, quotation, week ended 
' Feb. 9th. Feb. 9th, 


197,400]| African Direct „ Ltd., 4 % Dob, . „ 0 


ELECTRICITY SUPPLY COMPANIES. 
90,000 ag a кы Балы i. „| 615% | 6% 7% и = 15 14 — 15 14 


20,000 Do. do, do % Oum. Pref. | 5|.. |... | on Н. 8-8 65 
26,000 |*Ohelsea Hlectzicity Supp Le Ord. Мов 1 to 18,277. 615% | 5%] .. | ll— 11 | 114-11 1138 


do. Stock Red. ... Stock 44% | 4% ... |119 —114 112 —114 

40,000 | Oity of London порно , Ord. 48,001—68,000 10 59 7 7 . | 294 - 304 | 28)— 204 | 294 

10,000 do. 5|... 29 — 30 | 274— 2 285 
40,000 Do, Cum. Pref., 1 to 40,000 10 6% | 6% 174— 184 | 174 — 184 | 18 
400,000 Do. 5 % Deb, Steck, (iss. at £115) all paid 5% 5 199 —184 |129 —134 132 
$0,000 County of Lond. & Brash Prov. B s ТАА. Ord. = 90000 10 ad | wi | ... |15g— 16} 152 — 162 | 163 
20,000 do. do. 6% Pref., 40,001— 60,000 10 6 % 6 % ... | 15g— 164 | 168— 161 | 16} 


10,000 Нш Home Elec. Light Supply, Grd, 1001010100 | 5| .. |. |. |10)— 115 | 10h— 115 | 10H 
Do. 7 Cum. Pref a 


10,000 А A S see iis S. | l1à— 12 111— 12 е 
49,900 a Шоо Bu Led., 101 to 50,008 oe 10 4 9 596| .. | 20— 21 20 — 21 203 
12,500 . Ord., ERU iss. at £2 prem. oe | 210 | ... sss .. | 198— 203 194 — 204 a 

220,0007 10 Ligh е stock .. esc | | 4% 44% 117 —121 117 — 121 АЕ 

6,452 | Notting Hill 10 | 3:% 4%| .. | 18 — 19 18 — 19 vs 
19,980 “Gt Jamar s Pa Mal is o Let. Ort, ii mai b nx 103% | 144% | 18 — 19 184 — 194 ТТ 
20,000 Do. 7 % Pref., 20,081 to 49,080 517% 7 * 7 % |10 — 11 10 — 11 10% 
50,000 Do. е 4 % Deb. stock Red. coe |Btock| ... T 4 9% |101 —104 104 —107 " 
аза South London 5 Supply, Ord., £2 paid .. 5 ss ЕА 2j— 34 2i— 34 3.4 

79,900 | Westminster Biectric Supply Uorp., Ord., 101 to 80,000 .. 51791 99/12 3,1 18 — 19 18 — 19 183 
* Bubject to Founder’s Shares, t Quotations on Liverpool Stock Exchange. 
t Unless otherwise stated all shares are fully paid. | Dividends paid in deterred share warrants, profits being used as capital. 


Dividends marked [ are for a year consisting of the latter part of one year and the first par of the next. 


-Amason Telegraph, shares... ee tee - I 
195 Do. do 5% oy Red. eee eee mr eee 638 3i 
sosoo Be do бїз ш om us | 
8,088,C 0 Do. . 00 eos eot eee eee oe 13 184 
190,000 | Brasilian Babmarine Mis ence a am - 17 | 1638 
75,0002 Do. 5 %, bs., 2nd sorios, 1900 ... TT eee 0% eee 
og Ltd., Мов 1 eee 000 II) eee 4 % 4 % ves eet 
10,000 JUU Oo. e ee eee eee 7 % 7 % 197 eee 
853,586 Do. Do. Sterling 500 year 4% Deb. Stock Red. ‘ie " 1074 | 1064 
E Oube Toler. т Const eee [TI] uS а 2 "88 eee 
E Do. 10 Prob oe ome oe н oe 10 10 % 10 % ee ae 
1 Direct Spanish »9 0 coe oe eee eet see ose 
Do. до. 10 % Oum Pref. e . eee b 10 96 10 96 eos eee 
30, Do. do. % Debs. Мов. 1 to 6,000 eee % i» "er eer 
60,710 Direct United States Оа Led. ees (TT) coe eee 2 % 2 % 113 107 
‚000 Teolog., Lod., Mos. 1 to 400, % .. .. “is % | 64% 188 | 184 
ооо = б $ Oum. Pref. NS Р A ‘a ке 6 6% 194,,| 19 
1,902,615] Do. 4 96 Mort. Deb. Stock! Red. бев aes 1333 1314 
250,000 Бейка N or Bab) De жтт Теор, Ltd. ... 18$ — 194 19 
e Aus. [| ann. i — 
25,200: { 1 to 1,049, 8976 to 4,556 10 
100,500 Do, do. Bearer, 1 ‚975 and 4,827—6,400 100 - 103 
0, 00 Do. 4 % Deb. Btock өөө ove EDD 0 coe toe 
51.100 [eee and Bonth African Teleg., Led., 5 iris Deb. 1012 
| 1900 redeem. ann. args, Reg. чүү 
69,200 Do. do. do. hearer, 2544 to 5,508 
300,000 { Do. 4 3, Mort. Debs.” каю 3 и 
200 . Mt. Debs. us Bub.) 1 to 8 109 108 
1804427 Globe Черрі sad Tr A " ! У ре 12 — 124хӣ 12 — 124 12$ |. 12 
150,000 Great — om Oo к. — a р, sal 27 — 28° x: 27 — z 2 xu фа 
,000 0 m eee ` eee 9 oe 
17.60 We Bos Tels 14a. pa M Шз 
100 0001 London Plate Brasilia 9 1 eee eee 4 Ф 6% 900 000 
28,000 Telephone ! 08. 38,000 ee (IX) oe ee eee 
484,597 | National Teleph., ТАй., 1 to 484,597... ove - - 54% | 54% 7 68 
15,000 Do. 6 96 Oum. ist Pref. [II] eos [T1) 6 % 6 % eee 606, 
15,000 Do. 6 96 Oum. Tad Pref. si 6% 6 wei, ies 
119,234 Do. б % Non-cum. 8rd Pref., 1 to 119,234 58 | 59% d буу 
130.766 Do. do, Nos. 119,235 | 
9 to 250,000, £5 ee * LA ees 
$29,471; Do. 83 fae Stock Red. Р s 84% | 34% 106 | 1043 
171,504 | Oriental & Elec., Мов. 1 to 171,504, ы con 6% | 5% i^ s 
Расійе Buropean Tel, Lid, 4 % Quar. Debs, 
100,000: i to 4% VT 
11,839 Ded. LIII oes eee eee eet oes eee b 96 8 006 
8,881 Submarine Oables Trust eee eee LI) eee eet eee 142 ove 
75-000 penes River Plate Teleph., Ded. eee eot eee eee 4 % eee eee 
146,75 5 % Debs. eo eoe eee 5 % eee eee 
15,609 Wet jm тиң, Dead., re to 23,160 eee eee see 4 % eee 
218 Do, % Debs. - „ а 5% des 
64:268 Western and ванае " "i 8% 102 | 108 
83,129 | ро. do. А б 96 Pref. Ord. - 8 =, 713| 78 
rc Do. T ri Def. Ord... - 19 318 38 
88,321 | West India and Panama "Tog, Ded. 1% i 
6 % 8 7H 
7 96 
6 X 
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SHARE LIST OF ELEOTRIOAL COMPANIES—(Oontinued, 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 
Closing 
Present AME tor 
Issue, — the last three увага. | Feb, 2nd. Feb. dh. 
1895. | 1896. | 1897. 
30,000 | British Electric Traction А ; we *. | 184— 19 om 172 
90,000 | Brush Elecl. Enging. Oo., Ord., 1 to 90,000... eee ~~ 23 98 — 
Do. do. on-cum. 6 % Pref., 1 ө» = 23— 28 24— 2 
125,0007 Do. do, 44 % Perp. Deb. Btock. ... ees ... |109 ~ 113 109 —113 
50,000 Do. do. 44% 2nd Deb. Btock Red. A .. [102—105 |102 —105 
19,126 | Central London Railway, Ord. Shares өөө e i 103 | 10 — 10j 
143,106 Do. do, do. £6 paid ‘i ss 62 
58,830 Do. do Pref. half-shares £1 pd е — 11— 1i 11— 1 
61,777 Do. do. Def. do. £5 pd. és 44— 4 — 
630,000/) City and South London Railway  .. .. l&9|1jx | 69 — 71 69 — 71 
28,180 | Orompton & Oo., Ltd., 7 % Oum. Pref. Bhares, 1 to Sas жый 28 22 
99,261 [Tbe BMC es eee ee A єт 54%, 1 3 * — 3 
Do. do. do. “A” Bhares 01 54% е 44- 53 4— 5 
116,000 | Electric Oonstruction, Ltd., 1 to 110,000 ... 6 % А 28— Зха | 2%— 3 
Do. do. 7 % Oum. Pref., 1 to 16,343 .. 7%| .. | 3- 98 3à- 38 
91,195 | Elmore's Patent e AY Ltd., 1 to 70,008 ‘i е i- 1 i 
67,275 | Elmore's Wire Mfg., , 1 to 69,385, issued at 1 vs jai à- 4 #- 8 
6007 Greenwood & Batley, ‚7 % Oum. Pref., 1 to 9,690 К "as 9- ll 9 — 11 
Henley's (W. T.) ee Works, Ltd., Ord. 10 % |12 % | 214 224 | 224- 233 
Do. do, do. 796 Pref. f 7 % 19 — 20 19 — 20 
do. do. Mort. Deb. Btock 44% | 44% 224 E E By 
50,000 | India-Eubber, Gutta Percha and Teleg. Works, Ltd. 10 %| ... | 22 =- 
' — do. do. 4% 1st Mort. Debs. es 103 —107  |103 —107 
Li Overhead Railway, Ord. ... x 2196 п - 11 114 118 
| * do. Pret., paid ' 5 96 16 — 1 16 — 164 
37,350 | Telegraph Oonstn. and Maintce., sah Ри 15 % | 15 39 — 42 99 — 42 
Do. do. do. 5 % Bonds, red. 1899 5% 5 Ф |102 —105 102 —105 
Waterloo and Oity Railway, Nos. 1 to - 134— 14 133— 14 


| { Quotations on Liverpool Stock Exchange. 
Dividends marked § are for a year 


Овомртов & Co,—The dividends paid on the ordinary shares (which have not a Stock 


1 Uniess otherwise stated АП shares are fully paid. 


of the latter part of one year and the first part of the next. 
Exchange quotation), 


are as follows : 1892—0*/.§; 1891—7°,§ 1890—8*/ 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


* Birmingham Electric Supply Company, Ordinary of £5 (£4 paid), 78, 
£5 (fully paid) 11. 
Electric on Oorporation, 6 % Debentures, 104—106. 


House-to-House Oom ‚ 44% Debentures of £100, 111—112. 
and ts Electric Lighting Oom ‚ Limited 
Shares 65 ( paid) 16—164; 1st Oumu · 
— Era (fully ), 84—8$. Dividend, 1896, on Ordinary 


* From Birmingham Share List. 


London Blectric Supply Corporation, £5 Ordinary, 44—42. 
* T. Parker, Ltd., £10 (fully paid), 123. 


Yorkshire House-to-House Electricity Company, £5 Ordinary Shares 
fully paid, 8—84. Dividend for 1896—6 %. 


Bank rate of discount 3 per cent. (October 14th, 18977). 


THE WATT ANNIVERSARY. 


At the recent James Watt anniversary dinner of the Institution of 
Engineers and Shipbuilders in Scotland, Lord Kelvin proposed 
“The Memory of James Watt” in the following terms:—He had, 
he said, to thank them for their kindness in allowing him to propose 
the toast on this great occasion. They had referred to the connection 
of James Watt with the University of Glasgow. In the apparatus 
room of the Natural Yee d Class there now was, he might 
remind them, the model which Watt was employed by the University 
to іг in some minor details, when, in considering it, he saw not 
only what should be repaired, but some of the defects of the 
реро which it realised, and was led on from that small 

the great work which they were met to commemorate. The 
19th century, in the eyes of engineers—and if in the eyes of 
engineers, then in the eyes of the whole world—was the century of 
James Watt. There were engineers before James Watt. Happier 
than the men who lived before Agamemnon, their memory was not 


lost in obscurity for want of the sacred bard and prophet and 


historian to commemorate their deeds. Tubal Oain was a great 
mechanical engineer, whose name was a household word in Scotland 
in the end of the 19th century. Poets and historians had chronicled 
the works of Archimedes. EDD 10 centuries, or rather skipping 
20 centuries, we came to Smeaton, the man who led up towards the 
mechanical developments which Watt perfected. Of all the 60 
centuries of recorded human history no century had been so 
great as the 19th in engineering, in the work of applyi 

the laws of matter, and the principles of science for the benefit 
of mankind. We almost forgot there was engineering before 
this century. Steam navigation came into existence at Dals- 
winton Loch, in the East of Scotland, and Symington’s boats, 
after their first trial in 1798, were placed a few years later on the 
Forth and Clyde Canal. That was the beginning of marine 
engineering, and what was marine engineering now? It had covered 
the whole ocean with the works of English engineers. By England 
he meant—he always meant—England, Scotland, Ireland, India, 
Canada, and all the other British colonies. Engineers counted 
other names along with the name of James Watt as being 
noteworthy in the annals of the 19th century—the names 
of Faraday and Carnot and Joule. These had all done great 
things to make the latter end of the 49th century worthy 
of its beginning with James Watt. The steam engine of James Watt 


and of the 19th century, was it to be the engine also of future 
centuries? The latter part of the 19th century opened up new 
vistas in the application of the works of science, led up to by Watt, 
and Carnot, and Regnault, and Joule. No man would have been 
readier CCC 
power than steam. Steam, electricity, and the means of develop- 
ment on which electricity depended would, he was sure, have 
his attention and admiration, and he would have worked for the 
romotion of anythi 77. He 
Tord Kelvin) ved that we should have ships driven by steam 
power for at least 100 years yet. We might safely say, во long as our 
coal supply lasted—a good many hun years—steam power would 
keep alive directly the results of the labours of James Watt. He 
would not prophesy that in any even for land use, other 
agents would supersede steam, or that the 20th century would 
be the century of oil and gas and internal combustion engines. 
Engineers, however, should be interested in the question—'' Was the 
internal combustion engine going to supersede the steam engine? 
Whether it did so or not, for any larger application than we now had 
the gas engine, we should have no less reason to be grateful to James 
Watt. At the end of the 20th century his name would, he believed, 
be received with as much respect and tude as it now was. 
pres science Watt was a leader. He (Lord Kelvin) remembered tbat 
i pe master in physical science, Regnault, had la loi de Watt, 
the law of Watt, with relation to the latent heat of steam always 
upon his lips. It was a matter of great joy and perpetual pleasure 
to the University of Glasgow that it had had the honour of gm 
given Watt encouragement in the early days of his studies, an 
that in his workshop at the University,the Scientific Society, the 
Philosophical Society, and the Physical Society came into exist- 
ence. These had been the parents of many similar societies all 
over the British dominionr, with what tremendous benefits to 
mankind they all knew. Let them think of living now as com- 
d with living 100 years ago. Some people asked, were we 
ppier or better by reason of these wonderful inventions and 
discoveries? People, he might reply, were happy and gcod, and 
sometimes neither happy nor pet during the 60 centuries 
receded James Watt. But we had social advantages now that no 
uman being had before 1800—the advantage, for one thing, of being 
kept continually in touch with our friends. Engineers did not ve 
а the application of their craft merely from a mechanical point o 
ew. They knew that their steamers and railways were of 
direct benefit to humanity. He had in his pocket a telegram from 
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Indis describing the recent eclipse. It read“ Eclipse well seen, these communities to remain severed. Is such a policy to be com- 
also red flames and Baily’s beads. Some very fair photographs. mended? Does not the Eastern Extension Company when per- 
The whole party fied.” The message reached him the sistently exercising its manifold and widely ramified influence to 


well 
forenoon of that day. The writer,a man 80 years of age, went all 
the way to India to see the eclipse, and to try to contribute something 
to btained from it. The telegraph, some might 
the benefits derived from James Watt’s labours. 
He said it was, because without the marine engine and steam naviga- 
ver 


was a great blessing to the world. The world to-day was happier and 
Watt, — 


THE PACIFIC CABLE. 


(Concluded from page 164.) 
Tus Eastern Extension Oompany represents a combination of 
associated companies telegraph transmission between 
= a f The lines of the company comprise those 
companies : 
1. The “ British Indian Extension,” from Madras to Singapore, 
with a share capital of £460,000. 


2. The “ h Australian,” from Singa to Australia, with a 
share ,000. pem 


; on of the published statement 
it has in addition expended out of the profits earned, 
no less a sum than £1,571,540 on extensions and other productive 
works, and there remains unexpended and undivided to-day a reserve 
of surplus profits amounting to £804,193. 

These figures establish that the Eastern Extension Company has 
become а соат rofitable investment. It regularly pays good 
dividends, but the dividends are no guide to the profits made. It 
holds in reserve undivided profits far exceeding in amount the whole 
value of its cables between Asia and Australia. The accounts of the 
company for 1896 and the first half of 1897 show that the net profits 
actually earned during these periods amounted to 13 cent. on the 
present capital and 17 per cent. on the capital prior to its being 


The company is unwilling to have this state of affairs c : 
They know well chat the telegraphic traffic is — 
increasing, and that as the traffic grows the fits will become sti 
It is easy, therefore, to understand why the оошралу has 
never viewed with friendly feeling the proposed Pacific cable. Its 
managers are not willing to divide the business with the new line. 
They must retain it entirely in their possession. They have secured 
а rich monopoly, and their desire is to make it even more profitable, 
and to and perpetuate it. 

The Pacific cable has been projected in no spirit of hostility to any 
company or to any country. It has been advocated as a means of 
extending to the whole Empire the advantages derivable from the 
e position of the Dominion. Oanada offers the connect- 

link in an Imperial chain of telegraphs encircling the globe. 

ў the project is completed, it will bring the mother country into 
direct electrical connection with every one of the great possessions 
of the crown in both hemispheres, without touching the soil of any 
foreign power. Thus it cannot fail, in a high degree, to promote 
Im unity. Indeed, it is difficult to conceive how a perfect 

or a ере» of the whole, is possible without union between 
the parta. whole Empire is in strong sympathy with the aims 
and aspirations which а few years back were limited to а few men of 
advanced thought. The historical event of last June has shown to 
the world that “ the British people are one le, animated by one 
spirit.” It is recognised that we are approaching the od when 
new relations may be established between the United Kingdom and 
those younger British communities beyond the seas, known in past 
history as colonies, but which are from colonial tutelage to a 
higher national status. In order to promote these closer relations, 
what is more desirable, what more necessary, than that each and all 
be connected by the appliances which art and science have devised ? 
Canada stands first among the British communities of the outer Empire. 
Scarcely second to Canada we look forward, in no long period, to 
welcome the kindred Dominion of Australia, comprising under one 
federal ent half a dozen colonies, each possessing great 
potentialities. What more in harmony with the spirit of the British 
people than that Canada and Australia be brought in close commu- 
nion? Is it not indispensable to vital public interest that those two 
great units of the Empire—the island continent in the South Pacific 
and British North America, should possess the means of instantaneous 
communication, one with the other? 

The proposition of the Eastern Extension Oompany submitted to 
the Conference of Premiers has no such purpose in view. Its object 
is indeed the very opposite. While the consolidation of the Empire 
demands that the Queen's subjects in Canada and Australasia s 
possess all the advantages which the closest telegraphic connection 
can effect, the policy which animates that company would cause 


keep Canada and Australia disunited, assume an attitude of hostility 
to both countries and to Imperial unity ? 

In the interests of the Eastern Extension Com the Pacific 
cable has been declared to be impracticable ; ite cost been greatly 
exaggerated; it has been denounced as & work which could not be 
maintained without burdensome subsidies; it has been stigmatised as 
inimical to telegraphy and trade; and it has been decried and misre- 
presented in every possible manner. The explanation is to be found 
in the fact that the сошраду is anwilling to relinquish its monopoly 
and to rest satisfied in ture with a reasonable return for capital 
invested. Onthis point the writer is tempted to quote a single para- 
graph from his address at the Colonial Conference of 1894 as given 
in the proceedings {page 85). 3 
_ “The progress and well-being of Canada, Australasia, and the Empire 
cannot be retarded in order that the lucrative business of a private 
company may remain without change. Even if the chairman of the 
Eastern Extension Company succeeded in converting us to his com- 
mercial ethics, that the profits of the monopoly he represents must be 
maintained inviolate, it does not follow that the project of a Pacific 
cable would not be carried out in some form, even if Oanada and 
Australasia abandon it. There are indeed unmistakable signs that 
a Pacific cable may shortly be carried out by France and the 
United States. We all know that France has already completed a 
section of 800 miles at the southern end, and the United States has 
ded $25,000 in making an elaborate survey of about 
one-third the whole distance from San Francisco (to the Hawaiian 
Islands. With a rival line in foreign hands, it is easy to see that 
e aoe Extension would gain nothing, while the Empire would 

ose mu 

With to ‘the objections 1 the Eastern Hxtension 
Company, they have been completely refu The very best evidenoe 
shows beyond all question that the project is еге feasible, that 
the cable should be established as a State work, that, во established, 
chaige: including working ezponses ealnieaanon, sewn, tutore ca 
charge, п working expenses, ce, renewal, on 
cost and sinking fund to replace capital; that in fact, the cable can 
be established in the most satisf manner, and that all its 
advantages can be attained without any coat whatever to the tax- 
payer. That the prospects are of this character is attributable to 
these facts, viz. : 

1. As a State work, the capital employed would be obtained at the 
lowest ible rate of interest. : 

2. capital would be limited to the necessities of actual ex- 
penditure in establishing the work; there would be no possibility of 
enlarging the capital account by adding promotion expenses or by 
“ watering stock " in any form. 

3. No dividend would require to be declared, or bonus paid. 
Revenue would only have to meet AT including in- 
terest on the actual cost at a low rate, ibly 24 per cent. 

4. Remunerative traffic which would be controlled by the Austra- 
lasian Government already exists. 

5. Such traffic is continually growing, and it is difficult to assign a 
limit to ite growth. 

6. The facilities created and the reduced charges would open пра 
new and profitable business across the Pacific which would be sub- 
ject to the new line. | 

Such being the case, th» question may be asked, is there any reason 
other than the opposition of the Eastern Extension Company why 
the establishment of this important national work should be farther 
delayed? It must be admitted that the Pacific cable in operation 
would put an end to the monopoly of the Eastern Extension Com- 
pany and diminish the immense profits it enjoys. As, however, less 
than half the whole traffic would prove remunerative to the Pacific 
cable, there would remain ample business to the company to yield a 
good return for the capital invested. 

In the memorandum laid before the House of Oommons last July 
by the Secretary of State for the Oolonies, it is distinctly indicated 
that, while the Home Government is willing to with 
Canada and the Australian Colonies, the Imperial authorities are 
unable to see the way to take the initiative, and that they now 
await definite pro from the Oolonies interested before proceed- 
ing further in the matter" It unfortunately happens that the 
Australasian Colonies remain under the disadvantage of being dis- 
united politically, and they are not all equally in favour of the Pacific 
cable, Western Australia and South Australia being somewhat in 
sympathy with the Eastern Extension Oompany. New Zealand, 
New South Wales, Queensland and Victoria desire to have the cable 
laid on the Canadian route. As the traffic to make it a profitable 
undertaking would have its source chiefly in these colonies, and, 
moreover, the land lines within each colony are owned by each 
respective Government, they have it in their power to control the 
trans-Pacific telegraphic trafüc to the extent required to make the 
cable & profitable undertaking. 

At this distance it is not easy to understand why these four colonies 
do not agree to take some definite lineof action. It is now close on 
Ex шоп since ee met in London, ini as ecl known, 

ey have not seen their way to agree on any joint p owing, 
doubtless, to unexplained local difficulties. 

Under these circumstances it is not improper to consider if there 
be any duty or obligation resting on us in Canada. The Dominion is 
now looked up to as the elder brother in the British family of kindred 
nationalities. If, as Canadians, we have faith in our destiny as no 
inconsiderable element of the great Empire, are we not called upon 
again to take the initiative? The mother country awaits a proposal, 
It cannot well come from disunited Australasia. If we are to be 
brought within speaking distance of the kindred communities in the 
southern seas, the first impulse must come from ourselves. Shall the 
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opportunity which circumstances have presented be seized, and 

another proof given to the world that Canadian Government and 

people are determined, in all ways, to promote Imperial unity ? " 
SANDFORD FLEMING. 


A SURVEY OF TBE POSSIBILITIES OF 
ELECTRIC HEATING AND COOKING." 


By W. P. ADAMS, A. K. C., A. I. E. E. 


(Concluded from page 163.) 

THERE is one direction in which one might anticipate a large 
development of elcctric cooking, and that is in flats. If architects 
will arrange for a general hot-water supply for the whole building, 
as I believe is now done in many cases, electric cooking presents such 
an advantage that an important movement in this direction should 
take place when the supply companies are convinced of the advantage 
of charging such prices as will be generally acceptable. I think I have 
said sufficient to indicate that even with electricity at 3d. per unit, 
electric cooking is not extravagantly expensive, and if its other great 
advantages are taken into consideration, particularly the economical 
results from the perfection of the cooking, it ought to be received 
with prompt favour. 

І am hoping that before long those responsible for electricity 
supply will begin to make a definite move in the development of 
electric heating and cooking. It is not sufficient to merely reduce 
the price of electricity to a reasonable figure, as many of the Corpora- 
tions have already done, but steps should be taken to induce people 
to become users of electricity for other purposes than lighting. The 
hire system, which the gas companies are much in fayour of, should 
be adopted where possible. One of the difficulties which has been 
met with in the attempt to develop electric heating is the high first 
cost of the apparatus. This is largely owing to the comparatively 
small output of heating apparatus at the present time, and is also 
owing in no small degree to the many different voltages which the 

oods have to be made up for. You will probably be surprised to 
earn that there are no less than 14 different voltages in general use 
at the present time, and you wili quite appreciate that this does not 
tend towards the cheapening of the appliances. 

I have little doubt, if supply companies are prepared to give this 
matter their careful attention, that mutually satisfactory arrange- 
ments might be come to between themselves and manufacturing firms 
80 as to meet these difficulties. 

I have now to consider the practicability of using cooking and 
heating plant in connection with plant installed for lighting resi- 
dences and асса i и i : E 

In very few and well-arran and properly-manage rivate 
installations does the cost exceed 4d. per unit, and in 8 
accumulators are used it would simply mean running the plant a few 
hours a day extra if electric cookin Sra were adopted. 

In factories where large electric lig ting plants are in use, the same 
argument holds good. The probability is that the generating engines 
are supplied with steam from the main boiler system, and the man in 
attendance on the general machinery is expected to look after the 
electric lighting plant. The cost of 5 during the 
daytime for cooking meals for the staff of establishment, and 
рон for the employés, is, in such & case, almost a negligible 

пап 
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I must here make a small digression to call your attention to the 
curious ideas some people hold with regard to electric cooking. An: 
establishment in Liverpool has just installed a large and economical 
plant for electric lighting p and it had been proposed to the 
owners that they should use it during the daytime for cooking pur- 
poses. I wasasked by the electric light contractors to loan some 
apparatus for testing, and the conditions being distinctly favourable, 

was done. A little later I was informed that the committee 
would not р electric cooking. I was anxious that the test should 
have been under my supervision, but it was not thought neces- 
sary for me to be present. Inquiries were made, and I found that 
the committee iteelf had superintended the experiments, and had 
insisted upon the food being placed on the appliances before current 
was turned on. As опе of the elementary rules of cooking is that 
the apparatus should be heated up to the proper temperature before 
the food is placed upon it, you will understand that such an experi- 
ment was foredoomed to failure. I relate this instance as an illus- 
tration of the common idea that electric cooking ap tus is capable 
of doing things which no one would think of expecting from ordinary 
cooking apparatus, and simply for the reason that the word "'elec- 
tric” is used in connection therewith. Every electrical engineer, at 
one time or another, has met with peculiar ideas of this sort. 

There is nothing, of course, nothing magic about electric heating 
and cooking appliances. The advantages which we claim for them 
are: (1) That they are more economical in point of heat utilised than 
any other appliances; (2) that they are quite without equal in point 
of cleanliness and general convenience; (3) that there is practically 
no waste of material in the cooking ; (4) that by their means cooking 
is reduced to a simple science, and absolutely uniform results can be 
obtained, this being due to the ease with which the heating effect is 
controlled by switching. In the oven it is usual to fix a thermometer, 
indicating on a dial on the front of the door, and given temperatures 
can be maintained within a few degrees. I might further claim that 
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Such appliances are perfectly free from such dangers as attend the 
a gas cookers. Explosions are impossible, and the risk of fire 
is nil. | 

I must now beg of you to spare me a few minutes for the consider- 
ation of electric heating by radiators. 

I have already indicated at the commencement of this paper that 
this subject requires consideration from quite а different tof view 
to electric cooking. Assuming for the moment that there is likely to 
be any large development, you will at once observe that this will 
bring no load to the stations during the summer time, and, owing to 
the large amount of current the radiators consume, they will make 
the winter load heavy. It may be that persons who pt electric 
cooking may be inclined to use the apparatus during the summer time 
only, on account of its coolness, in the same way as people now ad 
gas ovens, returning to the use of the kitchen range in winter. 
this were done to any large extent it would probably meet the diffi. 
culty, and it might even be desirable for supply companies to give 
special terms for the use of electric cooking appliances in summer, 
and increase these charges during the winter. ether such & plan 
is feasible or not will have to be ascertained as the problem develops. 

When estimating roughly what current radiators are to be wound 
for, for & given space, I generally assume that 500 watts will be 
necessary per 1,000 cubic feet of space, in the coldest weather. This, 
of course, is only a very rough guide, and in every case the general 
conditions must be taken into consideration. In my office in the City, 
which has a capacity of 2,000 cubic feet, with one outside wall almost 
entirely consisting of window I rarely use a larger radiator 
than one absorbing 600 watts. In very sharp weather I have found it 
necessary to put two of these on for the earlier of the morning, 
and sometimes on Mondays, after a continued extending over 
Saturday and Sunday. In this instance it will be seen that a lees 
quantity is required than 500 watts per 1,000 cubic feet of space. In 
the case of a building with several thin outeide walls, and other un- 
favourable conditions, probably more than the 500 watts would have 
to be provided for. | 

With radiators consuming this amount of energy you will & 
ciate that electric heating is not likely to receive much support w 
such charges as 8d. per unit are made. At the beginning of last year 
I was requested by an architect to fit nine radiators in & spacious 
office in the city. The firm was a wealthy one, and was noi 
considered an important matter owing to the convenience of the 
electric radiators. I pointed out before the order was placed that 
the cost of current would probably be very high; but, notwithstand- 
ing my warning, it was decided to have the radiators fixed. After 
they had been running for three or four months I was informed that 
the cost was so excessive that their use would have to be discon- 
tinued. With one or two small exceptions these are the only 
radiators ever installed in the city of London; and, while the prices 
are maintained at the present figure, little development is likely to 
take place; and yet the City is an almost ideal p for the use of 
electric radiators, owing to the fact that the bulk of the offices close 
at an early bour, and that the occupiera are willing to pay a good 
price for во convenient and sanitary means of heating as electric 
radiators provide. | 

ience shows that even at so high a figure as 3d. or 4d. there 
is considerable demand for electric radiators, and this is not surpris- 
ing whenfone considers that the heat produced is of exactly the 
quality that one could desire. It is not sufficiently high to vo 
the air of its moisture. There are no products of combustion to vitiate 
the atmosphere, and the radiators are turned on and off with the 
same case as the electric light. 

I cannot now make detailed mention of the smaller heating 
appliances, but I think that their employment is one worthy of some 
consideration by supply companies. If they are at Jargely 
adopted, they would be of value in in the day load, and it 
is likely that they would be employed at times when the cooking 
apparatus would not be in use. Take, for instance, the electric 
kettle. Each kettle takes from 300 to 500 watte, and they are mainly 
used for preparing tea in the afternoon. It is conceivable that, if 
used in numbers, they would help to fill up the somewhat 
awkward dip in the curve occurring about 3 or 4 o'clock in the after- 
noon, after the hot br aor and plates had gone out of use. 

In conclusion, I will ask you to be as lenient as possible when 
passing judgment upon this paper. I am well awere that I have been 
guilty of some temerity in venturing to read a paper u a subject 
about which there is so little practical knowledge. excuse for 
doing so is, that I believe there is a reasonable probability of con- 
siderable development in this direction in the near future; and 1 
hope that the figures which I have placed before you may help elec- 
trical engineers and others interested to understand better the claims 
that this branch of electrical engineering has upon them. I have 
attempted to deal with the problem as widely as possible, and I hope 
that the aspect of affairs from the central station engineers’ point of 
view may receive some consideration during the discussion. 


ELECTRICITY IN THE MACHINE SHOP. 


Тие severity of misfortunes is often mitigated by subsequent 
benefits arising, which are the better available because of the 
very conditions caused by misfortune. As an example of 
this, which the near future is placing to the hand of English 
manufacturing engineers, we may name the engineers’ strike, 
and the tactics which led up to it. We have pointed out 
that the restrictive action of trades unionism has been 
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ible for the continuance in use of thousands of old- 
fashioned tools, which their owners are perfectly well aware 
could be economically replaced by new and improved tools 
of greater output capacity, and doubtless this would be done 
if only such new tools were allowed to work at their proper 
speeds. American visitors, never at a loss to cast a sneer at 
English shops, have not failed to note the slow speeds at 
which tools are driven in upion-ridden shops, while perhaps 
themselves subscribers to the American fund which is being 
raised to maintain restricted output. As we may hope the 
near futare will see an entire change in English shop 
п and tool using, it is reasonable to anticipate 
that there will be a very large demand for new machine tools, 
and it seems opportune that we should endeavour at this 
probable crisis to draw attention to the very great economy 
of electrical driving of machine tools, and to the extreme desir- 
ableness of entirely changing the practice as regards machine 
tools. To some extent in this conntry, but to a much 
к extent in America, the driving of tools electrically 
made rapid progress since the year 1894. Modern 
American shops fitted with new tools have found to some 
extent that the application of the new motive power trans- 
mission has not been арт to be carried to its most econo- 
mical extent, and to the larger tools there has been required 
a good deal of extra fittings, while smaller tools have been 
banked, as it were, upon an electrically-driven shaft, that 
would have been better driven independently. In fine, elec- 
tricity has been rather a graft upon an already grown tree 
than a naturally grown branch. Could we see 20 years 
ahead, it is probable that a continuance along the lines now 
opening out would carry us to the time when the demand 
for small motors would have been met by their supply, and 
that machines driven by shafting will be almost, or wholly, 
superseded by machines with their own motor, just as large 
machines have now their own separate motor. Further, we 
think the future will see a very great change in tools them- 
selves. There will be more portable tools carried about by 
overhead cranes and attached to the work, in place of, as now, 
work being taken to fixed tools. One of the complaints 
against trade unionism is, that under its rules one man 
must attend to one tool only. Machine tools seem to 
be now working under parallel conditions. One piece of 
work can only be operated upon by опе tool at a time. An 
example of how electricity will change this is to be seen in 
an illustration of the drilling of а large casting in the shops 
of the General Electric Company, at Schenectady. The 
cumbersome casting is hung up in chains to be drilled by & 
radial drill, which is perhaps about the first step in the 
carrying of a machine tool to its work, and has made the 
radial drill so popular and successful. On another 
(Cassier’s Magazine) the same casting is shown lying safely 
on the floor and being operated on by two portable slotters 
and a portable drill, all electrically operated. In present 
practice, or shall we say old practice, huge machines are 
required even to drill small holes if the piece-drilled is large. 
The size of machine tools has in fact been measured by the 
bulkiness of the things being made. There is no reason 
whatever that a inch drill should be carried by a 2-ton 
frame. the drilling machine to the work and at once 
the tool is reduced to what is necessary to drive the }-inch 
drill. Machine tools will be small and portable. They can 
be attached by the half-dozen to a big casting, and work in 
future will be dumped down at a convenient place in the 
shop, where it will remain till finished. The lathe and the 
large planing machine may perhaps still rémain fixtures, and 
have work brought to them, bnt drills, cylinder boring bars, 
slotters and shapers will be smaller than of old, and will 
be portable, and as, perforce, they will require to be separately 
driven, the small motor is bound to make its appearance. 
How does all this bear upon our prefatorial remarks ? 
Simply that the impending change of practice with its con- 
uential demand for new tools will or should be made 
coincident with the new system of driving, and the new tools 
ought to be fitted to serve the new driving arrangements. 
The economy of electrical driving arises largely from the 
abolition of shafting, steam piping, &c., and the concentra- 
tion of steam plant at a centre. It does not necessarily 
follow that the total abolition of all intermediate gearing 
between the motor and the actual tool can be effected 
economically, and, in drawing attention to this point we 
might quote Mr, Mullin, to whose article we have referred, 


to the effect that two notable instances of direct-driving 
have signally failed, and been replaced by gearing, in one 
case, at least, of a comparatively discredited variety. One is 
that of the geared trolley motor which replaced the direct 
torque armatured axle. The other case is the рсе, the 
high direct-driven machine being entirely displ by the 
chain-geared safety, the serious disadvantages of the chain 
being partially eliminated by the dust-proof case and 
ати overlooked in the desire to bring the C.G. of the 
oaded machine further behind the point of support than 

ible in the high machine, But the use of gearing 
is essential to small and light motors, and is likely to 
continue. 

It would be well that our manufactoring engineers should 
very seriously consider the system of electric driving, and 
the various changes it makes possible before re-organisiug 
their shops. Machine tool makers al.o should b: prepared 
to meet the new demand which is likely to be made upon 
them. If our views be correct we may say that the harassing 
tactics of trades unionism have delayed the improvement of 
our workshops until the improvement can be made wholesale 
and thoroughly—men, methods, machines and motors all 
moving together. There has got to be a change, and when 
it does come it will be thorough, as customary in England, 
where we are apt to stick a long time in our grooves, but 
when we do leave them we are thorough. 

In America, to judge from Mr. Mullin's illustrations, 
electrical driving has been largely adopted to old machines 
as well as applied to new ones, and the result is very mixed, 
the motors often having a temporary appearance; but there 
is apparently a strong desire to secure the new driving at any 
cost, 80 great are its advantages, and in one large shop it is 
said that 4,000 hands are now doing the work of 6,000, and 
with an increased output of 60 per cent. This is в rail roll- 
ing mill which has utilised mechanical power to the atmost. 
Need we wonder that America is now sənding rails abroad, 
and, no doubt, finding such work as will more than provide 
for the 2,000 hands above thrown out. 

We need hardly point out that the saving effected in the 
size of the bulk of tools, and the redaced dimensions of the 
buildings n to contain them, as well as the lighter 
construction possible will, in the case of a new works, 
probably outweigh the cost of the electric motors, and all 
this saving would be additional to that of the motive power, 
of oil, belting, and attendance. The modern engineers’ shop 
should, in fact, be simply an ares commanded by a traveller 
arranged to convey the pieces of work to the heavy tools, 
and to carry the lighter tools to the work. The motive 
power would be placed anywhere most convenient. In fact, 
the motive power would usually be placed near the forge, во 
as to be convenient for supplying steam to the hammer. All 
driving would be electrical, and warming would be done by 
steam. When not in use, the portable machine tools would 
be stacked in close array, not filling much space. Machine 
tools would be much more saleable than they are to-day, and 
it would be possible to borrow tools to tide over any special 

ush of work. This cannot be done where tools are bedded 
own and belt driven. 


TECHNICAL LITIGATION AND THE QUES- 
TION OF GOOD WORK IN HOUSE 
WIRING. 


B V. ZINGLER, A. I. E. K. 


(Concluded from page 103.) 
WE may now turn to the second subject of the title, which 
has only been introduced here because, in the case referred 
to, it was made a position of by the defendants; but, owing 
to a weak point in their defence, they were driven out of it, 
and the battle was decided on lower ground. It is, of course, 
almost impossible to standardise the quality of work that is 
done in house wiring; fire insuranoe offices have attempted 
it; the Institution of Electrical Engineers have drawn up 
rules to be observed; every supply company has regulations 
which must be complied with; consulting engineers draw up 
elaborate specifications; and even wiring firms themselves 
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make out their own specifications, without which the average 
customer forms a poor opinion of them. And what does it 
all come to? Сап each and every one of these bodies have 
а representative continually on the spot to see that their rules 
are observed? If not, with whom does it primarily rest to 
carry out, if not every rule that has been made, at least such 
an average standard of work as shall meet the requirements 
of all the parties concerned? There is no doubt it lies with 
the firm itself; it is a question of commercial morality and 
nothing further. The quality of material supplied, the 
honesty of the foreman, the training of efficient work- 
men, and the adoption of a proper system of work and 
of superintendence are all factors in the respectability and 
standing of the firm; and indicate whether their policy is to be 
one of getting work at all costs, or of combining the making 
of a fair profit with work which is a credit to themselves, 
and studies their customers. It is impossible for the foreman 
to be honest if he sees that his firm is supplying inferior material, 
and deceiving the customer; it is still а possible for the 
workman, who takes his cue from his foreman and the 
general style of the firm, to avoid scamping his work. He 
wants looking after enough in most cases, but he is also only 
human, and endeavours to do his best to please his present 
masters. And so, when he finds that it is a “ nigger driving” 
concern, and that he is expected to get through the work 
quickly, with no question as to what lies underneath, why he 
does it. Firms of this sort are unfortunately very common ; 
it is only necessary to look at the comparative list of tenders 
often appearing in this Journal to see the great and per- 
fectly unintelligible variations in estimates; these show 
the electrical trade parasites, the firms whose life may 
be described as a constant harmonic motion between 
business or partnership notices and liquidation notices. 
At the end of each рио there is а re-incarnation con- 
sisting of a new combination of sells (the pun may be 
pardoned), and during their short life they manage to do a 
certain amount of bad work, which also lies dormant for a 
time, but which, on the application of 220 volts or a little 
moisture, comes forth from all corners to annoy the customer. 
Turning to the estimates above referred to, it may be asked 
why it is that these differ so very much. We have said that 
this is unintelligible, but this is really only во on the face of 
it. Let us analyse an estimate. It consists of three : 
material, labour, and contingencies. Now, when quoting to 
a specification with schedule of lights, the material is a fixed 
quantity, and its cost may be said not to vary more than 
about 10 per cent.—speaking only of wiring material, and 
not plant. It is, of course, possible that some firms do 
not take as much trouble as others in measuring up for 
wire and casing, but even this does not make a large 
difference. It is on the question of labour and con- 
tingencies that firms go wrong. Only those who have 
had plenty of experience in all kinds of wiring work, and 
lived through it, know how great the uncertainty of time 
and labour is; building not finished, fittings not ready, unex- 

ted surprises in the way of girders, floors, and walls. 
These and many other things have to be allowed for if the 
firm is going to make a profit, or if they are not going to 
scamp the work. And if these things have not been allowed 
for in the desire to obtain an order, and are met with when 
the e is under way, the temptation to try and make the 
cost keep below the tendered price is no doubt very great. 
In confirmation of these views, it may always be observed in 
reading through a list of wiring tenders, that the best-known 
(and, of course, most experienced) firms are at the top. And 
it will be found that the firms who do the best work are 
those who, to begin with, have a conscience ; who set about 
a job with the idea of providing the best material and labour 
at a fair profit; who do not persuade their customers to take 
what will not be necessary for their requirements; who have 
honest foremen and a good system of superintendence; and 
who have a standard of wiring work from which they refuse 
to deviate, and to which they have trained a few good wire- 
men whom they keep. These may be said to be the ethics 
of the wiring question, and they may be summed up in a 
remark frequently made by a firm (who conforms to them) 
when a customer asks, * What will it cost?" “Му dear 
Sir, you can get it done for anything you like!" 

It may now not be inappropriate to discuss the various 
details of wiring work in which the question of good work 
arises, and especially those which came before the Court in 


the case we have in view. On this occasion a great deal of 
nonsense was talked about the “ tree " and the “sub-circuit” 
systems. Because one witness had said that the latter 

was the most recent of the two, counsel fell upon it, and 
dubbed it the “new” system; and this was so insisted 
on, that there is no doubt that in the mind of the 
jury it was clear that the plaintiff had not put in this 
system because he had only himself just heard of it. Asa 
matter of fact, it may be said to be many years old and to be 
the result of the excellent fire insurance rules which tended to 


wire system it cannot be said to be r safe, or good 
work unless it consists of D. P. fuse and swi i 


going into the question of material of floor boards, that the 
p should he kept apart by an air-space, and that all holes 
or fixing screws should be well bushed. The failure to do 
os is a frequent cause of leakage, which leads to other 
ngs. ой 
Another point discussed in the case was that of “dry 
joints.” How such a term has ever arisen it is impossible to 
Bay, ав it cannot be too strongly pointed out that such a th 
as is understood by “dry joint " should never have 
not even on temporary work. It may be said to be an - 
vated form of e only danger of fire in electric ke — 
namely, increase of resistance, and consequently of heat, due 
to the interposition of a section of lower conductivity, with- 
out a fuse to protect it. How any man calling himself a 
electrician, much less an expert, can go into the witness box 
and say that there is no harm in a dry joint, passeth under- 
standing. He might, with equal assurance, describe himself 
as a truthful man. 


porary remedy against all three. The best remedy against 
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three is not to use the casing but iron pipe. It шаў, how- 
ever, be said that if лее, Nr to be used, it must be used 
everywhere, if only for the sake of tidiness, and if it is 
omitted under the floor boards it may also be omitted on the 
walls. But in the latter case the customer sees it, and in 
the former case he does not. The conclusion is obvious if 


good work has to be done. з 

The only remaining important point is the wiring end 
fixing of fittings. More work may be done at this point 
than anywhere else on the installation. There is a common 
belief amongst careless wiremen that there should be a joint for 
every fitting. Every joint is an inoreased weakness to the 
system, and may be likened to the weakest link of a chain— 
the strength of the chain. But two bad joints are worse 
one weak link, as they double the leakage and the source of 
danger. 

In the case of most ordinary plain fittings, such as brackets, 
tube-pendants, &c., the wires should be left long enough to 
run right into the lampholder, with a little to qu ; 
should be coiled up in the back-plate or in the floor m 
There are, however, some fittings, designed by artists, and pa 
engineers, where no proper provision is made for wiring. 
these cases flexible wire has to be used—that is, while a 
will buy such fittings—and not only is it customary to 
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joints here, but the flexible wire is twisted about outside the 
fittings and bound round by wire without any regard for 
possible consequences. What is more, the wire used is fre- 
uently not vulcanised, also to economise space. The 
are self-a nt. The remedies are—not to buy 
designed fittings, or to have them altered if necessary; 
if the fittings must be wired with flexible wire, let it be vul- 
ised, fix a small china cut-out in the wall behind or 
above (as the case may be) the fitting back-plate. 

If even this is impossible, and it is n to make a 
joint, the flexible wire at the р! of jointing should be 
strengthened by winding the fine wires round a piece of 
Copper wire of equal section to the circuit wire; the whole 
should then be soldered т, and well protected. 

No flexible wires should pass through metallic back 
without an i bush. In fact, 
a thing can only be the result of accident or ignorance. 
question of wiring of fittings was fully dealt with by 

in thi some time back. 

clear that the trouble of fitting joints will 
until some manufacturer of fittings, 

reat, will devise and standardise a 
and female socketa for fittings; the 
оч to be wired to the lam 
holder; the female socket to be fixed as a “point” on the 
wall or ceiling, and wired back to the fuseboard. The fitting 
would then make electrical contact just like an ordinary plu 
and shoe, and it would be secured to the wall bv de cual 
method now employed. 

The slight extra cost of these sockets would be met by 
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their customer or his wife when- 
ever an extra of this sort is required, and to charge these up 
at the end. It will be found an excellent method for sup- 
preæing the lady’s enthusiasm for changing fittings. 

Finally, it is of no use abusing Fire Insurance and Suppl 
Companies’ Rules unless something better can be Я 
and if both are adhered to as far as ible, with a due 


work. %%%... ш Mars Dy tne 
Bup 1 shows absolutely nothing as to how the 
WE been performed, and a man who goes round with a 
boy and an : 

g anything 
the installation is not low en h to cause serious loss to his 


ve been known where the 


It cannot be too strongly urged on the public not to 
listen to toute who call at their houses and ask to be allowed 
to estimate for the electric lighting, nor to accept the lowest 
tender invariably because it is the cheapest. It will, without 
doubt, cost them more in the end than if they accepted the 
dearest tender. Far better is it to engage the services of a 
capable consulting engineer with references, to pay him, 
re Gl sorta ш the cost, and to know then that he will take 

responsibility for the choice of a good firm, and for the 
due carrying ont of the contract according to his own 
advice and experience. 


SOME ELECTROLYTIC PROCESSES FOR THE 
MANUFACTURE OF WHITE LEAD. 


Br SHERARD COWPER-COLES. 


UP tothe present the old Dutch of making carbonate 
of lead has held its own, and it is still the impression that 
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the lead produced by this process is the best as regards ita 


covering capacity. Such was the finding of the Committee 
appointed by Government to investigate the dangers attend- 
ing the manufacture of white lead. Carbonate of lead, 
manufactured by & wet or electrolytic process is found to be 
more or lesa crystaline and h Vise ab and has not the 
same covering power as white lead manufactured by a dry 


rooess. 

E The amount of white lead produced on the Tyneside is 
16 to 17,000 tons a year; a similar amount is produced in 
France; Italy producing about 3,500 tons a year. 

The old Dutch consists in subjecting desilverised 
metallic lead (blue lead) which has been melted and cast in 
wickets (also called crates) which are sometimes in the form 

gratings or plates with two holes and а central 
flat rib to the vapour of acetic and carbonic acid. The 
wickets are put into stacks or blue beds for corrosion 
into white lead. This is done as follows:—The floor of the 
stack, a large cubicle built of bricks, is firat oovered with a 
layer of tan, on this are arranged as closely as possible stone- 
ware pots filled with dilute acetic acid, and on the top of 
these are placed four or five layers of wickets in close contact 
with other. The whole is then covered over with 
boards, forming a second floor upon which fresh layers of 
tan, pots and wickets, are arranged as above. This is, in its 
turn, covered in the same way, and so on uutil the stack is 
full; as many as 10 or more layers going into one stack. 
When the stack is full, the ventilating shafts which have 
been left at each corner of the stack are closed up, and the 
stack is left to itself for periods varying from 10 to 15 or 
more weeks. During this time the conversion of the blue 
lead into white takes place. The tan soon begins to 
heat and evolves carbonic acid, the heat volatalising the 
acetic acid. An inter-action then takes place between the 
lead on the one hand, and the carbonic acid, acetic acid, and 


air on the other, leading through a series of chemical 
not clearly unders to the ultimate кошо of an 
amorphous basic carbonate of lead (white lead); the action 


goes on until either all the lead is corroded, or all the acetic 
acid has been volatalised, or no more carbonic acid is pro- 
duced. During these changes there is always a small propor- 
tion of acetate of lead present in the corrosion, some of 


to corrugated rolls over which passes 
of water; in front of these rolls the corroded lead 
is tipped down. In passing between the rollers the 
wickets are orushed, ok detaching the white lead from 
any remaining blue lead. The material next passes 
into a shallow tank having a perforated bottom, in which it 
is raked ye be ange g the blue from the white lead. The 
blue lead is raked out; the white lead passes with a current 
of water to grinding mills, where it is ground up and run 
into a series of tanks; in these the finely divided white lead 
settles to the bottom, the water is then drawn off, the white 
lead is removed, put into earthenware or copper A and 
pio in drying ovens. When the white lead is corey 
ried, which takes from three to five days, the pans are taken 
from the ovens by hand labour, or mechanical means, and the 
dry white lead is placed either into casks, or thrown into bins 
for ini hai conversion into paint. 

White lead (carbonate of lead) has two faulte, as it is both 
poisonous to the makers and to the users. The iration on 
the hands has an acid reaction, and tends to dissolve some of the 
white lead, and this passing into the system, gives rise to lead 
poisoning. Lead has the property of accumulating in the 
system, and when a certain amount has got in the m, it 
ridge Aas ae to eliminate. The other 8 ed to is 

at of discolouring on exposure to air and sulphurous gases, 
with which it forms black sulphide of lead. 

From the foregoing description it will be seen that the 
Dutch is a very slow and tedious one. To overcome 
these difficulties the following system has been devised. The 
lead is cast into thin sheets about 20 inches by 15 inches, 
weighing between 2 and 3 lbs. each. These sheets are then 

and packed in crates with plates of coke or carbon 
which form the negative electrodes. Strips of tin make the 
connection between the lead or electro-positive plate and the 
carbon electrode, the object being that when subjected to 
warm vapours of acetic acid, carbonic acid, and atmospheric 
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air, electrical action is set up between the two, which hastens 

the corrosion and redaces the time required to convert the 

plates into carbonate of lead from 10 to 15 weeks (the time 

required by the old Dutch process) to five weeks. The corroded 
lates are subjected to a similar process as that already 
escribed under the head of the Dutch process. 

Another electrolytic process consists in electrolysing a 10 
per cent. solution of sodium nitrate in a wooden cell pro- 
vided with a porous diaphragm, the anode being made of pig 
lead, and the cathode of copper. In the former com 
ments the lead dissolves as nitrate, whilst round the cathode 
caustic soda is produced. The two solutions being drawn off 
and mixed, the alkaline nitrate is regenerated, and the 
lead precipitated as hydrate. The hydrate is finally treated 
with sodium carbonate or bicarbonate to convert it into white 
lead. The caustic soda formed as a bye-product in the latter 
operation has only to be recarbonated to be available again. 

A somewhat similar process, patented by Mr. Browne, is 
carried out by placing metallic lead in a suitable vessel in 
electric connection with the positive pole in the presence of 
а solution of an acetate or a nitrate of an alkali base. A 
soluble salt of lead is formed on the anode and a solution of 
caustic alkali at the cathode. In consequence of the flow of 
the electrolyte against the cathode these two solutions inter- 
mix, with the result that lead hydrate is precipitated, the 
original alkaline salt being regenerated. The solution cor- 
taining the lead hydroxide in suspension is then run into a 
settling tank, from which the clear solution is subsequently 
drawn off when it is used again as the electrolyte, and the 
lead hydrate is finally exposed to the air or to an atmo- 
оар. of carbonic acid to convert it into hydrated carbonate 
of 

It is to be observed that in reality electrolysis plays but 
little part in these processes, but the mixture of lead car- 
bonate and hydrate of which white lead consists is purely by 

chemical means. | | 

Another process patented in America consists in ing 
an electric current from an anode of metallic lead through 
an alkaline electrolyte consisting of a solution of a salt of 
ammonia in combination with any acid which will produce a 
soluble lead salt (including sulphuric acid) and of a bicar- 
bonate of an alkali to a cathode of lead, carbon or other 
suitable material, thereby causing a decomposition of the 
salts in the electrolyte, and a formation of a soluble com- 

und of lead, which is transformed into the hydrated car- 

nate of lead by the simultaneous generation of free 
carbonic acid at the anode by the presence of caustic alkali 
(ammonia) generated at the cathode, passing a current of 
carbonic acid gas through the electrolyte to regenerate the 
spent alkaline carbonate until the anode is completely dis- 
solved. Both the acetate and bicarbonate of Soda are 
continuously regenerated, the process consuming only lead, 
carbonio acid and water. 

An English procees, which has lately been protected, con- 
sists in decomposing acetate of ammonia by electrolysis, lead 
anodes being used, which are separated by porous diaphragms 
which are made preferably of stout Willesden paper, which 
are insulated from the bottom to prevent irregular electro- 
lytic action in the electrolyser. A lead solution is produced, 
and caustic alkali, when on mixing the two solutions white 
lead is precipitated. When a series of cells are used, the exit 
openings at the bottom are closed by elastic begs, which are 
distended by ће fluid within. 

In another process patented in Germany, lead anodes 3 mm. 
in thickness are employed for the electrolysis of a solution 
containing 300 cc. nitric acid and 2,000 cc. of water. The 
lead salt formed is precipitated as white lead, and gives off a 
stream of carbonic acid gas. Any silver contained in the 
lead is deposited on the cathodes, and can be recovered. 


NEW PATENTS. 


[Compiled expressly for this journal by W. P. TmowPsom & Oo. 
Electrical Patent Agents, 822, High Holborn, London, N. O., to whom 
all inquiries should be addressed.) 


1.835. An improved telegraph cable grip." A. Gray. Dated 
January 24th. 


` 1,869. “Improvements in insulators.” Е. Runavurt. Dated 
January 24th. ( Complete.) . 

. 1,872. “Curve tracer of electrical measurements.” W. Dovarus. 
(E. Rosa, United States.) Dated January 24th. (Complete.) 

1,880. “Improvements in electric pendulum indicators.” F. 
JONES. Dated January 24th. 

1,887. ' Method of and means for enabling code or cypher 
printiog or signalling to be effected by means of the ordinary key- 
boards of type-writing machines, telegraphic apparatus, type- 
composing machines, or the like.” J. BALLoT. Dated January 24th. 


1,912. “Improvements in telephones" J. D. F. ANDREWS. 
Dated January 24th. ! | 

1,928. “Improvements in dynamo-electric machinery.” 
Lewis and F. J. Howrrr. Dated January 24th. 

1,970. "An improved electric switch or contact maker.” J. d. 
Dixon. Dated January 25th. © 

1,994. “Improvements in safety fuses for electrical conductors." 
L. A. Fgrauson. Dated January 25th. (Complete.) 
_ 2,007. “Improvements in or relating to transmitting electrical 
impulses and signals.” E. WirsoN and C. J. Evans. Dated 
January 25th. 

2,021. Electrical log recording instrument for the cabin.” P. 
JENSEN. (Patentaktiebolaget Svea, Sweden.) Dated January 25th. 


J. В, 


2,024. Improvements in and relating to primary batteries.” О. 
Kognia. Dated January 25th. (Complete) . 
. 2,025, 


"Improvements in rheostats for regulating the current 
used in electro-plating and other processes." . P. THOMPSON. 
(The Zucker & Levett and Loeb Company, United States.) Dated 
January 25th. | | 

2,030. “Improvements in primary batteries.” E. Grarro. Dated 
January 25th. 

2,039. “ An improved relay switch." T. B. Browns and J. M. 
JAMES, Dated January 26th. 

2,040. An electrical fire call telegraph.” W. BraNHRIM. Dated 
January 26th. | 

2,C63. “Improvements in switches for electric light service.” 
A. E. Tanner. Dated January 26th. 


. "An improvement in, and connected with, electric are 
lamps." J. О. GIRDLESTONB and C. F. G. Тновкили. Dated 
January 20th. 

2,167. "Improvements in, and connected with, electric generators 
for cycles and other vehicles.“ J. Moonrs and H. O. FARBELL. 
Dated January 27th. 

11 " An electric bell piano.“ 8. J. бору. Dated January 


2,172. “Improvements in attachments to electric incandescence 
lamps.“ С. Н. Stearn. Dated January 27th. 


2,215. "Improvements in, and connected with, the generating of 
electricity through the motion of the rolling stock and the like.” М. 
CLARK and J. B. рю ArZUGABAY. Dated January 27th. 


2,266. "Improvements relating to electric plating." 
and T. Vann. Dated January 28th. 


2,284. “A new application of the electric incandescent lamp." 
J. R. PAYNE. Dated January 28th. 


2,292. "Improved insulator for telegraph wires and the like.” 
H. Perens. Dated January 28th. 


2,299. ‘ Improvements in joints between the glass globes of elec- 
tric arc lamps and the supporta by which they are carried.” Р.Н. 
Gumsıs. Dated January 28th. | 


2,308. ‘Improvements in electrical advertising apparatus.” Р.О. 
Porn and J. Е. Simpson. Dated January 28th. d 


2,375. "A teletypograph for transmitting, receiving, and record- 
ing messages through a telegraph wire electrically." J. CAMPBELL 
Dated January 29th. 

2,982. "Improvements in, or relating to, electric telegrapby.” 
P. Piolnp. Dated January 29th. dia ina 

2,989. “Improvements in secondary batteries.” J. V. Бниввіх. 
Dated January 29th. 

2,415. “Improvements in methods or processes for electro- 
thermally treating materials, and particularly with reference to the 
manufacture of calcium carbide and apparatus therefor.” Н. 
Mx and W. H. GRAHAM. Dated January 29th. 


2,417. Automatic electric circuit breakers.” M. Вооснит. (Date 
applied for under Patents, &c., Act, 1853, Sec. 103, July 2nd, 1897, 
being date of application in France. Dated January 29th. 


2,420. "Improved means for controlling the working of lifts, 
motors and other appliances operated by electric energy.” W. A. 
Ker. Dated January 29th. 

2,423. “Improvements in the manufacture of filaments for incan- 
descent electric lamps.” R.MuLLARD. Dated January 29th. 

2,426. “An improved method of and means for facilitating the 
starting of single or polyphase alternating current motors and the 
like apparatus.” M. DRI. Dated January 29th. (Complete.) 

2,427. “Improvements in variable electric resistances or rheo- 
stats.“ R. Wayaoop & Oo., Lrp., and P. I. Unwin. Dated 
January 29th. ö 

2,428. "An improved electrical transformer for currents of high 
potential апі variable frequency." A. Wyprs and O. M. RocHE- 
FORT. Dated January 29th. 


J. MATTHNWS 
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That the supplyiog of electricity from a central station is 
a financial success is undisputed, and although some of the 
balances of the youngest concerns last year were on the wrong 
side, we shall no doubt find the majority of these, if not all, 
transferred to their proper side, where permanency is assured. 

It is not our intention in this article to deal with the 
financial side of the question, but to give voice to some points 
which have ocourred to us from time to time, and which, at 
this period, may not be uninteresting. 

The first question which suggests itself is: What is the 
proper amount to put aside for depreciation ? How long will 
it be befo-e our engines, boilers, machines, &c., wear out ? 
The answer may be that although the percentage put aside 
at present is small, it will be increased year by year as the 
machinery gets older, until ultimutely things will be right. 
This may be approximately correct as regards the buildings, 
switch gear, and running plant, but who can tell us the life 
of the mains? A very large proportion of the capita) 
expenditure is spent in mains. These are being continually 
added to; a short extension here and another there adds 
unconsciously as it were, until the aggregate amount at the 
We may select what appears to us 
the best main, and exercise great care in the handling and 


‘laying of the same, and by repeated tests made at regular 


intervals keep as watchful an eye upon this part of the 
installation as it is possible to do, and yet we cannot even 
guess how long it will be before they have to be taken up 
and replaced by others. 

This is a most serious question. Because the mains are 
out of sight, they should not be out of mind. | 

Bare copper strips supported on porcelain insulators laid 
in stoneware conduits seem to have the best prospect of 
longevity. It is not always practicable to adopt this syatem, 
owing to the shallowness between the pavement and the 
cellar tops, also the presence of gas and water pipes which 


‘cross the pavements at varying depths render a capacious 


straight conduit an impossibility. This system has never 
been carried out in its entirety for these reasons, and also 
in consequence of the difficulties met with in crossing the 
road ways, when India-rubber cables drawn into cast-iron 
pipes are moet generally resorted to. | 
Oheapness in cost and laying seems to bs the principal 
© 
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factor, at present, which governs the selection of а system of 
mains. Will the cable which costs so much per yard less 
than another, last as long? We know that steel armouring 
will not last for ever, neither will lead sheathing, nor the 
dielectric whatever it may be. The soil in which the cable 
is laid will materially affect ita life. Instances of this kind 
are common, and heavy expenditure, quite unexpected, 
has been the result. Every precaution is taken by cable 
makers to supply mains which will last as long as possible, 
bat can they guarantee even an approximate life, taking into 
consideration all the local circumstances? If not, why 
not ? 

We constantly have our moving machinery under observ- 
ance, and we rectify before it can develop into a serious 
complaint any little irregularity that may be found. As we 
said before, we test our mains as often as practicable, for 
insulation leakage, but not for actual depreciation in the steel 
armouring, lead sheathing, or dielectric. We test our 
engines for efficiency with an engine indicator, but does it 
tell us when to put new brasses in the main bearings? We 
test our dynamos with suitable instrumenta for insulation, 
but do these instruments tell us when a new commutator is 
required ? 

It would be just as absurd to expect auch information from 
these sources, as it is to assume that our mains are as good 
as when leid, because the insulation is high and the leakage 
low. 

It would be well if directors of companies would carefully 
weigh these questions before declaring dividends, and allowing 
‘the depreciation to remain at “nil.” Now is the time to 
prepare, and not wait till the calamity comes, and then be 
unprepared. Municipal authorities are not so likely to err 
in this respect, owing to the conditions under which their 
respective loans were granted. It would be well, however, 
for them to ask themselves this question—Are we allowing 
enough for depreciation on our mains? May the day be far 
distant when the mains of the country have to be replaced 
by others; but if no other item than the natural decay of all 
material had to be considered, it would only be a matter of 
time, and let us hope to see the word “ nil ” under the head- 
ing of depreciation removed from all the balance-sheets of 
all the electrical supply companies this year; if not all, at 
least those who cannot lay claim to being infants. 


SUBSIDISED CABLE COMPANIES. 


In the half-yearly report which the directors of the Cuba 
Submarine Telegraph Company have just issued to the share- 
holders, we notice a significant fact, indicating the policy of 
the Treasury and Colonial Office Departments of the Govern- 
ment in dealing with telegraph companies. The point to 
which we wish to draw attention is comprised in one of the 
paragraphs of the report, where it is said: © In consequence 
of the establishment of the new line between Bermuda and 
Jamaica, subsidised by the British Government on the basis 
of a charge of 38. per word between the United Kingdom 
and Jamaica, the Cuba Company have been compelled to 
accept reduced rates, which will result in a considerable loss 
of income." 

We have here a company—one of the pioneers—which 
doubtless had many a severe struggle to maintain, unaided, 
its existence in the early days, threatened, in its prosperity, 
by а competing line. 

To ordinary competition every company is liable, unless 
they hold exclusive rights, and shareholders take their risks ; 
but when, as it appears in this case, the Government comes 
forward and subsidises the new competitor, without giving 


an equal subsidy to the existing line, one would think that 
some injustice is being done. No one can contend that the 
new line is not an admirable one; it connects Halifax with 
Bermuda, Bermuda with Turk’s Island, and "Turk's Island 
with Jamaica—all British possessions. It may have been 
highly desirable, from an Imperial point of view, that such a 
line should be established, even if the private interests of 
certain British subjects should be damaged, on account of the 
necessity of it for the commonweal, and in that case we 
agree that these minor interests should be overridden. 
This has, apparently, been the view taken by our governors, 

We sympathise with the shareholdera of the Cuba Com- 
pany, as, besides fighting a subsidised competitor, they 
will loge the receipts from the official traffic, which 
will surely pass by the all-British line, and there is 
also a lowering of rate to face which must, at least fora year 
or two, seriously affect their company’s revenue. 

May we not suggest that a partial remedy for their condi- 
tion may be found in the Cuba Company approaching the 
British Government, not with the view of asking for com- 
plete compensation for damage sustained by the laying of the 
new Imperial cable, but with the object of obtaining from the 
Imperial Parliament monetary assistance equivalent to that 
granted to the new competitor. In this the company may 
succeed, as the British Government, representing the general 
community, may think it proper to grant some compensa- 
tion for the damage this Government has caused to the 
company while acting in the public interest. The Caba 
Company's case would appear all the stronger, in that the 
new line affords only а single means of communication, 
while the Cuba Company's route is duplicated throughout, 
and would appear to be necessary for the security of com- 
munication between the Home Government and the West 
Indian Colonies. | 

As precedenta in electrical matters, where the Government 
has dealt with compensations, we have the purchase of the 
land telegraphs by the State, the arrangements with the Sub- 
marine Telegraph Company, and with the National Tele- 
phone Company. There are doubtless many other instances 
of compensations in the experience of the War Office, 
Admiralty, Colonial Office and Treasury, which resemble the 
case of the Cuba Submarine Company. 


RN TER Іх a letter to the Flecirical Review, N. V., 
1 Tesla describes the results of some recent 
не "T "5 experiments he has made in vacuum tube 
lampe, and in their application to photography and other 
purposes. Along with the letter are published copies of 
photographs taken with Tesla’s new vacuum. One is 8 por- 
trait taken by the light of a single vacnum lamp at a distance 
of 5 feet with an exposure of five seconds. Another is 8 
page of letterpress taken by a single vacuum tube at a distance 
of 4 feet with an exposure of two seconds, The photo- 
graphs are not equal to sunlight photographs, but resemble 
more those taken with a single magnesium flash light, the 
shadows being very harsh, but the amount of detail is 
considerable. It is difficult to say from Tesla's letter 10 
what his improvements exactly consist. He appears to have 
reduced the size of the vacuum tube, and thereby, as he eayé, 
considerably reduced the dissipation of energy from its 
surface. The illuminating power of the lamp with which 
the photographs were taken he estimates at 1,000 candles. 
The great superiority in efficiency of his system over earlier 
attempts at vacuum tube lighting he considers is principally 
due to the use of his improved apparatus for “ producing 
economically harmonical electrical vibrations of AME 
rapidity,” referring, no doubt, to his oscillator recen" y 
described in the ELECTRICAL REVIEW. Tesla promises 8002 
to give farther details of his system. The well known 
originality of nearly all Tesla's investigations leads us to loo 
forward to the publication of the fall description of his new 
system. 
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DEATH BY ELECTRICITY. | 


By W. 8. HEDLEY, M.D. 


Ir is not always so easy as might be supposed to kill an 
animal by electricity. The experiments of Brown-Séquard 
and D'Arsonval long ago * showed this, and many physiolo- 
gists have since confirmed it. Kratter found that one short 
application of an alternating current at 1,500 volte some- 
times did not kill either rabbits or guinea-pigs. Yet much 
lower voltages have often proved fatal to man. Indeed, it 
seems not improbable, as the present writer has elsewhere t 
stated, that all commercial forms of electric lighting cur- 
rente, varying as they do from 80 volts upwards, may be 
dangerous to human life under certain conditions. It is, of 
course, true to say that, other things being equal, risk in- 
creases in direct proportion to the electromotive force; bnt 
absolute equality of “other conditions” can never be secured. 
The duration of the application, the nature of the contact, 
its superficial area and position, the condition of the skin, 
the 3 of the current, the species of animal, its 
weight, age and ae even its state of health, are all 
factors in the t. That duration of contact has a most 
important bearing on the question, is nothing more than 
might be expected, for reasons both physical and physiolo- 
gical, and all experiment proves it. It has been shown that 
currente, easily borne by an animal when momentarily 
applied, were fatal when the application was prolonged to 
5—10 seconds. On the other hand, short bat repeated appli- 
cations of strong currents were almost invariabl fatal. 
When other conditions are the same, the larger the area 
of contact, the сеза the intensity of the current; but the less 
its density, and the latter can never be left out of considera- 
tion in dealing with physiological effects. The condition of 
the skin, with reference to moisture, or any breach in its con- 
tinaity, is also a point of the first importance, inasmuch as 
the epidermis is the great insulator of the body. But, at 
the same time, it is to be remembered that the degree of skin 


injury is not always proportional to the gravity of the acci- | 


dent. Frequency of alternation must also be considered. It 
may be that fatal effects are in inverse ratio to the peric- 
m although not perhaps according to a strictly “ straight 
line law.” Animals present differences in their resistance to 
the effects of electric currents according to their sp2cies, and 
even according to their individual peculiarities. Eve 

animal seems in this respect to be a law only unto itself. 
It was found in the experiments already alluded to that 
rabbits often survived currenta which proved fatal to dogs 
ten times bigger. In the original electrocution experimenta 
in America, experimenta were made upon a horse, three 
calves, and a number of dogs. The mean fatal current thus 
obtained was brought to bear upon the man to be executed, 
and the result proved a painful fiasco. Yet many experi- 
ences since then, some of them within reoent months, fue 
ре that а low as well as а high electromotive force may 

man. 


a 
It is very generally admitted that in the case of animals 
killed by strong currents, there is a tolerable uniformity in 
the post-mortem appearances: (1) the latter in many respects 
resemble those seen after death by asphyxia (apnea); that is 
to say, the left side of the heart is comparatively empty, 
whilst its right side and the larger veins near it are di 
tended and filled with dark fluid blood. The absence of 
hæmoglobin from the blood is also a fact common to death 
by electricity and to death by apnœa. (2) The nervous 
system does not seem to pretent any very characteristic 
appearances, at least еге is no gross lesion” which can 
be said to be constantly present; bat slight bæmorrhages in 
the walls of the fourth ventricle and in the meningeal cover- 
ings are not rare, Yet there may be many finer molecular 
changes in the nervous tissues of which present methods of 
investigation are not able to make us cognizant. (3) The 
points of penetration of the current are always evidenced by 
burns of various degrees. Less constantly the place of exit 
is similarly marked. These burns of entrance have consider- 
able diagnostic value in cases when the cause of death 


* 1884. 
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may be in doubt. They may vary in severity from simple 
redness to sa a destruction of the whole thickness of the 
skin; bat, as y said, their severity has no close relation- 
рю the gravity of the accident. 
hen a strong current is brought to bear upon a living 
animal, there is immediately a strong tetanic contraction of 
the entire striated muscular system; and on the circuit being 
broken there is: often a deep inspiration, perhaps followed by 
an “expiratory cry.” It is often this cry which first 
calls attention to the accident. In cases which are not fatal 
there is often loss of consciousness, which may be regarded 
as the clinical manifestation of the severe shock, or rather 
shaking, to which the whole central nervous system has been 
subjected. This is very different from what is surgically 
known as “shock.” In the latter, the longer the condition 
of shock lasts the greater the danger. In electric accidents, 
danger of death diminishes, the longer the duration of loss 
of consciousness. It may be said that, if not immediately 
killed, the п usually recovers. This loss of conscious- 
ness soon disappears, perhaps, even, in a few minutes, but 
for days or weeks there may remain “ head symptoms,” such 
as vertigo and severe headache, or there may be palpitations - 
or other such consequences. Neither sensory nor motor 
paralysis appear to be common. | 
Death, as the result of electricity, must occur in one of 
two ways—(1) by mechanical lesions of vital structures, or 
(2) by arrest of organic functions essential to life; that is 
to say, by arrest of respiration, heart action, or nutritive 
exchanges. It is in persons killed by lightning that the first- 
named mechanical or “ disruptive " effects are usually seen. 
Industrial currents kill in the second way. But even here 
the difference is quantitative rather than qualitative. Most 
of the foregoing points have been put in evidence by Kratter 
and others, and, as already said, are generally accepted. The 
first class of cases need not be considered. It is self-evident 
that mechanical disintegration of vital parts must cause 
death. But, approaching the second class of cases, where 
death ocours by arrest of organic functions essential to life, 
the question broadens out, and it becomes necessary to 
inquire which of such functions is struck first. Where does 
death begin? What is the ** mechanism” of death by elec- 
tricity? At this point physiologists are ro longer in accord. 
Is it as D’Arsonval considers, that, acting on nervous 
centres, the electric current produces a variety of effects 
known as “inhibitory,” viz., suspension of respiration, arrest of 
heart action, &c., and that it is the first of thee that is 


primarily affected, inasmuch as cardiac action persists after 


the arrest of respiration. According to this view, there 
ocours, in fact, “а central lysis of respiration, con- 
stituting a special form of asphyxia,” due to exhaustion of 
the medulla and functional death of the ganglion cells. If 
this be correct, artificial respiration affords a hopefal means 
of restoring animation. This condition of suspended respira- 
tion must not be mistaken for death, and a post-mortem 
examination at once proceeded with. Nóoropeiés vivants " 
is the sensational term which, it may be remembered, was 
used in connection with the autopsy of the first electrocuted 
criminals in America. 

Dr. Tatum, of New York, experimenting in 1890, came to 
the conclusion that strong currents kill by acting chiefly or 
entirely on the actual substance of the heart itself. 

In 1895, Dr. L. Jones, having witnessed some experimenta : 
undertaken by Mr. Bokenham with reference to the amount 
of current required to kill anæsthetised cate, considered, 
from an inspection of the respiration and blood pressure 
tracings, that death began at the heart, and that the action 
of the current is “upon the heart muscle rather than upon 
any of its nervous mechanisms.” In the British Medical 
Journal of January 15th, 1898, there appeurs a paper by 
Drs. Oliver and Bolam on the same subject, arriving at the 
same conclusion, and by the same methods, bat not giving 
such details of amperage and voltage as would enable tke 
experiments to be repeated by others. 

Against these latter views it has been urged that were the 
heart’s action suddenly arrested by the electric shock, there 
would not be the great disproportion in the amount of blood 
on the two sides of the heart that is present in death by 
electric shock. After sudden arrest of the heart’s action, the 
amount of blood on the two sides of the heart is nearly equal. 


|: © Kratter. 
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Farther, the heart theory rests chiefly on blood pressure 
tracings, and it is to be remembered that blood pressure is 
the result of other factors, in addition to the action of the 


heart. 

This leads to another hypothesis. Dr. Bleile, of the Ohio 
State University, suggests, ав the result of carefully conducted 
physiological experimente, that death by electric shock is 
entirely due to the fact that the current produces a contrac- 
tion of the arteries through an ir flnence on the nervous 
system ; that is to say, through an effect on those nervous 
centres which control the diameter of the arteries, and that a 
constriction of the arteries so produced throws in such an 
impediment to the flow of blocd as the heart is unable to 
overcome. This last-named hypothesis no doubt contains an 
important truth, recognising, as it does, the fact of peripheral 
obstruction as influencing blood pressure. : 

It is, however, contended* that the fatal obstruction is not 
in the systemic arterioles, but is owing to a constriction of tbe 
pulmonary arterioles, the latter being excited to contract by 
the entirely deoxygenised blood. Such а theory obviously 
falls into line with the post-mortem conditione, which, as has 
been seen, resemble those seen in арпооз. 

It would, therefore, appear, not, perhap:, that «ach of these 
hypotheses are at hopeless variance, but that death from 
electricity may be accomplished by varions үө 
mechanisms. Firet, and perhaps oftenest, it may be by sudden 
arrest of respiration ; at another time it may be bronghtabout by 
sudden and primary stoppage of heart action ; in either case, 
the result being not improbably due to physiological death of 
the centres of respiration or circulation from chemical and 
morphological changes therein, which present methods of 
observation do not enable us to recognise. Further, it is 
certain that these two centres act in unison, and it need not 
be surprising that the incidence of the damage done by the 
current may not always be distributed in the same way. 
Bat iu accepting the foregoing, it is not to be overlooked 
that the view that fatal results from electric currents are due 
to damage inflicted within the actual stracture of the heart 
itself is very influentially held, it has never been disproved, 
and may ultimately turn out to be a cause, if not ¿he cause, 
of death from electricity. Thirdly, mechanical or disruptive 
lesions, euch as tearing of blood-vessels and contasions of 
of the surface of the braio, are not limited exclusively to 
accidents by lightning, but have also ben observed in a 
modified form in cases of death from industrial currents. 

A short code of rules for guidance in such accidents has 
been ably formulated by the El. ECTRICAL. Review, and the 
present writer has dealt with the subject of first aid in 
electric accidents” in an article under that name in the 
Lancet, August, 1894. It is sufficient to кау that, notwith- 
standing the experiments of physiologists, and a growing 
experience of such cases, all that medical treatment can do 
is still to be summed up in the original formula of 
D'Arsonval, * Un foudroyé doit étre traité comme un поуё;” 
in other worde, by artificial respiration commenced early and 
continued long. But there is one further point with reference 
to this to which brief allusion may be made. It is known to 
physiologists that animals to whom nitrite of amyl has been 
administered are more difficult to kill by electric currents 
than are animals not under the influence of that drug. It 
acts by paralysing the walls of the small blood vessela, and 
во doing away with both arterial constriction and pulmonary 
obstruction, Now, without advocating that capsules of 
amyl nitrite should form part of the equipment of every 
“ first-sider, it may b» suggested that the use of this drug 
in cases such as drowning and electric shock would in safe 
hands prove a valuable adjunct to artificial respiration. 


THE ELECTRIC LIGHTING OF 
WASHINGTON. 


THE а er of the United States Electric Lighting Com- 
pany at Washington, D.C., is very fully described in detail 
in the Electrical Review of New York by Mr. Geo. H. 
Draper. On reading this excellent description of the new 
ftation supplanting the old, it is forcibly brought before ов 


* Lancct, O.tober, 1895, 


largest stations, we must reduce + 


the rapid progres which electrical generation and distribu- 
tion is making, when we find а comparatively recent works 
being replaced by а more modern plant and buildin 38. 

It follows that the demand for electricity must also be 
increasing in proportion to warrant this enormous expense. 
A section of land has been secured which will allow of plant 
installed to supply ultimately a very large proportion of the 
lighting of the city. f 

The present plant can with ease be quadrupled when 
nece „ sffording an output of 500,000 16-C.P. inoar- 
descent lamps or its equivalent in other forms of electrical 
application. To compare this ешм with that of our 

е figures to a common 
denomination. We count our capacity in 8-C.P. lamps, 
therefore the Washington station will have a capacity of no 
lees than 1,000,000 of these lampe. 

If the American proportion of plant capacity to lamp: 
installed is the same as ours, then nearly 2,000,000 8-candk - 
power incandescent lamps or their equivalent can be con- 
nected to their supply mains before a further extension of 
their works becomes necessary. 

There are two companies supplying electricity in the city, 
and this no doubt engenders healthy competition. Whether 
each company vies with the other to give a little extra volt- 
age, and consequently a better light, we do not know; but 
this we do know, that the people of Washington, D.C., are 
reported to be complaining of the quality ard price of the 
illuminating gas eupplied to them. The street lighting of 


the national capital is also claimed to be inferior. Added to 


these facts the assertion that not 2 per cent. of the residences 
in Washington are lighted by electricity, we begin to realis: 
why the United States Electric Lighting Company is 
making such elaborate preparations for a much more exten- 
eive eupply. 

Unfortunately, there are restrictions surrounding the 
extension of the subway system in Washington so severe as 
to be in some cases almost prohibitory. This is a serious 
drawback, for no matter how cheaply current may b: 
generated, it cannot be gold to consumers at a low figure 
unless an economical means of distribution is available. 
Notwithstanding the retarding influenoe of these restrictions, 
the new plant referred to above, and which will &oon be in 
operation, will enable current to be generated at reasonable 
and distributed at profitable rates. 

Barriers of this kind cannot exist for ever, and with the 
opportunity of building or using sufficient subways for its 
purpose, the company should be able, in the near fature, to 
remove any complaints as to service and prices. 

In England we are striving to eliminate belt driving, for 
economic reasons, and it is therefore a little surprising to 
find that belt driving enters somewhat largely into the com- 
position of the new plant under consideration. 

The local circumstances may differ, yet where the size of 
the units are large, one generator, one engine, seems to us to 
be the rule. 

In Washington, however, we find a combination which, on 
the face of it, seems economical, to say the least of it, 


although there are objections, which we will immediately 


point ont. | 
Two large horizontal compound condensing engines in the 
basement operate a long length of shafting also in the base- 
ment, which in turn drives eight Brush 125-light multi- 
circuit arc dynamos by means of belting passing through the 
floor. Each of these large engines operates а direct-coop'ed 
low tension generator, either of which is capable of carrying 
the entire load. The arc machines may be thrown in or out 
of service as required by means of the shafting, by steel 
clutches, 5 feet in diameter. Although this arrangement 
rovides for an economical operation of both the three-wire 
ow tension and the arc light systems from one engine during 
the period of light load, we, in England, have learned our 
lesson, and profited thereby. Our opinion of this arrange- 
ment is that it savours too much of putting one's eggs all in 
one basket. А 
A slight accident to either dynamo, engine, ог ahafting 
would probably result in an entire dislocation of supply, 80 
after all, the first consideration of the central station engineer 
should be continuity and regularity of supply, and economy 
of production and distribution afterwards. : 
n addition to the eight Brush arc lighting machines 
before mentioned, are two General Electrio Company в alter- 
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nators, one A-70 1,040 volte, 125 cycle, one А-80 1,040 volt, 
125 cycle, also driven by belting off the common shafting. 
A third alternator is to be run by a motor. 

The interruption in supply is somewhat provided for by 
the employment of a large relay of storage batteries. The 
function of this battery is to help over the peak at time of 
heavy load. The battery comprises 150 cells, and has a 


capacity of 2,000 amperes on a side for three hours, and is 


so arranged that it can be connected with either the main 
bus bars or all feeders, and thus can always be used to best 
advantage. This battery is charged at times of lightest load 
in the small hours of the morning, and from 9 a.m. till 3 p.m. 

The boilers are the well-known Babcock & Wilcox type, во 
largely used in our own stations, working at a pressure of 
160 lbs. There is also a very large economiser, containing 
the feedwater, and affording upwards of 10,000 rquare feet 
of heating surface, thus heating the water from its ordinary 
temperature to the highest possible degree. 

The switch-gear, one of the most important apparatusin a 
station, has received special attention. It extends the whole 
width of the engine room wall, operating the entire service 
of the company, comprising the low tension three-wire 
systems ага and alternating systems and the accumulators. 

The whole of the apparatus is mounted on panels made of 
blue Ratland marble, highly finished, the instraments and 
appliances being the latest and finest instruments known to 
the electrical art. 

We generally associate with America overhead distribu- 
tion, but in Washington, at least, the underground system 
of mains is almost entirely used, very few overhead mains 
existing. 

As previously mentioned, certain restrictions are in exist- 
ence which greatly hinder the progress of electricity supply. 
No additional conduits can be laid, except by direct act of 
Congress; this does not, however, prohibit the repairing of 
the existing conduits. Owing to lack of experience, some 
of the original conduite, which were among the first to be 
laid in the country, are now in poor condition ; moreover, the 
duct capacity is too small for the increased business. Owing 
to these defects, the company is at present engaged in 
rebuilding and modernising over 50 miles of conduit and 
cable system. Cost has been a second consideration in regard 
to efficiency. The conduits are simple in construction, and 
should prove efficient and durable. | 

What is known ae the Lynch-Lake four-way glazed terra- 
cotta pipe is used, and also the camp glazed terra-cotta single 
duct, each having round holes 8 inches in diameter. This 
is laid at a depth of 30 inches from the top of the top duct 
to the surface of the street, on a base of 4 inches of Portland 
cement concrete, with 1 inch of the same material laid 
between each layer of conduit, and 4 inches of concrete is 
placed on the top and both sides. The joints are butt jointe, 
and over each seam a strip of cotton ia laid, which is then 
plastered over with Portland cement mortar before any con- 
crete is put upon it. A mandril is used to ensure a perfectly 
clean joint before another length is laid. These joints are 
clean and perfectly water-tight: Large manholes, 5 feet 
square by 6 feet deep, fitted with cast-iron covers 5 feet x 
5 feet, are built up in two or more pieces. All manholes are 
drained either to the nearest sewer or to the next manhole, 
and iron back water valves are used. | 

Throughout the whole plant; simplicity and durability of 
arrangement and design seems to have been aimed at, together 
with the best types of mechanical and electrical service to be 
had, and the prospects of the company now should be very 
bright, and we hope its progress will not long be hampered 
by irritating restrictions which seem to be unnecessary. 


A DEPARTMENT OF ELECTRICITY FOR 
CHICAGO. 


JUDGING from appearances and results, America has not in 
the past been noted for its restrictive legislation or protective 
supervision where the generation and distribution of elec- 
trical energy has been concerned, as the crowds of bare 
overhead conductors ing high-tension currente, and the 
numerous fatal accidents thereby occasioned from time to 


if not prohibition. 


time, bear witness. Chicago, however, appears to be waking 
up in this direction, and, according to the Western Electrician, 
the City Council propose creating a Municipal “ Department 
of Electricity," with officers and staff consisting оѓ: “A city 
electriciav, an assistant city electrician, a superintendent of 
construction, a chief clerk, two book-keepers, two steno- 
graphera, one chief inspector, and nine assistant inspectors, 
and such other assistants and employés as the City Council 
may by ordinance establish.” Tne creation of the depart- 
ment, duties and salaries of officials, regulations, fees, and 
penalties, are to be included in paragraphs 589 to 598, inclu- 
sive of Chapter XXV. of the * Revised Code of Chicago, 


1897.“ 


Paragraph 589 embodies the name of the proposed depart- 
ment and enumerates the staff. 

Paragraph 590 creates the office of city electrician, states 
that he shall be a practical and skilled electrician, shall not 
engage in any other business, shall be appointed by the Mayor, 
and shall hold his office for two years. So far, good. 

Paragraph 591 provides that the said city electrician, 
before taking office, shall execute a bond to the City of 
Chicago, with approved sureties (number not mentioned) in 
the sum of $20,000! “conditioned for the faithful perform- 
ance of the duties of his office.” As shown in the next 
paragraph, the salary is to be $4,000, the bond being equal 
to five years’ salary! Evidently the Council anticipate a 
heavy revenue to the department from fees and penalties, 
and it is not a very cheerful prospect for the producers and 
consumers of electrical energy. We presume the bond is 
intended to cover possible defalcations as negligence or 
other similar offences could surely be adequately met by 


АЕ ча his resignation. 


< Paragraph 592 deals with powers, subordinate officera’ 


bonds, and salary. The duties of city electrician include 
* the management and control of the fire alarm, telegrapb, 
and police telephone system, of all municipal electric light- 
ing, of the inspection of all electrical wiring within the City 
limite, both inside of buildings and above, beneath, and 
upon the surface of the streets, and of all electrical matters 
in which the city is interested.” Salary, as stated above, 
$4.000 per annum. 

Paragraph 593.— Assistant city electrician, qualifications, 
daty, salary. The assistant to be capable of taking the 
duties of his chief in his absence. Salary, $3,250 per 
annum. | 

Paragraph 594.—Superintendent of construction, duty, 
&c. To put in new circuits and instal all new work of the 
aly under the chief. Salary, $1,800 per annum. 

aragraph 595.—Other officers, powers, duties, salaries. 
All other officers with their powers, duties, and salaries 
engaged and fixed by the city electrician. 

Paragraph 596 provides that ** no electric current shall be 

used for illumination, decoration power or heating, except as 
hereinafter provided.” 
. Paragraph 597 requires that **all persons, firms, or corpo- 
rations," desiring to use eleotric currents for purposes set out 
in paragraph 596, shall, before commencing any electrical 
construction whatever, '* either iastalling new electrical appa- 
ratus, or repairing apparatus already in use" (italics are 
ours), file an application for a permit therefore in the office 
of the city electrician," describing in detail the work to be 
done, and. *upon receipt of which application, if found 
proper, such permit shall be given." 

While reasonable supervision of wiring and other work on 
consumers’ premises is ро and necessary, both in the 
iaterests of consumer and undertaker, we cannot help thiak- 
iag that this is carrying supervision to the point of absurdity, 
As the paragraph reads, and in the 
absence of further explanation, the unfortunate consumer 
bas to be deprived of his light, power, or heat for hours, or 
it may be days, if the éity electrician chooses to be obstinate, 
because, forsooth, a switch goes wrong, or some trivial matter, 
which may be classed as “ repairs,” requires doing. How, in 
the name of common sense, can repairs to “ apparatus already 
in use concern the City Council? 

But there is more to follow :— 

Paragraph 598 empowers the city electrician, and it 
becomes his duty, to inspect installations both before and 
after its completion, and may remove laths, plaster, boards 
and partitions, in order to inspect current carrying con- 
ductors; should he find that the work has been done in 
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accordance with the rules and requirements of the fire 
department, he shall issue a certificate—after receiving a fee 
—and the use of the current is unlawful until such fee is 
paid and certificate given. He may, however, issue a tem- 
porary permit before completion. 

Paragraph 5984.—' A preliminary certificate may bə 
issued by the city electrician in the case of completed instal- 
lation, but upon which no current will be used in the imme- 
diate future." This certificate is to state that, at the time 
of inspection, the work was in order, and the fee shall 
be one-half the regular rates; before current is put on, 
another inspection is required, and, if still in order, the 
remainder of the fee is to be paid and final certificate given. 
The object of the preliminary certificate is not apparent, 
uuless it is to fill up the time of the officials, as no current 
can be laid on until a further inspection and certificate is 
granted; and it is no consolation to the unfortunate house- 
holder, who wants the current, to know that three months 
ago his wiring was in perfect order, when a dead earth," or 
other defect, prevents his being connected. 

аа 598в.—“ The city electrician is hereby em- 
powered to inspect or re-inspect all overhead, underground, and 
Interior wires and apparatus conducting electric current for 
light, heat, or power,” and if found unsafe to either life or 
property he can order them to be put right within 48 hours ; 
failing which, a penalty of $10 may be im for each and 
every day they continue in an unsafe condition. 

Paragraph 596c provides that all poles and manhole covers, 
now in existence or hereafter fixed, shall be stamped with the 
owner’s name, and all services shall be labelled with the 
owner's name, and such a full description of the conductors 
as shall meet with the approval of the said city electrician. 

Paragraph 598p prescribes the fees for permits and certifi- 
cates as follows : 


For each arc light... eas vee 885 

For each 16-C. P. incandescent or equivalent is 

For each E H.P. of 746 watts used for power or 
other purpose than ab^ve iss eo se 

Minimum charge for inspection. sae 957 

Inspection of temporary installations, show win- 
dowe, exhibitions, &., at the rate, per hour, of 

For re-inspections, half the above fees. 


$1.00 
1 


© 


1. 
1. 


8 88 


Paragraph 598 requires the city electrician to issue a 
yearly report, giving a full and accurate account of all 
inspections made and moneys received ! 

Paragraph 598r.—No alterations to be made to any 
installation without the previous sanction of the city 
electrician. 

Paragraph 598c.—Apy violation of these provisions 
entails a penalty of not less than $50 nor more than $100, 
and a further penalty of $10 per day as long as it continues. 
The city electrician may also order and compel the cutting 
off of the supply until the provisions are fully complied 
with. 8 
Against reasonable supervision on tbe part of the local 
authority of all work affecting the public safety, particularly 
that executed and maintained by private enterprise, we have 
nothing to say, indeed, it is necessary and right, but when 
it comes to the infliction of corporation inspectors into 
private premises we draw the line. 

Imagine what this means. A private citizen requires or 
desires the current for lighting his dwelling house. He is 
generally perfectly ignorant of all rules and regulations, and 
relies upon his wiring contractor (poor man) to do all that 
is needful. Such contractor, if unscrupulous, and we pre- 
sume that even in America there may Ъз some, does every- 
thing he can to evade inspection. The city electrician gets 
to know, and a $50 fine is the result. Suppose, however, 
that the contractor gives the required notice, and the city 
electrician cannot immediately attend, or does not deem it 
necessary, the work proceeds. The Fire Insurance Company 
require their rules to Ъз obeyed; the Supply Company also 
has rules and inspectors. The fire department of the city 
has rules, and lastly comes the city electrician, whose ideas 
of good work may far transcend those of all the others, At 
his orders down comes lath and plaster, partitions, or other 
obstructions, to enable him to insp2ct, and then it may be 
condemned, and have to be re-done; butif passed, a fee of 10 
cents per lamp is demanded. Again, the city electrician’s 
standard of excellence may ba much lower than that of the 
supply company’s engineer, and after the City Council’s fee 


is paid, and permit given, the supply may be refused. We 
should think that such espionage would become intolerable, 
and that if would-be consumers knew the facts, they would 
leave electric lighting severely alone, and use candles, 

Municipal supervision of this kind would never find favour 
in Eogland, and we should think it would caase trouble in 
America. 

We should bs glad to welcome in Eagland any reasonable 
measures which would effectually drive bad wiring out of the 
field ; but we think it may be safely left to the fire offices and 
the supply undertakers’ engineers, provided they are properly 
backed ap by legislation—whether compulsory or permissive 


only. 

The imposition of fees for inspection ot private premises 
on the part of the municipality, when such inspection is ren- 
dered by it compulsory, is bad in principle. If the wiring 
is bad the consumer alone suffers, unless it is so utterly bad 
that all precautions have been neglected— such as an entire 
absence of cut-outs and other defects almost inconceivable in 
the 19th century—when, in case of fire, it may of course spread 
to other premises. 

In any case, if the present condition of house wiring in 
Chicago has necessitated inspection, fees and penalties as 
above set forth, it must be pretty bad, and we may congra- 
юв ee that it is at any rate not necessary in 

ngland. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


At the meeting of the Institution of Electrical Engineer 
held at the Institution of Civil Engineers, on Wednesday, the 
9th inst., the discussion on Major-General Webber's paper, 
* Notes on the Electro-Chemical Treatment of Ores Contain- 
ing the Precious Metals was resumed, and on completion 
of the discussion Mr. Sherard’ Cowper-Coles read a paper 
describing “ An Electrolytic Process for the Manufacture of 
Parabolic Reflectors.” | 

Mr. Sulman had evidently not exhausted his offensive 
ammunition in the speech he made at the previous meeting, 
and the firat contribution to the discussion on Major Webber's 
paper—after the routine business had been got through— 
was а categorical list of questions submitted in writing by 
Mr. Sulman, wherein he returned to the attack on the Pelatan- 
Clerici process with renewed ardour. In a series of 12 
elaborate questions he sought to demolish M. Pelatan oom- 
pletely, and although his rival made out a very good case 10 
his replies, we cannot but thank Mr. Sulman as being the 
agent by whom a very valuable appendix to the paper wes 
obtained. 

The more important items of information were, that the 
capital cost per tank of a plant for the treatment of 100 tons 
of ore per 24-hour cycle is : Treatment tank, 9 feet diameter, 
capable of dealing with 5 tons per day, costa 260; 20 such 
tanks are reqnired, and the whole plant costs, say, £5,000, 
exclusive of crashing apparatus. Respecting a statement 1n 
the second question that with а sludge containing only 60 

г cent. of water, one horse-power is usually found neces#sry 

or agitation, M. Pelatan replied that the power depended 
upon the nature and density of the ore; as little as one- 

of a horse-power had been found sufficient, while the figure 
in the paper was ample. If one horse-power were requ" 
it probably included that necessary to revolve the containing 
vat or barrel. | бй 

Coming to the cost of treatment per ton with 8 a 
capable of dealing with 100 tons per 24 hours, M. Pela 
gave the following figures in reply to Mr. Sulman:— 


8 d. 6. d. 
Chemicals 4 TE 2 6 to 4 н 
Power oes pee s.. eee 1 0 IL 1 0 
Labour ... s idi „ 06 „ PT 
40,66 


— 


600 Ibs. of mercury were used in each tank, the loss being 
due to mechanical causes and amounting as a maximum the 
2 ozs. per ton of ore. No attempt is made to recover 
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snide. It was claimed for the process that it was excep- 
tionally suitable for ores which yielded very poor or no 
results by ordinary methods, and аз it can deal with ores 
crushed to through a very fine mesh, it evidently can 
deal with slimes. 

The catechism ended, Mr. McMillan then read a commu- 
nieation from Mr. D. A. Louis, in which this gentleman— 
well known to many as a chemical expert who has paid 
special attention to metallurgical questions—expressed his 
feeling that ора was admirably conceived, commented 
mm the gen data offered, stated he thought the mill 
illastrated prodigious, and made some remarks upon the lack 
of particulars as to profit obtained, the cost of labour, &c. 
Apparently his desire for farther information would have 
been satisfied to some d had Mr. Louis been aware of 
the answers given by the inventor to Mr. Sulman. Mr. 
Cooper spoke briefly on the term “ nascent chlorine,” as used 
in the paper, and was afterwards answered by General 
Webber, who explained that sodium chloride was essential to 
the process for reducing the resistance of the electrolyte. 

General Webber was then called apon to reply, and he did 
во, commencing by remarking that there was no reservation 
to the pleasure offered him by the observations of all the 
speakers. The paper was intended to consider the scientific, 
and not the commercial side of his subject, and chiefly was 
he concerned with the electrical side of the question. The 
fact that what he had dealt with was an electro-chemical 
process, was his reason for laying his paper before electrical 
n bere If electricity were of no use, his paper was one 
to be brought only before mining engineers; baut in bringing 
it under the notice of the members of the Institution, he 
desired to direct attention to the assistance that electricity 
afforded to an industry, the immense extent of which was 
perhaps not generally or fully realised. He thought that the 
younger members would do well to study the question as it 
fell to them to carry it on. 

The replies to the criticisms in the discussion were com- 


and interesting. Briefly summarising what was said in 


a few lines, the author pointed out that the MacArthur- 


Forrest and Siemens-Halske processes were for the treatment _· 


of tailings ; the methods for dealing with slimes had only 
quite recently approached practical solution. Three pro- 
ceases had generally to be employed :—Conoentration, 
treatment over amalgamating plates, and finally with cyanide 
and deposition of the tailings. The descriptions of many 
processes failed to give any idea of the time occupied or the 
space required by the plant. The costs were difficult to give 
where labour is a factor that varies everywhere, and this 
factor alone may range from 2s. a day in one case, where & 
given plant is considered, with Kaffir hand labour np to 10s. 
or 12s., where white labour is employed. Messrs. Sulman 
and Teed were twitted with not giving any costa or scientific 
details of their own which is a percolation one 
pare and simple. The cost of the Pelatan-Clerici process is 
governed by local questions; the variations for different 
classes of ore are effected by altering the length of time and 
quantity of chemicals. 

аш be absent in the Siemens and Halske pro- 


cess, and same condition is essential to success in all 
circulation : a great many more than those men- 


tioned have been invented, and even put to work. 

The president, Mr. J. W. Swan, followed General Webber 
with a few remarks that were useful in giving those present 
who were not metallurgiste, a clear idea of the difference in 

Thus the one before the meeting was intended 
or the amalgamation of gold that had not been brought 
into solution, its main object being to put the gold in a con- 
dition favourable for being taken up by the mercary. On 
the other hand, the Siemens-Halske procees was one for the 
simple deposition of gold from a clear solution of gold 
already dissolved by cyanide. 

Mr. Sherard Cowper-Coles then gave the description of 
his process for the production of projector mirrors, which 
was rendered all the more interesting by the use of the pro- 
jection lantern, whereby a number of instructive slides were 
thrown upon the screen and explained to the audience by 
the author. In brief, the method consisted in depositing 
copper жанд agp on the back of a silver coating thrown 
down chemically on the surface of a glass mould of the 
desired form, the silver being afterwards covered by a coating 
of palladiam to protect the silver from tarnishing. The 


silver and copper reflector is separated from the glass mould 
by heating in water to 120° F. | 

Mr. Grove thought the method was of particular value, as 
it enabled a projector mirror to be produced which did not 
require the excessive care in handling of an ordinary mirror, 
while it would probably be less effected by the blaish-white 
soot thrown off by the arc, and would, perhaps, be applied 
with advantage to the maaufacture of the opaque screens 
used in projectors to maintain the paralleliem of the beam 
by cutting off the direct.rays coming from the front of the 
arc. General Webber conceived that this field of improve- 
ment might be of immense benefit to those who had to con- 
duct the defence of our coasts in times of danger or under 
threat of invasion. 

Mr. Mordey rose to protest against the assumption, implied 
in the observations of some speakers, that the [nstitution was 
not concerned with the cost, or questions of cost. Не 
thought that articles should be produced as cheaply as 
possible, and humorously remarked that while engineers are 
those who direct the forces of nature to the benefit of man- 
kind, if the expense of any process is so great that man has 
nothing to eat, it is not much good to direct the forces of 
nature to his advantage. Mr. J. W. Swan congratulated Mr. 
Cowper-Coles very warmly upon his success in devising the 
process described, as he had considered the question years 
ago at the suggestion of Major Bagnold ; but, foreseeing 
many objections to an electrolytic method, he had never ven- 
rel to combat them, and was pleased to find that such 
methods had proved во successful in the hands of the author. 

The meeting adjourned with the interesting notification 


ringing in their ears that the next paper would be one by 


Mr. Binswanger-Byng on 200-volt fittings. The Institution 
has done well to procure papers on such “live” subjects 
as accumulator traction, electro-chemistry and now electric 
lighting. No doubt our friends—the station and contracting 
fraternity—will be glad to get back to a subject about 
which they have more to say than the extraction of gold— 


from ores. 


THE “ALLAN” ACCUMULATOR. 


THIS &ccumulator, manufactured by Allan & Adamson, 
Limited, has now been on the market for nearly three 
years, having undergone many severe and searching testa, 
not only at the company's works, but at the hands of 
others. The battery has quietly and steadily pushed ita way 
forward, but the company decided not to court publicity in 
any special way until the most efficient methods of manufac- 
ture had been decided opor, and the battery had given satis- 
factory evidence of its e G 

These matters having now been firmly established, the 
5 no reason for further delay in bringing the 
accumulator more prominently before the electrical world; 
the more so, that recently a very important and valuable 
improvement haa been made upon the plate, affecting its 
mechanical strength, and its efficiency as a support for the 
active material. 

The plate is (as suggested by the last remark) of the pasted 
form, the paste or active material being supported in a hollow 
frame, both + and — elements being of similar construc- 
tion. The hollow frame has lattices extending from edge to 
edge on both its sides, whilst the edges are perforated, and 
the paste is forced into these perforations to insure its more 
perfect support. Until recently the frame, cast in one piece, 
had the bevelled edge of its lattices on the outside, bevelled 
sufficiently to enable the frame to easily leave the mould, 
whilst the inner surface of the lattices were cast flat against 
the core; this form of lattice was deemed defective, as not 
gecurely locking the active material within the frame, and 
the attention of the management was directed towards re- 
versing the lattices, whilst still casting the frame in one piece. 
This difficulty was ultimately overcome by a very ingenious 
method of casting (devised by Mr. Allan), which we are not 
at liberty on the present occasion to describe. The advan- 
tage of this improvement, however, must be at once apparent, 
as, by the new method of construction, the active material 
is preserved in one unbroken mass throughout the frame; 
that is, the frame supporta the active material wholly from 
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the outside. It is this peculiarity which confers upon this 
plate its freedom from buckling. 

The composition of the paste is of such a nature as 
permits it to be made of almost any degree of hardness 
during formation without in any way lessening its power to 
discharge at very high rates; indeed, in this respect, it is 
claimed that the Allan ” accumulator is unusual, as its rate 
of discharge for three hours is said to be 1:5 amperes per 
pound weight of complete cell, whilst ita average capacity in 
watt-hours, at a similar discharge rate, is equal to 9:0 
pound weight, the total ampere-hour capacity being equal to 
6 amperes per pound weight, a/so of complete cell. A farther 
idea of its capacity, weight, and size of a battery, may be 
gained by giving the following quotation from a tender which 
es just been submitted for use on a new electrically-driven 
cab :— 
* Forty cells of 210 ampere-hours guaranteed capacity. 
The weight of these celle, complete, will not exceed 1, 300 lbs., 
and they will measure outside 35 inches x 34 inches x 12 
inches high." 

The *Allan" accumulator makes strongly for traction. 
Its high capacity and discharging rate for its weigbt, its light- 
ness, strength, durability, and immunity from buckling, all 
render it гүлө adapted to this class of work. 

Light and small, it can be more easily handled, and we all 
know that batteries, as a rule, suffer more in handling than 


they do in the actual work done by them. Aiming at per- 
fecting their accumulator for traction work, the company 
is convinced that all other uses are baing met at the same 
time. 

The manufacturers consider the batteries admirably 
suited for every class of work, and having given them a 
thorough test for durability, are prepared to guarantee them 
and to substantiate the figures given. 

Several test *heets have been sent to us, all of which make 
out a remarkably good case for the Allan" cell, but we have 
not apace at our disposal to publish these. 

We have, however, had an opportunity of seeing the 
process of manufacturing the plates, and of seeing several of 
the cells in operation, and there seems to be no reason why 
the merits claimed for this type of secondary battery should 
not be fully borne out in practical operations on a large 
scale. In any case electric traction experts will do well to 


fully investigate the claims made for this battery before 
deciding upon a choice of accumulator either for tramcars or 
other electrically-driven vehicles. 

The North Metropolitan Tramway Company has had at 
least two sad experiences of the uses of rus эз batteries 
on certain sections of its lines. Ів it too much to hope that 
its enterprising and far-seeing managing director may see 
his way to yet another, and we trust commercially successful, 
venture ? 


THE BALL AND WOOD ENGINE. 


ONE of the examples of the high speed American horizontal 
engine bsing introduced into this country by Mr. F. Nell 


cre so well known as a supplier of turbines), of 97, 


Queen Victoria Street, is that known as the Ball and Wood 
Engine. It is one of a box frame type, with over-hung 
кдте and two fly-wheels with fly-wheel governor, and is 
claimed to regulate to 1 per cent. between abrupt changes 
of по load and full load. In tbi: engine there is a peculiar 
slide valve which works between top and bottom faces. The 
porte are on the lower face, the steam entrance is in the 
upper face. The valve is ia two parts, kept apart by the 
steam which is inside the valve, the two parts being joined 
by a telescopic sleeve. Exhaust takes place into the valve 
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chest. The face pressure is thus moderate ard constant, 
and the wear even. The system of lubrication adopted is 
that of the oil pipe, clean oil from a reservoir being led to 
the parts through a filter and adjustable sight feed. | 

The Ball and Wood engine is one of those developed to 14 
present perfection by the electrical industry, and in our 
illustration we show one of these engines directly coupled to 
a dynamo. | 

he eub-division of units has made the demand for 

economical engines of small power very large. Before 5 
days of electric light, small- powered engines could not 
obtained of economical type. The same tendency to 0 
several units has spread to ordinary factories, where seve 
small engines of good type are better than one large engine, 
probably owing to the great convenience they offer in 
running a department overtime when other departments 81 
stoy ped. 


Vol, 43. No. 1,056, Fasnvasr 18, 1898. THE ELECTRICAL REVIEW. 


218 


In these engines there are double-disc counter-balanced 
cranks, the balance of the moving parts being thus direct 
and equally distributed on each side of the centre line. The 
two fly-wheels are outside the frame, and are made with a 
aplit „the split being radial only, and not diametral. 
When placed on the shaft, the boss is tightened by a stout 
throagh bolt, and opposite the bolt are two keys held tight 
by set screws. To n the wheels on their shaft it is only 
needful to use a small wedge to slightly open the boss во as to 
enable it to slip easily in its place. The governor, of fly-wheel 
type has the inertia weight and spring, and the inertia aids 
the centrifugal force. The weight arm is hollow, and has 
pockets for weights to vary the normal speed. The governor 
acts by moving the eccentric across the end of the sbaft in 
such a way as to give a lead varying with the cut-off from a 
maximum at the latest point to zero, when the weights are in 
their extreme out position. Some idea of the powers of 
these engine may be gather.d when we say that the 10 inches 
by 11 inches single cylinder engine run at 300 revolutions, 
will give 54 H.P. at 80 lbs. initial pressure. 

The 16 inches by 16 inches engine at 250 revolations, gives 
211 H. P. at 100 Ibs. initial. | 

Where an engine is wanted for direot connection, the bed 
or frame is made to suit the dynamo frame desired во as to 
obtain a harmonious combination. 

In the catalogue before us, disgrams are shown from a 
9 inches x 10 inches at 825 revo'utions, which show 8 
reduction of load from 800 to 75 amperes in 10 seconds. 
The diagram of each revolution is fairly closely traced as 
the load was taken off, and the governor action is made very 


plain. 
The Ball and Wood Company do not confine themeelves - 


to small horizontal engines, or even to horizontal engines. 
They make also engines of vertical type and large size, for 
either direct connection, belt, or rope driving. 


THE MEASUREMENT OP INSULATION RE- 
SISTANCE BY ALTERNATING CURRENTS. 


For some time past,a rule has been in force in Germany 
which requires that the insulation resistance of any eleotrio 
installation which is to be connected to the supply mains, 


shall be at least equal to I ohms, when n is the 


number of lamps fixed ; and, further, that the test shall be 
made with a pressure equal to that at which the circuit will 
be worked. In order to avoid the necessity of carrying 
about a battery capable of giving a testing pressure equal to 
the working pressure of the circuit, various methods have 
been suggested of making the test by means of current 
taken from the supply mains; and these methods, par- 
ticularly in the case of alternating current supply, have 
lately formed the subject of articles in both German and 
French technical journals. 7 

One of the methods proposed consists of connecting one 
pole of the supply mains through an alternating current 
voltmeter to the oironit to be tested, whilst the other pole of 
the supply mains is earthed ; the insulation resistance being 
calculated, as im the cage of direct currents, from the 
formula, в = с. Uu where d is the resistance of the 


Li 


voltmeter, and v and v' respectively the readings of the volt- 
meter when connected between the two poles of the supply 
mains, and between one pole and the circuit under test. 
Objection is taken to this method, because the resistance of 
-the ordinary electro-magnetic voltmeter for alternating 
currents is so low that the instrument cannot be used to 
measure the insulation resistance of a circuit where the 
number of lamps fixed is sma'l. This objection is, of course, 
an important one, but we do not think that accurate results 
would be obtained by this method, even on circuits of which 
the insulation resistance came well within the range of the 
voltmeter, unless this latter was specially arranged so that 
the non-inductive resistance in series with the working coils 
formed а very large percentage of the total resistance of the 
instrument, Again, although one pole of the mains might 
be earthed if each installation was fed by a separate trans- 


former, there would be very great objections to the earthing 
of one pole of a low tension distributing network. 

To get over the first-named difficulty of want of sensitive- 
neas, an instrument has been devised by the Allgemeine 
Electricitiits Gesellschaft, in which the fixed coil is connected 
across the terminals of the supply mains, and is arranged to 
take a current of 1 ampere or more во as to produce a very 
strong field, whilst the circuit of the moving coil, which is 
of high resistance, is connected between one pole of the 
supply mains and the circuit to be tested. This type of 
instrament should certainly give much better results than 
the ordinary voltmeter, but the objection to earthing one 
pole of the supply mains still remains, and renders this par- 
ticular method of testing inadmissible in many cases. A 


slight modification of the method of testing would render 


the earthing of one pole unnecessary, but it would at the 
same time redace the testing preasure from that between the 
supply main; to the pressure between one pole and earth; 
and this might be anything between the full working pres- 
sure and half that amount, according to the condition of 
the distribating network. Of course, the objection to earth- 
ing mizht be removed by using a small equal ratio trans- 
former to supply the testing current, bat this would be nearly 
as cumbersome to carry round as the testing battery. 

A bridge method has also been proposed and tried, the 
galvanometer being replaced by a telephone, and the battery 
by а connection to the supply mains, whilst the terminals to 
which the unknown resistance is usually connected, are joined 
up, one to the circuit under test and the other to earth. 


. This method has been tried with a working pressure of 120 


volts and a frequency of 50, but was not found sensitive 
enough to give satisfactory results, and although it is stated 
that accurate measurements could be made when the testing 
current was supplied by an induction coil instead of from 
the supply mains, the method does not appear to as to have 
any advantages likely to bring it into general use, 

If any method is to be used in which the testing onrrent 
is taken from the mains, we would suggest that the circuit to 
be tested should be connected to one pole of the supply 
mains tbrough a non-inductive resistance, and that the 
potential differences between the terminals of this resistance, 
and between the supply conductor and earth should be 
measured by an electrostatic voltmeter. The insulation 
resistance of the circuit would be given by в = >. = | M 


when r is the value of the non-inductive resistance, ard 
v and v' respectively the readings of the voltmeter when 
connected to earth and across the terminals of the resistance, 
The value of the resistance, 7, must, of course, be such that 
it is at least equal to " - if в is the highest insulation 
геғіапое to be measured, and z the ratio of the highest and 
lowest readings of the voltmeter. — | 


ENCLOSED ARC LAMPS. 


Since the introduction of the commercial aro lamp, says the 
Elect. ical World, in 1878 no improvement has been made in 
its development that can compare in commercial value with 
the enclosed arc principle. The use of the enclosed arc 
has practically revolutionised the aro light це; апд, 
says our contemporary, one of the earliest and most 
successful lamps of this character placed пров the market was 
the Jandus double enclosed arc lamp. This lamp, which is 
manufactured by the Jandus Electric Company, Cleveland, 
Ohio, has been before the pasie for the past three years, both 
in Europe and America. The Jandus lamp buras directly 
across the terminals of a potential circuit without waste of 
energy. This makes it desirable for a street lighting system 
where multiple circuits are used, and for an underground 
system it is particularly adapted, because lamps can be ооп- 
nected wherever necessary without the inconvenience of run- 
ning connecting wires between pairs of lamps or installing 
two lamps where only one is needed, or wasting the energy of 
one lamp, as was necessary under the old system of oonneotin 

two lamps in series, For interior lighting, the economy an 
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convenience of burning lamps singly cannot be over-estimated. 
The Jandus lamp has been highly endorsed by the Board of 
Fire Underwriters generally. Mechanically and electrically 
it differs greatly from any other lamp. ‘The action of the 
lamp is extremely simple. There is only a single winding 
which forms the solenoid. The armature is held suspended 
in a strong magnetic field formed by the iron frame of the 
lamp, which surrounds the winding. The regulation of the 
lamp is maintained by the weight of the armature, which is 
considerable, opposing the pull of the magnet, When the 
arc becomes too long, from the consumption of the carbon, 
the magnet will weaken, owing to the decrease in the current 
flowing through it, caused by the increased resistance of the 
arc, and the armature will fall a little until the arc has 
regained its normal strength, and the current consequently 
- restored, when the magnet will again hold the armature 
stationary. The armature is the plunger for its own dash 
pot, formed in a brass tube inside the coil. The carbon, 
extended by a tube or sheath, is inserted directly into the 
clutch, consisting of a pan-shaped piece, carrying four clutch 
rings, which fall by gravity and grip the carbon between the 
inclined side of the pan and the carbon. The clutch releases 
this and allows the carbon to feed when the armature has 
descended, until the clutch rings rest upon the releasing tube. 
This form of clutch allows the unequal sizes of the carbons 
and sheath to be fed through it with equal accuracy. The 
current is conducted to the carbon through a series of 16 
contact rings, which are arranged in a circle and make a 
flexible contact with the carbon. One of the great advan- 
tages of the absence of the carbon rod is that the current is 
conducted from the mechanism directly to the carbon. The 
upper carbon is held concentric with the lower by the globe 
cap, which is centred by the guides on the bottom of the box 
enclosing the contact rings. The armature carrying the 
clutch is therefore the only movable part in the entire 
mechanism of the lamp, the absence of springs or adjust- 
ments being one of the most notable features. The yoke 
supports the inner globe and the lower carbon holder at its 
bottom end, where a ring admits the arms of the spider 
carried on the lower holder. This spider, by a turn to the 
right, locks the holder in position, and closes the electrical 
circuit through the lamps. The outer globe is secured to the 
yore by a circular nut, and is closed, air-tight, at this point 
y means of asbestos gaskets. The Jandus standard lamp 
for outdoor service is provided with a waterproof case, and 
the terminal wires are led through water-tight rubber 
bushings, no hood being required. The rheostat is placed 
below the lower carbon holder inside the outer globe in a 
position where it will cast no shadow, and is thoroughly 
p from the weather and readily accessible. In the 
amp for inside service the rheostat is placed in a canopy at 
the top, where it can be readily adjusted by dropping the top 
half of the canopy. A cut-off switch is provided in 
the canopy. The Jandus lamp is claimed to embody 
the following advantages : Long life (the lamps burning 150 
hours on a single half-inch carbon) ; lamps burn singly with 
economy on 110-volt circuit ; perfect diffusion and uniform 
distribution of light; absence of flickering; practically 
noiseless in operation; fewness of working parts; decrease 
in cost of repairs, and small size. 


THE PROTECTION OF ELECTRIC 
POWER TRANSMISSION CIRCUITS FROM 
LIGHTNING.“ 


By JOHN T. MORRIS, Stud. Inst. O. E. 


Тнв importance of efficiently protecting electric power transmission 
circuits from lightning is shown by the fact that in some of the earlier 
installations it was found more economical to shut down the generat- 
ing plant than to run the risk of an armature being burnt out, or 
other similar mishap, during a severe thunderstorm. The danger 
lies not so much in the conduction of the discharge to earth 
as in the arc, started by the lightning, being maintained by the 
current. After demonstrating in a curve the relation between the 
sparking distance and voltage, the author shows that the discharges 
from which the line must be protected are of three kinds: (1) Those 
due to lightning actually striking the line; (2) the rush and surgings 
of electricity induced in the line; and (3) those due to slow accumu- 


Abstract of paper read before the Institution of Civil Engineer 
Students, February 11th, 1898. 


lation of the charge. Discharges of the first kind are extremely rare, 
those of the third are occasional, while those of the second are the 
most frequent. The methods of preventing discharges from 
entering the circuit are described: at Niagara and Griinberg 
earthed wire is stretched along the circuit a short distance above 
conductors; and the means of providing opportunities for the 
charge, after having entered the circuit, from passing to earth, 
detailed. Lightning arresters may be divided into two classes: th 

in which the line is permanently connected to earth through a high 
resistance, and those consisting of a short spark-gap, one terminal 
being connected to earth and the other to the line. Examples of 
both types are explained, and the various methods of i 
the arc are d welt with, typical instances of each being described. 
After dealing with the non-arcing properties of some metals, such as 
zinc, cadmium, antimony, bismuth, &c, the author proceeds to 
detail arrangements for good earths, and the methods, such as by 
choking-coils, of preventing discharges passing along the line to the 
power-house ; the best positions of arresters in power transmission 
and tramway work are shown, and a description is given of a 15,000- 
volt 3-phase arrester and choking-coil rack The author concludes 
by considering the number of arresters required upon a circuit: 
recent experience has shown that one per milein sheltered places, and 
as many as twleve in exposed positions are n to ensure a 
reasonable degree of safety. The principles employed in some 
arresters were illustrated by experiments. Numerous specimens of 
different arresters used in power transmission work were exhibited. 


SOAMES’S MOTOR-TESTING BRAKE. 


Tuis brake, which is being introduced by the Davies Motor Com- 
pany, is of extremely simple construction, and gives perfectly definite 
weighing of the torque on ерин ander test against ordinary dead 
weights. It consists of a steel lever working on knife edges, which 
can be raised or lowered by the hand-wheel at the top of the brake. 
Holes are drilled in the lever at equal distances from the. centre, 
corresponding to the ordinary sizes of pulley in use. "The centre of 
the brake is placed over the centre of the pulley, and from the two 
holes corresponding to the diameter of the pulley under test is sus- 
pended a piece of webbing, which passes round the pulley, as in the 


/ 


When the pulley is running, a weight, say, from 1 to 
30 lbs., is suspended on the end of the arm, as shown. e whole 1s 
then raised by turning the hand-wheel, tightening the belt on the 
pulley until sufficient friction is pat on the belt to raise the arm to 8 
orizontal position and keep it floating there; the speed of the 
pulley being taken at the same time. The usual constant, vis. 
x L + 93,000, 1 the distance of the weight from the centre, 
mult plied by the s and the weight, gives H.P. direct. The size 
of the pulley, which should be perfectly smooth and flat, does not 
enter into the equation, so long as the distanoe between the holes in 
the arm is equal to its diameter; the band must, in all cases, be hung 
from two holes equidistant from the centre. It is stated that every 
reading can be repeated with absolute certainty, and that each one 
does not take more than 10 seconds at the outside. 
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HORSE-DRAWN CABS v. ELECTRIC CABS: 


im hl coon, t operating run! bmi aac 


differ greatly from those ruling in Lon — 
Daily Cost of a Horse and Cab 
Francs. 
expenses s 
Tickets (cabman's) Ws К 0.01 
А ticeship and oe E Ж 005 
Toron па v > es 0.07 
[124 0 02 
Lighting of carriages mi бера А . 0.11 
и ee coe ees ees 0.09 
е ee eee see eee ees 0.03 
an damage 006 see eee eos eee . 
Rent of бердә  ... "IX Hu не .. 1.05 
рна staff and employés „„ ee .. 099 
d taxes e . 286 
Food, ah and wear and tear of horses T .. 6.65 
Renew wear and tear of rolling stock .. * 2.74 
Wear tear of property SE 744. ч Мы 0l 


° 12s. 4d. = 15.44 


Daily Cost of an Electric Cab nu 
(The number of carriages being equal in the two cases). 


Francs. 
General oes see cae P .. 0.17 
Finanoial ex bs " .. 0.08 
Tickets (oman a) 958 E P БР .. 001 
Арргеп р and sundries... оов oet .. 005 
ес fund ... a$ sua ses eee . 0.04 
re insurance ‘aa wee .. 001 
Lighting ot carriages and дерма з sad .. 0.06 
1 ssi ЗРЯ .. 0.01 
wae ee [I1] eee eee 060 ese eee 0 06 
Syndicate e РА a 0.05 
ts damage . = 5 0.24 
Rent “рч see ee TT 0.35 
— аҹ and employés ; Бә 0.50 
апа 026 [I1] eee ees 1.50 
Electrical energy and accumulators .. |. .. 2.20 
and wear and tear of stock . sii .. 274 
Wear tear of property ae xe ‘cs % МОТ 
76. 44. = 9.13 


сота an underestimate there is still а large balance in favour 


BUSINESS NOTIOES, &. 


Announcement.—Mr. 8. Harrison, of Wigan, informs 
us that the in the execution of orders, occasioned by the recent 
fire is at an end, and that he is now in a position to give prompt 
delivery. He has, moreover, secured at 

Wigan, mn, to which the workshops and showroom will be transf 
soon as the necessary alterations are completed. 


Business Announcement.—Messrs. Reed & Jenkins 


lamp. 


Disselation of Partnership. —Messrs. J. McLellan and 
G. J. Wells (John MoLellan & Oo., electrical engineers, 
Road, Blackburn), have dissolved partnership from May 31%, 1897. 
Debts to be attended to by J. McLellan, who continues the business 
under the old name. 

Liquidation Копен Mr. J. Н. Thornton, of 2, War- 
wick t Street, andon, W., liquidator of the National 

bution of Electrici Secon 


‚ Limited, 
of debts or claims, on or before March 
Creditors of the Electrical Traffic Syndicate should send particulars 
of their debts or claims and the usual information to Mr. Maurice 
Jenks, 6, Old Jewry. E О, liquidator, by March 26th. 


ө The Automotor and Horseless Vehicle Journal, 


Electrical Wares Exported. 
WI Бирма Ёрв. 157x, 1867. Wir Enpme Рив. 15тн, 1898. 


в в. | & в. 
Albany ... T 158 0 | Aden. Teleg. mat. . 22 0 
Alexandria. Teleg. mat. 140 0 - .. 80 0 
Amsterdam 50 0 Antwerp... eee .. 244 0 
еса Qm - 5 4 5 Я . 27 0 
В bane. Teleg. 8 Bang eee e eee 329 0 
5 Teleg. mat.. 59 0 А *. 210 0 
B see eee 10 0 " . wire 98 0 
Oalcutta A 790 0 | Boul 0 
Саре To n 321 0 | Buenos Ayres. Teleg. met. Ji 0 
Corfu. Teleg. mat. 23 0 ; 0 
бап ... ace ‚ 408 0 | Cape Town 3 is 26 0 
East London 340 0 | Olinde . 156 0 
воба 3 A. 0 орава sa 1 sen 0 
Ham Teleg. 225 0 EX aad 0 
Hobart * 31 0 | Durban Pd Р 9,01 0 
А 155 0 | Flushing 2. 60 0 
Port 161 0 Gibraltar .. 538 0 
276 0 | Gothenburg —. 123 0 
Shanghai 527 0 | Hong Kong 150 0 
Sydney ... „ 1,181 0 | Leghorn... 5% 122 0 
Trinidad. Telep. mat. 48 0 | Lisbon ... 48 0 
a 0 | Madras ... -— 5 0 
x Telep. mat. 2,320 0 Melbourne . 762 0 
Napier ... - .. 10 0 
O dis ‘ 50 0 

Port Elissbeth. Teleg 
— ос ша 
Singa е? .. 178 0 
к . wire... 61 0 
Sydney ... as „ 935 0 
Trinidad ous 23 0 
W ese 77 0 
Yokohama wes 935 0 
Total £8,644 0 Total £11,974 0 


Concentric Wall Connections.—Mr. A. P. Lundberg 
sends us a sample of the “Gem” concentric wall connection, which 
he is just putting on tke market. It is claimed to be simple in con- 
struction, small in aize, and neat in TH APR Bafety is claimed 
as вата of its good 

well separated, an on this acoount 


ts, as the мыр Кы — ро polarity are 


more difficult matter; the small hole in the ores be plug being 

only j-inch diameter) is also an advantage. In outside ap 

closely resembles the Dot” two-pin wall connection, which is in 

great demand, and can be fitted with similar varieties of covers and 
ous AS бої panom It is only 1j-inch Samen and 1 воп 

ht over when plug is in connection with ү 
long fuse is provided for, if such is required, and all plugs and sockets 
— 


W e (Wheatley, James & Browne's spi is с 
placed пров не: паг w ру 3 амо & Browne, ы 
Victoria treet, trum or 
shop window lights, street lamps, sdvertidog е а, Its 
ue s is to „ switch “on” and “off” at any desired 
winding of the clock being the only atten on neces- 

— n py 1 with a quick make- and - break eee switch, which 


eee eur . e y satisfactorily both on are and 


incandescent circuits. involving the те. paan is very 
simple, though reliable. le transmission wheel connects this 

mith, the clock, w ch is a pendulam movement. The 
instrument is enclosed in а painted iron cto, and the dias aro covered 
by a circular bevel glass in polished glass rim. For outdoor use it is 
enclosed in a dust-tight, damp- F 
in the base or attached to any 


Electro-Chemistry and ы ена Utilisation in 
Switserland.—A company БЫ is in course of formation at Berne, with a 


capital of £80,000, to Known as the Electro-Ohemische Industrie 
to put down plant to utilise certain available water- 
power, and to erect an electro-chemical factory near Thusis. 
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Electric Lamp Carbons in Canada.—It is reported 


that new works for the manufacture of arc lamp carbons by a special 
process are about to be established at Brockville, Ont. 


Fire Alarms.—The houses of the members of the fire 
brigade are to be connected by means of electric alarms. 


Foreign Cable Agency.—A first-class London firm, well 
connected with the electrical trades, is required to represent a foreign 
cable factory in England and British Colonies. Appli-ations are to 
be addressed to K. E., 763, care of Rudolf Mosse, Cologne, Germany. 


Harrison Coles & Со. v. Radford,—At Wandsworth 
County Court on Monday, Messrs. Harrison Coles & Oo., sued Mr. 
Joyce Radford, of the Station Hotel, Richmond, for the cost of 
installing the electric light. 'The case was settled by defendant 
agreeing to pay £18 provided the work was done satisfactorily. 


Institution of German Electrical Engineers.— The 
annual report of the Berlin Elektrotechnische Verein states that the 
number of members in January was 2,444, of whom 555 were resident 
in Berlin. As compared with January, 1897, this shows an increase 
of 371 members. 


King's College Eagineering Nociety.—4At a general 
meeting held on Friday, February 11th, Mr. J. Р. L. Bradwell read 
а paper on the “ Manufacture of Incandescent Lamps." The author, 
commencing with an account of the parchmentising process of making 
filaments, went on to describe the different processes of mounting, 
and the uses of flashing; he then concluded with a short description 
of the method of making the bulbs, and sealing in the filaments. 


Krupka & Jacoby.—We have received from Messrs. 
Krupka & Jacoby a set of illustrations of figures and wall decorations 
for electric lighting, of which we give an example, as the showrooms 


of the firm at 62, Watling Street, are now stocked with a great 
variety of this specia] class of goods; those who need fittings of an 
ornamental character should not omit to pay them a visit, for the 
designs are extremely beautiful and artistic. 


Lists.—The Phcenix Glass Compavy, of New York (Lon- 
don representative, Mr. A. L. Gibson, 4, Queen Victoria Street, E.C.) 
sends us a list of the Davis Indicating Globe. This is a globe in the 
shape of a hand, with a finger pointing to “ office," exit," &c., these 
words being on the back of the hand in black. The globes are made 
in o ruby, or flesh tint. 

essrs. Green & Boulding, of Featherstone Street, City Road, are 
sending out a list dated February 1st, 1898, giving full details of the 
Buffalo automatic injector, also some notes of the Shipman” engine, 
Tripp metallic packing, &c. 

‚ Messrs. Price & Cornell, of 15, Victoria Street, S.W., have issued a 
list giving an illustrated description of the Westminster gas engine 
("Otto" principle). Prices and particulars of single cylinder hori- 
zontal engines, from 2 to 30 H.P., are given, also of small horizontal 
motors 4 and 1 H. P., and vertical motors 4 and j-H.P. 


Lloyd & Lloyd v. D. and W. Henderson & Co.—In 
this action, which has already been briefly reported in the Erzc- 


TBICAL REvIEW, Sheriff Strachan has issued an interlocutor ordering 
an opinion of English counsel to be taken on the question. It will 


be remembered that plaintiffs sought to recover from defendants 


£600 as patent royalties for years 1895, 1896, and 1897. Pursuers 
hold letters patent in the United Kingdom for the Benardos system 
of electric welding, and at pursuers' request, they allege they had 
рече a license to use the invention. Defenders delivered license 
to pursuers signed by A. P. Henderson, for self and 

The pursuers contend that by the law of England there is continuing 
liability for the total royalties to the end of the patents amounting 
to £2,600, less £400, already paid by the defenders. The defenders 
refuse to pay further royalty on the ground that there was no com- 
pleted agreement, and that they had ceased using the invention. 


Lyell v. Davies.—Judge Lumley Smith, Q.C., delivered 
judgment in this case at the Westminster County Court last Satur- 
day. The plaintiffs, Mesers. Lyell & Co., electrical engineers, bad an 

for a frame in which the portraits of King Oscar and the Queen 
of Sweden were to be enclosed. They were fitted for the electric 
light, and were to be used in the decorations in Stockholm on the 
occasion of King Oscar's Jubilee. The frame was handed to the 
defendants with instructions to ship it by a certain boat for delivery 
at Gothenburg. They missed the boat, and on its arrival no artists 
could be obtained to paint the portraits, and the frame was therefore 
refused. Had it gone by the boat arranged for, it would have gone 
through all right. His Honour found that defendant undertook the 
risk knowing all the circumstances, and there would be judgment 
for the plaintiff for £18 with costs. Leave to appeal was given. 


Packing Export Goods.—In connection with our 
recent comments on the necessity for more careful packing of 
machinery for foreign parts, we note from a paragraph in the Times 
that Germany attributes a good deal of its success abroad to the care 
which is given by manufacturers to packing and transport. The 
lateet report from the British Legation in Munich contains some 
observations on the great importance of packing goods in such a way 
as to set them off to the best advantage, and of the improvements 
made in Germany in this respect during the past few years. Ten 
years ago German consular reports contained numerous complaints 
of defective packing and arrangement ; but this has now been altered, 
and the Germans are said to surpass the French in the tasteful and 
suitable manner in which they present their wares to foreign buyers. 
The requirements of distant countries in regard to packing are 
carefully studied. The various methods of transport after arriving 
at the ports of discharge are known and provided for, as well as the 
provisions of the different tariffs, во that goods may be packed in 
such a way as to pay as little duty as possible. 


Rochefort-sur-Mer Exhibition.—Au iaternational and 
colonial exhibition will be held at Rochefort-sur-Mer from June 186 
to October lst, 1898. The exhibition will be established on the 
Esplanade and the Roz-Bry Square. All the products of commerce 
industry, marine, and the fine arts will be » and metallurgy,’ 
mechanics, and electricity will be special features. For all 
further particulars, apply to La Mairie de Rochefort-sur-Mer. 


* Scientific American " Catalogue.—We have received 
from the publishers of the Scientific American (361, Broadway, New 
York), a cloth bound copy of their new Scientific American Supple- 
ment ^atalogue, giving, in carefully arranged form, titles of articles 
which have appeared in that paper on variety of subjecta of scientific 
interest. The list is a good index, reference being made to 10,000 of 
the more important articles. 


Scottish Cyanide Company.—We reproduce the follow- 
ing from the North British Daily Mail:—" The Scottish Cyanide 
Company will begin operations in a fortnight at their works at Leven. 
The process patented by Mr. Reymond, of Edinburgh, is purely 
el cal, the clay thereby being heated in its entirety, whereas by 
the old method this could not be secured. The electric plant is the 
best and most valuable laid down in the kingdom, and ite cyanide 
of potassium will be put on the market at a much lower rate than 
presently secured. The capital of the new company is £200,000." 


Smoking Concerts,—On Friday last, at the Grosvenor Hall, 
Buckingham Palace Road, between 300 and 350 employés of Messrs. 
Drake & Gorham, and their friends, attended a ка erro and 
а very pleasant evening was spent. Mr. Drake stated that 1897 had 
been the firm's record year in turnover, in spite of increasing com- 
petition, and that during the 12 months £1,000 had been 
distributed among the employés in the form of bonuses. 

A smoking concert of the drawing office staff and others employed 
at the Electric Construction Works, at Bushbury, was held at the 
Swan and Peacock Hotel, on 5th inat. 


Water-Power.—The subject of water-power utilisation 
for electric lighting installations is an attractive one, and it will 
interest our readers to know that Mr. Alph. Steiger has just supplied 
and erected a new turbine plant which utilises a fall of only 2 feet, 
and develops 40 brake horse-power, for Mr. A. J. Taylor, of Strensham 
Mills, near Tewkesbury. The plant has just been most successfully 
s‘arted. There are probably not a dozen turbine plants in the world 
utilising such a low fall; but the success claimed in this instance 
shows that even low falls, of which there are plenty in this country, 
can be turned to good account. 


Workshop Lighting.—Messra. Robey & Co. have put 
down the necessary plant for lighting the workshops, offices, 
other buildings, of Messrs. Wm. Pattinson & Sons, builders and con- 
tractors, at Ruskington. 
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ELECTRIO LIGHTING NOTES. 


Aberdeen.— Prof. Kennedy was in Aberdeen on Saturday, 
and conferred with the Gas and Electric Lighting Committee re 
extensions of electric lighting to the West End, the utilisation o- 
dust, and the p d electric tramways. "The professor will report. 

It is proposd to light the West Church by electricity. 


Adenshaw.—The District Council recently conferred with 
the Manchester City Council re electric lighting, and the latter body 
offzred to lay cables to supply such places as Adenshaw at the same 
price as Manchester residents pay. 


Ashton.—The Council has approved of a design of aro 
lamp pillar, with incandescent lamp brackets, submitted by Mr 
Clirehugh. A tender bas been accepted. 


Ballymena.—Imm:diate steps are to be taken to have 
the town lighted electrically. The clerk to the Commissioners is to 
get information from English towns as to the systems. 


Bermondsey.—The E'ectric Lighting (Committee has 
been empowered to obtain a further report from Mr. Manville, 
with the proposal to combine dust destruction with the 


dealing | 
electric lighting scheme. 


Blockley.—On Tuesday last the small раз for street 
lighting was inaugurated. Messrs. T. Parker, Limited, supplied 
the dynamos (one for the public, and one for private supply), one 
being worked by a 13-H.P. turbine, and the other by a 10-H.P. 
vertical en There are 28 lamps in the streets. The cost has 
been defrayed by public subscriptions. Major Spencer (whose wife 
switched on the current) replying on her behalf, said that nine years 
ago the village adopted electri¢ street lighting, and it continued 
until the Blockley Electric Light and Manufacturing Company 
dissolved three years ago, since when oil lamps had been used. Mr. 
H. N. Warburton was the electrical engineer for the work. 


Cheltenham.—The electrical engineer has reported that 
the two new boilers had been erected and tested with satisfactory 
results, and that the first 220-kilowatt steam alternator would be 
ready for steam trials on February 9th. Mr. Waghorne stated that 
the electrical engineer estimated that the delay in the supply of 
machinery caused by the engineering dispute bad involved the loss 
of something like £1,000 to the electric light revenue. 


Cordoba.—From an article in à Buenos Ayres paper, we 
gather that the electric light and power works for Cordobe, Argentine 
Republic, are in so advanced a state, that in the course of a few 
weeks supply may be commenced. Tarbines and dynamos are in 
position at Casa Bamba. The cables are completed to Cordoba, 22 
kilometres in length, and some of the mains in the city as well. The 
company utilises the power of the river fall between Dique de Ban 
Roque and Mal Paso, on the Rio Primero. At Casa Bamba a tunnel, 
90 metres long, and 3j metres diameter, has been made through the 
hill, connecting the two extremities of a great bend in the river. 
Water is conveyed from the tunnel to the turbines by a 2-m-tre iron 
tube. When further plant is put down to the extent provided for, 
there will be 5,000 H P. available. Ourrent is conveyed by overhead 
conductors at 10,000 volts. From Casa to Cordoba there is a line of 
posts bearing three 9-mm. copper wires, and three wires for protec- 
tion from lightning. At the Casa Bamba station transformers raise 
the voltage, and near the Observatory it is reduced to 2,000 volts, and 
3 to 210 and 115 volts respectively for power and light- 
ing of consumers’ premises. The general manager of the Electric 
Light and Power Company at Cordoba is Mr. Theophilus Greenwood. 
The company has numerous applications for current. 


Country House Lighting.—The Grove, Witham, has 
Leen lighted by electricity for Mr. Percy Laurence.  Mesers. 
Laurence, Scott & Co. supplied the plant, and Messrs. Strode & Co. 
carried out the work. There are 200 lights in the mansion and 
other buil 

Lord Wantage has given the order to the National Electric Free 
Wiring Company, Limited, for supplying and erecting a complete 
installation for electrically lighting " Downs" House, near Wantage. 
Toe installation comprises steam ine, boiler, dynamo, storage 
batteries, switchboards, mains, house wiring and fittings. The wiring 
is all to be on the “ nt Twin system,” owned by the. National 


Electric Free Wiring Company, Limited. 


Coventry.— The monthly return of the electric light 
department shows an increase over the corresponding period last year. 
For the past few months the returns have shown a steady increase. 


Crieff.—On 7th inst. the Town Council met in private to 
consult with Mr. R. Frederick Yorke, A.LE.E., as to the pro he 
has made in regard to electric lighting for the burgh. . Yorke 
thinks though £8,000 would, in his opinion, be necessary to carry out 
the scheme he p by water power, the working expenses would 
be nothing approaching the outlay if steam power were to be used. 
He would propos to convey the current from the Turret or Barvick 
Falls to Crieff by overhead wires. He is of the opinion, if a local 
company could be formed for carrying out the scheme, the town 
phar bà relieved of all responsibility in the way of raising 
cap . 


Greenock.—Last week we stated that Mr. Tighe, of 
Paisley, was being consulted by the Commissioners on the electrio 
lighting question. This should, of course, be Mr. Teague, of Paisley. 


Hartlepool.—In connection with the proposal to combine 
dust destructors with electric lighting here, a Corporation deputation 
visited Leyton last week to inspect the destructor there. 


Hyde.—The Council is to apply to the Local Government 
Board for a further loan of £1,000 on the Technical School account 
for electric lighting and other purposes. 


Ipswich.—The electric lighting order having been 
obtained, various proposals were before the Town Council ‘recently, 
as to what should be done next. Ode motion was, that the Electric 
Lighting Committee be re-appointed, with instructions to proceed 
with the necessary works at a cost of £36,200; but ultimately an 
amendment, requesting the committee to carefully consider the offers 
received by private parties for the purchase of the order, was carried. 


Kettering.—Letters have been received from the Muni- 
cipal Electric Bupply Company and the Electric Extension Com- 
pany ve electric lighting. Further consideration has been deferred 
by the Council for three months until the new Council is in office. 


Kingston.—The fourth annual report of Mr. J. E. 
Edgcome, borough electrical engineer, shows that after payment 
of al] the works’ cost for generation of electricity, maintenance, and 
repsir of machinery and mains, &c., there remains a balance of 
£867 19s. 9d., as compared with £301 38. 14. for 1896. This sum is 
sufficient to pay the interest for the year on the capital expended on 
the undertaking, leaving a balance of £43 12s. 1d. towards the repay- 
ment of the principal. 


Leeds.—The Yorkshire House-to-House Compeny, and 
representatives of the Corporation, conferred together on 8th inst. 
respecting the proposed purchase of the undertaking by the munici- 
pality. Itis probable that the whole matter will be thrashed out 
before the Local Government Board inquiry, to be held in a week or 
two. 


Liverpool.—The Much Woolton Urban Council is pro- 
ceeding against the Liverpool and District Electric Lighting Com- 
pany for having caused a smoke nuisance at the generating station at 

teacre. | 


London.—Mr. T. W. E. Higgens, surveyor to the 
Chelsea Vestry, has drawn up a report with regard to the Metro- 
politan Electric Supply Company’s Bill before Parliament, in so far 
as it affects the parish of Chelsea. He states that the company are 
supplying electricity in various areas, and, being unable to acquire 
land for larger generating stations within the areas supplied by them, 
have purchased a site in Willesden and Acton, upon which they are 
erecting & generating station, and they seek Parliamentary sanction 
to convey electricity from this station to Amberley Road, Paddington, 
by means of two lines of cables, one laid under the towing path of the 
Grand Junction Canal, and the other under the roadway of Harrow 
Road. The Chelsea surveyor thinks that the Vestry should oppose 
the laying of any mains in Harrow Road, unless the company will 
undertake to supply electricity for public and private purposes at 
Kensal Town a£ a cost of not more than 44d. per unit. 


Lowestoft.— At the last Council meeting Mr. Fry, ohair- 
man of a Special Committee, reported in favour of the Horefall 
destructor, of high temperature and forced draught. A rough esti- 
mate of the cost was £3,000, which would effect considerable saving 
on the present system. Smith's Marsh had been practically decided 
on as the site of the electric station, and there would be plenty of 
room there for the destructor. The question was referred to the 
Sanitary Committee to obtain tenders and apply for a loan for the 
combined scheme. 


Lynn.—After receiving a note of the terms of several 
consulting engineers for reporting and advising re electric lighting, 
the Corporation has appointed Prof. Kennedy. 


Newmarket.—A local company has been formed to take 
over the electric lighting order which Messrs. Edmundson, Limited 
had agreed to purchase from the Council. 


Pembroke.—Mr. Robt. Hammond explained his electric 
lighting scheme to the Commissioners on 7th inst., and the Electric 
Lighting Committee was afterwards instructed to proceed with the 
scheme, the estimated cost of which is £32,500. The proposed com- 
pulsory area includes four miles of lamps, and the scheme provides 
for 7,500 lamps, though the station chimney and buildings will be 
large enough for plant for 15,000 lamps. 


Peterborough.—The Local Government Board inquiry 
into the application for a £15,000 electric lighting loan for the 
Council was held at the Guildhall last week. The inquiry lasted three 
years. 


Plymouth.—An electric lighting plant, comprising a 
Taunton dynamo and Crossley gas engine, has been put down for a 
new café at 45, George Street. An electric motor is to be employed 
for coffee grinding and roasting machinery. 


Poplar.—We learn that at an expenditure of about 
jetting the District Board of Works have resolved to adopt electrie 
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Portsmouth. —Owing to the collapse of the engineers’ 
strike, Alderman G. Ellis, J. P., estimates that within six weeks or 
two months there will be sufficient current available to supply 10,000 
extra lights. A member advocated dust destruction in connection 
with the installation. 


Sheffield.—The Sheffield Independent for February 10th 
gives & complete copy of the terms of the agreement entered 
into by the Corporation and the Electric Light Company for the 
purchase of the undertaking, to which we briefly referred last week. 
The company receives £213 8s. for every £100 share originally 
invested, and in addition £70,000 for s and stores in hand and 
recent capital nditure. 

It is stated that the solicitor acting in the interests of the Electric 
Light Company has forwarded a letter to the Town Olerk, 
that, having regard to the insinuations and untrue statements made 
at the last Council meeting, the directors have decided that the terms 
of purchase under discussion between the parties shall remain in 
abeyance for ithe present. The directors invite the Parliamentary 
Committee to ирек the minute books from beginning to end, and 
offer to supply all information with regard to the contracts, engage- 
ments, and liabilities of the company, in addition to full investigation 
of the figures mentioned in the terms of purchase. 

The Parliamentary Committee, after considering the company t 
communication, expressed its opinion that the directors were y 
acquitted of any improper secrecy or conduct in connection with the 
negotiations, and trusted that the terms would be accepted. by the 
company. 


Shrewsbury.—The provisional order has passed the 
standing orders of the Board of Trade, but a memorial has been 
lodged by six persons (all, or nearly all, large gas shareholders) against 
the purchase of the Shropshire Electric Light and Power Company's 
undertaking. | 


South Australia.—Doring the last session of Parliament 
in the colony of South Australia, an Act was in favour of the 
South Australian Electric Light and Motive Power Company, which 
gives to this company practically a monopoly of the electric light and 
motive power business throughout the colony. One of the promoters 
of the Bill was Mr. W. W. Crawford, M. I. M. H., C. H. E., A. . E., the 
5 Australia of Messrs. Johnson & Phillips, to whom 
o tor the Port Adelaide plant have already been transmitted. 
Mr. Crawford is a large stock holder, as well as a director of, and 
consulting engineer to the company. Messrs. Johnson & Phillips 
have now depóte at 91, Pitt Street, Sydney, and Brookman’s 
Buildings, Adelaide. l 


Southampton.—The Electric Lighting Committee is to 
consider the че! of lighting the pu by electricity, in conjanc- 
tion with the public thoroughfares. e plant is working to its full 
capacity, and no more consumers can be taken on until the end of 

y. 


Taunton.—The Town Council will apply for a £10,000 
loan for electric lighting extensions. Mains are to be extended in 
various parts, and а sub-station is to be erected at Rowbarton. The 
increased demand necessitates these extensions. 

Mr. E. B. Thornhill, electrical engineer, that the lamp 
connections during the past quarter increased by the equivalent of 
364 8-C.P. lamps, and orders were in hand for 480 8-0.P. ps. 

Torquay.—Trials are this week being made of the plant 
at the electricity works. 


Wakefield.—The chairman of the Electric Light Com- 
mittee visited Messrs. Fowlers Works at Leeds last week, and 
reported himself satisfied with the progress being made with the 
engines and dynamos, &c. | 


West Ham.—The Town Council has altered the rates 
of current from 6d. T unit for the first two hours and 4d. after, to 
7d. per unit for the first two hours and 3d. after. 


West Hartlepool.—The total amount of the electric 
lighting contracts given out, as stated under “ Contracts Closed ” last 
week, was £12,000. When the matter was before the Council, some 
members thought that the borough surveyor had not been consulted 
sufficiently in the matter, and that the recommendations of Prof. 
Kennedy should first have been submitted to him. However, the 
acceptance of the tenders was confirmed by the majority. 


Weston-super-Mare.—The District Council is desirous 
of keeping the e o ligh business in its own hands, and the 
Weston-super-Mare Electric Light and Power Byndicate is also 
wishfal in the same direction. The syndicate applied for an order 
annulling the powers granted under the 1891 municipal order, which 
had not been carried into effect. The Council drew up its objections 
to such a course, and expressed its intention of carrying out a scheme 
itself. Both parties have been in communication with the Board of 
Trade on the matter. 


Wigan.—The Gas and Electric Lighting Committee is 
again going into the subject of electric lighting. At a recent 
Council meeting, Mr. Fyans made a long statement asto the progress 
being made in other towns. 


Withington.—A sub-committee of the District Council 
has been appointed to enter into negotiations with the Manchester 
Corporation for a supply of electricity to the district. | 


the purpose of dealing with 


совет осе сараша п many of the 
Tm candle-power A lis has [ocn sent to te сы 
ied | 


Wood Green.—A letter from the Municipal Electric 
Su Company, suggesting a supply of electricity for Wood Green, 
is e bands of the District Council 

Worcester.—Statements were made at the City Council 
meeting recently, to the effect that the cost of electric lighting at 
the Market Hall was double what it was formerly for gas. In 1895 
and 1896 the cost was £45 and £54 respectively for gas; but in 1897, 
for electric lighting, the cost was £112. It was stated to be the same 
at the Guildhall and Pablic Hall. 


ELEOTRIO TRAOTION AND MOTIVE 
| POWER NOTES. 


Airdrie-Coatbridge.—The Coatbridge Council has dis- 
cussed the min] оше come to with the representatives of the 
British Electric Traction Company to lay this line of tramways, and 
has decided to withhold opposition provided certain concessions are 
granted by the company. 

Australian Electric Power елеше In Times cor- 
respondent at Melbourne telegraphed on 12th inst. saying that 
Messrs. Horn and Bakewell, two leading colonists of South Australia, 
had left by the Orizaba for London, to place the Great Western 
Railway and Electric Power Oompany before English capitalists. 
The company possesses valuable concessions of land, together with the 
right to construct a railway connecting Hobart with the Mount Lyell 
and Zeehan district, in Tasmania. . i 


Bristol.—The Town Council has referred back. to - 
Sanitary Committee its report upon the electric traction proposals 
the Bristol Tramway Company. This report approved in ple the 
extensions of the company's system proposed, but su that certain 
routes might be altered with advantage. It, however, pointed out that 
the new lines were 71 miles in length, and for half the distance there 
was not the requisite width of carriage way, 9 feet 6 inches, between 
the rail and kerb, and many frontagers had objected. The point, 
however, to which the report took special objection was the endeavour 
of the company under their Electrical Power Bill to arrange the 
mode of traction with the Board of Trade without consultation with 
the Council. The report proposed that the Committee oppose both 
Bills, although meanwhile negotiating with the company. Opposition 
to this view was expressed in an amendment which, after much 
debate was carried by 36 votes to 29. “That the report of the 
Sanitary Committee and the two Bills of the Tramway Company, be 
referred. back to the Sani Committee for tions ; that 
meanwhile a petition be presented against the cal Power Bill, 
but that the consent of the Oorporation be given to the promotion 
of the Extension Bill conditionally.” 


Canterbury—Herne Bay.—A Dover paper says that а 
movement is on foot in TE establishing an electric tram- 
way service between there and Herne Bay. The two towns are st 
present connected by a 'bus service. | 


Cardiff.—The Electrical and Lighting Committee propose 
sending a deputation to the Continent to inquire as to what is the 
best system of electric tramways for Cardiff. The proposal was only 
carried by three votes to two, and we suppose the matter has yet to 
come before the Council. 


Dublin.—Before Mr. Justioe Murphy and a special jury 
in the Dublin Nisi Prius Court, on 7th „ Mr. Robert Forrester 
claimed from the Dublin United Tramways company £500 damages 
for personal injuries sustained. When the plaintiff got on the plat 
form of a car it gave a sudden lurch and he fell off, sustaining 
a cut and becoming unconscious. Defendant company declared that 
the car was at a standstill when plaintiff fell off. Judgment for 


defendants. 
A special meeting of the ration was held on Wednesday, for 
inj e rt of the sub-committee 8p- 
inted to deal with the plans of Tramways Company for the 
troduction of electric traction within the city. 


Edinburgh.—It has been referred to a Committee to 
report upon the advisability of constructing an eleotrio tramway 
from Preston Street vid Dalkeith Road and Niddrie Road, to Jop 
and Portobello, returning by Meadowbank and Waterloo Place. 
Prof. Kennedy is being consulted on various other matters this, too, 
is to be laid before him. 


Electric Power Distribution Schemes.— Several of the 
other municipal authorities whose districts are affected by the "7 
electric power schemes which have been occupying а good deal 
attention of late, have resolved to oppose the proposals. _ 


Electric Railway between Frankfort, Homburg, 
and Saalburg.—The Light Railway Company, Leus & Oo; я 
Stettin, has submitted to the municipal authorities at Homburg э 
project for constructing an electric railway, running from Frankf 11 
on- the- Main, through Homburg and Dornholsbansen to Saalbarg. 

is proposed in this scheme to run the line along the high 
wherever possibla.—E/ec. Tech. Zeit. | 
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Electric Railway between Glauchan, Meerane, and 
Crimmitschau.—The preliminary work for the construction of this 
electric railway has been commenced. The main line will run through 
the streets and highways to Crimmitschau; a branch line going from 
an intermediate station (Deunherits) to Meerane. 


Electric Tramways at Frankfort-on-the-Oder,—The 
electric street railway, built by the Allgemeine Elektricitite- 
Gesellschaft at Frankfort-on-the-Oder, was opened on January 22nd. 


Electric Tramways at Liegnitz.— These tramways, 
constructed by Felix Singer & Oo., were taken over by the local 
authorities on January 18th, and were opened a few days later with 
14 motor tramcars ranning on the line. 


Egypt.—The Compagnie des Tramways d’Alexandrie has 
just secured a concession for another electric tramway in Alexandria, 
which will bring up the length of the electric tramways in that city 
to 25 kilometres. 


Halifax.—Owing to the diffioulty experienced in obtain- 
delivery of materials, it is said to be very doubtfal 

the whole of the system will be read серен 
desired, on Easter Monday. The Electric Supply on, how- 
ever, have promised to supply sufficient plant and rolling stock to 


1 


enable the on to have at least one section of the t 

ET. ы 
Hounslow.—Mr. Clifton Robinson a before the 

Hoanslow District Council on 8th inst. and ed the details of 


Ё 


electric tramway scheme which would touch this district. 
The Council, after discussion, gave its consent to the scheme, subject 
to certain conditions being fulfilled. 


— Lof Electric Traction in Berlin.—After 
i re wa m from the 
authorities to introduce electric — ion, they aet the work 
immediately. In the first week of Jan the erection of the over- 


head conductor was , and by the middle of February the elec- 
tric system will be working on lines from Alexander Plats to Schöne- 
berg, and from Demminer Strasse to Kreuzberg. On these lines the 


mixed system of overhead conductors and accumulators will be 
em The overhead system on the firsí mentioned line will 
from Alexander Platz to Spittelmarkt at one end, and from 
Potsdamer Plats to the terminus at the other end. Oa the second 
mentioned line it will extend over the Demminer Btrasse-Kreusberg 
section, and the Barwaldstrasse-Kreuzberg section. Electric traction 
will next be introduced on the Ringbahn, the conversion taking place 
early this year. On the lines from Lützow Platz and from Moabit to 
retained until October 1st this 
Ter Permission has been given to the street tramway company to 
troduce electric traction before October Ist, 1898, an extension to 
January Ist, 1899, being ted if necessary. The company will 
however, be able to introduce as many accumulator cars as they 
before October 186, 1898.— lec, Tech. Zeit. January 6th, 


Leeds.— The Leeds Tramways Company have, says 
Daily Tenders, adjourned for one month the question of providing 
the Headingley, Chapletown and Hunslet sections with a aystem of 
electric traction similar to that at Roundhay Park and Kirkstall. 

Thirteen out of the twenty-twocars ordered for the Kirkstall-Round- 
hay electrical tramway are now running. This number of cars permits 
of a 10 minutes’ through service. When the whole 22 cars are ready, 
there will be a 5 minutes service between Harehills Lane and the 


Cardigan Arms. 


River Plate.—In December last “La Capital” elec- 
tric tramway was inaugurated at Buenos Ayres. The length of 
line opened, says the Review of the River Plate, was 141 kilometres, 
which will bring the suburbs of Flores and Oaballito into direct com- 
munication with the southern and central districts of the city. The 


laza de Mayo, 
electric service 


Comercio. The building covers 1,400 square 
metres, and is equipped with three vertical compound Ball and 
Wood engines of 450 H.P. each, directly coupled to 300 kilowatt 
Walker Two of these unite will be sufficient to 
supply current to all the cars that will be in operation on the 
line at one time, so that one unit can be kept in reserve. The 
engines have 30 inches x 143 inches cylinders x 18 inches 

running at 175 revolutions minute. They are fitted with 
Corliss valves in the cylinder heads. The admission valves 
are controlled by a Ball & Wood governor. There are four Stirling 
water-tube boilers of 250 H.P. each working at 140 lbs. pressure. 


Green's economisers and Conover’s condensers with compound pumps 


are employed. The water system is very completely arranged. 
There are two Worthington pumps, either of which can supply all 


. at 280 volte, and o 


the water required by the four boilers. By means of a special 
system of piping either or both of the pumps may do the following 
ке 0) Draw water from the city water service, (2) from a 
semi-artesian well, (3) from a large reserve water deposit, (4) from a 
waste water well. e water can be discharged (1) into the boilers 
direct, (2) into the boilers through the economiser, (3) the waste 
water into the sewer, (4) through a fire hose conveniently located in 
the boiler room. The power house is of steel, and is d ed for an 
ultimate capacity of 20,000 H.P. Current from the power station is 
carried by an underground cable to Entre Rios, and then by trolley 
wires and a feeder cable overhead carried on poles. The return 
current from Entre Rios is also by underground cable, tem ily. 
The rolling stock will consist at first of 41 cars; and workshops for 


mec repairs, &c., have been erected. The cars will carry 
52 passengers, 30 outaide, 22 inside. They are equip with two 
" General Electric 1,000 " motors each. e entire rolling-stock has 


been built by the J. G. Brill Co., and mounted on Brill trucks, 
avig been hi together and painted in the tramway company's 
workshops. track construction is most substantial Johnson 
9-inch 90-lb. grooved girder rails have been used, the rails hes d 
bonded with two classes of bonds, the Edison-Brown plastic bond, 
and the Syracuse soldered bond, and cross-bonded with copper wire 
every 100 metres. The feeders in the business districte are all under- 
ground. The рота are both wooden and iron, the latter being 
supplied by Morris, Tasker & Co., the H. W. Johns Company 
supplying the overhead appliances. Mr. Charles R. Thursby, 

director, superintended the construction of the line, and 


МЛ W. McOrosky is the chief engineer 


Sta ffordshire.— The Brierley Hill Council has approved 
the design submitted by the British Electric Traction Company for 
the trolley pillars for the electric tramways, subjected to the satisfac- 
tion of the surveyor. 


Storage Batteries as Station Auxiliaries. — The 
Consolidated Traction Company, of Pitteburg, has recently installed 
two sets of storage batteries as station auxiliaries, one in one of its 

wer stations, and the other at а point midway between the other 

hree power stations; each set has a capacity of 500 ampere-hours. 

The result has been a considerable increase in the output of the 
stations; in a particular instance one set of accumulators in parallel 
with a 800-kw. generator, has enabled the company to obtain from 
this generator continuously for 24 hours an output of 1,100 kw. The 
total output of the four stations can be easily adjusted by means of 
accumulators, so that any one can be made to carry any portion of 
the load up to ite capacity, the four stations are tied together by 
feeders; the actual economy in the resistance loss in the feeders by 
maintaining the voltage constant is very large. The results secured 
on this line have been so important that the United Traction Com- 
pany has decided to abandon ite present McKeesport station and 
substitute for it a storage battery station; the maintenance of this 
station has cost the company, on an average, about $7,200 per annum, 
most of which, it is thought, will be saved by the installation pro- 
posed.— Electrical World, New York. 


Storage Battery Traction.—The equipment of the 
Ostend railway is on the electric accumulator system, the plant being 
established in the depót of the local railway. Tho line, which was 
recently described in Z'Electricien, is 31 kilometres long, and is 
virtually a circular road connecting the Kursal Boulevard, Rogier 
Station, and the Harbour. The plant includes one compound engine 
direct-connected to a Westinghouse dynamo, generating 135 amperes 

ting at 650 revolutions. Tne switchboard is of 
sections, with the usual instruments, and com- 
circuits with pressures varying 
rs is 
track, so that the handling, both loading and 


three white mar 
mands four accumulator-c 


ments, having a capacity of 
140 ampere-hours, at a 50-ampere rate. The charge lasts from three- 


q 

u the battery. 
ерд matter of the positive pue 
tank, and eventually used for rene 
poo is several times 


wooden trough, having two bands of copper for contasts. he 
carriages weigh 
sengers, and have a capacity of 24 seats and 26 standing places. 


Stourbridge and Kinver Electric Railway Scheme.— 
On Tuesday, the Earl of Jersey and Col. Boughey, the Light Railway 
Commissioners, held an inquiry at Stourbridge respecting the proposal 
of the British Electric Traction Oompany to construct an electric 
tram line between Coalbournbrook and Kinver. Mr. Foley, one of the 
principal landowners hzd intended to oppose the railway, but he 
withdrew his opposition during the ia In the result, Lord 
Jersey said that as re the preamble there was a case, and the 
Commissioners would be happy to recommend to the Board of Trade 
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that the order should go forward. He, however, pointed out that 
many difficulties might have arisen had Mr. Foley not withdrawn his 
opposition so handsomely. 


Sydney.—Mr. С. Fischer, an officer of the Works Depart- 
ment, recently returned from the United States, where he had been 
superintending the construction of some electric material for the 
George Street tramway. A Sydney paper says that the material that 
has been ordered for the department from the States is for the power- 
house at Ultimo. The department is also getting from the States 
2,000 tons of steel rails. An effort was made to obtain the rails from 
England, but manufacturers there found it impossible to supply them 
with the higher proportion of carbon that was required. American 
firms, however, promptly agreed to provide the material of the desired 
quality, and the order was placed accordingly. 


Swansea.—The Swansea Tramway Company, which has 
been negotiating for some years with the Swansea Corporation, have, 
says the Western Mail, now practically come to terms with another 
customer for the undertaking. A meeting of shareholders is to be 
held in London on February 25th for the purpose of considering the 
terms of an agreement, dated February rh, 1898, between the 
Swansea Improvements and Tramways Company, and the British 
Electric Traction Company, for the sale of the undertaking, property 
and assets of the Swansea Company to the Traction Company. 


Switzerland.—The Authorities of the Zurich Municipal 
Electric Tramways have just invited tenders for the supply of addi- 


tional plant, including 24 motor tramcars, required in connection with 
the extension of the tramway system. 


TELEGRAPH AND TELEPHONE NOTES. 


A Bright Outlook, —We make the following extract 
from the Outlook, to which new periodical we offer our best wishes 
for a successful career :—'' The commercial battles of the future will 
beyond a doubt be waged in the Pacific. England, the United States, 
Oanada, Australia, Japan, Russia, and now Germany and France—in 
a word, all the great trading nations—are preparing for the struggle. 
What is England doing to meet the future? What, indeed! She 
has in the Canadian Pacific Railway an Imperial highway of the 
highest strategic and commercial importance; but that thread of 
empire Canada herself provided, without one cent of cost to the 
British taxpayer. Canada, too, bas spanned the Pacific with mail 
and trade services to China and Japan on the one hand, and Austra- 
lasia on the other, some of the Australasian colonies helping in the 
latter case. Is it too much to ask that England should follow up this 
р colonial lead by really doing something in the matter of the 

acific cable? Why allow it to be any longer the sport of com- 
mittees and sub-committees in Downing Street? It is a great and 
pressing need in the interests of England, Canada and Australia 
alike, and in view of all that is happening in the Pacific, should be 
dallied over no further.” 


The Telephone Service,— The National Telephone 
Company has communicated with the Corporation, asking for a con- 
ference on the telephone question. This is in consequence of the 
City's decision to hold an inquiry. It is stated that the late Com- 
mission of Sewers many times invited the company to confer on the 
matter, but no notice was taken of the application. 

The difference existing between the General Post Office and the 
Commission of Sewers, in respect of the laying of lines of under- 
ground telegraphs under certain City streets, came before the Rail- 
way and Canal Commission (Mr. Justice Wright, Sir F. Peel, and 
Viscount Cobham) on Thursday last week. 'The case was before the 
City of London Court in December (see ELECTRICAL REVIEW, 
December 3rd), when Mr. Commissioner Kerr decided the case in 
favour of the Poet Office. The City Corporation appealed to the 
Railway Commissioners, contending that the order was not reason- 
able or just. After the speeches of counsel, Mr. Justice Wright said 
tbat the Corporation, in seeking to restrict the consent given to the 
Post Office, had no doubt been actuated by no captious or unfriendly 
spirit, but bad striven to give effect to their view that when com- 
panies were making a profit by using public streets for private pur- 
poses, they should be compelled to give good value in return for 
concessions allowed to them. The question, however, arose as to 
whether they had the right of control which they claimed. Even if 
it were open to them to seek to impose such conditions as were in 
question in this case, the Court were of opinion that they were not 
reasonable, and would, according to the terms of the Act, “consent” 
that the streets should be opened by the Post Office authorised under 
the conditions usually imposed in such cases. Judgment was accord- 
ingly given for the Postmaster-General, without costs. 

The Boston Town Council wishes the Post Office to bring its trunk 
lines to Boston, and also has in mind a scheme for a municipal local 


service. 

In the House of Commons last week, Mr. Provand asked 
the Secretary to the Treasury what were the working expenses 
of the intertown telephones, and how much the intertown 
wires had earned since the date on which they were taken over 
from the National Telephone Company to December 31st, 1897. 
Mr. Hanbury replying, said that the capital expenditure— 
partly estimated—to December 31st, 1897, was £1,190,000. This 
sum includes the amount paid to the National Telephone Com- 
pany. The gross earnings up to the same date amounted to 
£200,832. The working expenses, being included in those of the 
telegraph service, cannot be separately stated. 


French Telegraph Extension.—The French Minister 
for the Colonies states that telegraphic communication is established 
between Senegal and Waguadougo, and will soon be extended to 
Fada-n-gourand. 


German Telephones.—The Germau Imperial Post Office 
authorities have resolved to henceforth supply only single-receiver 
instruments for business or house telephone connections. А second 
receiver may, however, be obtained for 108. from the post office 
authorities, who will maintain it fora certain sum. An annual pay- 
ment of 5s. will be required from those subscribers already ha 
double receivers, but the latter instrumente will not again be iss 
for public use. 


The Glasgow Telephone Inquiry.—The Scotsman 
learns that & demand is to be made on the Treasury for the production 
of Sheriff Jameson's report on the Glasgow telephone service. Mr. 
Hanbury will in the first place be privately approached, and, in 
ү event of a refusal, the matter will be brought forward in the 

ouse. 


Haddersfield Telephones.—The Postmaster-General has 
refused the application for a municipal telephone license, and the 
Council has dropped the proposal. A sub-committee is to consider 
terms of agreement with the National Telephone Company with 
regard to their application to lay wires underground. 


Interruptions to Australian Land Lines.—In the 
formidable list which we published last week of interruptions of the 
trunk land lines of Australia, on which we rely for communication 
to the principal centres of that continent, we omitted to note that on 
December 9th last the West Australian land line, which joins a sub- 
marine cable to Java at Roebuck Bay was interrupted, and, as from 
the 8th till the 12th the South Australian land line, which rans from 
Adelaide in the south to Port Darwin in the north of Australia, was 
also broken down, it follows that Australia was completely isolated 
on December 9th, apart from the general delays on the 8th, 10th, 
lith and 12th of that month, owing to the breakdown of the Port 
Darwin line. In addition to last week's list of interraptions, we have 
now to add that, on the 9th, current communication with Adelaide 
ceased, and, we learn from the Times of the 11th, that telegrams from 
Sydney were not received owing to the interruption of South Austra- 
lian land lines. Since that date there bas been a more or less 
modic supply of telegrams from Australia conscientiously 
“delayed in transmission.” Thus altogether, during the last five 
months, there have been at least 15 or 16 cases in which the trunk 
land lines in Australia have been broken down. In view of this, 
we can only admire the temerity with which the Eastern Telegraph 
Company proposes to land still another cable in West Australis, 
which of course will, just as much as the existing cables, have to 
depend on the very intermittent land line service under review fot 
the transmission of telegrams to the principle centres of population 
on the south-east and east coasts of Australia. Although not affect- 
ing the land lines in that country, we learn from the Australian press 
that on December 186 last the delay to the outward traffic 
London is due to messages being diverted from the Indo-European 
line.” | 


The Telegraph Wire Export Trade.—January bas 
proved to be a very dull month as regards the exporte of telegraph 
wire and apparatus connected therewith, from this country. 
former years the January exporte have usually fallen а long way 
short of those of the preceding month, but this year the decrease 1 
much greater than usual, from £172,140 in December, 1897, to only 
£37,929 last month, the figares for January, 1897, being £62,120. 


Telegraphic Addresses.—In the Commons the other 
day Mr. Hanbury, replying to Bir C. Cameron, said :—It is the fact 
that the rule of the Post Office that the first word in an abbreviated 
address must be a dictionary word containing not more that 10 
letters, and that proper names and compound words—.¢., 
which appear in a dictionary joined by a hyphen—can only in ram 
cases be accepted, is intended, as the hon. member supposes, to pre- 
clude the registration of vibus e consisting of 10 letters, or 
constructed from tbe first and syllable of a firm's name, or 
spelling the initials of the designation of a club, unless, indeed, these 
syllables or initials happen to make a real word. 


Telegraphic Interruptions and Repairs :— 
Repaired. 


CABLES. Down. 
Brest-Bt. Pierre (Anglo, 1869) April Gch, 1899. — 
West Indies 

Bt. Oroix- Trinidad ... Nov. 30th, 1896 
Curacao-La Guayra  ... Jan. Sth, 1898 
Paramaribo-Oayenne ... Jan. 27th, 1898 
Amason Company's cable— 
Parintins-Itacatiara ... May 5th, 1896 ... x 
Bai D Par [I m те, pes mI id 
і n-on оп... coe VAD. 8t 7 8 00 s? 
Ае t .. Feb. 14th, 1898. 


. Feb. 15th, 1898. 


Bolama-Biesao eee Jan. 28th, 1898 


Emden- Vigo. . Feb.7th,1898  .. 
Cyprus-Latakia „ Feb. 10th, 1898 ... ID 
LANDLINBS. 
Trans-Oontinental line be- 
yoad Masol March 13th, 1896 ene eee 
artagena-Barranquilla  ... July 4th, 1896  ... - 
Nicaragua landlines ... .. Feb. sth, 1898 , Feb. 10th, 


Costa Rica 99 eee - ese Feb. 10th, 1898 eee 


„ср 
i . 


рм 
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CONTRACTS OPEN AND CLOSED. 


| OPEN. 

Bilbao,—Februsry 28th. The Secretary of State for 
F'oreign Affairs has received a despatch from Her Majesty's Consul at 
Bilbao, reporting that the provisional board appointed in counection 
with the electric tramway which it is proposed to lay from Zumarraga 
to Zumaya, in the кое of Guipuzcoa, invite р and tenders, 
to be received by February 28th, for the construction and equipment 
of the line. Further particulars of the conditions of the tenders for 
the above-named tram line and branch, which together measure 30 
miles, may be кү Ser at the Commercial Department of the 
Foreign Office апу day between the hours of 11 and 6. 


Belfast.—March 8th. The Corporation wants tenders 
for the wiring of the new police cells, Chichester Street. Electrical 
engineer, Mr. V. A. H. McCowan. See our “ Official Notices.” 


Berlin.—March 15th. The Municipal Traffic Deputation 
of the Town Council has opened a competition for the construction 
of several new electric tramways in that city. Exhaustive details 
concerning this project are contained in the Elektrotechnische Zeit- 
schrift of the 13th inst., which mentions that eel omen will be received 
Hl кашыгы Verkehrsdeputation Rathhaus III, Berlin, by 


Bristol.— February 21st. . The Electrical Committee 
wants tenders for 214 arc lamp posts. Electrical engineer, Mr. H. 
Faraday Proctor. See our Official Notices February 11th. 


Canterbury.—February 23rd. Tenders are invited for 
the electric wiring and fittings for the Beaney Institute for the Town 
Council. 8 ions, &c., to be obtained at the office of the City 
Surveyor, 28, St. Margaret’s Street. 


Carlisle.— February 25th. Tenders are being invited for 
the erection of the central station buildings in James Street. City 
engineer and surveyor, Mr. H. C. Marks, 36, Fisher Street. 


Coventry.— March 8th. The Electric Light Committee 
wants tenders for the supply and erection of engine house, separate 
exciting and surface condensing plant, also pipework, switchboards 
and instruments for extensions of the municipal electricity works, 
Consulting engineer, Mr. Robert Hammond. See our Official 
Notices” this week. 


Denmark.— March 12th. Tenders are being invited for 
the supply of the engines, dynamos, accumulators, &c , required in 
connection with the new central station at Frederiksberg, near Copen- 
hagen. Tenders to be sent to the Frederiksberg Sporveis-og 
Electricitets Aktieselskab, Gammel Kongerie, 140, Copenhagen V., 
from whom particulars may be obtained. : 


France.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either by gas or 
electricity. Particulars from, and tenders to be sent to, La Mairie de 
Saint Chamond (Loire). 

Glasgow,— February 28th. The Corporation wants tenders 
for the bire or purchase of dynamos and engines, direct coupled or 
belt driven, capable of providing 1,100 break H.P. and spare power 
eqnal to 25 per cent. additional, also two rope driven dynamos to run 
ata not exceeding 500 revolutions per minute, and capable of 
ES 200 H.P. each at a potential of 230 H.P. The plant must 

delivered by August 1st. Engineer, Mr. W. A. Chamen. See our 
“ Official Notices." 


Giasgow.—February 28th. The Corporation wants tenders 
for the supply of lead covered cabies and accessories for twelve 
months, accumulators, motor transformers, motor driven boosters and 
switching apparatus. Mr. W. A. Chamen, engineer. See our 
Official Notices.” 


Harrogate.— February 24th. The Corporation invites 
tenders for the supply and erection of vertical steam engine, dynamo, 
switchboard, motor, overhead conductors, &c., for sewage pumping 
plant. Mr. Geo. Wilkinson, borough electrical engineer. See our 
“ Official Notices” February 11th. 


Italy.—March 2nd. Tenders are being invited by the 
Municipal Authorities of Piacenza for the establishment of a central 
electricity generating station in the town for lighting and power 

arposes. Particulars may be had from, and tenders to be sent to, El 
unicipio di Piacenza, Italy. 

Liverpool.—March 8th. The West Derby Board of 
Guardians wants tenders for supply and erection of boilers, engines, 
dynamos, batteries, wiring, &c., for the lighting of the Mill Road 
Infirmary. Consulting engineer, Mr. T. L. Miller. See our “ Official 
Notices” for particulars. 


Madrid.— February 22nd. The Secretary of State for 
Foreign Affairs has received a despatch from Her Majesty's Chargé 
d'Affaires at Madrid, enclosing copy of a Royal decree announcing 
that a public auction for the contract for repairing the national sub- 
marine telegraph cables during the next five years will be held at 
Madrid on February 220d. Further particulars as to the cables in 
quen may be inspected at the Commercial Department of the 

oreign Office any time between the hours of 11 and 5. 


Northwich.— March 5th. The Weaver Navigation 
are inviting tenders for the construction and erection of the 
necessary electric power plant for lighting and working the new 
swing bridges at Northwich. Current will be supplied by the 
Northwich Electric Supply Company. Engineer, Mr. J. A. Saner, 
M.LE.E. See our “ ОСА] Notices” Febraary 11th. 


Pembroke (Ireland).—March 5th. · The Lighting Com- 
mittee wants tenders for the supply and erection of various plant, 
machinery, &c., for electric lighting. See our Official Notices” this 
week 5 full particulars. Consulting engineer, Mr. Robert 
Hammond. 


Plymouth.— February 21st. The Council wants tenders 
for the erection and completion of a refuse destructor with all 
necessary flues, fittings, boilers, &c. Borough engineer, Mr. James 
Paton, Municipal Offices. 


Portsmouth.—Febraary 22nd. The Corporation wants 
tenders for the supply and erection of Lancashire boilers, feed pumps, 
mechanical stokers, &. Consulting engineers, Messrs. Kincaid, 
Waller & Manville. Bee our “ Official Notices" February 11th. 


Rochdale, — February 19th. The Corporation wants 
tenders for steam dynamos, balancer, and boosters, &c. Engineers, 
emai Lacey, Clirehugh & Sillar. See our Official Notices" January 

4t 


Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
Bucharest for the supply of 56,000 metres of galvanised iron and 
steel wire. 

Shoreditch.—March 8th. The Vestry wants tenders 
for the supply of electric cables and sundries, also engineers' tools, 
ironmongery, &c. See our Official Notices.” 


St. Helens.—February 21st. The Corporation wants 
tenders for various plant and machinery, &c., in connection with the 
proposed electric tramways. See our “ Official Notices” January 28th 

or particulars. Oonsulting engineer, Dr. J. Hopkinson. 


St. Pancras.— February 22nd. The Vestry wants tenders 
for dry back marine boilers with superheaters and brickwork seatings. 
See our “ Official Notices" February 4th. 


Sanderland.—February 25th. Tenders are invited by 
the Corporation for the supply of various cables, pipes, service boxes 
and stoneware casings for the year. Borough electrical engineer, Mr. 
J. F. C. Snell. See our Official Notices.” 


The War Office.—April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and specifi- 
cations for the supply of portable electric search light ae a 
Particulars from the Director of Army Contracts, War се, Pall 
Mall, 8.W. See our “ Official Notices " February 4th. 


Victoria.—March 21st. The Telegraph Department of 
the Victorian Government Railways is inviting tenders for the supply 
of alternating current transformers and one main switchboard. 
ет ќо the Telegraph Superintendent’s Office, Spencer Street, 

urne. | 


Wallasey.—March 17th. The District Council wants 
tenders for the supply of engine, alternator, exciter, two Lancashire 
and one water-tube boilers, and condensing apparatus. Engineer, 
Mr. J. H. Crowther. See “Official Notices" February 11th. 


Watford.—March 16th. The District Council wants 
tenders for the supply and erection of various plant for the electric 
lighting of the district. For details of the seven sections see our 
“ Official Notices” February llth. Mr. W. C. C. Hawtayne, consulting 
engineer. 

West Ham.—March 8th. The Council invites tenders 
for wiring and fitting up various buildings, including the Town Hall, 
2 court, Corporation stables, fire stables, &c. Mr. J. Steinitz, 

ugh electrical engineer. See our Official Notices this week. 


OLOSED. 


Aberdeen.—The contract for the supply of a 050-H.P. 
engine and d о (£4,147) is being given to Messrs. Mather and 
Platt, Limited, £60 extra being paid for adapting it for traction work 


Belfast.—The Harbour Commissioners have accepted the 
following tenders for the supply of electrical plant for the extension 
of the electric lighting of the quays at tho Harbour :— 


Dynamos (two) - .. А $a . Mr. Wilson Hartnell 
Bwitchboard and switche . Williamson & Joseph 

Arclamps .. " . Мг. С. А. Müller 

Lamp posts.. ics s .. Mr. T. Scott Anderson 

Mains, boxes, &c. .. ei . British Insulated Wire Company 


+ Bootle.—The Town Council has accepted the following 


tenders :— 
T. Parker, Limited, at 
Contract No. 1.—Boilers and economisers .. | £11,791, less 4650 allow- 
ў „ 2%—Engines, dynamos,&c. .. .. ance for present engines, 
( dynamos & switchboards, 
| Feeders, mains, service lines, &c., ) 
70 „ 4. and maintaining same for 10 - £10,096. 
years .. us d — 

"€ „ 5.— Messrs. T. Parker, Limited, for the running of electricity 
supply works and supply of current for public and private purposes as follows :— 
For each 10 ampere arc lamp run from one hour after sunset to one hour before 
sunrise (9,620 hours per annum), £24 per annum; for each 10 ampere arc lamp 
run from one hour after sunset to midnight (1,810 hours per annum), £12 per 
annum; for each lamp hour added or deducted from above, 1`554.; for each 
incandescent lamp used for public lighting, За. per unit; for remainder of current 
up to guarantee of 100,000 units per annum for public and private purposes, 
3751. per unit; for first 25,000 units above guarantee, 1°75d. per unit; for second 
25,000 units above guarantee, 1:25d. per unit; for every unit in excess of 150,000 
units, ld. per unit. 


The question was raised by some Councillors as to why the tender of 
а local firm had not been accepted. Councillor Hall replied that the 
acceptance of the local tender would have meant a loss to the rate- 
payers of £4,700 in three years. 
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. Bradford.—The City Council has accepted tenders as 
follows for electric lighting plant :— 


Two dynamos.—Siemens Bros. & Co., Limited да РЕ .. £2,800 
(Extra armature)  .. #5 vs ae x - T - 
Two 600-H.P. steam engines.—Willans & Robinson - .. 4,590 
A sub-committee is to inspect combined lighting and traction central 
stations on the Continent. | 


Bnrnley.—The Corporation has accepted the tender of 
Mesers. G. E. Belliss & Oo., for two combined engines and dynamos 


П 


for electric lighting extensions at £4,888. 
St. Pancras.—The Vestry has accepted the tender of the 


Fowler-Waring Cables Company (£4,196 odd) for cables, &с., for the 
extension to Queen's Crescent) Malden nad and Prince of Wales 


Wimbledon.—The following tenders have been accepted 


gineer 
Babcock & Wilcox £92,482. Steam engine an 1 RES Orom 
and Oo. £4,181. Mains, W. T. Henley's Co. £15,792. The i: 

, condenser, and crane contracts have not been finally decided 


FORTHCOMING EVENTS. 


1898. | 
Friday, February 18th, at 6.30 p.m.— Institution of Electrical 
E . Students' visit to the generating stations 

of the St. Pancras Vestry. fe ri | 
Finsbury Technical College Oonversasione. Lecture on 

“ Wireless Telegraphy,” by Dr. S. Thompson. 

At 7.30 p.m. Staff smoking concert of the City of London, 
the Metropolitan, and the London Electric Lighting 
Com at the Crown Room, Freemason’s Tavern, 
8 Queen Street, Holborn, W. O. Chairman, Mr. 


P. W. D'Alton. 
Saturday, February 19th.—Latest date for the Rochdale Corporation 
electric lighting tenders. 


Monday, February 2lst.—Latest date for Bristol Corporation arc 
lamp posts tenders. 


Latest date for the St. Helen's Corporation electric tram- 
way plant tenders. | 

Whitehall Rooms of the Hótel Моро Webb Testi- 
monial presentation reception at 9.30 p.m. Presenta- 
tion at 10 o'clock p.m. | 


Tuesday, February 22nd.—The Federated Institution of Mining 
| Engineers, 26th general meeting at Newcastle-upon- 
Tyne. Various papers are to be read, and among 
those to be open for discussion are the following :— 
“Light Railways,” by Mr. Leslie 8. Robinson. “A 
One-rail or Trestle System of Light Railway,” 
by Mr. Fred. J. Rowan. On Some Dangers attending 
the Use of Steam Pipes,” by Mr. A. L. Steavenson. 
"Machine Coal-mining in Iowa, U. S.A.,“ by Mr. Н. 
Foster Cain. Latest Developments and the Practical 
Application of AMSiibating Multiphase Machinery for 
Power Transmissióh," by Mr. Walter Dixon. Visite 
will be paid to the hb and Telephone De 
ments at the General Post Office, Mr. A..W. Hea 
Superintending Engineer. 
Latest date for St. Pancras tenders. | 
At 8 p.m.—Institution of Civil Engineers.—Papers 
Vith a view to discussion: (1) The Theory, Design and 
Working of Alternate Current Motors,” by Mr. LI. B. 
A Assoc. M. Inst. C. H.; and (2) “The Dublin 
Electric Tramway,” by Mr. H. F. P M. Inst. OC. E. 
Latest date for the Portamouth electricity supply plant 


Wednesday, February 23rd.—Second day of the Federated Institu- 
tion of Mining Engineers. Various excursions, includin 
visit to the works of Ernest Scott & Mountain, Limi 
Newcastle-on-Tyne. 


Latest date for the Canterbury Council wiring tenders. 


Thursday, February 24th.—Latest date for tenders for Harrogate 
Corporation electrical plant for sewage pumping. 
At 8 pm To Institution of Electrical Engineers “On 
the Manufacture of Lamps and other Apparatus for 
200 volte Circuits," by G. Binswanger-Byng. 


Friday, February 25th, at 6.30 p.m.— The Institution of Electrical 
Engineers. Students’ visit to the Shoreditch electricity 
supply station. Applications at once to the Btudente' 
Hon. Sec. (Mr. 8. Grant, 28, St. Mary Abbot's Terrace, 
W.) as the number will be limited to 20. 

At 8 p.m.— The Institution of Civil Engineers.—Students 
meeting. The Problem of Train Resistance,” by 
C. E. Wolff, B.So., Stud.Inst.C.E. 


Saturday, February 26th, at 4 p.m.—Physical in 
C i Таса Room, Keate's Lane, Eton 
Oollege. The Rev. T. C. Porter will describe :— 
1. A new theory of geysers. 2. A new method of 
viewing Newton's Ringa en 
on the sensation of lig 


method for measuring approximately the 
ef the earth. 6. Temperature of the water of 
Niagara. 


J NOTER. 


Correspondence.—We have received, just as we go to 
press, a letter from Mr. Robert Hammond, ing the 
Shoreditch dust destructor, replying to the letters of Messrs. 
Kershaw and Russell, which appeared last week. We regret 
baing compelled to defer publication until our next issue. 


Postal Telegraph Factory Staff Dinmer.—The staff 
of the Postal Telegraph Factory, Mount Pleasant, held their 
fourth annual dinner at the Inns of Court Hotel on Satur- 


now rag made to render the telephone service equally 
efficient. In proposing the toast of “ Electrical Engineering, 
Mr. A. Brooker emphasised the importance of the pioneer 
work done by telegraph engineers, which rendered possible 
the rapid progress in other more modern branches of eleo- 
trical шш = mentioned — =e ши of two 
ro esigned alternators in el mig more 
roiling, but was certainly a far leas difficult task than the 
running of two multiplex motors and distributors for eight 
hours synchronously. In the absence of Mr. W. H. 
Mr. J. Ardron responded. Mr. J. М. G. Trezise pro 
“The Guests,” а referred to the long and remarkable 
career of Mr. Н. C. Fischer, and to the acknowledged 
efficiency of the Royal Engineers, especially the Telegraph 
Battalion—a point upon which those Ж pes were well 
qualified to express an opinion. Mr. Fi and Lieat.-Col. 
von Donop replied in felicitous terms, the latter acknowledg- 
ing the advantages resulting from the close connection 
between the Engineers and the Postal Telegraphs. A varied 
vocal and instrumental musical entertainment was givel 
during the evening by members of the staff. 


Institution of Mechanical Engineers.—The 518% 
annual meeting of this Institution was held in the hall of the 
Institution of Civil Engineers, Great George Street, West- 
minster, on Thursday and Friday last week. The chair was 
occapied daring the earlier portion of the proceedings by Mr. 
E. Y. Richards, the retiring president, who introd Mr. 
Edgar Worthington, the newly-elected secretary, to the 
meeting. The report stated that at the end of last year the 
number of names on the roll was 2,496, as compared with 
2,359 at the end of the previous year. During 1897 227 
names were added, the loss by death being 30, and by 
resignation or removal 60. The result of the ballot for 
the election of the council was announced, Mr. 8. W. 
Johnson being elected president, and Mr. Arthur Keene 
and Sir William White vice-presidents. The discussion 
was afterwards resumed upon а paper read at the last 
meeting by Mr. Philip Dawson on “ Mechanical Features 
of Electric Traction.” 


(Continued on page 227.) 
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THE MAKING OF CHLORIDE ACCUMU- 
LATORS. 


(Concluded from page 188.) 


The description of the manufacture of the chloride 
negative plate may be fittingly concluded by illustrating a 
complete cell showing plates, and this is given in fig. 6. 

Comparatively speaking, the manufacture of the positive 
plate is a simple operation. Contrary to what occurs in 
making the negative plate, the positive grids are made first. 
They are cast in moulds by means of compressed air, as is 
done in the case of the negative plates. The material is 
antimonial lead, and the moulds are arranged to leave a 
series of holes in the frames, and into these apertures are 
pressed cores of lead. The core takes the form of a pure lead 
rosette, and the process of making this rosette is exceedingly 
interesting. First of all, long strips of pure lead, about] inch 
in width, are through specially designed machines, 
which will rib and automatically cut it into short lengths. 
Fig. 7 gives a fair idea of this operation which is known as 
gimping; the gimped pieces are then collected and carried 
to adjoining tables, where the lengths are spun by boys into 
small rosettes (fig. 8). The rosettes are then pressed by hand 
into position in the plates, the process being indicated in 
fig. 9. When the plates are filled they are passed through a 
hydraulic press, which completes the keying of the rosette 
mechanically, the plate being then practically ready for 
forming. The formation is effected by coupling up the plates 
with a set of dummy negatives and passing the current con- 
tinuously through the cells, the rosettes becoming finally 
pars with a fine adherent hard crystalline coating of per- 
oxide. 

After the formation process the plates are then cast up 
into sets in a similar manner to the negative. That prac- 
tically completes the general outline of the manufacture of 
chloride plates. There are, of course, many details that could 
not very well find a place in this article, but probably 
sufficient has been 
said to indicate the 
general nature of the 
process. 

There are many 
other things at these 
accumulator works 
that one ought to 
refer to. There is 
the electrical plant, 
which, in a way, is 
interesting, and con- . 
sists of two 90-H.P. 
compound conden- 
sing engines, each 
directly coupled to 
а Mather & Platt 
multipolar dynamo; 
then there is a high- 
speed compound en- 
gine, е direct 
toatwo-pole mo, 
also of Mailer sad 
Platt manufacture. 
In addition is a 
motor. generator, 
which is capable of 
delivering current at 
10 volts. The steam 
raising plant con- 
sists at present of 
two Lancashire 
boilers though 
arrang its are. 
being. ade for ex- 
tending it. The 
generating plant is utilised not only for formation 
purposes, but serves (o light the extensive works and 
to furnish energy for tiying motors, which form quite 
a di ishing feature of the place. There is nothing 
specially interesting about the switchboard. Each unit has 


Fia. 8.—MakInG THE ROSETTES. 


Fic. 6.—COMPLETE CELL SHOwING NmgcGarivE PLATE. 


a separate panel, and there are separate boards for controlling 
the energy used in the formation baths and in the lighting: 
and motors. Housed 
in the same building 
as the generating. 
plant is a large 
double-throw pump, 
which is used for the 
condensers, a double. 
set of pumps for 
supplying the hy- 
draulic accumulator, , 
and also two West- 
inghoyse compres- 
sors for the supply 
of compressed air. 
There are, of. 
course, the usual 
workshops necessary 
in such  establish- , 
ments. ‘There is a 
large joiners’ shop, 
equipped with 
modern machinery, 
and driven by elec- 
trical means. There 
is also a mechanics“ 
shop, fitted with 
machine tools, and 
close by are the 
stores. It is very, 
important that the 
workmen employed 
on certain sections 
of accumulator work 
should be kept 
moderately clean, 
and though we sup- 
ү it is not an easy matter to make a man clean by Act of 
arliament, little trouble is experienced in this direction at the 
Chloride Works ; moreover, the management insist that every 
man before he commences or recommences work shall have a 
substantial meal, and the enforcement of this rule has 


F 
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resulted in a general improvement in the health of the operate cars on schedule time, and the pressure varied as 


employés. much as 50 per cent. | 

The testing of accumulators forms a very important part The load on the section varies from 100 to 700 amperes ; 
of the work carried on, and a large room is set apart for the feeder carries a constant load of 400 amperes, the battery 
commercial tests of discharging or 
every description. charging to the ex- 


Moreover, not only 
is the chloride cell 
elaborately tested, 
but all known types 
of cell are very care - 
fully scrutinised and 
compared with the 
home article. With 
the exception, as we 
have pointed out 
before, of purchasing 
raw materials and 
the glass boxes, 
every operation 
necessary to produce 
a chloride cell is 
carried out on these 
works; there is little 
doubt that for com- 
pleteness, for facility 
and convenience of 
manufacture, the 
Chloride Works event of the cir- 
rank among the best — — ——— —— — a qe opening 
in the country. when trouble occurs 
Some icu ial has Fic. 7.—ТнЕ GIMPING OF THE Lean STRIP. on the line. 
been made to the : On the. Woon- 
directions in which fthe chloride cell is performing use- socket line they have been able to show in pounds, 
ful work; but perhaps the most interesting of its shillings and pence what the value of a battery is, and 
many applications is the use that is being made of it has been found that the saving in operating expenses 
the cell for traction amounts to £700 
work, both in con- | p?r annum. 
junction with the — In this country it 
overhead wire sys- has ‘been already 
tem, and in cases demonstrated on the 
where the accumula- existing electric 
tor is carried on the tramway systems 
car. Asan auxiliary that one of the most 
to the overhead sys- valuable functions 
tem, the excellent ser- of a storage battery 


tent necessary to 
maintain this con- 
dition. The result 
in actual practice is 
found to be that the 
feeder load remains 
constant at this 
average current, and 
is absolutely inde- 
pendent of the fluc- 
tuating demand on 
the line. It is 
claimed that the. 
battery in these cases 
enables the genera- 
tors always to run 
at full load, and con- 
sequently at. the 
highest point. of 
efficiency, and to 
act as а cushion to 
the engine in the 


vice of the Chloride is to provide a reserve 
cell is not confined in case of break 
to this country. One down. 


In accumulator 
car systems, the 
Chloride cell has 
established a good 
reputation; and 
is being used on 
four lines in Paris 
at the present 
moment. The work- 
ing results of one 
of these systems was 
published in the 
REVIEW some 
months ago. Even 
on the much 
maligned Cen- 
tral Tramway 8у8- 
tem, where these 
cells have now been 
used for three years, 
the record is а goo 


of the most notable 
examples is the sys- 
tem of the Union 
Traction Company, 
of Philadelphia, 
which operates some 
500 miles of road. 
In making recent 
extensions on this 
line, it was found 
that it would be 
necessary either to 
build a new power 
house, or instal a 
battery sub-station, 
as the required addi- 
tion to the existing 
feeder system would 
necessitate such an 
enormous outlay for 
copper, as to render 
it commercially im- deal better than 15 
possible. It was | à; | generally supp am 
DE кы ls Fic. 9.—P&ESSsING THE ROSETTES INTO THE POSITIVE GRIDS. alsa when 
carry out this exten- we say that the 
sion, and double the service on the section, would be cost of upkeep of the batteries does not exceed 154. per 
four or five times the total cost of a battery installation car mile. | N 

to fully meet all the requirements, and that a new power The Americans were always fond of big things, but it was 
house was out of the question, on account of the heavy generally supposed in this country that, in the use e ERE 
operating expenses. Before the extension was made, the batteries for lighting, we should not have had to yield t Я 
pressure at the end of the feeder was barely enough to palm to our American friends; yet the Chicago Edison Com 
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pany are about to put down what is very properly termed 
the largest storage battery in the world, one that is costing 
£20,000. : 


GAS ENGINES FOR ELECTRIC LIGHTING. 


Ir is generally admitted that the internal combustion 
engine will play a conspicuous part in the cheapening of 
electricity, but one must be forgiven if at times one thinks the 
progress made in gas engine construction seems to be a little 
slow.{: At the same time, there is abundant evidence that gas 
engines for electric lighting work have been materially im- 
owe during the past few years. They are not only giving 
ess cyclical variation, but the economy of a modern gas 
engine shows a most marked advance on the performances of, 
eay, four years ago. Compared with steam motors, the size 


— | 


— 


pm 


— 


were originally started in a small dwelling house, and it 
may be mentioned here that the lighting plant really 
forms part of a business that was started by Messrs. Paris 
Singer & Со., to manufacture the Dawson gas engine. 
The lighting of a few surrounding shops and houses 
was attended with so much success, that extensions 
speedily became necessary, and to meet the ever increasing 
demand, a small central station was eventually erected. A 
view is given of the plant erected in this building, though 
engines of similar capacity are still working in other parts 
of the works. The most notable feature is that the 
dynamos are direct-coupled to the engines, and to give 
an instance as to the smallness of the floor space occu- 
pied, three sets of 11 units each only take up a space. 
of 18 feet by 8 feet, and this leaves ample’ room 
between the machines. The sets at present in use 
comprise one 35-B.H.P. double cylinder engine, six sets of 
11 units, three of 4 unite, and two of 24 units capacity. There 


n 


A Gas ENGINE STATION. 


of the gas engine is still insignificant, and the weight of 
material per effective horse-power is very considerable ; but 
the one great drawback that was urged against gas engines 
for electrical work, namely, unsteady running, may be said 
to have completely disappeared. 

In the use of gas engines for central electricity works, 
much interest has been recently created by the success that 
has attended the running of such motors at Leyton, and no 
doubt we may see an immediate extension of gas engine 
stations. 

It may be a matter of interest to many of our readers to 
learn that for some two years there has existed at Clapham 
Road a central station which has attained a distinct measure 
of success in lighting portions of the surrounding district. 
The plant comprises gas engines direct-coupled to dynamos, 
and they vary in size from 17 B.H.P. engines down to 2} 
B.H.P. The combined plant is capable of giving 1,000 
amperes at 110 volts, the average nightly load being 600 
amperes. The works, which are quite of moderate size, 


are two batteries of accumulators of the E P. S. K 66 type, 
which are run in parallel with the machines at the time of 
heavy load, and thus become eff-ctive in the event of an 
ignition tube breaking. The battery also takes charge of 
the night load, and meets the whole of the Sunday demand, 
the engines being shut down from Saturday night till Monday 
morning. Water for circulating in the cylinder jackets 
is pumped from a well adjoining the works to tanks placed 
above the engine room ; after passing round the cylinders the 
water passes to other tanks, and from thence rans back to 
the well. Town gas is at present employed for the engines, 
but we P sre. Hed when the load increases, producer gas 
wil be made on the premises, plant for this purpose having 
been already erected by Messrs. Paisley. | 

Undoubtedly the most interesting feature of the plant is 
the type of engine, which is extremely simple. It is desig- 
nated the rotary piston type, and is practically valveless. 
The cycle adopted is the Otto, and some idea of the interior 
mechanism may be obtained from the detailed drawing 
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annexed. It should be explained, however, that this 
illustration is of the smaller class of engine made by 
Messrs. Paris Singer & Co., and is designed for motor 
cars. The action of the engine is practically as follows:— 
In every two complete revolutions of the engine, the piston 
is rotated completely round. As the piston is hollow, the 
work done by the explosive mixture is performed inside the 
piston. To provide for the admission of the gas, there are 
two holes in the piston opposite each other, and in the process 
of rotation, these holes become uncovered at the porte, and 
thus admit the mixture. During the period occupied by 
com гаса firing, the piston has been rotated, and at 
another position of the cylinder the holes become uncovered 
at the exhaust outlete, and the produots of combustion pass 
out. The two holes in the piston, therefore, serve as a means 
of taking in the explosive mixture, and of getting rid of the 
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burnt gases. The rotating action of the piston is obtained 
in the following manner. For all intents and purposes the 


connecting rod may be considered as split in two, one port ion 


of which is rigid, and the other portion is free to revolve. 
A tangent wheel on the front rod is driven by a quick pitch 
wheel fixed near the end of the crank pin; the piston rod is 
connected to the piston by means of a universal joint. The 


explanatory drawing will probably make the ‘action of the 


mechanism olear. | 

It would seem as if there might be some gain in per- 
mitting the explosion to take place inside the piston, rather 
than in the cylinder; the cylinder walls are not thereby 
directly affected by the heated gases, neither is the lubrication 
of the piston interfered with. 
The ordinary ignition tube is employed, the position 
being altered in the different sizes. A form of inertia 
governor is uged, the regulation of the engine being effected 
by the hit-and-miss principle. 

Probably we shall be able to say something eventually on 
the cost of producing electric energy at these small works. 
Our thanks are due to Mr. R. M. Campbell, the works 
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manager to Messrs. Paris Singer & Oo., for showing us 
round the works and erplaining the very interesting features 
of 99 gas engine, which are now being made in considerable 
numbers. 


ELECTRIC CRANES. 


THIS somewhat well-worn subject has been brought before 
the Northern Society of Electrical Engineers, Manchester, 
by Mr. J. G. Statter. | a 
. The chief point of interest centres in the description of 
an electric crane made by the author's firm, which, for some. 
special purposes, seems to have considerable advantages. It- 
is а three-motor crane, in which the motors are connected in 
series order, and worked by constant current with variable 


ressure. 

The motor brushes are made to rock through nearly half 
a circle by means of a chain and wheel, and the motors are 
started, stopped and reversed, simply by moving their 
brushes. When the brushes are on a diameter at right angles 
to the pole gaps there is no torque, no counter E.M.F., and 
no motion; but, moving the brushes to one aide or the 
other causes a torque one way or the other and motion 
accordingly, so that the commutator and brushes act as their 
own switches, for stopping, startiog, and reversing, | 

Such a system requires a constant current dynamo, speci- 
ally designed for the crane, or a motor generator for constant 
current, The pressure rises and falls in accordance with the 
load on the motors. | 

The paper also describes а fanciful method of working a 
crane by a motor, in which the armature and field magnets 
both revolve; but as it is admittedly only a toy and of low 
efficiency, not being completely under control, it is of no 
interest to describe it, here, 

The rest of the paper deals with well-known apparatus, 
three-motor and single-motor cranes, without adding much 
to the knowledge of these already well-known and common 
types, 

So far as we can gather, the single-motor crane finds most 
favour with crane makers, as it is the only system which can 
be readily adapted to existing cranes and to standard designs 
of mechanically-driven cranes. In fact, many square sheft- 
driven cranes have been converted, at small cost, and with 
little alteration, into electric cranes with a single motor. The 
three-motor system requires a specially constructed crane, 
and the series system of working with constant current 
requires not only a specially-made crane, but alo 8 
spacial generator. These, in practice, are serious draw- 
backs to the two latter systems, 

A single motor with an open and crossed belt drive finds 
much favour with some crane makers, simply on account of 
its simplicity and effectiveness, and the same simple method 
is finding considerable favour in applying electro-motors to 
lifts, as e anng the lift by belts has been found to be 
more economical and reliable than working them by parely 
electrical control, through a most complicated box of cam 
shafts, bevel wheels, clutches, and switches, all of which 
require continued attention. Any good motor can be used 
for crane driving, the detail“, switches, resistances, and gear- 
ing of the motor to its work are the only points in which 
electrical engineering problems arise. 


- 


Royal Institution.— On Friday, the 11th inst., a lecture 
was delivered at the Royal Institution by Dr. J. H. Glad- 
stone, on the “ Metals used by the Great Nations of Anti- 
quity," in which he traced the growth of the metal working 
arta from the earliest periods of history. In connection 
with the oocasion, a conversazione took place at the Royal 
Institution the same evening, which was well attended. At 
this a number of interesting samples of alloys and rare 
metals was on view, including aluminium from the British 
Aluminium Company, the well-known Atlas anti-friction 
metal, Delta metal, and rare metals from the firm of Messrs. 
Johnson, Matthey & Oo., including a specimen of uranium, 
valued at £7,000. | 
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NOTES. 


| (Continued from page 222.) 
Obituary.—Our American exchanges record the death of 
Mr. O. B. Shallenberger, which occurred on January 24th, 
at the early age of 88. In 1884 he resigned from ће U. S. 
Naval servioe, and devoted, from that time forth, his whole 
attention to electrical science. In the same year he joined 
the electric gh department of the Union Switch and Signal 
Company of Pittsburg, and in 1885 he took charge of the 
setting up and operation of the Gaulard & Gibbs apparatus 
imported from Europe by Mr. Westinghouse. At this time 
his practical acquaintance with alternating currents began. 
After Stanley’s experiments at Great Barrington, Mass., and 
other experiments conducted at Pittsburg by Mr. Shallen- 
berger, the alternating current system was adopted, the 
Westinghouse Company was organised and Mr. Shallenberger 
was appointed chief electrician. Mr. Shallenberger was one of 
the earliest to apply the theories then known about alter- 
nating currents to practical operation. A contem 
remarks that he was the first in America to assed. in 
coupling alternating current generators in multiple. The 
mn used for incandescent street lamps in series, with a 
unt of high self-induction around each lamp, was one of 
his early inventions. Probably his most beautiful concep- 
tions are exhibited in his electric measuring instruments. 
Mr. Shallenberger was consulting engineer for the Westing- 
house Electric and Manufacturing Company, and also 
organiser and president of the Colorado Electric Power 


шр | 

e regret to hear of the death of Mr. J. B. Chapman, 
acting principal technical officer of the Engineer-in- 
Chief'& Office, General Post Office. Mr. Chapman, who was 
an old and valued servant of the department, was well 
known in connection with high-s automatic working, 
many improvements which have been made in this system 
having been largely due to his initiation. 


Lectures.—On the 7th inst., Dr. O. Lodge lectured at 

i , under the auspices of the Literary and Philosophi- 
cal Society, on “Electric Oscillations.” Dr. Lodge said 
зе жа ие - A sce the an стоса 

egraph " system со e of practical utility. It 
was ible to telegraph throngh ораде but these 
offered more or less resistance. A message had been sent a 
ее їп аре and 15 шешш һу 
means is system, at present it was unknown up to 
what distance it was of use. | 

Mr. T. B. Murray, Glasgow, on Monday last week, 
lectured to the members of the East of Scotland Engineeri 
Asosiation on “ Electric Motor Oarriages.” The lecturer 
in his opening remarks, stated that to Edinburgh belonged 
the distinction of havi uced the first electric carriage, 
which was built by a Mr. Davidson about the year 1842. 
Mr. Murray explained the advantages of the Johnston- 
Murray patent motor for this class of work. At the con- 
clusion of his paper the lecturer showed a series of lime-light 
views, depicting a few historical vehicles and the latest 
types of American, French, and English electrical road 


carriages. 

On the 7th inst., at the Royal College of Science, Dublin, 
Mr. W. Brown, B.Sc., commenced a series of 15 lectures on 
“The Practical Application of Electricity.” 

. Prof. Wertheimer lectured at the Merchant Venturere' 
Technical College on Wireless Telegraphy on 5th inst., 
and will repeat the lecture and experiments on March 2nd. 

At а meeting of the Manchester Geological Society on 
8th inst., Mr. Bigg-Wither read a paper on Electrical Shot- 
firing in Mines.” 


ng b x | 

Prof. John Milne, F.R.S., delivered a lecture at the 
London Anstitution, Finsbury Circus, a few days ago, on 
* Geological Changes Beneath the Ocean." 

Prof. 8. P. Thompson, president of the Wolverhampton 
Literary and Scientific Society, will deliver his presidential 
address at the Agricultural Hall, on February 24th, his sub- 
ject being The Coming of the Electric Horse.” He will 
be afterwards entertained at a supper at the Star and Garter 
Hotel, to which the mayor and the local members of Parlia- 
ment have been invited. 


The Telephone and the Electric Tramway Wires 
in South Staffordshire.—On Wednesday, at the Walsall 
County Court, before his Honour Judge Griffith, the National 
Telephone Company, Oxford Street, London, were sued by 
Messrs. Bedworth & Son, merchants, of 10, Mill Street, 
Great Bridge, for £87 4s., the price of a horse, the death of 
which was caused by one of the company’s telephone wires 
giving it a fatal shock. Mr. Ensor appeared for the com- 

ny, and claimed that the South Staffordshire Tramway 

mpany should be joined with them as defendants, as they 
were jointly liable. Mr. Disturnal appeared for the 
tramway company, and Mr. Parfitt represented the 
plaintiffs. The case was not gone into, but the facts 
were stated to be that a man in the employ of the 


telephone company was engaged in repairing one of the wires, 


and that while во engaged the wire fell across another wire, 
the latter belonging to the tramway oompany This sent 
through it a current which made the man drop the wire, and 
after it had fallen plaintiffs’ horse became entangled in it, 
and was fatally shocked. Mr. Eusor urged that the ашау 
company were bound to insulate their wires, and ав the 
failed to do this, they were really responsible for the accident. 
Mr. Disturnal submitted that to make a third party liable 
in such а case, liability to indemnify must be shown. His 
Honour held that the falling of the telephone wire on the 
tramway wire was a trespass,and that the tramway company 
could not be held liable for that. He therefore dismissed 
the action against that company with coste, Mr. Parfitt 
said that, after Mr. Ensor's argument, there could be no 
defence against plaintiffs’ claim, as the parties had agreed 
that the damages were £35 4s. 6d. He asked his Honour 
for judgment for that sam. Mr. Ensor said his only defence 
was, that it was the сао par g from the tramway 
wire to the telephone wire which had caused the man to GIOP 
it, and it was in that wire that the horse was entangled. He 
submitted to his Honour that if he were holding & cannon 
ball, and someone struck his arm and caused him to drop 
the ball on another person's toes, the man who struck the 
blow would be liable. This was a similar case. His Honour 
declined to give judgment on hypothetical cases, but said the 
telephone company had no right to let their wire rest on the 
tramway company’s wire. . Ensor said that, under the 
circumstances, he must submit to judgment, which was there- 
fore given for £35 48. 6d. and costa. Р 


Presentations to Mr. Н. С. Fischer.—Mr. Н. C. Fischer, 
C.M.G., who retires from the Post Office service at the end 
of the month, took formal leave of the officials on Thursday last 
week, at St. Martin's-le-Grand. Among the presentations 
from the various departments were the following :—NSilver 
candelabra from Mr. Fischer's personal staff and the con- 
trolling and supervising officers (male and female), past and 

resent, of the Central Telegraph Office; three silver fruit 
Aishas, with inscription and monograms, from personal 
Tram in other pun of the dog ig a brown а 

ladstone dressing bag, containing silver-stoppered cut-g 
bottles and silver-mounted fittings; a silver cigar box (cedar 
wood lined) bearing an engraved centre piece representing 
a cable with ends showing, presented by the officers of the 
late Submarine Tel Company who were transferred 
to the service of the Post Office in 1889 ; a smoker's cabinet, 
of polished coromandel w with silver fittings, from 
members of the male staff of the Central Telegraph Office ; 
and a silver vesta box, bearing initials Н, О, F. and date, 
from Mr. Fischer’s head m and his assistant. Mrs. 
Fischer was presented with a handsome diamond ruby and 
pearl bracelet. ous | 


ы 


The Institution of Civil Engineers,—On  Tuesda 
next pa will be read on “The Theory, Design, an 
Practical Working of  Alternate-Current Motors, by 
Llewelyn B. Atkinson, Assoc. M. Inst. C. E., and Dublin 
Electric Tramways,” by Н. F. Parshall, M. Inat. C. E. 


The Ferraris Memorial,—The German fund in aid of 
the proposed memorial to the late Galileo Ferraris amounts 
to £190. Of this sum, Dr. Kittler has collected £68, whilst 
the remainder comprises contributions obtained through the 
efforts of the editors of the Elektrotechnische Zeitschrift. 
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Ingenious “ Booster Connections.— Mr. James F. 
Austin, of Philadelphia, writing to the Street Railway 
Journal, says:— Making the most of things,” is the street 
railway man’s watchword now-a-days, and the man who 
really can make the most of things generally comes out 
pretty near the top. In a power house not long since, I 
ound a very ingenious arrangement of the generators, 
whereby one, or three, might be used as the very fluctuating 
travel demands. In the drawing, the line is shown, the 
several divisions being designated as follows: a and 5, 
branches; c, main line, and d an extension of the main line 
three miles long and beginning about five miles from the 
main power station in which were three unite; f, a modern 
direct connected generator running at 90 revolutions per 
minute, and having an output of 1,300 or 1,400 amperes. 
The smaller generators, g and h, were of the type of five or 
six years ago. At e, anoth: v «tation was located which could 
start one of the older p nerators at will This company 
operates about 160 care, and bas a seaside resort at the end, 


а E] 


d, and travel varies from a full load for all the unita, to a 
small load for generator, g. In the main power station, 
connections are such that the three generators can all be 
operated in multiple, or as travel demands, the line, b, can be 

t on unit, 9, and the main line and branch, a, operate 
rom f and e. By another combination, the generator, Л, 
can be connected up as a “booster,” and the main line, 
clear to and including d, may be operated from unit, /, and 
the booster, 4, without the use of the generator at e. The 
connection of the generator, Л, is through the switch, i 
(shown in detail), and when the lever, i, is thrown in con- 
tact with 7, the generator is running in maltiple with the 
о ега, but when the lever is thrown to x, the connections 
are such that the machine becomes a booster,” and works 
in that capacity with whatever feeders may be connected 
with it. The switch connections are such that either of the 
л can be “ boosted” or isolated to a single generator 
at will. 


Petroleum Fuel.—The Scientific American remarks that 
it is gratifying to learn that the experiments which the 
Bureau of Steam Engineering is carrying out in the Stiletto 
in the use of liquid fuel are meeting with complete success. 
The great advantages of liquid fuel are, that it may be run 
into the bunkers or tanks by gravity, thus doing away with 
the tedious and costly loading by hand. It can be brought 
into the furnaces without handling, thus reducing the 
number of stokere, and it produces no ashes. A ton of oil, 
moreover, contains about twice as much heating power as & 
ton of coal, and hence the amount of fuel supply may be 
doubled without adding to the weight of the vessel. With 
a combination of liquid fuel and the turbine in the same 
vessel, we may look for some great developmenta in the pre- 
Sent Government experiments. 


Informations !— The following note from a correspondent 
speaks for itself :—“ Kindly favour me in asking some one of 
our numerous readers to give us a few practical hints on the 
drum bar wound armatures, evolute end windings, the best 
means in conecting up the joints. You will extreemly 
oblige C. W.” 


Heat and Mechanical Work.—The highly interesting 
article by Marcel Deprez, which appears on page 289, was 
communicated by the author to the Revue Génerale des 
Sciences. 


Behr's Lightning Express.—Mr. F. B. Behr informs 
the Times that the Belgian Government has named a com- 
mission composed of the following engineera in the service 
of the State railways: — M. E. Gerard, engineer-in-chief and 
Chef du Cabinet of the Minister of Railways (president), 
M. A. Degraux and M. Flamasche, engineers-in-chief of the 
State railwaye, and M. Robert, engineer of the State reilways 
(secretary), for the purpose of carrying out a series of 
important experiments on Mr. Behr's lightning expres 
railway, constructed for that purpose in the neighbourhood 
of Brussels, Mr. Behr says that in the event of the report 
of the commission being in every way satisfactory, the 
Government would agree to the building of an important 
line on bis system. A syndicate has been formed in 
Brussels, consisting principally of some of the leading 
bankers in that town, who are providing the money for the 
purpose. The experiments will begin towards the end of 
this month, and are expected to last about three months. 


Cost of Steam in 1870 and 1897.—One the best pipers 
recently read before the American Society of Mechanical 
Engineers (says the Scientific American), was presented by 
Mr. F. W. Dean, on the decrease in the cost of steam 
power between the years 1870 and 1897. This was shown 
to amount to nearly 40 per cent.; 17 per cent. of this 
is attributed to the use of multiple cylinder engines, steam 
jacketing, higher steam pressure and superheating the steam. 
Five per cent. is due to the use of vertical engines, 7 per 
cent. to improved boilers, 7 per cent. to economy realised 
in heating the feed water, and 2 per cent. is put down 
to the credit of improved conatruction of grates. Taking 
the best performances of the two periods named, the least 
consumption of steam per horae-power per hour in 1870 
was 20 lbs., whereas the best for 1897 was 121 lbs. 


-——— 


Electric Radiation, —Prof. Chunder Bose has commo- 
nicated two papera to the Royal Society on experiments 
with electric radiation. It will be within the memory of bis 
recent audience at the Roy«! Institution that a particular 
feature of his work in this subject is the reduction of the 
size of the apparatus employed to that of ordinary optical 
instruments. He has effected this by using oscillations of 
wave lengths much shorter than were employed by Hertz or 
Fitzgerald, though, of course, enormously longer than those 
of visible light. The experiments described refer to the 
refraction, and total internal reflection, by glass of electric 
radiation. The experiments on refraction were desigaed to 
test the application to glass of Maxwell’s relation between 
the specific inductive capacity and the refractive index. It 
was found to be 2°04 for the wave length employed (that for 
visible light being about 1:5), which woul 1 make the induc- 
tive capacity 4:16. Different observera are said to have 
assigned to the inductive capacity of glass of various kinds 
values lying between 2'7 and 9'8. Hopkinson's figures, 
given by Prof. Everett, range only from 6:57 to 10°1. The 
second set of experiments was mainly directed to asoertaln- 
ing the minimum air distance between two parallel surfaces 
of glass which would produce total reflection, and appear to 
have given very precise and satisfactory results. In 
sets the oscillator used was the form iu which a small oen- 
trol sphere is placed between two small spherical beads, the 
receiver being a Branly tube. The principal difficulty with 
the apparatus was so to shield the receiver that it should 0з 
&ffected only by radiation from one particular direction, and 
we may refer our readers to Prof. Bose’s papers for the details 
of the way in which this was met. "a 

The Brighton Engineer.—The condition attached to 
Mr. Arthur Wright's appointment as manager of the 
Brighton Corporation Electricity Worke, requiring him to 
give his whole time to the duties of that office, has been 
waived, and Mr. Wright will be permitted to take private 
practice as an advising electrical engineer to other companies 
or corporations outside the borough. 


Accumulator Traction on Common Roads.—Before 
the Self-Propelled Traffic Assoziation on March 20h, Mr. 
J. T. Niblett will read a paper on * Recent Improvements 10 
Accumulators, and in their Application to Traction on Com- 
uon Roads." | 
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Comparison Between Horse-Keep and Motor-Keep. 
—The Automotor and Horseless Carriage Vehicle extracta the 
following interesting comparison made by M. D. Creuzav, 
5 de l'Automobile Bordelais, in La France Auto- 
тобив:— | 

Daily Keep of Two Horses. 


Francs, 

Food, hay, &c. 5.0 
Smith bs e 6: to e vá .. 0.30 
Harness eee ooe [24J [IX] evt LEA eee ^ 0.50 
Rent of stable oa m M is . . 0.50 
Veterinary, &c.; repairs to carriage, stable and harness 1.15 

Total eee 706 eee eee eee eee 8 45 

Daily Cost of an Automotor Vehicle. 

Daily journey, 30 miles. 

6 litres petrol "210 
Oil, waste, (04. . 015 
Repairs 006 [EX [EEJ ees , eee eee 1.00 
Use of rubber tyres, &c. ... sais ee Же .. 1.25 

Тоба] eee eee [E27 ene oes 006 4.50 


Daily saving by using an automotor, 3.55 francs. 
The editor of the Automotor advises his readers to turn back 
to ita issue for October, and read up the article оп “ Kelvin's 
Law of Economy," and apply the above figures or others to 
а given case, а most instructive and accurate conclusion 
ill be reached, viz , that ic is always much cheaper to use an 
automotor vehicle. 


North-Western Electrical Association.—The sixth 
annual convention of this Association was held in Milwaukee 
on January 19th, 20th and 21st. Mr. H. C. Higgins 
delivered the presidential address. The following were 
among the papers read: —“ Practice of Theory,” by J. C. 
McMynn; “Electric Lighting for Profit" by Alex. Dow; 
“Topics of Interest to Central Station Men,” by Lieut. 
F. A. Badt ; “ Long Distance Transmission,” by A. Ekstrom; 
“Present Efficiency of Incandescent Lamps,” by J. E. 
Randall; Physical and Chemical Properties of Volatile 
Oils in Boilers,” by W. H. Edgar; “ Electricity in Municipal 
Engineering,” by Prof. R. B. Owens; * Municipal Socialism,” 
by F. De Land; Depreciation,” by Prof. Jackson. There 
was а long discussion on municipal lighting plants. 


Treatment of Consumption by Electricity.—Acoord- 
ing to Electricity, New York, а well-known physician, Dr. 
J. Mount Bleyer, is said to have discovered a method of 
curing consumption by the use of the electric current. 
Dr. Bleyer's system is based on the well-known principle 
that electricity can be made to act as a purifying agent by 
virtue of the ozone which, under certain conditions, it 
gives forth. Dr. Bleyer revivifies the blood of the patient 
by giving ozone. He places on the patient’s chest, 
directly over the diseased part of the lung, and a pad on the 
corresponding point at the back. A current of electricity at 
extremely high voltage is sent directly through the body for 
20 minutes or half an hour. Dr. Bleyer does not specify the 
amount of electricity he uses, fearing that inexperienced 

essionals may make the experiment with perhaps fatal 
results ; neither does he say whether he uses direct or alter- 
nating currents. It has been proven, it is said, by experi- 
menta on rabbits, that the electric current really revivifies the 
blood by giving it ozone. Advanced stages of consumption 
cannot be cured by the Bleyer system, but it is claimed 
that such patients as possess enough of the lung substance 
as will carry on the physiological prooeeses are susceptible of 
an abeolute cure within a reasonable space of time, by the 
daily application of the current. 


The Royal Soclety.— Before this society yesterday after- 
noon the following papers were down for reading:— Prof. A. 
Gray, F. R. S., and Prof. J. J. Dobbie, “ On the Connection 
Between the Electrical Properties and the Chemical Com- 
position of Different Kinds of Glass; Dr. E. Taylor, On 
the Magnetic Deformation of Nickel." 


Multiphase Work.—We learn from a Glasgow daily that 
а handsome new beam and girder shop has been erected at 
Glengarnock. It is being driven electrically by Mr. Walter 
Dixon, of Glasgow, on the multiphase system. 


Kruger, the Father of Arts and Inventions.—The 
Government fees in the Transvaal have not, up to the 
present, been very high; they have now been increased by 
the Law, and inventors will have to pay :— 


E s. d. 

At the deposit of the application T — 1 1 0 
At the deposit of an objection КЕР " У 320 
At issuing & certificate by the Commission ... syi 1 1 0 
For sealing and signiog the Letters Patent oe 5 0 0 
Before the expiration of the term of 3 years .. 20 0 0 
» » » 5 to 8 years ... 100 0 0 

"n ” a 8 toll years 150 0 O0 

” ” » 14 years „ 200 0 0 


The preamble of this new fiscal law is exquisite. Whereas 
it is desirable to encourage the working of new and lawful 
inventions, by granting to the inventor, for a fixed period, 
the exclusive right to exploit his own invention for his own 
benefit. . . President Kruger has a peculiar way of 
encouraging the inventors ! 


. Electric Light Mains.—From the Birmingham Daily 
Gazette we learn that, “the defects in the supply of 
electric light at Barton-on-Trent were the subject of an 
important statement by Alderman Lowe. Не said the 
committee had communicated with about 30 other cities and 
towns where electric light was used, and had ascertained 
that in almost every case where the Silvertown cables were 
used there had been more or less serious defects and 
breakdowns. Through the kind intervention of Lord 
Burton, a deputation of the Council had ben to London 
and had a conference with Mr. Frank Bailey, engineer to 
the City of London Electric Lighting Company, and that 
gentleman had given them some very valuable information, 
and they hoped to beable to get Mr. Bailey to visit Burton, and 
to advise them on the beat remedy. He had advised the sub- 
stitution of the British Insulated Wire Company's cables, 
and this Mr. Lowe estimated would cost from £5,000 to 
£06,000." It is not a little curious that the article in oar 
leading pages this week ghould have a direct bearing upon 
the subject of mains, and the above note gives very striking 
evidence that we have struck the keynote of а matter of vital 
importance to electricity supply companies. We are 
aware that the manager and engineer of the Gas and 
Electric Light Works, Burton-on-Trent, issued a cir- 
oular letter to various engineers throughout the country, 
in which he complained of the trouble he was experiencing 
with high tension mains of Silvertown make, and asking 
for answers to a set of questions which would be treated as 
confidential, Perhaps Mr. Ramsden will be good enough to 
communicate to us the replies he received to his circular, 
as we are desirous of investigating this matter; or if the 
engineers with whom Mr. Ramsden communicated will send 
us copies of their replies, we shall be glad to receive them, 
absolutely iu confidence. It would be interesting also to 
learn whether Mr. Frank Bailey had advised the substitution 
of another kind of cable for those of Silvertown, on the 
strength of a personal examination and test! Finally, we wish 
to ascertain whether the mains complained of in 30 cities 
and towns were jointed and laid by the Silvertown парола 
how many years they have been laid, and whether before ог 
after the Board of Trade regulations? We hold no brief, it 
is scarcely necessary to say, for any cable or other firm; but 
we cannot forbear entering a protest against a line of policy 
which seems to have been organised for the express purpose 
of producing a “scare” in rubber cables. 


Reis Memorial.—The Physikalische Verein of Frank- 
fort-on-the-Maine pro to erect a memorial to the late 
Philipp Reis, the inventor of the telephone. The society, of 
which Dr. Petersen is the president, have appointed a com- 
mittee to further the scheme, the carrying out of which is 
estimated to cost about £1,500. 


Forthcoming Воок.—Мевѕгв. Crosby, Lockwood & Son 
announce that the work on “Submarine Telegraphs : their 
History, Construction, and Working,” by Mr. Charles 
Bright, F. R. S. E., will be published very shortly. The sub- 
scription price ceases to apply on the date of publication. 
Subscription orders should reach them not later than Mon- 
day, February 28th. 
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The Shannon Water-Power Scheme.—The Times for 
Monday contains some particulars of this scheme. A meet- 
ing of riparian promoters and others interested in the 
fisheries of the Shannon was held on Saturday to consider 
the scheme, from which the promoters anticipate important 
results in the public electric lighting of various centres in 
Ireland. The scheme, in which Lord Lurgan, Sir Gerald 
Dease, and other gentlemen are concerned, is for the erection 
of electric works and machinery at Landscape, on the Clare 
side of the Shannon, below Castleconnel, the intake for the 
supply of water for the turbines being between Castleconnel 
and O’Brien’s Bridge. The canal, a cutting of some two 
miles in length, will convey 55,000 to 60,000 cubic feet of 
water per minute for the tarbines during the 10 hours of 
each day that they are to be worked. To meet any defici- 
ency of the volume of water in the summer months, and 
during seasons of drought, the syndicate proposes to store 
water at Lough Allen, which has an area of 9,000 acres, the 
60,000 cubic feet of water required to work the machinery 
being by this means available, without possible detriment to 
other interesta, when it could not be through the ordi- 
nary flow from thé river. Other rafeguards are also men- 
tioned, and the syndicate states that it is prepared to oompen- 
sate any injury proved to be done to the fisheries by the 
contemplated works. Lord Massy presided at the meeting, 
and there was a large attendance, including Lord Lurgan, 
Sir Gerald Dease, Mr. Н. C. Fuller, engineer of the proposed 
scheme, Mr. V. W. Brown, and Mr. Fitzgerald, С.Е. Mr. 
Fuller explained the details of the scheme, which was sub- 
jected to criticism from several gentlemen present. Lord 

nrgan asked those present to look on that as a preliminary 
meeting, and to arrange for conferring with him and his 
colleagues after a reasonable time had elapsed, and when the 
details were more advanced. The enterprise was a very large 
one, he might say a national enterprise, and it should not 
be lightly cast aside. A further meeting will be held at an 
early date. 


Stone-Throwing at Telegraph Wires.—The Education 
Department, Whitehall has been circularising the corre- 
spondents of schools on the great damage done to telegraph 
wires and insulators through mischievous stone-throwing. 
The following circnlar, which was issued in 1875 and 1885, 
is again being sent out :—“ The Duke of Richmond is in- 
formed that во much damage is done to postal telegraph 
lines by stone-throwing, that her Majesty’s Postmaster- 
General is compelled to put the law in force against offenders. 
Most of the damage is caused by mischievous persons; but 
it is found that much injury is done by schcol boys, who do 
not think they are doing any great harm, and are not aware 
that they render themselves liable to imprisonment, and 
p to flogging. You are hereby requested to be good 
enough to caution the obildren in your school against throw- 
ing stones at the telegraph lines, and to impress upon them 
the risks they run, and the great expense, trouble and annoy- 
ance they cause by so doing." 


Early Electric Tramway Practice in the States,.— 
We quote the following editorial from the Street Ratlway 
Journal :—*'In the discussion of Philip Daweon’s paper on 
* Electric Traction’ before the (London) Institution of Elec- 
trical Engineers, one of the speakers is reported to have 
denounced with vigour and point * American haphazard 
methods. Their standards are no standards at all; they go 
full speed ahead, and then have to go astern.’ There is pos- 
Bibly some basis for this criticiam. Nearly the entire burden 
of experimentation in electric traction has fallen upon 
America, and it is inevitable that there should have been 
much геи of plant in the progress of an industry 
from birth to what we might call now, perhaps, middle age. 
Nevertheless, there is one element in the case which is too 
frequently overlooked by the more conservative engineers 
and tramway managers both here and abroad, and that is, 
that the pue in the industry who have gone ahead 
courageously and put in the best apparatus known at the 
time, have frequently made enough money by doing so to 
purchase more improved apparatus as it has come out. "This 
is true not only where there has been competition, and where 
the lines equipped with the better motive power have gained 
traffic at the expense of their more conservative competitors, 
but also in cities where there has been no competition, for 


the development of the ‘riding habit’ in American munici- 
palities through the introduction of eleotric traction has been 
one of the marvels of the American financial world. Sooner 
or later this feature will, of course, be understood more 
generally abroad, but meanwhile ‘conservatism’ will, no 
oubt, plume iteelf upon its wisdom, while somewhat 
forgetful of certain advantages of progresaiveness. 


Portable Tools.—We have pointed out that electricity is 
working in the direction of portable tools where the work is 
Machinery illustrates a very convenient portable 
boring and drilling machine by the Newton Tool Works of 
Philadelphia. This machine has a base with slide, i 
a stout post. The carries a horizontal spindle. There 
are two motors in the machine; one drives the machine and 
the feed, the other serves simply to raise and lower the head 
apon the pe: The boring bar is driven bya steel worm and 
phosphor bronze wheel, triple threaded. A lifting shackle 
is provided for the crane hook to take. The machine is 
specially adapted for the drilling of the large yokes of 
motors and erige but is, of course, applicable to any 
other work. It is a good sample of the new departure in 
tool making, which electricity has brought about, and which 
would have hardly been  practicable—scarcely, indeed, 
possible without the new agent of transmission. 


NEW COMPANIES REGISTERED. 


Rochdale Electric Company, Limited (55,887).— 
Registered January 31st, with capital £5,000 in £1 shares, to adopt 
an agreement with W. D. Wateon, and to carry on the business of 
electricians, suppliers of electricity, electrical engineers, i 
apparatus manufacturers, &c. The subscribers (with one share each) 
are:—W. D. Wateon, Falinge Road, Rochdale, silk manufacturer; 
R. T. Golding, 25, Oambridge Road, Seaforth, Liverpool, chartered 
accountant ; Т. Snape, J.P., The Gables, Croxteth Road, ahi gar 
T. Watson, Carr Hill, Rochdale, silk manufacturer; Miss а. 
Lendrun, б, Croxteth Road, Liverpool; Mrs. M. M. W Lydstep, 
Falinge Road, Rochdale; R. Watson, Oak Cottage, Shawclough, 
man urer. The number of directors is not to be less than two nor 
more than four. The first are T. Snape and W. D. Watson. Quali- 
fication, £100; remuneration as fixed by the company. 
by C. Doubble, 14, Serjeant’s Inn, Е.С. 


tricians, suppliers of electricity, iron and brass founders, &c. The 
subscribers (with one share each) are :—R. W. Francomb, Wi 

near Warrin merchant; W. H. Robinson, 49, Wilson Patten 
Street, W gton, secretary ; J. Cannell, Academy Street, Warring- 
ton, physician; A. Curran, G ; A. 
arrington, gentleman; H. W. 


Polley, Wilders 
Franco 
Manchester, electrical engineer. 


mb, Wil 
Clarke, 7, South 
“A” mainly applies. Registered office, 117, Sankey Street, War 


Electrical Works Company, Limited (55, 892).— 
Ist with capital £10,000 in £1 shares, to carry 
electricians, mechanical engineers, в of 


electricity, and manufacturers of electrical ap s The sub- 
scribers To one share each) are :—W. М. M. ood, 15, Union 
Court, Liverpool, solicitor ; C. O. Grindrod, 11, Knowsley Road, 


Ferry, Chester, gentleman ; A. E. Haptie, 5, Durham Road, Seaforth, 
Li clerk; F. W. Lintern, 104, Northbrook Street, Liverpool, 
clerk; A. Rackley, 8, York Road, Beacombe, Chester, clerk; R. Smith, 
un, 14, Bramham Gardens, South К n, gentleman; J. Т. 

ownes, 8, Marlborough Villas, Wimbledon, clerk. The number of 

is not to be less than two nor. more than seven; the su 

scribers are to appoint the first. Registered by F. J. Leslie & Oo. 
15, Union Court, Liverpool. 


Perth Electric Lighting Company, Limited 8 
on at Perth, W. A., or elsewhere, the business of electricians, me- 


chanical engineers, suppliers of electricity, and electrical apparatus 
each) are:—E. 


Peer WV PR eo а 


u WAA ЕР BUM: 
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tricity, steam, horse, or other 
The subscribers (with one share 
. Pope, St. Stephen's Chambers, Telegraph Street, A 


Buenos Ayres and Belgrano Electrical Tramways 
Company, Limited (55,957).— Registered February 5th with capital 
£850,000 in £5 shares (40,000 “А” ce, 30,000 “ В” prefer- 
ence, and 100,000 ordinary), to adopt agreements with the Buenos 
Ayres and Belgrano Tramways Oompany, Limited, and to acquire, 
own, and work any tramways, light railways, cars, omnibuses, engines, 
electrical plant, &c., in the Argentine Republic, or elsewhere. The 


-subsoribers (with one "B" preference share each) are :—H. Dixon, 


jun. 6, Vale Road, Fins Park, N., gentleman; G. Proctor, 100, 
berton Road, Whitehall Park, N., gentleman; P. H. Lyne, 7, 
Ledbury Road, South Croydon, gentleman; A. 8. Farmer, Holmside, 
Arkley, Herte., gentleman, B. J. Tunbridge, Eden House, South 
Woodford, gentleman ; В. G. Gouk, 3, Inderwick Road, Hornsey, N., 
ge E. Temple, 30, Byron Avenue, East Ham., E, gentleman. 

number of directors is not to be less than four nor more than 
seven ; the subscribers arè to appoint the first; qualification, £500; 
remuneration £1,500 per annum, and 10 per cent. of the net profits, 
after paying оре cent, рег annum on all shares dividend. Registered 
by Ashurst & Oo., 17, Throgmorton Avenue, E.C. 


la Capital (Extensions) Tramways Company, 
Limited (55,966).—Registered February 7th with capital £100,000 in 
£1 shares, to acquire, work, and turn toacoount a concession for the con- 
struction and working of tramway lines from a point on ths system of 
La Capital Tramways, Limited, to Mataderos, in the Argentine Republic, 
and to carry on the business of an electric light and supply company. 
The subscribers (with one share each) are:—8. Н. Granger, 271, New 
North Road, N., clerk; F. Thursby, 10, Draper's E. C., 
solicitor; C. Hamwerck, 125, Goldhurst Terrace, N. W., gentleman ; 
T. Hinds, 12, The Avenue, Blackheath, secretary; G. H. Short, 13, 
Oross Street, Hatton Garden, E. C., manager; J. О. Pease, 58, Jermyn 
Street, S.W., advertising ex ; J. N. Bartlett, 2, George Villas, 
Prince’s Road, Romford, о! The number of directors is not to be 
less than three nor more than seven. The subscribers are to provide 
the first. No qualification; remuneration as the company may 
decide. Registered by Badd & Oo., 24, Austin Friars, Е.О. 


Self - Charging Electrical Traction Company, 


to the production, treatment, storage, application, distribu 
use of elect 


Holborn Viaduct, gentleman; J. Likeman, 47, Holborn Viaduct, 
registrar; W. O. Wheeler, 252, Cornwall Road, Bayswater, clerk; A. 

urgess, 48, Constance Road, East Dulwich, gentleman. К° 
without articles of association, by Steadman and Van Praagh, 40, 
Holborn Viaduct, E. O. 


Dennelle & Co., Limited  (56,049).— Registered 
February 10th, with capital £10,000 in £1 shares, to carry on the 
basiness of French art metal workers, brass or metal founders, metal 
chasers, silk shade makers, manufacturers of wires, cables, and lines, 
electricians, suppliers of electricity, engineers, &. The subscribers 
(with one share each) are :—R. Т. th, Linford, Essex, gentleman; 
С. M. Escare, 23, tfield Street, W., art metal worker; J. J. 
Бет Аф Roselea, Galveston Road, Putney, engineer; Е. J. Nichol- 

Баг. Court Road, B. W., engineer; C. H. Fleetwood, 196, 
High Street, Harlesden, secretary: W. R. Raw , 6, Gartmoor 


Road, N.E., gentleman. The number of directors is not to be less 

Bath. Gualification, 60 shares.” Registered by Tamer А Oo. 6l 
arner 

Oarey Street, W.C. І 4 di 


. Berrenbe Electric Lamp . Syndicate, Limited 
e (ino fcn February 11th with capital £10,000 in £1 
founders), to acquire, own, and work any inventions for 
manufacture of electric lamps and similar appliances, and to 
adopt an agreement with A. Berrenberg. The subecribers (with one 
share each) are:—G. Н B. Glasier, Edgecombe Hall, Wimbledon 
Park, gentleman; A. Halford, 7, Pembridge Square, W., gentleman ; 
J. Howard, Blomidon Oranes Park, Surbiton, gentleman ; A. Berren- 
berg, 11, Orystal Palace Station Road, 1 Norw engineer; 
R. J. Preston, 111, Alexander Road, Wimbledon, solicitor; W. J. 
Collyer, 13, St. ер, Road, Bayswater, solicitor; J. 8. Glasbo, 
Ashmere Road, St. Peter's Park, W., clerk. The number of directors 
is not to be less than three nor more than seven; the subscribers are 
to appoint the first ; qualification, £100; remuneration as fixed by 
gistered by Barton & Co, 23, Surrey Street, 


Electrical Inventions and Manufacturing Company, 
Limited (56,078).— Registered February 12th with capital £5,000 in 
£1 shares, to adopt cn agreement with J. Moores and H. O. Farrell, 
and to carry on the business of electricians, electrical and mechanical 
engineers, suppliers of electricity, &c. The subscribers (with one 
share each) ate:—H. O. Farrell, 15, Hanging Ditch, Manchester, 
electrical engineer; C. Н. Cox, 24, Fern Grove, Live 1, clerk ; 
J. W. Bennett, Tower Cliff, New Brighton, manager; J. W. B. Lock- 
wood, 22, Trinity Road, Bootle, engineer; J. Moores, 15, Hanging 
Ditch, Manchester, electrical engineer; M. H. Barber, 10, Corpora- 
tion Street, Manchester, electrical engineer ; J. Woods, Barnage Lane, 
Didsbury, Manchester, secretary; В. E. Linsell, 33, Holland Road, 
Chorlton-cum-Hardy, electrical engineer. The number of directors 
is not to be less than two nor more than five; the fiest are J. Moores 
and H. O. Farrell Registered by Bowden and Widdoweon, 19, 
Brazoanose Street, Manchester. 


CITY NOTES. 


Waterloo and City Railway Company. 


Tus eighth half-yearly general meeting of the shareholders of the above 
company was held on Thursday, February 10th, at Waterloo Station, 
Mr. Wyndham 8. Portal presiding. | 

The CHAIBMAN said it might interest the shareholders to know that 
there were now 732 holders, as compared with 669 at the meeting 
last August, and with 600 at the meeting in February, 1897. After 


referring with regret to the absence, through illness, of Mr. A. E. 


Guest, one of the directors, the chairman said 5 and 
acoounts were very plain, and could be easily un by any 
shareholder. The accounts as they stood gave satisfactory resulte, 
both as to the rate of expenditure in the past, and the probable out- 
lay in the future. They had received the whole of the share capital 
of £540,000, out of which they had expended £360,605 down to the 
end of Jane, 1897, and a further £113,170 had been spent during the 
м ег the total outlay to December 31«t,1897 £473,776. 
total included the sum of £25,000 for interest paid to the 
shareholders during the construction of the line as authorised by the 
Act of incorporation. The principal item of expenditure last half- 
year—£80,037, was made up of £76,765 to the contractors for the 
works, and £3,272 to the engineers for their services. He regretted 
to say that one of their engineers, Mr. Galbraith, whose services they 
valued exceedingly, was very unwell, and his doctor had forbade him 
to attend the meeting. They had, however, Prof. Kennedy with 
them, who would be happy to give алу informetion that might 
be required g the engineering work. The next large item ia 
last half- в payments was £24,839, which was for the 
electrical equipment of the railway. The interest and commissio.1 
item, £3,289, represented the amount chargeable to capital under that 
head, after deducting the credit of £1,992 for interest received on 
their Parliamentary deposit and their bank account. The probable 
future outlay of the line was estimated at about £103,000, and that 
was more than covered by their remaiaing capital powers, which 
amounted to £237,890. The sum of £8,333 in the accounts was the 
amount which the Act compelled them to deduct from their deben- 
ture pova representing one-third of the £25,000 which they had 
paid for interest out of capital, so reducing their farther loan capital 
wers to £171,666—£7,046 for interest accrued and provided for was 
amount divided among the shareholders for the past half-year. At 
eeting he referred to the question of calls, and it was gratify- 

ing to be able to state that there were no arrears in respect of their 


vail 

dation Act, 1845, and convert the shares of the company into a general 
capital stock. The directors advised that advantage should now be 
taken of those powers, as to benefit the shareholders. The 
stock would be much more marketable, and in a much more con- 
venient form. As the work done in the construction 


the tannels were finished except a portion of the white glased tiling 
in the up City Station tunnel, in the inclined a to the 


Waterloo to the cross-over at the 
Station, and in the up or northern tunnel the permanent way 
been laid from Waterloo to the river shaft, and the remaining length 
of road laying was in hand. The low level station at Waterloo was 
finished, and two of the three communications between the high and 
low level stations were finished, and the other one would be ready 
the end of the month. The yard for the terminal sidiogs at 
aterloo was finished and and more than half of the si 
ares 55 way злам the 
sidings were on the groun the generating station rst por- 
and boiler houses is ready for the reception of the 
machinery. o engines had been fixed, and all the boilers were 
now in position. Ia addition to the engines mentioned above, the 
remaining four machines and the whole of the dynamos were nearly 
ready, and the switchboard work and other apparatus for the station 
was far advanced. The ке crane was delivered and in use. 
The electrical work in both was now complete as far as the 
river shaft. Beyond the shaft the contractors for the w 
were following on towards the City as quickly as possible, and would 
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reach the croes-over road in the down tunnel ín about a monta. The 
rolling stock had been delivered to the London and South-Western 
Railway Company, and was now being erected at their Eastleigh 
Carriage Works. One train is complete, and was quite ready to be 
lowered as soon as the lifts were ready to lower it into the tunnels. 
The signalling arrangements had been approved by the Board of Trade. 
The contract for the work had been let, and fixing would shortly be 
commenced. The works now remaining to be completed were (1) 
the permanent way in the up tunnel between the shaft in the River 
T'bames and the City station, and already 80 per cent. of the perma- 
nent way had been laid complete. (2) Portions of the platforms and 
tiling in the City station and inclined approach tunnel, and the short 
staircase and landing connecting the inclined tunnel with the up and 
down platforms. (3) The remainder of the buildings at the gene- 
rating station at Waterloo. All the above were expected to be ready 
by the middle of March. The large lift for lowering the rolling 
stock was making good progress, and was expected to be in working 
order on or before February 70th. Of the two temporary exits for 
passengers at the Mansion House (pending the completion of the 
Central London subways), one was well advanced, and it was boped 
would bs rady simultant ously with the completion of the Waterloo 
and City Railway. The other was progressing, but its completion 
depended upon the levels of the gas and wat zr mains at the eastern 
end of Queen Victoria Street, the exact positions of which has not 
yet been definitely ascertained by the Central London Railway 
Company, by whom those outlets were being constructed. It was 
to be regretted that the Central London Company's subways 
at the Mansion House would not be ready by the time their railway 
was finished, and to bring the line into use at the earliest possible 
date, temporary exits would be provided. They were disappointed 
that they had not been able to commence the new year with the line 
open, but that was no fault of the directors or the contractors, nor 
of the Central London Company. The underground pipes met with 
had created difficulties and delays which were unavoidable. Those 
were now disappeariog, and they expected to be able to arrange with 
the London and South-Western Railway for bringing the line into 
use by the middle or the end of next month. They would, therefore, 
shortly be in a position to realise the earniog capabilites of the 
railway, and they had every confidence that it would prove of great 
public service in providing a convenient and expeditious means of 
communication between Waterloo and the City, and that it would be 
a safe aod profitable investment to those who had contributed to the 
undertaking. 

Col. the Hon. Н. W. CAMPBELL seconded the motion, and the report 
wa8 adopted. | 

The CHAIBRMAN then submitted а formal resolution providing that 
from March lot the whole of the share capital of the company be con- 
verted into general capital stock and divided amongst the sLare- 
holders according to their respective interests. 

Col. CaMPBELL seconded the resolution, which was carried. 

The retiring directors and the auditor having been re-elected, the 
proceedings terminated with a vote of thanks to the cbairman for 
presiding. 


Westminster Electric Supply Corporation, Limited. 


IRR ordinary general meeting of the shareholders of this company 
was held on Wednesday last at the offices, Eccleston Place, Belgravia, 
Lord Suffield, K.C.B., in the chair. 
The report and accounts having been taken as read, the CHAIRMAN, 
in moving their adoption, said: Gentlemen, the report speaks for 
itself, and therefore I won't trouble you with a long speech with 
respect to it. I think you will agree with me that there is every 
reason to congratulate ourselves on the working of the past year, and 
the increase in revenue, which allows us to recommend the payment 
of a dividend, which is an addition of 3 per cent. on that of the pre- 
ceding year. I think we ought to call attention to the fact that we 
have bad again to make very large extensions in all our centres— 
Millbank Street, Eccleston Place, and Davies Street—and you can 
well understand that the extensive works at these stations have put 
the working of the business at a great disadvantage. The cost of 
generating the supply might have been far less if we had not had to 
contend with these difficulties, which arose in consequence of these 
extensions to our works. But perhaps, on tbe whole, it is satisfactory 
asit is. You will see that the supply of current still continues to 
locrease at а satisfactory rate, and, as far as we can judge, 
there is no likelihood of a decrease in the number of applica- 
tions received, for as the old houses in some parta of our district 
where no electricity is used are pulled down, they are replaced by 
new buildings, in many places by large blocks of flats, where electrie 
fittings are put in as a matter of course. I think you will agree with 
me that the negotiations with the holders of the founders’ shares has 
been satisfactory, because there is no doubt that it is to the advantage 
of all concerned that all the shareholders are now upon the same 
footing. Ithink that arrangement is satisfactory to the proprietors 
generally. Ido not think there are any other pointe I can usefully 
draw your attention to, but, of course, if any shareholder present has 
any questions to ask, I shall be most happy to reply to them. I now 
move the adoption of the report and accounts. 

Mr. E. Boursors, M.P., seconded the motion, which was carried. 

Mr. J. BRowsE Martin then moved: “Tbat a dividend be de- 
clared for the past half-year at the rate of 16 per cent. per annum, 
less locome-tax, payable on March Ist, making, with the interim 
dividend of 8 per cent., 12 per cent. for the year.” 

Sir DOUGLAS GALTON seconded the resolution, which was agreed to. 

Mr. R. W. WALLACE, Q.C., in moving the re-election of Lord 
Suffield as a director, remarked that he need say nothing concerning 
the qualifications of his Lordship, who made an excellent chairman, 
under whom he and his colleagues were very pleased to work. 


Mr. Haves FisHEB, M.P., seconded the resolution, and said that 
outside the work which Lord Saffield did in the board room, his 
sonal influence had been of great assistance to the company in 
ways. 

The motion was carried. : 

Mr. WALLACE next proposed the re-election of Mr. Boulnois as a 
director, and inae that he did. an immense amount of work in 
connection with the company, and he especially looked after the 
transfer department. 

Sir D. Gatton seconded the proposition, which was agreed to. 

Mr. Восгсмотз, in thanking the meeting for bis re-election, said he 
took a pleasurable interest in the. proceedings of the company, of 
which he had been a member since its formation. Не had watched 
ite rise from infancy to ite present position, and any man might be 
proud to be associated with a concern which had made such vast 
strides during the few years it had been in existence. 

The CHAIRMAN also thanked the meeting for his re-election, and 
said that he bad always devoted a large amount of attention to the 
company since he bad been on the board. He had been associated 
with it from tbe commencement, and it gave him great pleasure to 
see the progress it had made. 

Sir Manx SrEwanrT, Bart., M. P., proposed the following resolution, 
of which he had given notice: “ Toat the directors shall be paid out 
of the funds of the company by way of remuneration for their 
services, the sum of £3,000 per annum, or such other sums as the 
company in general mecting may from time to time determine, and 
such remuneration shall be divided among them in such proportions 
and manner as the directors may from time to time decide" He said 
he did not think his task would be a very difficult one seeing the 
prosperous natare of the company. 'They had something like 180 
miles of ways, and they paid something like £50,000 a year dividend, 
and they had an increasing number of lamps, so that the pore 
was that their profits would continue to increase. Ever since the 
company had been started, it had been progressive. The first year 
it paid no dividend, but since that time not only had the shares 
gone up in value, but there had been a steady rise in the 
dividend. The shares were now four times their original 
valu>, owing to the splendid position which the company occupied. 
He knew the company had got a good district to work, but that 
would have been no use if they had not been fortunate in obtaining 
the services of good directors, and he must say that seeing the 
responsibility that was entailed upon them, they had not jastly com- 
pensated them for their labours in the Ree The increase ia the 
valae of the shares and in the dividends had not been by great leaps and 
bounds, but it had been a steady graduated process, which he hoped 
would continue. He was anxious to move that resolution a year ago, 
but was asked not to; but he thought the time had now come when 
they really ought to increa:e the remuneration of the board as he 
proposed. 

Mr. F. A. WHITE seconded the res>lution, and said he did not 
think tbat anybcdy could say that the present remuneration of 
the board was fair or reasonable for the amount of work they had 
to do. 

The resolution was agreed to, and the proceedings closed with a 
vote of thaoks to the chairman fur presiding. 


National Telephone Company. 
THIs company's meeting was held yesterday at the Cannon Street 


otel. 

Mr. J. B. Коввкв proposed the adoption of the report in a lengthy 
speech, and complimented the shareholders upon the progressive 
character of the figares in the accounte. Knowing, as the board did, 
the very great difficulties which surrounded the vus sta f felt 
that the profits were very satisfactory. The income had in over 
the previous half-year by £67,€00, and the expenses by £37,060, 
so that there was an increased protit balance of 223,474. 

The report was adopted. 


Dublin United Tramways Company (1896), Limited. 


At the half-yearly meeting, held on the 8th inst. in the Imperial Hotel, 
Dublin, Dr. William Carte, J.P., presided, and, in moving the adop- 
tion of the balf-yearly report, gave the following particulars of two 
companies which they controlled:—The Dablin United Company's 
results were most satisfactory, showing increased receipts, economie 
working, and remarkable freedom from accidents. Passengers showed 
an increase of 1,221,502, representing £5,028, the average fare 
1:39d. for the horse system, and 1d. for tbe electric ; 73,376 additi 
miles were run. In November last electric traction was introduced 
on the Clontarf line from Annesley Bridge to Dollymount, with satis- 
factory resulte. The speed authorised is 10 miles per hour, and no 
hitch had occurred. The new power house at Clontarf is built on the 
most up-to-date system, with best equipmente, and in efficiency quite 
equalled any to be seen abroad. The restrictions as to speed, im- 
posed by the Board of Trade, very seriously affected their receipts 
on the Dalkey electric system. "Unfortunately the Board cf Trade 
had not the power to grant an increased rate of speed, so they had 
applied to Parliament, and expect, in the coming session, to obtain 
the same regulations for the Kingstown and Dalkey line as were 
approved for the Clontarfline. Tbe delay in extending the electric 
system to Nelson’s Pillar, from Haddi Road on the Dalkey line 
and Annesley Bridge on the Clontarf line, has been unavoidable, 
owing to the difficulties in arranging with the Corporation. Matters 
are now, however, settled, and within the next few weeks they hoped 
to have the electric cars working in to the city. Tae Rathmines to 
the sea line is far advanced. They had applied for an Order in 
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Council to admit of additional lines being constructed in the city 
and saburbs. Their offer to take over the electric lighting of the 
city had attracted much public attention. The company considered, 
from the opportunities at their disposal in being able to use the 
power stations at night for lighting purposes, they would be ia a 
position to carry out this proposition with advantage to the company 
and to the ratepayers. But, as it could only be done with 
the consent and approval of the Corporation, nothing could be 
done at present. Their application to Parliament for electric 
powers had been defeated as far as the city and the principal 
townships were concerned, and the township of Rathmines 
was promoting a Bill for the expropriation and dismemberment of 
the tramway system. In considering the present prices of shares 
they must contrast the position of the company now with what 
it was at the time when the company was formed. Then they had 
been unsuccessful in getting electric powers; were threatened with 
dismemberment by the Rathmines Commissioners; doubts were cast 
on the titles to our lines; and they were harassed on every side. 
Since then they had got electrical powers over the whole city and 
suburbs; they have a certainty of all their lines for 42 years, with 30 
per cent. to be added to their then value if the local authorities 
should decide to purchase the tramways at the end of that period. 
The public enlightenment on the economy and other advantages of 
electric tramways bad also tended to enhance the price. None of 
these conditions existed when the company was formed, nor did they 
seem even probable of falfilment ; and, under all the circumstances, 
they claimed that they could not have done better for the sbare- 
holders of the old company than by securing them in a position 
which has enbanced the value of their shares by 50 per cent., unless 
they were prepared for their whole project breaking down at its 


inception. 


Cuba Submarine Cable Company. 


Тив half-yearly meeting of this company was held on Wednesday at 
the offices of tbe company. Mr. C. W. PARISH, who presided, com- 
pared the expenses of the six months under review with those that 
arose in the similar period of 1896, and the difference was practically 
£578 in favour of 1897. Alluding to the serious falling off in tra ffie 
receipts, which was referred to in the report, the CHAIRMAN said that 
had been principally due to the loss on the French traffic. The share- 
holders would have been fully prepared for that result, for they were 
clearly warned last year that the French traffic would eventually go 
by the new cable from Hayti to New York. A still more serious 
competitor was the cable between Bermuda and Jamaica, which 
completed the Bermuda and Halifax route. The chairman then 
dwelt upon the changes that had taken place since the inception of the 
Cuba y, and referred to the loss of income that would accrve 
to them being compelled to reduce their rates in consequence of the 
British Government insisting upon a 3s. rate on the New Bermuda 
line. After referring toa difference that bad arisen between their 
allies, the West India «nd Panama Company, and themselves, the 
resolution for the adoption of the report was passed by the meeting. 


The National Electric Supply Company. 


TRE ordinary general meeting of this company was held last week 
at Preston, Mr. H. Booth, J.P., in the chair. 

The ORAIBRMAN, in moving the adoption of the report and accounts, 
said it was a great pleasure to all the directors to be enabled to 
recommend a dividend which would be sati-factory to the share- 
holders. Nearly four miles of additional mains had been laid during 
the year, and £4,560 was spent on capital account. An alternating 
plant had been fixed at the works to supply current to Ashton and 
outlying districts, and an equivalent of 5,000 8-candle-power lamps 
had been added. The expenses incurred in the reduction of capital 
had been charged to the revenue account for the yesr. He hoped 
that in the future the company would be enabled to materially reduce 
the price of current to congumers. 

Mr. E. Руке seconded the adoption of the report, and said they 
looked forward to a very good result for the present year. 

The resolution was carried unanimously. 

A dividend of бз. per share to be paid on the ordinary shares was 
then adopted. 


The Epstein Electric Accumulator Company, 


Limited (in Liquidation). 


Мв. P. W. Nogrusry, liquidator, receiver, and manager of this com- 
y, bas issued the following circular from 28, Victoria Street, 
eetminster, 8.W.:—''As you are probably aware, an action was 
instituted in the month of July last on bebalf of the first debenture 
holders, and in such action I was appointed receiver and manager and 
have in that capacity continued to carry on the business of the com- 
pany. Subsequently, an order was made for the compulsory winding- 
up of the company, and I was appointed liquidator in such winding- 
up. An offer has been made for the purchase of the Epstein 
Company's assets by a new company, which proposes to take over the 
business as a going concern. The terms of purchase, while not im- 
mediately satisfying the entire claim of the first debenture holders 
(£6,000), give them such interest in the new company, coupled with 
а guarantee of minimum working capital, that the offer is likely to 
receive favourable consideration on their part. Aato the owners of 
the second E debentures, these will have the option of applyicg 
for fully-pei sbares in the new company, not ex ng in 
face value the amount of their present holding in second debentures 
at a discount of 50 per cent. Any euch options not exercised by 


owners will be held at the disposal of other second debenture holders 

who wish to participate in the new scheme beyond their present 

holding. The actual assets of the Epstein Company, after collection 

d ene accounts, will be approximately £2,000 in cash, 
ides :— 


£ в. d. 
d де. е 316417 11 | as nominally valued in 
Patents. 70050 0 о | books on Jan. 1st, 1898. 


While the before-mentioned offer is under consideration, I desire to 
invite competitive proposals which may be productive of better 
results, and I shall be glad to give any desired information with a 
view to the receipt of ulterior proposals before closing with the one 
R ceived, which will be open for acceptance till February 26th." 


Newcastle and Distriet Electric Lighting Company. 


THE directors report that the supply of current continues to give 
satisfaction to the company's consumers, the units sold last year beiog 
more than five times the quantity sold in 1890, tbe first year of the 
company's operations. The installations connected to the company’s 
mains during the year are equal to 4,400 10-candle-power lamps, 
bringing the total up to about 32,600, and 612,969 units of electrical 
energy bave been supplied, as against 641,139 unite supplied in 1896. 
Daring the past year, 3,006 yards of main and branch pipiog have 
been laid, together with 4,938 yards of main and branch cable. The 
gross earnings during tne year amount to £5,684 198. id., and after 
paying interest and making provision for depreciation and reserve 
funds, the directore are able to recommend a dividend of 5 per cent. 
for the half-year ending September 3186 (less income-tax), which, 
together with the interim dividend paid in August last, makes the 
dividend 74 per cent. for the year. 


The Northampton Electric Light and Power 
Company, Limited. 


Tu» annual report to be presented at the annual meeting of share- 
holders on February 24th, 1898, states that the directors are agaia 
able to present a favourable report to the shareholders, notwithstaund- 
ing several circumstances, but for which the company's progress 
would have been even more marked. The engineers’ strike occa- 
eioned much delay and inconvenience, and it is fortunate that no 
mishap occurred during the busiest season. It became necessary, in 
view of continued difficalties with the local gas company, to appeal 
to arbitration on the question of the removal or alteration of gas 
service pipes, which interfered with the construction of this com- 
pany's calverts on the safest and most approved plan. The Board of 
Trade arbitrator has granted the facilities asked for, but at the ex- 
pense of valuable time, and a resulting loss of revenue. The new 
system of charging for current has been much appreciated, and will 
conduce to the advantage of both the company and its customers. 
Tne special rebate to consumers during the past year has amounted 
to no less than £488. The immediate result of this is a loss of 
income; but the use of electricity for lighting and motive purposes 
has been so popularised, that the tendency cannot be otherwise than 
beneficial. The ordinary charge for current is 8d. per unit (less 
special rebate if shown by the ''indicator"); for places of worship 
44d., and for motive power 34d. (the demand in both cases being at 
times when the plant is least employed). Discount is also allowed 
for cash. Further developments are taking place at the company’s 
works. In addition to the two new engines and dynamos referred to 
in the last report, one more engine of 240 H.P. has been erected, 
with dynamo complete, making in all six engine and dynamo sets. 
There has also been fixed a new boiler of a capacity equal to all the 
three original boilers combined, with an economiser and other sub- 
sidiary machinery. Farther land and buildings have been acquired, 
and an additional boiler house has been erected, with a storage tank 
capable of holding 33,000 gallons of water. A supplemental accu- 
mulator battery has been added. The system of supply will be 
changed over during the present year from two to three; wire,“ 
thereby securing greater efficiency and economy. In view of the 
increasing demand for current, further plant has been ordered, con- 
sisting of boiler, engine and dynamo, all of large capacity. The 
mains have been extended in several directions during the year. The 
machinery is maintained in a high state of efficiency. 
The balances of the revenue accounts for the past seven years are 
shown as follows :— | 
1891 1892 1893 1694 1895 1996 1997 
Loss £460 Profit £308 £536 £762 £819 £1,351 £1,409 
Less depreciation ... £100 £250 £60u £500 
£909 


di 


£662 £669 £851 


(Shillings and pence omitted). 


The lamps in use (at 8 C.P. each) during five years have been 
4,600, 5,300, 6,130, 8,014, and 11,084 respectively, motive power 
being accounted for as lamps. It will be seen by the net revenue 
account that, after paying interest on debentures and tempo 
loans to the end of last year, there remains £562 133. 114. to be t 
with. Itisnow pro to pay a year's dividend on all the shares 
for the year ending mber 3186 last, viz.: on 6 per cent. prefer- 
ence shares, £232 ; on 5 per cent. preference shares, £65 3s. 8d.; and 
on ordinary shares, at the rate of 2 per cent, £201 Os 3d., leaving 
£64 10s. to be carried forward. Further shares were issued last year, 
viz.: ordinary shares to $he number of 710,and 3,000 5 percent. 

reference shares, but the total debenture issue was not increased. 

t is now proposed to issue 4,290 farther ordinary shares at par, and 
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also to raise £3,950 in 4 per cent. debentures, which will be issued at 
a small premium. The existing shareholders, debenture holders, 
and customers of the company will have the first option of taking 
these shares and debentures. 

Mesers. F. Н. Thornton and R. Cleaver retire from the board in 
rotation, and will be proposed for re-election. 


The India-Rubber, Gutta-Percha and Telegraph. 
Works Company, Limited. 


Tue directors’ re for the year ending December 31st, 1897, to be 
resented at the $4th ordinary general meeting of the shareholders, to 
held at the Oannon Street Hotel, London, on Wednesday, February 
93rd, 1898, at 12 o'clock noon, states that after provision for doubtful 
debts, a net profit for the past year of £41,044 14s. Ud. Adding 
£22,128 ба. 4d. brought forward, and deducting £12,500 interim 
dividend paid in July, there remains a disposable balance of 
£50,673 1s. 1d. e direotors recommend the distribution of a 
dividend of 15s. a share, free of income-tax, amoun to £37,500, 
making, with the interim dividend pus in July, a total payment of 
10 per cent. for the year, and leaving £13,173 1s. Id. to be carried 
forward. There has little cable work during the year. The 
company's general business has steadily increased, and the steamships 
have been gripe employed. The factories at Silvertown and 
Persan are ia a high state of efficiency. There was a six months’ 
strike in the engineering departments at Silvertown, which caused 
some inconvenience and expense, bat did not greatly affect the com- 
pany’s business. The block of buildings in which the Melbourne 
Agency was situated was burnt out on November 21st. Other 
premises have been taken and new stock has been sent out. 
Mr. Darwin retires by rotation, but offers himself for re-election 
asa director. | 


Scarborough Electric Supply Company. 


Тнв report states that the company continues to make satisfactory 
progress. During the past year 32 new customers, and the equivalent 
of 2,340 8-О.Р. additional lamps have been connected to the company's 
mains, making a total of 330 customers and 20,067 8-O.P. lamps oon- 
nected at the present time. To meet these requirements 310 yards 
of additional mains have been laid, while the capacity in cables and 
transformers has also been correspondingly increased. An additional 
150-kilowatt set of generating plant has been ordered, but owing 
to the strike in the engineering trade, is not yet delivered. During 
the past year electric energy to the amount of 214,044 Board of Trade 
units has been supplied to customers, at & revenue, including meter 
rent, of £5,179 13s. 9d., as against 179,360 unite and £4,383 De. lid. 
revenue for 1896. The company has made a profit on the year's 
working of £2,044 138. 04d., as against £1,617 8s. 8d. in 1896, adding 
the balanoe of £191 193. 5d. carried from the previous year, there is, 
after paying income-tax £23 28. 8d., bank int rest £18 8s., and writing 
off the sum of £ 00, being the balance of the preliminary ex 
account, and pone £250 to depreciation, а sum of £1,845 1s. 94d. 
available for distribution. The directors recommend that this should 
be Applied in paying a dividend of 5 per cent ет income-tax), which 
will rb £1,656 10s., leaving a balance of £188 11s. 94d. to be 
carried forward. It will be observed that, in addition to the £100 
written off the preliminary expenses account (which is now extin- 
guished), and the £250 put to 5 acoount, a sum of £70 18. 2d. 
has further been written off the office furniture and fittings upon 
removal of the offices, making a total of £420 1s. 2d. written off and 
pat to depreciation during the year. Mr. J. W. Woodall, Mr. John 

ale, and Mr. J. Bell Simpson retire by rotation, but are eligible and 
offer themselves for re-election as directors. The auditors, Messrs. 
Bradley, Davis & Co., chartered acoountants, also offer themselves for 
re-election. 


Tramways Union Company, Limited. 


A GENERAL meeting of this company was held at Winchester House 
on Tuesday, Mr. E. M. Underdown, 9 O., presided. In moving the 
adoption of the report, he said the they had taken in regard to 
one of their tramways was extremely important. It would be satis- 
factory to them to know that in all probability that portion of their 
system which was intended to be worked by electricity would be in 
fall operation in June. If, as they had not the slightest doubt, the 
results of this mode of traction. provee to be more efficient and 
рейн, the receipts, which wotld provide the means of covering 
he outlay they had incurred for this purpose, would come into ac- 
count during remaining half of the coming six months. There 
had been increases in their expanditure at both Bremen and Buc- 
harest, and the expenditure had not been lessened by the fact that 
forage had ruled comparatively high in those cities. At Bremen the 
had practically relaid the system, and otherwise improved it, with 
results eminently satisfactory. During the current year they would 
reap the benefit of the improved earnings. The progress of the works 
at эана had been extremely ар and the appliances they were 
putting down there might be confidently said to be of the best and 
most modern kind. Their colleague, Mr. Concanon, had bestowed 
the greatest attention on this matter. Among other things he went 
to the United States, and had satisfied him that in the arrange- 
ments they had made, they had got the very best materials and 
appliances that could be procured. They all knew the great profit 
which was obtained by overcoming the mechanical difficulcies which 
arose in the earlier stages of the progress of electricity, and he 
believed they would be able to work the traffic in Madrid in a very 
profitable manner. : 


Mr. dnondn Rrowanpsom seconded the motion, which was unani- 
mously adopted, and a dividend was afterwards declared, making 
5 per cent. for the year, tax free. 


Eastern Telegraph Company, Limited. 


Ax extraordinary general meeting of this company was held on Tues- 
day to consider a resolution to effect the regulations of the 
company ве varied by adding the following articles of association, vis.: 
85a—" Continuing directors may act notwithstanding any vacancy 
in their body.” The object of the resolution being to cl against 
the inconvenience arising through the namber of falling 
below the minimum allowed by the articles of association, and to 
enable them to carry on the business of the company, including, of 
course, the filling up of vacancies. 

The resolation was adopted. 


Stock Exchange Settlements.—The Stock Exchange 
Committee has (1) appointed special days as under:— 
Wednesday, February 23rd: pape Electric ways, Limited— 
285,157 vendore’ £1 shares, y paid, Nos. 1 to 285,157 ; City of 
London Electric Lighting Company, Limited—Provisional certificates 
for a further issue of 10,000 ordinary shares of £10 each, £2 paid, 
Nos. 90,001 to 100,000; Electric Construction Company, Limited— 
Further issue of 8,657 7 per cent. cumulative preference shares of £2 
each, fully paid, Nos. 16,944 to 25,000; Electrical Copper Com у 
Limited—150,000 6 per cent. camulative preference shares of £1 
fully paid, Nos. 1 to 150,000. And (2) ordered to be quoted in the 
Official List: Barcelona Tramways Company, Limited—Farther 
issue of 5,072 ordinary shares, Nos. 14,929 to 20,000 ; City of London 
Electric Lighting Company, Limited—Provisional certificates for a 
further issue of 10,000 ordinary shares, £2 paid, No. 90,001 to 100,000. 


Elmore's French Copper Company.—A circular has 
been issued to the first mortgage debenture holders of Flmore’s 
French Patent Copper Depositing Company, Limited, which states 
that the directors have received a proposal, after several weeks’ nego- 
tiations, for the purchase of the founders’ shares of the Société 
Francaise d Electro Metallurgie, which constitute p the 
main asset of regres oak The sale of these shares will enable the 
sum of 6s. in the £ to be paid to the first mortgage debenture holders 
in discharge of their debt. Ia accordance with the provision oon- 
tained in the 10th condition endorsed on the said debentares, а 
meeting of the first mort debenture holders will be held si 
Winchester House on Wednesday, the 23rd inst., to consider the 


proposal. 

The City of London Electric Lighting Company, 
Limited.—The directors have deci to d to the share- 
holders the payment of the following dividends, subject to the oom- 
pletion of the audit :—On the preference shares 6s. 
six months ended December 31s$, 1897, making, with the interim 
dividend already paid, a total distribution of 6 per cent. for the year. 
On ordinary shares, Nos. 40,001 to 80,000, £1 per share for the year, 
and on ordinary shares, Nos. 80,001 to 90,000, 10s. 7d. per share for 
the year, being a distribution at the rate of 10 cent. for the 
en 854 = Sist, 1897. Both dividends will ba payable on 

1898. 


Brush Electrical Engineering Company. Limited. 
The directors have declared an interim dividend at the rate of 6 
preference shares for the half-year 


City of London Electric Lighting Company.—The 
ds and of ee eiii АЕ closed — 16th 
inst. to March 2nd, both days inclusive. | 


TRAFFIO RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited. The receipts for арў 
week enaing February llth, 1898, were £2,296 Зв. 9d. ; correspo period, 
1891, £2,120 158. 5d. ; increase, £175 8e. 4d. 


and South London Railway Company. 
Febroary 1th, were £1,058 ; 


The receipts for the week ending 
; week ending February lach, 1891, £1,063; 
decrease £4; receipts for half-year, , 41514; corresponding 
period, 1897, £7,678; decrease, 4159. . 
The Dover Corporation Electric Tramways. The receipts for the week бар 
February 5th, 1898, £101 Os. 6d.; total receipts, February 5th, 1896, A; 
Os. 8d. "The treffic returns for week ending February 18th, 1896, £105 8s. 00.5 
total receipts, February 12th, 1898, 2643 63. 2d. 


; 1th, 

The Dublin Tramways Company. The receipts for week ending, February 1 

1898, £375 9s. Ba. ; corresponding week last year, £488 138. 5d.; deren 
£58 4s.; passengers carried, 64,846; corresponding week last year, E 
aggregate to date, £2,478 5s. 8d.; aggregate to date last year, 42,168 96. 
increase to date, £14 168. 8d.; mileage open, 8 miles. 


Liverpool Overhead Railway Company. The receipts f the week ending 
t Lit, 188. amoumed to 21,90; 3 week lan yest 
81,219 ; 4 | 
The Western and 
the week Feb төр ae mp 0 17 cent, of tbe 
ending February cer Жы Re i 
ком Limited, were 48,188. 
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| | Seook C 
Present er Dividends юе osag a 
issue, | | | Share. the last three years. еа" оина псе" “тела, 
1895. | 199. Highest.| Lowest. 
197,400 100 | 4 9$ scs —1C4 100 104 кз vss 
ТТ 6 — 7 , 6 TRR 7 
1 T — .. | 98 — 96 93 — 96 
929,900 £2 96. 82 138. 62 — 64 60 — 62 xd 61 s 
3,033,020 64 18s. ба. 118 —114 110 111 xd| 111g | 110} 
3,088,020 "n" өз 183 - 132 124 - 18 13 138 
7 96 vis . 174 162 - 17} 17 16}3 
73001 5% РИ 119 116 112 —116 wes sas 
TTI 4 y ^4 4 % 34 т TT 
10,000,000 7% 7 96 187 —192 187 — 192 “з re 
653,5867 Do. Do. "Sterling 500 year 4% Deb. Btook Rod. 25 төз 106 —108 [106 —108 1071 | 1062 
224,850 | Consolidated Telep. Оол. and Main., Led. 14% | 2% ^ й ~ Å 75 
16,000 | Ouba NM Ted, sea P" eds sus s „| 106 | 89% d - 82 "i 
6,000 16 Pref. vee eve оф eee coe 10 10 % 10 % 184 17 — 184 ese TI 
13,931 Direct | Spanish a Led. ees сее si 54% 4% 5 4— 5 
6,000 Do. do. 10 % Oum. Pref. 000 see dos 5 10 % 10 % 10 Е 11 10 — 11 
90,000 Do. dio. % Debs. Nos. 1 to 6,800 . | 00 % | 4% 03 —106% |103 — 106% 
60,710 | Direct United Btates Ол Led. T . 20 | 22% H 102 - 114 | 102 11 111 10] 
400,000 | Hastera Teleg., Led., Мов. 1 to 400,8 с „| 10 | 64% 18 — 18} | 18 — 18 185,| 1 
Do "69 Oum. Frei. B ле [в 19 — 20 19 — 20 | 194 | 19 
35300 [ Do -5% (Aus Gov. Buk), Deb, 1008, miana. doga |] 100 & 5% 99 —.03 |99 103 
100,500 Do. Ar Bearer, 1 4,597—6,490 | 108 | 5 % 596 100 —103 100 - 103 101 
820,000 Do. 4 96 Deb. Stock Stock 4 € 496 30 —133 130 — 183 
51,1003 and Both African Те Тың. sa, b Mot Den LEE | 5% 99 —109 | 99 - 103 
C do. do. to bearer, to 100 5 $ 5% 100 —103 100 —103 
30.00€ Do. * X Mort, Debs, Bor. 1 ю 8,608, т Пика 4 10 108 104 106 
200 Do. 4 . Mt. Debs. (Mauritius Bub. 1 U 25 | 4 4 108 —111 108 —111% 
180,927 Globe Telegraph’ and Trust, LM М н 10 uz 435 12 — T 12 — 12% | 198 | 133 
Do. do. i 10|6% 6% 172 - 183 18 — 1 18} 18 
10 10 10% 28 271— 283 eee coo 
Do. 100 | 5 5% 101 —104 101 —104 бз 
95 [10 10% 52 — 55 52 — 55 Ms 
109 6 108 - 111 108 —111 coe ee 
olig * * л | %| 3 
6 6% 14 — 16 14 — 16 16 
b 5% 6— 6 0 — 6; 


g. 
Nee de RRR > wWaatadatacacacae 


10 
5 
Е 
1| 5 5% 2 - Í 
Jue 4 4% 105 -108 [05—108 | .. 
8 | 5 5% 8— 9 8— 9 
Oest. А TII 140 = 145 140 = 145 
5 4 2 00 4 — 4i 4 — 4} 
5 es 101 -:06 [101 --106 
10 | 4 | nil - 5 — 4 
100 | & 5 103 —106 |103. 106 8 a 
18/8 2 $ 11 103 11 103 | 10% 
Jal ^ 5 * 8 71 8 71144 
9 a e * 4 34 i 4 9 33 
18 {% 1% 105 т, 105 2 eee eee 
106 | 6% 81 8 81 8) 81 
10 6 66 7 5- 7 
106 15% | 5% i8  |105 - 1С8 
0000 7 M 7% ... 110 1105 —110 B 
100/69, ! 6%| ... |100- 105 1100 —105 |... 
UPPLY COMPANIES. 
5,5 6 7 14- 15 14 - 15 14 14 
d iod boi eee ah | бл 
10 5% 285 
40000 - Do. d. 6 Pref., 140 40,000 10 69 | 6%| 6 178 
400,000 Do. 5 % Deb. Stock, . (iss. at 6115) all paid | ... 5 2 T b ки 
90,000 County of & Brash Prov, В.І E, La, Ord, 10,000 10 (9 ni 153 
10,00 House ts Hou Elec. pri aprt Supply, C Ord., 101 to 104007 Б bs 2 1cg 
40.00 ° Blectric Bu 101 to 50,008 „| 10|4%| 6 2: 
2 25 * Жее Ваууу, Ted. 101 to we | 10 hs d Еа 
YT АЯА 10 27 m 19 
18,900 EET 7 нра! Ord. 5 5 | 74% 18H 
2 5 77 | 7% 15 
43,341 e 1. 5|. 2 2— 34 OH 
a a b eee TD eee т 
79,900! Westminster Rlectric Supply Uorp., Ord., 161 to 80,000 `. 5 7 * 9 * 12 % ү; 19 18 — 19 
| бооз t Quotations on Liverpool Stock Шхоһалде, 
1 Unlese otherwise stated all shares are fully paid. 0 Dividends paid in deferred share warrants, profits being used as capital. 
Dividends marked | are for a year consisting e£ the latter part e£ ове year and the first part of the next. 
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SHARE LIST OF ELEOTRIOAL OCOMPANIES—0evinus, 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 
och Business dome 
Prosent ar Dividends for Closing Closing week 
lunua. "AME тыт she last three years. Feb. 9th. | Feb. 16th. С" 1998. 
1896. 1896. 4ighas. | Lowest. 
50209 British Electric Traction sae 10 ' ef — pe m= p^ 17i 17$ 
000 Srush Blecl. Inging. Oo., Ora., 1 to 90,000. coe ` = eee see 
90,000 Do. do, -cum. 6 % Pref., 1 to 99,008 26 28 2$ — 28 28 27 
125,0002 Do. do. % Perp. Deb. Socke. [Stock |009 113 [49 113 25 » 
50,000 Do. do. pant Deb. Stock Red. ... | Stock 02 —1(5  |102 -105 ^ E 
19,196 | Oentral London Railway, Shares „ suc Ge] 10 — 14 |10j— 11 1012| 10% 
143,106 Do. do. do. £6 paid oe eee 10 А 5$ Ed 6} 6} = 7 6 64 
58,830 Do. do. Pref. half-shares £1 pd. ж ns . 11— 1% 15 - 2 11 18 
61,777 Do. do. Def. do, 2 pd. on ee ss 85 41— 47 44 — 5 H| 4H 
6880, 000 Jity and South London Railway  ...  ..  .«4  ..[|Stok| АФ | 149) 190 | 69 71 €8 — 70 xd| 69 681 
28,180 | Orompton & Oo., Led., 7 Oum. Pref. Shares, 1 to 28,180 | | м? 2 12 2 22 2$ | ... 
17,189 Do. do. do. "A" Shares 01—017,139 | » 5 | 5% 4— 5 4 — xd à; gi 
110,000| 4lectric Construction, Lèd., 1 to 110,008 ... А s 5 | 6% 28 - 3 29 23 25 27 
16,343 Do. do. 7 * Oum. Pref., 1 to 16,343 .. 7 | 7% | 9i ug 38 38 = 
91,195 Patent Сор. Берен, Led., 1 to 70,800 .. " р; ї 4 2 ‘a 
67,275 | Blmore’s Wire Mig., ‚ 1 to 69,385, issued at 1 pm. .. : 8 8 8 3 ; 
9,600/| Greenwood „ Ltd., 7 % Oum. Pref., 1 to 9,608 .. . | O% к 9 — 11 9 11 . 
12,500 | Henley’s (И. Т.) ph Works, Ltd, Orc. . | t |89 10 & 12 % | 22h 233 223 233 238 | 22% 
8,000 Do. do. do. 7% Pref .. . | © 17% 7 „ 7 19 — 20 19 20 = ы 
50,000 Do do. do. Mort. Deb. Stoch Stoch 14% | 449% | 44 ъ |110 —115 12 117 je 
50,000 | Indis-Bubber, Gutta Percha and Teleg Lc... % 10 410 222 28 22 8 228 | 223 
800,000 Do, do. do, 4% lst Mort. Debs | 10c . . 108 —47 |03 —107 zs Ке 
87,500 ЖА Overhead Railway, Ord. eee 00 0 эъ li 24% 21 91 i 114 118 029 , lid, eee eee 
16,000 | * bo. do. ; paid. „|1 13% | 6%} 521.6 64 bK — 161 a A 
87,850 | Telegraph Consin. and Maintos., Led. ven eae ‘ 1. % [15 9% |15 „ 39 42 9 — 42 40$ A 
150,000 Do. do. do. 5 % Bonds, red. 1899 | X 15% | 5%] 54] 2 15 02 —105 à s 
4,8801) Waterloo and Oity Railway, N s. 1 to 54,000 .. . | t | a. | 134. 14 13$ — 144 143 | 13j 


Е Quotasions on Liverpool Stock Dxobange. 


1 Unie otherwise stated ali snares are fully рей. 


Dividends marked | are fer a year consisting ef the latter part ef ene year and the Оти part ef the next. 
ordinary 


Своиртов & Oo,—The dividends paid on the 


shares (which have net a Stock Exchange quotation), 


are as follows : 1899—0*/.4; 1881—7°,§ 1890—8° 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


е Barn ingham Electric Ba Oompany, Ordinary of £5 (£4 К 
£5 (fully paid) 11. n І met 
Electric Construction Debentures, 105 -107. 


6 
Осава поет ге 44% Dee ot £100, 108 —110. 
Knig Nlectric Lighting Uompasy, Limited 
Bhares £5 paid) 165.47 10 Prefermace Ози». 
letivo 6 96, 25 (fully » 84—84. Dividend, 1896, on Ordinary 
Shares 7 %. 
* From Rirmingham Share List. 
COMPARATIVE COST OF STEAM AND 
ELECTRIC POWER. 


III. 


THE author is of opinion that electricity is finding it diffi- 
cult to compete with steam power, or rather to effect a breach 
in the citadel, because nine-tenths of steam users do not 
allow a tithe of the constant charges to enter into their cal- 
culations of cost at all. They do not, therefore, suspect that 
their power is costing them so much as it is, and they also 
believe they are using more power than they really are— 
using, that is, in its true sense, not wasting it on shafting. 
It is in small steam plants that the very high ratio of con- 
stant charges is found worst developed. 

Men who have any idea of what their power costs are very 
rare indeed. Ore man is quoted who did know that his 
200-H.P. engine operated 6,160 hours a year, cost for every- 
thing but rent 2 cents an hour horse-power on & 
basis of load factor being unity. But load factors are far 
from baing unity; they are, as a rale, low, and the author 
tries to trace the line of demarcation on either side of which 
steam or electric power will be the cheaper to employ. 
Below 100 H.P. so-called constant loads will have a factor of 
only *50 to 75 on the brake Н.Р. of the engine. 

bree sample cases are taken:—I. Unity load factors; 
II. High variable power load factors; III. Low variable 
Power load factors. In the estimates the possible saving due 
vo more direct n of power is not taken into account, 
althougb, undoubtedly, in cases of very low load factors there 
can be no doubt but that this is the most important con- 
Bideration. 

Indeed, in & case before us as we write, it happens fre- 
quently that the power absorption all the day may never 


! 14«ndáon Electric Supply Ccrporntion, £5 Ordinary, 4§—4j. 


° T. Parker, Ltd., £10 (fully paid), 144. 


Yorkshire House-to-House Blectricity Company, £5 Ordinary Shares 
fully paid, 8—84. Dividend for 1896—6 9. 


Bank rate of diseount 3 per cent. (October 14th, 1897). 


exceed a seventh of a horse-power of current, and this would 
be running 4 to 5 hoursof the day. With steam power, fuel 
alone would cost at least 28. а day, and loss of time 
in the morning would run to an hour, and might affect two to 
ten men more or less directly. Attention to the boiler would 
cost either a man’s whole wages or a large proportion of them, 
or it would delay work and call for partial attention of 
skilled men. Breakdowns and stoppages of small plant are 
innumerable and an expensive item additional to above costa. 
Our author estimates the cost of steam plant for an engine 
B.H.P. of 10, 25, 50 and 100 to be in round numbers £400, 
£800, £1,150 and £1,800. These are the laid down costs, 
including buildings, iron stack and all details of engines and 
boilers of good design. The annual costs per year for 
insurance, rent, depreciation and interest are respectively 
£88, £131, £189 and £285. The load factors are now 
assumed as follows :—Case I., 100 per cent.; Case II., 
46 per cent., made up of five hours at 30 per cent., three 
hours at 50 per oent., and two hours at 80 per cent.; and 
Case III., load factor of 18 per cent., made up of four hours 
at 10 per cent., four hours at 15 per cent., and two hours at 
40 per cent. As small planta are, as a rale, non-condensing 
this class of engine is assumed, and for Case I. the four 
engines will cost in labour as follows :— | 

һе 10-Н.Р. engine 60 per cent. of a man’s time, ог #98; 
the 25-H.P. engine, man's full time or £156; the 50-H.P. 
engine, man’s full time at £187; and for the 100-H.P. 
engine, full time of engineman and a fireman at £820. 
These are American figures, of course, the wages of engine 
and boiler men being rather high in America, on account of 
the necessary high wages due to cost of living, but the figures 
are given as for efficient men and are nota minimum. For 
Cases II. and III., without going into detail, the wages costs 
are for the four powere, £78, £117, £156, and £187; the 
cost of oil, waste, and tools being £74, £154, £26, and 
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£40. Allowing ash removal to equal 23d. per ton of coal, 
coal to cost 88. to 168. per ton, and water about 8d. per 1,000 
gallons, the cost of each case can be made up. 


REVIEWS. 


Lockwood’s Buslders’ and Contractors’ Price Book, 1898. 


London: Crosby, Lockwood & Son. 


The new edition of this year book appears to be carefully 
edited and brought up to date. In the preface it is stated 
that in the building trade (especially in London) the past 
year has been an exceptionally busy one. As a consequence 
prices have gone up, so that the cost of building now is in 
excess of what it was a year ago. In the electric lighting 
section of tbe book reliable guidance is given, and reference 
made to latest developments. The free wiring system is 
spoken of, and the method of the Conduit and Insulation 
Company. The object chiefly aimed at in the information 
given, is to enable buildera to form a correct idea of the 
probable cost of installing the electric light where current is 
supplied from a generating station. At the same time the 
uses are explained of the machinery and apparatus required 
in the case of private installations. A few names are given 
of makers of steam engines for driving dynamos, but the 
possibility of using gas engines for the purpose does not 
appear to b» recognised. The “General Conditions” issued 
by the City of London Electric Lighting Company are given 
as illustrating the requirements usually imposed by supply 
companies. 


The Automotor and Horseless Vehicle Pocket Book of Auto- 
motive Formule and Commercial Intelligence for 1898. 
London: F. King & Co, Limited, 62, St. Martin's 
Lane, W.C. | 
This pocket book has been compiled by Mr. G. H. 

Little, C. E., and contains а good deal of useful information, 

a great deal of it relating to the subject of automotors, but 

a good deal, shovelled in, doubtless, as a fill up, having not 

the remotest connection with the subject, such, for instance, 

as the Morse or telegraph alphabet, nautical speed tables, 
and a fire-stream (fire engine) table. However, in spite of 
absurdities of this nature, and they are very plentiful, 
there is very much that has a very direct bearing on the 
subject, such as Tractive Data Relating to Cycles," Ball 

Bearings, Chain Gearing,” Liquid Fuel Burnera,” * The 

Serpollet Boiler.” Doubtless in future editions the really 

useful matter wil! be extended and the useless omitted. 


Practical Electricity and Magnetism. By JohN HENDERSON, 
c шш, A.I.E.E. London: Longmans, Green, 
and Co. 


This volume is the seoond of a series of laboratory 
manuals by two autbors, who jointly sign the preface to the 
series. Its 390 small pages, openly printed, and freely 
illustrated, traverse most of the ground of electrical measure- 
ment. Explanations of the principles involved are omitted, 
because, as explained in the preface, they would give the book 
“unwieldy dimensions ; besides, mathematical investigations 
do not come within the scope of a practical manual, but of 
a theoretical treatise.” The practice of electricity and 
magnetism, with which the work deals, is the practice of 
a science school, not of an engineer's laboratory. 

The book is not of a kind which recommends itself to a 
reviewer. Errors of orthography, punctuation, and typo- 
graphy, adeplorable English style, loose and inaccurate stat: - 
menta meet him continually, and give а disagreesble 
impression of negligence and inexactness. Still, books are 
not made for reviewers, any more than examinees are made 
for examiners, and such expressions as “the annunciation," 
not of a virgin, but of a law" (the law in question was 
not Newton’s maiden effort), staunous acid," analine, со 
no one апу particulur harm, while not a few famous phi- 
loso and indeed journalists, have written infamous 
English proce. So a student whose general training is wide 
enough to supply the mathematical demonstrations necessary 


for the experimenta, will probably not be misled by the loose 
and inaccurate statements of Ohm's law, page 24, or of the 
swing of a ballistic galvanometer, page 211, by the irregular 
use of H and H in places where both mean the game thinr, 
or the reason for using a heterostatic method on page 238. 
Errors in the formale of pege 195 are, however, more 
serious. 

Apart from such criticism, which we are not disposed to 
prees, the book presenta a fairly extensive collection of such 
methods of electrical measurement as are commonly used in 
technical schools, and will be useful to many science teacherr. 
The collections of references to recent English scientific 
papers at the ends of the several chapters is certainly a valu- 
able feature. 


THE AMERICAN ELECTRO-THERAPEUTIO 
ASSOCIATION. 


THE seventh annual meeting of the American Electro-therapeutic 
Association, an abstract of which has recently come to han 
was held at Harrisburg, Pa., in the Academy of Medicine, on Sep- 
tember 21st, 22nd and 23rd, under the presidency of Dr. William 
T. Bishop, of Harrisburg, who called the meeting to order 
at 10 a m. on Tuesday, September 21st. The Rev. Leroy F. Baker, 
of St. Paul's P. E. church, offered an opening prayer, after which 
Mayor Patterson welcomed the delegates to the city. Dr. Robert 
Newman, of New York, a former president, responded in a very witty 
strain, and took occasion to remark tbat electricity was not treated 
with the consideration it deserved in the medical colleges. 

The privileges of the floor were extended to the many visiting 
асту 

г. MARGARET А. CLEAVES, of New York, chairman cf the com- 
mittee on meters, presented her report. She drew attention to the 
fact that several makes of meter had been withdraw permanently 
from the tests of the committee because of their demonstrated in- 
efficiency, and that a new company had come into the field with a 
novel apparatus—a milliamperemeter and a voltmeter for use on 
rae rai ing current circuits, both sinusoidal and the interrupted or 

с. - 

Dr. Вовевт Newman, of New York, read a paper on Electric 
Treatment in Gout and Uric Acid Diathesis.” From careful obser- 
vation and experience, he could positively assert that gout and 
kindred diseases could be checked, relapses prevented, and in many 
cases а cure effected by the jadicious application of electricity, par- 
ticularly the static form. He cited bimeelf as a case in point. The 
advantages of static electricity are that it is generally diffused 
through the body, penetrating deeply; it is & general tonic; the 
bret 22 generally allays the pain in a few minutes, and secures 
freedom of motion; headaches and mental confusion are dissipated, 
and the temperature and circulation equalised; the icy coldness of 
the feet relieved, nervous debility removed, the secretory and excre- 
tory organs stimulated, inflammatory products absorbed ; it also gíves 
passive exercise. Urinary analyses were presented, verifying the 
claim for static electricity to abate gout. 

Dr. Francis B. Візнор, of Washington, D. C., presented а paper on 
Chorea.“ It was reasonable to believe that an unstable condition 
of the higher nerve centres predisposed to the condition, and that a 

ison affecting these centres might produce in one person epilepsy, 
in another general neurasthenia, and in a tbird chorea. Ia bis section 
of the couotry malaria was largely responsible for chorea. Treat- 
ment consisted in attention to the bowels and diet, securing proper 
rest, and the use of static electricity by means of the “static 
cage," which, wbile gently stimulating the periphery, soothed the 
general nervous system ; at the same time the patient is made to inhale 
the oz ne, thus supplying oxygen to the impoverished blood. 

" Sources of Atmospheric Electricity," by Dr. R. J. Nunn, of 
Savannah, Ga. He considered the solar system a vast static induc- 
tion machine; the atmosphere close to the earth's surface must 
revolve with theearth as the latter turns upon its axis, while the 
tendency of that portion of the atmosphere at a distance from the 
earth's attraction is to accumulate behind the earth. At some point 
the atmospheric inertia must neutralise the earth's attraction, and 
where this there must be friction, which would necessaril 
cause electrical phenomena; other factors were of importance, suc 
as variation in pressure, temperature, humidity. 

“Some Thoughts and Considerations on X Ray Work," by Dr. 
Evazmms R. Corson, of Savannah, Ga. The author thought that the 
experiments on polarisation and refraction had been conducted too 
close to the tube and tbat there might be a point at which they 
would come within the control of present methods. He thought 
that the X ray would prove even more valuabie in dislocations than 
in fractu:es. He suggested that a careful outline tracing be made of 
the negative by transmitted light, all extraneous light being shut off. 
The eye could much more readily pick out the essential features in 
such a tracing than from the usual print or radiograph.  Radio- 
graphs were shown, proving that the X ray penetrated a deposit of 
urate of soda much more readily tban it did bone. Many useful 
suggestions were made. | 

“ Some Considerations Relative to the Therapeutic Application of 
the Current, by Dr. GxoROR E. Вит, Harrisburg, Pa. The writer 
threw out may suggestions as to the best methods of applying elec- 
tricity, especially as to polarity. 

“The Early Electrolyeis of Nævus,” by Dr. CRARLS R. Dickson 
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Toronto, Canada. Two cases were cited in support of the contention 


that nevus should be operated upon as early as pe that the 
operation was much simpler, less prol , and the chances of 
scarring much less than when the operation was deferred until later 
in life. 

" Heart Failure in Cardiac Diseases due to Defective Circulation," 
by Dr. Er: Н. Coover, Harrisburg, Pa. Many suggestions as to 
appropriate treatment were made. 

"Expenditure of Electrical Energy,” by Dr. MARGABET A. 
CrEAvmES, New York. In order to have an intelligent conception of 
the force by means of which electricity is made available, or of the 
laws governing its action, it was necessary to use a voltmeter as well 
as a milleamperemeter. In the treatment of acute neuritis, or acute 
pelvic inflammation, the wise physician would employ the minimum 
rate of expenditure in volt-amperes; our purpose is to expend the 
energy in such a way as to exercise a directive influence upon the 
molecules and atoms, not to cause any dis- 
ruptive action. In the treatment of a fibroid 
tumour on the other hand, greater pressure 
would be required in order to overcome the 


resistance of the denser structures in the con- | мо. 


ducting path; current density іп its prac- 
tical bearings was carefully gone into. | 
Numerous tabulated clinical records were 
exhibited, containing the data mentioned in | 
the paper. 

“Molecular Effects of Electricity," by Prof, | 
DoLBEAB, of Tufts College, Boston. The | 
laws governiog molecular motion were | 
discussed in a masterly manner, physical laws ios 
are immutable, and the effects produced by 


соо 


what we call electricity, are really due to heat. | 


^ | | DIVISION = -0I VOLT у @ 
“The New Electro-Mercuric Treatment of "^ so 0) р (2) 


Cancer, by Dr. G. Berron Massey, Phila- mur 
delphia, was a further elaboration of a paper i 


presented to the American Medical Associa- caw? о 
tion in June, 1897. It was only applicable C 22 Nf 
in cases where the general system had not — oe 
yet been infected. A TS 


" Current Regulating Apparatus," by Mr. 
EDWARD JEWELL, E.E., Chicago, described 
methods of controlling dynamo currents and 
adapting them to therapeutic work. Abso- 
lute protection could only be secured by 
using the motor-dynamo,” which was made 
by connecting together by an insulated coupling the shafts of two 
one-eighth horse-power shunt motors, the winding on one of them 
having been reversed. 

Report of the Committee on Electrodes,” Dr. CmanrEs R. DICK- 
son, Toronto, chairman. A binding post was presented, devised by 
one of the members, which could be used for any existing tips. The 
metric system of measurement was again recom- 
mended. On motion of Dr. Robert Newman the 
report was accepted, and on motion of Dr. John 
Gerin the Association accepted the metric system 
for all measurements, 

“Galvinism as an Aid in the Treatment of 
Goitre,” by Dr. Cates Brown, Sac City, Ia. His 
cages ranged from 12 to 56 years of age, 33 per cent. 
being “hard” (a preponderance of connective 
tissue), and 67 per cent. “soft” (a predominance 
of fluid in the follicles or vascular tissue), every case 
of the first was benefited, but none completely cured. 
By galvinism in fully 75 per cent. of recent cases of 
“soft” goitre, occurring mostly in young women, 
the gland returned almost, if not quite, toits normal 
size, and had remained so in 25 per cent. of the 
hern Mild currents, frequently repeated, was his 
rule, 
“Further Studies of the Manifestations of Uric 
Acid, and their Treatment, Electrically and Other- 
wise,” by Dr. J. GRIFFITH Davis, New York. 
Special emphasis was laid on the statement that 
огіс acid and its salts are the result or product of 
nerve and muscle waste. Among cáses cited was 
one of very severe pom eclampsia, followed 
by a most obstinate form of insomnia, which latter 
yielded finally most satisfactorily to general faradi- | 
sation. Among methods of prevention of the retention in the system 
of uric acid, the bicycle was lauded as a means of obtaining exer- 
cise in the fresh air, it wasadvised that the body be clothed in wool. 
For acute manifestations the writer preferred medicine, but for the 
more chronic forms had found the galvanic and faradic currents very 


useful, 
(To be continued.) 


наринаи 


THE N.C.S. NEW PATTERN POTEN- 
TIOMETER. 


In this potentiometer, which is shown in skeleton diagram by fig. 1 
and in general view by fig. 2, all the contacts are made on to the 
terminals of definite resistances. 

The working of the instrument is as follows:—A secondary battery 
is joined on to the two terminals, Р, and sends a current through the 


two dials, с and р, in series and then through adjusting resistances, 
K and H. The c dial has 150 exactly equal coils in it, numbered from 
0 to 150. The p dial has 100 equal coils in it, the whole dial being 
exactly equal to one coil in c. The dial, к, contains 19 equal small 
wire resistances, and H is & carbon resistance for fine adjustment of 
the current. 

A standard cell of known E. M. F. is joined up to a+ and a—, and 
the switch, L, is put over to a. 

Any convenient galvanometer, the most convenient form being a 
D'Arsonval, is joined up to the galvanometer terminals. 

Say the voltage of the standard cell, at the temperature used, is 
14412; the arm of the c dial is then set to 144, and that of the p dial 
to 12 

The galvanometer key is then depressed on to its first stop (taking 
care that the catch is underneath so that it cannot go right down) 
and the outside resistance, k, is adjusted till—with the switch on one 
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stop—the deflection is one way, and, with it on the next, in the 
opposite direction. The head, H, is then turned until an exact 
balance is obtained. 

The catch on the galvanometer key is then turned aside and the 
latter depressed fully. This cuts out a 4 megohm which was 
previously in circuit to protect the cell. 


T1354 
4 


711211321117212117? 


Fig., 2. 


An exact balance can now be obtained by further adjustment of н 
or (if necessary) к. 

The result of these adjustments is such that each division on c is 
now equal to 01 of a volt, and each division on p is equal to 
*0001 volt. 

Any low E M.F. to be measured is joined to в в terminals and the 
switch 1 set to В; for example, a Leclanché cell or the terminals of a 
low resistance for current measurement. 

The galvanometer key is then again fully depressed and a balance 
obtained by moving o and p. 

The Е.М Е. between B and в is then read direct on the two dials; 
for example, if the reading on o is 83 and that on p is 67, the volts 
between B and B is 8367. Any volts higher than 1:6 have to be 
measured on the terminals marked volts + and —, and with the 
switch, L, turned to v. The switch, м, is then turned to apy con- 
venient multiplying power, 3, 10, 30, &c , and the readings obtained 
from о and p (when the balance is obtained as before) has to be 
multiplied by this multiplying power; for example, if c їз 103 and 
D 26, and x is standing at 30, the volts on the terminals are 
1:0326 x 30 or say 30°98. 

The resistances in H and x are arranged so that any voltage up to 
three volts can be used at >, thus allowing either a secondary or 
two large Leclanché to be used. 
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THE COST OF ELECTRIC ENERGY 
PRODUCTION. 


Іх connection with the many references to this subject that we have 
recently made, and more particularly in regard to the supply of elec- 
tric energy from lighting stations for tramway purposes (see the ELEC- 
TaicaL Ravrsw, January 14th last, 36), some interesting figures 
and estimates have been sent to us by Mr. Shallcross, of the Birken- 
head Electricity Works, to show that it is not only possible, but quite 
easy for such stations to profitably supply current at 13d. per unit for 
iir ie work. А 
correspondent assumes station plant of ап output equal to, say, 
1,500 H. P.— which is quite a fair маб зид for an ordinary large tu. 
way system—and shows how, on the basis of long hours’ consumption 
per day, an excellent profit can quite well be obtained, not merely at 
li load for the generating plant throughout the working day, but 
also when it is considerably underloaded. | | 
Thus, a plant of the size mentioned, working for 18 hours per day 
—not an excessive daily period at all for tramways—would only be 
working at a little less than balf load if it produced 2,000,000 units 
annum. 
The cost of this output our correspondeut sets forth as follows — 


Coal (108. per ton)... s 1,859 
oil "n ТЕ? s ЗЕ 805 E 100 
Water eon eee eee 600 eee "ese 293 
Wages, &c. 2 PM T ix 910 
8 and maintenance vs “з sto 1,250 
Interest and ing fund  ... is ces 1,500 
Insurance and sundries Sus sss "m" 200 
£6,114 


and the revenue at 13d. per unit metered, i. e., allowing for losses 

in mains, &c., amounts to £10,416, leaving a balance of profit equal 

to £4,302. 
When the ge 


batteries in the main or sub-stations, the proportion of profit becomes 
2 greater, and our correspondent's figures then may be set out as 
OWS:— 
Total output, 5,584,500 units per annum. Cost:— Р 
Water eee 0 90 ees эе eee eee 864 
Coal eee eee see eee ees 606 #00 5,499 
Oil ees eee #26 eee eee ДАЈ 100 
Wages Ре : v н . 1,066 
Repairs and maiptenance ... e 0 5 „ 1,250 
Interest and sinking fund... iss eve eee 1,500 
Insurance and sundries... us eis * 200 
£10,480 


and the revenue at 14d. per unit, allowing for losses, &c., as before, 
amounts to £24,728, leaving a balance of profit equal to £14,243. 

Without pledging ourselves in any way to the exact accuracy or 
completeness of our correspondent’s figures, we may at any rate em- 
phasise them as showing how important it is for municipalities and 
others, who are thinking of supplying current for tramway ире, 
to bear in mind the long hours of supply, and the great ce 
which this makes in the net profits. e second instance which he 
gives would ap to show might be generated by the 
tramway unde itself at a cost of id. unit. It is hardly 
fair, therefore, to expect so much higher a price for current from a 
municipal station than what it would cost when generated by the 
tramway company. 


TBE DIRECT TRANSFORMATION OF HEAT 
INTO MECHANICAL WORK BY THE 
EMPLOYMENT OF ALLOYS OF FERRO- 
NICKEL. 


By MARCEL DEPREZ. 


Iw а recent article“ I showed how the magnetic properties of the 
alloys of iron and nickel can be utilised for producing an electro- 


motive force, undulatory in form, and I said that I would indicate 


the conditions under which these properties would be capable of 
giving practical results. A deep study of the question bas led me to 
the conclusion that if these resulta are ever obtained great difficulties 
will have to be overcome, the nature of which will be explained in 
this article. Instead of the problem we had in view we propose to 
turn to account the thermo-magnetic properties of the same alloys to 
obtain an available mechanical work. 
Т. 

We will sup that in a uniform and permanent magnetic field 
has been placed a rod of ferro-nickel, moving round an axle passing 
through ite centre perpendicularly to it, and also to the lines of force 
of the field. Left to itself, the rod will immediately place itself in 
the direction of the lines of force, and if we displace it, it will tend 


ы aa Rendus, Académie des Sciences, October 11th, 1897* 
р. 511. | "ERE 


' cannot receive any magn 


to return, developing a couple the value of which is given by the 
equation : 
С = Mh sin 0 


in which 39 тереен the tic momentum of the rod sub- 
jected to the inductive intensity of the field of intensity Л and , 
the angle which it makes with the lines of force. 

N is a function of 0, for the magnetising intensity of the rod is 
smaller in proportion as the angle which it makes with the lines of 
force is greater, and when 0 attains a value equal to * (i e., when 
it is perpendicular to the lines of force) we see at onoe that the rod 
etisation, and that according as it deviatcs 
very slightly to one side or the other of this critical position, the 
sign of its magnetisation is changed. 

The nature of the function that connects M with 0 is unknown to 
us, but we will suppose that the value of M remains constant while 
the rod, leaving t 3 of unstable equilibrium at which its 
magnetisation is nil, describes a right angle and places itself in the 
direction of the lines of force of the field producing mechanical work. 
In order to place ourselves under the most favourable conditions 
possible, we will assume that during this angular displacement the 
value of M is constantly equal to that which corresponds to the 

ition of equilibrium established when the direction of the rod 
ollows the lines of force. It is easy to see that under these condi- 
tions the mechanical work, C, developed while the rod describes а 
quarter of a revolution is expressed by T = M h. 

The rod being thus brought to its position of stable equilibrium, we 
will raise its tem ure until it completely loses itg magnetic pro- 
perties, and we will make it describe another quarter of a revolution 
in the same direction so as to bring it into the position perpendicular 
to the lines of force of the field; we will keep it still and cool it 
until it all its magnetic properties. It is then ready to go 
through again the cycle of operations that we have just described. 


. Designating by 2 the intensity of magnetisation of the rod and by 


U ite volume, we get | 
m = 3 u; whence € = AUR. 


On the other hand if we call T, and т, the initial and final tem- 
peratures of the rod, and c the specific heat of the alloy of ferro- 
nickel, m the specific volume, the quantity of heat which must be 
supplied to the rod and which must then be withdrawn from it in 
order to describe a cycle of operations is expressed by: —— 


Q = c m о (т = To). 
The value of the work produced per unit of heat is therefore: 
T = ah 


cm (11 — To) | 

We see thatit is greater in proportion as the intensity of magaetisa- 
tion and the etic field are themselves greater. 

Iron, steel, and cast-iron have been subjected to many experiments, 
having for their object the determination of the values of 3 asa 
function of Л; but unfortunately it is not the same for the alloys of 
iron and nickel studied by M. Guillaume, and we must content 
ourselves with hypothetical values which we will choose, letting 
ourselves be guided by tbe single consideration that nickel is 
considerably less magnetic than iron. We will assume, then, that the 
maximum of 2 is about 1,000 C.G.S. units, whereas that of soft iron 


is equal to 1,500, unless the inductive field possesses an extremely 


high intensity and becomes, in consequence, difficult and costly to 
produce. 

This last consideration will lead us to adopt for the inductive field 
a moderate intensity, which we will fix at 1,000 gauss. | 

As regards the factors which enter into the denominator of the 


second term of the equation, which gives A we will assume the 


following values: : | 
с = 012, т = 8, 11 — T = DO. 


We thus t for the value of the mechanical work (expressed in ergs) 


produced by an expenditure of heat equal to a small 
€ 012 x 8 x 50 


G = 1,000 x 1,000 = 20,800 orgs. 


The mechanical equivalent of a small calorie being equal to 41,690,000 
ergs, we see that the available mechanical work would orly represent 
sooth of the work equivalent to the quantity of heat expended. 
Now the worst steam engines consuming 30 kilogrammes of steam per 
H. P. hour transform into work th of the available heat; they have, 
therefore, an efficiency nearly 80 times as great as that which we 
have just found. | 

This is not all; to make a motor of one steam H.P., we must 
furnish each hour to the magnetic alloy a quantity of beat equal to 
that which represents theoretically the work of one H.P. during this 
period of time (635 large calories), multiplied by the inversion of the 


fraction, a or 1,270,000 large calories. 


But this number only represents half the flow of heat that must 
pass through the magnetic parts that are alternately heated and 
cooled, for after a certain quantity of heat has been supplied to these 
parte in order to get rid of their magnetic properties, it has to be 
taken away in order to make these same properties disappear, and 
these changes of temperature must take place in a much shorter time 
than tbat which represents the duration of a cycle if we would not 
lower considerably the feeble efficiency that we have just found. 
Thus it is not the movement of 1,270,000 large calories per hour that 
would necessitate the production of one steam horse-power, but twice 
that quantity or 2,540,000 calories: and the duration of these 
changes of heat should certainly not exceed a quarter of the time 
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required for the production of the mechanical work, or the efficiency 
will be considerably weakened, as I have said tefore, because if the 
heating and cooling were not almost instantaneous, the work pro- 
duced by a given displacement of the magnetic parts would havea 
lower value than that calculated. It would therefore be necessary to 
use heating and cooling processes of extreme energy, of which we 
can form an idea by comparing them with what takes place in 
le comotives, where a square metre of beating surface gives passage to 
about 200,000 calories an hour at the most. 


Thus, briefly, with the hypotheses we have assumed, the production - 


of one steam H.P. of work would require an expenditure of 1,270,009 


calories of heat per hour, which would be equivalent to the total. 


quantity of heat produced by the burning of 150 kilos of coal. 
п. 


The results of these calculations are of a nature to lead us to 
abandon all hope of turning to account the very remarkable pro- 
perties of the alloys of ferro-nickel as far as their application to the 
transformation of heat into mechanical work is concerned. I am, 
however, going to show that they may be considerably improved: 
Ist, by increasing the intensity of the magnetic field; 200, by 
employing a particular method of heating ard cooling; by making 
the body which serves as a vehicle for the heat pass successively over 
а series of rods made of alloys in which the percentage of nickel 
varies according to a law determined by means of the formula 
(furnished by M. Guillsume)* We will now examine these three 
waya of increasing the efficiency. 

The Augmentation of the Intensity of the Magnetic Ficld.—The 
mechanical work developed during a cycle being in proportion to the 
intensity, Л, of the field, whereas the quantity of heat necessary to 
effect the disappearance of the magnetic propertics of the alloys of 
ferro-nickel is to ail intents independent of it, we may say, without 
making any appreciable error that the economic efficiency is in pro- 
portion to the intensity of the field. 

Therefore, if this intensity amcunted to 10,000 units instead of 
1,000, the efficiency would be multiplied by 10. This intensity of 
10,000 units, although very high, could be attained without requiring 
the use of any extraordinary methods, but it is ceitain that it could 
not be obtained with simple permanent magnets. However, we 
purposely abstain from taking into account the expenditure of energy 
that it will necessarily entail. 

2. Methoas employed for Supplying or Withdrawing the Heat from the 
Magnetic Alloy.— We have teen that, with the efficiency of 5,47, the 
production of a power of 1 steam H P. would necessitate the employ- 
ment of methods of heating and cooling of extreme energy. If the 
efficiency were brought to 2859 by employing a field of 10,000 units, 
the quantity of heat that would have to be supplied to, or withdrawn 
from, the magnetic alloy, would evidently be ,4, of that required 
in the former case; but its value would still be so great that we could 
not reasonably expect to obtain it directly from the products of 
combustion, on account of their low specific heat per unit of 
volume. The heating, and also the coclirg, of the msgnetic mass 
must be almost instantaneous. Now there is only one process 
that enables us to supply or withdraw from a body of small 
volume & considerable quantity of heat in & very short time: this 
is to bring it into contact with a liquid considerably hotter 
or colder than itself, and, moreover, to divide the body into thin 
plates or into wires of small diameter so as to increase as far as 
possible the ratio of the surface exposed to the changes of tempera- 
ture to the volume of the body. This method, moreover, enables us 
to vary the temperature of the body alternately between two 
determined limits without any considerable consumption of heat, 
unless, however, its specific heat is not a function of the temperature 
alone (and this is what takes place when the body produces 
mechanical work). This is, moreover, the principle of the regenerators 
of heat formerly used in hot air engines. But, for this process to 
give the economic results required of it, the following conditions 
must be fulfilled :—(1) The body that is to be heated or cooled must 
not conduct the beat in the direction of the movement of the liquid, 
во that ite temperature decreases according to a logarithmical law in 
the direction of the movement without its different parts tending to 
place themselves in equilibrium of temperature; it should, on the 
contrary, conduct in a direction perpendicular to the movement of 
the liquid. (2) We must avoid all causes of disturbance in tbe 
liquid so that the layers that are affected by the same movement 
should have no tendency to mix and place themselves in equilibrium 
of temperature. (3) A definite relation should exist between the 
mass of the thermo-magnet, the extreme limits of temperature that 
cause its magnetic momentum to vary, and the quantity of liquid set 
in motion during one cycle. If this relation is not observed, a great 
diminution of the useful effect might result. The two first conditions 
are easy enough to fulfil by forming the thermo-magnet of a series of 
plates of very slight thickness, with a breadth of 10 to 15 millimetres 
in the direction of the movement of the liquid, and separated from 
one another by an interval of 2 to nearly 3 millimetres. 

Lastly, in order that the displacement of the thermo-magnet in the 
magnetic field should be slight while the changes of temperature are 
taking place, it will probably be necessary to impart to it an alter- 
nating movement like that of the piston in a steam engine; the 
changes of heat would then take place at the ends of the stroke. The 
circulation of the liquid would be alternating and would be controlled 
by а piston get in motion by a handle fixed at right angles on the 
motive handle. 

3. The Simultancous Employment of Several Thermo-magnets Working 
at Different Temperatures.—18 Carnot's principle applicable to the 
phenomena brought into play in the thermo-magnetic motor? It is 
extremely probable, as, up to the present, the conclusions that have 
been drawn from it when it bas been applied to the etudy of the 


* Given in my note to the Académie. 


various manifestations of energy, in which there is a transformation 
of heat into mechanical work, have always been verified. If it is so 
in the present case the economic efficiency of the thermo-magnetic 
motor can only attain a high value on condition that the limite of 
temperature between which the thermo-magnet oscillates in order to 
completely, lose or recover its magnetic properties shall be as far apart 
as possible. Now the interval between them, in the case of the alloys 
of ferro-nickel, is only 50°; but by varying the proportion of nickel, 
the absolute value of the extreme temperatures can be modified 
at will, their difference remaining always equal to 50° We 
can thus, with vhe aid of M. Guillaume's formula, arrange the 
percentage of nickel in a series of alloys so that the richest 


of them shall lose its magnetic properties at 350° and recover 


them completely at 300°, whereas a second alloy will 
lose them at 300° and recover them at 250° and so on. We arrive 
thus at the last alloy of the series for which the extreme tempera- 
tures will be 150° and 100. The fall of temperature of the liquid 
will thus amount to 250° and the efficiency will be five times as great 
as if only the first of the alloys were used. \Ve could even go lower 
than 50° and realise an alloy, the cycle of which would be com- 
prised between 100 and 50°. 

This process would, therefore, enable us to increase six-fold the 
economic rendering of which we gave the value at the commence- 
ment of this article; as, besides, this same efficiency can 
multiplied by 10, by employing a magnetic field of 10,000 unite we 
see that the coefficient 20% d, the value of which we gave at first as 
representing the fraction of the heat displaced transformed into 


work, would become Pearta 03, even ту wc did not employ the 


mode of heating and cooling described above. 


III. 


In short, we see that, if it is not impossible to utilise the curious 
fhermo-magnetic properties of the alloys of ferro-nickel for trans- 
forming heat into mechanical work, very great difficulties will have 
to be overcome in order to obtain really practical resulta. 

The question of the direct transformation of the heat into elec- 
trical work has a close connection with the one now under con- 
rideration, but it is much more difficult to treat it directly; it is, 
moreover, almost evident that the conclusions at which I have just 
arrived apply equally to this second mode of transformation. 
I must observe that this is not the first time that it bas been 
proposed to utilise tbe thermo-magnetic properties of either 
iron or nickel, for transforming heat into mechanical or electrical 
work. Hdison has tried to solve this problem,“ using the property 
that iron possesses of ceasing to be magnetic at about 750°. But 
none of the conditions necessary either for obtaining a practical 
economic efficiency or for ensuring the rapidity of the changes of 
temperature were fulfilled. M. Nodon wrote to me after the pub- 
lication of my first note on this subject, that he bad in 1890 sent 
& sealed packet to the Académie des Sciences, in which he described 
& process consisting of the employment of a metallic gauze of pure 
nickel serving to close a magnetic circuit. This metallic gauze was 
alternately beated and cooled by means of a current of air, and the 
variations in the flow of magnetic force which resulted from the 
variations of temperature thus prcduced served to generate an alter- 
natiog current. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


AN ELECTROLYTIC PROCESS FOR THE MANUFACTURE OF PaRABOLIC 
REgrLECTOBSs.| By SHERARD СоўтРЕВ-СогЕв, Member, Assoc. M. 
Inst.C.E. 


Glass mirrors at the present time are almost exclusively used for 
rojectors for search lights and similar purposes, on account of the 
ifficulty that has been experienced in producing a true metallic 

reflector that will not readily tarnish when ex to the heat of an 
arc light. One advantage of a metallic reflector is that the rays from 
the carbon points are collected into a 1 beam by means of 
refraction only, and is not catadioptric, as moet glass mirrors are. 
Spun reflectors are never true, as it is found in practice impossible 
to spin them quite true to the moulds. Experimente have been 
made with a view to substitutiog cast metal for glass, but the cost of 
grinding and polishing, and the unsatisfactory surface that is 
obtained, have resulted in the attempts being abandoned. Stam 

reflectors have also been tried, but with no more satisfactory results. 
The present process I pro to describe to you is an electrolytic 
one, one of the chief features being that the surface produced requires 
no after polishing or trueing up. When once a true mould has been 
produced, any number of reflectors can be taken from it at a nominal 
cost. A glass mould is prepared, the convex side of which is acca- 
rately shaped and polished to form a true parabolic, or other reflec- 
ing surface. As the mould only requires shaping and polishing on 
the convex side, it is comparatively cheap as compared to a glass 
reflector, which has to be ground on both sides. On the prepared 
surface is deposited a coating of metallic silver, which is thrown 
down chemically on the glass and then polished, во as to ensure the 
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* La Nature published in 1888 an article in which we find the 
methods used by this scientist described. 
t Abstract of Paper read on Wednesday, February 9th, 1898. 
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copper being adherent to the silver. The mould thus pre- 
pm in a suitable ring and frame (which I will describe 
ter on), and immereed in au eleotrolyte of sulphate, the 
mould rotated iu кА! ition, the number of revola- 
nts. e 


the reflector obtained is an ex tet reproduction of the surface of the 
mould, and has the same brilliant polish, and requires no further 
treatment to answer all the purposes of a reflector, with the excep- 
tion that it must be coated with a film of some suitable metal to 
vent tarnishing. Palladium is found to answer this purpose 
Best, as a bright coating can be deposited rapidly to any desired 
thickness; the palladium resiste tarnishing and the heat of the arc to 
a wonderful е 
Palladium is a silver-white hard metal, and {s sufficiently ductile 
to be rolled into thia sheets. Its specific gravity is about 12, being 
half that of um. The present price of palladium is about double 
that of platinum, but, its weight being one-half, the same area can be 
covered at the same cost. It melte at an extremely high temperature 
rti: the iu as тошо When a slightly heated = 
drogen gas, it an extraordinary power of absorbing mechanic 
ally large volumes of this gas. Graham investigated this cary carious 
benomenon, and found that a piece of pailadium foil, when heated 
ow 212° Fahr., takes 240 times its volume of hydrogen, but that it 
bad not the power of absorbing oxygen or nitrogen. At a moderately 
high temperature pellediam assumes a blue colour, and the formation 
of athin film of oxide, which it loses at a higher temperature, due to 
tbe decomposition of the oxide. Palladium is not ily attacked by 
sulphuric or hydrochloric acid. 
carrying out the manufacture of reflectors by this process, it is 
essential that the glass mould be perfectly clean and free from grease 
bef те the silver coating is applied. It has been found, however, that, 
if the cleaning is solely effected by chemical means, there is a great 
liability of the silver adhering too firmly to the glass, whereby the 
mould is in danger of being broken during the removal of the reflector. 
This difficulty has been overcome by cleaning the glass mould with a 
suitable paste or powder, such as peroxide of iron, then removing 
such paste or powder by washing the glass with a 50 per cent. solation 
of ammonia. It is necessary that this cleaning operation be repeated 
prior to the production of each reflector. After the convex 
side of the mould has been properly cleansed as described, а thin 
coating of metallic silver is applied as follows: Ammonia is 
added to a solution of nitrate of silver until the precipitate 
that is first formed is re-dissolved, then re-precipitating by caustic 
soda, sgain dissolving in ammonia, then adding glucose to the sola- 
tion. Excellent results have been obtained with а silvered solution 
of tbe following components, equal parts of each being used :— Silver 
nitrate, 05 per cent.; caustic potash, 0:5 per cent.; glucose, 0:25 per 
cent. Tbe surface of the mould to be coated is immediately dipped 
into the solution, when it becomes coated with a film of silver. The 
silver is thoroughly washed, and then allowed to dry, and the 
silver which has been deposiled is burnished bright with & piece of 
cotton wool and peroxide of iron, preferably precipitated by ammonia 
from a dilute solution of ferrous sulphate. The cost of the silvering 
is found to vary from 2d. to 4d. per inch diameter. I have here a 
are of the silver де tel ы, having glass mould, which is 
quite transparent to transmi ght, a green tinge, but is 
gg pee 1 ы l used is of li 
e copper solnti y the following composi- 
боп :—Copper sulphate, 13 per cent.; sulphuric acid, 3 per cent. ; 
water, 83 per cent. As soon as the requisite thickness of metal has 
been „the mould, with the refiector attached to it, is placed 
ima bath of cold or lukewarm water, which is then raised to a tem- 
of 120° Fahr.; whereupon, owing to the difference of the 
expansion o£ the glass mould and the metal backing, the latter 
es from the mould. The only thing tbat requires to be done 
now {в to coat the reflector with an untarnishable metal. This is 


per 

per cent. solution ammonium chloride. The solution is 
used at about 75° Fahr., the current used for a 2-foot reflector being 
about 05 of an ampere, the E. M. F. at the terminals of the bath being 
4 to 5 volts, An anode made out of carbon, and curved ap- 
po the shape of the reflector, is attached to a rod, which is 
connected ri an arm to a rotating disc which causes the anode to 
swing to and fro, thereby ensuring an even coating of jum, and 
agitating the solution and preventing the deposi upon the 
io CHRON QE лаш каны ee may be present in the 


ution. 

The back of the reflector is usually varnished before placing it in 
the bath, to prevent local action up between the per and 
the silver or palladium. The reflector is removed from the and 
dipped in g water, and then placed in boxwood sawdust, which 
is kept hot by means of asteam jacket. The reflector is then ready 
to be mounted in a suitable ring. 

Reflectors made by the process which has juet been described 
bave been subjected to a number of tests, and found to withstand 
excessive heat withont i . Balt water has been thrown 

on the reflectors when they have too hot to touch, the result 
being that the water was driven off as steam, and the salt left as 
„ on the reflector, which was easily removed with a 

A reflector recently tested at Portsmouth had a number of rifle 
bullets passed through it, when the beam was found to be little 
affected. On the other hand, the first shot fired at a glass reflector 
splintered it to picces. 


Although palladium does not reflect light as well as a silver surface 


which is perfectly clean and bright, silver is fonnd quite unsuitable, 


as after being in close proximity to an arc light for a short time the 


. silver tarnishes, and the light 18 greatly reduced in intensity. With 
: a palladium-faced reflector the intensity of light is found to remain 


practically constant, as little or no tarnishing takes place. 


THE SOCIETE INTERNATIONALE DES 
ELECTRICIENS. 


THE usual monthly sitting of the Société des Electriciens took place 
February 2nd, 1898, with M. Violle in the chair. M. G. Janet, in 
consequence of a death in the ois as d not read his paper on 
“The Temperature of Incandescent Lamps.” 

M. Branty called attention to the fact that various experiments 
had been made in producing continuous or intermittent electric 
waves, transmitting them to a distance, receiving them, and regis- 
tering them. The transmitter is a Hertz oscillator, with two spheres 
immersed in an insulating liquid. This oscillator is worked by a 
little Ruhmkorff coil, placed in a box lined with metal, and provided 
with & contact key for obtaining short or long discharges. 

The Herts k resonator is replaced by a tube of iron filings. 
The latter, which are enclosed in a tube, and placed between two con- 


‚ ductors, and which form a circuit with a battery and а galvanometer, 


offer a great resistance to the passage of the current; they become 
conductive when excited by an electric wave. This conductivity is 
destroyed by a shock, to reappear when a fresh wave strikes the tube. 
The sensibility is very great, and manifests itself at a distance. In 
1895 M. Popoff had an үре constructed for receiving and regi 

tering electric waves. e receiver is a tube of iron filinga p in 
circuit, with a battery anda relay. The latter is put in motion as 
soon as the tube is struck by an electric wave at a distance. M. 
Branly referred to his experiments in connection with the paper read 
at the last sitting by M. Voisenat on Telegraphy Without Wires." 

M. BoUcHBBOT then read a paper on Industrial Condensers: on their 
Employment in Distributions at a Constant Intensity, and on a Self- 
exciting Alternator.” 

In industrial condensers, the quality of paper used is an important 
consideration. Some kinds of paper heat and keep together, others 
do not heat, but easily crack. The specific resistance of the paper 
varies from 1 to 3 megohms per centimetre. 

The temperature should also be considered. In some measurements 
taken between 20° and 100°, M. Boucherot obtained for the insula- 
tion resistance of various condensers—for oil, 3,500 obma at 95° and 
1:45 megohms at17 1^; for paraffin, 500,000 ohms at 99° and 10 meg- 
ohms at 17°; for oiled paper, 150,000 ohms at 44^, and for paraffined 
paper 6 megohms at 40°. A paraffined paper condenser gave an insu- 

on resistance of 2:6 megohms at 37°, of 700,000 ohms at 50°, and 
of 100,000 ohms at 80°. To obtain good working from a condenser, 
ыс must not, at present, exceed a difference of potential of 800 
volte. . 

Various experiments have shown that, on alternating current 
systems, the difference of potential rises to values above the normal 
and pierces the condensers. We can now make condensers for 40 
periods per second at 3,000 volts, at the rate of 100 francs the kilc- 
watt, and at 100 volts for 150 francs the kilowatt. For 50 periods 
per second, we must reckon at 3,000 volte 50 francs the kilowatt, and 
at 100 volts 75 francs the kilowatt, but condensers are only advan- 
tageous for low powers. 

M. Boucherot then showed the advantsges of condensers, first, for 
counteracting the effects of self-induction, and then for distribution 
at a constant intensity. On an effective difference of potential is 
branched a circuit formed of a self-induction coil and a capacity. 
We can then place in derivation, either at the terminals of the con 
denser or at the terminals of the self-induction coil, a circuit formed 
A various apparatus in series. The intensity remains constant in 

circuit. 


The writer then discussed various other cases, and made some 
experiments for purposes of demonstration., In conclusion, he spoke 
ot Li каны alternator, but he merely gave a brief sketch of its 
р p 

M. Ковра then said that some condensers had already been con- 
structed at Buda-Pesth with an insulator of oil in vacuo. 


THE ENGINEERS' STRIKE. 


As the results of the men's ballot came in, they showed in favour cf 
acceptance of proposals 28,588 and against 13,727, a more than 
two-thirds majority. The terms of settlement being formally sgreed 
upon,it was arranged to resume work on Monday, Jan 3186. 
There was a good deal of kicking against the inevitable, and about 
a general organisation. Thie, we are certain, will for long be 
impossible, except some entirely new actuarial basis be built upon, 
with proper division, by hard and fast lines, of the funds for fight and 
for benefit. In ite late existing form the Amalgamated Society of 

is a total wreck. Never was a trade struggle ied on 
with less turmoil and strife, and never has so huge a struggle ter- 
minated so disastrously for its originators. The men have secured 
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nothing by the struggle. They have not even any recognition 
for even fancied principles. True, certain hitherto accomplished 
aims bave been cifically named in the agreement, but to them have 
been tacked equ specific limitations not hitherto allowed a right 
in trades union ideas. Militant unionism has been set back to a 
line far in the rear of its previous outposts, and the line is fortified 
by the employers who have mounted guns on previously dismantled 
positions. Everything now depends upon the amicable working of 
the men under new conditions, and upon the determination of the 
employers to insist on a day's work for a day's pay, and to keep their 
plant up to modern conditions. 

Labour will then begin to profit by the change and by the regain- 
ing of lost trade, and we fully believe that with these things 
thoroughly carried out the eight hour day will come to be general. 
A really earnest day of eight hours will be better for everyone than 
the half-hearted nine bours’ day, which we hope has ceased to be. 
The estimates as to the proportion of the locked-out men that could be 
taken on again varied considerably for different towns. At one place 
bardly any, at another 75 per cent., and the remainder іп a few weeks, 
were reported as probable. 

In this last ot of tbe men the smallness of the numbers voting 
is remarkable. At Paisley, Blackburn and Leeds, Dundee, Wigan 
and Keighley, the majority of votes were cast against returning to 
work, whereas in London, the place of the original mischief, the men 
wanted to go back to work. This sort of thing must annoy the men of 
the north, who, having taken up the battle for London, find them- 
selves sold by the London executive, who, a short time ago declared 
they had funds to go on fighting indefinitely, and yet ly had 
funds to meet weekly engagements. The hope of supplies had, in 
fact, kept men fighting to the last ditch, and there, figuratively, 
they were left while Mr. Barnes cynically abandoned them to 
their fate, as having no choice. The great change which the 
strike has shown to be coming upon the engineering trade is 
specially made plain in the case of a firm which finished two 
steamers by the aid of apprentices only, the steamers passing the 
trials and tests as up to standard. Why, with all the facts before 
them, the executive allowed the fight to go on upon the mere 
formality of a formal recognition by the оре of the notes 
appended to the clauses of the agreement, it is difficult tosay. The 
notes were the notes of the employers, and would be cited, whether 
formally recognised or not, in the future. Probably the truth is that 
Mr. Barnes hoped by refusing the clauses to force public opinion in 
- favour of the men, in which he lamentably failed. He then seized 
upon the notes, and asked the masters to say over again what they had 

y pledged themselves to. This delay has done trades unionism 
no good. Nothing more has been obtained, but only the nakedness 
of the treasury has been shown up and a defeat has been converted 
into a rout, for the men could have far better gone to work direct 
from the conference, while e day’s delay has shown up the 
hollowness of the cry of .the ed man as necessary in machine 
production. 

Finally, we should like to say a word as to the threat to carry 

to Parliament. The working man to-day is full of economic 
heresies. He seems to think he can ask liament to pa 
wages out of funds which exist in his imagination, as thoug 
Parliament could do anything and everything. This nonsense is the 
result of preaching to the so-called working man as though he were a 
wonderful creature, all virtue and with no vices, and he has been patted 
on the back by M. P.'s and the like until he has come to think he is all 
that fancy pens him. It is all this which has led up to the conduct 
of the men in respect of restriction of output and general insubordina- 
tion to the truth and to the principles of business morality. Their 
line of procedure has been followed for long past much as a train 
may run safely over a line of rails for a long time until it reaches a 
junction. In the case of the engineers they have run their train full of 
economic heresies until it has intersected that of foreign competition and 
the result we haveseen. Others have seen the conv ce of the lines 
and the advancing trains. Mr. Barnes and his friends have contrived 
to. time the trains to arrive very much together at the point where 
further concessions to the men brought matters in England to the 
wrong side of the line for foreign competition. The strike is, how- 
ever, now a thing of the past, and it is hardly likely that another can 
be started on the same false and mistaken issues. It will be long 
before such a strike can be financially possible, and in the interim 
educational influences have a chance to operate on men and on 
masters. For the moment the beaten and disappointed leaders are 
talking frothily about the next attempt. For the sake of the men, it 
3 be hoped by then that they will have obtained more intelligent 

rs. 

As the shops were opened on the first Monday in February, it was 
at first decided by the employers to take on only one-fourth of the 
number of men n to fill vacancies. This was done in order 
to give all shops an equal chance to obtain hands. But so many 
shops had already so large a complement of free labour, that it was 
seen there would not be places enongh to go round, and word was 
given to take on all there was room for. This still left a lot of men 
out of work, for many shops were short of orders, none having been 
sought during the strike, and it would therefore be some time before 
all the strikers could be taken on. So far as we can learn, the men 
themselves have gone back to work ina fairly agreeable spirit, the 
fact being that they see plainly enough they have been following a 
bad lead. The employers also, we are glad to hear, are doing all they 
can to smooth matters and are not injudiciously flaunting a flag of 
victory before their late opponents. Only in one or two American 
papers, such as the JVestern Electrician, do we tind the termination of 
the strike viewed with spiteful ill-nature. This journal is a sample 
of that fortunately diminishing section of the American ple, 
which hopes and prays for overwhelming disaster to overtake the 
British nation—America’s best cuatomer. We do not think much 


weight need be attached to such evidently biassed statements as the 


writer is во evidently uninformed, but he lays all the blame on the 
neglect of the omy oye to provide improved tools—e clear proof 
that he knows nothing of the machine question and of restriction of 
output which underlay the whole dispute. But while we may 
excuse the western editor, what arc we to say of such a 
man as Sir John Gorst at the dinner of the United Olub 
which had before it the question of the relation of capital 
and labonr. He spoke on the question in an exceedingly 
unpractical manner, assuming that it were better to leave work alone 
than to attempt it at the cost of reduced wages. This way of look- 
ing at things assumes at the outset that both men and masters are 
doing their best, and cannot improve so as to afford a so-called 
living wage. It also assumes that when articles are made in this 
country for which only low wages are practicable, such low wages are 
paid to people who, if not compelled by the employers to work for 
poor wages, would be working at something else for good wages. The 
dea is absurd. No man is compelled to work for less than he can 
get elsewhere, and the inference is that in badly paid trades the work 
is unpopular, aud is only taken up by those who otherwise would be 
idle. But it is not by any means employers who are the cause of low 
wages in certain employments. It is due to the workers themselves, 
who rush into badly paid work rather than take up well paid work 
which they can have for the asking. It is customary, for example, to 
cry shame on the management of a certain bread company which pays 
huge dividends out of purveying very ordinary provisions, and is mid 
to pay poor wages. The sole reason is that the women who crowd the 
doors of the company for employment and accept poor pay for long 
hours, bave open to them far more respectable and well paid work in 
domestic service, which is not fashionable among this class of women. 
Yet philanthropiste so called can always be found to condemn the 
wrong person, and there are those who in the recent strike condemn 
the employers because they have refused simply to pay away in 
wages more than they have made in profite, a process that to anyone 
but а rabid philanthropist cannot long continue. When Bir John 
Gorst assumes it may be 5 throw up the sponge, ke is 
indeed a pessimist. In the first p he does not even present the 
hope of doing better; in the second, as an alternative to small profits 
and wages, he has nothing to offer. When it is remembered that he 
was speaking in connection with the engineering business, of which 
shipbuilding, our national pet industry, is a part, are we to conclude 
that England had better go out of business at once? Bir John spoke 
just as if he had been of opinion that the recent strike was a pro- 
test by the men against a starvation reduction in wages. So at least 
his reported speech reads, and he ought to have known better. The 
public at large did know better, or very soon learned the facta, and 
the strike was really crushed before it had existed a fortnight, and 
everyone saw this except the men themselves, and. even they saw it 
sooner than their leaders, who tried to buoy up their followers by 
extolling the German and American subscriptions. 

We hardly think that English workmen will be such fools to be 
caught by the bigh sounding “ brotherhood of labour” business in 
the future. During the whole strike for eight hours, the selfish 
German workmen did not, во far as we can learn, make even the 
shadow of a demand for the reduction of their own 12 hours’ day, 
which would have assisted their dear English bulldogs. enn | 
subscribed a few pfennig each, and raked in the wages for the 
the English would not do, and unless the English workmen will study 
these things for themselves, and not put their lives into the hands of 
the first stump orator who gets up and froths, they must expect 
foreigners to treat them as fools. 


TESTS OF THE SYNCHRONOGRAPH 
ON THE TELEGRAPH LINES OF THE 
BRITISH GOVERNMENT.“ 


Br ALBERT CUSHING CREHORE AN GEORGE OWEN | 
SQUIER. 


Ія April, 1897, а paper was read before the American Institute of 
Electrical Engineers, describing the general principles of the syn- 
chronograph and the experiments at that time uer rige in 
developing it. Since then opportunity has been presented to make 
trials on actual lines of considerable length and having different 
distributed capacities. The tests were made over loops of varying 
lengths from the General Post Office, London, where both trans- 
mitters and receivers were located. ; 

The apparatus available for experiment comprised a high 
frequency alternator, giving practically harmonic waves from 50 е 
720 complete waves per second; actual telegraph lines with values o 
x в varying from 0 to 261,000 and resistance varying from 0 to 
10,000 ohms; an artificial submarine cable representing within 1 per 
cent. of accuracy an actual cable of 180 knots in length, and also 
latest types of Wheatstone transmitters and receivers, with adjust- 
able condensers, &c. 

The longest loop tried was 1,097 miles, from London to Glasgow 
Aberdeen, Edinburgh, and return to London by a different pole d 
This contained some iron wire and also 48 miles of undergroun 
cable, and a total value of x B equal to 261,000. 


* Abstract of a report to the Postmaster-General of the United 
States, read before the Franklin Institute, January 19, 1898, an 
published in the Electrical World. | 

1 Зее ELECTRICAL Review, May 7th, 1597. 


tot 
2 


e T d^ je 
Г bani 
ЖЕ: 


page 


4 
ot 


vol. 42. No. 1,056, Ғевзсавт 18,1898] THE ELECTRICAL REVIEW. 243 


It was found in the course of trials with the different apparatus 
that it was possible to operate the Wheatstone receiver without 
alteration by the synchronograph transmitter, and a test was made 
over tbe longest line to compare the efficiency of the two transmitters 
when operating the same receiver under identical line conditions. 
Тае surprising result was discovered that the synchronograph could 

te the Wheatstone receiver approximately three times as fast as 
the Wheatstone transmitter on any line, provided the mechanical 
limit of the receiver is not already reached. The Wheatstone system 
operated from London to Aberdeen ordinarily employs two automatic 
repeaters to increase the speed. Without any repeaters the syn- 
chronograph operated the Wheatstone receiver over this line 
practically up to its mechanical limit. By the synchronograph 
method of transmission it thus becomes possible to operate Wheat- 
stone receivers at the present speeds without repeaters anywhere in 
the British Islands. 

One of the most poran results of the trials to be described has 
been to emphasise the probability that the sine wave possesses 


8 over other forms of wave for any speed, slow or fast. 
| messages are prepared for the Wheatstone transmitter by 


paromi i paper tape with two rows of holes at the proper intervals 

secure correct signals, one row on each side. In the centre, 

between these two rows of holes, runs an uniaterrupted series of 

smaller holes, which serves to feed the tape regularly through the 
tter. 


A characteristic of the transmitter is the fact that the contact for 
the electrical circuits is not made through the holes in the paper, as 
in some transmitters, but by small steel rods, which pass through 
£he holes in the paper, contacts are made and broken in another part 
of the apparatus by means of levers. Only the positive currents 
cause the receiver to make а mark. A dot, together with the accom- 
panying corresponds to a complete wave of current. A dash 
with its following v occupies twice the time of a dot with its 
Space, and corresponds to the time of two complete waves, although 
in reality it is a single wave with the positive portion three times as 
long as the negative, and thus the mark for a dash is about equal to 
three dots. . 

The chief characteristics to be noted аге that the waves of 


[ 


An essential part of the receiver isa polarised relay consisting of 
а permanent magnet and an electro-magnet. The armature of the 
receiver, to which the recording wheel is attached, is moved in one 
direction for a direct current and in tbe opposite direction for a 
reversed current. A small recording wheel is kept moistened with 
ink, and every Pe current drives it against the paper, while a 
negative one it from the paper. The peper tape is driven 
forward by clockwork, and thus a series of marks is made upon the 
tape corresponding to the positive portions of any set of current 
waves. 

In ресе it is found that, when connected directly to the line 
and the return, and operated by the transmitter, the speed obtainable 
over most lines can be iocreased by the use of condensers shunted by 
non-inductive resistances and inserted in the main line. Common 
values of the resistance and capacity are about 8,000 ohms and 10 to 
20 microfarads, which would vary according to the line. 

The detaile of the experimental transmitter used in the synchrono- 
graph experiments were practically the same as those employed in 
the original experiments, and described in the first paper to which 
reference has been mad». The messages were prepared by fastenin 
strips of paper upon the metal surface of a large wheel 

directly to the shaft of the alternator as there described. 

As it was desired to make tests over a considerable range of 
frequencies, tho small Pupina alternator used in the first experiments 
was again utilised for these trials. The alternator was driven bya 
1 H.P. Lundell motor, supplied from 100-volt constant potential 
mains, and a storage battery was available for the excitation of the 
rotating field of the generator. Since the generator is, in fact, four 
alternators of 18, 22, 20 and 30 poles respectively, and the motor 
could be run regularly at very slow speeds as well as high, this com- 
bination with a field excitation, which oould be varied at will, 

itted & wide range of frequencies at any desired voltage. 

ormers were used when desired. For the most rapid speeds 

the chemical receiver, using the formula of Delany, was employed 

with the synchronograph. The paper was prepared and used in the 
form of sheets instead of tape. 

The lines first used in the tests of August 8th ran from London vid 
Leeds to Newcastle-on-Tyne, and return to London vid York. 

With no earth, messages were received with ease at a frequency 
of 652 cycles, or 1,304 alternations per second. This frequency was 
limited the fact that the greatest number of poles to the gene- 
rator was 30, and the number of revolutions to produce this fre- 
quency was 2,608, beyond which it was not then thought advisable to 
go for fear of injuring the machine. 

With earth and a total value of x & equal to 81,518, a frequency of 
165 cycles, or 330 alternations per second was reached. 

To obtain a longer line with a greater value of x B, а second loop 
was made up from London vid Leeds to Glasgow, and return vid 
Edinburgh, Newoastle-on-Tyne, and York to London. 

As before through this line without earth, x & being 31,771, a cur- 


rent was sent having a frequency as high as safety to the alternator - 


permitted, viz., 652 complete waves per second, and no limit of 
due to line damping was reached, the messages being received with 
clearness. ith earth and кв = 127,082, no records were 
received at all on this date on account of not having at hand a suit- 
able transformer to produce high enough potential at the slow speed 
of the alternator necessary. Before the next trials were made a suit- 
able transformer was available to deal with a value of k n much 

than the above. 

test the fact that the messages were actually passing through 


Glasgow, and that the records were not being caused by 
currents across the line at some point, the circuit was broken by tbe 
operator at Glasgow at a certain time, and restored five minutes 
later. Before and after the line was вә broken the messages were 
transmitted readily, while during the time it was broken not the 
alightest record could be obtained. 

An instructive experiment, illustrating forcibly the influence of 
increase of distributed capacity upon aerial wires, wasthatof suddenly 
plugging in and out the earth connection, thereby practically changing 
the capacity of the line four-fold, when at the instant the earth was 
нан the motor would slow down and labour under the increased 

o 

On Thursday, August 12th, it was decided to try the synchrono- 
graph with the Wheatstone receiver, which was at hand ia the same 
room. This was done, and without any alteration of the receiver 
whatever it responded readily to each wave of current from the 
alternator. Messages were then correctly transmitted and received. 
This was done by two different methods. First, the messages were 
interpreted by the portions of current omitted, as described in the 
former paper, the omission of a single mark denoting a dot and 
two marke a dash, the marks themselves meaning spaces. Second, 
the presence of the marks was used for dots and dashes, and one 
mark denoted a dot, while two or three consecutive marks denoted a 
dash. The marks are all regularly spaced, and the eye experiences 
no difficulty in reading the dash, even though it is m ap of 
two or three separate consecutive marks instead of a single bor 
mark, since the length of the dash is of more moment than the 
continuity of the mark. 

These preliminary tests developed the fact that messages could be 
received by the Wheatstone receiver in the laboratory faster with the 
synchronograph than with the regular Wheatstone transmitter. 
When this discovery was made the engineer-in-chief desired to make 
а more extensive series of experiments and try the synchronograph 
with the Wheatstone receiver over actual lines having a value of K R 
sufficient to reduce the speeds. As the Wheatetone receiver was to 
be used with the alternating current, the first thing wanted was a 
knowledge of its constants. The inductance of the instrament 
measured by the impedance method was found to be ‘875 henry for a 
single coil and 346 henrys for the coils in series. When the coile 
were connected so as to give opposing magnetic effects the measure- 
ments gave an inductance of 187 henry. The two coils of the 
receiver are wound together, the two wires being wound as one upon 
the spools in such close proximity that the mutual induction between 
the coils is at its maximum, and is nearly equal to the inductance of 
each coil. In such a case the inductance of the two coils in series 
should equal four times that of a single coil if there were no mag- 
netic leakage, and when connected in opposition the inductance 
would vanish. This agrees approximately with the measurements 
when allowance is made for small magnetic leakage. 

When the receiver coils are connected in parallel the inductance is 

ractically the same as that of a single coil, since the two coils are 
fike a single one having larger wire, the number of turns being 
identical. 

Thus, with a frequency of 650 cycles per second, the reactance is 
many times larger than the resistance of the coil. In either case of 
a series or parallel connection of the coils it is 22 75 times as much. 

When the receiver is used with reversing currents, such as are 
employed in the Wheatstone system, or with alternating currente, the 
impedance is the important element, and the value of the resistance 

es very little difference, provided it bears so small a ratio to the 
im се.® 

en the synchronograph was used with the Wheatstone receiver 

the resistance with its shunted condenser, described above, was 
removed from the line, and the condenser shunted directly around 
the receiver. The receiver and condenser thus form a resonant 
circuit, and by properly choosing the coadenser it is possible to in- 
crease the receiver current materially, making it larger than the line 
current. This is the benefit of using a condenser, but the capacity 
for the best effect should vary with the frequency of alternation. By 
knowing the inductance of the receiver and the frequency, the con- 
denser capacity can be readily calculated. The value of the capacity 
for any uency is not very critical; that is, a condenser will 
improve the working for a considerable range of speed. 

ith lines having a low value of X B, the speed of the Wheat- 
stone system is limited to about 600 words per miaute, as this is 
found to be very near to the mechanical limit of operation of the 
receiver, due to the inertia of the moving parte, the spattering of ink 
or other causes. 

A copper aerial line having k в equal to about 30,000 will reduce the 
Wheatstone speed to about 400 words a minute; and when a line exceeds 
this it is custo to insert an automatic repeater, by which the 
speed is maintained over longer distances. Speeds of 400 words a 
minute are regularly maintained in England in commercial working, 
while the limit of the commercial working in the United States 
is considerably lower, about 200 words per minute. 

The speed of the synchronograph transmitter and a chemical 
receiver would be greater than that with the Wheatatone receiver, 
because of the shorter code permissible with this receiver. There 
would then be no limit at 600 words due to the mechanical con- 
struction, so that the value would run up into thousands of words 
per minute. The cannot be given, as the riments have 
not yet established the law of speeds for this combination of instru- 
ments. 

Opportunity was presented for tests of this method of trans- 
mittiog sigaals over the artificial cable belonging to the British 


With the receiver in circuit with the maia line the iaductance of 
the former should be considered in comparison with the resistance of 
the whole circuit, and its combination vecturially therewith affects 
the latter very slightly.— EDITOR. 
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Post Office, and makiog direct comparisons of the alternating 
current method with the present Wheatstone system over the same 
cable. This cable, which represents within 1 per oent. the real cable 
used from England to the Contiaent, to Ireland, the Cbannel Islands, 
&o., is made in 60 sections cf 3 kaots each, making a total of 180 
knots or 207 5 miles. Each section has к equal to 1 microfarad and 
в = 33 ohms, makiog total = 60 microfarads and total 
в = 33 x 60 = 1,980 ohms, and total кв = 118,800. The cable is 
of the type ia which the distributed capacity is obtained by con- 
densers placed at regular intervals along its length. 

Through this cable, with a voltage of 110, messages were sent at a 
frequency of 93:6 periods, or 187:2 alternations, per second, usiog 
the synchronograph and the chemical receiver. The next experiment 
was with the Wheatstone system transmitter and receiver, using 100 
volts constant potential, and a speed of 120 words per minute, 
equivalent to 72 complete waves per second, was reached by the post 
office officials. | 

From a long experienc3 in the British service the basis which is 
there used to calculate the number of words per minute in terms of 
complete cycles of current by the Wheatetone system is 36 complete 
cycles = one word, or ‘6 of a complete cycle of current second 
equals one word per minute. This basis has therefore n used 
throughout in calculating the comparative speeds, using the synchrono- 
graph with the Wheatetone receiver, so that the comparative results 
given are independent of the length adopted for a dash, or indeed of 
the particular code employed. 

The cables from England to the Continent are not at present 
operated by the Wheatstone system, although by so doing the speed 
would undoubtedly be increased; but the Hughes system, by a 
present international а: reement, is employed. Ву the Hughes system 
the messsges are printed on a tape, which can be mounted on a blank 
and delivered. 

With the experience already gained and the constants of the 
Wheatstone receiver measured, a wider range of experiments was 
planned, to include tests over each line for speed as follows: 

(1) Wheatetone transmitter and receiver. 

8 Synchronograph and Wheatstone receiver. 

3) Synchronograph and chemical receiver. 

Two other lines were made up, which, being used both with and 
without earth, were (quivalent to four separate lines. One of these 
was a loop from London vid York and Leeds to London with 
ne R = 2,783, к = 11:95, кв = 93, 257, and кв with no earth 
= 8,314. 

(To be continued.) 


NEW PATENTS AND ABSTRAOTS OF 
PUBLISHED SPEOIFIOATIONS. 


NEW PATENTS.—1568. 


[Compiled expressly for this journal by W. P. Taomesom & Oo., 
Blectrical Patent Agents, 822, High Holborn, London, F. O., to whom 
all ingwirtes should be addressed.) 


18,718a. “Improvements їп, and relating to, electric railways and 
tramcars.” 8. H. 8новт. Dated February 3rd. (Date claimed under 
Patents Rule 19, August 12th, 1897.) (Complete.) 

2,433. “An improved system of adapters, to adapt all existing 
fittings for electric lighting to armoured, sheathed, or other concen- 
tric cables.” H. F. PHiLLiPS. Dated January 3186. 

2,455. "Improvements in electric contacts suitable for railway 
signalling and other purposes, and apparatus for use in combination 


therewith.” R. Burm and A. О. Brows. Dated January 8186. 

2,479. “Improvements in terminals for electrical connections, 
especially adapted to incandescence lampholders.” G. Byrne and 
H. Bzvis. Dated January 91st. 

2,485. “Ап improvement in electric arc lamps.” С. OLIVER. 
Dated January 31st. 

2,457. ‘Improvements in apparatus for distributing electricity.” 


H.PzmGELLY. Dated January 31st. 

2,495. "Improved method of insulating electric apparatus and 
conductors.” J. L BzenRTHET, M. Моггавр and L.Durac. Dated 
January 31st. (Date applied for under Patents, &c., Act, 1883, Sec. 
103, July 2nd, 1897, being date of application in France.) 

2,522. “ An improved electrical striking mechanism for bells.” 
A. EcksTEIN and H. J. Coates. Dated February 1st. 

2,538. "Improvements in, or in connection with, the electrical 
рер of road vehicles.” G. Wirkissow and L. W. Horus. 

ted February 1st. 

2,551. An improved combined electrical dynamo and motor." 
T. CooPEBR. Dated February 1st. 

2,571. “Improvements in electrc-dynamic elements.” 
and E. Pauze. Dated February ist. 

2,572. “Improved paper carriers and spacing mechanism appli- 
cable for use on typewriters or linotype machines, telegraphic, print- 
ing, and recordiog instruments.” A. G. O'FARRELL, J. E, ScHU- 
MACHER and W. R. Makins. Dated February Ist. 


C. VaLLor 


2,580. “Improvements in electric lighting media.” H. A. Kms. 
Dated February lst. 


2,584. "Improvements in the manufacture of electric glow lampe." 
W. L. Wism. (C. Pieper, Germany.) Dated February let. 


2,501. "An improvement in electric plating.” Е. T. Hammam. 
Dated February 1st. 


2,604. Improvements in systems and apparatus for electric time 
control.“ W. P. TmHoursox. (The Self-Winding Clock Company, 
United States.) Dated February 1st. 


2,618. "Improvements in supporte, chiefly designed for electric 
incandescent lamps." L. WzrpoN. Dated February lst. (Сотріве.) 


2,669. “Improvements in electrical cut-outs.” W. MoGmoom 
Jun. Dated February 2nd. 


2,670. “Improvements in electrical keyholder and analogous 
switches.” W. McüEocH, Jun. Dated February 2nd. 


2,684. “Improvements in apparatus for the electro-deposition of 
metals.“ F. FisugB, Baxyameos Јони Босир, BENJAMIN Jamas 
Roounp, and A. Rounp. Dated February 2nd. 


2,728. “Improvements in electric arc lamps." H. CHD. 
Dated February 2nd. 


2,734. "Improvements in, or relating to, electric incandescent 
lamps.” A. J. Bourr. (O. Davivier, Belgium.) Dated February dad. 


2,735. "Improvements in, or relating to, dyoamo machines aed 
electric motors" М. Н. О. Внанн and R. Е. О. SHamm. Dated 
February 204. 


. 2,761. "Improvements in high tension electric switches." E. W. 
Cowan and A. Әтил. Dated February 3rd. 


2770. "Improvements in holders for incandescent electric lampe." 
G. Јлкакв and H. BENDER. Dated February 3rd. (Complete.) 


2584. "Improvements in electric switches.” O. C. Iwwrscm. 
Dated February 3rd. 


2,2788. “Improvements ia eleotric incandescent lamps.” В. B. 
Roxsy. Dated February 3rd. 


2,805. "Improvements in electrical tumbler switches." H.Crup- 
GINGTON. Dated February 3rd. | 


2.814. A new or improved manufacture of insulated wire for 
electrical purposes generally.” J. F. BRgNNAN. Datei February 3rd. 

2,819. “Improvements in electric cigar lighters.” W. F. KESSLER. 
Dated February 3rd. 

2,849. "Improvements in electric switches." A. E. TAMNER and 
F. A. О. Leren. Dated February 4th. 

2,871. "Improvements in electric furnaces." 
Dated February 4th. 

2,876. "Improvements in electric lamp bulbs.” J. ATH втоми and 
C. M. Dowxiz. Dated February 4th. : 

2,891. "Improved announcing and recording apparatus appl'cible 
to telephones.” Е. B. GRUNERT. Dated February 4th. (Complete) 

2,904. “Improvements in electric heating and melting, specially 
applicable to the metal pots of linotype machines and the like.” Tum 
Lisoryez Company, Ілмітар, J. PLaom and M. Bann. Dated 
February 4th. 

2 967. “Improvements in electro-depositing anodes.” H. L. Haas. 
Dated February 5th. (Complete.) 

2,968. “Improvements in electric switches.“ R BELFIELD. (G. 
Wright, United States. Dated February 5th. 

2,991. “Improved double arc la np.“ W. MarnresgN. Dated 
February 5th. (Complete.) 

2,998. ‘Improvements in and relating to the decomposition of 
alkalice salts by electrolysis and in apparatus therefor.” J. 
GREENWOOD. Dated February 5th. 

2,999. “Improvements in transmittera of Morse telegraphic 
apparatas for continuous and alternating currents.” О. Rossi and P. 
FoBcIEBI. Dated February 5th. (Complete.) 


W. Н. Gragam, 


ABSTRACTS OF PUBLISHND SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. Р. 


Tuowreox & Oo. 822, High Holborn, W. O., price, post free, 9d. 
(in Sampo). 


1896. 


81,236. “ An electric regulator" W. Еммотт. Dated September 
25th, 1896. The brightness of lamps or the strength of a current 
through a circuit is controlled by means of a self- induction сой. The 
coil may be in sections and the current may be sent direct or through 
one or more of the sections by means of a suitable switch ; or the 
core may be movable within or in relation to the coil by means of a 
switch lever. 


21,293. “Improvements in electrical door bolts.” В. F. Paas. 
Dated September 25th, 1896 The bolt is arranged to be shot or 
withdrawn or both shot and withdrawn by an electro-magnet. A bolt 
is shown which is shot by a spring and withdrawn by a magnet, the 
circuit of which may be closed by a person in bed, for instance. A 
metallic rod on the back cf the bolt operates an alarm when the bolt 
is withdrawn. Two electro-magnete may be arranged around the bolt, 
one for shooting and the other for withdrawing it. 


* М. 
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dynamos, gereratore, boilers, tramcar bodies, switch gear, 
trolley wire, or numerous other essentials to an electric 
tramway; but when it comes to motors and controllers, as 
well as a series of designs for car trucks capable of enduring 
the severe work entailed upon motor cars, purchasers on this 
side may well pause before deciding upon home-made articles 
turned out by makers without a tithe of the experience 
possessed by Americans, who have gone through the costly 
mill of “trial and error.” Moreover, these latter items are 
now being made in the States in such large quantities —at a 
low price even allowing for freight, and of high efficiency—~ 
that English makers cannot hope to compete in this direction 
for some time with any great measure of success. 

While, therefore, the members of the Institution who 
joined in the debate, may have been right in criticising Mr. 
Dawson's advocacy of things American as of far too 
sweeping a character, they might with advantage be reminded 
that we have not as yet, in this country, surpassed, or even 
equalled, American methods and appliances of all kinds. 

In regard to the question of engine types suitable for 
traction, there seems but little need to add any words to the 
remarks made by Mr. Mark Robinson. It is ludicrous to 
specify for a governor that shall govern an engine, and an 
engine that shall be governed, to within leas than 1 per 
cent. of the normal engine speed. It is not as though the 
cars must be, or are, ran with an unvarying pressure: with 
lighting it is different—a slight variation in engine speed 
tells at onoe upon the lighte—but who knows of it when the 
line voltage of a tramway varies 40 or 50 volts in 500, or 
what practical difference does it make to the service? The 
cars at the end of a long line may slow. off a little, but the 
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variation is only momentary, and cannot have any serious 
gustained effect. 

So Jong as an engine is not overloaded, and has automatic 
expansion gear, with a governor to prevent racing, it ought 
to work perfectly well, and the particular decimal fraction of 
1 per cent. variation in speed is not worth troubling about. 
Even if it were, we have plenty of engine buildera in this 


country who can turn out engines equal to, if not better, than 


the American-made articles, and with as gocd, if not better, 
governing powers. 

Turning to one other point which cropped up rather 
prominently at this discussion, it may be worth while 
emphasising again the real reason for the want of progress 
in electric traction here as compared with America. One 
speaker seemed to think that the reason was because we have 
much better roads than are usual in the States; but if so, 
have we a greater number of public road vehicles, such as 
omnibuses ? Certainly not, and, therefore, his argument 
falls to the ground at once. As a matter of fact, the average 
passenger-car-mileage density is, we believe, greater in this 
country than in the States, so that such tramways as we 
have are as much used in proportion as are those in America. 

The true reason for greater development across the 
Atlantic is obviously that which other speakers insisted 
upon, viz. the absence of absurd legislation and official 
restrictions, such as those embodied in the Tramways Act of 
1870, the title of which offers the choicest piece of sarcasm 
we ever remember to have seen:—An Act to facilitate, &c., 
the construction, &c., of tramways!! In driving this truth 
home, Sir Frederick Bramwell appears to have spoken at 
the meeting with his official muzzle removed ; and the fact 
is worth noting that the same official referee called in to 
adjudicate upon the value of a tramway, &c., under the 
Tramways Act, should, when speaking as a private indi- 
vidual, criticise во strongly the resulta of the very Act he 
has practically been called upon to administer. 

A strong contrast is noticeable b2tween the remarks of 
practical men like Mr. Robinson, who dealt only with the 
points they specially understood, or were qualified to discuss, 
and the more or less vague and general utterances of the 
“ professors.” Why, for instance, should a man of so high 
а capacity as Prof. Unwin advocate the use of conduit lines 
instead of the trolley, and mention as an argument that 200 
horses had been killed in Boston? Surely he knows the 
enormous cost of a conduit line, and that if one is being 
put down in New York, many others (in the shape of cable 
roads) elsewhere are being replaced by the trolley. There is 
only one New York, and the conditions of tramway work 
there are almost unique, just as they are in London. As for 
the horses, if a blizzard will persist in coming every few 
уваги, breaking down wires of every sort, it certainly seems 
wiser to employ a trolley system that can be easily repaired, 
and is usually leas liable to stoppage, than a conduit line, 
even at the risk of shocking a few horses to death. It 
takes precious little current, anyway, to kill a horse, and if 
public convenience is preferred the horses must either go off 
the streets altogether or take the risk. The average horse 
would, we think, prefer to take the one-in-a-million chance 
of being shocked to death rather than the one-in-a-hundred 
chanoe of being worked to death on a tramway in a couple 
of years. | 

In concluding this notice of the discussion, & word of 


admiration ought to be put forward in regard to the per- 
sistence with which the subject of bicycle-wheel fly-wheels is 
introduced by the inventor or deviser. Should & paper be 
announoed for any of the Institutions wherein there is the 
least reference to a fly-wheel, so surely does that familiar 
diagram appear on the wall or the blackboard, accom- 
panied by figures and formule sufficient for two ordinary 
college lectures. Mr. Dick was always very fond.of intro- 
ducing King Charles's head into conversations not always 
connected therewith. The inventor of tangential fly-wheel 
врокев had more excuse for bringing up his pet subject at 
the Institution discussion, and he made the most of it. 
There is much to be said for his device, when the old- 
fashioned forms of fly-wheel are considered ; but Mr. 
Robinson knocked a good deal of ground from under the 
feet of this idea (if it can be said to have any) by showing 
that the disc form of fly-wheel, with small diameter, is 
quite good enough with high-speed, short-stroke engines. 
We shall await Mr. Dawson's written reply to the 
discussion with interest. He has, at any rate, plenty of 
points to deal with. | 


Som time ago we commented upon the 
Englewood-Chicago storage battery line, 
giving particulars of the power house, plant, 
&c., when equipment was going on, and anticipating further 
information after actual work had begun.  Tests—of a 
rather qualified nature, so far as their practical value is 
concerned—have lately been made on the generating plant 
and batteries, and the figures derived therefrom are to be 
found in another part of. this issue of the ELECTRICAU 
REVIEW. So far as the engine house plant is conoerned, with 
coal at 78. 8d. per ton (giving 10,145 B. T. U. per Ib.) the net 
cost of fuel per kilowatt-hour at the switchboard was about 
805 of a penny. The batteries gave an apparent energy 
efficiency of 60 per oent., but quite an insufficient series of 
charges and discharges are taken for this result, and we 
imagine it to be the case (as we expected) that at least a 
year's working must b» taken before any effort can be made 
to get at the exact state of affairs in battery workiog. By 
the end of that time the balanoe-sheet onght to be as good a 
test as any of the possibility of using battery traction with 
reasonable hope of success from an economical standpoint. 
As a rule it is an all sufficient test, but there has been in 
time past too great a tendency to bolster up storage battery 
traction by the manufacturing interests engaged, irrespective 
of absolate results. The battery cars appear to have required 
1°41 units per car mile at the charging table, and about 87 
unit per car mile at the motors, equal to 10 lbs. of coal per 
car mile. The difference, 54 unit, representa the loss 
car mile in the battery. We shall not be at all surp ised if 
further experience shows this loss to be continually greater as 
the battery deteriorates with use. No figures are given as to 
the cost of labour or maintenance, so that final judgment in 
regard to this instance of a storage battery worked line must 
atill remain suspended. The line is evidently of a very 
level nature, otherwise we should expect motor cars weighing 
nearly 12 tons when fully equipped would require a con- 
siderably greater consumption of energy per car mile than 
that above named. 


Storage Battery - 
Traction. 


Post Office Telegraphs. — The Postmaster-General has 
appointed Mr. Edward May to the Oontrollership of the 
Central mum Office rendered vacant by the retirement 
of Mr. Н. C. Fischer, C.M.G. Mr. Thomas Barlow will 
succeed Mr. May as Deputy Controller, 
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ENGLEWOOD AND CHICAGO ELECTRIC 
STORAGE BATTERY ROAD. 


Ever since the consolidation of storage battery interests in 
this country, electrical engineers have looked forward with a 
feeling of satisfaction and vindication to the time when the 


storage battery would а the uncomely overhead and. 


expensive underground trolley. The problems which had up 
to that time occupied the minds o 
were now being attacked by numerous inventors desirous of 
ро a light weight accumulator, one which would not 

riorate rapidly, and a generally practical system of hand- 
ling storage roads. 

While these questions received the closest aitention of 
electrical engineers, the steam generating and transmitting, 
as well as electrical machinery, were being marvellously 
developed. But while we heard of storage batteries per- 
forming many useful functions in central stations, the only 
roads worthy of mention whos» cars were equipped with 
accumulators, were those of Berlin, Paris, Vienna and Bir- 
mingham. On the other hand, the Metropolitan Railway 
Company of New York, after a thorough investigation of all 
existing methods of street car propulsion, adopted the elec- 
tric conduit system over a large network of thoroughfares. 

We have watched, meantime, in conjanction with every- 
one interested in electric traction, ever since its incep- 
tion in 1895, the progress and success of the Englewood 
and Chicago electric storage battery road, and now that 
the results of carefully executed efficiency tests have 
been made available, we take pleasure in presenting 
below some of the results and conclusions of these 
tests to our readera. During last summer over 20 motor 
cars were operated, often with trailers, and thousands of 
people were carried each day. The tests were conducted 


er actual E conditions, no effort being made to- 


obtain results better than might be expected in everyday 
service. The engines developed a total of 232 72 horse- 
power; the electrical output was 186 9 horse-power, showing 
an efficiency of 80 cent, the average all-day efficiency 
being 79:3 per cent. The log of the boiler tests shows that 
the steam pressure was 168:3 lbs., and that 8:22 lbs. of water 
were evaporated per pound of combustible from and at 
212° F., and that the boilers developed 149 horse-power 
each; 62 86 per cent. of the total calorific power of the fuel 
was utilised. The results of the tests on engines, dynamos 
and auxiliaries show that 18 lbs. of dry steam were used by 
each engine per indicated horse-power hour. The average 
output of each generator was 128:3 kilowatt, which was 
67:5 per cent. of full load. The load factor was 82, and 
the watt hours per pound of coal 155:2. The cost of coal 
was $1.90 per ton, and its cost per net kilowatt hour *611 of 
а сеш. The conditions of the test were not favourable, how- 
ever, as the steam pressure was lower than it should have 
been and the vacuum was only 24°25 inches. The engines 
5 5 N we run and were not 
o at their вред. е average percentage 
between the horse-power developed in the cylinders and the 
electrical horae-power delivered on the switchboard is shown 
to be 79:27 per cent., which is very satisfactory, and the 
efficiency of the generators (running 32 per cent. below their 
rated capacity) is 93:1 per cent. The total station efficiency 
from coal pile to switchboard is 5°58 per cent. As a matter 
of comparison we may state that the efficiency of the Chicago 
Edison Company's Harrison Street station, producing elec- 
trical energy for 3 of а cent. per kilowatt hour, is only 4°61 
Per cent. 

To make a fair teat of the batteries, 110 trips were made 
on one day and 128 trips on another, giving a total of 
nearly 8,500 car miles. resulte of these tests show the 
following : | | 

Kilowatt hours at switchboard per car mile, 1:37 and 1:63 
for the two days, ively ; pounds of coal per car mile, 
9:45 and 10°50; cost of coal per net kilowatt hour, 655 
and 611 of а cent; сові of coal per car mile, 897 and 966 
of acent. It should be remarked that there was a coating 
of ice upon the rails during the latter part of the second 
day. The total number of stops during four trips was 57, 
and the average speed of the cars was 11:84 miles per hour. 


* New York Electrical Engineer. 


a few investigators, 


T wo efficiency tests of the battery give results of 53:6 
cent. and 62:32 per cent, respectively. These resulte, 
however, show the efficiency in actual service, but do not 
represent the possibilities of the batteries. All these results 
have been carefully plotted in the form of curves, including 
acceleration and current curves. 

While the figures given are very gratifying, it should 
be stated that the testa do not demonstrate the best resulta 
that may be expected of storage battery traction, and were 
not made for that purpose. The primary object of the test. 
was to determine where improvements could be made, and if 
this is kept in mind when comparing the results with those 
obtained on а trolley system of about the same size, it will be 
seen that the cost of fuel for accumulator traction of 
something less than one cent per car mile is very favourable 
to storage battery traction. After the improvements sug- 
gested by the testa have been made, and better coal than was 
used on the test, at a cheaper price, has been secured, the 
fuel cost per car mile should be brought well within one-balf 
cent. The batteries have operated from 8,000 to 14,000 miles 
and are standing the service remarkably well, so that the 
maintenance account up to the present has been compara- 
tively &mall. | 

The tests were in charge of Mr. George A. Damon, 
consulting engineer, who was ably assisted by Prof. T. P. 
Gaylord and a corps of students from the Armour Institute 
of Chicago. In conclusion we venture to express the opinion 
that the experience gained by the enterprising Englewood 
and Chicago Street Railway Company will benefit all interested 
and engaged in electric street railway development, and that 
it will lead to further improvements in accumulators, and the 
more extensive introduction of storage battery traction in the 
United States. 


THE VENTILATION OF THE 
METROPOLITAN RAILWAY TUNNELS: 


WE are in agen of a pamphlet from Mr. Robert Cox, M.P., 
on the above subject. It appears to have been compiled by 
Mr. Ernest Callard, of the London Chamber of Commerce, 
and to be essentially the evidence before the Board of Trade 
Committee of Inquiry of Mr. Jas. Keith. Mr. Keith 
practically confines himself to positive fan ventilation by 
means of slow running fans placed midway of the stations, and 
we are glad to see that an absence of sulphurous smoke from 
the tunnels of the South London electric lines is not allowed 
by Mr. Keith to stand for ventilation. | 

The Metropolitan Railway may be foul with sulphurous 
fumes, but it is probably little worse than the South 
London line, which has not the advantage of icide 
smoke to disinfect it. We do not believe in this puri- 
fication of tunnels by choking fumes of sulphur, but an 
electrical line ought not to be put down without any 
attempt at ventilation. Mr. Callard shows that the 
Metropolitan Company hold their powers under their Act 
of 1854, which gives them full power to use any sort of 
motive power they like to emper. without any approach to 
Parliament for further powers. This being so, he questions 
the honesty of the company in procuring the insertion of 
inspired hs in the press that they are seeking Parlia- 
mentary powers to adopt electric traction. All this is to 
beguile the public; as to which, however, there may be two 
opinions, as we shall show later. | 

It is certain that electric traction would prove a fair cure 
for the Metropolitan fumes, Being so near the surface, there 
would always be a change of air at the blow-holes sufficient 


wise n 


have shown how to ventilate the South London tunnels by 


248 


THE ELEOTRIOAL REVIEW. 


[Vol. 42. No. 1,057, Ғввволвт 25, 1898 


the aid of a few brattices. As it stande, this line is but poor 
testimony to the boasted purity of electric traction. 

It is worth note that on the Metropolitan line, at Gower 
S:reet platform, Dr. Haldane found 89:4 parts of CO, per 
10,000, or over 22 fold the atmospheric normal. The com- 
mittee would draw the maximum limit at 15 to 20 parts. 
As to the beguiling of the public by asking powers from 
Parliament, there is another side to the question. The com- 
pany may have the legal right to use any motive power they 
wish to use, but rights are of little use unless supplemented 
by financial ability, and it is the financial ability which we 
understand is the real object of the Bill. Money is required 
to equip a railway for electric traction, and when tbie has 
been done, it will b» time enough to apply mechanical venti- 
lation, if such is needed. We do not believe it will be 
needed. In a shallow buried railway, the movement of the 
trains and the natural current caused by wind pressure acting 
at the open stations will probably be ample to keep pure the 
tunnels when these are free of the locomotive products. 
Such means, however, are quite inadequate to deal with 
deeply buried lines. At one time there was a good deal of 
nonsense written about piston trains, which would clear out 
the tunnels in front of them, and draw in fresh air behind 
them. As carried out with each tunnel opening into the 
same station at each end, the piston effect has resolved itself 
into a mere horizontal circulation of air from south to north 
by the up tunnel, and back again by the down tunnel to the 
south. There has been no serious attempt to let in fresh air 
from the surface, and to expel foul air to the surface, by any 
systematic piston effect of the trains. The thing is feasible 
enough, no doubt, and if not feasible, it ought not to 
have been seriously advanced. These deep tunnels are 
multiplying all over London, and they will have to 
be ventilated in some way. In the report before us, 
а Mr. Morrison is quo to the effect that 1 lb. 
of coal burned is equivalent to the pollution of a tunnel 
by 500 people. This is an entirely wrong view. The 
amount of carbonic acid gas produced may be equivalent, 
bat so is the amount of this gas produced from an ounce of 
graphite and an ounce of diamonds. The latter equivalence 
no more determines the market price of diamonds and of 
graphite than does the former measure the real pollution. It 
is not so much the presence of CO; that is harmful as the 
toxic poisons, the wasted organic tissues, the organic nitro- 
genous substances—in short, “the rich steams of sweet 
humanity" so ably discoursed of by Mokanna. These are 
what render the South London line so objectionable, and 
what future lines should have a care to eliminate. 


MORE THIRD RAIL SYSTEMS. 


It is most surprising to see the frequency with which 
American inventors make efforts to improve upon the details 
of коше well known principle, where an English engineer 
would rather break fresh ground altogether and try absolately 
new methods instead of changing parts of a mechanism. 

Thus, in a recent number of the Electrical World, were 
described and illustrated a couple of so-called “third rail 
systems, both of which have evidently had a considerable 
amount of trouble and ingenuity spent upon them by their 
devisers, but which may erafely be classed amongst the 
„might-have-beens. To our mind it seems really a waste of 
time to spend even a single hour upon working out such 
devices so long as the simple third rail and overhead trolley 
Wire systems remain feasible for ordinary working conditions. 

The first of the devices under notice claims to be especially 
suitable for elevated and suburban railways usually worked 
by steam. It consists of а sectional third rail with alter- 
nating live and dead portions, the mechanism for throwing 
over the switch contact arrangement (sending current into 
each live section) being actuated by frictional end pressure 
due to the contact shoe upon each separate section of the 
third rail, which has a slight amount of end play. 

The only advantage of such a device is that the current is 
kept from an exposed rail conductor except on such portions 
as are covered by the car or train, and presumably this is 
considered to Ъз worth the extra cost and complication of the 
system. But the only persons to consider (in this country at 


least), so far as freedom from shock is concerned, are the. 
railroad employés who are naturally supposed to know the 
dangers of their work and take precautions accordingly. 
There is no great economy of current in keeping it within a 
feeder, save only on the portions of line under the trains 
themselves: usually the third rail itself is feeder and con- 
ductor rolled into one. | 

The working details of the device are, however, developed 
ina most ingenious way, and make one wonder what the 
inventor might not do if he were to attempt a contrivance 
on absolutely new lines. 

The other device is also characterised by novelty and 
ingenuity. It is intended for use with a third rail in street 
tramway work, and embodies the use of a small set of storage 
batteries and a motor generator on the car of sufficient size 
(but obviously quite small) to actuate the magnetic switches 
generally employed for throwing current into the third rail 
sections, one after the other. This motor generator is wound 
to take a small current from the battery at 10 volts and 
convert it into a 500-volt current, so that the third rail and 
rail return may be introduced directly into the magnetic 
switch circuit. 

The third rail sections are alternately live and dead, the 
former as a rule about 8 feet long, the latter 6 feet. With 
two shoes upon each car there is always one live section in 
circuit. 

This device may also be considered well worked out in 
detail, but the surface contact system for street tramways has, 
in any case, but little chance of general adoption, even in 
the towns and cities of this country where some amount of 
prejudice exiets against overhead wires. 


STEAM ENGINE MECHANICAL EFFICIENCY. 


A CORRESPONDENCE is going on in Zngineering anent an 
expression of opinion by Mr. Raworth that there would be a 
loss of only 15 per cent. between indicated and electrical 
horse-power in a cotton mill, as compared with a loss of 40 
per cent. between cylinder and crank-shaft in the present 
arrangement. Mr. Herschmann oorrects the writer, and 
points out that Mr. Raworth’s figures had reference to the 
waste between the cylinder and the driven shafts of the 
machines. Nevertheless he is sceptical of Mr. Raworth’s 15 
per cent. for electricity. This correspondent rightly states 
that the cotton spinner is in a position to use е engines 
of an economical kind, and that in cotton driving, 
power is taken fairly direct to machinery, and that machinery 
may be classed as grouped, and properly looked upon as suit- 
able for driving from shafting. The speed of motors also is 
too high for direct connection to machine shafta, and gene- 
rally it is concluded that cotton mill driving does not afford 
the best field for electricity. 

There is a good deal in what this correspondent says. A 
cotton mill is not a large cube through which a horse-power 
of 1,000 or 1,200 indicated is required to be distributed. 
Driving is very direct from the engine fiy-wheel to the line- 
shafts. As compared with the losses in the ropes and shafts, 
there would be the loss at the dynamo, in the leads, and at 
the motors, and it is not as though there were any particu- 
larly long pieces of shafting. It is certain that at present a 
mill-owner would think twice before buying electricity; he 
might make his own, and use electrical transmission. But 
in a cotton mill there is never а considerable percentage of 
macbinery standing idle. Almost everything in а cotton mill 
is paid for at piece rates, and while machinery is largely self- 
stopping, the attendants are particularly quick to set them 
going again when the “ends” are pieced up. Even supposing 
that electricity could be cheaply purchased, there remains the 
question of heating. Throughout the year some heating is 
necessary, or may be any morning. In winter it is a sine qua 
non. 

There must be steam boilers for this alone, and this fact 
would always help out the generation of power on the spot. 
The importance of reducing frictional losses to a minimum is 
rendered very evident in cotton mill practice. The product 
of a cotton mill contains very little energy —at most that 
represented by the toreion put upon the fibres twisted at an 
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exceedingly small moment of resistance. A large mill 


probably turns out about 1,000,000 miles of single yarn every 
week, containing about 1,250,000 millions of twists, which has 
been estimated to require, at the outside, 60 foot pounds of 
work per minute, or about zu sth of a horse-power. To 
secure this small end demands, say, 1, 200 indicated horse- 
wer, all of which disappears as friction and reappears as 
eat. A running mill soon warms itself to an intolerable 
degree in summer-time, and windows are opened. 

There are those who probably hope to see electrical motors 
still more sub-divided than as at present. The ultimate 
divisibility would oome in where every spindle had its own 
little motor; but it is not in the spindle driving that power 
is lost: it is in revolving the several rows of heavily weighted 
rollers, badly lubricated, that power is absorbed, to an extent 
compared with which the few lines of well- attended shafting 
are a small item. 

As in most machinery, not mach is known as to the power 

uisite to turn cotton machinery. The total wor 
spindle may be known, but we cannot learn of a rovin 
frame being dynamometered when running complete 
also with the rollers at rest, or of a spinning frame being 
measured for power absorbtion when run empty and when 
full. The différence goes into the drawing snd twisting of 
the yarn, and is а mere notbing. 

But to return to Mr. Herschmann, if the cotton spinner 
can himself generate a horse-power for 2 lbs. of coal, he 
becomes a difficult customer to deal with by an electrical 
company, even if this company generate with only 14 lbs. of 
fuel. For electrical driving of factories the cotton mill, in 
fact, is one of the worst cases to deal with, and the large and 
widely-scattered workshops and tools of the ship yard or 
engineere' shop with occasionally worked heavy tools, stand 

as examples favourable to electricity. 


—€——————————— 


THE BURNING QUESTION. 


OvR article under this heading on February 4th, concluded 
with the remark that we considered the cost of labour per ton 
of refuse burned, in relation to the wages paid, and the 
number of hours worked by the men, the most important 
element in the destructor question. 'This by no means 
removes the necessity of fulfilling the other conditions which 
we mentioned, viz., that nuisance from dust or smoke must 
not occur, that the refuse should be completely burned, and 
that the temperature should be maintained as high as 

ible. But as we laid such stress upon cost, we considered 
it our duty to make some further inquiries upon this sub- 
ject ; and we have received the most courteous replies from 
the engineers of whom we sought information. 

In view of the letter from Mr. Jones, O.E., of Ealing, 
which also appeared in our issue of Feb 4th, our first 
desire was to compare the cost of the systems of destroying 
refuse and sludge mixed at Ealing and at Leyton. 

Mr. Jones resented warmly the statement made in a non- 
technical contemporary, which has been repeated in many 
other journals, that the Leyton destructor was the first to 
deal successfully with sewage sludge, and we confess we 
8 ise with him. It is hard to hear such statements 
made after one has had a destructor doing that very thing 
for 15 years. Mr. Dawson, C. E., of Leyton, is kind enough 
to point out to us that his sludge is first pressed. whereas 
Mr. Jones's is unpressed. 


We quite admit that pressing gives the stuff a soap-like 


consistency, and that it may be harder to barn Pec than 
unpressed ; but, if so, why press it? We find burning 
it unpressed ie, from the point of view of cost, wholly in 
Mr. Jones’s favour. 

Mr. Dawson informs us that the cost of burning the 
refuse and sludge at Leyton works out to 1s. 7d. psr ton 
for . 69 months past, though taking only the last month it 
is 18. 64d. 

To consider first the sludge alone. 

We will assume that the cost of pressing is 6d. per ton of 
wet sludge. This we know to be a low estimate. The cost 
of burning is 1s, 64d. per ton of pressed sludge. ance 
that one-third of the weight of wet sludge has been remo 


aL рені, thia would amount to, say, 1s. per ton of wet 


The total cost is, therefore, 1s. 6d. per ton of wet sludge 
for pressing and burning. | | 
On the other hand, Mr. Jones states bis cost at 1e. 13d. 
per ton burned, exclusive of relurns in the shape of sale of 
of оша, &о. | 
‚ Јопев'в 15 years’ tice, therefore, a to come 
out, as regards cost, superior to the "ilie eparture at 
Leyton. We make these remarks in the hope of eliciting 
further information in the comparison of the two systems. 

At the ваше time, we do not profess to admire the low 
cir ig ене of destructors, and we believe that 
modern forced draught furnaces would, in Mr. Jones's 
лы further secure his historical pre-eminence in sludge 

urning. 

But if we are to pursue this question of sludge still fur- 
ther, what are we to say of Sir Douglas Galton's startling 
1 at Leyton in reference to the London sludge 

eet ? | 

We have now had an opportunity of studying his remarks 
at leisure in the Leyton Express and Independent of January 
29tb, which modestly refers to the destructor, in a leading 
article, as ** the pride of Leyton.” | 

Sir Douglas Galton is reported to have said: —“ In the 
шеше a charge of above £100,000 a year is incurred to 
get rid of it [the sludge] by putting it into barges, from 
which it is dropped into the sea. That, I mu-t confese, 
seems to me a wasteful process. | 
` * Here, at Leyton, with the assistance of Messrs. Beaman 
and Deas, you have done much better than London now does. 
You have obtained a destructor which deals in a marvellous 


it thorooghiy, and throw it into furnaces, and then the heat 
i T ect combustion assists in working the necessary 

Now we have seen:that!the cost of pressing and burning 
the sludge is about 1s. 6d. per ton of wet sludge at Leyton. 
We obtained from the London County Council the report of. 
their able chief engineer, Sir Alexander Binnie, on the treat- 
ment of London sewage during 1896, this being the latest 
report for a complete year which was available to us. 

We must say that Sir Alexander Binnie has no need of 
any durus ges to defend the system inaugurated by his dis- 
tinguished predecessor, and improved by himself, for we have 
never read a more interesting, exact, comprehensive and satis- 
factory statement upon any branch of municipal business 
than this report. | 

We find from it that no less than 2,178,000 tons of sludge, 
containing 91:08 per cent. to 91°44 per cent. of moisture, 
were sent to sea in that year. The average cost of conveying 
this enormous mass of offensive matter 50 miles out was 3:4 

ence per ton for working expenses, or 4:59 pence per ton 
inclusive of capital and all other charges. In view of these 
figures, does Sir Donglas Galton seriously advocate a substi- 
tution of the Leyton process for that now in operation at 
Barking and Croasness ? HON 

To put it at the lowest figure, we think London will object 
to paying an extra charge of 1s. Id. per ton of sludge, or, in 
other words, £118,000 per annum, over and above the present 
сові, which is £41,654. | 

Allowances should be made for Sir Douglas Galton, as he 
was the “lion” of the occasion; and, presumably, his 
remarks were intended for a popular audience ; but lions 
should be careful how they roar, particularly when they are 
well-known scientific authorities. 

To return to the question of cost per ton burned for refuse 
in general, we have before ns a report from which it appears 
that at the Lero ” destructor at Leicester, which is on the 
natural draught, low temperature system, under the manage- 
ment of the designer and patentee, Mr. Biddles, there were 
burned, in 1896, 19,956 tons of ashpit refuse ; 373 tons of 
trade refuse; 147 tons of fish offal; and 267 mattresses. 
The total paid to firemen were £328. nM" 

We exclude the wages paid for repairs, mortar grinding, 
weighing in, and ret ing, as we believe these items 
are not usually reckoned in the cost per ton burned. . | 

The cost of labour per ton barned is, therefore, according 
to this statement kindly farnished to us by Mr. Biddles, 
under 6d. per ton. | 
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From an interesting paper by Mr. George Darley, super- 
intendent of the cleansing department at Leeds, published 
on January 29th last, in our esteemed contemporary, the 
Publio Health Engineer, we learn that the cost of labour at 
the destructor at Meanwood, Leeds, is 74d. P ton, while we 
are informed that at Bradford, Hammerton Street, it is 7d. 

ton. The two last mentioned destructors are on the Horsfall 
ee ард are worked at high temperatures under forced 


g 

These figures show that the cost of labour at Leyton of 
1s. 64d. per ton burned is susceptible of very great improve- 
ment, It must not be forgotten that sludge is being burned 
at Leyton; but we think that the weighty nature of the 
aludge, and the fact that 60 per cent. of it is water, and 
requires only to be evaporated, more than compensates for its 
damping effect on the fires. 

Moreover, other authorities have carried out tests at 
Leyton on refuse only, without sladge, and the costs pub- 
lished tend to confirm our opinion. 

We look forward to the time when, at every important 
destructor, the costs will be kept and tabulated as carefully 
and completely as those relating to the disposal of the London 
sludge; or to name an example more familiar to our readers, 
the works’ costa of practically every electricity station in the 


ELECTRICAL NEWS FROM AUSTRALIA. 


[FROM OUR SPECIAL CORRESPONDENT AT SYDNEY.] 


AUSTRALIA has, unfortunately, recently added two more to 
the list of electrically caused deaths. On Sunday, September 
11th, a lad named Richard Trusswell, aged 17 years, residing 
at Armadale, a suburb of Melbourne, challenged two com- 
panions to climb to the top of an electric light pole in 
te sorte Malvern, in ae rios he соз T 
enge being accepted, Trusswell quickly ascended the pole, 
and caught the wire with both hands, and almost ‘immediately 
fell to the ground insensible. Medical aid was quickly 
summoned, but death had evidently been instantaneous. 
The lad’s hands were terribly burnt, and one finger was barnt 
off at the joint. According to the evidence of his com- 
ро sparks flew from his hands when һе caught the wire, 
legs came off the post, and after swaying a second or 
two he fell. He made no exclamation when he came in 
contact with the wire, but when, black in the face, he fell to 
the ground, he groaned once or twice, and then expired. The 
Ww was insulated, was the property of the New 
Australian Eleotrio Company. 

The second instance occurred in Brisbane. 
ber 8rd, а man named Fox, foreman in с of a gang 
doing repair work on the trolley line, received a shock 
fell the top of & weggon platform, and died within a 
few minutes, before medical aid could be summoned. The 
medical evidence showed that his skull was fractured, but it 
did not appear to be clear as to the exact cause of death: 
whether it was the shock, the fall, or both combined. There 
was no rail round the platform, and though rubber gloves 
appear to have been served out, they were not used. The 
men started work at 5.80, before current was turned on, and 
the accident happened immediately after 6.80, at which time 
current was turned on as usual for the first train to take up 
the regular running. 

In connection with the various electric tram lines in Syd- 
ney, several contracts have been let, penny in connection 
with the George Street line. Tenders were called for the 
construction of permanent way and erection of poles in two 
sections, one going to J. McSweeney at £12,754, and the 
other to Wilmot & Moryan at £25,690, the highest tenders 
being respectively £18,118 and £381,820, 10 tenders being 
received for each; the contract for car house entrance 
going to H. W. Peabody for £1,200, as did also the con- 
struction of the crossing of the cable tram in King Street 
for £268. Messrs. G. & C. Hoskins are constructing the 
boilers locally, their accepted tender being for the sum of 
£4,718. The excavations for the power house at the back 
of Harris Street will cost £886, and is being carried out by 
C. McClure. Messers. Noyes Bros., agents for Callender and 
Co., have secured the contract for the supply of feeder cables 


On Novem- 


and junction bores at schedule rates (about £7,540) for the 
George Street line, and also for the Rose Bay line at £459. 
The generators for the latter line are still lying outside the 
cable power honse, but it is expected that they will be put 
in place before the end of the year, and the outaide ооп- 
struction work will be commenced shortly. The estimated 
cost is £18,225. As before stated, Messrs. Н. Н. Kinesbary 
and Co., agents for the General Electric Oompany of U. S.A., 
are supplying generators for both lines. | 

The method adopted by the Goulburn (N.S.W.) Borough 
Council on entering into the question of electrically lighting 
the town haa ended ina fiasco, As I mentioned in a former 
letter, the Council employed a consulting engineer, at an 
absurdly low fee, to draw up a “gereral specification,” upon 
which tenders were called, with the result that во little being 
specified, a meeting of the electrical trades was held in 
Sydney to protest against the vagueness of the details sup- 
plied. First the consulting engineer was asked to give some 
more definite details of his requirements, and on his failing 
to accede, recourse was had to the Goulburn Council, who 
expressed themselves as highly indignant at being called 
upon to go to tbe expense of providing information, and one 
alderman, in defending the ep>cification, eaid “ the complaint 
came from a ring who desired the Council to expend money 
on information they should ure themselves.” The 
majority of the aldermen defended the specification, “ ав the 
responsibility thrown on the tenders is a great saving to the 
Council.“ Out of the dozen or more firms who might have 
tendered, only two sent in. 

The specification commences with a preamble to the fol- 
lowing effect : “ This specification is prepared with a view to 
enable electric light contractors to submit tenders to the 
Municipal Council of Goulburn, for the lighting of that city, 
on eqnal terms with one another, while leaving them entirely 
free to select those sp:cial classes of machinery and fittings 
which they represent or prefer. Oontractors must, understand 
that there is no intention of expressing any preference for 
nier types of boilers, engines, dynamos, conductors, or 

pe, but they are to take the following particulars rather 
as statements of the conditions which they are to fulfil, and the 
basis on which rival tenders will be compared, &o." А map 
was provided, showing public lighting and the street frontages 
where provision is to be made for private lighting. A 
schedule of aro and incandescent lampe is then given, with 
the amount of watta required, the total being given as 66,000 
watts. Immediately below thia comes the following delight- 
fully ingenuous statement : “If the whole of the contract 
current of 80 kilowatts is to be delivered from one dynamo, 
or if that portion of it required for the incandescent lights 1s 
to be рр from one machine, and that for the arc 
lighting from another one of a different charboter; then 
there will require to be a complete duplication of the gene- 
rating plant, al making the dynamos equal to a total 
of 160 kilowatts ; but should the contractor propose to supply 
both the aro and incandescent lights from two simi 
machines equal to 40,000 жайа each, then a triplicate 
machine making a total possible output of 120 kilowatts will 


be sufficient as а reserve Е 
Not content with giving во many alternatives in the 
matter of generators, additional choice is given in the matter 
of sites, two being available at a considerable distance apart, 
and as one eite is near aa water hl га. water handy for 
condensing purposes, the question of condensing or non- 
condensing engines is left for the poor unfortunate contracter 
to put in an alternative tender for. The power house is left 
entirely to the oontractor's imagination and architectural 
ideas. In the matter of boilers the contractor is onoe 
again given a free hand. “Contractors will be at 
liberty to tender on either the ‘internal. fired, ‘ water 
tube, or multitubular systems; and the matter of 
spare boiler power is arranged on the same plan as is adopted 
in the case of the dynamos, the contractora being permitted 
to put in two, three, or any other number they consider 
advisable ; the clause relating to boilers finishes as follows: 
* Although not here expreased in detail, it is to be under 
that the most modern system of construction and highest 
class of workmanship is to be stipulated for by tenderers. 
In the clause relating to boiler-mountings, the following 
hrases occur: “The front fittings and doors are to be of 
andsome get up." ... One spare set of fire-bars / 
better be included, and two seta of fire tools.” In referring 
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to steam pipes also the phrase occurs: “These pipes had 
better з of copper.” The specification is also very open- 
minded on the subject of steam engines. The engines are 
to be of compound type, either open or closed, and may be 
connected to the dynamo direct or by belis. Contractors 
who pro to drive smaller dynamos at a higher speed by 
belts must set against the saving in the cost of the 
dynamos the extra cost of the larger building required, 
&c.” (What does this mean?) In dealing with the 
switchboard, superlative wisdom is shown in the remark 
that The character of the switchboard will as greatly de- 
pend upon the nature of the scheme, that absolute require- 
ments cannot be set fortb." Why, certainly! Contractors 
are required to supply and fix all transformerr, if any, that 
may required ; bnt apparently they are at liberty to 
state how many will be necessary, and the sizes of same. 
No mains are shown on plan, but they must be provided, and 
must have an insulation resistance of 600 megohms per mile 
“ when ooiled on the ground,” and “ the sections are to be so 
proportioned, that when carrying the full load, the fall of 
potential shall not be more than 24 per cent. in either 
primary or secondary mains.” (This latter information 
seems to show that the consulting engineer has a hitherto 
carefully concealed preference for alternating currents.) 
Coming to poles, the contractor is given another opportunity 
for diversion, by providing the option of calvaniaed tubular 
poles at the centres of street intersections, or iron brackets 
rom the corners of buildings; and further, is permitted the 
choice of overhead or underground conductors, with the fur- 
ther advantage of a solid or draw-in system for the latter. 
Towards the end a suggestion is airily thrown out that, 
efter all, perhaps a continuous current transformer system 
might be preferred, and this is made further use of to perplex 
the already addled tender with its bearing on the use of 
open or closed arc lamps. At a low computation there would 
be no difficulty in sen ing in a hundred alternative tendere, 
all of which would comply with the specification, What a 
fo:tunate thing it is for the consulting engineer that only 
two firms have tendered, and that each have sent in only six 
alternative tenders for him to consider the merits of. 


The Corporation of Port Adelaide (S.A.) have saved them- 
selves all this bother by coming to terms with Mr. W. W. 


answered this by promptly offering to deposit £2,000 if the 
City Corporation would give them a contract for lightin 


the town clerk stated that the Corporation were paying 
between £4,600 and £4,700 per annum for 992 gas lampe. 
At Port Adelaide 130 gas lamps are being replaced by 24 
arc lamps and 66 50-C. P. іпсардевсепів, · 

The question of private lighting was discussed at the 
meeting of the Melbourne City Council lately. A report was 
received from the Public Works Committee stating that 
Government sanction to the supply of. light for public and 
private by the Corporation: had been secured, and 
recommending that advantage should: Бе taken of the pri- 
vilege. At o of 5d. per unit for incandescent lamps, 
and £25 to £19 per an&um each for arc lamps (according 
to the time they were kept alight) the present plant of the 
Council should give a revenue, when fully employed, of 
£5,295, besides supplying oertain corporation buildings. 
Deducting the working expenses and other charges, this, the 
committee апаа, = d rape a profit of £1,200. Many 
EDD e or supply of electricity to private premises 

been received, some of which were eie aigo, = were 
being supplied. In the discussion which followed, several of 
the aldermen counselled delay, averring that unless the eleo- 
tric light improved considerably, it would be superseded by 
the Wels gas light. This idea was scouted by others, 


and ultimately the committee’s report and suggestions were 


a a 

т. Hesketh, the Queensland Government's electrical 
engineer, in reporting on the proposed electric lighting of 
Brisbane, states that he thinks electric lighting a proper and 
remunerative undertaking for the Corporation, and recom- 
mends that at firat operations should be confined to the main 
streets of the city, nging the direct-current system, with a 
three-wire distribution at 400 volte. 

The first long distance telephone line in New South Wales, 
between Sydney and Newcastle, is almost completed. The 
convection is made by means of а cable passing through the 
telephone tunnel recently constructed in Pitt Street, thence 
into George Street North, joining the Harbour Cable at 
Dawes Point Battery to meet the overland line. The total 
length of line is close on 100 miles, and the tariff is to be 8s. 
for a three-minutes’ conversation. 
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THE MEASUREMENT OF FAULT RESIST. 
ANCES WITH A VOLTMETER. 


Bv STUART A. RUSSELL. 


posal to use a voltmeter for the measurement of 
the fault resistance of an electric circuit without interrupting 
the service dates back many years; but when it was first 
proposed, the conditions necessary to o 


THE first pro 


btain a correct result 
were not properly understood, and even as late as 1889, it 
was stated in a paper read at the Institntion of Electrical 
Engineers that if a voltmeter was connected from one con- 
ductor to earth, the total leakage current could be calculated 
by dividing the voltmeter reafling in volta by the resistance 
of the instrument. In the discussion it was pointed out 
that sach a method could not give oorreot resulta, but no 
description of the proper way of using the voltmeter was 
given by any of the speakers. . | 

Although the correct method of measuring fault resistances. 
with a volimeter was published about this time, and must be 
well known to many readers of the ELECTRICAL REVIEW, 


improper or incomplete methods are still frequently used, and 
the full amount of information that may be derived from & 


voltmeter test does not a to be generally known. It is 
proposed, therefore, in this article to desoribe several appli- 
cations of the use of the voltmeter and to draw attention to 
the resulta that may be obtained. 

Two-wire Circuił.— In fig. 1 let А and в be the positive 


T E 
r. 
5 


i Fia. 1. 5 g 


and negative conductors of a circuit having a difference of 
potential between them of Е volta. 

Let о be the earth taken at zero potential. 

Let т, and 7, be the fault resistances of А and B, and F be 


their combined resistance £o that — = E d E. 
| f T 
Connect A to earth by a voltmeter of resistance d, and note 
the potential, vi, of the conductor; then connect B to earth 
by the same voltmeter and note the potential, vo, of в (which, 
will be а negative quantity), and finally connect А and в and 


note the difference of potential, Е. 


V1— E 
To 


Ү VI _ 1 1 Fy 
Then "tet = 0, or v, (Ptr) Н, (1) 


Yo, Vo, Vot B | (+ 1) 
rot at 71 = 0, or Vy + ab ' (2) 


and F G 


STS SE I —— —...——.— I a ͤ— REED UE UEELSCE ICE ЫЛАРА БЕРЫ M UNETMUNECHTM ͤ —— 


252 


THE ELECTRICAL REVIEW. [vol 43. No. 1,057; Fur 25, 1806. 


By subtracting (2) from (1) we get (v, — vo) (++ 1) ==, 


G 
ge Е — (vi an Vo) 
| whence F = 6 ү (8) . 
From (1) and (2) we also see that ^ — Žo and by 
1 0 
substituting this value of I in (1) we get 
1 i 
. =a E— Ci Yo) 
= n + - 4- "1 = 0, whence ry = G M ; 


E — (vi тт Vo) 
— V 0 i 
It must be noted that if the voltmeter readings vi and v, 
are used without regard to the direction of the current 
through the instrument, the sign of v, must be changed in 
these equations as v, itself is a negative qaantity; the 
equation for the combined resistance ming 
E — (vi + Vo) 
ү T vo 


and in similar manner from (2) wegetr, = с - 


F—G 


whilst ry = a = ыы! nd ей p 
| 


As the Board of Trade Regulations stipulate that the 
leakage current shall not be more than robuth of the maxi- 
mum supply current, and as other regulations fix the maximum 
рш e ratio of leakage current to supply current, it is 

esirable that the value of the leakage current, c, should be 
known, and we see from the above equations that 


5 Е ä — E Vi Vo 

71 T ro 6 (I — v {E — (vi — v9j 
When using a voltmeter in this manner the best results are 
obtained if its resistance is about equal to the combined 
fault resistance, that is when v, — v, = =. If the resist- 
ance of the voltmeter is much less than that of the fault, the 
readings are too low down on the scale where the calibration 
of most instruments is least accurate; whilst if the resistance 
of the voltmeter is very high compared with that of the 
fault, v, — vo is so nearly equal to x that a small percentage 
error in the values of к or of v, — V, causes a large per- 
centage error in E — (v, — vo) which is the numerator in 
the equations. A convenient plan is to have the voltmeter 
fitted with one or two shunts which can be used as required 
to get suitable readings; the valne of d used in the 
equations being, of course, the resistance of the shunted 
voltmeter. 

If an electrostatic voltmeter, or one of very high resistance 
only is available, a resistance coil of known value, 8, should 
be obtained and the test can then be made in the following 
manner: connect one conductor to earth by the voltmeter 
and note the reading, v, then shunt the voltmeter by the 
resistance, в, and note the reading v'. If the voltmeter is 
connected between A and earth (fig. 1), and we suppose the 


value of & so high that T is negligible, we have 


M V —E _ X. oum E = 
rt + p 0, or T E 0 (4) 
and when the shunt в is also connected between А and 
„we have 
v v Y —E v v E 
т 5g dou NM ET e 


From these two equations we get 
yc v — v = 0, or F = 
F 8 
The values of r, and r, can be obtained separately by sub- 
stituting in the equation M — Z. = 0, the value just 
0 
obtained for к, which gives 

E S (у — v“) 

VV 


s (v — v) 
IW. (6) 


10 = , 


and since from equation (4) we know that 


; v 

ue es y 

_ E 8(V — v“ 

we gel n= NU v). 
| CA ee SY) 
ren aaa wen ES F vy 


Three-wire System. Similar methods of determining the 
value of ғ may be used on а three-wire system, but under 
ordinary working conditions the seperate values of the fault 
resistances of each conductor cannot be fixed. It is, however, 
possible to determine the minimum values that these fault 
resistances can have, and the maximum leakage current to 
earth that can exist under the conditions obeerved at the time 
of the test; and, further, by a modification of the conditions 
of testing, the actual values of the separate fault resistances 
can be determined. | 


Let А, B, and c, be the chree conductors, E, and x, the 
potential differences between a and в and between B and с, 
72. Ti, and ro, the fault resistanoes of positive, neutral, and 
negative conductors, and ғ their combined resistance. 

Connect A to earth by a voltmeter of resistance с and 
note the tial v, of the conductor, then connect c to 
earth by the same voltmeter, noting the potential v, of the 
conductor and finally measure E, and ki. 


Then Sp TP 4 3 5 p DE ишо, 
3 


fo | 

or v, Gta- р . (7) 
eret ite ® 

From these two equations we get | 


1 1 + 
(Vs — vo) (1 +2) - . — = 0, 
whenoe peg Bat E--v = R or if E. = EI (9) 
Va — Vo 
2 E — (Y. — Vo) 
Vg — Vg ° 


It must again be noted that as the potential vo of 0 is 
negative, Vs — vo is equal to the sum of the voltmeter 
ings, if these latter are used without regard to the direc- 
current through the instrament. 
From these spes it is not possible to determine the 
o 


Е = а 


minimum output by first making the ratio, P! = к, as large 
as possible, and then repeating the measurements, after 
having changed the pressures so that 2 = 4 is as small as 


possible. From the first set of measurements we can deter- 
mine the value of r, as shown above, and we also gei 
equation (7), which can be written 


үз (1 1) ы}. 1+ к 10) 
(гъа i T 7 Q9 
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If now we change the pressures between the conductors 
and measure e», ei and vs, we рате 


(1 3 5 1 
oad E po^ (11) 
Subtracting (11) from (10) we have 
Vs _ 2) (1 1) — 
(2 2 (G + G To 
ee cee») By substituting this value 


(6: Үз — E: 0 T =) 
of ro in equation (10) we can get the value of 71; andr, 
can then be calculated from = sit. 

I it is not convenient to vary the values of E, and Ei, it is 
still ible to determine the minimum values which any of 
the Шз resistances can have, and also the maximum 


leakage current to earth. 
. We know from (7) and (8) that 
1 1 Eg E, + E 
„eh - n 
and — v. (160 „„ = 


From these equations we see that r, and r, will have their 
minimum valnes when and 75 = 0, i.e., wh nr, = о ; and, 
1 71 


similarly, r, will be a minimum when either ғ, or r, is 
infinite. We, therefore, get the following values :— 


2 +B Р (v. — vo) GiE, + E — (үз — Vo) 
тз а 1 FFV. MI oe 
"n +) i i 

E EF (Vs - Vo)  GE,(E, + Bi — (Va — vo) 
тушш, = - -,; 1 1| = Ya (к, + Bi) es ve(E, Am) — 
s (> + 3 
o =— B 8 PF (Va = vo) om (в +m - (Va - vo)} 
— vo p + 3 vo iI) — — o (Ba + FI) 
according to whether v, is numerically smaller or greater 
Yo 
аі = E tz Р (v - у) eím-tm-(v- v 


1 1 Уз Vz 
” (> + a) 

The msximum leakage current to earth will occur when r, 
or r is a minimum, that is, when r, = œ and is equal to 
zi E, + E, ‚ _ Z Ya Хо (Ез + Ei) 

У, d To F (у, = vo) (2 = 1) Е (Ys PA Vo)? 
f V3 0 

If an electrostatic or high resistance voltmeter is employed 
to make the test, one conduotor, say A, is first connected to 
earth through the voltmeter, and the reading, v, is noted; and 
then the shunt, в, is also connected between А and the earth, 
and the reading, v’ is noted. We then have 


Nn Ү—(Е;+Е)_ op E Beth _ 
"dus rnt 70 Фог; п 70 0 Q2) 
and 
V V VIE. V (Е T Ei) 
8¹ + LAE + 71 + To a 0, 
or 
viv om Ain 
' к Кал, 70 0; (18) 
whence 
J rr = . (м) 


By assigning, as before, different values to the ratio т the 
values of r,, vi, and r, can be calculated, since we get 
| 1+к , v 1 1＋* 


= and—— = >+ —— 
FE n fo Е ё, nt ro 


F E, 6, (К — k) 


— Or 70 = e V EU 


When the values of x, and Ei cannot be varied the minimum 
values of r,, ri, and 70, and the maximum current can 
be calculated as follows : —We have from (12) and (14) 


E, E,--E у 
f f, 
from which we see that 


nmin = Œ+ E) (v — у) в 
VV 


VV’ 


when ri = œ, 
and 
ri min. 1 when r, = c. 
The equation (12) may also be written 
* . r. 4 * . A E у 
71 f | F 
from which we see that 
and i i 


71 min. — 


у’ (E, + E, — V) 
s (У v') 


when r, = о, 


EI (У — ү) s 
У’ (E, + E, — v) 
The maximum leakage current to earth will occur when r, 
and r, have their minimum values and r, = ot, 86 that 


when 7, = «=. 


Either of the voltmeter methods described above cap, as 
we have indicated, be made to give very valuable information 
concerning the condition of the mains; and as the tests 

uire very little apparatus and are easily and rapidly made, 
it is somewhat surprising that so few central stations should 
be provided with fault measuring instruments as part of the 
ordinary switchboard equipment. The author has found the 
high resistance voltmeter method the more convenient in 


Practice, and has used it in conjunction with a high resist- 
anoe registering voltmeter permanently connected between 


one main and earth; the continuous record of the variations 
of earth potential coupled with the results of periodic 
measurements of v and у’, forming a fairly complete record 
of the condition of the mains. 

The fanlt resistances measured by the above methods are 
those of the complete circuit, including dynamos, batteries, 
mains, and honse circuits; and if it is desired to measure the 
resistance of a part of the circuit, it is n to isolate 
that part from the remainder and measure its fault resistance 
in some other way. Tbis may be done with a portable test- 
ing set and battery or magneto, but by aslight modification of 
method, the fault resistance of a house circuit, or of any 
section of the circuit that can be isolated for a minute or 
two from the remainder, can be measured by the voltmeter 
using the street mains to supply the testing ure, and 
thus doing away with the necessity for a ial testing set 
and battery or magneto. | 

In fig. 8 let А and B be the conductors of a two-wire 
main, having a difference of potential, E, between them; and 


=} 


TO “то 
iR 
éD 

Fia. 3. 


let р be a terminal, to which are connected the conductors of the 
house circuit or other section of the mains whose fault 
resistance R is to be measured, it being understood that the 
section under test is disconnected entirely from the live 
mains. Using the same notation as before, we have, when 


the voltmeter is connected between А and о, from equation (1) 


£ №(Е + 9) 
r re ” 
and when connected between a and D, 


Е n + 1 ) = n {EAGER oo 


| Fteoti (б) 
i, F GTR F (G +2) 
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if v is the voltmeter reading and v, the potential of a under 
these last conditions. From these equations we get 


1— v) (F+G)_ (vi— 5) d E 
U v (vi- Vo) 

If an electrostatic or high resistance voltmeter is employed, 

A and D are connected by a resistance 8, and the potential 


differences v between A and o, and v' between А and р, are 
measured, then | 


vi F+G)=v (F+G+B8) or =! 


S+R в v 
In this latter case the same result is obtained if the mains 
are on the three-wire system, and in the former case we have 
from (7) l 
+ Ез + Е; — Vo (F + G) 
2 FF 
71 f) FG 


— 
— — — — —— — 


v | rot] ( 
с F (G + R) FG 
from whi:h we get 

(Vo — v) (F + G) = G {Fo + Fi) (yy v) 

U U (Уә — Vy) 


R = 


For this test also the high resistance voltmeter will gene- 
rally be found more convenient, especially if fitted with two 
or three shunts, so that the value of s may be varied so as to 
get convenient readings. As any circuit or section of a cir- 
cuit can be tested by disconnecting it for a few minutes 
from the live mains, this test can be employed to localise a 
fault, the existence of which has been indicated by the test 
of the complete circuit. For instance, in the case of a 
house circuit, each circuit leaving the distribation board can 
be disconnected and tested in turn, and the faulty circuit so 
found may be further divided up by removing the branch 
fuses. In a similar manner sections of a network of under- 
ground mains can be tested with very little inconvenience to 
customers, as each section is only disoonnected for long 
enough to take two readings of the voltmeter. 


PRESENTATION TO MR. F. H. WEBB. 


IT is not often that one is called upon to attend so pleasant 
а function as that which took place at the Whitehall Rooms 
on Monday evening. Still rarer is it to find an electrical 
gathering imbued with so marked an unanimity and with 


0 Conspicuous a desire to do distinguished honour to one 


associated with electrical engineering. The occasion was the 
presentation to Mr. F. H. Webb, the retiring secretary of 
the Institution of Electrical Engineers. 

There was a geniality suff over the whole proceedings, 
which may have been partly due to the event and partly to 
the presence of many fair women. There were many dis- 
tinguished members of the Institution present, among them 
Sir Henry Mance, Mr. J. W. Swan, Sir William Crookes, 
Prof. Hughes, Major-General Webber, Mr. H. Edmunds, 
and Mr. E. Manville. | 

The proceedings were commenced by many of the sub- 
scribers dining together, with Mr. and Mrs. Webb as guests. 
Subsequently a reception was held, and shortly after 10 
o'clock we proceeded to the real business of the evening. 

Sir Henry Mance, as chairman of the Executive Com- 
mittee of the Testimonial Fund, called upon the honorary 
secretary of the fund, Mr. H. Edmunds, to give a short account 
of the initiation of the testimonial. [n setting forth the details 
of the scheme to present a testimonial to Mr. Webb, in recog- 
nition of his long and suocessful service in the interests of 
the Institution of Electrical Engineers, Mr. Edmunds pointed 
out the wide interest that had been taken in the proposal, 
and that it had received the support of members of the 
Institution in all parts of the world. They had practically 
received £750 as subscriptions, and in accordance with the 
wishes of Mr. Webb, it was proposed to invest this sum in 
the names of two trustees, Hr. Manville and himself. An 
illuminated address, having the signatures of the 1,000 con- 


tributors, was then referred to by Mr. Edmunds, the text of 
which is as follows: — 


ADDRESS TO Мв. Francis Носниє WEBB, 
Secretary Institution of Electrical Engineers, 1878 —1898. 
February, 1898. 

Dear Mr. Webb,— Upon the occasion of your retirement from the 
secretaryship of the Iastitution of El:ctrical Engineers, we, the 
undersigned members, foreign members, associates, and students of 
the Institution, desire to give expression to the deep sense that we 
entertain of personal and corporate indebtedness to you. 

For 20 years you have devoted the whole of your untiring energy 
to that office with a single mind to the interests of the Institution; 
and the increase in the number of members during гасе усац, from 
800 to nearly 3,000, coupled with the soundness of the posi 


“tion to which the Institution bas attained in the same period, suff. 


ciently attest the value and the succ:ss of your labours. 

In conducting the work of the office, your uniform and unfailin 
courtesy, tact, sympathy and kindliness, have endeared Mis to 
with whom you have been brought in contact. And now, in present- 
ing you with this address, together with & sum of money amounting 
to upwards of £600, and a diamond brooch, which we beg Mrs. Webb 
to accept asa token of our esteem, we earnestly hope tbat for many 
years you may be spared with her to enjoy the rest that you have 
earned so well, and we trust that the Institution may long be 
mitted to have the benefit of your experience, which bas proved so 
valuable to it in the past. 

We beg also that you will regard the autograph signatures in this 
album as those of true and sincere friends. 

We are, dear Mr. Webb, 
On behalf of the subscribers, 
SIGNED By THE MEMBERS OF THE ExECUTIVE COMMITTES. 


Major-General Webber, as one of the founders of the 
Institution, then spoke in eulogistic terms of the long 
services rendered by Mr. Webb. He had joined the Insti- 
tution at a time when, as the. Telegraph Society of eh apt 
the nnmber of members did not exoeed 200 or 800, 
when the society had not been commercially successful 
The speaker briefly referred to the fact that Mr. Webb, even 
before he joined the Institution, had b2en connected with 
several branches of engineering. Не concluded by making an 
eloquent tribute to the manner in which Mr. Webb had 
conducted the affairs of the Institution. 

Then Sir Henry rose to make the presentation, and in 
doing so, referred to the fact that Mr. Webb had served 
under 19 different presidenta. On all occasions he had been 
ever ready to listen to suggestions, whether from the 
council, from members, associates, or students. The chair. 
man then handed to Mr. Webb a silver box oontai 
a cheque, and the album containing the illumina 
addreas and the signatures of the subscribers. In doing 
80, he wished the recipient many years of life to enjoy the 
reat he had so richly deserved. 

The chairman then presented a handsome diamond brooch 
to Мга. Webb. 

Mr. Webb, who, upon rising to ‚ was received 
with loud applause, referred to the difficulties of his position. 
He had been overwhelmed with kindness, and it was D 
sible for him to properly express his feelings. Speaking of his 


long connection with the Institution, Mr. Webb said when he 


accepted the secretaryship he did so with the knowledge that 
he 2 really 5 friends, for many of the members 
of the Institution were known to him previously. He 
thanked the members of the committee and the members of 
the Institution generally for what they had done. He 
appreciated the honour more than he could say, and bis 
sons abroad—and he had one in India, one in Americ, 
and опе in Australia—would be proud to know of the honour 
done to him. 

The proceedings were terminated by a vote of thanks to 
the executive committee. | 

At the conclusion of the ceremony, there was a wish e3- 
pressed that arrangements might be made for the collection 
of a second volume of autograph signatures of mem 
associates, and students of the Institution, as it was felt that 
there must be, among the 2,000 members whose autogra 
were not included, many who would regret that they 
lost the opportunity of expressing their sympathy with 
movement. We understand that Mr. Edmunds, as honorary 
secretary to the Testimonial Fund, will be most happy 0 
receive any further signatures and subscriptions that ms th 
sent hereafter to his office, 89, Victoria Street, S.W. bb, 
autographs and subscriptions will be handed to Mr. We " 
and the total amount received will, from time to time, 
announced in the Technical Press, 


— a 
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CORRESPONDENCE. 


Shoreditch Dust Destructors. 


In view of the very kind reception accorded to me on two 
occasions at the Shoreditch works by Mr. H. E. Kershaw, 
the chairman of the Electric Lightiog Oommittee, and by 
Mr. О. Newton Russell, the chief electrical engineer, I greatly 
regret that I should have felt compelled to offer any adverse 
criticism to the plan of combining dust destruction with 
electricity works as exemplified there. 

That I am impressed with the advantages arising from the 
conversion into electrical energy of the heat generated in 
dust cremation is sufficiently evidenced by the fact that I am 
at nt designing three euch schemes. 

en, however, under cross-examination on the subject b 
the members of the Gloucester Town Council, I felt boun 
to place among the coníras the inconvenience arising from 
the entry of dust into the electricity works. 

Hot bearings and scored commutators are very unpleasant 
incidents, and the visits to the Shoreditch works confirmed 
my opinion that in order to avoid them in combined works, 
extra vigilance, and, possibly, extra expenditure: on cleaners, 
would be necessary. 

Your condensed report of my hour's interview with the 
Gloucester Town Council is, in the main, most accurate, but 
one or two remarks are without their context, and I venture 
to supply in italica below the omitted and qualifying words. 

“ Personally he would rather not have the duet destructor 
next door to his electricity works, for the one reason that the 
dirt and dust made it more difficult to carry the electricity 
works on with a dust destructor in the immediate vicinity. 
Besides, they could not keep the machinery and building so 
smart and tidy as they could if the dust destructor was half- 
a-mile away. . . . . At Shoreditch the dust consider- 
ably interfered with the machinery. The works there were 
ill-designed for keeping out the dust, ard if he were asked to 
draw op a scheme of combination he should take care that 
the dust destructor portion wes entirely closed up from the 
electricity works, instead of being connected by windows and 
doors as at Shoreditch. . . . . he would rather not run 
the risk of baving his smart machinery interfered with, but 
still he believed thoee difficulties might be got over, and the 
saving undonbtedly would be what had been stated. Mr. C. G. 
Olark asked if there was any possibility of the dust inter- 
fering or damaging the machinery providing the works were 
properly constructed . . . . the nearest approach to 
the works not being interfered with was at Cheltenham. 
There the destructor was separated from the electricity works 
by а promenade. They had plenty of room there, more than 
they wanted to take in Gloucester. He knew of no place 
where a certain amount of dust did not соте in. When he 
recommended the combination he had, of course, considered 
d rhe шош they had it they must put up with 
the disadvantage of some amount of dust, and that would 

require greater care in cleaning the machinery, because there 
was nothing so dangerous to electric plant as dust. At 
Shoreditch, on the occasion of his two visits, some of the 
MT was disabled from that cause, but as to whether 
he could keep it ont be would be able to tell them better 
when he had erected the Gloucester works.” 

I now learn from the two gentlemen best qualified to 
judge that I was mistaken in supposing that the motors 
driving the. fans to which I referred had been disabled 
through the dust, and I must express my regret that I made 
a false inference; but when I noticed that first one and then 
another was dismantled, I could attribute the canse to none 
other than “dust,” of the presence of which in the electri- 
city works there was other evidence, rather than suppose 
that the plant had failed from any but extraneous causes 
within a few months of completion. 

Robert Hammond. 


The Yarrow Home. 

You were kind enough in your issue of Mey 15th, 1896, 
to publish & description of the Yarrow Home for Con- 
valescent Children at Broadstairs. | 

I have the pleasure to report that кіпое the opening of 
this institution a little over 2 years ago, no lees a number 


than 1,299 children have been benefitted by a stay there. 


It will be remembered that the Home is fully endowed and 
no subscriptions are required, also that it is not intended for 


the very poor, but for children who have been well brought 
up and whose parents cannot ufford to send them to the 
seaside entirely at their own expense. 

During the summer months the applications for admission 
are far in excess of the capabilities of the Home, but in the 
winter it is only partly filled, and the trustees are most 
anxious to maintain its utility equally throughout the year. 
There is little doubt that the falling off in applications 
during the winter may arise from the fact that the Home is 
thonght not to be a very desirable resort during the inclement 
part of the year, but euch is not the case. The building is 
thoroughly warmed and ventilated, a healtby temperature 
being maintained throughout; and there are play corridors 
within and playgrounds without. 

The grounds are planted and well sheltered, and there are 
but very few days in the year when children cannot enjoy 
the fresh air even when the weather debars them from going 


to the sea front. 
| T. Fredk. Myers, 
Seeretary of the Yarrow Home. 


734, Queen Victoria Street, E.C. 


A Protest. 


[ notice ia your issue of February 18th, an advertisement 
for a shift engineer, at the princely salary of £50 a year. It 
certainly appears to me that the unfortunate shift engineer of 
the future will not only be held responsible for the working 
of £10,000 worth of machinery for eight hours every day, 
but will also be expected to “tip the chief engineer " for 
being allowed to do it. No doubt Mr. Boot is very prond 
of that in his report which runs : “Tunbridge Wells 
is the only station working on the high tension system which 
has not made a call upon the ratepayers in the first com- 
pleted year’s working.” It seems probable to me that the 
staff were called upon instead of the ratepayers. Possibly 
the air of Tunbridge Wells is so invigorating that shift 
engineers require no dinner ; or, perhape, as it is near spring- 
time, the happy successful candidate will lightly turn his 
thoughts to love—and live on that, Is it not time that, in 
these days of successful stations, junior electrical engineers 
should receive a fair day's pay for a fair day's work? Mr. 
Boot is evidently more successful in drawing up high-sound- 
ing reports than in learning what constitutes a living 
wage.” My hearty sympathies are with the suocessful саг» 


didate. | 


I note in your issue of the 18th that a shift engineer is 
required at Tonbridge Wells at the enormous salary of 
£50 per year, but the applicants must have had experience 
of high tension working. 

It is, I think, an enormity that the managers of 
an undertaking such as Tonbridge Wells should make 
such an offer. The results of last year’s working show 
a net surplus of £887, and yet this Corporation thinks 
that £50 а year is sufficient salary for an experienced man 
in such an expensive place as Tunbridge Wells. There is no 
excuse of poverty or a station on which losses are bein 
made, and 1 think that a stand should be made against su 
barefaced offers. The pity of the whole business is that 
they will get a man (?) at the price, and I can only 
hope that he will give them no more than value for their 
money. 

Some months ago I answered a private notice at the 
Technical College, Finsbury, for an engineer experienced in 
high tension work to take vni of the running, and be 
responsible to the chief engineer for the satisfactory working 
of the plant at this station. Everything went on very well 
until the question of salary was reached. I ventured to 
hint that say 85s. a week, with a good prospect of a rise 
would meet the case, and received in reply a post card from 
the chief engineer, if you ploase, stating that they could not 
think of paying as much as that. I afterwards heard that 
they had two assistants fresh from а technical college, whom 
they were paying nothing. No wonder that the station 
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shows such good results. I believe I could make a high 
tension station pay if I received labour and material gratis. 
But, seriously, is £50 per annum sufficient for an 
experienced man who has to work through the night, 
and has such heavy responsibility on his shoulders? 

I would venture to suggest that you should refuse all such 
advertisements in fature, and by so doing you will help to 
break this ring of low prices, which are less than a road- 
scrap2r can obtain from the parish. 


8, Ferndale Road, Leytonstone. 


W. Fennell. 


NOTES. 


. Improvements in Storage Batteries —By means of 
certain improvements in battery plates, а new cell has been 
completed by Mr. Rankin Kennedy, which gives, we are 
informed, a very much greater output per pound weight than 
is usual. This cell has been under experiment for two years, 
and the object of the improvements have been to do away 
‘with the heavy grid used in battery plates, so as to render 
the whole of the active materials useful. Recent tests by 
Dr. William Peddie, D.Sc., F.R.S.E., Physical Laboratory, 
Elinburgh (whose figures, by the way, we should like to see for 
ourselves), result in the conclusion that the capacity of the 
new cell is 13 watt hours per pound of battery, and 32:8 watt 
hours per pound of positives at normal rates of discharge. 
The active material is not in the form of plugs, which are 
always liable to fall out or loosen ; it is held securely in oon- 
tact with conductors rdmified throughout the mass. Careful 
tests have been made up to discharge rates equal to five 
amperes per pound of positives, without the least signs of 
backling. The new cell will be shortly put in the market 
in two types, one for traction purposes, and the other for 
Btationary wants.. We hope Mr. Kennedy's battery will 
turn out as well commercially as it looks on paper, and if the 
long years of experience and knowledge of what to avoid go for 
anything, we anticipate that a real advance in accumulators 
has been made. | 


Advice to Boiler Attendants.— We are in receipt of a 
new issue of advice to boiler attendants, issued by the Man- 
chester Steam Users’ Association, over the signature of their 
new chief engineer, Mr. Chas. E. Stromeyer. In the sheets 
ut one time issued, it was stated that the best advice the 
Association could give in to the occurrence of low 
water was not to let it occur,” which reminds one of Punch’s 
advice to those about to marry; but there was always some, 
if an unconscious humour, about the Manchester Steam 
Users’ Association, and the strain remains to-day. After a 
few remarks on what to do with collapsed farnaces and bare 
crowns, it 13 naively stated that, in face of these dangers, the 
boiler attendant may prefer to retire. Among the warnin 
is one to ease the safety valve before opening the manhole 
cover, во ав to be quite sure there is no steam in the boiler. 
This advice is dangerous, being insufficient. Easing a safety 
valve is understood to imply lifting, and, perhaps, propping 
the lever, but the valve itself ought to be lifted; it is often 
heavy enough to confine steam in a hot boiler quite sufficient 
to lift the unbolted manhole cover and rush out ina scalding 
torrent. We have seen it happen. 7 


High Speed Sentinel Steam Ерӯіпеѕ. — Мевагв, Alley 
and Maclellan, of Giusgow, have forwarded us a copy of their 
Dew steam engine catalogue. In it are particulars of the 
firm's make of Westinghouse type, simple and oomponnd 
engines. There are now 6,000 simple engines at work—an 
encouragement to the firm to build compound engines on 
similar lines up to 250 Н.Р. They have now some 12,000 
Н.Р. of compound engines at work. The catalogue is well 
arranged, and the engines it describes are all shown diagram- 
matically, with all leading dimensions tabulated. Copies of 
indicator diagrams are given ; tuese show good adjustment. 
Ail engines ure. made strictly to gauge and interchangeable 
throughout. 


fuse is marked with the maximum number of ampe 


Dublin Cables.—In connection with the * scare" in 
rubber cables to which we referred in our last issue, it will be 
interesting to review the reported facts in connection with 
the underground mains in Dublin. After a number of years 
working without trouble, the aro light mains broke down in 
Beveral pa this cable, we are informed, being small and 


unsuitable, apparently, for the mechanical strains it was 
called upon to bar from time to time. Extensions were 


contemplated, and the two matters were dealt with together, 
the Board of Trade being asked to hold an inquiry on a 
loan for “renewals of cable," the прала reporting 
that a complete renewal was absolutely necessary, Prof. 
Kennedy, F. R. S., whose advice was sought, acting on the 
report of the superintendent, and, no doubt, on his appre- 
ciation of other reports on similar cablés, agreeing that a 


| Ma pp renewal was a matter of necessity. When the Board 
0 


rade inquiry was held it was ascertained that the money 
was not required for renewals of cable, but for extensions. 
The title of the demand was no doubt based on the theory 
that it would have been easier to get the loan for renewals 
as being pressing than for extensions, and, during the course 
of the inquiry, the superintendent is reported to have said 
that, although the cables had failed here and there, the real 
loss on the old cables would only be £1,800 out of the 
£20,000 applied for, as they wished to take out some of the 
old cables to enable them to change the “ system.” On being 
pressed, he admitted that an expenditure of £500 would 
restore the faulty cable, and they could be used again. It 
is difficult from the reports to reconcile these different state- 
ments, and Mr. Thompson, T.C., apparently could not, as in 
his examination he stated that the whole cables had been 
condemned by the Conncil, and there was never a word said 
about mere repair. Surely some more light should be thrown 
on this matter, since it would appear from the facts before 
us that the report of the superintendent on which Prof. 
Kennedy, in part, at least, would naturally rely, was not 
made at all in accordance with the evidence he finally gave 
when the question of renewals became for other reasons, по 
doubt, subordinated to that of extensions. The only explana- 
tion we can suggest at present is, that it was the“ 7 
and not the type of cable, that was condemned. Still, as 
reported in the electrical press, the cables were stated to be 
in fault, өнү because the engineers who make technical 
reports select the system, whereas it is only the oontractor 
who makes the cables. 


Air-tight Fuses.—In the Cartwright enclosed air-tight 
fuses, the fuse is so constructed that the wire melts within 
the central chamber of the tube and the heated air and gases 
formed thereby force themselves to the end sections, thus 
blowing out the аго. This fuse, says the Electrical World, 
can be used on any pressure less than 2,200 volta. It is 
stated that it will not maintain an arc between its terminals 
when short-circuited on the mains of a 2,200-volt composite 
alternating dynamo. The cut-out consists of two parts, 
namely, the base and tube. The base is made of the best 
quality of Monson slate, and the tube is made of black or grey 


fibre. Owing to the peculiar construction of this device, the 
fuse in a 38-inch tube will, it is stated, open the circuit, where 
other cut-outs require twice that length of fuse to operate 
under the same condition. This fuse has a definite length, 
cannot come in contact with any foreign substances, ап 
open the circuit in a pre-determined time on a given current. 
After a fuse has blown it is replaced by a new tube. err 
res i 
carry indefinitely. These fuses are manufactured by the 
Shawmut Fuse Wire Company, of Boston, Mass., under license 
from the Goodhart Electric Company. 


moved tow 


—————— —ADWeP Uim 
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The Electric Migration of Colloids.—aA little time ago 
some researches were initiated by Cóhn with a view to throw- 
ing some light upon the subject of electric migration, espe- 
cially of colloids. In the first stage of the research the 
conclusion was arrived at that coloured ions exist, because 
coloured flaid follows the direction of the current during 
electrolysis. Nernst has also studied this subject, and our 
readers are familiar with most of his work. They may 
remember an experiment which he des crib d in which, during 
the electrolysis of permanganate of potash, the MnO, ions 
the anode, and it ів. generally recognised now 
tbat a substance which is free to move will move in or against 
the direction of the current if it be electzically charged. Fine 
suspended solid particles, suspended in water or in turp^n- 
tine, wil, by reason of the static charges which ei бега, 
move towards the oppositely charged electrode, whilst the 
liquid particles move towards the other electrode. More 
recently Cöhn, working in conjunction with Euler, fonnd 
that such substances as caramel, starch and tannin, which 
are colloidal in character, and non-electrolytes, bebave in a 
manner exactly similar to the bebaviour of the solid particles 
suspended in water or turpentine; they actually move in the 
water towards the anode. Of oourse this fact has already 
been noticed in the case of tannin, and is the foundation of 
the process of electric tannin. Cöbn bas also investigated 
the behaviour of colloids in which electrolytic dissociation 
might ae take. place, for example, in dialysed ferric 
3 ‘The hydroxide was first purified by means of 

ectrolysis with a silver anode, and was then submitted to a 
current between two layers of water. It was then observed 
that a dark layer moved towards the anode, whilet a lighter 
coloured layer moved towards the cathode. Now the layer 
would not pass through a parchment membrane, and hence 
could not contain iron ions. These observations are exceed- 
ingly interesting, inasmuch as they throw light upon a 
subject which is very obscure, and concerning which infor- 
mation is really demanded. We аге glad to hear that the 
subject is being more fully investigated, and sball look 
forward to further results, The present research is described 
in the Zeitschrift für Elektrochemie, No. 4, pages 63—66. _ 


Manufacturing Aluminium and its Sulphides.—An 
interesting application of electrolysis to the manufacture of 
alnminium, sulphide of aluminium, &c., has recently been 
successfully carried out by D. A. Peniakoff at Huy, in 
Belgium. The essential features of the process are as 
follows :—A single or double anbydrous aluminium salt, such 
as a fluoride or chloride, fused with the sulphide of ап alkali 
or alkaline eurtb, together with a chloride or fluoride as a 
flax, yields a mixture containing aluminium sulphide, from 
which, iu the same crucible, aluminium may be reduced, 
either by the action of an electric current, or by means of 
reducing gases (such as hyrocarbons, for example). The 
following formule present examples of the preparation of 
aluminium sulphide :— | 


(1) Al, F. + 8 No, 8 = Al, 8, + 6 Na F. 
(2) A, Fs, 6 Na F + 8 No, S = Al, S, + 12 Na F. 
(8) Al, Ols, 6 Na Cl + 8 Ne, S = Al, S, + 12 Na Cl. 


When the beth is constituted acccording to the reactions (1) 
or (2), if aluminium be reduced from the fused mass, the 
supply of aluminium sulpbide is kept up by additions of 
aluminium sulphate and carbon; aluminium fluoride and 
sodium sulphate are first formed, according to the equation 
Al, 8 SO, + 6 Na F = Al, F, + 3 Ne, SO, and the sodium 
sulphate is reduced to sulphide by the carbon, with subsequent 
production of aluminium sulphide, according to equations (1) 
and (2). It is stated that even where the sulphide of 
aluminium produced in the bath is subjected to electrolysis, 
the sulphide alone may undergo the electrolytic action, and 
not the fluoride, as the latter requires for ita electrolytic 
decomposition a far greater electromotive force than that 
which suffices to bring about the decomposition of the sul- 


phide of aluminium. Besides, where electrolysis is resorted - 


to, the sulphur separated from the aluminium serves, for the 
most part, to reduce the alkaline sulphate to the condition of 
EM sulphide, thus adding its effect to the action of the 
car D. 


(Continued on page 263.) 


Alexandria 122 Albany 42 
5 45 Amsterdam 84 
Antwerp. Teleg. mat 30 Barcelona 10 
Au d ake 228 Bombay ... 70 
Bangkok. Telg. mat... 90 Buenos Ayres .. 130 
Bilbao ... ies .. 170 tta... 74 
Bombay ... ess .. 139 Cape Town 183 
. Brisbane a ue UA Durban ... 126 
Buenos Ayres. Teleg. mat. 76 East London .. 81 
Calcutta kak .. 300 - Teleg. mat. 2,747 
Oape Town 484 Flushing ies .. 227 
Copenhagen. wire 10 


BUSINESS NOTICES, &c. 


| Electrical Wares Exported. · 
Win Бирине Fx. 23np, 1897. | Win Бине Гев. 22ир, 1898. 
& | £ 


Fremantle wee wee 1,925 
see | Gothenburg. Teleg.mat. 216 
East London .. 493 " Teleph. mat. 375 
Gibraltar. Teleg. mat... 650 , sis .. 168 


OOcOooOooooocooooooooooooooooooooooo? 
OOcOOcoocoOooOoOcoooOooOooocooocooooooooooo?P 


Gothenburg .. 26 Monte Video — 30 
Hamburg. Teleg. mat. 290 North Sea ... 5,843 
Hong Kong 247 Perth A . 320 
ies eis 71 Port Elissbeth ... — 764 
Madeira... idu 97 5 п  Teleg. mat. 421 
Malta .. si 101 Rangoon ien . .. 1,575 
Passs te 831 Rosario е .. 55 
Port ә» 109 „ _ Teleg. mat.. 61 
Rangoon. Teleg. mat 20 Rotterdam . 240 
Rosario ... ss ie 45 
Rio Janeiro. Teleg. mat. 350 Sydney ... көз .. 99. 
Bingapore Um T Trieste. Teleg. cable . . 2,050 
„ Teleg. mat... 15 Tahiti. . 6,000 
Say 5 ; .„. 1,246 Yokohama € .. ) 10 
Vera Ого» 88 .. 60 Zanzibar. Teleg. cable 24,480 
Yokohama ase .. 861 


Total £48,341 


Total £6,863 0 


Bankruptey Proceedings.—The first meetiag was held 
last week at the London Bankruptcy Court of the creditors of Joha 
Dewhurst, electrician and sanitary engineer, 52, North End Road, 
B.W. The debtor, who presented his own petition, commenced busi- 
noss nine years ago at North Kensington, and removed about 1893 to 
his present premises. He attributes his insolvency to a loss of £250 
sustained gh the defalcations and miscorduct of a former 
traveller. The accounts show unsecured debts £315 9s 10d, and 
assets £121 5s. 8d. An offer of 6s. 8d. іа the £ was made to the 
creditors recently, but it was not unanimously accepted, and the 
debtor 3 petitioned the Bankruptcy Court. No offer was 
now submitted, and the creditors left the estate in the hands of the 
official receiver to be wound up in the usual manner. 


Dissolutions of Partnerships.—Me:srs. Е. Woolnough 
and H. A. Procter (Woolnough & Procter. electrical engineers, Surrey 
о Norwich) have dissolved partnership. Mr. Procter will attend 
to debts. 

Messrs. W. T. Burbey and Н. A. Hutton (Burbey & Hatton, elec- 
trical engineers and manufacturers, 575, Hatton Garden, E.C.) have 
dissolved partnership. Mr. Burbey will attend to debts. 

Messrs. A. J. Fippard and C. J. Cooper (Fippard & Cooper, 
electrical engineers, Albert Road, Bournemouth), have dissolved 
eo Mr. Cooper will continue the business, and attend to 

6 . 


Liquidation Notice.—A meeting of the Universal 
Electrical Fittings Company will be held at the office of Messrs. G. 
Franklin & Co., 18, Norfolk Row, Sheffield, on March 28th, at noon, 
10 чу = account of the winding up from Mr, G. В. Greening, the 


Condensing Plants.—Messrs. Cole, Marchent & Morley, 
of Bradford, have issued a small pamphlet describing their standard 
surface condensing plants, with pumpe driven by steam, electro- 
motors, or belt. In cases where the space for the storage of water is 
limited the condensing plants are combined with evaporative con- 
densers or water-cooling arrangements. There are several good 
illustrations of plant р by the firm, such as Bradford Corpora- 
tion Electricity Works electrically driven centrifagal pumps, and the 
surface condenser and air pumps at the same on. An article by 
Mr. H. W. Morley on “Surface Condensers, Air and Circulating 
Pumps for Electricity Works," is reprinted from a con’emporary. The 
list is a neat production. 


A Directory for Exporters.—Tbe Export Merchant 
Shippers’ Directory for 1898, has been published by Messrs. Dean and 
Co., of 1€04, Fleet Street, Ю.С. It has now reached its thirty-third 
year of publication, and bas increased ia size, until it now has nearly 
1,300 pages. The contents are divided into three sections, vis., the 
Export Section, giving a complete list of the British exporters, with 
the names of their respective trading ports, and the class of g ods 
shipped; the Trade Mark Section; and the Manufacturing Section 
embodying a list of traders who manufacture principally for export. 
There are кизи sections for the various towns, Liverpool, Bradford, 
London, and so forth, and under these the names of exporters are 
given in alphabetical order. The extracts from the consular reports 
given under the title, ' Notes on Trade," has been enlarged in the 
present edition by the insertion of some of the ровове South 
American Republics, where the competition with British trade is 
especially keen. 


253 


THE ELECTRICAL REVIEW. [Vol 42. No. 1,057, РҒаввсавт 25, 1898. 


Electric Drill.—On 17th inst. trials of a new electric 
drill were made on board the White Star steamer, Nomadic, at Liver- 
x The Boiler Makers' Bociety lodged objections to its employ- 
men 


Electric Organs.—From the Afusical News we learn that 
the Hope-Jones Organ Company has received an order for a large 
organ for 8t. Michael's Church, Chester Square. The instrument is 
the gift of & member of the congregation, and is to cost over £2,000. 
It will be fitted with all Mr. Hope-Jones's latest tonal and mecha- 
nical improvements. А new electric organ has also been ordered 
from the same firm for Ambleside Parish Church, at a cost of £1,000. 


Electric Welding.—At a conversazione held at Finsbury 
Technical College on Friday, 18th inst., the Electric Welding Com- 
pany, Limited, exhibited an automatic welding plant and a very fine 
collection of samples welded by their (the Thomson) process, inclad- 
ing railway coupling links (lent by the Lancaster Railway opis k 
and Waggon Company, Limited) and а complete collection of cy 


Kaye v. the Croydon Tramways Company.—In the 
Court of Ap on Wednesday, before the Master of the Rolls, Lord 
Juetice Rigby and Lord Justice Vaughan Williams, the hearing was 
resumed of the appeal of the Croydon Tramways Company from an 
order of Mr. Justice Kekewich, who had granted an interim injunction 
restraining the carrying into effect of an agreement for the sale of 
the undertaking to the British Electric Traction Company. We 
have already referred to the case in the ErECTRICAL Review. In 
his judgment the Master of the Rolle said that the appeal succe ded 
to a certain extent, and he thought the right course to adopt would 
be to diecharge the o:der of Mr. Justica K-kewich, and to grant an 
injunction to restrain the defendant company from carrying this 
agreement into effect until duly sar ctioned by the shareholders of 
the Oroydon Company at a meeting duly convened for that purpose. 
If they chose upon proper notice, and understanding what they were 
about, to ratify the contract they were at liberty to do so, but it would 
not be right to allow this agreement to stand until that had been done. 
The costs of the original plaintiffs and defendants would be coste 
with the action, and the coste of the p company would be 
their coste in the action. Lords Justices Rigby and Williams 
concurred, 


. Lists.—Messrs. P. C. Middleton & Co., of Aberdeen, have 
sent us a neat pamphlet which they are circulating, setting forth the 
advantages of electric over gas lighting, and giving general state- 
ments for tbe benefit of those contemplating the use of electric 
motors, electric heating and cooking apparatus, &c. 

Messrs. Laing, Wharton & Down's new list of Whardown " track 
tools gives illustrations and prices of track drills for drilling bolt 
holes, tie holes, and electric bond holes, rail saws for catting rails 
quickly ls p accurately, and lifting jacks. These devices are being 
introduced for economising time and expense in track work —especi- 
ally in connection with electric tramways—and at the same time 
considerably increasing the quality. 

Mesare. Ball, Wylde & Co., of 9 and 10, Fenchurch Street, E.C., 
have taken up several agencies for American pumping machinery, 
turbines, steam and electrical machinery, &:., and have also been 
appointed sole agents for Great Britain by Eugen Seeligmann, of 

dln а. Rh. Hansaring. We have before ue а catal e, printed in 
German, of the firm's manufactures in the way of electrical acces- 
sories. Prices and numerous illustrations are given of lampholders, 
switches, lamps, plain and fancy brackets, electroliers, insulators, 
casing, and а great variety of small fittings and articles, | 

Messrs. Handley & Shanks, electrica] and engineers, of 
Cork, Dublin, is 55 rapt sent ee n гето oe 
engines, coup ynamos, also gas oil engines for electz 
lighting, Waverley turbines, "Taunton" dynamos, electric motors, 
Jandus lamp, and the improved glow lamps. | 


London Office,—Mes:rs. Henry J. Rogers & Oo., of 


Watford, have just opened branch cfflces in London at 4, Bloomfield 
Btreet, London Wall, Б.О. Mr. H. J. Spencer is the manager for 
the London district. ; 


New Zealand Electrical Syndicate, Limited. — A 
petition was brcught before Mr. Justice Stirling in the Lord Chan- 
с:Пог'в Court on Wednesday for the reduction of the capital of the 
New Zealand Electrical Syndicate, Limited. Mr. Carson explained 
that the case was before his Lordship before Christmas, and was 
adjourned. His Lordship had expressed the wish to see some of the 
witnesses whom he had examined. After this he had thought proper 
to direct reference to an expert on certain points. It was suggested 
that terms might be suggested for this reference. Counsel now 
brought the terms before his Lordship. After counsels' speeches, his 
Lordship ruled that an expert electrician should be appointed as 
referee, and that before making his report he should hear both sides. 
Perhaps it wonld be desirable to put that direction in the order for 
the guidance of the referee. Counsel tbanked his Lordship for his 
assistauce in toe matter, and agreed on the terms of reference of the 
matter to an electrical expert. | 


Photographie Exhibition,—The International Exhi- 
bition at the Crystal Palace, 1898, will be opened by the Prince of 
Wales, on Monday, April 25th—not Wednesday, April 27th. 


Sell's Press Directory.—Sell’s Dictionary of the World's 
Press for 1898 is before us. Ав usual, it is а very bulky publication, 
of about 1,200 pages. As the title denotes, information is given re- 
garding the newspapers, technical journals, magazines, &c., of home 
and foreign countries. The ni wspaper man finds much of interest 
and atility in thie directory. Not only is he informed on matters 
affecting national and internat onal trade, tariffs, treaties, &c., but he 


has placed before him an anecdotal history of journalism, some im- 
portant notes by Dr. Gordon Stables on how to in health, and a 
note of the year’s events in the newspaper world. The newspaper, 
as an investment,.and the life of the foreign correspondent, are mat- 
ters which have an interest for those not connected with the journal- 
istic profession. 

Workmen’s Compensation Act, 1897.— The Western 


Май, Limited, bas issued a fifth edition, revised and enlarged, of Mr, 
M. Roberte-Jones's handbook on the above Act. The price is 2s. 6d. 


The Yorkshire College, Leeds,—The twenty-seventh 
annual 1896-7, of this college, has been issued. 16 бте 
details of the classes held and lectures given in various subjects, along 
with the average attendances, and notes on the financial progress. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—The electric lighting accounts for last 
show that the income amounted to £5,707 12s. 5d., and after deduct- 
ing working expenses, there was a balance of £3,111 0s. 7d. That 
sum had been applied—In paying interest on mortgages and loans, 
£1,150; in writing off as depreciation on pas £1,024; carrying to 
sinking fund, £767; and leaving a surplus (carried to the reserve 
fund) of £169 5s. 2d. 

Messrs. P. C. Middleton & Co., of Aberdeen, have been entrusted 
by the Town Council with the contract for the lighting of the 
Municipal Lodging Houses. There will be 300 lights. 


Barnsley.—Mr. T. C. Miller has been instructed by the 
Town Council to report on electric lighting, and if such report is 
satisfactory, he will later design and superintend the work, subject 
to the approval of Mr. Bromley Holmes. 


Basingstoke.—The Town Council recently referred to a 
special committee a suggestion to apply for electric lighting powers. 


Bedford.—The electric lighting acoounts just submitted 
show as follows:—By sale of current at 6d. per unit, lees bad and 
doubtfal debts (£12 19s. 1d.), £3,200 4з.; by sale under contracta 
£13 15s. 6d.; rental of meters, £110 3s. 2d.; by public lighting to 
December 31st, £1,391 133 5d. ; miscellaneous receipts, £2 81. 114,; 
total, £4,718 бз.; balance carried to net revenue account, £1,593 
7s. 1d. The general balance sheet shows :—To capital receipts, £39,176 
118. 6d.; to sundry creditors, £165 2s. 8d.: to balance due to 
treasurer (less cash in hand, £25), £10,348 158. 8d.; total, £49,689 
9s. 10d.; by capital expenditure, £46,389 19s. 11d.; sundry debtors 
for current aud meter rents, £1,890 19a. 11d.; net revenue account— 
balance at debit thereof, £1,200 4s. 6d.; stores on hand, December 
31st, £208 5s. 6d. If the demand continues to increase, reductions 
will be made in the charges at the beginning of next year. 


Brighton.—The Lighting Committee reoommends that 
Montpelier Road and the north part of Preston Road, from Stanford 
Avenue to the Drive, should be lighted by arc lamps instead of incan- 
descent, as at present, at an increased annual charge of £400. 


Broughty Ferry.—The Police Commission has appointed 
& sub-committee to collect information re electric lighting. 


Baxton.—Prof. Kennedy has submitted his report on 
олоо tae and his estimate for the proposed municipal plant 


Caleutta.— The Secretary of State for India recently 
е the appointment of an electric lighting inspector for 
Calcutta. 


Cardiff—The Lighting and Electrical Committee oon. 
sidered last week the electrical engineer's report on the condition of 
the cables and mains. He stated that the renewal of the cables for 
the arc lights, which should be carried out at once, would cost about 
£400. It was resolved to invite tenders for the supply of new 
cables. 


Chester.—The minutes of the Electric Lighting Com- 
mittee, which have been approved, show that a reduction to 000- 
sumers of the light might be made for the current year to 5d. per 
unit, and for motive power to 3d. per unit. 


Crieff.—The electric lighting scheme pat forward by 
Mr. Yorke has been further remitted back to a committee of the 
whole Council for further consideration. 


Edenbridge.—The Kent Messenger says that a scheme is 
on foot to form a company to light tne district electrically. It is 
estimated that £2,500 is required. 


Edgbaston.—St. Augustine's Church has just been fitted 
up for electric lighting by Messrs. Veritys, to plans and under the впрег- 
vision of Messrs. Henry Lea & Son. High voltage lamps are used, 
and thsy are arranged around the capitals of the pillars. 


Edinburgh.—The Electric Lighting Committee has 
recommended the supply of watertight chambers for the undergroun 
switching apparatus. The Committee also recommends the le 
down of a new " feeder” from Dewar Place along Grove Street, an 
on to Merchiston (cost, £1,400). 
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The Embankment Lighting.—Tbe London County 
Council last week adopted a supplemental estimate of £3,300 for the 
electric lighting of the Embankment. An estimate of £22,000 was 
previously adopted. 


F оза Council will not sanction Mr. 

"s proposal to apply for a provisional order for electric light- 

ки they state that ады the time comes they will do the work 
е төз. 


Grimsby.—The Oouncil has confirmed the Lighting 
Oommittee's recommendations to ask Prof. Kennedy to report on 
electric lighting. 


Hackney.—The Vestry, after playing with the electric 
lighting question for the past few years, bas just considered a number 
proposals submitted by parties willing to take over the provisional 
order. Among those who made offers were Messrs.C. & A. Sax, 


they were able to undertake the wor 
(i Brit ractically manufacturing firms of the highest standin 
ri 


experience 

factory character. No other company tendering impressed us with 
anything like the same confidence as the representatives of this com- 
pany 


„„ peg RB еу has decided to construct 
new su ons, one in Lime Grove, Uxbri Road, and the 
other in Bt. Stephen’s Avenue, Goldhawk Road 2200 is bó be ex- 
pended upon finishing and farnishing the electricity works’ offices. 


8 Finanoe Committee has recommended 

a London Council isai 

кылмы E SE 
accoun 


Harbour Lights.—The Clyde Trust and the Corporation 
ty Department have been conferring as to the lighting of 


the harbour by . The question was remitted to the officials 
of Doth bodies, with special reference to the illumination of the 


Kensal Towa.—T he Chelsea Vestry will oppose the Metro- 
oad unless the peek 5 to А, 82 trici Г pone 
ud ret supply electricity for Kensal 


Kingswinford.—The District Council has resolved to 
make application for a provisional order. | 


Leamingten.—Mr. Hammond has reported to the 
Electric Light Committee re electric lighting, and he advises that it 
would be to the interests of the Cor ration to arrange that the 
g Company should continue 
resent consumers are 


Lewisham.—The Great Western Electric Light and 
Power Company has followed up its previous letters to the Board of 
Works, by saying that it is prepared to undertake the destruction of 
dust at cost price, guaranteed not to exceed 1s. 6d. per ton; and, in 
connection therewith, to take over the dust destructor recen 
erected, at the price paid by the board to the makers for it, and wo 
it at once, pending the erection of electric supply works, when the 
combined operations would be carried on. The company also 
pose to introduce the Brighton system. The public streets would be 
supplied with 16 C.P. lamps at a cost of about 33s. 4d. par annum. 


Liverpool.—The electrical engineer (Mr. Holmes) has 
reported that during the month of January 62,681 electric lamps, 
equivalent to 16 O.P., had been supplied from the Corporation as 
for private lighting, aud 7,924 for Corporation lighting. This showed 
an increas; of 2,944 for the month. 


Luton.—The Electric Light Committee has discussed 
the report by Mr. Snell onelectric lighting at great length, but con- 
sidera that fürth зг information should ba obtaiaed from other towns 
before the matter is decided. A deputation is to visit several places. 
Application is to be mad» for an extension of the provisional order 
from June 27th, 1898, for 12 months. 


Manchester.—4A Local Government Board inquiry was 
held on 15th inst. regarding applications by the Corporation for loans 
for various purposes, inclading £16,000 for electric lighting. Alder- 
man Higginbottom gave some details of the undertaking. | 


Mexico.— The Dresdner Bank commuaicates that, accord- 
iag to telegraphic advices received from Mexico, the central station 
of the Mexican Electric Works, Limited, has been во far advanced 
that the lighting of the City of Mexico was commenced on the 14th 
inst., and proved a complete success. The installations for the private 
lighting and the supply of electrical power are making rapid progress, 
and it fs anticipated that these parts of the works will be opened in 
course of the summer. 


Morecambe.—At the last Council meeting there was a 
long and somewhat heated discussion with regard to a site for fixing 
a refuse destructor in connection with the electric light generating 
station. 


Morley.—The Corporation are wanting an electrician-in- 
charge and а junior. Soe our Official Notices.” 


Motherwell.—A deputation has inspected the White- 
haven electric lighting plant, &с. 


Newington.—The Vestry decided last week to proceed 
with the electric lighting scheme, of which plans and specifications 
had been submitted by Mesers. Kincaid, Waller & Manville. Ap- 
алев ів to be made to the London County Council for а £40,000 


Poplar.—The Board of Trade has ben asking the Poplar 
Board what it proposes to do with its electric lighting order. The 
County of London and Brush Company had been corresponding with 
the Board of Trade on the matter. The Poplar Board has now 
decided to put its order into force at once over the compulsory 
area. 


Rhyl.—Mr. Dale recently appeared before a committee to 
ascertain their views as to p with the electric lighting of 
the lake, &c. The question was deferred for the present. 


- Shoreditch.—At the Vestry meeting held on 15th inst., 
Mr. Kershaw, chairman of the Electric Lighting Committee, informed 
the Veatry that an accident occurred at the electric lighting station on 
the previous Saturday, which resulted in the district being plunged 
into darkness for a while. Fortunately it was not attended by any 
loss of life or injury to limb, although the explosion was of a serious 
nature. By some unex reason a small quantity of water— 
probably condensed steam—found its way into the der of one 
of the engines, which burst, doing about £300 of damage. 
The whole cost of the damage, Mr. Kershaw explained, would be 
borne by the contractors, and a further report тона be presented. 


South Shields.—The Board of Guardians have appointed 
a Committee to consider the question of electric lighting for the whole 
of the workhouse. 


Swansea.—The disposal of the tramways and the intro- 
duction of an electrical compaay into the town have, according to a 
local paper, caused a stir in corporation circles in Swansea. A sub- 
committee recommends that action be taken at once to carry out the 
provisions of the electric lighting provisional order. 

It is understood that the Council bas decided to proceed with the 
provisional order, and is consulting Mr. Manville on the subject. 


Winchester.—The City Council, after receiving Mr. 
Ruthven Murray's report on the Electric Lighting Company's scheme, 
bas informed the Board that it bas no objection to the proposal. 


Yarmoath,—The income in January from the electric 
light was £531 5s., of which private consumers furnished £426. 
After meeting the costs of production, there isa surplus of £316 12s., 
out of which £190 has to be deducted for capital N and 
interest charges, making the monthly net profit £126 19s. There are 
now 258 customers, using 11,993 lampe. 
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ELEOTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Bournemouth.—By 13 votes to 8 the Bournemouth 
Town Council has again resolved to oppose the two electric tramway 
schemes which have been on foot for some time. 


Bristol.—The Sanitary Committee have held several 
special meetings to consider the Parliamentary Bills of the Bristol 
Tramway Company with regard to the extension of their system 
and the use of electric power, have submitted to the сора 
a statement of the conditions on which they will advise the Ooun 
to allow the extensions and the use of electricity. The committee 
abandon their former demand that the electricity shall be taken 
from the Corporation supply, but raise several other points which 
may prove subjects for debate. The company are required to agree 
that no employe shall be employed for more than 60 hours а week. 
Lines on which electric traction is to be used are to be specified and 
the system stated. The Corporation are to have the right to, but not 
to be compellable to purchase the proposed power station; if the 
power station be purchased, the company are not to have the right of 
jointly using it for working tramways not purchased by the 
tion, nor are they to have the right to use po rails, &c., of 
tramways purchased for conveying energy to li not purchased. 
The Corporation are to retain powers with regard to the position of 
posts and overhead wires and other matters as in the 1894 Act. The 
company are not to supply electric current to other companies or 
persons within the city. The Corporation may use the company’s 
posts for electric light purposes. The company are not to be entitled 
to require the Corporation to supply them with electricity. No 
alteration is to be made in the dates at which the Oorporation’s 
power of purchasing existing tramways will arise, and the date at 
which the Corporation may purchase the power station and proposed 
extensions are to be the same as for the present horse tramways. 
Additional capital is to be put up to auction instead of at present 
being issued to existing shareholders at a price determined the 
company. Safe arrangement is to be made for payment to the 
Corporation of an annual sum and for reduction of fares. As to this 
last condition, no suggestion is made as to the sum or what 
reductions are desired. 

Mr. Faraday Proctor, the Corporation electrical engineer, is to 
visit Liverpool, Manchester, Leeds, Bradford, and Sheffield, in search 
of information to lay before the Bristol Sanitary Committee to enable 
them to make up their minds fa tns propos ot the Bristol Trane 
ways C. mpany. 


Central London Railway.—At the Sheriff's Court, Red 
Lion Square, Holborn, last week, Mr. Burchell and a s P bad 
before them a claim by the trustees of the late Frederick ‚ Blake, 
against the Central London Railwa Compas for £539 for the 
parpose of repairing the residence, No. 2, lborough Gate, Hyde 

k, which is alleged to have suffered damage by su due to 
the works of the railway 5 It was alleged that the house 
in question had been structurally injured by the works of the com- 
pany either primarily or by reason of the erg d of a water main, 
owing to the tunnelling орнош, On behalf of the railway com- 
pany Sir Douglas Fox and others gave evidence. It was contended 
that the system of tunnelling with the Greathead shield prevented 
any possibility of injury hai adjacent buildings, and that the subsidence 


internal pressure. The jury returned a verdict for the ores 


ару оо по товоо tou Бю ces, кы Чопо the bursting о 
the water main, for which the railway company not been shown 
to be in any way ble. 


Dublin.—A question having arisen- between the Council 
and the three United Tramways Companies as to a power station at 
Ringsend, it is now stated by the Iris Times that an agreement has 
been arrived at by which "Ia consideration of permission being 
granted by the Corporation to the companies, or аго them, to 
electrically connect their system of tramways with company’s 
proposed generating station at Ringeend Road for the wor of 
their system of tramways, or any portion thereof, in connection with 
their lines within the City of Dublin, the said three companies sball 
undertake not to employ the electrical current for any purpose other 
than the haulage of their cars and the lighting of them, and of the 
Standards or poste wherever it may be found necessary to do so, 
within the City of Dublin, without first receiving the sanction of the 
Corporation in writing." 

Dublin and Lucan.—At a meeting of the Dublin and 
Lucan Steam Tramway Company it was resolved to issue debenture 


stock and preference shares for the purpose of providing the eleo- 
trical equipment for the lines. 


Dudiey.—lIt is stated that the Electric Traction Company 
has accepted a tender for converting the steam tram line from 
Dudley to Stourbridge into an electric line, and the work is to be 
executed within six months from the date of ita commencement. 


Edinbargh.—A proposal was before the Lord Provost's 
Committee last week for the construction of an electric tramway 
from Preston Street vid Dalkeith Road and Niddim, to Portobello, 
ка by Meadowbank and Waterloo Place. The matter was 

erred. 


Kirkealdy.— The British Electric Traction Company 
receutly wrote stating that it would be willing to take up the question 
of electric tramways for Kirkcaldy. The Town Clerk reported that 
& representative of the company had visited the town. 


Leeds and Bradford Light Electric Railway.—We 
have on several occasions given brief notes on the 


and Traction, Limited, who propose 5 the two towns by 
means of an electric tramway on the overhes ass (be guis 
inter-urban line over the main highway. The of the 
districts affected is over 700,000, and five district councils are 
interested in the scheme. T Popon a came before the Light 
Railways Commissioners (Mr. G. J. R. FitzGerald and Col. Boughey, 
R.E ) at the Leeds Town Hall on 17th inst., and there were present 
He d eta representatives on behalf of the Leeds 
1 Corporation, the Midland Railway Company, and the Great 
Northern Railway Company. With such extensive opposition it 
might reasonably have been expected that it would go hard with the 
echeme. . Arthur Graham H electrical engineer, of 
Westminster, produced the plans of the line, which had 


with one exception at Stanningley, 
could be done by electric traction. The object of the project was to 
afford more convenient and cheaper 
Mr. W. N. Stewart, of Westminster, one of the founders of the 
American Association of Electrical Engineers, whose 
comprised 13 years with Mr. Edison, of New York, also gave evidence 
5 the scheme, which he said would have an im 
effect 


DTE the prosperity of the districts passed 
His experience indi to bim that a multiplicity of administra- 
tion operated again 


intervals and low fares is a very im 
present railway service. The decision in 
case is of considerable importance. It shows that they are 
v aga doy schemes fall through unless there is good reason, and 
their offering to aid the: parties in arriving at a settlement is very 
satisfactory. 


Light Railways.—In the House of Commons on 
Monday, in reply to Mr. Bainbridge, Mr. Ritchie said that up to the 
present time 16 orders had been made by the Light Railways Oom- 
missioners, and submitted to the Board of Trade for confirmation. 
Of these, four had been confirmed by the Board of Trade 
modification, and five others would shortly be ready for confirmation. 
One order had been remitted to the Light Railways Commissioners 
for further consideration, and in the case of the six orders 
the time for lodging objections had not ге expired. 
undertakings authorised made any claims for financial ‘assistance from 
the Treasury or local authorities. Grants, however, had been pro- 
visionally sanctioned by the Treasury in cases which were still under 
the co: on of the Light Railways Commissioners. 


Liverpool.—The Tramwa Committes has appointed : a 

tation to visit Hamburg urpose of inspecting the : 

35 working е теге апа the management 
the workshops. 


Middlesboro’.—The British Thomson-Houston Company, 
Limited, is pushing forward the construction of the electric tram- 
wa The poles are being rapidly erected. The tracks for the o 

are to arrive in this country by the end of the 
month from America. The car bodies (being constructed at Birken- 
head) are also expected to be finished shortly. The three multi- 
tubular boilers for the depot in Bridge Stockton, are being 
rapidly fitted up in position in the power house. The overhead Mrs 
hes alveady arrived, and ls onthe ready to be put up, bat 
the meantime the company are waiting for brackets. 


Nottingham.—A deputation has visited Bristol to inspect 
the electric tramways and the power station. 16 is understood that 
as а result of this visit the deputation will recommend the adoption 
оќ overhead electric traction throughont Nottingham. 


Paisley.—An extraordinary meeting of the shareholders 
of the Paisley Tramways Company was held in private last то 
when a resolution was adopted ratifying an agreement betwee! the 
company, Messrs. A. and J. Faill, Robertson Street, Glasgow, an bioh 
British Electric Traction Company, Limited, the effect of W t 
will be to empower the last-mentioned body to work the p 
tramway system by electric traction, and to earry out alterations 
extensions. 


Peterborough.—A local 
tric tramway scheme which is 
syndicate. 


Salford.— The report of the sub-committee on pre 
traction recommends that the Council should undertake the Шам 
working of the Salford tramways on the electric overhead T 
system, and that the current for working the cars should be Р оппой 
by the Electric Lighting Committee. By 33 votes to 1 the cost. of 
has instructed the committee to prepare estimates of the © > 
carrying out a scheme put forward for Salford. The 00 to 
report contained the following:—‘In reference to the tramlines 


the 
this 
not 


lec- 
par refers to a proposed © 
promoted for the district by * 
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Patricroft, Swinton, and other places reached through Salford, 
no difficulty in providing electric power to work these 
power station required for the Salford lines; or 
wer might be supplied from any electric power station 
districte. The reconstruction of the lines to adapt them 
could either be undertaken by their respective owners 
Corporation under special agreements. All these 
no mechanical or electrical difficulties, and no doubt 
between the several authorities on terms mutually 
In order to give an approximate idea of the structural 


i 


пн 
үн 
B БЕ 


| 


years; the rails were not of the 
found most suitable for either horse-car or electric-car 


tramway, in extension or in deviation of existing lines, were also 
advisable. The total result, according to a rovisionally 
would be that in place of their present 8} miles of double 

and 32 miles of single line and crossing | a total of 

202 miles of single track, they would have 12:8 miles of double track, 
43 miles of single track used like double track in parallel streets, and 
2:5 miles of single track with crossing loops—a total of 32:4 miles of 


Stoke-on-Trent.—The Parliamentary Committee has 
recommended that the Town Olerk write to the British Electric 
Traction Company, and to the North Staffordshire Tramways Com- 
pany urging them to carry out the arrangements which were come to 
at the time when the Tramways Extension Order (1896) was passed, 
and inform them that unless they carried out their several obliga- 
tions the Corporation would take such steps as they might be advised 
to enforce the same. 


way capital, and of £10 for each preference 


The Power Distributing Schemes.—In the opposition 
to the Bill of the General Power Distributing Company for electric 
lighting powers, Bakewell will join with Belper, Matlock Bath, Mex- 
boro’, North Darley, and Swinton. 


Yarmouth.—The Yarmouth and Gorleston Tramway 
Company are negotiating for the purchase of the Yarmouth 'Bus 
pany’s undertaking, including horses, vehicles and premises, their 
intention being to make the Yare side stables, w are situated 
between Yarmouth and Gorleston, a station for the g tion of 
electricity, in order that they may bs able to run ic trams 
between Yarmouth and Gorleston. 


York.—The chairman of the York Tramways Company 
told the shareholders last week that they looked forward to being 
able to give a better service to the public by the application of eleo- 
tricity, without materially increasing their expenses, and they hoped 
that the Oo on, with whom they were in on, would 
meet them fairly. No progress had been made in the matter, because 
the on had such difficulty in making up their minds with 
regard to the electric light. 


Д 


TELEGRAPH AND TELEPHONE NOTES. 


Telegraph Extension Oompany had offered to extend the Hg eia 
new Oape cable from the Oape to Mauritius, and thence to Albany 
and provided the Australian Governments would agree to 
renew their present nonoy o £32,400 per annum for 20 years. 


Australia during the last two months, but the land service had been 


several times in He had nothing to as to any 
alternative service, w was not being pressed at the present time 
by any colony. 


Hawaiian Cable.—Mr. J A. ident of 
Б. ав Саме ames Sore president o 
18th, before the House 


proponon to extend it to Australia for $75,030 additional per year. 
said that during the Venezaela trouble it had cost the Govern- 
ment $5,060 for one diplomatic ‚апа no one knew what the 
Government's expense was in this connection. According 
to a New York exchange he said that it would take 8,000 miles of 
cable from San Francisco to Honolulu. 


L.C.C. and Telephone Matters.—A statement by the 
Highways Committee on the telephone service of the National Com- 
pany was before the Council on Tuesday. The matter will come 
up again before the first meeting of the new Council. 


The Telegraph Service.—The Council of the Associated 
Chambers of Commerce recently requested the Postmaster-General 
to receive a deputation on the subject of telegraphic communication. 
The Duke of Norfolk, in reply, says that the Lords of the 
Treasury have been consulted, and they do not consider it advisable 
to propose the abolition of the separate account for telegraphs. 
With regard to the extension of telegraphic facilities in rural dis- 
tricte, his Grace bas given the matter special consideration, and the 
concessions given on the oocasion cf the Diamond Jabilee were 
evidence of the desire of the Government for the increase of such 

ties. In the course of the year many new telegraph offices have 
been opened and costly extensions are in hand. The total number 
of telegraph offices of all kinds now open to the public is 10,432. 


Telegraphic Communication between Calais and 
Dover.—In the House of Commons last week, Mr. Hanbury, in 
answer to Mr. Cohen and Mr. Stuart-Wortley, with regard to the 
mail packet from Dover to Calais having left Dover in a storm on 
November 29th and having had to put back, when a telegram sent 
from Calais to prevent her from starting had been delayed by having 
to reach Dover through London, said the delay did not take place on 
that account. It arose from an interruption caused by the storm 
with the line between Calais and the French landing station, about 
six miles off, necessitating the transmission of the telegram by & 
circuitous route. There was not sufficient traffic to justify the alloca- 
tion of direct wires between France and Dover or Folkestone. The 
transmission of the telegram through London did not involve any 
appreciable delay. The Postmaster-General was considering whether 
any arrangements could be made whereby the consequences of an 
interruption to the normal communications would be rendered less 
serious than on that occasion. 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired, 
Brest-Bt. Pierre (Anglo, 1909) April 6th, 1893 ... ipe 
West Indies— 

8t. Oroix-Trinidad eo Nov. 80th, 1896 ove TII 
Paramaribo-Oayenne ... Jan. 27th, 1898  ... ise 
Amason Company's cable— 
Ttacatiara eee May Seh, 1896 өө 
Obidos-Parintins .. Dec. 7th, 18996 . $ 
Saigon-Hong Kong .. Jan. 8th, 1898 ба 
Bmden-Vigo ... .. Feb. 7th, 1898 . Feb. 18tb, 1898 
rus-Letakia % .. Feb. 10th, 1898  ... m 
Bissao ee ees Feb. 19th, 1898 eee eee 


LANDLINES. 
„ March 19th, 1896 ... 


о Barranquilla July 4th, 1896 
Сона Rica landlines... ^... Feb. 10th, 1898 . Feb. 18th, 1898. 
Baigon-Bangkok .. ... Feb. 16th,1898 ... Feb. 17th, 1898. 


Trunk Telephone Lines.—In reply to а memorial of 
the Associated Chambers of Commerce the irregularities 
and delays in the trunk telephone service, the Postmaster-General . 


December 31st, 1597, the construction of additional trunk wires, 


CONTRACTS OPEN AND CLOSED. 


OPEN. 
Belfast.— March 8th. The Corporation wants tenders 
chester Street. Electrical 


for the мамо the new police cells, 
17 ‚ Mr. V. A. Н. McCowan. See our “ Official Notices February 
18th; 


Berlin.—March 15th. The Municipal Traffic Deputation 
2 m has opened а строс for the construction 
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Blackpool.— March 22nd. The Corporation wants tenders 
for a tubular 8 con , rectifiers, boosters, 
cables, arc lamps and d Borough 

ces." 


Carlisle.—February 25th. Tenders are being invited for 
the erection of the central station buildings in James Street. City 
engineer and surveyor, Mr. Н. О. Marks, 36, Fisher Street. | 


Coventry.—March 8th. The Electric Light Committee 
wants tenders for the supply and erection of engine house, separate 
exciting and surface condensing plant, also pipework, switchboards 
and instruments for extensions of the municipal electricity works 
Consulting engineer, Mr. Robert Hammond. See our Official 
Notices” February 18th. 


Denmark.—March 19th. Tenders are being invited for 
the supply of the engines, dynamos, accumulators, &c., required in 
connection with the new central station at Frederiksberg, near Copen- 
hagen. Tenders to be sent to the Frederiksberg Sporveſs-og 
Electricitets Aktieselskab, Gammel Kongerie, 140, Cope V., 
from whom particulars may be obtained. 


France.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the ponli streets of the town, either by gas or 
electricity. Particulars from, and tenders to be sent to, La Mairie de 
Baint Chamond (Loire). . 


Glasgow.—February 28th. The Corporation wants tenders 
for the hire or purchase of dynamos and engines, direct coupled or 
belt driven, capable of providing 1,100 B.H.P. and spare power 
equal to 25 per cent. additional, also two rope driven dynamos to ran 
at a speed not exceeding 500 revolutions per minute, and capable of 

viding 200 Н.Р. each at а potential of 230 Н.Р. The plant must 
delivered by August let. Engineer, Mr. W. A. Chamen. See our 
" Official Notices " February 18th. 


Glasgow.—February 28th. The Corporation wants tenders 
for the supply of lead covered cabies and accessories for twelve 
months, accumulators, motor transformers, motor driven boosters and 
switching apparatus. Mr. W. A. Chamen, engineer. See our 
“Official Notices February 18th. 


Italy.—March lst. Tenders are being invited by the 
Municipal Authorities of Cassino (Caserta) for the concession for the 
eleotrig lighting of the public streets of the town during a period of 
30 years. Tenders to be addressed to El Municipio de Cassino 
(Caserta), Italy. Particulars from ditto. 


Italy.— March 2nd. Tenders are being invited by the 
Municipal Authorities of Piacenza for the establishment of а central 
electricity generating station in the town for ens anc power 
ў Particulars may be had from, and tenders to be sent to, El 
unicipio di Piacenza, Italy. 


Liverpool.—March 8th. The West Derby Board of 
Guardians wants tenders for supply and erection of boilers, engines 
dynamos, batteries, wiring, &c., for the lighting of the Mill Road 
Infirmary. Consulting engineer, Mr. T. L. Miller. See our Official 
Notices” for particulars. 


Northwich.—March 5th. The Weaver Navigation 
Trustees are inviting tenders for the construction and erection of the 
necessary electric power plant for lighting and working the new 
swing bri at Northwich. Current will be supplied by the 
Northwich Electric Supply Company. Engineer, Mr. J. A. Saner, 
M. I. B. B. See our Notices” February 11th. 


Pembroke (Ireland).— March 5th. The Lighting Com- 
mittee wants tenders for the supply and erection of various plant, 
machinery, &c., for electric lighting. See our “Official Notices” 
POCHI 160 for full particulars. Consulting engineer, Mr. Robert 
Hammon 


Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
rode gach for the supply of 56,000 metres of galvanised iron and 


Shoreditch.— March 8th. The Vestry wants tenders 
tor the supply of electric cables and sundries, also engineers’ tools, 
ironmongery, &o. See our Official Notices” February 18th. 


Sunderland.—February 25th. Tenders are invited by 
the Corporation for the supply of various cables, pipes, service boxes 
and stoneware casings for the year. remy. electrical engineer, Mr. 
J. F. O. Snell. See our Official Notices” February 18th. 


The War Office —April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and specifi- 
cations for the supply of portable electric search light apparatus. 
Particulars from the Director of Army Contracte, War Office, Pall 


Mall, S.W. See our Official Notices February 4th. 


Victoria.—March 21st. The Telegraph Department of 
the Victorian Government Railways is inviting tenders for the supply 
of alternating current transformers and one main switchboard. 
Tenders to the Telegraph Superintendent's Office, Spencer Street, 
Melbourne. : 

Wallasey.—March 17th. The District Council wan 
tenders for the supply of engine, alternator, exciter, two Lancashire 


and one water-tube boilers, and condensing apparatus. Engineer, 
Mr. J. H. Crowther. See Official Notices" February 11th. 


. Warsaw.—The Warsaw Municipality is inviting appli- 


er particulars, says Daily Tenders, 
a be obtained from, and applications to, the President of the town 
arsaw. 


- Watford.—March 16th. The District Council wants 
tenders for the supply and erection of various plant for the electric 
lighting of the district. For details of the seven sections see our 
и Official Notices" February 11th. Mr. W. О. О. Hawtayne, consulting 


West Ham.—March 8th. The Council invites tender 
for wiring and fitting up various buildings, including the Town Hall, 


police court, Corporation stables, fire stables, &c. Mr. J. 8 
1 electrical engineer. Bee our “Official Notices February 


OLOSED. 


Belfast.—The Electric Committee has accepted the 
tender of Messrs. T. Parker, Limited, to supply and erect а 200-kw. 
steam dynamo for lighting and traction. A sub-committee is pore 
а summary of all that has been done by the Council in the way of 
investigating the electric traction question. 


Bradford.—The Gas and Electricity Committee has 
accepted the tender of Messrs. Cole, Marchent & Morley, of Bradford, 
to supply additional condensing apparatus at the new electricity 
works for £1,600. In view of the complaints meters at 
present in use, a new style at £2 per meter less is to be 


Leith.—The contract for boilers and accessories for the 
electric lighting installation has been given to Mr. Geo. Sinclair, of 
Albion Boiler Works, for £3,318. Messrs. Carrick & Ritchie will 
supply an 8-ton travelling crane for £240. We have already 
mentioned that the contract for the engines, dynamos, &c., is in the 
hands of the India-Rubber Company at £8,844. Mr. W. A. Bryson 
is the Corporation electrical engineer. The cost of cables and laying 
same is estimated at about £8,000. 


Walsall.— The number of consumers has increased to 102. 
The following tenders for extension of the plant have been 
vis.:—Mosers. Bumstead & Chandler, engine, £910; Thomas Parker, 
Limited, for supplying а continuous dynamo and a spare armature, 
£1,160; and Callender’s Cable and Construction Company, Limited, 
supplying and laying on the solid system in a cast-iron yin im three 
new concentric cables at the price of 19s. 6d. per yard (exclusive of 
the cost of excavating). 


Wimbledon,—The following is a full list of the tenders 
sent in for the municipal electric lighting scheme — 


BUILDINGS. 
2E s. ё. 
Messrs. Manter .. .. wwe 9,990 0 0 
„ Thomas & Fdge .. : . 8,961 0 0 
„ Lorden & Sons es 55 .. 8,838 0 0 
» Burgess В .. (accepted) 8,888 0 0 
97 Wal & Co. ee ee ee . ee ee 8,578 0 0 
» Buller & Co. “a “ae 8,90 0 0 
„  Jerbury & Co. , 8984 0 0 
MACHINERY.— Section 4, Boilers. 
Messrs. Babcock & Wilcox . (acoepted) 9489 0 0 
The Southern Cross Engineering Company .. , 9,795 0 0 
The Haythorn Tubular Boiler Company 8,897 0 0 
Messrs. Hornsby  .. . ee m m 8,505 10 0 
Section B.— Condenser and Pipes. 
Messrs. Babcock & Wilcox ..(postponed) 9,081 0 0 
Section C.— Crane. 
Messrs. Carrick & Ritchie 120 0 0 
„ Higginbotham .. es 182 0 0 
The Bedford Engineering Compan 149 0 0 
Messrs. Spencer " ; 152 0 0 
„ X Babcock & Wilcox i a Ж .. 18 0 0 
„ Taylor & Hubbard i^ T 1 oO. 1600 
Section D.— Steam Engine and Dynamo. 
The Southern Cross Engineering Company .. 8,8900 0 0 
Messrs. Parsonsns „ $14 0 0 
„ Crompton .. pa 92 .. (accepted) 4,181 0 0 
The Electric Construction Company g.  .. 4,968 0 0 
Messrs. Easton, Anderson & Goolden .. . 4575 0 0 
„ Nather & Platt . 4689 0 0 
?» Siemens ee ee Ы 4,690 0 0 
The Brush Company Жо: . 5,110 0 0 
The General Electric Company. 5,615 0 0 
Messrs. Fowler „ Сш: Came cds . 5,801 0 0 
Bection E.—Switchboards, 
Messrs. Edison & Swan ; 454 18 0 
„ James White s к és К" .. 668 10 0 
The Electric Construction Company g. . 670 0 0 
Messrs. Crompton . eo. 5. ee 60100 
„ Siemens . (postponed) 92 0 0 
3 Sharp & Piper . 74010 0 
The General Electric Company .. ee eo — 750 0 0 
Messrs. Fowler ES os és T aca .. 155 0 0 
„ Ferranti .. $s x a3 is S 2 0 0 
MAINS, 
Messrs. Henley & Co. .. (accepted) 15,792 13 9 
„ Glover & Co. .. 16.127 17 4 
„ Callender .. 16.531 8 4 
»  Riemens  .. ЧЕ МЕ oe 17,417 11 8 
The British Insulated Wire Company . .. 90.888 19 2 
The Western Electric Company y^ Vs .. 90,950 19 1 
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FORTHOOMING EVENTS. 


1898. 
Friday, February 25th, at 6.80 p.m.— The Institation of Electrical 
Engineers. Students visit to the Shoreditch electricity 
Hg осла. Applications at once to the Students’ 
Hon. (Mr. В. Grant, 98, 8t. Mary Abbot's Terrace, 
W.) as the number will be limited to 90. 

At 8 p.m.—The Institution of Civil Engineers.—Students 
m . “The Problem of Train Resistance,” by 

C. В. Wolff, B.8o., Stud.Inst.C.E. 

Sunderland Oorporation tenders due to-day. 
Saturday, Fe 26th, at 4 p.m.—Physical Society in the 
т етй Leoture Room, Katt Lane, Eton 
1. A new theory of rn. 2. Anew method of 

n 3. ents 


ns on the shadow of El Teide, with a new 
method for measuring approximately the diameter 
ef the earth. 6. Temperature of the water of 
Niagara. 
Monday, February 28th, at 3 p.m.—The Institution of Junior Engi- 
neers. Visit to the Westinghouse Brake Company's 
Works, York Road, King’s Oroes. 


Last day for Glasgow Corporation tenders. 
Tuesday, March 1st.—Rón Society. General meeting at the 
rooms of the Medical Bocie 


t Vacua,” Mr. J. H. 
by Mr. Wilson Noble and Mr. 
. Isenthal will sho 


w some new 
apparatus, 
Wednesday, March 904, at 8 p.m.—Soolety of Arta. Kites: Their 
and "by Oa В. F. S. Baden-Powell. 
Prof. W. Grylls Adams, F. R. S., will preside. 
Thursday, March 3rd, at 8 p.m.—Ohemical ху, Barlington даш 


: : : “ Pro- 
duction of Some Nitro- and ио Оу utidines.” J. N. 


L. Hall. “The Inter- 
action of Ms um and Solution of Copper Sulphate.” 
E. Divers, M. D., F.R.8. 


Royal Institution. First of a series of five lectures on 
“ Recent Researches in Magnetism and Dia-Magnetism,” 
by Prof. Fleming. 

Friday, March 4th, 8 p.m.—At the Westminster Palace Hotel. The 
Institution of Junior Engineers. Paper on An Outline 
of Patent Law and Practice," by Mr. Arthur Н. Stanley, 
Fel.C.I.P.A., Member. 


NOTER. 


(Continued from page 957.) 


American Dynamos.—Our friends on the other side 
have been most active in developing the applications of the 
dynamo-eleotrio machine. But few improvements have 
originated in America. The modern dynamo, with all its 
perfections, is the product of European, and mostly British, 
acience, yet it finds a far greater field of application in the 
States; and some things, although well known here and not 
much used, are sometimes promoted in America as 
meet with considerable acceptance. A 
сме in point at present is the introduction of what is 

multi-voltage dynamo, a form of dynamo 
patented in this country by Kennedy, brought 
uently by Herr Rothert in Germany, and by 
Mr. Sayers and Mr. Kingdon in Britain. No doubt our 
friends will work this style of machine “ for all it is worth,” 
bat at the same time it is only fair to point out that the 
construction of machines to give several voltages from one 
armature and one commatator is well known, its princip! в 
and methods of operation are well understood, and in this 
country, at any rate, any manufacturer is quite free to con- 
struct, and use, and sell such machines when they are wanted. 
In back numbers of the ELECTRICAL Review several refer- 
= will be found to these multi-voltage or multi-circuit 

ynamos, 


placed one above the other to the nu 


Rail Bonds.—Not long ago we remember coming across 
a reference by some would-be learned authority in electric 
traction to the idea that heavy rails are necessary for the 
new method of traction because large currents are conveyed 
along them! It is, of course, quite true that 80, 90, and 
100-Ib. rails are now used where formerly a weight of 45 or 
50-Ib. was considered enough; but the notion that such an 
increase is required for improvement of the return circuit is 
strangely belied by the fact that engineers responsible for 
electric tramways are satisfied with bonding а 90-Ib. rail 
with two No. O copper bonds! Assuming that the capacity 
of the bonds at any joint does not exceed 25 per cent. of the 
maximum capacity of rail, a 90-Ib. rail would require no less 
than three No. 000 bonds at each joint. It is evident, then, 
that rail and bond capacities do not correspond at all, nor is 
it necessary that they should. The usual rail area is enor- 
mous for the current it has to oarry, and the trouble as to 
resistance and waste is not here but at the joints, where 
insufficient and irregular contacts are, we fear, frequent. A 
single track of 90-Ib. rail has а capacity in area of steel 
equal to at least 2) square inches of copper. In the Street 
Railway Journal Mr. E. T. Birdsall touches upon this 
point, mainly for the purpose of drawing attention to a new 
type of heavy copper rail bond which he has devised, suit- 
able for soldering to the under side of the rail base. It oon- 
sista essentially of a number of copper wire horseshoes, 
mber of, say, five, with 
a long flat-footed sort of elliptical base cast on to each 
vertical series of ends. The whole thing is claimed to be 
chea ting about 62. put into position—and possessing 
great flexibility. With 60-foot rails, Mr. Birdsall gives the 
cost of bonding as £45 per mile, single track. 


Different Men, Different Minds.—Some of our contem 
Ка do not think very highly of the promoting and 
nancing interests eng just now in the development of 
electric tramways at various places in this country, and pro- 
fess to believe that these interests are very largely bent ороп 
makiog great profits for themselvea out of what are to be 
regarded as speculations instead of investments. We are 
glad, however, to note that the Railway World has a different 
view of the matter, and in its last issue comments upon this 
subject much more favourably. Our contemporary considers 
that so far, with soaroely an exception, every electric traction 
enterprise has been initiated by genuine investors who have 
desired to secure an enduring success for a useful industrial 
undertaking. As a special instance of this praiseworthy 
type of promotion there is brought forward the Oldham, 
ton and Hyde Electric Tramway, the share capital for 
which was lately offered to the public and subscribed several 
times over, and we think from such well based information 
as has been at our command, that the statements of our ооп- 
temporary are justified. It is much to be hoped that this 
happy condition of affairs will long continus, and that we 
not in regard to electric traction see any of the 
methods only too common in the ear T days of 

horse tramways, when finanoiers bought or obtaine 
sions cheaply, sold them at high figures to subsidiary оош» 
panies, and then left the latter to struggle on as best they 

could with enormously inflated capital accounts. 


Electricity on Warships.—The following letter from 
“Velox” appeared in Wednesday's Times :— 


matter and consideration ends. But ought it to do so? It is well 
known that insulation has no retarding effect upon induotion, and 
that when large currents are in circulation, or meeting arrest, the 
induced electricity extends for many feet beyond the inrulation. 
Hence we have only to supply some other material —sucb, for instance, 
аз а length of wire rope, a length of chain, or even a collection of 
shell or other metal cases—suitably placed, aud a spark may be 
obtained at many parts of the ship. The thought certainly rises 
whether these powerful currents ought to be employed on board 
vessels which carry gunpowder and dynamite. The latter is an un- 
stable compound and may, beside, be affected by these induced 
charges. It certainly seems to me that our modern warships have as 
much to fear from these electrical actions as they have to fear from 
the enemies’ shot. _ 
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Lectures.—On behalf of the Literary Society in oon- 
nection with Marylebone Presbyterian Church, a lecture 
was delivered on Wednesday evening, last week, by Mr. 
F. Tandy, A.I.E.E., upon the subject of “ Electric Waves,” 
with special reference to signalling through space. Numerous 
experiments, and illustrations by limelight, demonstrating 
the possibilities of telegraphic signalling between. two 
роши without coanecting wires, were shown by Mr. 

andy, assisted by Messra. G. E. and R. J. Taylor. 
Interest was added to the lecture, by some actual re- 
corded signals being on view, that had been transmitted 
recently batween Alum Bay (Isle of Wight) acd Madeira 
House, Bournemouth, an approximate distance of 14 miles, 
which had been kirdly supplied for the lecture by Signor 
Marconi. Mr. Tandy had the loan of apparatus from W. Н. 
Preece, E:q., C. B., engineer-in-chief at the Post Office. 

Before the Shipley Textile Society on 14th inst., a paper 
was read by Mr. A. K. Foster, of Bradford, оп Will Elec- 
tricity Advance the Loom?“ 

Before the Glasgow Technical College Scientific Society on 
12th inst., Mr. E. H. Judd read a paper on High Speed 
Eogines for Electric Lighting.” He gave interesting figures 
regarding the engines employed in London and the pro- 
vinces. Taking London with 19 electricity stations, of 16 of 
which the lecturer had information, containing 176 engines, 
there were 116 Willane, 10 Belliss and 18 other types, giving 
a total of 32,182 H.P., or 70 per cent. of the total horse- 
power in these stations, supplied by bigh speed engines. In 
the provinces, of 604 engines in electric light stations, 857 
were high speed. 

Prof. S. P. Thompson lectured on “ Electric Motive 
Power " at Carpenters’ Hall, E.C., on Monday last week. 

Under the auspices of the Dundee Institute of Eogineers, 
Mr. A. G. Seaman lectured at Dundee, on 18th inst., on 
* Underground Systems of Electric Traction." 


Electricity in Municipal Engineering. — Mr. R. 
Bowens, writing to the Electrical World, finds fault with the 
power department of municipalities, He finds, especially in 
western towns, that water supply is often obtained from 
distributed wells each provided with its own steam plant of 
the direct acting and therefore wasteful description. In 
place of so many separate plants and attendants he would 
collect all power at one central station with a minimum of 
attendance, and distribute therefrom electrical power to the 
outlying stations to drive the pumps. In many towns, 
especially where there is some water storage, the 

umping can be chiefly done by day so as to provide load 
or the lighting plant of a municipal light station 
and a regular economical rate of work can be maintained. 
Electricity is also recommended for sewage sterilisation on 
the Hermite or Woolf systems. In one case, for a рте 
tion of 80,000, the power required was only 15 H.P., and 
the cost per annum barely 13d. per head, aul this wonld be 
halved if the electricity came from one central station. The 


necessity of larity in burning refuse makes very conve- 
nient the use of power in pamping, во as to maintain а oon- 
stant demand for steam the whole 24 hours through. For 


small towns, in which many things are municipalised, there 
is much to be said for the author's suggestions. Indeed, in 
London, there might be much done to economise fuel and 
. expense all round, could men only agree to matual 
economies. Could one only see all the power generation of 
London in the sweep cf one's eye, there would be visible 
гару men banking up boiler fires and doing their best to 
check steam raising. Others would be equally busy trying 
to keep eteam against a heavy draught, there would be seen 
electrical station boilers lighting up at night and pamping 
stations shutting down, and generally about twice the fael 
burned that need be, and quadruple the labour expended. 
There wonld be seen clouds of steam blowing to waste in the 
air, and thousands of houses half warmed by extravagant 
laborious fires that might be nicely warmed from waste heat. 
In fact, no one realises the economy that would be possible 
were municipal authorities half alive to their duties and 
responsibilities. Merely for pumping, sewage treatment and 
street lighting, our author considers that a refuse burner, 
perhaps assisted with good fuel, would find a fairly steady 
load for every hour of the twenty-four. : 


Institution of Mechanical Engineers.—On the second 
evening of the recent meeting of this Institution held in 
London, Mr. Johnson occupied the chair, and the proceed- 
ings were opened by Sir Douglas Galton moving a vote of 
thanks to Mr. Bache on his retirement after many years’ 
service to the Institution. The speaker referred, says 
Engineering, in feeling terms to the devotion to his duties 
which, for so long a period, the late secretary had displayed, 
and he felt sure that the good wiehes of all members of the 
Institution would follow Mr. Bache in his retirement and 
well-earned re:t. For many years to come he hoped that 
Mr. Worthington, who, he was sure, would prove во able а 
successor, would be able to consult his predecessor in times 
of difficulty such as were sure to arise in the condact of 
every irstitution. The motion was seconded by Mr. 
Jeremiah Head, who said that it had been his lot to b:come 
President at a orisis in the history of the Institution, the 


tiding over of which was one great turning point in its 
career. He was the first president who served after the 
appointment of Mr. Bache as secretary. There was, un- 


fortunately, a great deal of friction at the time, and if there 
had been a secretary of less good feeling and of less common 
sense the results might have been disastrous. The position 
was 80 Sear ape at one an are Не гав al most 
despaired of grappling with it, an thong resigning 
hia’ ро. It was then that the loyal support accorded to 
him by the secretary was moat felt, and, happily, by the 
good offices of their friends and by the exercise of self- 
restrain and sound common sense, they had passed through 
the crisis successfully. He had much pleasure in seconding 
the resolution. The President next invited any member from 
the body of the hall to speak on the motion. In reply, Mr. 
Bernard Dawson, Mr. Hawksley, and Mr. Oughterson added 
their recognitions to the valuable services rendered by Mr. 
Bache during his long career of 48 years as a servant of the 
Institution. The motion was then carried with acclamation. 
Mr. Bache thanked the members for the kind way in which 
they had this vote. The incident was one of a series 
of kindnesses such as he had oonstantly received from the 
members of the Institution. The work of his lifetime had 
been a great pleasure to him, and he would say now, that 
if he had to start in life again and could select his career, 
he would choose no other position than the one he had filled. 
He could not answer all the kind things that had been said 
of him by Sir Douglas Galton and Mr. Head in proposing 
and seconding the motion, nor to the no less gratifying. 
remarks of Mr. Dawson, Mr. Hawksley, and Mr. Oughterson. 
He would, however, make one reterenoe to what Mr. Head 
had said about the trying time they had pasne through 
when that gentleman was president of the Institute. Mr. 
Head had attributed too much to him; and, indeed, it was 
the sterling character of the ре that had carried 
the Institution through that difficult and trying period. 
He cordially thanked the meeting for the way in which 
the vote had been carried, and would be pleased to assist 
the Institution to the fullest extent of his ability, should 
his advice or assistance be required by Mr. Worthington, 
who, he felt sure, would so ably fill the position to which 
he had been appointed. 


Old News.—Our French contemporary, L’Hleciricen, 
informs its readers that a Russian engineer, whose name 1s 
not very formidable—no worse, at least, than Romanow— 
has invented a new form of electric suspension railway. 
Moreover, he has devised three types of it—one for п 
and parcels, a second for goods traffic of medium weight, 
and a third for heavier goods or for passengers. Figures 
as to cost of construction, working expenses, &., are also 
given, but in a form which cannot be understood. How- 
ever, they do not affect this remarkable disoovery (!) of & 
“telpher” system; which is, apparently, exactly what oould 
be seen at work in this country 10 or 15 years ago. 


X Rays in Medical Work.—The statement that at à 
Liverpool hospital X rays were utilised in no less than 57 
pases during the year 1897, is followed up by the treasurer of 
the St. Thomas’s Hospital, Albert Embankment, who says, 10 
a letter to the Times, е E St. Thomas ы, many 88 p : 

tients passed through the X rays department during 
еў So great is the pressure of work, that an assistant to 
the officer in charge is about to be appointed. 
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To Battery Makers and Users.— Au interesting offer 
now being made by an American house for the of 
popularising the Willard storage battery is worthy of atten- 
tion from battery makers in this country. The firm requests 
anyone interested in storage batteries for whatever purpose, 
and esp-cially for large power or lighting planta, to inves- 
tigate the mechanical and electri construction of the 
Willard cell. Inquiry is invited and scientifio testa oourted, 
and the company undertakes to supply anyone with the 
mesns by which he may investigate for himself the merita 
ef the buttery, and for the purpose of such test and com- 
parision a single oell of any size is offered at half the net 

ice. An investigation of oells which have been in use 

rom two to five years is invited. There is no better 

recommendation for n grin than to place it before the 

blic for free and full investigation, and our American 
riends appear to appreciate the truth of this in the present 
instance. 


W. T. Glover & Co., Limited.—Under our New Com- 
panies this week will be found a notice of the registration 
of this company, with a capital of £200,000, to take over 
the business of the well-known cable and wire manufacturers, 
Messrs. W. T. Glover & Oo. 


Electricity Meters.—A oourse of five lectures on “ Elec- 
tricity Meters is to be given at the Finsbury Technical 
College, by Mr. Louis J. Steel, A. I. E. E., commencing 
M 8rd. See our Official Notices." 


Personal.—We notice in the Bulletin Hebdomadaire of 
Posts, Telegraphs, and Telephones, that it is probable that 
M. Raymond, the actual administrator of telegraphs in 
France, will retire shortly from the public service, and will 
be succeeded by M. Wünschendorff, who is well known to 
the English telegraph world. M. Wünschendorff at present 
is one of the inspsctors general of French telegraphs. M. 
Raymond will be a difficult man to follow on acoount of his 
knowledge, industry, and arbanity. 


NEW OOMPANIES REGISTERED. 


International Engine Paieats Development Com- 
pany, Limited (56,144) .— February 17th with capital 
ee б еў ngs т the assets gor ича = m and 

yne, Limi an ew ; 
Limited, and Р. Р. Basden, its liqaidator, and to carry on the basi. 
ness of mechanical, electrical, and 


ers, engine builders, 
and manufacturers of steam motors. The sub- 


resoent, 
clerk; A. Robinson, 8, Stone Lincoln’s Inn, solicitor; J. 
Shinley, 13, Model Buildings, Gray's Inn Road, W. O., clerk. The 
number of directors is not to be less than three nor more than five. 
The first are R. Hunt, W. Shrimpton, and A. G. New; qualification, 
: 500 shares; remuneration, £300 per annum divisible. Registered 
office, 33, St. Swithin’s Lane, H. O. 


Gas and Electric Light Consumers’ Protection 
Association, Limited (56,088).— February 14th with 


capital £1,000 in £1 shares, to estab and on a system of 
iodically in the registering indexes o and electric 
bt meters. e su bers (with one share ) are: V. Н. 


Green, journalist; J. Oristol, 7, 
Richmond Road, Bayswater, financier; F. Thomas, ке Park, 
Harrow, j ist; W. О. Daniels, 39, Chardmore Road, Stoke 
Newington, merchant; D. Davies, 50, Brondesbury Road, Kilburn, 
accountant; J. Cottrell, 83, Balmoral Road, W 
F. О. Evans, 52, Queen Victoria Street, E. O., solicitor. * Registered 
шш PE of association by F. E. Evans, 52, Queen Victoria 


W. T. Glover & Co., Limited (56,124).— Registered 
February 16th with capital of £200,000 in £1 shares (100,000 £5 


per cent. cumulative ce), to acquire the business carried on 
у Н. Edmunds and G. B. Samuelson, at Springfield Works, Salford, 
Lancashire, as W. T. Glover & Oo., to adopt a certain agreement, 


and to carry on the business of manufacturers of cables and lines for 
electrical pu electrical engineers, and contractors, manu- 
facturers cal Apparatus, and suppliers of electricity. The 


Gardens, S. W., electrical engineer; W. P. J. Fawcus, Derwent Bank, 
Keswick, engineer; J Manchester, 


ruis dad J. W. Moore, 28, Devonshire Street, Higher Broughton, 

, accountant ; R. Taylor, 1, Weaste Road, W Man- 
chester, cable maker; 8. Hartford, 17, Woodland Avenue, Higher 
Broughton, traveller. The number of directors is not to be less than 
three nor more tban five ; the first are:—H. Edmunds, G. B. Samuel- 
воп, W. P. J. Fawcus, and Н. P. Holt. Qualification, £2,000; re- 
muneration as fixed by the company. Registered by Rowcliffes, Rawle 
and Oo., 1, Bedford Row, W. O. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Salisbury Eleetric Light and Supply Company, 
Limited (41,414).—This company’s annual return was fi on 
January 8th, when 1,307 shares were taken up out of a capital of 
£20,000, in £1 shares. £1,013 15s. has been paid, and £293 бв. is in 


arrears. 

Railways’ Electric Supply Syndicate, Limited 
(52,812).—Tbis company’s statutory return was filed on November 
18th, when 7,000 shares were taken up, and issued as paid, out of a 


capital of £10,000 in £1 shares. 


Silicon Electric Lamp Syndicate, Limited (47,238).— 
This company will not be proceeded with, as the patent for the 
acquisition of which the undertaking was formed have been other- 
wise disposed of, and the name of the company will be struck off the 
register. 


Rand Central Electric Works. Limited (43,712).— 
This сошравув annual return was filed on January 7th, when the 
capital of £300,000 in £1 shares was taken up in full; 25,000 shares 
ате considered as paid, and £275,000 has been received. 


Single Wire Multiple Telephone Signal Company, 
Limited (16,857).—This company's annual return was on 
December 24th, when 374 shares were taken up and paid for in full 
out of a capital of £5,000 in £10 shares. 


Smithfield Markets Electric Supply Company, 
Limited (53,354).—This company i statutory А ар ёо 
November 29th, was filed on ber 11th, 1897, when 73 shares 
were taken up out of a capital of £100,000 in £5 shares. £1 per 
share has been called, and £7 paid. 


Taylor & Tucker Art Metal Company, Limited 
(28,892).—This company’s annual return was filed on January 17th, 
when 4,400 shares were taken up out of a capital of £5,000, in £1 
shares, and paid for in full. 


Telescriptor Syndicate, Limited (47,635).—This oom- 
peny's annual return was filed on January 14th, when 39,507 shares 
were taken up out of a capital of £40,000, in £1 shares; 35,000 are 
considered as paid, and £4,507 has been received. 


Sussmann Electric Miners’ Lamp Company, Limited. 
(47,821).—This company's annual return was filed on November 30th, 
1897. The capital is £80,000 in £1 shares (1,500 deferred, 39,250 
preference, 
and 28,488 


Thompson, Ritchie & Co., Limited . 
's annual return was filed on January 14th. The capital is 

£10 shares (200 preference). All the preference and 140 
and 100 preference and 70 ordinary 
has been called on the 


compan 
ordinary have been 

ve u 
C £10 per в 
rest, and £1,700 has been received. 


Townsend, Tamplin & Makovski, Limited (53,914). 
—This company's statutory return was filed on January 6tb. The 

ital is £20,000 in £10 shares (1,000 “A” and 1,000 B). 350 
“A” and 401 " B" shares have been taken up, and 401 of the latter 
are considered as paid. £10 per share has called on the rest, 
and £3,650 has been received. 


Automatic Electric Railway Signal Company, 
Limited (37,686)—Tbis company’s annual return was filed on 
December 23rd, when 5,940 shares were taken up out of a capital of 
£10,000 in £1 shares; 4,300 shares are considered as and £1 
per share has been called on the others. £1,647 10s. has been 
received, including £7 10s. paid on 15 forfeited shares. 


African Trans-Continental Telegraph Company, 
Limited (37,855).—This company’s annual return was filed on 
Jan 4th, when the capital of £140,000 in £1 shares was fully 
subecri £116,450 has baen paid, and £23,550 is in arrears. 


Amazon Telegraph Company, Limited (44,532).— 
This company's annual return was filed on January 20th, when the 
capital of £250,000 in £10 shares was taken up, aud paid for in full. 


Electrical Copper Company, Limited (48, 068).— This 
company’s return was on January 18tb, when the whole capital 
of £500,000 in £1 shares (150,000 preference) was taken up. The 
ordioary shares are considered as paid, and £1 per share has been 
уан on the others. £148,266 10s. been paid, and £1,733 103. is 

arrears. 
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OITY NOTES. 


National Telephone Company. 


Tux twenty-first ordinary general meeting of the National Telephone 
Company, Limited, was held on Thursday, last week, at Cannon 
Street Hotel, Mr. James Staats Forbes presiding. 

In moving the v dee of the күн the Сналтвмли said that 
knowing as they did the very great difficulties by which they were 
surrounded in carrying out the telephone business, they felt that the 
figures were exceedingly satisfactory, and they trusted that those 
present and those absent who had studied them as either affecting 
the past half-year or the past year, and who carried their knowledge 
back to former years, would as satisfied as the board were with 
the progress the concern was making. They would observe that the 
growth of the business in the half-year had exceeded by £67,600 the 
сара of the corresponding half of 1896. The working expenses 
had increased reasonably in relation to the increase of the 

{в themselves, and the accounts. showed that the net result for 
the half-year, after deducting the Post Office royalties amounting to 
£46,000, was an increase of £23,474. In respect of subscriptions 
already received for services to be rendered in the coming 

ear—that was to say, the year they were now in—they 
Bad the large sum of £473,586 in hand, an increase 
£58,872. The available balance, £156,435, would enable them 
to do certain things, namely, to pay a dividend at the rate of 6 
per cent. per annum, less income-tax, on the first and second prefer- 
ence shares, 5 per cent. per annum, less income-tax, on the third 
preference shares, and 6 per cent. per annum, free of income-tax, on 
the ordinary shares. Tbat was really the long and short of the whole 
business; that was the outcrop of the working for the half-year. 
They would see by paragraph No. 6 that кро to transfer 
£40,0°0 to the reserve fund, and to carry the nce of £10,034 for- 
ward. That £40 000 thatithey carried tothe reserve was £5,000 more that 
half-year than е been in the habit of carrying to that fund for 
some time past. ey next came to the capital expenditure—a very 
serious matter, but not unduly serious, seeing the progress of the 
business. They had expen the sum of £267,375 on capital 
accounte, which was a pretty good lump for one half-year; but it was 
only, after all, the embodiment of a growing business. In the half- 
year they had erected 5,633 additional exchange and private lines, and 
besides that there had been considerable expenditure in what 
really came to a transformation of the system from overhead to 
underground wires. The overhead system was attended with enormous 
difficulties, which rather increased. They im upon the company 
certain risks from time to time which not only caused a great deal of 
liability, but a great deal that was harassing in working the under- 
taking. The underground system was free from those contingencies. 
It was costly, of course, at the beginning; but as it secured greater 
efficiency in the conduct of the service, and at the same time safe- 
guarded the company against serious risks, such as damage to the 
property from snowstorms, and dislocation of the service, they had 
come to the conclusion that the sooner they could substitute the one 
system for the other, the better it would be for the public and for the 
company. They had no powers over the streets, and had been con- 
fronted with great difficulties in making the change; but, happily, 
the difficulties experienced in that direction originally, had to a great 
extent been overcome, owing to patience, great diligence, and a great 
deal ante 3 о. соз n €: P individually 
exe , together with the energy е general manager, re 
and officials, and some of the more important centres tal been 
enlightened enough to listen to arguments, and to enable them, 
upon something like reasonable terms, to carry out those trans- 
formations in M centres. The result was that the moment 
these works were ed, there was a very perceptible improvement 
in the service, and an immediate decrease of the actual ground for 
complaint. They had to pay the great Corporation at hester 
the compliment of admitting that age were the first to realise that 
their duty was not to the company, but to the public, and several 
other places had followed suit. There were now many places where 
they were i tly from the want of those facilities. London 
was one of them, but they were not without hope that London 
‘would follow the lead of Manchester, and also other great towns, in 
view of the great and growing importance of this service, and that 
they would grant reasonable facilities, without which it could never 
be made perfect. Between December 31st, 1896, and December 31st, 
1897, there had been an increase of £113,800. They had paid the 
Post Office in royalties £89,238, being an increase of about £10,000 
over the corresponding year, the net income had increased by 
£103,800, and the working ex had increased by £74,900, which 
was rather a larger proportion of the gross income than was 
quite agreeable, although if challenged they should be able 
to defend it. The net result for the year showed an in- 
crease of £28,929. One was constantly being told how bad the 
service was, how costly it was, how extravagant the whole founda- 
tion was, and how much better it could be done by other people, and 
they justified the statement by certain fi Either they must be 
living in perfect illusions, and must be absolutely densely ignorant of 
what they had todo, or else the other gentlemen outside must be 
somewhat ill-informed. He was afraid they were ill-informed. The 
popular theory was, that in London they could get a magnificent 
telephone service for abont £20, and in the country for £5 or £6. 
That was not their experience, and they had had now a good deal of 
experience in the working of the business. Inthe year they had in- 
creased their subscribers’ wires in London by 2,671, and, after all, 
wire was a factor. In all other centres of the United Kingdom the 
increase had been 9,110. That made the total increase in the year 
of 11,781 exchange wires, and brought the total, on December 31st 


last, up to the respectable number of 17,371 wires in London, and 
of a f in all the other places, s total of 106,188. That 
seem а satisfactory progress. was 18 

London and 1143 per cent. in other places, эм 

the mean. The 1,219 wires in London in actoal cash, 
£53 12s. 8d. apiece to erect them, and the 4,414 in conntry 
£45 16s. each, and that money had all to be found and buried in the 


singular, by reputable organs which directed the public intelligence? 
Those figures could not be controverted, but they were inconvenient 
for certain people. Now, as to the awful rapacity of the company in 
regard to its charges: the average subscription in London for the 
whole year was £14 10a. 6d., and in the country £8 10e. 10d. That 
did not seem to be such a very extravagant charge, in any case, nor 
was the disproportion in London во great as they made it out to be, 
when they considered that London cost £53 12+. 8d. each wire, and 
more, to work, as against the cost in the country of £45 15s. The 
fact was, they wanted four or five years’ subscriptions in hand 
to IN the first actual cost before a single telephonic шеме 
could be sent. The Post Office royalties came to no less than 
£89,000 of hard-earned sovereigns. What would be the effect if the 
Chancellor of the Exchequer could be persuadéd to the royal- 
ties? Well, it would have the effect of taking £1 12s. 10d. off the 
London subecription, and thereby reduce it to a shade over £19, acd 
it would take 18s. 2d. off the subscriptions in all other All 
that was conveniently ignored, and they were told that they should 
go to Btockholm or Nor«ay, or some remote of the world for 
parallels. Circumstances had arisen which had seriously affected the 
comparison for the whol- year, because in the year ended December, 
1896, they had some por tion of the trunk revenue, whereas that trunk 
revenue had entirely disappeared in the year ended December Sis 
last. They had, however, made up the loss sustained, which was a 
considerable figure. He did not know whether the substitution of 
the dual truok system for their old one had.improved the general 
convenience. In seme places it bad, but in other places they beard 
complaints that it was not quite so good as it used to be when the 
company was the sole worker of it. Of oourse, there was now а 
multiplication of delicste operations, anyone of which might fail and 
cause inconvenience or delay. 

Lord Hannis seconded the motion, which, after some remarks by 
Mr. HASTIE, was agreed to. 


The Kensington and Kaightsbridge Electric Lighting 
Company, Limited. 


Tux directors’ report states that during the year the number of 
houses and shops connected with the system bas increased from 1,325 
on December 31st, 1896, to 1,620 on December 31st, 1897; while the 
number of lampe calculated on the usual basis of 8 candle-power 
increased from 119,955 to 137,953. Additional capital required by 
the company during the year has been raised by the issue of £1,100 
4 per cent. debenture stock, producing £1,240 and 32,000 second 
preference shares, offered to the shareholders at a minimum price of 
£6 per £5 share, were subscribed for, producing £13,219 19s. 6d. 
The directors have strengthened the renewal account by 
to it £8,061 7s. 1d., making the total amount placed to that accoant 
£20,497 13s. 10d. After providing for the above amount, and 

the dividends on the 6 per cent. first preference shares to June 306, 
1897, on the 5 per cent. second 

90th, 1897, and an interim divi at the rate of 8 
annum on the ordinary shares for the first balf of 
balance standing to the credit of the net revenue 
year ке £7,263 11s. a 5 sum, Prud 
a to the payment of the 
of che year, and £300 to ba set aside to méet pee oye 
dividend on the second preference shares accrued to 
leaving £5,513 11s, out of which it is proposed to 
dividend on the shares, at the rate of 12 per 
annum for the -year, making, with the interim 
paid to June 30th, 10 per cent. for the year. This will leave a 
of £1,163 11s. 
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Bristol Tramways Company. 


Tum half-yearly meeting of this company was held last week, the 
chairman (Мт. W. Batler presiding. 

The Cmargman, in moving the adoption of the report and the 
declaration of a dividend at the rate of 6 cent., said : Our receipts 
from the ways’ department show an increase of £9,494; this is, 
of course, y made up of receipts from additional lines opened 
during the half-year, though by no means an inconsiderable of 
of it is contributed from the horse lines, on which in consequence 
better weather and increased service we have received more money. 
On the expenses side we can hardly give any minute comparison, а. 
оа amount of кок пога арар 5 hal 5 - 5 

е corresponding pe nder the 
traffic expenses " you will observe that the one item showing а IM 
increase of nearly £3,000 is wages of staff,” which now amounts ihe 
the half-year to over £20,000. With regard to the items under 
heading of general expenses,” these too have increased somewhat 
consequent upon the additional business: the same remark applies 
to “ renewals and repairs.” We shall find that the repairs and gor’ 
tenance of our tramway permanent way and rolling stock will 
very much more now that we have a large proportion of our system 
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worked by mechanical power. The balance of net revenue is £16,859, 
against £12,378 in the corresponding half, being an increase roundly of 
£4,500, but this is as it should be, seeing that our total capital 
expenditure is £100,000 more than it was at this time last year. 


We have now had between two and three years’ experience in the 


per 
cent. We are generally credited throughout the country—at least in 
tramway circles—with being able to work a tramway as economic- 
ally as most people, but I may tell you that our experience 
of electric traction, after 2j years, goes to show that our workiog 
ере in that department cannot be reduced below 60 per cent. 
e chairman then proceeded to criticise the attitude taken up by 
the Electricity Committee of the Corporation, and eventually the 
report was adopted. 


G. R. Biot & Co., Limited. 


A STATUTORY meeting of this company was held at Cannon Street 
Hotel last week, Mr. Thomas Parker in the ch. ic. 

The Силівмам said the future of the company was well secured 
owing to the fact that tney had orders in band and in view, and a 
very effective staff to carry out the requirements of the company. 
The capital of the company had been largely subscribed by English 
and French shareholders, and there were amongst both some very 
influential'people. The French company, La Compagnie des Ac- 
cumulateurs Electriques Blot, bad been very successful, and has just 
received an order from the Secteur” of the Champs Elysées, for a 
battery of 10,000 ampere-hours, discharging at the rate of 2,000 
amperes per hour, one of the largest batteries in the world (if not the 
largest). Those who knew something of accumulators will under- 
stand the magnitude of this one, and he questioned if there was so 
large a one at present built. The company had 15 tons of plates to 
handle per , 80 that we had every reason to hope that they will 
do quite as much at their factory at Wednesfield. The directors 
were proceeding as quickly as possible with the erection and fittin 
out of out new works near Wolverhampton, and in a few weeks woul 
be able to commence delivery of accumulators on a large scale. The 
new company had everything in ite favour: works admirably situated, 
with overy facility for cheap transport by canal, railway, and the 
like. The ts so reduced and rent so cheap, it was more 
than probable that handsome dividends would soon be paid. 
Situated as their works were right in the very heart of the electrical 
world, there was every reason to hope for a favourable result. 


Elmore’s French Patent Copper Depositing Company. 


Мв. J. H. Duncan presided, on Wednesday, at Winchester House 
over a meeting of the first mortgage debenture holders of the above 
company to а proposal for the purchase of the founders’ 
shares of the Société Francaise d'Electro Metallurgie, which consti- 
tute, practically, the main asset of the company. The sale of the 
shares would enable the sum of 6s. in the £ to be paid to the first 
mortgage debenture holders in discharge.of their debt. 

The OHAIRMAN said that for many months he had been trying to 
get an offer for the founders’ shares of the French com which 
would be acceptable from their point of view. It had taken him 
many months to work from one to another until he got in the 
neighbourhood of £10,000, and then he thought it worth speaking 
to them about. They would remember that the company was 
taken out of liquidation at the time they sold to the French 
company under a scheme provided by the Court, which 
garo to them, as creditors, a first charge, represented by 

bentures for £35,000. Practically the one asset they then had 
in their hands was the bulk of 5,000 founders’ shares, and certain 
rights upon the French company, viz., that after 10 per cent. had 
been distributed to the French shareholders, there should be a certain 
surplus coming over to еш —һе thought it was about 35 per cent. 
of the surplus profits to come to them. He did not know whether 


£60,000 from the company in other ways, and they had to take it. 
As a matter of fact, the Frenchmen had had to raise an immense 
amount of capital; they bad had two increases of the capital, and 
were talking about a third, and had found that to work up a copper 
business, they had to pour a good deal of solid gold into it. A 
French company paying 10 per cent. was a rara avis, and it would 
be well to build a museum to put it in. He did not think 
that 10 per cent. would ever be put, and seeing a chance of 
g somet solid for the debenture holders, he thought it his 

aty to do so. They had a small amount of £600 in band, and a few 
bonds, worth £1,000, and they had also ESCO of shares in the company. 
Altogether, after paying certain liabilities and expenses, they would 
bave left about £12,900. In the circular they suggested that 6s. 
should be paid to the debenture holders, but that would only take 
сосе тте sx „л rri err че заар pay 7s. 44d. Не would 
move was or them to Noro. 

Mr, Висвмив seconded the motio. ^ - PME 


Mr. НогмЕв moved that 7s. 4d. be paid. 

Mr. Saunpns said he would like to move that an honorarium be 
ru to the chairman, who had worked so hard for the debenture 

o Я 

After discussion, it was agreed that 7s. 4d. in the £ be paid, but 
that 5 per cent. should be divided for the amount to be to the 
debenture holders pro rata, and presented to the chairman for his 
valuable services. 


The India-Rubber and Gutta-Percha Company, 
Limited. 


An ordinary general meeting of this company was held at Cannon 
Street Hotel on Wednesday, the Hon. Henry Marsham presiding. 

The ОСнатвм Ам said that, in accordance with the wish expressed by 
shareholders, the debtor and credit side of the balance-sheet had been 
expanded ; the contingent liabilities were also set forth. The turn- 
over in the general business had been greater than that of any 
previous year, and the first six weeks of the present year showed a 
still further increase. On the other hand, very keen competition was 
met, and the desire to keep up the quality of goods made their task 
an arduous one. The rise in the price of rubber had had the effect 
cf compelling the principal manufacturers to notify increase of 
prices in rubber goods. Their steamers had been employed during 
the year, and the works at Silvertown and Persan were being kept in 
a state of efficiency. After referring to the strike, which closed one de- 
partment of their works, the chairman said that the normal condition 
of things had been restored. The great fire at Melbourne had destroyed 
their agency there, but the agent had informed them he had secured 
fresh offices, and their claims would be shortly made on the fire offices. 

He ee by moving the adoption of the report, Mr. Sr. vnn 
seconded. 

General Тввуов objected to the form of the auditor's certificate, 
and asked if it could not be altered. After some discussion the 
board promised to bring the recommendation of the shareholders to 
the auditors. 

The resolution was then adopted, and the retiring director and 
auditor re-elected. | 


W. T. Henley's Telegraph Works Company, Limited. 


Тнв report of the directors states that of the £50,000 additional 
capital authorised by the extraordinary general meetings held in the 
spring, tbe directors limited the present issue to £25,000, reserving 
the remainder for future needs. The whole of the £25,000 was taken 
up by the shareholders or their nominees at 60 per cent. premium, 
enabling the reserve to be increased by £15,000. After negotiations 
with the local authorities (protracted for several years), Victoria 
Road, which intersected the works at North Woolwich from east to 
west, has been legally closed, and its site added to the company's pro- 
perty, which now lies within a ring fence. This aes advan 
was not obtained without the payment of a sum of £2,(00 to 
Woolwick Local Board of Health to be applied to some purpose of 
public utility. Tbe annexed accounts show that during the past year 
a net profit has been made of £29,584 19s. 7d. After payment of 
debanture interest and income-tax, and making ample allowance for 
depreciation of buildings, plant, machinery, &с., there remains 
£23,936 бе. 7d., making with £14,294 6s. 7d. brought forward from 
last year a total of £38,230 12s. 2d. From this sum has бо be de- 
ducted the £500 voted to the directors at the last general meeting, 
leaving £37,730 12s. 2d. available for distribution. The directors 
have transferred £7,500 to the reserve fund (in addition to the 
£15,000 premiums above mentioned), and they recommend the pay- 
ment of the following dividends, vis.: on the preference shares 7 per 
cent., including the interim dividend of 34 per cent. paid on m 
ber 1st last. On the ordinary shares at the rate of 12 per cent. per 
annum, including the interim dividend of 3 per cent. also paid on 
Beptember 1st last. These payments will ther amount to 
£22,941 0s. 7d., leaving £14,789 11s. 7d. to be carried forward. 


Manchester Carriage and Tramways Company. 


A SPECIAL general meeting of this company каб held in Manchester 
last week forthe purpose of considering a Bill proposed to bs intro- 
duced into Parliament in the present session to enable the company 
to work their tramways by mechanical power, and for other purposes. 
Bir J. J. HARwoop said that the common sense of the Bill was that 
outside Manchester and Salford there were a number of local autho- 
rities interested in some way or the other in tramways. If they were 
to determine that their tramways should be worked by electricity, it 
would be necessary for someone to find the electric carrent. The 
authorities would probably not provide it themselves. If did, 
he dared say it woald be all right for those who were inten to 
work the tramways. The Manchester Tramways Company had a very 
large interest in VADNATS outside the city and outside the borough of 
Salford, and if it should be found necessary to put down appliances and 
erect buildings for generating electricity, this Bill would enable them 
to go to the outaide authorities and say that if they did not intend to 
roduce the power for themselves, the company had power to pro- 
uce it for them, and they could enter into a mutual arrangement 
with each other. If the authorities, on the other hand, decided to 
create т power for themselves, the company might try to arrange 
to use it. 
The Bill was approved by the meeting. 
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The Notting Hill Electric Lighting Company, 
Limited. aa 


TBE directors’ report states that the expenditure on capital account 
at the date of the last balance-sheet stood at £99,104 17s. 6d., and 
during the past year a further sum of £14,079 7a. 10d. has been ex- 
pended, chiefly accounted for by £11,769 13s. 11d. for mains. The 
total capital expenditure is, therefore, £118,184 5s. 4d., which is £3,184 
5з. 4d. in excess of the capital issued. The balance due at the begin- 
ning of 1897 on the preference shares, £3,160, was called up and duly 
paid during the year, thus making the whole share capital of 
£100,000 fully paid up. 

As announced in the report of 1896, the sum of £10,000 was raised 
by the issue of 4 per cent. firet mortgage debentures maturing in 
1931, and redeemable in 1907 at the option of the company by paying 
the debenture-holder a bonus of 5 percent. These debentures were 
issued at the price of 106 per cent., and the applications were con- 
tiderably in excess of the amount required. In accordance with the 
debenture trust deed, the amount of these first mortgage debentures 
is limited to 50 per cent. of the share capital actually issued and paid 
up. At present, therefore, there are £40,000 of debentures available 
for additional expenditure. The capital expenditure during the 
сг ун is estimated at £7,000, for which further debentures will 

е issued. 
The following table shows the progress of the company :— 


| £ в. d. 
1891 Lamps 6,056 Loss 554 18 6 
1892 A 9,438 Profit 112 6 1 
1893 : 12,153 н 1,481 7 1 
1894 is 15,669 js 2,101 17 8 
1895 ж 20,307 n 3,227 14 10 
1896 " 25,716 n 4736 9 8 
1897 a 33,000 ji 6,854 1 2 


The directors have set aside £1,000 for the depreciation and reserve 
fund, and have paid a dividend of 6 per cent. on the ordinary prefer- 
ence shares for the year ending December 31st, 1897, amounting to 
£1,167 14s. 4d. After payment of interest and leasehold redemption 
a balance is left of £3,884 188. 1d., out of which the directors recom- 
mend that a dividend be declared on the ordinary shares at the rate 
of 6 per cent, less income-tax, which will absorb £3,871 4s. The 
sum of £401 163. 2d., being the premiums received on the issue of 
£10,000 first mortgage debentures, after deduction of the legal and 
other expenses, has been written off the preliminary expenses 
account. 

The company has hitherto supplied current at the standard 

ressure of 100 volts, the price charged being 8d. per anit. In 
last the directors decided to supply current at a pressure of 
200 volts, at a charge of 6d. per unit, less the usual rebates for long 
hours. It is not proposed to disturb existing con racts on the old 
basis, but every facility is given to those desiring to change. A con- 
tract bas been entered into with the National Electric Free Wiring 
Company, Limited, which will enable intending consumers to obtain 
current without initial outlay for wiring or fittings. This only came 
into force at the latter end of the year, and already 17 houses have 
been connected on these terms. Very considerable inconvenience 
has been caused to tbe engineering staff by the non-delivery cf the 
new and additional machinery ordered in the early part of last year, 
.owing to the labour troubles ín the engineering trade. Fortunately 
the company were able to meet all demands on them without any 
accident or break-down. Great credit is due to the manager and 
the staff generally for their care and energy during this very anxious 
time, which happily is now passed. 


Blackpool and Fieetwood Tramroad Company. 


THE атау meeting of this company was held in Manchester 
last week, Mr. G. R chardson, deputy-chsirman, presiding. 

Tbe CHaIBMAN said that the balance-sheet showed tbe company 
had expended £82,000 on capital account up to January 17th, and 
they had got a small amount back by the sale of materials. He hoped 
that at the next annual meeting tbey would be able to present a 
satisfactory revenue account from the receipte they would expect to 
get on the opening of the line. The progress of the works had been 
satisfactory so far, and they had every expectation that the line 
would be opened for a great portion of the summer traffic. They had 
got sll the rails down from the Glynn into Fleetwood. The works 
that were not progressing so quickly were those wbich the Corpora- 
tion bad in hand. The weather had been very bad, and the had 
to ccntend with it. When the line was finished they would havea 
tramroad at a very low cost. It was stated that by June the line 
would probably be open right from Talbot Road Station, Blackpool, 
b; Fleetwood. The meeting authorised the issue of £40,000 

ebentures. 


Telegraph Construction and Maintenance Company. 


Тнв report of the directors states that the accounts for the year show 
a net profit of £61,131, after charging the interest on the debentures. 
To this sum must be added £39,940 brought forward from laat year, 
making a total of £101,071. From this amount is deducted the 
interim dividend of 5 per cent., paid July 20th, 1897, amounting to 
£22,410, leaving £78,661 to be dealt with. Of this sum the directors 
propose to distribute a dividend of £1 4s. per share, absorbing 
£44,820, being at the rate of 10 per cent, and making, with the 
amount already paid, a tctal dividend for the year of £1 168. per share, 
ог 15 per cent., free uf income-tax, leaving £32,541 to be carried 
forward to the next account. 


Scarborough Electric Light Company. 


THE sixth annual general meeting of this company was held las 
week at Scarborough. Mr. George Alderson-Bmith, J. P., presided, and 
in moving the adopting of the report and balance-shect, said the 
company during the past year had spent more money than previously, 
but it bad bad an effect which was satisfactory. In Scarborough they 
were handicapped by the price of coal. In Leeds £17,000 of current 
was produced with a coal bill of £875; in Scarborough the current 
amounted to £5,800, and the fuel to £1,138. Perhaps a small de- 
structor might be placed on the premises of the company, and as it 
was only a matter of time before the Corporation purchased the 
undertaking, it would be doing something towards the future. 

Mr. J. B. SruPsox seconded, and the report was adopted. 

A dividend of 5 per cent. was declared. | 


Cape Electric Tramways Company. 


THE statutory meeting of this company was held on Wednesday at 
Winchester House, Colonel Sir Charles Euan Smith in the chair. 
The CHarmmay, in speaking of the history of the company, said it 
was formed for the purpose of taking over, as going concerns, the 
tramway companies then existing at Cape Town and at Port Eliza- 
beth. Tbe company took over these tramways in gcod working order, 
and has since made many extensions and improvements, and the 
whole system is now worked by electric power. Rince July ist, 1897, 
until the completion of the six months ended December, 1897, the 
Cape Tramways Company has carried 3,900,000 passengers, which 
aggregates about 30 times the total ulation of Oape Town and ім 
suburbs. For July last the trafüc pts showed the gross total of 
£5,587, but since then the earnings have steadily increased, and the total 
traffic receipts for December last amounted to 28,816, and January 
total shows a farther increase, the receipts amounting to £9,400. 
After giving further details of the syrtem, the chairman said, for the 
six months ended D.oember, 1897, 869,559 passengers have been 
carried on the Port Elizabeth system, and they have paid £11,984 in 
fares. Their receipts for last July—the first month of their operations 
—were £1,397, and the total receipts for December amounted to 
£2,734. Having regard to the earnings of the tramways, the directors 
were able to declare an interim dividend of 24 per cent. on the last 
six months’ working, notice of payment of which will be given in the 
usual course. 
After further remarks the meeting terminated. 


County of London and Brush Provincial Eiectric 
Lighting Company.—The directors have decided te recommend 
payment of a dividend on the preference shares for the six months 
ended December 31st last, at the rate of 6 per cent. per annum, lem 
income-tex, carrying forward £10,000 to next account. The transfer 
books and register cf members will be closed from ist to 14th prox, 
both days inclusive, preparatory to the payment of tbe preference 
dividend. The ordinary general meeting will be held on 14th prox., 
at 2 p.m.,at Wicchester House. 


Buenos Ayres and Belgrano Tramways Company. 
—The transfer books will be closed on and after to-morrow for repay- 
ment at par with accrued interest on 1st prox., of the stock held by 
proprietors who have not accepted the option of conversion into the ő 

cent. debenture stock of the Buenos Ayres and Belgrano Electric 
асек Company, Limited. 


Stock Exchange Settlements.—The Stock Exchange 
Committee has (1) appointed Wednesday, March 2nd, а special 
settling day in Electric Construction Company, Limited.—£111,100 
4 per cent. perpetual first mortgage debenture stock, and has ordered 
same to be officially quoted. 


Telegraph Construction and Maintenance Company. 
—The transfer books will be closed from the 21st inst. to the 1st. 
prox., inclusive, preparatory to the payment of dividend. 

British Electric Traction Company.— The letters of 
allotment and regret in the issue of 10,000 6 per cent. cumulative 
preference shares were posted last week. 


TRAFFIC RECEIPTS. 


* 


The Bristol Tramways and Carriage Company, Limited.—The receipts for E 
week ending February 18th, 1808, were £2,399 2s. 8d. ; corresponding period. 
1897, £2,088 93. 11d.; increase, £310 14s. 9d. 


The City and South London Rai'way Company.—The eos! pls for the week ш 
ing February 20th, 1898, were £1,061; week ending February 216, d: 
£1,044; increase, £7; total receipts for half-year, 1898, £8,565; correspon 
ing period, 1897, £8,717; decrease, £152. 

The Dover Corporation Electric Tramways.—The receipts for the week endar 
February 19th, 1898, £104 18s. 9d.; total receipts, February 19th, 1898, £ 
17s. 11d. 

The Dublin Southern District (Electric) Tramways Company.—The receipts к 
week ending Friday, February 18th, 1898, were £345 7s. ; corresponding apc 
last year, £484 1s. 8d.; decrease. £93 14s. 8d.; passengers carried, 65.871: C é: 
responding week last year, 73,803; aggregate to date, £2,863 12s. 8а. ; ied : 
gate to date last year, £2,937 10s. 8d.; decrease to date, £83 188.: mileag 
open, 8 miles. | 

The Liverpool Overhead Railway Company.—The receipts for the week cree 
February 20th, 198, amounted to £1,320; corresponding week last yea" 
£1,320. 

The Western and Brazilian Telegraph Company, Limited.— The receipts Ne 
the week ending February 18th. 1498, after deducting 17 per cent. 19 
gross receipts payable to the London Platino-Brazilian Telegraph 
pany, Limited, were 42,819. 


Vol. 42. No. 1,057, Ғависавт 25,180] THE ELEOTRIOAL REVIEW. 269 


SHARE LIST OF ELEOTRIOAL COMPANIES. 
TELEGRAPH AND TELEPHONE COMPANIES. 


done 

Feb. 28rd, 
Highest.| Lowest 

% soo ee eve 
£9 90.82 188 3 584 

£4 1868.165 бе. 6 107 
606 eee 111 

7 % eee 16] 

5 % ELI ees 

4 % 4 % eee 
я 1062 

uy | 3% E 

8% | 8% 

10 % | 10 % 
4%| 4% 

10 % | 10 % e 
44% ate oui 
2196 % 1044 
61% | 64% 174 
6 6% 19 
5 % 5% ees 
4% 4%, x 
7% 7% 18] 

0 5 96 ВЕ 
5 * 
4 % 
5% 
ke 5% si 
4 % Mort. Debs. Bos. 1 to 5,608, red 1900 : 2 "S 
[I | eee eee eee 44% 44% 191 | 
6% 17 

10 % | 10% 27 
5 % 5 eee 
10% | 10% d 
6 % 06 
ia | d eH 
6% | 6 162 
6% | 6 ВА 
5% | 5 6i 

1 
se | 5a 55 
% | 4% 
% | 5% ui 
140 


E-K -FS-T S 


dede dd N: RLRRRRR: 


8283820 


ELECTRICITY SUPPLY COMPANIES. 


90,000 Oharing Orom and Strand Mlecty. Bupply .. iis 5% | 6%, 7 14 — 15 14 — 15 14 mm 
$0,000 Do. do. do. do. 4 `% Cum. Pref. ^ " 6 — 64 
26,000 |*Ohelsea Blectricity Supply, Led., Nos. 1 to 16,277 .. 596, | 56%| .. [116—1 114— 12 12 111 
40.000 City FE Londen Mico Lights Oo. Ord. ei 96 * 7 7 10 * 2 1 20 1281 — 294 294 | 284 
ЫШ “ е Г 9 0 8 = = 
10,000 Do. о Prov. Oerts. ; 10 % 283 — 273 
40,000 Do. вш. (m. Pref., 1 to 48,000 10 6% | 6%| 69$ 17 194 | 174 — 184 are 
400,000 Do. 5 % Deb. Bock, (iss. at £115) all РАО . | 5 96 oP 5 96,129 —134 [1 4 181 
8 . ol & . . Ltd., Ord. 1— 30,000 | 10 | sd. ntl 152 — mi 154— 16 162 158 
do. do. 6% Pref., 40,001 —60,000 10 6% | 6%| 69% | 15g— 16 15$— 16} 16 
10000 Howe to Hous Elec. Light Supply, Ord., 101 to 10,00 5| .. ei 6. | 104— 114 |1 114 113 118 
10,000 | 7% dum . Pref. ... 5. ses vas .. | llá— 12 114— 12 
Electric бири, one 12 to 50,008 " 10 4% | 5%) ... | 20 — 21 20 — 21 2018 203 
Ord., 50,0017 63 reap es 10 us .. | 19§— 20 194— 204 203 
230.0001 un 4 des mortes бамы „| ae [4495 | 44%| .. |117 —121 117 — 121 
6,452 Notting Hil 10 | 3:% | 4%| 6 % | 184— 1% 19 — 20 192 pes 
19,980 «Bt Jane Pall Mall Bice, tOo., “Tta. ,Ord.,101-80,806 5 72% | 108% | 144% | 184 — 194xd| 184— 193 194 19 
20,000 Do, do. 7% Pref., 90,081 to 49.909 5,795 | 7%| 7 965| 10;— 11 ха 10 — 11 eee sus 
50 000 Do. do. 4% Deb. stock Нес. 000 ia toe 209% 4 96 "i 7225 107 =—110 
43,341 South London Electricity Supply, Ord., £2 pai ee i 28— 33 
79,900 Westminster Biecuric Ouppiy Corp. Ord., TT S 80,000 9 % 12 % 15 — 19 18 — 19 12 
* Subject to Founder's Shares. t Quotations on Stock Exchange. 
| Unless otherwise stated all shares are fully paid. § Dividends paid in deferred share warrants, profits being used as capital: 
Dividends marked § are foe a year censisting of the latter part of one year and the of the next. 
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SHARE LIST OF ELEOTRIOAL OOMPANIES —Continucd 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 


Do. | 
Waterloo and City Railway, Mos. 1 to is 


t Quotations on Liverpool Steck Bxohange. 
Dividends 


Dividends toe 
| the last three years. 
1895. | 1896. 
Btock Ir) I) 
10 ITI eee 
10 5 T T: 
[II өөө eee eee 14 — 2 14 = 2 
wd рое | tte 10 "e 
Stock 1M | 14%] 12% | 68 — 70 x 
5| mdi ор ар | 24- :t 
}5|5% | ex $3)- 8xd| 4-3 
215% | 6% 25- 9j | 24+ Ч 
217% | 7% 3$- 3 3)— 
2 0 eee i— — 4 
; 2 Ty) coe 8 = 8 1 i 
10 109% | .. | . | 9—2n 9 11 
10 |89 10 %|12 % | 223 - 234. | 224 - 234 
10/79, | 7% 19 — 20 19 — 20 
44% | 44%| 44% |119 - 117 112 —117 
10 |10 % 10 € 22 — 33 | 22 — 23 
100 [III TII 103 — 107 103 2-107 
1o | ai | Six) SE oH - па hoge 10H 
10|5%| 5 1 5- | 154—161 132 — 1 
18 15 % |15 % 15 “ 39 — 42 89 — 42 
100 5 % | 5%| 5% 102 —105 [102 —105 
10 1395— 143 | 198— 143 


1 Uniess otherwise ed all shares are fully paid. 


marked § are to? a year consisting of the latter part of one year and she fret part of the next, 
Onompron & Co.—The dividends paid on the ordinary shares (which have not а Stock Exchange quotation), ere as fellows : 10-09, ; 1801—7°,§ 1990—8^*/,. 


LATEST PROCURABLE QUOTATIONS OF NECURITIES NOT OFFICIALLY QUOTED. 


* Birmingham Electric Supply Company, Ordinary of 66 (£4 paid), 73, 


£5 11. 
Blectrio Gonstrection 


к and Knightsbridge Blectric Lighting Uom 
Ordinary Shares 65 1 171; Ist „ 
Б (ally paid) 81 9 Di la 1806 cm Ordinary 
* From Birmingham Share List, 


INSTITUTION OF ELECTRICAL ENGINEERS. 


Он THE MANUFACTURE ОР LAMPS AND OTHER APPARATUS FOB 
200-Vorr Ствооттв. By G. Burswanazs Bra, Member. (Paper 
to be read February 24th, 1897.) | 


In the progress of electrical industry, manufacturers have become 
accustomed to sudden demands arising from a discovery or a suc- 
cessful experiment, and I propose to deal with apparatus which 
manufacturers are called upon to make to meet the requirements of 
the latest innovation—i.¢., the distribution at a potential of 200 to 
230 volts. Oentral station engineers have thus arranged their three- 


wire system, relying upon makers to successfully alter lamps and 
minor fittings incidental to suth a change. Their have 


been falfilled in a measure only. The ultimate success df the high- 
pressure yee will depend upon the verdict of the oon- 
sumer, and he will give it in its fayour only if his fittings, in points 
of efficiency, economy, safety, convenience, xdi {amiga approach 
the standard which he can obtain by means of the lower voltage 
8 

It is, therefore, of importance that the central station engineer 
should assist the manufacturer to arrive at such perfection. His 
instructions, so far, bave hardly gone beyond the demand to supply 
him with fittings to conform in appearance to the 100-volt system. 
It is true each central station has issued rules, but they are of little 
help to the manufacturer, and their very disoonformity shows that 
there реше unanimity nor correlation of ideas between the engi- 
neers in charge. 

What is wanted is to have a thorough interchange of opinion of 
engineers, contractors, and manu . The latter would then 
know theoretically how far they may satisfactorily depart from the 
present practice, and thus save much time and money in adventitious 
experiments; and this also might tend to решо some degree of 
standardisation—much to be desired in the interest of all who have 
the success of the new system at heart. 

With this object in view I this paper before you, and I think 
I can best serve the purpose by bing the chief appliances now 
apon the market, or under man at my works, pointing out 

е existing deficiencies, and giving you my views upon the attain- 
ment, as far as possible, of higher perfection. 


London Electric Supply Corporation, £5 Ordinary, 48—43. 
* T. Parker, Ltd., £10 (fully paid), 143. 


Yorkshire House-to-House Hlectricity Company, £5 Ordinary Shares 
fully paid, 8—84. Dividend for 1896—6 &. 


Bank rate of discount 8 per cent. (October 14th, 1897). 


IxmcAMDESCENT LAMPS. 
Most important in connection with this subject is the incandescent 


р. 

Тое lamp manufacturers have been compelled to supply 200-volt 
lampa ata given candle-power and efficiency, in the same size bulbs 
as are used Е потоа аре dM см oF ot carbon nay 8 
turers meet 6 great proper. 
their , thin, 200-volt filament in the swine space as their shorter 
problem by resorting to's flatient of much higher speolfo ovistanoe 

roblem to a filamen much hig 0 
fhan would be given by the flashing operation. 

Unflashed ents.— Buch a lamp is ready to the maker's hand by 
simply taking his ordinary carbon ent as it exists before being 
fiashed—that is to say, before it is reduced by a fresh layer of carbon 
being deposited on the surface of the o filament. 

The higher specific resistance of an unflashed carbon enables one 
to easily get over the difficulty of size of bulb, as such a filament will 
give the necessary resistance by taking a shorter h. Buch 
filaments bave also a greater emissivity, owing to the darker and 
rougher nature of their surface than that of flashed filaments; con- 
sequently they require a less amount of surface per candle-power, 
and therefore the mass of an upflashed filament, at a given candle- 
power and efficiency, is lees than that of the flashed filament. 

The filaments of high-voltage lampe largely used to-day are there- 
fore, in other words, faster converters of energy into heat and light 
than fiashed filaments of the same candle-power and efficiency, 
although the watts supplied to each be the same. 

On comparing the behaviour of such 200-volt lamps with that of 
100-volt lamps, the roughest of teste shows that there is a far more 
rapid falling off of candle-power during life with the former than the 
decreases in a given number of hours by a far greater percentage thas 

а given num ours by a far greater percentage 
is the case with the flashed lamp. Mr. Robertson has made a series 
of life and efficiency tests on high-vol lam They show that in 
the average unfiashed 200-volt 16-O.P. lamp the percentage loss of 
candle-power in 600 hours is about 42 per cent., and the average 
drop of efficiency is about 35 per cent. 
hese two quantities seem to cover the chief practical merits 
the best percentage retention of original candle-power duling ita life, 
the percentage retention о candle-power ts 
together with the best азаа percentage retention (or nya 
ts life. 


“ша iris? ощ! 
ese tests show that these most desirable points, which have 
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This period is when 
there is no further decrease of resistance; but the surface deteriora- 
tion still goes on, and thus soon brings about a large percentage fall 
of candle-power, and on the slightest increase of voltage there is now 
а tendency to increase resistance. These changes seem to be 
initially owing to the fact that the (unflashed) high specific resist- 
аде carpon is far more volatile than is the case with a good flashed 


car 

A microscopical examination of a flashed and unflashed filament, 
after each has been running 100 hours, shows that the surface of the 
flashed filament is still quite smooth and shiny, whereas the surface 
of the unflashed filament has become very dull, sooty, and often full 
of small pit-holes. These pit-holes and soot form a increase of 
surface, which therefore increases the emissivity of the filament, and 
conseqaently lessens its candle-power, as the watts supplied keep the 
same. 

The property of an unflasbed filament becoming so rapidly lees 
efficient (increasing in watts per candle-power) acts as a preservative, 
because the increased emissivity lowers the temperature. This lower- 
ing of temperature decreases both the tendency to volatilise, and also 
to further great change of resistance. This power of self-preserva- 
tion leads to such a filament giving some satisfaction to the general 
public, for the latter is satisfied when it obtains a good average, or 
sometimes an excessively long-life lamp; but this is a very false 
коош, as it is only purchased by a very great falling off in actual 
efficienoy.- 

Mr. Robertson's experienoe with carbon filaments seems to point 
to the fact that i is impossible to obtain a carbon filament of high 
specific resistance without its being accompanied by at least the defect of 
greater volatility. In other words, the lowest specific resistance 
carbon is the best, because it is less liable to evaporation, and there- 
fore it gives the best retention of original candle-power and efficiency, 
and it is also mechanically stronger. 

The specific resistance of many of the present types of 200-volt 
lamps is about 3,500 to 5,000 microhms per cubic centimetre, whereas 
it is easy to obtain flashed carbons whose specific resistance is as low 
as 2,400 microhme per centimetre ; and even as low as 300 is possible, 
but not practicable. 

Gases.—Another important consideration to bear in mind as to 
whether the high or 1»w specific resistance carbon is the best, is that 
the high specific resistance filaments retain their occluded gases in a 
far more persistent degree than is the case with the low specific 
‘resistance flashed filamente. l 

It is-probable that the occluded gates arising from the carboniss- 
tion of the filament are, by means of the flashing process, driven off 
to a large extent; and, in addition, the more dense and im ous 
nature of the flashed surface prevents the filament from absorbing 
the gases during its subsequent handling or treatment. This absorp- 


tion is a property possessed by all carbon bodies in some portion 
чагар with thelr denalty й En ' 
er of unflashed carbon to absorb gases and to 


retain w it has absorbed, than is by flashed carbon, 
leads in many instances to sudden deterioration of the vacuum in a 
finished lamp, accompanied by short-circuitiog as soon as the pressure 
and the condition of the residual gases in the bulb has reached its 
most conductive point. | 

The consensus of opinion at the present day of the average types 
of high-voltage lamps undoubtedly points to the fact that а large 
percentage are expected to short-circuit as soon as they are put up, 
and 1 have heard several engineers say that they expect about one in 
twelve to go in this way. 

From these causes, and others to the treatment of filament 
pointed out above, there seems to be no doubt that the average 200- 
volt lamps have a shorter life than 100-volt amps The above 
expériences have led Mr. Robertson to design all high-voltage lamps 
that are not restricted by size with well-flashed carbon filamente, and 
such lamps compare favourably with lower voltage lamps. 

Horizontal Burning.—Another question which is very important 
in considering 200-volt lamps is that of horizontal burning, and 
oqntractors should take special notice of this. There is no doubt 
whatever that almost all tbe present-day 200-volt lamps are only 
suitable for burning in a vertical position. As soon as any other 
position is adopted defects become prominent. The long thin 
filament soon drops on to the bulb and cracks it. Also electrostatic 
attractions, кайы. to higher voltage, cannot be resisted by the long 
thin filament, and this is an additional cause of the filament approach- 


so difficult to produce. There is, therefore, a tendency, in trying to 
avoid the defects just mentioned, to make 200-volt lamps as low in 
efficiency as possible. 


Leading-in Wires.—Another fault that exists with the bulk of the 
resent forms of high-voltage lamps is that, owing to the same size 
b being retained, no greater separation can Бе at aaa daran 
leading-in wires of the lamp. This is a special 
voltage lamps which contain two filaments, as in thi same 
size cap is used, and four wires are passed through the sealing point 
instead of two. and they are therefore more crowded together. This 
question of distance & of leading-in wires is a vital one, both 
fhe manufacture of the lamp and in its after use. In the case 
unflasbed carbons this becomes a still greater defect, owing to small 


leads to short circuiting is ve minent during manufacture of 
bigh-voltage lampe, and to avoid 
voltage increases. 

If the size of a bulb for a high-voltage lamp 18 to be restricted to 
the present dimensions, there is no doubt that the best lamp would 
still be that which has a single filament, were it not that other vital 
questions step in. 

Electrostatic effects alsoincrease with the voltage, and several most 
promising patterns of lampe, from all other pointe of view, have had 
to be put on one side on this account. 

As to the best forms of cap for high-voltage lamps, preference will 
диш be given to those in which the poles сап be kept furthest 
apa ` 

If a В.О. or E S. cap were on a larger scale, there is no doubt that 
considerable benefit would accrue. The simplest holder, with the 
least moving parte and for always making the best contact, is un- 
doubtedly the Edison screw, which, in the cases of excessive vibra- 
tion, can be made with a locking device. 

The slightest want of insulation in the cap between the poles 
eventally leads to & large leakage current between them or the cap and 
one of the poles, and in many cases this is suddenly established to 
such a large degree as to result in the complete fusion of the lamp 
cap, and sometimes the holder. In such cases a non-metallic lamp 
cap seems to offer great advantages, and has, in my experience, 
removed complainte on this score. 

Standard Voltage.—From a lamp maker's $ of view, a fixed 


120, aud in the case of high-voltage lamps from 200 to 230, tends to 
keep the lamp at a lower cost than if these efficiencies or limits of 


а source of great expense to the manufacturer. It would, therefore, 
tend to cheapen lampe if a standard of vol 
lay exclusively between the above or even 


ae efficiencies. 


ombination Filaments.—In order to get over the difficulty of sine 
of bulb, &., many filaments (beyond the eee carbon derived 
from cellulose in some form) have been introd which have a high 


specific resistance. This can be obtained using a less 
fora o carbon tan haa hitherto Ben found most тб ta low- 
voltage lamps. 


A form of high specific resistance filament that has been tried is 
where the carbon has been admixed with various oxides, borates, and 
silicates of the earths. In addition to mixtures, electrolytic and 
chemical deposits of these bodies on the surface of carbon have also 
been tried; but, although it is a simple matter to obtain baked 
carbons containing these bodies, either d with the carbon 
or on the surface thereon, 16 is quite matter to obtain a 
карун ашр OR these bodies in a form to be of any practic- 
able use. The difficul . lamp 


perature exceeding 
watts per candle-power, there is a ual separation by evaporation 
of these bodies from the carbon, and their resulting deposition on the 
surface of the lamp bulb. 

The temperature of incandescence of the filament, in order to obtain 
any advantage which might be derived from the luminescence of 
the rarer earths is apparently than 5 watts per candle-power ; 


‚ and as, as sbove stated, it has found impossible to во evacuate 
t” bodies with 


distance apart. It should consist of a single filament, and be so 
disposed in the bulb that it can withstand the disturbing effects of 
ee on the bulb. 

I to mention here that my co-director, Mr. Robertson, has 
given me great assistance in the remarks I have made upon lamps. 


SwITCHNBS. 


1 to the matter o£ adapting switches, wall plugs, ceiling 
roses, lampholders, and minor fittings. 
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existing from 


maintaining the same appearance and size, and, when sufficient] 
чы: х The chief alteration be 


(To be continued.) 


TESTS OF THE SYNCHRONOGRAPH 
ON THE TELEGRAPH LINES OF THE 
BRITISH GOVERNMENT.“ 


By ALBERT CUSHING CREHORE asp GEORGE OWEN 
SQUIER. 


(Concluded from page 244.) 


UNDEB the latter condition the synchronograph and Wheatstone 
receiver sent 666 words per minute, corresponding to 266'4 complete 
waves of current per second. The ooils of the receiver were joined 
in parallel, and no condensers were used. Voltage, 175. In this 
line, where the mechanical limit of the Wheatstone receiver is 
reached before the speed is limited by the total value of k B of the 
line, it is seen how the perfect regularity, equality and shape of the 
sine waves materially increased the speed of the Wheatstone 
receiver. 

With the synchronograph and chemical receiver the alternator was 
run higher than before, until a rate was attained of 1,416 single 
impulses per second. И 

With the line earthed the Wheatstone transmitter and receiver sent 
360 words per minute with a voltage of 100. The synchronograph 
and Wheatstone receiver sent 540 words per minute, voltage 200. 
The receiver coils were in parallel, and a condenser was shunted 
across the coils. No limit was obtained in this experiment. 

The longest line as yet tested, of 1,097 miles, was then made up, 
from London to Aberdeen vid York and Edinburgh, and return vid 
Glasgow and Leeds. A portion of the line north of Edinburgh was 
iron wire upon the same poles, going and returning. With no earth 
the total к в was 65,304. 

Wheatstone transmitter and receiver sent over this line 185 words 
per minute, voltage 100. Synchronograph and Wheatstone receiver 
sent over this line 540 words per minute, voltage 215. Synchrono- 
graph with chemical receiver sent at frequency of 738 or limit at 
which it was safe to run the alternator. This result was higher than 


and broken at Glasgow, when, as before, no record was obtained. The 
cause of this was thought to be the inductive effect of that portion of 
the line b Glasgow, where the iron wires going and returning 
were unavoidably upon the same 

With an earth connection the total к в wae 261,215, and the 
Wheatstone transmitter and receiver sent over this line 46 words per 
minute, voltage 100. 

The synchronograph and Wheatstone receiver sent over this line 
135 words per minute, voltage 85, coils in series г, = 3:46, condenser 
of 5°75 microfarads shunted across ooils. 


Tun TRANSMISSION or INTELLIGENCE IN GREAT Barram. 


One of the reasons for going to England was to become conversant 
with the method of conducting the telegraph and telephone business 
in conjunction with the service in a country where 
as hai 3 E саз control of up Aids ce 

в prosecution as e experiments themselves, every 
facility was afforded by the Government officials. | 

It is recognised that to draw correct conclusions upon the general 
subject of the transmission of inte requires men of ce 
in dealing with such matters, who give the subject their attention for 
a considerable period. Some of the principal facts, however, seem 
to be so clearly defined in their relation to others that we feel 
warranted in some observations thereon. 

The telegraph revenue and expenditures havé increased with 
approximate uniformity. In 1872 the revenue was about $18,200,000, 
and the expenditure about $14,500,000, while in 1896 the revenue 
was 869, 700,000 and expenditure $70,500,000. These two items have 
nearly coincided during 25 years, showing that the telegraph business 
is conducted on the whole to meet the expenses only and leave no 
profit. Insome years the expeuses are greater than the revenue, 
and the account shows a deficit. This has been the case for the last 
five years, but it bas been gradually decreasing for three years, and 
in 1896 was only $168,000. i 

The number of telegrams forwarded from telegraph offices in the 
United Kingdom in 1871 was 9,850,177, and in 1896 was 78,839,610. 
In 1696 the ratio of the nupiber of letters to telegrams was 18 5. 


* Abstract of a report to the Postmaster-General of the United 
States, read before the Franklin Institute, January 19th, 1898, and 
published in the Electrical World. 


anagement, special 
are not given when these de 
messages may be telephoned : | 
1. For transmission over the postal telegraphs and delivery as 


8. 
2. For delivery as express letters. 
3. For transmission and deli 


With the cordial co-operation of the German post office, ts 
were made with a view to improving the i 

cables to Germany by the method of duplex a а 
employed with success on some of the Anglo- 
owing to the greater length of the Anglo-German cables 

obtained were not sufficiently successful to justify the adoption of 
the € for practical working. have now been 
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А YEAR’S BOILER EXPLOSIONS. 


WHEN the Boiler Explosions Act came into force some years ago the 
Board of eg eee en experienced 
ксп аз теу ма documents. "Iron bound in tape” might 
have been humorously applied to these reporte and to the inspectors 
responsible for them. w men supposed to have experience of 
steam boilers could make such reports was a matter that puzsled all of 


us, and it does not ap that the annual report—the 15th—is much 
better than of old. the 12 months the Board of Trade rakes 
together 80 explosions, 27 deaths and 75 injured, a reduction 


say at 2 inches intervals. If a seam o 
it could not be longer than 2 inches. Pipes which burst seem 


so to tear for some feet and let out huge volumes of 
steam. Tinch hole gives the men a chance of and time . 
to shut off the boiler valve. Why the Board of should 
. o test is a marvel. Tho hydraulic test is 
something of a fool's test and cannot displace inspection or saf 
Boilers tested to-day by hydraulic pressure are more than likely to 
Pop 00 и сат еши never ri eget Ше но ороп а 
excessive one. New York policemen go round with a van and a 
pamp, damaging boilers by pressure and giving certificates. 
seems to have belonged neither to boilers nor to engines, 


1 
iF 


lect to manufacture it properly and to put it in placa 


properly with provisions against strains and rigidity. 
Steam piping ought to be as carefully laid out asthe engine, and 
every provision made for its drainage. So many recorded 


ons are due to that wasteful class of small vertical boilers, 

that we may well anticipate a considerable reduction of the now 

EDD parently irreducible annual minimum ag soon as electrical power 

has wiped out the need for small verticals. Of the 23 

formal investigations there were nine of vertical boilers, three hori- 

zontal, one Rastrick, and four locomotive t Obviously there is & 

field for electricity in abolishing some of nine verticals. Next 

year the aversge will be much the same. Other nine verticals are 

getting ready to fill next year’s bill Doubtless one of them has 
gone a у. | 


CONTRIBUTIONS TO THE THEORY OF 
ALTERNATING CURRENTS.” 


By W. d. RHODES, М 8с. (Vict.). 
(ABSTRAOT.] 


Tuis paper is divided into two parte, Part I. deals with a method 
of g the steady values of alternating currents in any circuits or 
ре of circuits, without having to perform integrations of 
tial equations which may be somewhat complicated. | 
It is assumed, however, that the electromotive forces and elcctric 
oe сап be represented as simple sine (or cosine) functions of 
и 
The method consists in applying the fact that if a simple harmonic 
function is differentiated twice in succession the result is proportional 
to the original function. By the application of this principle the 
determination of the steady values of the currents is reduced to 
solving a set of simultaneous simple equations. = 
After шош шо er by solving some simple problems, it 
is a to the g:— | 
(s The determination of the equivalent resistance, B, reactance 
I, of a parallel circuit of n branches, taking into 


and impedance, 
account mutual induction, when each branch may contain resistance, 
capacity, and self-induction. | 
The result is written | 
=. 4002. Е.Я P 
o? + p! p? сї + p! B” o! + рї в? 


L being the equivalent self-induction, where 40 C, B are certain 
fanctions of the resistances, self-inductions, capacities, and mutual 
inductions of the several circuits. 

(b) The determination of the currents in the » circuits of an air 
duis кишш пасов озер coil and я — 1 secondary coils. 

In addition to solving the blem, the conditions for resonance 
in the primary circuit are o і „ and special atten- 
tion is given to the case of a transformer having only one secondary 


(c) The determination of the outputs of ^ alternators wo in 
parallel on a non-inductive 5 ä 
Pane II. 

This part is devoted to the consideration of the effects of higher 

in E. M Fs. and currents on the values of the impedances 
and reactances of circuits. 
The problems considered in Part I. are again discussed on the 
assamption that the impressed potential difference is of the form 
m= B віп (y- 1) + в, ein (2 - % + .... + Bm tin (л р t— Om). 


corresponding currents 
can in all cases be represented by sinspla sine carves having the seme 


ts some tests made at the central station 
in the Place Olichy, | 


Numerous tests of all kinds of fuel have already been made with a 
view to smoke prevention. Coke has been tried and abandoned, 
both because of price, and because its acid fumes damaged the 
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tubes of the boilers. A municipai commission, which was appointed 
to consider the subject, has not yet rendered a report. Recently, 
however, M. A. Lalance has communicated to the Société Industrielle 
de Mulhouse, certain results obtained with English anthracite at the 
station in the Place Clichy. He had previously tried the Langer 
smoke preventer, so much used in Austria, . had furnished ых 
boilers with this apparatus, using a coal named St. Charles from 
the Charleroi basin, which when considerably ds mpened, gave but 
little smoke, and no further complaints were made, but the 
mechanism necessary was delicate, and wear was so rapid as to 
necessitate regulation every second or third day. Searching for 
other and better means, he heard of the use of anthracite in London 
and arranged two boilers with grates of Richard'a type, perforated 
with conical holes, and with a draught aided by three steam 
blowers in each closed hearth-pit. These grates are, in fact, simply 
perforated plates, and enable fine anthracite to be burned. The 
changes necessary to be made to a boiler are trifling. The бге thick- 
ness should be 3 to 4 centimetres. It is found easy to maintain 
pressure by draught regulation. Cardiff anthracite is described as 

urning quite smokelessly, and the management of the fires is easy, 
as with coal, and no dust is made. 

The tests made by M. Heckel were for the purpose of seeing 
whether the numerous advantages of the coal were in any way coun- 
terbalanced in cost. The tests extended from April 5th to 16th last, 
and the arrangement of the plant was such as to permit either of two 

of 350 kw. each to be driven with steam from two boilers 
with the Langer smoke preventer, or from the two boilers burn- 
ing the anthracite. No note needed to be made of water used 
or evaporated. So much electricity was manufactured, and so much 
fuel in each case was needed to do this. In fine, St. Charles coal, 
costing at works 28 francs per ton, was burned on the Richards grate, 
and anthracite, costing 34 francs per ton, was also used. The 34 
arenes waa mede up of eost et 7 francs 20 cents, and of eartage 

The mean of three anthracite tests showed a fuel cost of 7,787 
centimes per kw.-hour. The mean of three tests with the St. Charles 
coal on ordinary grates and with the smoke preventer gave a cost of 
7,382 centimes per kw.-hour, and two tests with the same coal on the 
Richards grate with forced draught showed a mean costof 7,458 
centimes. The difference is not large, and evidently weight for 
weight the Cardiff coal is the better fuel, and if ite price could only 
be reduced to 32 francs, it would stand even as to cost, and would 
besides have all its other advantages. Our contemporary would like 
to see a direct service from Cardiff to Paris, which would enable 
Cardiff anthracite to be not only the most pleasant fuel, but also it 
would show a small first cost economy. | | 


THE DIESEL OIL ENGINE. 


Tum Engimeer. translates from Zeitschrift des Vereines Deutscher 
Ingenieurs a description of Diesel’s oil engine or Rational Heat 
Motor. Diesel claims that his motor better utilises the heat supplied 
toit than any other motor, Thus while the best saturated steam 
engines give 12 per cent. efficiency, small condensing engines 
give only 5 per cent., which is not encouraging. This, however, is 
quite an unfair way of stating the case, and takes no account of the 
thermodynamic possibilities on which basis progress of steam en- 
gineering has not been so very hopeless. Їп а steam plant the boiler 
efficiency is 80 per cent., the engine cannot work without loss, and so 
a triple Mp on Sulser engine plant of 700 Н.Р. with steam super- 
hoated to 350° O., shows 13 per cent. mean heat efficiency, and this 
cannot be much extended for steam engines, fur only 30 per cent. 
of me heat received by an engine can theoretically be turned to 
wor 

Tbe great drawbacks to steam are the heat lost in its generation, 
the low theoretical efficiency, a defect which cannot possibly be 
amended, the sensitive nature of steam in res of its easy con- 
densation, and the influence on it of its immediate surroundings as 
the cylinder walls. 

The object of the author's research has been to improve the utilisa- ` 


5 First, he ted with ammonis at a large range 


and found that wide temperature ranges required 
wide ranges for pressure also, to allow suitable expansion. This 
conelusion he a to all vapours, for otherwise the vapour would 
F some portion of heat is thereby 
He considers it impossible, theoretically, to determine the 
лк to utilise the superheat, but spproximates it at 
to 60 atirospberes, and ammonia being difficult to handle at such 
pressures, air was tried as a simpler agent, and the same theoretical 
results were obtained and conclusions drawn. The air was first 
treated in closed vessels, with heat applied and withdrawn externally, 
but it became clear that the air could be compressed, and heat gene- 
rated in the cylinder itself, as already performed in other internal 
combustion motors. In what he claims as a new process of combus- 
tion, Diesel emphasises the difference between the temperature of 
ignition and that of combustion. The temperature of ignition is 
lowered by pressure.  Hitherto the temperature of combustion, 
which. is than that of ignition, bas been . produced after 
tion—by and during the of combustion. This seems too 
obvious, at first sight, to gainsay, but Diesel has evolved a new system 
of combustion, which he calis “ rational.” It demands four essential 
conditions. First, the temperature of combustion must be produced 
before combustion, and independently of it, and it must be produced 
by the mechanical compression of air. This is seen to be in conformit 
with Carnot. Secondly, the air must be adiabatically compressed, 
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and not isothermally, as demanded by Carnot, thus attaining to the 
temperature of combustion at 40 or 50 atmospheres—a much lower 
ponn than if compression be at 0296 isothermal. By avoiding the 

eoretical 100 to 200 atmospheres required in the theoretical cycle, 
an impossible working cycle is rep by a possible one. The air bein 
now at the temperature of combustion, the combustible is injected 
into it in such manner that the heat developed by the combustion is 
at once converted into work. The piston, in fact, moves with the 
fuel ignition, and combustion adds very little or nothing to the 
temperature in tbe cylinder. | 

The fourth essential is somewhat contrary to Sagen Ha ideas, 
which have been that excess of air for combustion should be mini- 
mised. Diesel’s method, however, demands a large excess of air, but 
an amount carefully ш ан each fuel. То ап он 
system, Diesel proposed a four-cycle process, worked ree 
cylinders; the two outer ones being motor and combustion cylinders, 
and the inner one being for compression, expansion, and exbaust. 
T'he outer cranks are at 180° from the middle crank. Air is drawn 
into the central cylinders, partially compressed, and sent to the 
receiver. The two plunger pistons then draw in air on the first down 
stroke, and deliver it compressed to the requisite pressure on the up- 
stroke. On the next down stroke the combustible is admitt- d, and 
burns as the piston descends.’ Pówdered coal has been proposed, but 
pulverised oil has been alone found practicable. Admiseion of com- 
bustible only laste one quarter of the stroke, after which expansion 
occurs, exhaust then takes place into the central cylinder, the piston 
of which is driven down and compresses the air beneath it. On the 
return stroke the exhaust of this cylinder escapes to the atmosphere; 
thus the whole process is completed in two revolutions of three 
pistons or four strokes. 

It is claimed that the boiler efficiency is equal to unity, the pos- 
sible theoretical efficiency is from 50 to 70 per cent., and thus double 
that of the steam engine; the gases produced do not condense like 
steam—some of them must do, for they are steam—and there is no 
loss of heat in passages and pipes; but the mechanical efficiency 
must be lower, beoause of the uch compression, and this has been 
argued to more than outweigh the advantages. But Krupp joined 
the supporters, and a 12-horse engine was made to test the question, 
and subsequently another and improved engine of same size, and 
as a result of the tests made, a 20-horse engine was next made, 
but it had a single cylinder only, and generally resembled an ordi- 
nary petrolenm engine, being single acting water jacketed ; this 
latter being a source of loss not yet overcome, or apparently hoped 
to be overcome. This engine has undergone many tests by repre- 
sentations of Kropp, Sulser, snd Deuts, and by Profs. Schroter, 
Gutermuth, Sauvage, and others, and all seem to agree that the new 
motor has the highest efficiency of any motor, the efficiency being 
double that of steam and half as much again as other internal com- 
bustion motors. | | 

The oil consumption is only 1 lb. per brake H.P.-hour under 
normal working conditions. An ad is that no explosions are 
missed and combustion is complete so that no dirt collects on the 
internal surfaces. Nor is there ignition apparatus of any kind. 
The trials by Profs. Schroter and Gutermuth show a heat efficiency 

r I. H. P. of 34 to 35 per cent. It thus appears that Diesel's views 

ve been confirmed, and the motor is a solitary example of an 
engine built to Fees d and living up to it, whereas in other things 
the ко is deduced after the practical man has shown a thing to be 

e. 

The exhaust gases were т р invisible and odourless, proving 
complete combustion, and their acalysis showed for full power a 
mean air excess of 26 per cent., and at power of 160 per cent. 

The thermal efficiency is found to increase with lesser powers, and 
the economic efficiency only fluctuates betwecn 22 and £6 per cent. 
The following table may be of interest. It is a summary of tests 
made in February last, and embraces four trials. The tests were 
made in Augsburg :— 


Diameter of motor piston. 9:8 inches. 
Stroke 1 ” ee » 
Diameter of air pump se 4T X 


Stroke „ » 
Oaloriflo value of oil ... 


78 „ 
18:370 B. T. U. per Ib. 


Full power. Half power. 

I. II. I. II. 
Number of revolutions T 11718 (1542 |15v1 |1580 
I.H.P. motor cylinder... е9 . 97 85. 2477 1771 1772 
B. H. P. „ "-—-—Hs ..| 1987 1782 9:58 984 
Mechanical efficiency рег cent. 748 | 755 | 578 | 596 
Oil per I. H.P. hour pounds 0°40, 039 016) 016 
Oil per B.H.P. » m eee 0°54 52 


: 0 061| 060 
Exhaust pump et өөө . epe T 404^ C. 878° C. 260° О. 260° C. 


THE AMERICAN ELECTRO-THERAPEUTIO 
ASSOCIATION. 


(Concluded from page 238.) 


“ A Мет Electrode for Use with the Static Machine," was presented 
by Dr. Luox HarrL-BBows, New York, who sent a communication cn 
the subject, An efficient spray current could be administered by 


means of a wire brush on a handle, consisting of about 400 fixie steel 
wires arranged like a small whisk. 


Dr. Ваваонте, of Bordeaux, France, sent three short communis - 


tions, entitled: 
(a) “A New Localising Electrode to Prevent the Diffusion of the 
Current." 


(0) Palliative Treatment of Tic Douloureux of the Face." 

c) “ The Action of the Röntgen Rays on the Vitality and Virulence 

of Koch's Bacilli in Cultures.“ 
These were translated and read by Dr. F. Schavoir, of Stamford; 


nn. 
The localising electrode consisted of eight or 10 narrow elec. 


trodes, connected alternately with the positive and negative poles, 
i current must have an extremely high intensity in Т, to become 


use 

In the treatment of tic douloureux, he uses a large electrode on the 
face, and an !pdifferent electrode to the dorsal region. A continuous 
current of 60 volts and 30 to 50 milliamperes is employed, and the 
periods of ascension and diminution last from seven to 10 minutes, 
The-maximum intensity should be maintained for at least 20 minutes. 
As the cases had been kept under observation for several years, he 
could say positively that the treatment always brought relief from 
intense un and sometimes after a considerable time caused its per- 
manent disappearence. à 

The author described in detail the manner in which his investigs- 
tione into the action of the Róntgen rays on the tubercle bacilli had 
been conducted, and concluded, from his experiments, that the ex. 
posure of the culture for one hour did not destroy the virulence of 
the culture, but retarded its evolution, and also that the vitality of 
the cultures was not modified. | a 

“ Report of the Committee on Electric Light for Diagnosis and 
Therapy, and the Röntgen X Rays,” by Dr. F. Somavom, Stamford, 
Conn. With the static machine the rays produced were far more 
penetrating and steady, and the radiographs gould be taken with a 
much shorter exposure than by other means; many and great improve- 
ments had been made in vacuum tubes, and that a marked inctease 
in trans y bad been secured in the FC 
tion of barium platino cyanide for the tungstate of calcium. — 

The Presipunt read his address, which briefly reviewed the history 
of the Association, and suggested several changes which would in- 
crease the value and usefulness of the Association, and lessen the 
work of the execative. Оп motion of Dr. Charles В. Dickson, it was 
resolved that the Exxecative Council be directed to consider the eug- 
gestions contained in the President's address, and also the matter of 
the revision of the constitution and bye-laws; that their report be 
mailed to the members at least one month prior to the next meeting, 
and that notice of such amendments is wel Aeg n 

On motion of Dr. R. J. Мони, it was decided to hold the eighth 
annual meeting in the City of Buffalo, N.Y , and the second Tuesday 
in September and two following days were chosen as the date. 

ТЬе following officers were elected for the ensuing year:— 

President. — Dr. Charles R. Dickson, of Toronto, Canada. 

First Vice- President.— Dr. F. Schavoir, of Stamford, Conn. 

Second Vice-President.—Dr. Caleb Brown, of Sac City, Iowa. 

Secretary.—Dr. John Gerin, of Auburn, N.Y. 

Treasurer.—Dr. R J. Nunn, of Savannah, Ga. i 

Executive Council.—Dr. Robert Newman, of New York, N.Y.; Dr. 
W. J. Morton, cf New York, N Ү.; Dr. W. J. Herdman, of Ann Arbor, 
Mich.; Dr. W. T. Bishop, of Harrisburg, Pa.; Dr. G. Betton Massey, 
of Philadelphia, Pa. | 

The customary votes of thanks were passed, after which the т 
president appointed Drs. Newman and Nunn a committee to 
the newly elected president to the chair. 


Dr. Dioxson, on receiving the gavel, addressed the meeting in 2 


particularly happy vein, and requested the hearty co-operation of each 
member to maka the meeting in Buffalo an unqualified success. He 
would announce his appointments of the committees on the investigs- 
tion of scientific questions without unnecessary delay ; he declared 
the meeting adjourned, to re-convene at the call of the executive 
council. 


THE NORTHERN SOCIETY OF ELEOTRICAL 
ENGINEERS. 


Тип annual dinner of the Northern Society of Electrical Engineers 
was held at the Grand Hotel, Manchester, on Thursday evening. 
Mr. J. S. Raworth, the president of the society, occupied the chair 
About 70 gentlemen were present, including Mesers. H. Edmunds 
John Ely, W. P. J. Fawcus, J. Nasmith, Harry Pollitt, Aldermen а. 
J. Meakin, T. Browett, J. F. L. Aspinall, J. Н. Holmes, С. Н. W 
ingham, H. Lindley, H. Alabaster, Percy Rosling, J. Hardie Моем, 
J. Slater Lewis, Е. L. Madgen, E. M. Lacey, J. B. Atherton, J, 
Atherton, 8. V. Clirehugh, and Geo. W. Lowoock (the hon. sec. 
the society). hed 
The Онлтвмаи said letters of apology for inability to attend В. 
been received from tbe Lord Mayor of Manchester (Alderman 
Gibson), Alderman Hopkinson, Mr. J. Taylor, and other gentlemen. 
“The Queen " having been toasted with musical honours, А 
Mr. ASPINALL, locomotive engineer of the L. and Y. Railway Оо 
pany, in proposing The President and the Society,” loco- 
, he understood, was going to do something to help the they 
motive engineers. The locomotive engines still existed, but pl 
were, of course, to be superseded, and trains were to be г EN 
conveniently than by the locomotives of to-day. He did not ut. 
how it was to be done, but that no doubt would be pointed 0 
Personally, be wanted to see the day when the chemist and of it 
would provide a storage battery from which they could get 00 


VTe.aAY AM Бр or M EF s . 65 


ДУ oa Lre AB ed fur 


* 


PAP P P SEP d 


IM fr 


Ч? 


п ni 


ou A i 
гар. 


te 


ўа BER 


wee VW BRD 


ъъ у V 


om 
Фа 


— — 


Vol. 48. Мо. 1,087, Fasacan 95, 1898.) THE ELECTRICAL REVIEW. 


275 


96 per cent. of the work they 

а gas-holder. It was ч $6 ese Шы elechrio аре sunning арос 
in London. He did not 

* It barked like a dog, and stunk like a cat.” He hoped th 
gentlemen would produce something that would get rid of the diffi- 


trade often did more 


good 
ty. Should it happen in the spell of which he 
Lejos sein UB (he would rather say beaming, for lie А like the 
word “ looming”) in the distance upon them that they were not able 


German and Atlantic Oceans to come 

show English customers what they could do in the very 
midst of Manchester. He did not think the locomotive engines 
would be done away with; he was of opinion that the locomotive 


the cost of the electric 
tions, they could get it for 14d. per unit. (A Voice: “ At Bradford 
for a 1а”) They, in this city, were getting down tothat. With a 
sufficient output, there was no reason why they should not supply 
electric energy at 1d. per unit. They must follow the example of 
America. The public must be supplied with what the electrical 
engineers knew they wanted before they asked for it, and then a 
market would be created for their manufactures. It was also pro- 
posed that they should add associates to their Society in the shape of 
the cotton spinners and machinery manufacturers of the 
country, in order that they might put to practical use the knowledge 
which the Society 


The toast list included “The Retiring President (Mr. C. M. 
ела ) and " The Guests,“ responded to by Alderman Мвлкія and 
ASMITH | 


, under the 
company with 


THE TELEGRAPH TROUBLES. | 


Tue CLERKS’ Point or VIEW. 


By OHAS. Н. GARLAND. 


- (Continued from page 167.) 

T'HERB are two claims made by telegraph clerks with respect 
to the maximum salary. The first is 22 they have a right, 
under existing circumstances, to rise to £190 as tors and 
without the intervention of arbitrary and practically insur- 
mountable barriers. The second is that this maximum 
should be raised, as it is insufficient under the changed con- 
ditions of service and environment. The point to which 
they wish it raised is £280 per DE in London, and £200 in 
the provinces. The first claim I dealt with in my last article ; 
the second I will now discuss, | 

This olaim for £230 as & meximum in London is no 
fanciful claim, fixed with no consideration for the circum- 
stances which regulate wages, but is a fair estimate of the 
value of a telegraph olerk's work at the present day. Quite 
apart from the question of changing environment, the work 
itself has so far changed that a higher degree o° skill is 
required, there is a far greater strain on the operatore, imposed 
by the tremendously increased mass of work to be dealt with, 
there is a demand for greater general intelligence and higher 
educational qualifications, and technical training is almost a 
sine quá non. 

Let us hear what Mr. W. Н. Preece, F. R. S., the Eagineer-in- 
Chief, bas бозау on this increased demand upon telegraph clerks. 
“The progress of telegraphy has been phenomenal. That 
progress has been marked bya steadily-increasing demand 

or the exhibition of technical knowledge and skill on the 
part of the artisans and operators engaged in the engineerin 
and commercial branches of telegraphy in this country, an 
we are able to bear witness to the fact that those concerned 
have responded to this demand in a way that does them 
infinite oredit, A standard of technical knowledge that was 


exceptional in the telegraph service a few years ago, is now 
the rule, and the time is е distant when we shall look in 
vain and without regret for the engineering or commercial 
employé who has no knowledge of the principles of the 
science.” 

The same high authority has also summarised ina form 
which I will not attempt to improve upon, the actual 
requirements. “We require that all telegraphists," he says, 
“at some time of their career should possess an acquaintance 
with the principles and the laws of electricity as applied to tele- 
graphy and telephony, and with the mechanical construction 
of the apparatus that they handle. They should also oom- 
prehend the nature of faults that oocur.in apparatus, and 
evince the ability to remove these faults, and generally to 
secure the maintenance of the apparatus, There is no doubt 
that this knowledge on the part of the staff very much ia- 
creases the efficiency of the service. In days gone by an 
immense amount of time was lost in repairing faults, owing 
to the fact of the only partons who could repair faults being 
the engineering officers, who to be sent for; whereas 
now, owing to the advance of technical knowledge, the clerks 
are able themselves to remove slight faults at once; the result 
is, that delays are removed, the service has better supervision, 
the work is simplified, and generally the. condition of our 
apparatus and our lines is very mnoh better than it used 
to de. I should like to say this, that whatever tends to pro- 
mote rapid service means increased business to the Depurt- 
ment. There is no doubt that the number of, messages that 
are sent by telegraph depends almost essentially on the 
rapidity with which they are sent and delivered, and, there- 
fore, technical knowledge being acquired by the staff, means 
an addition to the revenue of the Department, and therefore 
justifies the Department in incurring some expenditure in 
improving the staff and service.” Toese lengthly quotations 
are justified by the important aud unimpeachable testimony 
they bear to the difference of requirements now, and at the 
time when Mr. Fawoett fixed £190 as a fair remuneration 
for the work of a telegraph clerk. The increase in the 
mass and  oomplexity of the work is borne out 
by the Postmaster-General in his 41st Report. The 
growth of the whole business (of the telegraphs),” he вауғ, 
“ ginoe 1870 (from less than seven to more than 71 millions) 
has been more than 10-fold. The number of offices has in- 
creased from 2,000 to nearly 10,000. The system, including 
submarine cables, now consists of about 85,000 miles of line, 
as compared with 15,000 in 1870, and about 215,000 miles 
of wire, as compared with 60,000, while the number of in- 
struments has increased from 4,000 ‘to. over 26,000.” This 
was written in 1895, and the increase during the intervening 
period has kept pace. With all this development, the work 
and strain of the individual clerks has also vastly increased. 
Speaking pereonn m I can say that each man works im- 
mensely harder, and more continuously now, than 15 years 
ago, and the difficulty of remaining clear-headed and steady 
amid all the rush and whirl of these millions of messages, 
the manifold complexities of circulation, the mysterious 
faults and imperfections of the new and delicate apparatas, 
increases to an enormous extent the wear, tear, and worry of 
a telegraph clerk’s life. | | 

The greater amount of work turned out cannot be attri- 
bated to the improved фе alone. As Prof. Marshall 
justly observes in his Principles of Economics” (p. 316), 
* The more delicate the machine's power, the greater is the 
judgment and carefulness which is called for from those who 
вее after it.” And from the single needle and the Morse inker 
of 17 years ago, to the Wheatstone transmitter, with an 
attainable speed of 600 words per minute, and a working 
speed of 400 words per minute (vide Postmaster-General’s 
41st Report), or the Delany multiplex of to-day, what an 
increase in this demand for judgment and carefulness. The 
percentage of nervous complaints demonstrates the truth of 


this. 

What increased reward does the Department offer for this 
increase in the quality and quantity of the work? Does not 
the model employer веб an ves n in this matter? Far 
from it. By what appears to us to be a tampering with our 
rights, our prospects have been actually reduced. I showed 
in аа pap2r how the obtainable maximum ав an operator 
had been reduced from £190 to £160. What wonder, then, 
that telegraph clerks are discontented ? and what wonder if 
this gnawing discontent should uncdnaciously affect the out- 
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put? I can assert truthfully that no formulated intention 
of restricting the output has ever gained any power. among. 
the staff, and the Postal Telegraph Clerks’ Association haa 
always discouraged such methols; but does not discontent 
unconsciously militate against the highest results? And 
under the conditions I have detailed discontent is inevitable. 

It has been the custom of those opposed to us to speak 
glibly of the market value of our work and to assert that the 
present salaries—that is, the salaries with the reduced 
prospects of promotion—are sufficient, nay, liberal. The 
market rate of a man’s work, as I understand it, is the point 
at which it is fixed by the influence of open competition, and 
except where powerful unions stand in the way, it is the 
lowest rate at which men can be induced to perform the work. 
In the case of a State monopoly, where there is no open com-. 
petition to determine the rate, it is hard to say how this 
market rate is arrived at. The best method of determining. 
а rate appears to me to be a consideration of the salary which 
will attract a class of men and women sufficiently well educated 
to come up to the best requirements of the department in 
the matter of efficiency, and also a salary sufficient in 
amount to retain the services of the most highly-skilled and 
efficient men in the Department. Sir Lyon Playfair, speak- 
ing before the Ridley Commission on the question of the 
fixing of the rates of for civil servante, takes practically 
this view... He says: “ One thing that guided us very much 
in the terms which we offered was, that we took a great deal 
of evidence as to what the outside world gave for positions 
somewhat similar, and we found that civil servants were on 
these terms paid more liberally, and we could get the élite of 
the men outside who did similar work." This is undoubt- 
edly as it should be. The rate should be such as to get and 
keep the élite of the роса in the service оѓ the State. 
The Daily News of January 29th, 1895, said: “It is now 
acknowledged that to give high wages, and thus attract the 
pick of the market, coincides with sound policy as well as 
with the humane principles which ought to guide our civil 
administration.” The Rt. Hon. James Bryce, M.P., speak- 
ing to a deputation of Aberdeen telegraph clerks on Novem- 
ber 24th, 1897, said; The State. . . ought to go upon 
the principle that it would not pay more than the market 
rate, but, that it would pay the best market rate." The 
present salaries and prospects held ont to telegraph 


clerks are not consistent either with keeping the élite of 


the profession in the service of the State when oppor- 
tunities of escape are offered, nor are they consistent with the 
rinciple of paying the best market rate. Nor, as the con- 
itions of service me known, and the real nature of the 
prospects exposed, does the fierce competition for the places 
continue. Sinoe last year's public notice of the telegraph 
clerks’ position the number and quality of the candidates for 
the position has fallen immensely, as the Civil Service Com- 
missioners returns will show, and when the case is more fully 
understood there will be a still greater falling off. The élite 
of the class which would otherwise become telegraph clerks 
know they can put their educational abilities to a better and 
more profitable use. | 
The cable companies’ scales are much higher than the Post 
Office scales for similar work, with the result that the best 
men are attracted from the tal service whenever the 
ош offers. To take only one instance : the Eastern 
Telegraph: Company offers a scale of £50 by £12 to £204, 
as compared with the postal scale detailed in my last article, 
with its slow progress to the practically insurmountable 
barrier placed at £160. In Germany, where the cost and 
standard of living are very much lower than here, and where 
the service is slower and lesq efficient there is a maximum for 
the lowest class of operators of. £162, and in Holland, where 
same cheapness exista, а telegraph clerk can get £183 by 
the time he is 40 years of age. | 
So far are the conditions of service in cable companies and 
Colonial Governments superior to the postal conditions, that 
the advertisement of a vacancy invariably secures a rush of 
the very best operators. In a small office, like Newcastle, 
for example, 50 of its best men will apply for four positions 
under the Transvaal Government. Nearly the whole of the 
Preston ataff will apply for one position in the Eastern Com- 
pany, and such examples could be supplied ad nauseam. The 
result of this is, that the companies draw off many of the 
best men, and much of their success is to be attributed to the 
class of operators thus obtained. 


How are the Post Office authorities meeting this increased 
demand on their men and the increased pay offered outside? 
By loweriug the prospects and increasing the hardships of 
service; by reducing privileges and curtailing leisure. These 
things I believe to be not so much the fault of individual 
administrators as the fault of the system. An administra- 
tive system is the strongest of conservative stractures, and 
when that system has been built up on unsound economic 
principles it requires more than the ordinary reforming 
spirit to break through it. And the principles underlying 
the 5 postal management are not those sympathetic 
and humane principles which should guide an administra- 
tion which stands in the position of model to all other 
employers, E " 

The demands of telegraph clerks are no straining after 
ideals. The scale which they ask is as follows:—The pre- 
sent scale as far as £50 per annum, and then by increments 
of £7 108. to £140, thence by £10 to £230. This is for 
London. For the provinces the scale is lower, with a 
maximum of £200. It is an eminently reasonable demand. 
In a further paper I will defend the demand for changes in 
the lower portion of the scale. At present, suffice it to say 
that the clerks only ask that the £230 maximum should be 
granted under certain conditions. Upon reaching the 
Fawcett maximum of £190 they say: “ We will be submitted 
to a test in theoretical and practical telegraphy and tele- 
phony, and will pass an examination in magnetism and 
electricity." By this means the department can assure 
themselves that the men who advance have kept pace with 
the conditions essential to the performance of the highest 
class of work in the most efficient manner. It is possible to 
stop men of bad conduct at any point in the scale, and the 
demand is, therefore, that men of unimpeachable character 
and high merit only should pass the £190 point, which Mr. 
Fawcett fixed for operators pure and simple. On the sug- 
gested scale a clerk would not obtain £190 until after 19 
years’ service, and the maximum, after having passed the 
tests explained above, after 23 years’ service. 

By adopting this scale, the Department would ensure that 
essential factor in efficiency—a coutented body of workers; 
it would put itself in a position to retain the élite of the 
profession in its service; it would make its scales nearly 
equal to the best market rate paid for telegraph operatori, 
and it would approximate more closely to its proper position 
in the first flight of employers. Surely, with the evidences 
one can adduce of the immense advantages to the community 
of an administrative policy, guided by such principles, and 
attaining such results, the diy should not be far distant when 
the reasonable demands of this important body of public 
servants will be conceded. 


(To be continued.) 


SOME NOTES ON SINGLE-PHASE MOTORS. 


By А. С. EBORALL. 


(Continued from page 178.) 


IN regard to the winding, it should have as small a self- 
induction as possible, and is preferably of copper strip placed 
edgeways in the tunnels. A three-phase star-connected 
winding is often used, the common junction being made on 
the iron work of the rotor. Apart from the question of self- 
induction, it is generally inadvisable to use more than one 
conductor per slot, because, in order to comply with one 
the conditions stated above, such windings are frequently 
very irregular. That this is во may be seen from an inspec- 
tion of fig. 10, which is a six-pole rotor winding with one 
conductor per slot. | 
The simple short-circuited form of rotor described above 
is only used for small motore, its employment above 6 H. P. 
for low frequency, and 4 H. P. for high frequency motors not 
being attended with satisfactory results. Imagine а single- 
phaser with such a rotor being started up by means of any 
phase-splitting device. With the rotor just beginning to 
move, the slip is equal to the frequency of the supply cU 
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rent in the stator, and the whole arrangement is practically 
a short-circuited transformer. Large currents circulate in 


rotor and stator, and the torque would be enormous if it. 


were not for leakage. The presence of the air-gap directly 
promotes leakage, which means that the rotor.currents have 


а great lag in regard to the stator induction, and hence the. 


motor will have very little torque, although drawing large 


currente from the line. To sum up, then, the dieadvantages 
connected with the employment of a simple squirrel cage 
rotor for motors of any size :— 

1. A large wattless current is drawn from the mains, 

y disturbing the circnit on account of the voltage drop 
the lines and generator, and also on account of the great 
ems effect which it produces on the generator 

2. The large rotor current exerts a very powerful demag- 
netising effect on the stator, choking back the induction, and 
hence reducing the torque. 

8. The rotor current being nearly wattless, it is out of 
phase with regard to the induction prodaced by the stator, 
and consequently the torque produced is insignificant. 

4. Much of the . pressure may be lost in the 
stator coils to overcome resistance, and 

5. The motor is liable to barn ont. 

Of course, as soon as the rotor begins to move, the rotor 
currents decrease, owing to the slip decreasing, and they will 
continue to decrease until the motor approaches its speed 
limit, determined by the stator poles and frequency of 


supply. 

л» for motors of any size, it becomes necessary to 
reduce these large wattless currents, both for the sake of the 
supply system, and to secure effective starting of the motor. 
The best way of decreasing the wattless current in amount, 
and also of bringing it more into phase, is to put a non- 
inductive resistance in series with the short-circuited part at 
starting, cutting it out as the rotor runs up to speed. This 
means that the short-circnited part must be wound with a 
regular winding, its ends being connected to elip-rings on the 
shaft, as mentioned above—or the ends may be connected to 
a resistance placed in the body of the rotor, which may be 
short-circuited by an external device when the rotor has got 
up ре 

The former plan of having the resistance exterior to the 
motor is on the whole preferable to the latter, as it allows the 
resistance to be varied, and gradually ont out, which does not 
disturb the circuit so much. | 

The resistance for this p must be as non-inductive 
ав possib'e; if not, it may still further increase the lag. A 
three-phase winding is always employed on the rotor, this 
having the minimum of dead points, and the rotor resistance 
is generally star-connected, to correspond to it. 

is insertion of a non-inductive resistance into the rotor 
is very effective. It cuts down the current in amount, and 
therefore limits the demagnetising effect, and at the same 
time this rotor current is brought more into phase (and hence 
the stator current also), and as a result a greatly increased 
torque is produced. The other harmful effecta enumerated 
before are in consequence either greatly reduced, or obviated 
altogether. 

Assuming the motor to be started with two currents o 


frequency, л, and differing 90? in phase, the starting 
torqae is | 
2 K cos ф 


Rotor impedance’ 
where ¢ is the lag in the rotor bars, and к a constant 
depending on the strength of the magnetic field, and on the 
winding of the rotor. 


AS совф = ž 


VR? + 4 я? n? 1? 
the expression for the starting torque becomes 
2aKR 
р? + 4 «? n? 1?' 

which is a maximum when 2 r n L = R. | 

Hence to get the best results, the value of the starting 
resistance plus the rotor resistanoe should be equal to 
2 * n L ohms, and should be capable of being decreased as n 
decreases. Single-phasers are never started with two cur- 
rents differing 90° in phase, and hence in practice it is 
usual to make the value of the starting resistance somewhat 
less than this. | 

The effect of resistance in the short-circnited part of a 
single-phase motor supplies the reason for several points of 
construction that might otherwise not appeat. When 
describing the construction of rotors with simple short- 
circuited bar-winding, it was stated that the rings at the ends 
are made of considerably smaller section than the total section 
of the active bars. This is simply to enable the motor to 
start effectively, the resistance of the copper rings, with such 
large currents as they would carry at starting, being quite 
sufficient to enable this to be done. | 

There is, however, another factor entering into the case. 
At any given load on a motor, the torque is proportional to 
the product of the induction in the air-gap and the current 


(Fig. 6) 


in the rotor conductors ; and therefore, the impressed stator 


pressure being constant, the rotor must run at such a speed 
that the slip allows enough pressure to be generated in the 
bars to overcome the resistance of its conductors. The slip is 
really somewhat greater than this, on account of leakage and 
pressure drop in the stator. It therefore follows that for a given 
torque the slip is nearly proportional to the resistance of the 
rotor, and hence that the effect of giving a certain amount of re- 
sistance to the rings, and of working with high current densities, 
is to cause a corresponding drop in speed of the motor, and 
must not be carried too far. To make a motor synchronous, 
all that has to be done is to put a lot of copper in the rotor 
conductors, and what is done in practice is to use very few 
barr, and work with a low current density. This construc- 
tion of rotor implies a “ notched” field, which further oon- 
tributes to a synchronous tendency. Such motors must be 
ron up to practically synchronism before they will go in, and 
take а large current, their no-load current also being high, 
perhaps 50—60 per cent. of the full-load current. They 
will carry but very little overload, their power factor also 
being small. Such motors are very rarely asked for—their 
only application would seem to be for driving rectifiers. The 
Pollak rectifiers ranning at Frankfort and Ziirich are driven 
by motors of this type built by Messrs. Brown. 


(To be continued.) 


REVIEWS. 


Formulaire Physico-Chimique. Par Donato Tommasi. 
Paris: Librairie Industrielle, 30, Rue du Dragon. 


This book is a compilation of 475 pages containing a vast 
number of data, and much practical information, useful to 
physicists and chemiste, and, in a lees degree, to engineers 
and manufactarers. Chapter I. treats of fusion, solidification 
and vaporisation; Chapter IT. of the solubility of gases, and 
of mineral and organic solids; Chapter III. is devoted to 
refrigerating mixtures; Chapter IV. to the expansion of 
solids, liquids and gases; Chapter V. to the phenomena of 
capillarity; Chapter VI. to the densities of solids, liquids and 
gases; Chapter VII. to thermo-chemistry and the law of 
thermal constants; and, lastly, їп Chapter VIII , information 
will be found on the spheroidal condition of bodies, the 
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dissociation of ammoniacal salte, the nascent condition of 
bodies, the electromotive force of the principle voltaic couples, 
the capacity of certain accumulators, and the composition of 
some varnishes, mastics and cements. 

A table of great utility to the practical man in ponen 
since it gives fixed points of temperature, at small distances 
apart, from 954° to 1,775° C, is that relating to the Prinsep 

oys of silver with gold and platinum. 

The data relative to the liquefaction of hydrogen, 
oxygen, nitrogen and atmospheric air are derived from 
the researches of Wroblewski and Olezewski. No mention 
is made of Prof. Dewar. The formula of Nordenskjold for 
the solubility of salts, in terms of their solubility at a given 
temperature, is quoted; but is not explained in such a way 


as to render it available to the non-mathematical worker. 


We notice that in the table giving the degree of cold pro- 
duced by the mutual reaction of solids the minus sign is 
accidentally omitted in the case of the mixture of eodic 
carbonate and manganic nitrate, which is capable of lowering 
the temperature to — 26? C. The data given on p. 195 
relative to the increased expansion of wires — excepting 
in the case of hard steel—when a given temperature is pro- 
duced by the passage of a current, instead of by ordinary 
means of heating, may be useful to some of our readers. 
The same may be seid of the table on p. 229 giving the 
weight, at 15° C., of one drop of various liquids, or the 
number of drops to 1 gramme, when 20 drops of distilled 
water weigh 1 gramme. The densities (or specific gravities) 
of alloys of lead and antimony are given on p. 240; anda 
knowledge of them may sometimes save the trouble of a 
chemical analysis. 

The tables giving the percentage of real acid in solutions 
of hydrochloric, nitric, sulphuric, and chromic acids of 
given density, will be of value to the electro-chemist ; but, 
even in this work, the mistake of omitting to state the 
temperatures to which the given densities are to be referred 
has in some cases been made. Nor, in regard to Anthon’s 
table (p. 273) is it mentioned that tbe sulphuric acid, of 
which various proportions are to be added to 100 of water 
to obtain a dilute acid of a required density, must be of 
the very inconvenient specific gravity 1:86—inconvenient, 
because the density of oil of vitriol at 15? C. (59° F.) 
is 1:8455, whilst that of H, SO, is 1:8426. Correct tables 
&re given of the percentages of caustic potash, and soda, in 
solutions of various densities. 

The chapter on '*Thermo-chemistry " is unsatisfacto 
from the point of view of tbe électro ohemist who may see 
in vain for the heat of constitution of the compounds, such 
as Pb 80, and Pb O,, in which he is most interested. 

On р. 380 is given а table of the capacity in ampere- 
hours of 1 kilogramme of plates in various accumulators, 
For the Laurent-Cely elements this is given as 9 to 10 
ampere-hours; for the Dujardin, 15 to 18; for the Julien, 
15 to 20; and for the Tommasi, 25 to 30. 

The work ends with a description of two kinds of electro- 
lytic cartridge which, the author states, may be advan- 
tageously substituted for gunpowder or dynamite for blasting 
in oal mines. 


Light: Visible and Invisible. A series of lectures delivered 
at the Royal Institution of Great Britain, at Christmas, 
1896. By SILVANUS P. THOMSON, D. Sc., F. R. S., M.R.I. 
London: Macmillan & Co., Limited, 1897. 


This publication, in book form, of Prof. S. P. Thompson's 
Royal Institution lectures on light is well worth reading. 
This most fascinating, as well as the most exact of physical 
sciences is treated by an enthusiastic and gifted lecturer; 
and thongh the conditions of в popular lecture do not admit 
of exact demonstrations, and an immense subject is skimmed 
over in a few pages, the reader is left keenly interested, and 
stimulated to seek more information eleewhere. No doubt 
the style suffera from its lecture-room origin, and the collo- 
quial form is occasionally irritating ; but, taken as a whole, 
it attains its object, and may well stand with Kempe's “ How 
to Draw a Straight Line," Vernon Boys's Soap Bubbles,” 
and some other volumes which owe their origin to the same 
sohrce, the theatre in Albermarle Street. Prof. Thompson’s 
method of treating geometrical optics by considering changes 
in the curvature of a wave suface, is more philosophical than 
that by considering changes in the directions of rectilinear 


rays, and we ө his assurance that it is of practical 
vantage in ing. Unfortunately, in teaching some 
sciences, notably mechanics, the most philosophical course 
cannot conveniently Ъз followed. The chapter on rays 
emitted from vacuum tubes is particularly interesting, and 
gives a clear and concise account of the state of knowl 
at the time the lectares were delivered ; but the distinctions 
drawn by Prof. Thompson between many different kinds of 
cathode rays would not, we think, be generally accepted. As 
1з often the case in books of this kind, the appendices, in 
which particular points of interest are discussed in detail, 
are the cream of the whole. 


ON SOME RECENT INVESTIGATIONS IN 
CONNECTION WITH THE ELECTRO- 
DEPOSITION OF METALS.“ 


By J. C. GRAHAM. 


So far as the author of this paper is aware, there has been no 
very satisfactory examination made into the conditions which 
are necessary for the rapid deposition of metals from their 
solutions by means of the electric current. 

The experiments which are described in this paper appear 
to throw some light on the subject. 

When an electric current is passed through a strong solu- 
tion of sulphate of copper, the copper is deposited in a very - 
perfect condition so long as the current density does not 
much exceed 200 to 300 amperes to the sqaare metre. 
According to Donato Tommasit the following are the 

gures:— 


Poids déposé en 


grammes par heure et Intensité du Courant 


Nature du dépót de 
Cuivre. .. 


раг d m?. en amp. par d m?. 
12 102 Trés bon. 
se 427 Sablonneux sur les 
8. 
ы 106: Mauvais sur tout le 
tour. 


And Tommasi adds, Suivant H. Fontaine, pour bien 
opérer, il ne faut pas en pratique dépasser 1 ampere par 
décimétre carré de surface de Cathode, lorsque les anodes sont 
en cuivre chimiquement pur." 

The deposit here spoken of appears to be the very good 
sort of deposit which is requisite for electrotyping and 
similar purposes, for it is beyond donbt that much denser 
currents can be used if the smoothness of the face of the 
ро be not the principal object aimed at. | 

The author of this paper has made many inquiries of 
copper depositors for the purpose of ascertaining what is the 
maximum current density which is actually by them in 
the practical deposition of copper, and has been unable to 
obtain any definite information. But so far as it is possible 
to form a judgment, the current density is not the same in 
all depositing trades, and very seldom exceeds about. 800 
amperes to the square metre of cathode surface. 

he fact is, that the current density at which copper сап 
be thrown down во as to obtain a good deposit depends very 
largely upon the thickness of the required deposit. A current 
density which would give a good deposit of rovoth of aa 
inch thick would give a very bad deposit 1, of an inch 
thick, because every minute imperfection becomes enormously 
exaggerated as the process goes on. And this tendency to 
exaggerate original imperfections becomes much more mark 
as the current density is increased. DS 

This effect, due to the time element, makes it very difficult 
Е use exact language in speaking of the character of the 

eposit. 

The effect of current density may be described in general 
terms as follows:—If the density be about 100 amperes to 
the square metre, the deposit is quite smooth and of а very 
pale salmon colour. If the density be increased, the surface, 
although still of a good colour, begins to get rough, an 
feels to the touch something like emery paper ; if the density 
611... ans а pubs d ur aui eer 
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be further increased the deposit soon becomes discoloured, 
and if it be still farther increased, hydrogen begins to appear 
in quantity on the cathode, and the copper is thrown down 
as a non-coherent chocolate-ooloured mud. 

The development of hydrogen may very well be accounted 
for, if it be assumed that the copper atoms in the electrolyte, 
which are immediately adjacent to the face of the cathode, 
are, in the case of dense currents, thrown down on the 
cathode more rapidly than they are. replaced by the ordinary 
circulation of the electrolyte and by diffusion. If they are 
thrown down more rapidly than they are replaced, a time 
must soon come when the current has to force its way 
through the hydrogen molecules, which are adjacent to the 
cathode, and then hydrogen will be generated on the face of 
the cathode as well as copper. | 

It appeared to the author that it was not improbable that 
the generation of hydrogen was the most formidable obstacle 
in the path of rapid deposition, and that a rapid circulation 


of the electrolyte over the surface of the cathode might pos- 
sibl vent the generation of hydrogen by maintaining a 
ent path for the current through copper molecules. 
Some circulation is no doubt taking place in every bath 
where electro-deposition is in progress, and in some cases it 
i$ promoted by waving the cathodes to and fro, and probably 
also the atoms composing those molecules of the electrolyte 
which conduct the current change places and waltz round 
one &nother, acoording to the commonly accepted theorem, 
bat the following experiment appears to point to the conclu- 
sion that this waltzing action is not accompanied by any 
movement of the waltzing atoms towards the electrodes. 
| с U дтн was n filled bs an а solution of sul- 
te of copper, as shown in Diagram A, and a copper ano de 
End а copper cathode were dipped into the electrolyte at the 
two open ends of the tube. This form of tube was adopted 
во as to prevent any circulation taking place. A very small 
current was then passed through the solution from the elec- 
trode marked -- to the one marked —, and continued for 
two or three days. At the end of this period the electrolyte 
on the cathode side was in the condition shown in Diagram 
B. As far down as the cathode reached, all the copper in 
the solution had been taken out by deposition on the cathode, 
and immediately below the lowest point of the cathode the 
solution appeared to be unchanged. No change whatever 
had taken place round the anode so far as the eye оопа 


judge. | 

If the waltzing action had been acoompanied by any move- 
ment of the atoms towards the electrodes, one would imagine 
that just as each atom of copper was thrown down on the 
cathode another atom of copper would have waltzsd into its 
place, and oonsequently that no change in the electrolyte 
would have been expected in the neighbourhood of the 
cathode, but that; a change might have been expected in the 
neighbourhood of the anode, especially if the anode had been 

e of some insoluble substance. 

The experiment was, therefore, repeated with a lead anode 
substituted for a copper one. The same change was again 
noticed round the cathode, but no change was noticed round 
the anode, which could be observed, by the eye. 

The waltzing action does not, therefore, appear to have 
any appreciable effect in preventing the gradual exhaustion 
of the copper atoms on or near to the face of the cathode. 

Mechanical circulation appeared, therefore, to be necessary 
to renew the рр atoms on the face of the cathode; and 
the yid nas which was investi was whether the cur- 
rent ty could be materially increased if, by means of a 


forced circulation, a continuous supply of copper atoms could 
be maintained on the face of the cathode. 

To determine this, the apparatus shown in Diagram О was 
tried. In it the electrolyte was pamped up into a tank about 


40 centimetres above the level of the electrolyte in the de- 
positing bath. From this tank it was allowed to flow down 
u pipe, and out at a jet (below the surface) directed against 
the face of the cathode. | 
By these means a tolerably violent circulation of the eleo- 
trolyte over the face of the cathode was obtained. | 
, (To be continued.) 


SOMETHING TO LEARN. 


ENGLISHMEN do not, as a rule, know half as. muoh of the 
United States as Piy ought to, ad vantageously to themselves; 
but we need not pride ourselves very greatly on our ig aoranoe 
on this side. There is, or app2ars to be, quite as much amongst 
Americans with regard to conditions and facts in Great Britain ; 
and we notice this more especially in connection with the pros- 
pects of electric traction on this side. 

. There is, no doubt, a great deal of business to be done, but 
some of the American technical papers give their readers very 
misleading information; and it seems a pity that garbled 
accounts should cause unn trouble and expense. For 
instance, if a local authority in Eagland oonsidera the 
question of municipslising the tramways, а note on the 


subject probably appears їп some of our trans-Atlantic con- 


temporaries, implying that the said local authority is in the 
ича. Эа for material. Forthwith circulars and price liste— 
perhaps even agents or representatives—aeppear on the 
soene, only to find out that two or three years must elapse 
before any orders can be given; and even then that home- 
made material will have the preference. 

A recent example of this same “ want of completeness, to 
put it mildly, occurs in the last issue of the Street Railway 
Journal, where a table is given purporting to comprise the 
principal cities of the British Isles and their tramway systems. 
Opposite to a number of these (perhaps 20) is printed the 
word “ None” ; and amongst those towns which are accord- 
ingly to be exploited for tramways are such as Hull, Salford, 
Bolton, Preston, Burnley, Huddersfield, Gateshead, Leith, 
Rochdale, St. Helens, West Bromwich, Bury, Wigan, Hanley, 
Devonport, Hastings, and Barrow-in-Furness. Out of all 
the lot, we believe that it can only be said of one that tram- 
ways do not yet exist, во we are somewhat puzzled to imagine 
where on earth the Street Railway Journal gets ita informa- 
tion from. 

It is, however, instructive to refer to some other figures 
supplied by our contemporary (with which we have no 
occasion to quarrel), to the effect that the British Isles 

seas about one mile of street tramway for every 40,000 
inhabitants. In the nearest equivalent American area there 
is one mile of tramway for every 2,400 inhabitants, and the 
proportion of railroads is nearly the same, being one mile to 
every 1,800 inhabitants in Great Britain and one to 660 in the 
equivalent American area. We cannot, therefore, plead that 
many of the American street railways (i. s., interurban and 
subarban lines), are represented with us by ordinary rail- 
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Although the list of British towns without tramways 
drawn up by our contemporary is not to be relied upon 
as perfectly accurate, there is, nevertheless, nothing for us to 
boast about in the matter of tramway mileage. 


THE NEW LYNN INCANDESCENT LAMP. 


THE Electrical World (New York) for January 29th, con- 
tains an article on an improved incandescent lamp which is 
being manufactured by the Lynn Incandescent Lamp Com- 
pany, Mass. The mysterious commencement of the article 
eads one to expect improvements and novelty of a striking 
order. The company, has, in the course of its business of 
renewing burnt out lamps of different makes, taken note of 
all the weak points and defects of such lamps, and as a 
result of this special knowledge and observation, has turned 
its attention to producing a lamp which should embody all 
the good points of the best, without their defects. As 
might have been expected, the new lamp is pronounced to be 
unequalled “in the important qualities of uniformity, long 
life, and maintenance of candle-power.” 

` Passing from the general to the particular, we come to a 
description of some of the special features and processes 
employed in the construction of this lamp—a description 
that is likely in places to provoke a smile on the faces of 
those acquainted with the details of lamp manufacture. 

* [n the construction of its new lamp, the company does 
not use cellulose filaments. It believes that the ‘ flashed 
surface’ on the filament is the necessary factor, and therefore 
uses & material of higher specific resistance than cellulose, 
and one which admite of the greatest possible amount of 
‘flashed surface. It has been the effort of the company to 
meet the demand from critical congumera for & uniform, effi- 
cient and high grade lamp, equal to its renewed lamp in life 
and sustained candle-power. One of the principal factors of 
the success of the Lyan Company in the manufacture of 
its lamps is its method of producing high vacua. On 
January 4th this year, Letters Patent were issued to Mr. 
Е. F. Dwyer, the president and manager of the company, on 
a process of producing high vacua, which consists, sub- 
stantially, of removing the main portion of the gases con- 
tained in the lamp bulb by pumping. A current is then 
passed through the filament and the exhaustion continued. 
A 16 C.P. lamp is run at about 82 candle-power, which 
brings the filament to an extreme white heat and excludes all 
the occluded gases contained in the filament. This is a new 
feature of lamp factory practice, the old idea being that the 
lamp would be strained if run above the normal candle- 

wer; this would be true if the lamp were finished. The 

lackening of the bulb of the lamp is due to the condensation 
of the volatile carbon given off by the filament, and. also 
from small particles of carbon thrown off mechanically, and 
by burning the filament to this extremely high temperature, 
all of these gases are thrown off and carried away by the 
pumps, the whole carbon becoming one homogeneous mass. 

But going back to the method of exhausting the lamps, 
the gases remaining in the lamp balbs are mainly those 
which were purposely added during the process of exhaustion. 
As the lamp cools this remaining vapour condenses upon 
the cooler portions as a solid, leaving an almost abeolate 
vacuum in the bulb. . ... . An important factor 
of the process is a mechanical pump which rapidly produces 
the necessary rough exhaustion. This pump in itself will, it 
is said, exhaust lamps equal to a mercury pump and can be 
used without the chemical process, but the ‘latter saves much 
time and, as stated above, gives the almost perfect result.” 

From this not particularly lucid description of Mr. Dwyer’s 
method of exhaustion, it is gathered that certain chemical 
bodies, which are capable of producing vapour at a high 
temperature, are introduced into the lamps whilst raised to 
high incandescence and duriog the running of a mechanical 
pump; and that by reason of the almost complete con- 
densation of the chemicals on cooling, a peculiarly high 
vacuum is produced. This method of procedure is not 
new, however, having been patented in this country by 
Prof. Dewar in 1893—which patent, it may be remarked, 
anticipates in many important respects the now largely used 
Malignani process of chemical exhaustion. An article 
discussing this point was published in the ELECTRICAL 


Review last May. It may, of course, well be that Mr. 
Dwyer uses a different chemical, or chemicals, to those pro- 
ү or used by others, which gives him superior resulta, 

f so, no claim to this effect is made. It is to the principle of 
a Res so far as we can understand it, that attention is 
called. 


NEW PATENTS. 


[Compiled expressly for this journal by W. P. Taomrson а Oo, 
Electrical Patent Agents, 322, High Holborn, London, W.O., to whom 
all inquiries should be addressed.) 


3,032. “Steering torpedoes electrically." W. Jammeson and J. 
Твоттев. Dated February 7th. 

3,074. “Improvements in electric bells.” Р. Jamson. Dated 
February 7th. (Complete.) 

3,123. “Improvements in electric switches." J. M. ANDERSON. 
Dated February 8th. (Complete.) 

3,136. “Electrolytic treatment of sulphides.” 
Dated February 8th. 

3,192. ‘ Improved method for the electrolytic treatment of sugar 
juice.” E. DE Pas. (La Compagnie Electro-Sucriere, France) 
Dated February 8th. 

3,193. Process for the electrolytic treatment of sugar juice.” 
E. мы ы (La Compagnie Electro-Sucriere, France.) Dated Feb- 
ruary 8th. 

3,198. “Improvements in the manufacture of carbons for eleo- 
trical purposes." С. L. SaunpEers. Dated February 8th. 

3,204. “Improvements in electric arc lamps.” O. A. VicaEux 
and L. V. Barnum. Dated February 8th. 

3,207. "An improved guide for the carbon holder of an electric 
атс lamp." 8. Bzsaxaxmm. Dated February 8th. 

3,209. “Improvements in electrical signalling apparatus" H. d. 
Lxororp. Dated February 8th. 

9,218. ‘Improvements in electric motors and dynamo-electric 
machines" H.H. Laxe. (E.Cantono,Italy.) Dated February 8th. 

3,219. “Improvements in electrical measuring instruments." А.О, 
Heap. Dated February 8th. 

3,258. New process for manufacturing objects, and 
cases for electric accumulators in unbreakable celluloid.” Ж. e 
WaLD. Dated February 9th. 

3,269. “Improvements in the construction of apparatus for pro- 
ducing and receiving Hertzian electric waves.” Е. Donrrrr. Dated 
February Эһ. (Complete.) 

. 9,278. "Improvements in, or connected with, indicating electri- 
cally the changes of market prices of goods and other data" Н.В. 
MzvEB. Dated February 9th. 

3,285. Improvements in and connected with plates for electrical 
storage batteries.” R. Kennepy. Dated February 9th. 

3,313. "Improvements in electric motors." Р.Ізшвготн. Dated 
February 9th. (Complete.) 

3,316. Improvements in а self-restoring annunciator, more par- 
ticularly suitable for employment in connection with telephone 
switchboards.” J. E. KimGsBUBY. (The Western Electric Company, 
United States.) Dated February 9th. (Complete.) 

9,367 “Improvements in the production of acetylene light by 
electrolysis." D. D'AnBEL, Dated February 10th. (Complete.) 

3,368. “Improvements in secondary batteries." D. D'ABBEL 
Dated February 10th. (Complete.) 

. 8,381. "Improvements in electric alarums.” Н. J. BLAEBWAT. 
Dated February 10th. | 

3,412. “Improvementss in combined fuse and switch boxes for 
use with high or low tension electric currents.” A. J. Lawson and 
J. D. Dartas. Dated February 10th. 

3,449. "Improvements іп the electrical driving of machinery.” 
J. R. GARNER. Dated February 11th. 

3,495. Improvements in electric motors.” 
Dated February 11th. 

3,496. “Improvements in electrical cut-out apparatus" 1 
ANDBEWS. Dated February 11th. 

3,501. "Improvements connected with apparatus for producing 
and utilising electric currents.” 

3,503. “Improvements in insulating materiale." J. H. W. Өтвтно- 
FELLOW. Dated February 11th. 

3,507. "Improvements in electric meters.” EVERSHED AND 
ViGNOLES, LIMITED, and S. EvERSHED. Dated February 11th. 

3,514. “ Ап electrical conducting boot or shoe for the purpose of 
bringing electricity from the foot into direct contact with the earth. 
W. RicHARDSON, Dated February 12th. : 

3,555. “А combined switch and controller for electromotors. 
С. P. ELrEsoN and W. 8. М№лугов. Dated February 12th. 

3,563. “Improvements in or relating to electric arc lamps.” F. 
Brown. Dated February 12th. | 

3,569. "Improvement in electrical a tus for indicating ог 
recording at a distance the position of an index band or 
movable object." A. Совторіз. Dated February 12th. (Complet) 

3,573. “Improvements in submarine cable laying appliances. 
C. S. SNELL. Dated February 12th. 


J. SW Uni. 


J. 8. RawonTE. 


THE 


ELECTRICAL 


REVIEW. 


MARCH 4, 1898. 


No. 1,058. 


VoL. XLII. 
OONTHN TS: i 
A Strike Lesson 281 
An Electrical Hypothesis for the £ Solar and Planetary Bystems, 
and Some of their Associated Phenomena. —III. Quarta) 283 
ns of Tramway Leases 284 
Practical Work with the Ballistic Galvanometer сш. 285 
The Oentral London Railway (illustrated) 286 
The Empire and Telegraph Cables ids К © .. 288 
The Institution of Electrical Engineers. .. 289 
W :—The Burning Question ( шетав) .. .. 290 
А Point - .. 290 
Currents N to Fuse Wires . o .. 291 
Information Wante s "T à 291 
Cost of Long 7 es 791 
of Assistent Electrical Engineers 291 
Dablin Cables m 75 А 292 
Dublin Electr Lig "EE = 292 
i b s 292 
Notioes, жы ; 2 293 
City asi ; we 0 
Traffic Recei ж: Н 306 
Share List of Electrical Companics 
The Kelvin Quadrant Electrometer asa Wattmeter and Volt- 
The Institution of 55 Engineers (illustrated) 310 
Tests of the Chicago vaso Байет — .. 811 
The Маа нор Properties of almost Pare Iron (ilustrated) .. 313 
A. $1,000,000 Guth Pach Scheme e .. 314 
“ The Coming of the Electric Horse” 315 
The Sentinel Circuit Breakers (Hustrated) 315 
cr he 5 Presses és " .. 916 
New - .. 316 
Electrical Puis of 1884 Expiring in Marcb, 1898 .. 916 
TH& 


UNIVERSAL ELECTRICAL DIRECTORY 
1898 


Edition 
Mow READY. 
Н. ALABASTER, GATEHOUSE & CO. 


4, LUDGATE HILL, LONDON, E.C. 


THE ELECTRICAL REVIEW. 
Published every FRIDAY, Price 44. 
- Phe Oldest Weebdy Mectriont Payor. Ni 1873. 


ZO BB OBTAINED BY ORDER FROM ANY NEWSAGENT IN TOWN OR COUNTRY. 


OPFICE:-4  LUDGATE HILL, LONDON. 


 Telegsaphie Address: " Aexuzay, Loxpow." Code А В О. 
Teleghone No. 908 Holbern. | 
4EB Lettere should be addressed to the Proprictern, И, 4iabester, Gatohoum Ф Co. 
ANERTIBEMENT RATES en APPLIGRTIOR. 
The“ Electrica! Review " is tha recognized medium of the Electrica! Trades. 


SOBSGRIPTION A4TES—In Great Britain, Post Free Y 
a she реше, Year, 41 4s, F 
BINDING — numbers bound, including case, for és. each 
can be 2s. ба. each. 
Volume is . Publishers Prise е 
970 a York: D. Van N Murray Stree 
г AR 
ig (жета. Borwaav, 98, Rue de la Banque. baia: kena & Oc. 


Gheques and Postal 


Mr, H. AAA. € Talente Hil EO ne zd “ 


A STRIKE LESSON. 


THE latest issue of the Amalgamated Engineers’ Monthly 
Journal contains an article dealing with co-operation, which 
our contemporary considers to be worth more than passing 
notice. So far as we ourselves сап learn, co-operation has 
not been a huge success in its priucipal home—Lancashire. 
We are at least aware tbat there ia a good deal of surprise 
expressed by people generally as to the very considerable 
amassment of property by many managers of “co-op.” 
stores, whose salaries could never account for a tithe thereof. 
. The article in question recognises the need of capital in 
any industry. No industry can be carried on without 
capital, nor is capital of the slightest use unless present in 
sufficient quantity, and backed by a sufficiency of patience 
to await fructification. The A.S.E. writer speaks of 
capital being banded together to do battle for privilege and 
monopoly, to control even Government, aud boycott the 
small employer into subjection. Engineering thinks the 
words privilege and monopoly have got a bit twisted. The 
fight was rather over the question of the Union’s privilege 
of ordering how employers should conduct their works. 
Any monopoly claimed was claimed by the A.S.E. for its 
own membera’ exclusive right to certain work, while boycott 
may be left to the reader’s imagination. 

The article urges men to become their own employers, (о 
devote their surplus capital to co-operation—it is sometbir g 
that any surplas is admitted. Unlike Engineering, however, 
we do not quarrel with the quality of free spending of the 
working map, though we may quarrel with some of the 
directions of his expenditure. If a man saves and invests 
his savings, he helps on industry and reaps the benefit both 
directly and indirectly. If the workman does not save he 
must be helping trade very directly, but the huge prosperity 
of the big brewers seems to negative the idea that, as a rule, 
the free spender is helping himself very mucb, as there is 
very little labour in brewing. Few towns so small as Burton 
turn out so large a nominal value of product. Engineering 
recommends saving in beer and“ baccy," in order to secure 
at once capital to start a works big enough to employ a 
fair proportion of the men in a given factory who should 
elect to go on the saving plan. Efficiently managed, and 
with profits plonghed in, men might soon all become their 
own employers. But jealousy and mistrust are great enemies 
to co-operation. Efficient management would demand a 
better wage than the ordinary workman, and the manager's 
post in а co-operative factory, owned by the men who would 
have to obey the, perhape, servant manager, would not be a 
happy one. John Burns's saying that no man was worth 
over £500 a year was, Says our contemporary, a very foolish 
saying. 

We, ourselves, remember a саве in Mauchester where a 
man was discharged because his employers could not admit 
the propriety of any servant of ours earning £3,000 a year." 
They discharged him, and the business simply died ont. The 
A.S.E. Journal cites an instance of a cc-operative engineer- 
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ing works at Leicester which is a success, but there is some- 
what of a suspicion, however, that it is nursed. 

There is also a South London Engineering Society 
engaged chiefly on bicycles, but it requires both share- 
holders and customers. We venture to say that if working 
men want to save and own works, there is no better way 
at the present time than that open by way of the Limited 
Liability Act. A limited company with a good board and 
an able manager, and articles of association forbidding any 
shareholder worker interfering, save in the meetings, might 
do some good. Railway shareholders are all part of a co- 
operative concern, and many railway servants, perhaps, own 
more shares than their superior officers; but this avails 
them nothing if they neglect their duties, 

There аге, however, various ways in which a working 
man may save without risk, and provide for a rainy day. 
He may keep up his trade union as a benefit society, and 
also have a share in the so-called war chest. The war chest 
ought to be used, however, for peace in place of being an 
incentive to fight, as the late fund of £350,000 so unfor- 
tunately proved to be. 

Undoubtedly capitalis apt to be greedy, and never more 
so than when it can use labour of either hand or brain to 
the best advantage, and to secure big returns. It should be 
the aim of both the hand and the brain worker to do the 
best possible for himself and for capital, while at the same 
time being able to refuse to be squeezed. The wilful waste 
of the A.S.E. fund was made when capital was not trying 
to squeeze labour, hence the folly of the strike. Why was 
not the £350,000 put into a modern factory to make, say, 
direct acting steam pumps on an eight hours’ day, with none 
but members of the A.S.E. to do every piece of work, with 
none but А.Ез. on machine work—with no half pay boys or 
youths, and with all the modern tools ran at the same slow 
speeds allowed to employers? It is a bit fcolish this call for 
co-operation from men who profess it proper to disallow a 
man to work more than one tool. We fear the writer in the 
A. S. E. Journal has little economic knowledge. 

It is not a little strange to see how the working man can 
be persuaded out of large strike levies for months at a time. 
Say there are 80,000 members of the A.S.E. Then 4s, a 
week from each is £16,000, or nearly a million annually. 
Strike levies recently were as high as бв. weekly. Every 
week a nice little business oonld be taken over. But this 
they will not do. 


In a note presented to the Academie des 

Ts the erer ^ Sciences on December 27th last, M. Branly 
pointed out some striking analogies between 

the conductivity of discontinuous conductors, and the con- 
ductivity of the nerves for nervous currente. That 
physiologists have already recognised a general analogy 
between a nerve and an electric conductor, is proved by their 
use of the term “nervous current.“ Up till recently, however, 
they appear to have looked upon the nerve as a continuous 
conductor. But, iu recent years, histological researches have 


shown that the nervous system is composed of discontinuous - 


elements — neurones — without any cementing substance 
between them, and connected together by the contiguity 
of their ramified extremities only. It follows, that the 
nervous wave propagates itself by contiguity, and that it is 
arrested by any defect in the contiguity. If it is no longer 


possible to maintain that there is any analogy between the 
nerves and continuous conductors, it will be evident that a 
very striking analogy exists between the nervous system and 
a system of discontinuous conductors. Several resulta, 
deduced from a comparison of the working of discontinuous 
conductors, and the physiological action of the nerves, appear 
to point to some analogy between them. In the same way 
that a shock reduces or annihilates the conductivity of 
discontinuous conductors, (raumatism produces anesthesia 
and hysterical paralysis, due to a suppreasion of nervous 
transmission either in the sensory or motor nerves arising 
from imperfect contiguity of the nerve terminals. On the 
other hand, electric discharges act most efficaciously as a cure 
for hysterical paralysis and anesthesia, just as electric oscilla- 
tions augment the conductivity of discontinuous conductors, 
This points to the hypothesis that the effect is determined in 
both cases by the contiguity, or something equivalent to the 
contiguity, of the elements, The parallelism between the 
effects of shock and of sparks upon coherers and upon the 
hysterical nervous system may be recognised in the suscepti- 
bility to reaction under a feeble action which remains after 
a powerful initial shock. This M. Branly has shown to be 
trae of coherers in his note to the Academy of December 6th, 
and it is well known to be a property of the оао 
High frequency discharges, an e electrical oscillations 
which accompany them, are well adapted to render disoon- 
tinuous conductors continuous; and these discharges have 
been shown by MM. d'Arsonval and Apostoli to exercise a 
decided therapeutic effect upon the affections due to defects 
in nutrition. If these affections are of a nervous order, and 
are capable of being attributed to an imperfect transmission 
of the nervous current, it is permissible to assume that elec- 
tric oscillations act so as to re-establish between the nerve 
elements a contiguity which was becoming insuficient. 
Branly has shown, on a former occasion, that continuous cur- 
rents of sufficient E.M.F. produce by their transmission 
through coherers the same effects as electric discharges at a 
distance. This action of continuous currents is subject to 
the same general laws as the action of electrig discharges; 
кеш ee with shock and heat, sensibility to 
ess E. M. F. produced by the previous action of a battery of 
high E.M.F. Continuous currents also act upon the nervous 
peen, and it will be an interesting subject for research to 
etermine whether their action is analogous to that on 
coherers. M. Branly does not maintain that coherer and 
nervous actions are the same in every respect, but he con- 
siders that the similarity is sufficient to form a valusble 
guide to the electrotherapeutist in his future researches. 


To those accustomed only to the feeble 
High Speeds on 


Electric Tramways. crawl of horse tramways—pounding along 
at the enormous velocity of three to four 

miles an hour—it seems impossible that there should ever 
arise any danger of serious collisions between iramcars on 
dark nighta, or in foggy weather, when running on a single 
track, The usual plan is for one to wait at a fixed turn out 
until the other one comes, and sometimes the “wait” 15 
considerable. With the introduction of electric traction, 
however, the entire service becomes speeded up, and the 
motor-men grow rather inclined to “steal a turn-out, 
expecially if by any chance they should be late already. 

ith frequent traffic and a more or less indefinite time sath 
it is, of course, advisable, if not necessary, to put in doub 
track; but narrow streeta may forbid this, consequent? 
the fact must not be forgotten that much greater care | 
need to be exercised with fast-ranning electric cars au 
the danger of collisions on the line than is now the case 11 
horse traction, = E. these scciddenta Er already 
taken place in the United States, though from the 
published it would appear that sheer recklessness on the pari | 
of one or other (perhaps both) of the motor-men has е | 
the cause of what should be termed “ incidents” rather than 
“accidents.” With a more serious loss of life than eri 
hitherto baen the case, they will become “catastrophe, ce 
by that time tramway managers will make proper rule 
their employes and see that they are carried out. 
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AN ELECTRICAL HYPOTHESIB FOR THE 
SOLAR AND PLANETARY SYSTEMS, AND 
SOME OF THEIR ASSOCIATED PHE- 
NOMENA. 


By DELTA. 


(Continued frem page 141.) 
III. 
CorncIDENCE OF Sun Spots wIrH MadNETIC VARIATIONS 
Reference is made in the first article to the coincidence of 


sun = with magnetic variation; fig. 8 shows the 
inci in graphic form. 
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Fra. 8.—Son Brom лир Мланат1о VARIATIONS 
(From Langley’s “ New Astronomy ”). 


In the , for which we are indebted to Mr. Langley, 
the amplitude of the oscillation of the magnetic needle is 
- shown the dotted line, the full one being constructed 
from the relative number of spots. _ 
 FuRTHER Evipgnvz OF THE INOREASE OF ELECTRICAL 
POTENTIAL WITH INCREASED DISTANCE FROM THE 
EaRTH'8 SURFACE. 
Diagram, fig. 9, shows graphi the result of experi- 
ments made by Exner* with small balloons, with йара 
in open and free air. 
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Distance from the earth. 
Fra. 9. 


The same experimentalist obtained much higher result 
from observations made om the side of a mountain, vid 


diagram, fig. 10. 


METHODS AND APPARATUS FOR EXAMINING THE ELEC 
TRICAL CONDITIONS OF THE EARTH'S ATMOSPHERE. 


There shoald be little difficulty in devising means for the 
determination of the variatious of electrical: potential in 
mountainous districts, so that the barometrio and electrical 

and thermal gradients can be recorded from day to day. 

In France most excellent use has already been made of the 

Eiffel tower for the determination of the vertical barometric 
gradient. Here in England, unfortunately, we have no 
stractare of equivalent altitude that can be readily employed 
for observative purposes, and we must, therefore, regret that 
the Wembley tower has not yet been completed. 

In the absence of strnotures of high altitudes an alterna- 
tive method has qnite recently been employed, and with the 

' best results as far as it was applied to the determination of 


barometric and thermal gradients. 
This a is shown by iHustration fig. 11, and for 
which we to thank La Nature. It wil be seen to 


*. Ursache und Gesetze der Atmos. Elec. 


consist of a closed basket suspended from a kite of suitable 
carrying capacity and containing instruments of great 
precision and sensitiven s, and made of aluminium, for 
recording temperature and registration in mid air. 

The apparatus registers variations of pressure of a fraction 
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Fig. 10. 


of a milim., and variations of temperature down to one-third 
of a degree centigrade. A check on the exact altitude can 
be trigonometrioally determined by taking from two stations 
separated by a proper basis, two or more sights and their 
corresponding vertical angles, it is easy to determine the 
difference that exists between the height of the kite deduced 
from the barometric variation and the altitude determined 
mathematically. 

The kite apparatus could be supplied with a multiple 
quadrant electrometer, with an automatic equipment for 
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Еа. 11.—Атомгитом REGISTERING APPABATOS FOR BTUDYING тна 
| VmRTICAL GBADINNT. 


continuously recording the changes in the electrical con- 
dition of the atmosphere. 

A suitable electrometer would record the myriad upon 
myriads of electrical lightning flashes, whose intensity is too 
slight to become luminously visible to the human eye. 

[t has also been suggested that Hertzian resonators, pre- 
perly tuned, could be devised of sufficient sensitiveness to 
indicate all lightning discharges. 

D 
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PROPOSED CONFERENCE OF EXPERTS, 

The proper equipment of a perfectly equi meteoro- 
logical station that could satis y the шшс the 
still almost unknown electrical condition of the atmosphere 
calls loudly for—is a subject that deserves the consideration 
of а joint conference of experta in the electrical, meteoro- 
logical, astronomical, physical, and medical sciences. 


THE DETERMINATION OF THE ELECTRICAL POTENTIAL 
NECESSARY TO PRODUCE LIGHTNING FLASHES. 


The importance of а concentrated attention into the 
electrical condition of the earth’s atmosphere could not be 
overstated. Even Kelvin, a student of over half a century, 
is still compelled to rely upon assumption in building up a 
calculation of the electric density and force of a given 
enclosure, representing a given displacement of air. 

He says, on the assumption (which he is compelled to 
admit may be proved by experiment to be untrue), that 
electric density is uniform throughout the spherical shaped 
enclosure, each cubic centimetre of air experiences an electro- 
static force towards the boundary in simple proportion to the 
distance from the centre and amonnting at the boundary to 
nearly 10 per cent. of the force of gravity upon it. 

Kelvin suggests the following form of calculation to obtain 
some measure of the electric density and force of a Fpecifio 
atmospheric enclosure. 

Where v equals the potential indicated by the water 
dropper, a equals the radius of the spherical hollow (displaced 
by the water drop), p equals the electrical density of air at 
the distance r, from the centre of the spherical hollow; then 


we have 
a 42 72 
4 | ( — VOL 
if p is constaut 


V = 2/3 жр a? 
: р = 9v2m a?. 
Suppose v = 88 volts” 

а = 50cm. and р = 2:4 x 10-5, 

The electros atic force at a distance ғ being . 

4,3 1 fr = 10-4, | 

If we assume that а spherical conductor charged electri- 
cally—with a value of electricity equal to that possessed by 
a cubic centimetre of air—and placed at a point midway 
between the centre of the sphere and its surface, then 


S? = 25 is equal to half the radius a, 


Then between the surface and the centre of the enclosure, 
representing a given air displacement, there will be exp3- 
rienced a force equal to 2:4 x 107° x 25, equivalent, approxi- 
mately, to 610. grammes, or 4-8 per cent. of the foros of 
gravity on a cubic centimetre of air of a density of 1/800. 

K+ lvinf applies this calculable hypothesis to the estima- 
tion of the electrical potential of a cloud constituted of air 
and watery spherules. 

He says: “If a uniformly electrified globe produces a 
difference of ntial of 88 volts between its surface and 
its centre, a globe of a kilometre diameter electrified to the 
каше density reckoned according to the total electricity in 
апу emall volume (electricity of air and of epherules of 
water), would produce a difference of potential between ita 
surface and its centre of 38,000,000 volts.”  - 

Kelvin, on this hypothesis, estimates that in a thunder- 
storm flashes of lightning show us differences of potential 
equal to millions of volts, but not as he says, perhaps of many 
times 38,000,000 volts, between places in the atmosphere 
distant from one another by half a kilometre, equal to 0°31 
of a mile. 

According to Trowbridge, to drive a spark across a gap 
between two terminals 4 feet apart requires a voltage 
еш of no less than 1,200,000, therefore a discharge of 
ightning one mile long will require the enormous pressure 
potential of over 100,000,000 volts ; therefore 0°31 of a mile 
would require 31,000,000 volta, which is not far from 
Kelvin’s calculated results. The voltage figure taken in the 
calculation is, however, rather too low, as is proved by 
Exner’s determinations, see diagrams 9 and 10. 
E E E A 


* Bee diagram, fig. 7, Erzcrnioan кушш, page 140. 
T Bee Kelvin's paper, Proceedings British Association Meeting, 1894. 
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Тнк Movement or FREELY SUSPENDED CONDUCTORS or 
HIGH AND Low POTENTIAL IN THE ATMOSPHERE, 


MvAdie makes the ingenious suggestion based on the well 
known fact that as the aluminium needle of the peel 
Thomson electrometer always moves from the region of hig 
-- to the region of low — potential, therefore a ch 
body, freely suspended in the atmosp will move from 
the place of high to the place of low potential. This ma 

in the movement of electrical conductors suc 
as clouds, and thus produce the coloured aggregation effect, a 
common phenomenon of cloudland. | 


 OONDITIONS OF TRAMWAY LEASES. 


Ir seems customary in this oountry to talk about tramway 
leases, even although it is a fact that in many cases the tram- 
ways are not leased at all, bat are absolutely owned by the 
companies operating them. Tne fatal 48rd clause of the 
1870 Act has however—in combination with the excessive 
spirit of socialism that has sprung up of late—so far imbued 
the popular mind with the brief nature of a tramway oom- 
pany’s life, that they one and all are regarded ав liable to 
early extinction; they are not, as the Americans вау, 
* franchises "—involving almost absolute freedom for а long, 
if not an indefinite time—but are merely short “ leases " or 
tenancies which will be terminated as soon as possible in 
favour of the local authorities concerned. - 

The latter have had their рин in this direction con- 
siderably whetted by the development of electric lighting, 
and if ouly to help make their electricity works pay better, 
they will seize every opportunity of taking over the tram- 
ways and working them, or at least supplying current for 
them. | r 

There are, however, very many existing interurban and 
other lines (whose namber will without doubt largely increase) 
where the local authorities are practically obliged to grant 
fresh leases; and there are also the new lines projected as 
tramways or light railways which have similarly to be dealt 
with in regard to eventual taking-over by the local authori- 
ties. 

It is much to ba regretted that in such instanoes our local 
authorities are too little inclined to learn from the experience 
of others, but simply trust to their own crude and ignorant 
ideas of what is the most advisable course from their own 
very narrow point of view, squeezing all they possibly oan 
out of the tramway interests and giv р пеш in return. 
Such short sighted methods cannot too strongly oon- 
demned: we do not advocate tual rights for tramways 
such as are common in the United States, but for a local 
authority to have the option of taking over a private 
tramway enterprise at break-up value, after a life of 20 or 
even 80 years, is as ridiculous as it is unfair and impolitio. ‚ 

Such a condition simply means that the tramway is 
starved by its m ment, no public benefits are or can be 
offered, and no Quod is done to anyone, simply because the 


local authority is afraid of even a limited monopoly, and the 


tramway com regards the public body as a of duly 
accredited robbers who steal not for private gain but for the 
ublic good. 

d If inquiries were made of other countries before imposing 
conditions of lease or franchise in regard to tramway lines, 
it would, we believe, result in valuable information being 
brought forward of a nature, if acted upon, to give satiefao- 
tion on all sides. For instance, the average “life” of a 
tramway on the Continent will probably be found to extend 
over 40 or 50 years at least, though, of course, the conditions 
of road maintenance, money payments, &., vary in each 
case, and therefore also vary the value of the concessions 
apart from their actual length. 

Some very interesting and useful particulars in regard to 
this question are contained in a pamphlet that has Ar. 
reached us from the municipal engineer of Shanghai, Mr. 
Charles Mayne. This gentleman appears to have Xu 
а list of questions amongst the principal local authorities of 
the United States and Canada, as to the period of years for 
which tramway concessions have been granted; the amounts 
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payable tothe local authorities by the tramway companies for 
the right of user in regard to the public streets, and the 
works of paving, road maintenance, &c., to be carried out by 
the tramway companies. 

Oat of a total of 84 towns and cities ranging in popule- 
tion from 20,000 to 700,000, no leas than 28 have granted 
реш rights to the tramway interests. One other system 
is almost as well off with a life of 999 years, another exists 
for 99, two for 80, two for 25, and four for 20 years; most 
of the short terms being granted by Canadian towns, so that 
we may credit the “public authority ownership” idea with 
being essentially British. Twenty-two out of the entire 
num y the local authority in each case absolutely 
nothing for the privilege of using the streets, and 20 out of 
these 22 have a perpetual franchise. The other two are 
limited to 20 and 25 years respectively. 

The majority are called upon to pave and maintain the 
roads, &c., between the rails and for 12 or 18 inches outside ; 
but these conditions vary а great deal in each case, and no 
valid comparison can be made, but enough is given to show 
that English tramways suffer at present from disabilities of 
а much more serious nature than those inflicted by local 
authorities in any other country where tramways have 
developed at all. | 


PRACTICAL WORK WITH THE BALLISTIC 
GALVANOMETER, 


By LAWFORD H. FRY. 


TEE reflecting ballistic galvanometer has an unpleasant repu- 
tation for absorbing a great deal of time and temper in the 
making of measurements with it. A certain amount of this 
reputation is deserved, for the charting of the various bal- 


listio constants, involving, as this does, a series of deter- 


miuations of the coefficients of damping for different reeist- 


ances in the galvanometer circuit, and their insertion in the 


somewhat unpleasant formula, 

| 1 tan 1 *. 

C, = le k » 1). 

r 
is necessarily a lengthy кош . Bat this need only bo 
done once, and by the adoption of the methods given below, 
work with the ballistic galvanometer will lose much of its 
slowness. In the formula above, the symbols have the follow- 
ing meanings :— , 

C, is the so-called ballistic constant, which varies with the 
resistance in the galvanometer circuit, and which comes 
from the formula, Q = C, . a, where о is the quantity of elec- 
tricity flowing through the galvanometer, and a is the corre- 
sponding deflection. 

с is the ordinary constant of the galvanometer. 

‚ To is the time of swing of the galvanometer in an open 

k is the coefficient of Pur as of the galvanometer, and 
may be defined thus: if b, 25 Og o e à bn, On + 1, be the 
amplitades of successive swings of the galvanometer, 


b b b 
k = A == -% = == п А 
b, b, Е ‚ b, +1 
b b b b 
henoe k^ = : =L X e e X 3 : 
3 а ^ | b. +1 b. 10 
therefore log. Е = Лой. 0, — log. bn +1 ==. bs +1 ; 
L is the natural logarithm of 5. | 
_ From this we see that, so long ав the magnetic of the 
instrument remains unaltered, the only factor in the formula 


that can change and alter the ballistic constant is the ordi- 


nary constant of the galvanometer, which will be altered by 
the shifting of the pe and scale, which is a thing very 
likely to occur. Then to work in the most economical way, 


things must be so arranged that for the recalibration of the 
instrament the only measurement to be made is the deter- 
mination of the ordinary constant. To accomplish this, a 
chart of the changes in the factor, 


І = =) 
k (+ tan т. 


of the ballistic constant must be made and preserved; this 
factor c with a change of resistance in the galvano- 
meter circuit, but is unchanged by shifting the telescope. 
The form of this chart will be a curve having as its abscisæ 
the resistances in the galvanometer circuit in ohms, and for 


its ordinates the values of the expression, 


k Е tan = ) 


Then to recalibrate the galvanometer all that will be necessary 
will be to determine the ordinary constant for the then 


position of the teleacope, and to multiply it by the value of 


the other factor obtained from the curve by measuring the 
length of the ordinate to the curve, which passes through 
the point on the axis corresponding to the resistance of the 
galvanometer circuit with which the measurement is to be 
made. If, however, such a chart is not in existence and the 
ballistic galvanometer is to be used for some measurement, as 
for instance, the determination of the coefficient of mutual 
induction of two conductors, the following method will 


enable the instrument to be calibrated and the measure- 
ment to be made with as small an expenditure of time as 
may be. The idea of the method is to determine the 
ballistic constant for the one galvanometer circuit resistance 
with which the final measurement is to be made. For such 
a determination the following quantities have to be measured. 
The ordinary constant of the galvanometer, c, the time of 
swing of the galvanometer in an open circuit, Ty, and the 
coefficient of damping of the galvanometer for the circuit 


with which the final measurement is to be made, . These 
first measurements will be best made in the order in which 


they have been enumerated. In all work with the ballistio 
galvanometer it will be practically necessary to have two 
workers. In the present case we shall consider two men 


working as quickly as may be, so that one man changes the 
connections while the other is maki 


observations; usually, 
however, speed will not be such an object but that it will be 
well to work out the results of each step before 
changing the connections to those for the next step, 
thus giving an opportunity for checking the work if the first 
result does not appear right. 

To proceed with the measurements 

For the determination of the ordinary constant thero will 
be needed a Clark element, or other standard cell, a resistance 
box containing resistances up to at least 30,000 ohms, and 
a two-way switch. These must be connected up, as shown 
in fig. 1, the switch allowing the galvanometer to be con- 
nected up in series with the element and resistance box, or 
to be short-circuited throngh the wire,s. This last is to 
bring the galvanometer to rest quickly between measurements, 
or if set swinging accidentally. The measurement of the 
constant is made in the usual manner. | 


If в be the E. M. F. of the cell, 
r ba the resistance in the box, 
( ЖИ 5 of the galvanometer, ý 
C „ current in the i 
a „ deflection of the » due to the cur 
rent c, 
and c „ constant h 1 


e=0(r +9) 
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but G em the current in the secondary spool. 
e=ca(r+g) і the time of change of current. 
Q the quantity of electricity flowing through the second- 
"E. ary spool, and 
a (r + 7) 


now, e, r, and g are known, hence observing a gives c. 
With the ballistic galvonometer a steady deflection, a, can, 
of courae, not be obtained; but the swing being noted the 
distance of the mid point of the swing from the zero of the 
scale gives a. This measurement having been made, the 
galvanometer must be set swinging sufficiently vigorously 
to enable the time of swing to be determined. "This may be 
done by opening and closing the battery circuit periodically, 
the period being chosen to correspond to the swing of the 
instrument. Having set the galvanometer in motion, the 
switch must be turned open so that the swing continues 
undamped. Then to measure the time of swing. Measure 
tke time taken for, say, 10 swings, divide the time by the 
number of swings, thus finding approximately the time of 
. Swing. Then let the galvanometer swing for a longer time, 
making, perhaps, 100 swings, note whether the number of 
swings i: odd or even, divide the time by the approximate 
time of one swing as determined above, this will give the 
number of swings made during the whole time; the division 
will not give a whole number, but, of course, a whole num- 
ber of swings has been made, here make use of the knowledge 
аз to whether the number of swings was odd or even, if it 
was odd take the odd number nearest the quotient obtained 
by the division as the number of swings made, if, however, 
the number was even take the nearest even number, then 
divide the whole time of swing by the number of swiogs thus 
obtained. The quotient will be the accurate time of one swing. 


While one observer is watching the swing of the galvano- 


meter, the other can be removing the element and resistance 
box and substituting for them the circuit in which the final 
measurement is to be made. To find the coefficient of damp- 
ing of the galvanometer. Set it swinging, this may be done 
by sending the same current through which is finally to be 
measured, if this does not give a sufficiently wide swing 
several impulses may be given to help each other. The 
galvanometer being set swinging, turn the switch so that the 
galvanometer is damped by the circuit in which the fiual 


measurement is to be made. Note the amplitude of a number. 


of successive swings, the number of swings will depend on 
the damping of the galvanometer, if the resistance is small 
80 that the coefficient of damping is large, only a few swings 
will be wide enough to be read with accuracy, if, on the 
other hand, the damping is low, through a large resistance, 
more swings can be taken. Eleven swings will be found to 
be & convenient number to take, only the amplitude of the 
first and the last need be noted, for these are all that occur 
in the formula ; 
log b, — log 41 
n 

With 11 swings, n wil be 10, a convenient number to 
divide by. 

To avoid unnecessary work in the determination of the 
factor it will be well to obtain the value of 


log k = 


1 tan 


E^ * 


1 r 


by interpellation, from the accompanying table, which is 
taken from Kohlrausch, Leitfaden der Praktischen Physik. 

The advantage of using the circuit in which the final 
measurement із to be made, in the determination of the 
damping coefficient, is that then only the one measurement 
of this coefficient is necessary, and no measurement need be 
made of the resistance of this circuit ; thus a possible source 
of error is avoided, and a considerable amount of time and 
trouble is saved. The operations described above give all 
that is needful for the calibration of the galvanometer. 

The use of a standardised induction coil will reduce the 
trouble and calculation in the determination of the ballistic 
constant to a very small quantity. 

For if м be the coefficient of mutual induction between 
the spools of the coil, 

c the current in the primary spool. 

е the E. M. F. induced in the secondary spool by the dis- 

appearance of the current c. 


R the resistance of the galvanometer circuit, 


then бел = М d c 
d t 
and e = E. fu 
C 
dá t 
а MHS SS tere 
By integration M.c = Rftm.dt 
but Q= fen dt 
N. В 8 
again О == 0:9, 
MC =R. en. u 
"ES м. 
ц.а 


Hence, if м and в are known, all that is needful for the deter- 
mination of the ballistic constant is the measurement of с and 


TABLE. 
1 1 ж 1 -l = 
Log k ia XI 5d = баа т 
BH k B k 

00 1:0000 18 1°1510 
01 1°0115 14 1:1626 
02 1 0231 '15 1:1743 
03 1 0347 16 11859 
04 1:0463 ‘17 11975 
*05 1:0578 18 1:2091 
‘03 1:0694 19 12208 
‘07 | 10811 20 1:2324 
08 1:0927 ‘21 1:2440 
09 111041 | :99 1:2555 
10 1:1160 “23 1:2670 
11 11277 24 1:2785 
12 11393 25 1 2900 


the observation of a. That is by the use of a standardised 
induction coil, the determination of the ballistic constant 
may be effected by a simple current measurement and mere 
multiplication and division. 

In the final measurement for which the galvanometer has 
been calibrated as above, it will be advisable to leave in the 


two-way switch, with a short circuit between two of the 


terminals, as this affords a very handy means of bringing 
the galvanometer quickly to rest between the measurements. 


THE CENTRAL LONDON RAILWAY. 


GREAT progress has been made with this gigantic under- 
taking, and last week of the total length of 22,880 yards of 
tunnelling, only 6,000 remained to be driven. Few people 
realise the enormous difficulties that have arisen in driving t 
tunnels. The work has necessitated not only the diversion 
of the sewers in many places, but round about the Bank the 
whole of the gasand water pipes had to be taken up and placed in 
different pos:tions. Uptothe present the energies of the railway 
company have been mainly directed to completing as far as 
possible that portion of the line that lay outside the City 
boundaries, and this to some extent, thongh not all, accounts 
for the somewhat backward state of the Bank subways. 
Tne foundations of the company's generating station at 
Shepherd’s Bush have been begun, and no doubt this section. 
of the undertaking will be completed about the same time a8 
the other. It is perhaps hardly necessary to remind our 
readers that all the station lifts, some 49 in number, will be 
worked by electricity. On other electric lines in London the 
engineers have favoured the hydraulic system, and it will 
be interesting to compare the performance of the two 
methods. 

We are able to give a few interesting details of the plant 
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which is to be used on the line. The total length of con- 
tinuous railway over which electric traction is to be provided, 
E: about 6j miles, exclusive of orossovers at stations and 


ings. 

It is intended to run a 23 minutes’ service, with 
trains of seven carriages each, with a total seating capacity 
each of 386 passengers, and weighing 105 tons loaded, ex- 
clusive of the locomotive. The average speed of the trains 
is to be 14 miles per hour, including stoppages at stations. 


inch. The boilers will be fitted with Vicars mechanical 
stokers, which will be supplied with coal by a conveyor from 
a storage tank on the top of the boiler house, having a 
capacity of 1,500 tone. The coal conveyor also serves to 
remove the ashes, and will be driven by electric motors, 
Each engine is supplied with an independent combined 
jet condenser and air pump of sufficient capacity to take 
he maximum quantity of steam. The condensing and 
injection motor will be forced to the top of four Barnard 


Е 
`- 


The electric plant, which is to be installed by the British 
Thomson-Houston Company, is on the three-phase system, 
and has been designed by their consulting engineer, Mr. 
Н. F. Parshall. There are to be three sub-stations in the 


lower portion of the lift shafts at the Davies Street, 
Notting Hill Gate and Post Office stations. Additional 
plant is to be installed at the Marble Arch station, but will 
“Кошо of the nature of a spare plant. 
т роса pani will . a s k & Wiloox 

era, in eight batteries of two eac evaporating power 
of each boiler is to bs 12,000 Iba. per hour; the beating 
surface 8,580 square feet, and the pressure 150 lbs. per square 


P 
2. dii Oa 
Ње auc 


oooling towers, each tower being furnished with two fans 
driven by electric motors. The engines are six Reynolde- 
Corliss cross compound condensing engines running at 94 
revolutions per minute, to give 1,900 I. H. P. each, with 


= S а 
Кә 
: ее FLEX . = 


Бей. 
N P 
NC IL 9p" 


“ve 


cylinders 24 inches and 46 inches diameter x 48 inches 
stroke. The engines are capable of being ran non-condensing, 
and either high or low pressure side can be run inde- 
pour Steel fly-wheel is to weigh 100,000 Ibs, and is 

ilt up in eight segments. The engines are guaranteed for 
a consumption of 184 lbs. of steam at 1,000 I. H. P. when run 
condensing with 264 inches vacuum. We are able, by the 
courtesy of Mr. Biackwell, who represents the makere, the 
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Edward P. Allis Compeny, in this country, to give an illus- 
tration of the exact type of engine which is to bs employed. 

The three-phase generators will have 82 poles, and a 
capacity of 850 kw., 500 volts, and 25 cycles. They are of 
the revolving field type. The coils of the stationary arma- 
tures are held in slots, there being ventilating ducts through 
the body of the armature, similar to the standard armature 
construction of the British Thomson-Honston Company. 
The total weight of each generator is 80,000 lbs. It is 
assumed that four of the six unita will be snffücient to take 
care of the average load, and this will, therefore, provide a 
к of 50 per cent. over the present requirements of the 

ant. 

The switchboards have been specially designed, the high 
tension switches being double break, half of the break being 
on each side of the panel. The high tension contacts in 
every case are mounted on ebonite. 

The Notting Hill Gate and Davies Street sub-stations will 
contain one rotary converter in each station, with necessary 
transformers and switchboards. At the Marble Arch and 
Post Office sub-stations, there will be two rotaries in each. 
Each rotary has a capacity of 900 kw., and will ba of the 
12-pole type, running at 250 revolutions per minute. They 
are capable of baing run up either from three-phase, or the 
direct current side. As these are rotary converters in the 
exact sense of the word, that is to say, an alternating current 
of 830 volts pressure, into the machine, and is con- 
verted into a continuous current of about 500 volts on the 

other side, it is necessary to provide step-down transformers 
- which reduce the line potential from 5,000 volts to 880 volte. 
These are of the air-blast type, but instead of following the 
usual plan of forcing the air through the transformers, the 
air is drawn through, and the hot air is expelled through 
sheet-steel pipes, running up the centre of the spiral stair- 
case of the stations, thus providing ample ventilation for the 
sub-stations, as well as effectively cooling the transformers. 
The weight of each transformer will be 8,000 Ibs. 

The cables connecting the power-house with the sub- 
stations, will be carried through the tunnels on brackets. 
They are of the British Insulated Wire орав standard 
paper insulation type. The third rail will be of steel, 
weighing 80 Iba., to the yard of channel section snpported on 
creosoted wood insulators, each joint being bonded with 
four flexible crown bonds. The rails of both up and down 
lines will be divided into four sections, and interconnected 
by circuit breakers. 

The locomotives, of which drawings are shown on the 
previous page, will be mounted on two trucks, each 
truck carrying two motors of 150 H.P. The total weight of 


the locomotive is about 42 tons, the total length of loco- 


motive being 29 feet, and the total height, 9 feet 8 inches. 
There will be four gearless motors on each locomotive, one 

on each axle, and these will be controlled by series parallel 
controllers, provided with magnetic blow-out, which will 
place the four motors in series, two in series, and two in 
parallel, or all four in pirallel, as desired. | 

| ine trains will be fitted throughout with Westinghouse 
air brakes. 


THE EMPIRE AND TELEGRAPH CABLES. 


IN the varying accounts of a new and important scheme of 
telegraph cables, which have lately been widely circulated 
among the press, thronghont the Colonies as well as in 
England, there is to be found sufficient internal evidence to 
warrant us in concluding that all of these emanate from a 
single source. Although differing somewhat in the manner 
in which the statements are presented, as well as in the style 
of treatment, still, in the main body of these paragraphs and 
articles, the recurrence of the same prejudiced and garbled 
statements all point to a common source of origin. We have 
frequently dealt in detail with the numerous points raised, 
but, as the subject has assumed a more interesting aspect 
lately, owing to the aggregation of errors which are now 
being so widely disseminated, it is, perhaps, well that the 
more important of these should again be treated of at the 
present time. 

The subject of a system of submarine cables, which, 


starting from England, would be carried on to Cape Town, 
touching only at the various British possessions on the way, 
is not а new one, nor is the proposed continuation of such a 
line from Natal to Australia, vid Mauritius, Rodriquez 
Island, and the Keelings, a new conception. A somewhat 
similar scheme was fully dealt with by Mr. Hofmeyr, when 
representing the Cape of Good Hope st the Imperial and 
Oolonial Conference, held in London in 1887; and was 
recommended by him as an addition to the scheme fora 
cable across the Pacific Ocean from Canada to Australasia, 
which was one of the principal subjects before the Conference, 
This additional scheme, which, as a supplement to the 
Pacific cable, it may be remembered, was rendered necessary 
by the inefficiency of, and frequent interruptions to, the then 
existing system of cables, has lately assumed an importance 
which ten years ago it did not possees, 

About the time of the first Colonial Conference it was 
the cables to Australia which were continually breaking 
down, but latterly the cables to the Cape have deprived them 
of the record for frequency of interruption, and, therefore, 
the supplementary scheme referred to by Mr. Hofmeyr is 
strongly advocated by the Eastern Extension Telegraph 
Company, the Eastern Telegraph Company, and its off-shoot, 
the Eastern and South African Telegraph Company; the 
latter of which suffers both in purse and reputation owing 
to the frequency of interruptions to the Oape cables. 

The point to which we take most serious objection, is that 
the popular advocates of Mr. Hofmeyr's project hope to 
advantage their cause a continuance of the system of 
inaccuracy in figures and statementa advanced, and by ю 
doing to prejudice opinion againet the Pacific cable route. 
For example, it used to be roundly asserted that the depth 
through which a Pacific cable would have to pass was 
“estimated at 12,000 fathoms (or 14 miles) in some places.” 
This assertion was contained in a note from the Postmaster- 
General of South Australia to his Government, and coming 
from such а source aroused а natural objection on their part 
to examine any further into the matter; more especially 
when the same authority further asserts, in the same note, 
with a courageous confidence worthy of a better cause, that 
* ag the Government are aware, I have given this ре 
very great and careful consideration, more во, perhaps, 
anyone else.” We are glad to see that this figure (an ч 
imaginary one) is now reduced, by others better informed, 
to “a depth of 5 miles" ; it is not, however, made clear by 
these recent critics, that this latter depth (which really does 
exist) occurs in an isolated depression which is more than 600 
miles away from the proposed Pacific cable route. We 
may mention here that there are two cables lying in 
West Indian waters which were laid within 60 miles 
from a similar depression, more than 4} miles in depth, 
and one of them has been working for over 25 years 
without giving any exceptional trouble, An unbiased 
examination of the Admiralty charts will to anyone, 
that along the proposed route of the Pacific cable, the general 
depth to be expected in the deepest sections averages 
about 2, 700 fathoms, and that the greatest depth 


. would in all probability not be more than 3, 200 fathoms 


—a depth, we may say, no greater than that in which 
а cable has recently been laid between New York and 
Hayti, and about the same as that met with along the line of 
the 5 cable which has just been 
from Bermuda to Jamaica. The Pacific cannot, therefore, 
be looked проп as an ocean of impossible depths, nor one 
where a cable cannot be picked up if- necessary; indeed, 
experience teaches us that a cable has been picked np at the 
depth mentioned. The route sketched out vid the Cape to 
Australia has, as yet, been but very imperfectly surveyed it 
seems, however, to have an average depth similar to that 
through the Pacific Ocean, and in one place at least, along 
the Cape line, there is a depth of nearly 8,200 fathoms. 
Thus it will be seen that, as regards depth of water, the 
supplementary route has absolutely no advantage over the 
Pacific line. | 
It is true that a cable between Vancouver and Fanning 
Ieland would be longer than any one length suggested for the 
supplementary route, but the length required would exceed 
by less than 250 miles that of a cable at present being 
across the Atlantic; and would in reality be about 250 miles 
less in length than the advocates of the Cape гоша make it 
out to be. The following quotation from an Australian 
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erring to the Vanoouver-Fanning Island section, we are 
told: “This section is practically twice the length of the 
longest section of the Cape proposal.” Now, this is an 
utterly misleading statement, as the real length of the section 
spoken of is here increased, for the purpose of condemning 
it, by rome 1,200 miles. As the writer in this case illustrates 
his article by a map on which the proposed lengths of * the 
Cape route are all carefully set down, it seems incredible 
that he should be so Ba уңды ав he would appear to be, 
regarding the original me, which he criticises adversely. 
It has also been said that being a “single line” the 


sir is another sample of the class of information circulated. 


Pacific cable has no alternative in case of interruption, ' 


bat those who, in their anxiety to furnish objections, advance 
this as an argu nent, seem to forget that, if correct, the same 
objection also applies to the proposed single line from the 
Cape; and that should either of these single lines break down 
the аго existing cables to Australia would afford more or 
less useful alternatives to one, as much as to the other, of 
these proposed single lines. 
(To be continued.) 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Ат the кошу the Institution of Electrical Engineers, 
held on Thursday last, February 24th, Mr. G. Binswanger 
Byng read a paper on “The Manufacture of Lamps and 
Other Apparatus for 200-Volt Circuits.” The author must 
have given to this paper a good deal of trouble and thought, 


and it is apparently written with a view mainly to arrive at 
some standardisation useful to manufacturers. Those who 
note the points in the different sections and discuss the views 


held by the author, are certain to help the object which he has 
had in view, and will benefit not only the members of the 
Je hardly agree; however, with Mr. Binawanger В 
e owever, wi . Binswanger Byng 
that station engineers are neither unanimous nor possess оо- 
relation of ideas as to the kind of fittings and accessories 
suitable for 200-volt circuits, On such matters as the 
desirability of ventilating fuse boxes, there may be diver- 
encies of opinion; but the principle and more important 
etails ot design and constrnotion are recognised and agreed 
upon, while experience has shown the wiring. contractor— 
who, after all, is the most difficult person to move in the 
matter—that certain t 


pting ign, 
and keeping to them. One point he considered са 
is the undoubted economy effected in cost of cable reqni 
on а 200-volt as compared with a 100-volt job; and he had 
known of several cases where firms had made a mistake, and 
tendered for work under the impression that supply would be 
given at 100 volte, whereas, on this being corrected, and the 
pressure having been ascertained to be 200 volts, a revised 
offer at a reduced price had been made; the saving in cable 
more than compensating for the extra cost of fittings and 
lamps. While a standard length of fuse should be agreed 
Ара manufacturers to work to with different currents, 
w fuses are used on alternating circuits there is less 
neeessity for great length than on direct current cirouits. 
This fact, al well known, does not seem to be so 
ке as it might be. From the author's 
paper Mr. Boot thought one is rather led to infer that high 


voltage lamps are 55 bad; that is, that it is impossible 
to make Jamps as satisfactory all round as with lower 
voltages. He admitted the life of the former was not so 
long as the latter, also that the candle-power sometimes falls 
off rapidly, but the author had certainly made out a very 
good case for engineers usiog the Robertson lamps, 

He considered that engineers would find that a good case 
had been made out for the adoption of the higher voltage. 
At Tunbridge Wells the supply had been changed entirely 
over, and the higher voltage generally adopted. It was a 
general practice to connect two 100-volt lamps in series, as 
many fittings allowed of this, and in a number of cases 
customers had two-light fittings, both lights being controlled 
by one switch. Oheap lamps were the rule nowadays, if 
those of 100 volts were wanted, a3 those discarded by 100- 
volt supply were to be obtained at a low price. 

Mr. Mordey felt much obliged to the author for the 
mention of his name in the paper in connection with a type 
of fuse he had designed some years ago. He was afraid 
had not had much experience with 200-volt lampe, but 
watched with very much interest the progress of their manu- 
facture and use. He considered the author had done a great 
service in bringing up this subject at the present time, and 
regarded what was read as an excellent practical paper. In 
a few remarks on the specific resistance of carbon, he stated 
that this ought to be considered in relation to ite specifio 
gravity, differences in specific resistance have to do with the 
mechanical state of the material. An unflashed filament 
under the microscope showed itself to be a long string of 
cinder, and the particles were connected together in the 
fashion of what was, in the early days, called microphonio 
contacts. Flashed filaments become very much more a solid. 
On the first occasion he spoke at the Institution, in 1882 or 


` 1883, experimenta were cited, showing that carbon differed 


from metals in its behaviour, deperding upon ite mechanical 
state: finely-divided carbon behaves the same as n 
divided metal. It would bs interesting to know if the 
pendulous filaments of carbon found in the gas retort of a 
gas-works, have been ever used for lamp manufacture, or if 
any attempts have bsen made to employ them. 

Then advocates of high voltage supply must not forget 


that the question is cally being tried by jury, and 


speakers should give actual costa of different voltage lamps 
on circuit.: Engineers must not imagine that the jury has 
been asleep; he had heard entirely unsatisfactory remarks 
from users of high voltage lamps, other advantages may 
balance the disadvantages ; but the satisfaction of the public 
is the question. Central stations might take on their 
shoulders the whole burden, and thereby obtain control of 
the en sent out for a given candle-power. 

Mr. Mordey then referred to Mr. Robertson's paper in the 
ELECTRICAL Review, where the difference of effect of 
alternating and direct currents on the life of lamps was dis- 
cussed. In Vienna, where the conditions enable reliable 
comparative tests to be made, it was found that there was a 
very decided gain where lamps were used on alternating 
circuits. There might be a commercial advantage in the 
supply of lamps to customers at a certain contract price. 

ith to arc lamps, his experience was that the 
getting out of the light from the arc was the important point, 
and with high volta the light gets out; but small current 
lamps at high voltage were very poor things, although even 
from a small crater the light can get out if the length of аго 
8 B tioned in his paper a novel 

. Bins mentioned in pe о 
“cut-out ” for ertingalahing the arc in an aro lamp auto- 
matically when required, but Mr. Mordey held that the out- 
out in the old Brush lamp complies with all the conditions 
laid down. 

Mr. Robertson stated that he had nothing to add to the 
information he had given the author when assisting him 
in the preparation the section of his paper on incan- 
descent lamps. Mr. Raworth thanked the author for his 
very excellent paper, and remarked that Mr. Boot and his 
friends would not be quite so happy if they had to make 
the lamps they use, or live with them. At the present 
time Mr. Raworth had to live with them, and had the oppor- 
tunity of creating an enormonsly fine cemetery from the 
selections that lamp makers were good enough to send him 
free for trial. Some engineers state that they look for one 
in every dozen going wrong at the commencement of life, 
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but he had 25 per cent. in a dozen, and in another dozen 
only two were left. Certain of the peculiar qualities of high 
voltage lampe—such as not burning horizontally with satis- 
faction—were rather important things to consumers and con- 
tractors, where the angle at which fittings were set might 
have to be altered to obtain decent results. Another point 
is that these high voltage lamps do take more current per 
candle-power than the lower voltages, a rather important 
matter to the consumer who resents an increased bill for 
lighting. 

Mr. Shoolbred believed that the 100 and 110-volt lamp 
in the early days of electric lighting was quite as much an 
experiment as the 200 or 220-volt lamp is at the present 
time, and felt sanguine that the latter will prove equally 
successful, owing to the very large number of indirect advan- 
tages attending itg use. There are many things to be con- 
sidered besides the lampe, such ая motive power, &c., and 
400—500 volts can be utilised in many applications of eleo- 
trical industry besides lighting. The author referred to the 
difficulties he had met with; many of these were due to not 
having had the advantage of discussing the question of 
standard pressure at an earlier date, when an attempt ани 
have been made to avoid the existing discrepancies. The 
opportunity was lost then, but it would have been very much 
better to have arrived at something like unanimity in the 
matter while possible. We may emerge from seeming chaos 
to the best in the end. 

The resulta attained so far are by no means discouraging. 
The restriction to & small size of bulb need not always apply, 
and there seems to be no insuperable difficulty in using a 
larger siz-d cap, particularly in starting in new localities. A 
reversion to olden time again is the expedient of using two 
lamps in series. Many years ago two 50-volt lamps were so 


connected, to enable the best lamps then extant to be con- 


nected on a 100-volt supply. 

In horizontal positions lamps of high voltage are. weak, 
but anchored and zigzag filaments can be used, while Mr. 
Shoolbred had certainly not experienced much trouble with 
auch lamps in a horizontal position. | 

At this stage the discussion was adjourned until the first 
meeting in the current month, which will be held on the 
10th inst., and we may sel a lively and useful discussion. 
It might not be ont of ү to again point out that the 
title of Mr. Binswanger Byng’s paper is practically precise, 
and his intention obvious; a much better purpose would be 
served by dealing with the paper than by roaming all over 


the subject of supply uree, and repeating what has 
already been said at the Institution when Mr. Addenbrooke's 
Association on 


paper was read, at the Municipal Electrical 
еєвгв. Barnard and Couzcn’s papers, and at the Northern 
Society of Electrical Engineers, when Mr. Gibbings described 
his procedure and experiences at Bradford with the increased 
pressare. It is really time that it was made clear to wirin 
contractors and consumers what precautions are essential, 
and in what particulars wiring must be altered from the old 
fashion when 200 volts pressure is to b» used. 


CORRESPONDENCE. 


* The Burning Question.” 


Your recent articles on the above eubject hardly do 
justice to the filler press as an aid in the burning of sludge. 
Í notice calculations based on the assumption that the press 
removes one-third of the weight ; and you have also expressed 
doubts whether sludge containing 65 per cent. of moisture 
can be considered pressed at all. 

Now, 65 per cent. is not an excessive proportion of 
moisture in pressed sludge, and to reduce the ntage to 
this from the 90 per cent. in the original wet dade: requires 
the removal of about two-thirds of the bulk. The appended 
diagram (an old-fashioned affair now) will make this clear 
at a glance. The dark portion shows the solids, and the 
light portion the water. In the first case (unpressed) there 
are 90 parts of liquid to 10 of solids; in the second 18:5 
parts of water to 10 of solids. That is to say, more than 
Beven-ninths of the water have disappeared. If the solids 


are to be burnt, the press is plainly a valuable adjunct in the 
i dian tie cabo of Raline. | É 

Ordinarily, sludge is not very combustible. You 
may drop a lig match on a heap of it without any risk 
of a conflagration. Spontaneous heating does sometimes 
occur, running up the temperature to somewhere between 


UmPAESSED SLUDGE WITH 
90 РЕВ свит. OF Warn. 


Тнв Samm Pamesmp эпти 
65 рив синт. оғ Waran. 


110 and 120° F., and keeping it wonderfully steady at that 
for a considerable time. After ing and cooling there is 
a farther diminution in bulk; the cake formation is 
destroyed, and the heap becomes а mass of mere greasy muck. 

Wet sludge has never been known to heat anywhere, and 
in most cases is about as combustible as Embankment mud 
on а wet day. At Ealing all this. is different; the addition 
of a few cab leaves, meat-tins, and ashes confers remark- 
able burning qualities on the wet slop. It burns freely, and, 
after driving off its own moisture, bas heat to spare, which 
is diligently utilised. No one has ever clearly explained the 
furious affinity for oxygen which characteris the Ealing 
sludge; some talk vaguely of dietic peculiarities of the con- 
tributory population, others of transmutation and the philoso- 
pher’s stone. One had the theory that the solids consisted 
exclusively of potassium, bat half an hour to leeward of the 
chimney stack dispelled that notion. The facts stand : ten 
parts of solids (and these mainly mineral and incombustible 
anywhere else) not only burn, not only evaporate nine times 
kii by ight o rs "e in which they те drowned ; bat 

ey do ave energy to spare for evaporating 
other ie: E later ints mechanical and again 
into electrical energy, with effects visible to all men on the 
tops of aro lamp poles in Ealing Town. The old scientists 
used to dream about the circulation of matter, beginning, 
say, at the villager with a deal of guano in his destiny, who 
lay in the churchyard and made the grass grow. 
churchyard fed the village sheep, the sheep the villager, and 
во the cycle went on. But what a P figure these dreams 
make b side the realised results at Ealing. The natives live 
on the fat of the land; the dejecta, garbage, and refuse, 
elsewhere a costly nuisance, transformed into brilliant light ; 
and all by mere cunning engineering and chemistry at the 
sewage works. Imagine this system applied to London— 
but we cannot. 

J. Hetherington. 


A Legal Point. 


E should be pleased if yon could kindly tell me whether 
the following action on the of a corporation is legal or 
па аа шаша 0 -— М 

A corporation, with an city su or borough, 
has just secured an order for a large private installation 
outside their area of ee nn d the area of an 
urban district council which has just got a provisional orde-. 
This corporation, I should mention, has its own wiring 
department, and the private installation is бо consist of 
engine, dynamo, wiring, &c. My opinion is that this 1 
illegal, as it is using ratepayers’ money in a speculative 
business, quite outaide the area of the borough. 
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Another point I should like to mention, and that is, the 
assistant engineer for this same corporation is at the present 
time acting as consulting engiueer for two large private 
installations, thereby depriving consulting engineers, who 
are dependent upon it, of obtaining clients. 

If the first instance is illegal, it will result, I understand, 
in the corporation bein ae and a few words from 
you on the matter would, I feel sure, awaken interest in the 
subject, which, I think you will admit, is a serious one. 


Legal. 


[Although there may be some uncertainty as to the 
exact | position of a corporation when undertaking 
wiring inside its own area of supply, there seems to be 
little doubt that a corporation is exceeding its functions 
when it undertakes wiring outside its own district. We do 
not think that mach complaint can be urged against assistant 
engineers who do occasional consulting work, for it is doubt- 
ful whether their outeide ice interferes very much with 
that of engineers who devote their whole time to consulting 
work.—Ens. EvEc. Rev. ] 


— 


currents Necessary to Fuse Wires. 


On looking over a table of above, taken from a paper b 
W. H. Preece, F. R. S. (Proceedings Royal Society, Vol. 
XLIV., March 15th, 1888), I noticed the following relations 
between the currents; and as they ap to bave been 
overlooked hitherto, I thought they might interest your 


The following is part of the table in'question :— 


ire- | cu. | Fe Bn. | PL | Pb Al. 
diameter ' 
inches. х 1 х 8 х 6 * 2 | x 8 x ў 
0080 231°8 71°22 3715 | 1170 31:20 1716 
0064 1658 50°96 26:58 8373 92:88 122:8 
0048 | 1077 33°10 17:27 54°37 14:60 79°75. 
0036 60 97 21 50 11:23 95 33 9:41 51 18 
0:028 48:00 14°75 7 69 24°23 6 48 35 53 
0:022 33 13 10:27 8:36 18 88 449 24 75 
0018 24 74 7:60 3 96 19:49 3°33 18 32 
0014 13.44 5 2°95 931 2 48 18:66. 
0012 1415 434 2:26 7 14 190 10°47 
0:010 11 50 Y 1 55 8:51 


Ycu will notice that, approximately, the current required 

to fuse Pt. is one-half of that necessary to fuse Cu.; also, 
that necessary to fuse Sn. is one-sixth of that required to 
fuse On.; and similarly for the other elements, using as 
‘divisor, in each case reepectively, the figure given under 
‘symbol in table. S0 that, in order to get the approximate 
fusing current for any one of those element“, all one requires 
to know is the fusing current for one of the particular wires 
‘and the multipliers. 

There is also the somewhat curious fact that if the 
‘currents necessary to fuse a given wire of Fe., So., and Pc, 
respectively, are added together, their sum is, approximately, 

fueing current for Ca. wire. 

This, of course, follows ав a mathematical deduction from 
the above. 

I may mention that the currents in above table are in 


amperes, and that the wires are of such lengths that end 
effects may be neglected. | 
| W. Н. F. Murdoch. 


Glasgow, February 28th, 1898. 


information Wanted. 


I would be much obliged if any person could inform 
me, that when designing a ring slotted armature if the 
section is calculated as if the slots were solid, or how is it 
calculated, or what allowance is made for slots ? 

| supposing the elota were a quarter of an inch wide, 
would the air space between armature and fields be one-eighth 
of an inch on each side, or what proportion of width of slot 
‘would the air space on each side be ? | 
; Subscriber, 


-salaries now being 


-down. 


. learning." 


Cost of Long-Running Plant. 


I should be much obliged if you or your readers would let 
me know of any electrical plant running more or less con- 
tinuously at or near full load. I am anxious to find out the 
cost of generation under these conditions, and should be glad 
to be put into communication with the owners of any such 

ant, whether used for electro-chemical or any other purpose. 

he plant need not be of large capacity necessarily, but the 
main feature should be that it rans for long hours at or near 
full load. I imagine there must be cases where euch plant 
is run more or less continuously all the year round, and.if so, 
I should be glad to know of its existence. The main diffi- 
culty seems to be that the owners of sgch* plant object, on 
business grounds, to making their experience public; but I 


hope it may be possible to find some cases where such con- 
siderations do not hold. 


Atlas. 


The Salaries of Assistant Electrical Engineers. 


I do not think that I am the only one of your readers who 
will heartily endorse the opinions of the two correspondents 
in your last week's issue with respect to the magnificent 
i offered for responsible positions in station 
work. I could a little understand the policy of the borough 


electrical engineers, if they were ever in the habit of con- 


sidering the ratepayers by keeping down their own salaries, 
as well as those of their assistants. Bat I notice that, 
whether the place be paying or not, the salaries of the chiefs 
are going ever upward, while those of their staffs are going 
I do not think that these men, in doing this, are 
rightly keeping up the dignity of their profession. For do 
not they themselves belong to the same rank of the profes- 
sion as they, and do not they expect their assistants to have 
ge through the same electrical training as themselves ? 
f their respective committees think at all about this 

strange state of affairs, it must strike them that there is 
some unfairness in paying an assistant who is expected to b» 
able to take the place of the borongh electrical engineer in 
his absence, such a ridiculous fraction of his salary. Of 
course, the poor fellows have it all so nicely explained to 
them by the continual humbug, Look what 700 are 
Bat an assistant cannot continue everlastingly 

extending his expsrience for nothing, any more than a 
borough electrical engineer. In any profession, and 


especially in that of electrical engineering, а man is learning 


all his life, 

There is no reason for this starving policy even in the 
саво of the few non-paying stations. But it certainly 
ought not to be seen in a place which pays like Tanbridge 
Wells. Borough councillors do not expsct the officials in 


.their other departments to do work for nothing, and it 


ought not to b» allowed in their electric light station. 
What would these gentlemen think of engineering firms 
who pay their skilled mechanics 258. or 198. 2 4d. per week? 
In most tenders a оа now expressly stipulates that 
the men must be paid the standard wage. | 
If the ratepayers’ era must bə considered in such a 
remarkable way, and if it is absolutely necessary for the 
profession that this grinding should go on, might [ suggest 
that permission be obtained from the mayor and councillors 
of the towns where it is practised for boxes to be placed 
outside their public buildings with a legend such as this :— 


“ ELECTRICIANS Poor Box. 


“ Ав we only pay our assistant electricians enough for 
board and lodging, we should be glad of your help, so that 
they may provide themselvee, in the interests of decency, with 


a little clothing. Remember that they work 865 days in tLe 


year, and that it is mostly night-work.” | | 
uU Fiat Justitia. 


While sympathy for the writers of“ Protests” against 
small pay to shift engineers fills my breast, I fail to see 
that there is sound horse-sense” in the proposal of W. 
Fennell. There are dozens ready to pay for a chance at 
practical electrical experience, and your refusing to accept 


such advertisements would probably let others try to enter 
this overcrowded market, who may see these advertisements 
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and be deterred thereby, to our future advantage. I could 


tell of a small high tension station on this island whose chief 
engineer and manager mee the post a few years ago on 
£2 a week, with the privilege of taking a pupil, and he got 


the pupil. 
pP L. D. Collins. 


Dublin Cables. 


Referring to the note on * Dablin Cables” in your last 
issue, it is evident to me that you are not correctly informed 
as to the actual facts. 

The statement that the aro light cables were too small is 
entirely without foundation, as 7/16 cable should be perfectly 
adequate for a current of 10 am and the further state- 
ment that it was unsuitable for the mechanical strains it was 
called upon to bear from time to time is ci raged incorrect, 
as no interference was found neceasary with these cables 
until the first breakdown occurred, some three years after the 
stat ion commenced work. 

With regard to your remaining remarks, I may say that 
the necessity of applying for a loan was due to the fact that 
the distributing system had repeatedly failed during the 
po two years, owing to deterioration of the rubber insu- 

tion of the cables at many points, and when as many as 20 
failures occurred during one week, i& was impossible to pre- 
serve the proper continuity of eupply to the consumers. 

To remedy this state of affaire, it became necessary to lay 
down new cables; and as these could not be placed in the 
ваше pipes with the existing cables without disorganising 
the supply, it naturally resulted that the ground must be re- 
opened over the whole system to SOOO dA S the new cables, 
and it was considered advisable to take advantage of this 
opening to change the system of distribution to the con- 
sumers from high tension supply with house transformers, to 
low tension supply from transformer sub-stations. | 

When the new system of mains is in complete working 
order, the existing system of pipes, &c., would be available 
for use in extensions as едг, sud such of the cable as 
should be found suitable would be used for the same purpose. 

It is obviously impossible for anyone to know the actual 
condition of this cable over its whole length until it has been 
withdrawn and carefully examined ; but from the observa- 
tions I had made I considered that cable to the value of 
£2,000 should be found capable of being used, ont of the 
total amount of £3,300 which had been expended in pur- 
chasing same, and I estimated that the cost of making such 
cable serviceable should not exceed £500. 

In face of the above summary of the recorded facts, I am 
quite unable to see any foundation for your suggestion of 
inconsistency, and must oe nin yon in future to verify your 
facts before basing upon them any reflections upon my per- 
sonal conduot. | 

M. Ruddle, 
Electrical Su erintendent, 
Dublin Electricity Works. 


[We are unaware of having made any reflections upon 
Mr. Ruddle's personal conduct, and if he will take the 
trouble to read through the report of the official Government 
Board inquiry on the city electric light, as published in the 
Irish Daily Independent for December 9th, he will surely 
admit that his own evidence was sufficient foundation for 
our note of last week.— Eps. ELEC. REv. ] 


Estimating, &c. 


Could any of your readers inform me of & book on esti- 
mating for mechanical and electrical plant and installation 
work," or how I could gain some experience of the subject. 


A Subscriber. 


Royal Institation.—The course of lectures on * Recent 
Researches in Magnetism and Diamagnetism,” which Prof, 
Fleming commenced at the Royal Institution on March 8rd, 
are the “ Tyndall Lectures.” 


‘for additional and extra cost of machinery, and 


‘already mentioned, was held by 


DUBLIN ELECTRIC LIGHTING. 


Тнв following is a 
Board to the town conv 


“ Local Government Board, Dublin, 
% January 18th, 1898. 
“Sir,—I am directed by the Local Government Board for Ireland 
to state, for the information of the Corporation of Dablin, that they 
have received the report of their chief engineering inspector, Mr. 
Cotton, on the local inquiry, held by him on the 8th ult., into the 


. application of the Corporation for sanction to a loan of £20,000 for 


worke in connection with electric lighting. "With regard to this 
b prts the board wish to observe that in November, 1891, a loan 
of £32,820 was sanctioned for machinery, cables, poste, lamps, &c., 
for electric lighting, and £4,200 for buildings at the нетте | 
station. In November, 1893, а further loan of £16,837 was sancti 

£7,563 for cables, 
pipes, and laying. Of this latter loan only £5,000 was advanced. 


‘Recently, it appears, there have been many failures in the cables, 


and it was resolved by the Corporation to apply for a loan, which, 


. among other things, would provide for laying these cables de novo. 


The Board observe that on September 23rd, 1897, the Electric Light- 
ing Committee recommended that a new station s be 
rovided at the Pigeon House Fort, at a cost of £100,000, and also— 
Po) That a system of sub-transformer stations be adopted. (3) That 
the entire system of cables or mains, so far as it may be found 
necessary by the borough surveyor, be altered or renewed. (4) That 
for the purpose of such renewal the sum of £20,000 be provided. The 
Council at their meeting on Ovtober 8th, adopted a report of the 
committee of the whole house, slightly varying the recommendations 
of the Electric Lighting Committee, including the following :— 
% That а system of sub-transformer stations be adopted, as such 
will ultimately prove a saving to the Corporation: that the entire 


System of cables and mains, so far as it may be found necessary, be 


altered or renewed ; that for the purposes of such renewal the sum of 
£20,000 be provided, but that no portion of this amount be expended 
or orders given, until the description of cable be reported on by the 
consulting engineer with the borough surveyor to a committee of the 
whole house, to bs called for that purpose, and approved by them; 
that the Electric Lighting Committee be empowered to apply to the 
Local Government Board for their sanction to a loan of £20,000, the 
vis idera the town clerk to take whatever steps are essential for 
t ur 


‘cables’ to replace those that failed. Under 
Board considered it desirable to order the local inquiry, which, М 
Mr, Cotton on the 8th ult. The 
town clerk’s letter of November 23rd, 1897, and the evidence given 
at the inquiry, show that the £20,000 is proposed to be applied to 
two purposes: rmer ons and costs 
incident on th 


change | 

laying, £18,500—£20,000. From the wording of the report of the 
committee of the whole house it might naturally be inferred that tbe 
whole £20,000 was required simply for the renewal of the cables 
which had failed. Asregards the portion of the loan destined 
gub-transformer stations, and coste incident thereon, the Board 
that this change of system was recommended by Mr. Ruddle, in 

report of September 18th, 1897, and was by the Electric 


ERG 


. Lighting Committee, and by the committee of the whole house, and 


approved by the Council of October 8th, 1897. It was also 
recommended by Prof. Kennedy,. in his report of October 
25th, 1897, which report the Board are informed, bas 
been approved of by a committee of the whole hous. 
The estimate for this work, contained in the town clerk's letter of 
nly. The Local 


present damaged cables and replace them in the same pipes with new 
cables without dislocating or stopping entirely the lighting arrange 
ments over the whole area at present supplied. This circumstance, 
in the opinion of the Board, points to the advisability, in future 
works, of providing for duplicate mains, There appears, therefore, to be 
no remedy for the present state of things but to provide new cables, as 
suggested by Prof. Kennedy in his report, which, as stated above, bas 
been before the committee of the whole house, and approved by them, 
in accordance with the resolution of the Council of Gotober 8th, 1897. 
It is stated that the rest of the work, the pipes and works incident 
thereon, will not be rendered useless, but are available, and will be 
used for extensions to the further parts of the city outeide the 
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d to de d 
present lighting area, an provide ol oae о of ариу ай 


about £2,600 is now 
the second loan, not 


am, Sir, your obedient servant, 
"(Bigned) D. J. MacSasanay, 


“ Assistant Secretary.” 


BUSINESS NOTICES, &. 


Electrical] Wares Exported. 
Wix Enmd Marcu 1вт, 1897.| WIIX END Maron Isr, 1898. 


£ в. E s. 
А 265 0 | Adelaide 2 0. 298 0 
Barcelona. Teleg. cable 120 0 | Alexandria. Telepb. mat. 77 0 
Bilbao. Teleg. mat. 86 0| Antwerp site .. 29 0 
Bombay 65 0 | Auckland E .. 18 0 
Buenos Ayres 18 0 " Telepb. azt. 2,740 0 
Bundaberg ... .. 119 0 | Bangkok isa .. 447 0 
Calcutta... Gi .. 276 0| Bombay .. 433 0 
Cape Town. T. leg. mat. 220 0 | Boulogne .. 86 0 
Christiana. Teleg. wire 86 0 Buenos Ayres .. 520 0 
Durban ots . 697 OJ „„. T«leg. mat. 127 0 
Esst London .. 89 0 | Calcutta... TM .. 84 0 
Flushing ES .. 13 0 | Саре Town ... 1,250 0 
Fremantle (400) .. 409 0 | Constantinople .. 230 0 
"А Teleg. cable 730 0 | Colombo n .. 100 0 
и Teleg. mat. 3,982 0 Bay . 1,076 0 
X Tel- ph. mat. 1,553 0 | Durban is . 205 0 
Genoa. Teleg. wire 50 0 | Flushing bad .. 25 0 
Gibraltar io .. 110 0 Gibraltar А . 277 0 
Gothenburg. Tcl g.wire 108 0 ton s. 2,297 0 
бев sak .. 85 0 ‘ у» А 10 0 
Marseilles. Teleg. mat. 80 0 | Malta ... көз 72 0 
Melbourne isi . 1,074 0 | Mauritius. Teleg. mat. 42 0 
ü Teleg. à 0 | Melbourne si * 143 0 
Ostend .. ^is e p ji ! ‘ 29 0 
Passages e ort Elizabeth . 185 0 
Perth .. iss „ 111 0 des 62 0 
Port Elizabeth . 28 0 | Shanghai " к 7 0 
Rio Janeiro. . 7 0 pore. Telepb. mat. 44 O0 
. 18 0 | Sydney ae * 1,726 0 
ве. T Ru : ee e o 81 0 
Bhang ee 60е ellington eee eee 112 Ü 
pe ach ; 5 0 Yokohama  .. * 488 0 
Wellington vi . 1,130 0 
90 Teleg. mat. 434 0 
Yok өө . 283 0 
Total ... 214,879 0 Total . £12,915 0 


Foreign Goods Transhipped. 


& в, 
Rio Janeiro. Teleg. mat. 1,094 0 


Appointment.—We learn that Mr. William Isaac Taylor, 
M.LM.E. of 50, Fenchurch Street, E. O., has been appointed as 
the successor to the late Mr. Archibald Thomson, to represent the 

| Forge Company, Limited, for London and South of 
Engiand, for work of their manufacture, with the exception of 
таймуау werk. Mr. Taylor has represented Messrs. Clarke, Chapman 
ted, of Gateshead, 
tion he still retains. 


Art Metal Fittings.—Mr. Charles Escare, of 16, St. 
{ ardour Soho, send us an illustrated list of 
brackets, electroliers, switch covers, &. Nearly all 

designs shown are Louis XV. and XVI., and are exact copies 


F 


Proceedings. —A receiving order was 
made last week at the London Bankruptcy Oourt against Trehearne, 
Son & Crump, electrical engineers, Iss. Fenchurch Street, City. 
Messrs. 1 & Oo. attended on behalf of the General Hlsotrio 


act of bankruptcy alleged in the petition was non-compliance 
with the requirements of the usual bankruptcy notice. No particulars 
transpired regardiog assets or liabilities. 


the last 15 years, and this posi- 


Brussels Exhibition.—We understand that in additiou 
to obtaining the gold medal at the recent Brussels Exhibition, the 
jurors have awarded a special prize of 1,000 francs for Geipel's patent 
steam trap in recognition of its exceptional merits. 


_ Business Announcement,—Messrs. Henderson, Bunn 
and Oo., Limited, of Giltspur Street, announce that they are placing 
upon the market an insulated armoured conduit for electrio 
wiring, the insulation being porcelain enamel. The same firm is also 
introducing the H.F. dry battery. 


Personal.—Mr. Joseph Bastick informs us that he 
has relinquished his elec engineering business at Levenshulme, 
and has joined the Birmingham Carbide Company, Limited, as works 
manager, on & seven years' engagement, to erect the plant and super- 
intend the manufacture of carbide. Mr. Bastick has been with 
5 & Oo., Swinburne & Oo., John Turner & Sons, and 
other 8. " 


Calcium Carbide Plant.—We learn that Messrs. Ashton, 
Frost & Oo., Limited, have on hand a dynamo (60 volts 2,000 amperes) 
four polar, with slotted drum armature and duplex winding, for the 
manufacture of calcium carbide in conjunction with Pictet’s patent 
furnace, for Messrs. Oarter & Lupton, Ingleton, who hold a license 
for the Pictet furnaces. - 


Change of Add resses.— Mr. Geo. Stegmann informs us 
that, in consequence of increased business, he has removed to larger and 
more commodious premises at 45, St. John's Hill, Clapham Junction. 
He will shortly open electric light showrooms, where every requisite 
relating to electric lighting will be on view. 

Mr. J. 8. Cunnington, electrical engineer, has removed from 18, 
Oecil Court, to larger premises, 93, St. Martin's Lane, W.C., in 
consequence of increased business. 


Electrical Plant for Colleries.—During the general 
meeting of the Federated Institution of Mining Engineers in New- 
castle a large number of members and delegates visited the works of 
Messrs. Ernest Scott & Mountain, Limited, at Newoastle-on-Tyne. 
The following is a list of electrical colliery plant and other machinery 
in course of construction and on view in a state of completion, ready 
for shipment, that was open to the inspection of the visitors :—For 
the Olay Lane Iron Company.—One set of 14 inches by 18 inches 
three-throw mining pumps capable of delivering 1,000 gallons per 
minute against a head of 300 feet. For the Arniston Coal Company. 
—One set of 14 inches by 18 inches three-throw mining pumps 
(high lift) capable of delivering 500 gallons per minute against a 

of 7£0 feet. For Messrs. Rowley, Thomas & Co.—One set of 

7 inches by 12 inches three-throw mining pumps (low lift) capable 
of delivering 200 gallons per minute against a head of 250 feet. 
For the Mitchell Main Colliery.—One set of 10 inches by 12 inches 
pampe capable of delivering 500 gallons against a head of 150 feet. 
or tbe Arniston Coal Company.—Two 200-unit generators for 
driving pumping machinery, and three 80-H P. motors for driving 
umping machinery. For the Hickleton Main Oolliery Company.— 
wo 5 for driving electric haulage plant. For 
Young’s Pa Oil Oo.—Eindless rope electric haulage plant with 
40-H.P. motor, driven through worm gear. For the Digby Oolliery 
Company.—Electrical coal-cutting machinery, fitted with disc of 
suitable diameter to cut 4 feet 6 inches deep, and with motor of 30 
Н.Р. For Sir Wm. Gray & Oo.—Enclosed compound engine of 
improved self-lubricating type, conpled direct to Tyne" dynamo 
with drum bar armature. Output, 44,000 watts. For Messrs. 
Walter Soott & Oo., for London Central Railway.—Electric locomo- 
tive fitted with motor of 25-H.P. and suitable for 2 feet gauge; 
designed for mines, or for contractors’ use underground. For 
Messrs. Humphreys, Tennant & Oo.—Four sets of 20-inck centri- 
fugal pumps and engines combined. For the St. Petersburg Cement 
Co.—Two 4-foot ventilating fans, with motors combined, capable 
of delivering 10,000 cubic feet of air per minute at 4 inches pressure. 


Electrically-Driven Wood Working Machinery.— 
The Timber Trades Journal for February 19th is the twenty-fifth 
special каа issue of that journal. The number is special for 
several reasons. It consists altogether of over 260 of reading 
and advertisement matter, and the number of special articles got 
together for the occasion must have entailed an immense amount of 
work. Our attention is especially drawn to the engineering section, 
where among other matter we observe a lengthy article on Wood 
Working Machinery with direct Electric Driving,” in which are showa 
planer, saw bench, band-saw, boring, and other wood-working tools - 
with electric motors attached. The machines were made and fitted 
by Messrs. Kirchner & Co., Limited, 118, Queen Victoria Street, E. O. 


E.P.S. Batteries.—Mr. J. W. Barnard informs us that 
his engagementas of 


liances, &c. Mr. Barnard has secured 
Bereet, E. O., where he will have every opportunity of meeting the 
numerous customers of the Electrical Power Storage Company who 
are interested in this particular branch of ite manufactures. 


Forthcoming Books.—Messre. Whittaker will publish 
immediately Alternate Currents in Practice,” translated from the 
French of Loppe and Bouquet, by F. J. Moffett, A. I. E. E., electrical 

to the colony of tages, W. Africa. ‘Electrolytic Methods 
cf Analysis,” translated and adapted from the German of Dr. B. 
Neuman, by J. B. O. Kershaw, F. L O., and a volume on Radic- 
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graphy,” by S. Bottone, a well-known writer for amateurs upon 
indred e The same publishers will also issue, ia conjunction 

with the General Electric Company, A Popular Guide to Com- 

mercial Telephony,“ by M. Byng, MI. E E, and F. d. Bell. 


Flannery v. Ihe National Telephone Company, 
Limited.—In the Queen's Bench Division, before the Lord Chief 
Justice and a special jury, Mr. J. Fortescue Flannery, M. P. (of 
Flannery, Беде Л; & J SEQ) sued the National Telephone Com- 
pany for damages for breach of contract in failing to supply his 

ouse at Norwood with a telephone connection within reasonable 
time yang Sa the terms of an agreement | 
entered into between the parties. It ap 
that in 1893 Mr. Flannery was торой to 
stand for Parliament, and in order lo be able to 
attend to his business, which he carried on in the 
City, as well as to matters connected with his 
Parliamentary candidature, he thought it would 
be convenient to have a telephone at his house 
at Norwood. He therefore communicated with 
the company, and entered into a contract for 
connecting his house with an exchange on March 
8th, 1893. As there was considerable delay about 
the matter he complained to the company, and 
they said that the reason of their delay was that 
they could not get wayleaves by the route they 
were proposing to adopt through Streatham. 
Eventually at the end of May, 1896, the plain- 
tiffs house was connected with the Sydenham 
exchange. Mr. Flannery said he had ut 
to great inconvenience by this unreasonable 
delay, and he brought this action in the inte- 
rests of the public. The defendants counter- 
claimed £25 as rental due since the house had 
been connected, and the plaintiff admitted his 
liability, and paid the amount into Court. His 
Lordship asked the jury to consider whether the 
defendants had t reasonable and proper 
steps to carry out their contract, or whether 
they had been guilty of unreasonable delay. 
been unreasonable 


paymon iato Court, and all costs to be on the High Court scale as 
e case raised an important question. 


High Voltage Main Switch.—The switch we illus- 
trate below has been designed by Messrs. W. T. Burbey & Co., of 
Hatton Garden, to meet the requirements of the various central 
stations and insurance offices for 200-volt supply. In the case of 
double and triple pole switches, each pole is protected by a 


— n “ш 
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separate china cover, which is fixed by means of a strap and seal 
on the outside of the switch. The cable connectors are on the front 
of the switch, as preferred by station engineers, but if a back con- 
nection is required, the base is so made that they could be allowed for 
without extra charge. Front cable connectors are always supplied, 
however, unless otherwise ordered. 


List.— Messrs. Measures Bros., Limited, send us a pocket 
list, with calendar, giving particulars of their stock sections of steel 
Wists, rails, plates, A Numerous tabulated figures are given, show- 


ing the breaking loads of cast-iron columns, weights of various sizes 
of metals, weight per foot of different metals, and other useful notes 
of a similar kind. 


N. C. S. Insulation Test Set and Generator.—We 
illustrate below the latest pattern of N. O.. insulation test set. It 
consists of a 200-volt generator in one case, with Messrs. Nalder Bros, 
and Co's well-known insulation test set. It gives a plain bridge 
measurement of the insulation under test, thus obviating all errors 
due to change of magnetism of the needle, or to disturbances from 
any magnetic bodies in the neighbourhood. The readings depend solely 


=, 


on carefully wound coils, just as in an ordinary bridge. It reads 
direct, without calculation, from ‘1 megohm up to 50 megohms, with 
20 intermediate values. A perfectly sharp difference is obtained 
between 50 megohms and infinity, and all the other readings are 
equally sharp. By pushing over a small switch, the readings are all 
divided by 10; that is, the bridge then reads from ‘01 megohm (or 
10,000 ohms) up to 5 megohms. 


Leicester Corporation v. Warren Hill.—A case of 
considerable importance to electrical engineers, came on for hearing 
at the Leicester County Court, on the 24th ult., before his Honour, 
Judge Wightman Wood, in which the Mayor and Corporation of 
Leicester, sued H. Warren Hill, electrician, of King Street, 
Leicester, to recover the sum of £4 198., in respect of goods sold and 
delivered. Mr. Simpson, on behalf of the Corporation, stated that 
80 far as the actual purchase was concerned, there was no dispute. 
The defendant purchased a numberof appliances on September 15th, 
1895, from the electrical department of the Corporation, but declined 
to pay for them, on the ground that the Corporation were tradin 
ultra vires. There were altogether eight items in the purchase, an 
in respect of the the first item, 10s. 6d. had been paid into court. 
The point at issue was whetlier the Corporation were entitled to sell 
and recover the price of articles and apparatus, used in connection 
with the supply of petri d Mr. Simpson proceeded to quote 
clauses in the various Acts of Parliament, under which the Corpora- 
tion supplied electricity, and maintained that they could also deal in 
apparatus and appliances. Mr. Newell for the defence, said it was & 
public corporation, and held delegated pro to supply electricity 
to the public, but it has deviated from those powers, and was selling 
lamps and appliances, which were not necessarily connected with 


the supply of electrical energy. They had become traders ard shop- 


keepers, and thereby damaged the local tradesmen, with whom the 
uS. unfairly рена Атара The Corporation, іп fact, competed with 
the local shop-keepers by means of the very rates which the trades- 
men ially contributed. His Honour: I suppose this is а case 
brought on principle? Mr. Newell: Yes, the defendant does not by 
any means wish to shirk the liability. His Honour: Do you. mean to 
say that under the Charter of Elizabeth, the Oorporation has по 
wer to trade. Mr. Newell: I should say that such. is the case. 
ventually his Honour said he should take time to consider ү" 
e e as there were im t issues raised. Mr. Newell M s 
is Honour was against him, he should have to appeal, as tà 
Corporation had taken away the bulk of the electrical trade in 
the town. 


Liquidation Notices.—At a meeting of the Crompton- 
Howell Electrical Storage Company, Limited, held at Mansion a 
Buildings on January 24th, a resolution was A sors winding 15 
company voluntarily, and A e R. H. Marsh, of Ethelburga 
House, Боос Street, E.C., liquidator. 


A New and Novel Telephone.—Messrs. Henderson, 
Bunn & Co., Limited, of 15 and 16, Giltspur Street, London, со 
are introducing а telephone, which will be of interest to many 0 joe 
readers. It is, perhaps, the smallest and most compact асе 
yet produced; at any rate, the patentees claim it to be во. A pen 
phone transmitter and a bell push are fitted into a case, which, w » 
the instrument is not being used to receive or transmit a message, bs 
connected with the receiver in such a way that the two toge 
form a pear shape, quite dust and moisture tight. The receiver 18 
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contrived, that when the transmitter is slip upon it, a metal nib 
is pressed, which actuates a Morse key in such a way that the circuits 
are changed from the microphone and receiver to the bell. When 
the bell has been rung, the two parts are separated, which act puts 
the receiver and transmitter into circuit. braided flexible cord, 
containing the wires, join up the instruments in such a way, that the 
receiver may be held to the ear,and the transmitter before the mouth. 
The internal mechanism is extremely simple, and cannot get out of 
order and prove ineffective unless the instrument be tampered with. 
The bell push is likewise upon the Morse principle. Every contact 
ре is made of platinum; the screws are of brass; the coils cased 
, and especial care is given to secure perfect insulation. The ordi- 
nary type of instrument is suitable for distances up to 500 yards; 
beyond this distance an induction coil is vsed. The induction coil is 
buried in the rose which carries the bell. The size of the pear over 
all is 3 inches x 2 inches. Of course, any number of ways may be 
allowed for, and by means of a line selector, any one of a number of 
stations may be communicated with. The telephone has been de- 
signed with a view to satisfying those who require a portable tele- 
hone, small and com Each telephone is supplied with about 
4 feet of flexible cord. The cases of the instrument are made of 
vulcanite, with silver plated mounts, the whole presenting a hand- 
some and highly finished appearance. 


New Company.—A company has just been registered in 
Brussels with the title La Compagnie d'Electricitó Thomson-Houston 
de la Mediteranée. 


Omnibuses.—In his remarks to the shareholders of the 
London General Omnibus Company last week, the chairman said 
that the directors were watching very closely the development of 
motor vehicles, but as the prime cost of a motor bus would not be 

than £500 to £600, they did not see their way at present to 


less 
adopt them. 16 is interesting to note that the company values its 
horses at £27 a-piece. Many of them cost between £30 1 and £50. 


Outlet Boxes.—The Ward Leonard Electric Company, 
of Bronxville, New York, send us a copy of their new catalogue of 
outlet boxes. We understand that these porcelain-lined boxes have 
become standard for good wiring work in New York City, and is 
becoming so in other large cities. The list shows that 81,C00 were 
installed in New York City alone in 1897. The company make outlet 
boxes of every variety, including a large number of “specials” not 
shown in the list. Prices and particulars are given. 


Presentation.—On 28th ult., a handsome gold watch, 
with an illuminated address on vellum, was presented to Mr. 
T. W. Vaughan on his 50th birthday, managing director of Vaughan 
and Brown, Limited, of Kirby Street, Hatton Garden, and Great 
Saffron Hill. The presentation was made by members of the staff 
aye employés, some of whom have been with the firm from 20 

years. 


“ Specification.”—This is the title of a new publication, 

to a ‚ revised and enlarged, quarterly. The volume (over 300 

pages) is intended for architects, surveyors, and engineers when 

р and for all interested in building. It is divided into 

sections, i. e., construction, professional practice, and buildings 

usd ac har There are some general notes on electric lighting, aro 

incandescent, giving particulars of the points to be considered in 

laying out an installation, and a glossary of English, Irish, and 

electro-technical terms is included. There are similar details 

re electric bell work. The price of the publication is 2s. 6d., and it is 

issued from the office of the Builder's Journal, Effingham House, 
Arundel Street, W. 


whether the trade discount should be 10 per cent. or 15 cent., 
and whether there should be a cash discount of 24 per cent. tiffs 


was only allowed in some instances, and then wa Pas cash was paid 

ng, and no special 
terms were made, and 23 per cent. was not allowed on estimated work. 
Me. Geo. Kent said the questi 


ork over 

they always received 15 per cent. on the work done. This had 

the custom for many years, and only on three ocoasions was 

were exceptional circumstances in each 
21 cent. for cash was the custom of the trade. His 

Honour eaid he thought the plaintiff was right with reference to the 


diseount, and gave ja ent for £6 10d. With regard to 
5 


Willing's Press Guide.— The 1898 issue (twenty-fifth 
ual) of this book is before us. It is published by Messrs. Willing, 
at 126, Strand, (Is.) and contains in easy reference form details of 
newspapers pnblished at home and abroad, giving the first of 

blication, &co. The London addresses of provincial, colonial, and 
papers are also given. 


W. T. Burbey & Co.—With reference to our notice 
of the dissolution of the 5 of Мева. Burbey & Hntton, we 
are asked to state that the business will be carried on under the style 
of W. T. Burbey & Co. The firm has issued ! In «сү 
of which is before us. In it are described and illustrated buting 
switch and fuse boards, accumulator board, 


accumulator 
switches, main switches of vario tumler 
switches, &c . 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—There was а recommendation of the Lodging 
House Oommittee before the Town Council, last week, to accept the 
tender of Messrs. Р. C. Middleton & Co. (£177 odd), for 
wiring of the Corporation lodging house, but the matter was referred 


The question of reducing the charges for current has been before 
the Electric Lighting Committee lately, but as the new system of 
charging has only been in operation for six months, no change is 
to be made during this half-year. 


Bangor.—A Local Government Board inquiry was held 
on 25th ult. g applications re various loans, including a sum 
of £450 for the purchase of an electric light station site. 


 Barnet.—An electrical firm has offered to take over the 
се оозе electric lighting order. A committee is considering 
e ma А 


Bath.—The state of the new electricity station was under 
consideration af last week's meeting of the Electricity Committee. 
The causes of the various calage were stated, but it was impossible to 
say when the buildings and the whole of the plant could be ready. 

. Robert Hammond gave details of the forward condition of some 
of the machinery and the completion of part. 


Bedford.—The Town Council is to purchase two more 
mechanical stokers at an estimated cost of £385, also two water 
urifiers in connection with the steam boilers at the price of £120. 
e electrical engineer is to consider and report as to the practicability 
and cost of (a) installing an electric motor at the water pumping 
works in of present boilers now g coal, value £500 pe 
annum; (b) letting out on hire motors for рома, heating and cooking 
apparatus, with current at 24d. per t for certain day hours; 
(с) introduction of ment slot meters and wiring houses upon 
agreement; (4) the doli ility of applying for powers to construct 
and work a service of municipal electric self-contained accumulator 
passenger Cars со various parts of the town at fares of 1d. 
At the last Council meeting it was reported that a motor was beiog 
installed. Clauses (5) and (c) were ca , ав was (d) after discussion. 
Consumers were to hold & meeting yesterday to consider the high 
charges for current. 


Belfast.—A sub-committee has been appointed to report 
on the question of the supply of current for power purposes. 


Bradford.—A sub-committee has been appdinted to con- 
sider the desirability of reducing the price of electricity for lighting 
purposes. The present charge is 6d. per unit. 

Brewery Lighting.—The brewery and business offices 
of Messrs. George Yo & Sons, Limited, at Cand are now 
electricity. It is stated that the Alloa local authorities 

to light the principal streets in the same way next 
winter—cost, £3,000. 


Bridlington.—The Council, in reply to a letter from a 
Sheffield firm, says that it intends applying for an electric lighting 
order on its own account. 


Brisbanc.—Mr. Hesketh, electrical engineer to the 
Queensland Government, in reporting on the pro electric 
lighting of Brisbane, states that at first operations should be confined 
to the main streets of the city, using the direct-current system, with 
a three-wire distribution at 400 volte. 


Buxton,—Prof. Kennedy’s report on electric lighting was 
before the District Council last week. He estimates the cost at 
£18,000, and recommends a site near the gas works. The Oouncil 
will hold a special meeting this month to discuss the master. 


of and Brush Provincial Electric 
requiring them to sell their unde 
were stated to be £133 for every sum of £100 properly expended by 
the company, and 5 per cent. per annum dividend. After some discus- 
sion the recommendation was referred back to the Committee. 


Carlisle.—The Carlisle Citadel Station Joint Committee 
bave decided to have the station lighted by electricity. 'The neces- 
sary dynamos and vip sedi been ordered, and the work will be 
begun at once by the and North-Western Bailway electrical 


A committes has power to consult 


Coventry.—The annual report of the Electric Light 
shows that the number of consumers increased during 
the year 1897 from 72 to 100, and the lamps connected from 5,662 
(8 O.P.) ta 8,149. Further connections are made, The number 
of units sold had increased from 51,114 to 79,583, and the revenue 
from current aaa ануч £1,245 16s. 64. n 1 19s. 8d. 
The profit on wor was 83d., as against a loss the previous 
3m ot £41 Os. 8d. "ne net charge on the rates was £1,568 Ja. 114d. 
as compared with £1,706 13s. 8d. the previous year. 


Dablin.—The Electric Light Committee is reported to 
advertise 
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Edinburgh.—The Conncil has accepted the offer of 
Messrs. Wm. Olowes & Sons, Limited, to purchase two engines and 
dynamos now af the Torphichen Street station for £1,100. These 
are too small for the Corporation station, and Prof. Kennedy advised 
the acceptance of an offer. Electric light is to be introduced into 
the Police Chambers at an estimated cost of £640. A new foeder is 
to be laid from Dewar Place, along Grove Street, and out to 
Merchiston at a cost of £1,400. 


Edmonton.—The Board of Guardians have referred the 
matter of ele otrioally lighting the workhouse back to the architect, 
Mr. Knightley, to obtain plans, specifications, and estimates. 


Exeter,—Twelve more electric meters are to be obtained. 
The clerk is informing the contractors for the electric street lam 
that unless they are supplied forthwith in accordance with 
contract proceedings will be taken. In consideration of the extra 
work which has devolved upon the assistants and clerk, E80 additional 
remuneration has been voted for them. A complete return giving 
the results of 18 months’ working, to the end of 1897, shows a gross 
profit of £1,843. Of this £1,018 goes for interest and sinking fund, 
£750 is put aside for reserve and £75 is carried forward. 


Greenock.— Mr. Teague, in his report as to the electric 
lighting of Greenock, states that the most suitable site for the 
installation would be at the Water Trust works at Prospect Hill, and 
the cost (apart from site) of laying the necessary plant to light the 
Streets from Rue-End Street and along west to Campbell Street, 
would be probably about £25,000. Mr. Teague will submit a com- 
plete report. He recommends a modified scheme, and advises the 
Board to take up the matter themselves. 


Harrow.—Mr. Hawtayne, engineer to the Electric Light 
Company, recently submitted plans for the extension of the mains 
down Southill Avenue. | 


Hartlepool.—The Guardians have decided to obtain a 
жш а reference to the suggestion to light the workhouse by 
C1 . 


Hampstead.—The Vestry Clerk has been instructed to 
communicate with Messrs. Ferranti, informing them that if the new 
t ordered is not immediately made available for the purposes of 
he station, as provided for in their contract with the Vestry, the 
Vestry will put in force, without further notice, their powers under 
. the contract. 
Hoarcross.—An electric light installation has just been 
completed at Hoarcross Hall and Ohurch for the Hon. Mrs. Meynell 


а Mesers. Walker Brothers, of Birmingham, carried out the 
wor 


compare favourably with the price charged in Hall for age for gas 
engines. He had gone into the question and was of opinion that the 
' price at present charged, namely 4d. per unit, might be ' gub- 
stantially reduced. During 1897, the number of units sold for 
purposes other tban lighting was only 2,550. It was resolved that 
from March 31st next, the price for current for purposes other than 
lighting bs reduced to 23d. per unit. 


Ipswieh.—The Eleotrio Lighting Committee is inviting 

offers from firms willing to carry out its electric lighting order. 
Lancaster.—The Council will borrow £10,000 to increase 

the plant in the electricity department, so as to double the output. 


Leeds.—The Parliamentary Committee hes decided to 
recommend the City Council to formally make a definite offer to the 


Yorkshire House-to-House Electricity Company for their undertaking. . 


_ Lewisham.—The Board of Works has resolved not to 
give ite sanction to the proposed scheme of the Great Western Electric 
Light and Power Company. | 
London.—The Local Government Board has sanctioned 
rad ger o the Metropolitan Asylums Board to enter into a con- 


esers. Orompton & Oo., for two dynamos for the mouth, 


at a cost of £106 without first advertising for tenders. 

The Metropolitan Asylums Board has a ted Messrs. Burstall 
and Monkhouse, engineers for the electric light installation at the 
Nortbern Hospital at a 5 per cent. commission. 

The wiring of the new с сев of the Court of Common Oouncil 
Public Health Department is in progress, and the court-room of the 
late Commission of Sewers and the offices of the engineer are also to 
be fisted at а cost of £120. 


London County Council.—The contract for the electric 
lighting installation for the Metropolitan Fire Brigade headquarters 
has been given to the National Free Wiring Company, Limited. The 
work comprises steam dynamo, storage batteries, incandescent and 
arc lighting complete. The same firm have also secured the order 
for the installation of the electric light at the Bridge Hotel, Arundel. 
The National patent syatem of house wiring is to be used throughout 
in both these cases. 


Loughboro’.—A committee has been appointed to report 
on the advisability of taking steps to acquire the gas undertaking, 
PA aleo to obtain information and report on the question of electric 

ting. 


:  Manchester.— Arrangements have been made by the 
Manchester Side and Levensh 


Corporation with the Moss ulme 
District Council, by which those districte shall be supplied with 
electric light at the rate charged to Manchester aonsumers. 


Morecambe,—Mr. Parkinson was recently authorised to 
MM ени шыш ы ояны ИБНЕ кыы кыши 
ons, 


Portsmouth.—In respect of the proposal to erect a refuse 
destructor at the electric lighting station, Alderman G. Ellis has 
reported that there is no land available for the purpose; the boilers 
at the station could not be used in connection with destructors, and 


week regarding the purchase of the electric light compa i under- 
completed. 


CAPITAL EXPENDITCTRE TO DECEMBER 81вт, 1897. 


Electricity Department— £ nà 
Land ae ee ee eo ee oe ee oe ee 8 
Buildings ES. .. 4.410 14 9 
Machinery and Plant „о... c: e 86981. d 4 
Mains (New Account) a 92 as 296,198 19 0 
Mains (Old Account). s si 1,908 8 1 
Mains (Service) ve EN s m 9,829 15 8 
Mains (Instruments). ee 6 © 98 0 4 

40878 11 1 
Transformers, Motors, ke. 6,462 12 6 
Meters ce ee ee ee ee ee ee 4,001 16 0 
Electrical Instrumentes ss xe ie ss es 617 1 
Cost ot License oe ee ee ee oe ee "m 884 10 1 
Office Furniture ee os “э oe ee oe 978 6 6) 
Tools M "E i Ё .. 2191 17 8 
Formation Expense ss. .. 900 8 0 
Depreciation written back—1893 .. SP . . £2158 15 9 
Depreciation written back—1894 .. es , 9202 7 N 
Depreciation written back—1895 .. - .. 990 1611 
Depreciation written back—1890 .. T .. 45 9 0 
1,029 810% 
Library ee ee ee ee ee ee ee ee ee 44 11 n 
New Office Account .. 6s 2s vá a ot T 110 1 8 
Construction Stock ee ee ee ee i ee ee ee 1,099 2 6 
£118,418 8 3 

Wiring and Fittings Department— | 
Tools a T is RB 16 6 
Depreciation written back 19 11 7 E 
Showroom. Е Се .. 912 4 7 
Depreciation written back .. 115 17 10 acs 

416 10 6 

Factory— 

Plant and Tools - A^ a .. £1,516 10 1 
Buildings vs i» "T га i 9,655 19 10 
Office Furníture ds x 56 8 8 
Patterns and Models .. ve ks Е 858 18 0 
Catalogues xa Zu ou is vá 6% 1 6 
Formation Expenses .. бо 799 8 1 

6,687 8 9 

4194479 7 6 


—TI mmittee 
Southampton.—The Sub-electric Lighting Oo is 


numerous in many streets, and also of the advisability of making а 
supply in further streets or roads adjoining those already decided 
upon, he suggested that it would be advisable to tension 


E 
Е 
S 
d 
| 
B 
Е 
| 
[ 
m 
TE 


that a low tension 
centric main should be laid. In addition to these streets and 
he чото Popas that a low tension main be drawn into the 

d to carry the high tension feeder and the tramway f 
pare duct in the other stated streets. The total cost 
be £38,500. The Electric Lighting Committee recommended the 
Corporation to lay additional mains in various streeta, &., at a cost 


E 
І 
i 
E 
| 

i 


д. 


the necessary 5 y 
са PO Не suggested that he shoul bo given power to 
lay out the position of the new tramway lines, in order to be abe » 
fix the position iof the standards carrying the trolley wire, W 
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could then be ordered, together with the requisite materials for the 
public lighting. Mr. Manville waa instructed to submit report and 
plans upon the proposed position of the standards, to carry both the 
trolley wire for the tramways and the arc lamps for public lighting 


along the route of tramways. He reported that the first alternator 


will be delivered and set to work by May 30th, the second by June 


16th, and the third by July 7th. The motor-alternator on June 6th, 
and the two new continuous current dynamos on July 5th and 26th 


respectively. As to the high tension switchboard, the. Committee 


recommended the Council to procure а high tension switchboard from 
Messrs. Ferranti, at an additional eost of £314 (£714 in all), and 
apply to the Local Government Board for sanction to borrow this 
amount. They also recommended that the tender of Messrs. 
Pritchetts & Gold be accepted in substitution for the tender of the 
Obloride Electrical Storage Syndicate, Limited, for accumulators. 
For the supply of from 150 to 200 tons of large steam coal the 
tender has been aoceoted of Messrs. E. T. Agius & Co, at 16s. 9d. 
per ton. The committee instructed Mr. Manville to submit а repor’ 
and plans. The committee's report was adopted by the Council. 


South borough.— The District Council will oppose the 


application of Mr. D. E. McKrell, of Little Mowhurst, Edenbridge,- 


for a provisional order. 


Stirling.—Prof. Kennedy has submitted a further report 
to the Town Oouncil re the water power at Touch in connection with 
proposa electric lighting. He finde the mazimum theoretical 

ydraulic H.P. coming into Stirling at 40. The actual amonnt of 
this H.P. in the mains for supplying light would not be more than 
half this. The total Н.Р. provided for in Prof. Kennedy’s steam- 
power estimate was 320, which would deliver at least 933 electrical 
Н Р. at the lamps. The total cost of this plant would be between 
£8,000 and 48,500. If turbines and dynamos were put down at 
Touch, at least £1,600 would have to be spent, and probably con- 
siderably more, to deliver about 15 Н.Р. at the lamps. The capital 
expenditure on this power would, therefore, be about £107 per 
H.P. at the lamps, as against about £35 for the steam plant. 


Sunderland.—The Lighting Committee has presented a 
report on elestric lighting extensions. Mr. Snell, the electrical 
engineer, says that further extensions are necessitated by the in- 
creased demand. Looking ahead, he estimates that to meet the 
requirements up to 1901, £12,728 would be required for buildings. 
boilers, and dynamos, tools, &o., and a further £12,540 for maius and 
Such like. Immediate requirements would be met by £7,800. Ap- 
Баа to the Local Government Board for leave to borrow not 

than £25,000 is suggested. With this sum it is thought that all 
the districts in the borough can be served. Mr. Snell estimates that 
in the first year the profits would be £105, in the second, £760, and 
in 1901, £1,370.: mE | | 


Swansea.—The 'Sub-Electrio Lighting Committee had a 
conference with Mr. Manville on Saturday re electric lighting. Mr. 
Manville recommended low tension for the present scheme, and will 
at once prepare a report. There was practical unanimity as to pro- 
ceeding with the scheme immediately. The question of a dust 
destructor was discussed. — | 


Swinton.—Mr. Scott Anderson is to advise the Urban 
Council on the matter of electric lighting. 


Trinidad,—A Liverpool paper says Mr. J. Stanley 
Richmond, who has had а good deal of experience with English and 
American houses, has secured the 8 of electrical engineer 
to the Government of Trinidad to examine and report upon the 
various systems—light, power and N electric currents 
in Port of Spain and its vicinity, with a view to determining the 
risk to life and property now involved. 

Wakefield —On Tuesday last week the New Munici 
Buildings for the County Council of the West Riding of Yorkshire, 


Mr. T. Harding Oburton, of 


д bed designed by 

aracter. The light was on for the opening and gave great satisfac- 
tion. The buildings are fitted throughout with a complete telephone 
installation. There are five exchanges in the building, all being con- 
nected by “up” and “ down” trunk lines. All the wires, which have 
been run in iron conduit, are metallic circuit. This work has been 
carried out by the Private Wire and Telephone Installation Company. 
All the electrical work has been under the direction of Mr. Sidney à 
Court, A. M. I. O. E, of Victoria Street, S.W. 


— — — 


ELEOTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Bordeaux,—The report of the Bordeaux Tramways and 


Omnibus Oom for the year 1897, says that the question of 
electrical traction has received constant attention from the directors 


during the year, and after lengthy negotiations they succeeded 
in jobs елы in with a committee of the Bordeaux Municipal 
Council avpointed for the purpose. Since the end of the year. how. 
ever, the Council has rejected the committee's report by 19 votes to 
16. Tbe directors, whilst regretting this decision, feel that they have 
gone as far as they prudently can in their endeavour to meet the 
views of the municipality without prejudicing the position and 
interests of the shareholders. 


necessity had been proved to induce them to overrule the decision of 
the Council or to authorise any remaining portions of the two schemes 
which lay outside the borough. 


Brighton.—The Bill for the construction of an under- 
ground electric railway from the Brighton terminus to the sea front 
passed the second reading in the House of Lords last week. 


Bristol.—Controversy between the Bristol Tramway 


figures he has supplied to the committee in reports which have not 
been made public, 44d. per car mile as the total cost of working 
trams in Bristol should electricity be applied. That this amount 
was ample was, he said, shown by figures of other towns. 
Bristol company had one line working by electricity they stated that 
eee 5 mile, as compared with 


* an absurd arrangement of and dynamos iir te together by 

for driving p ” tter engines than those in question 
did not exist when they were ly used, but the Tramway Com- 
pany Siros ae ee and putin fresh. A expense 


time to prepare his report on the subsequent Friday,” Mr. White 
concludes his letter by stating that he t undesirable to 
reply upon the general tone of this or the “offensive 


298 - THE ELEOTRICAL REVIEW. 


[Vol 4$. - No. 1,058, Manon 4, 1808. 


those lines, not contemplating the Corporation imposing additional 
and exceptional obligations on the compauy, and if such obligations 
are imposed they could only be undertaken if accompanied by an 
agreed extension of the purchase period. The company do not 
propose to proceed with their extensions Bill unless under the terms 
of 21 years’ purchase contained iu the Tramway Act. The res gee 
refase to consent to the issue of new capital by auction, but are 
papare to discuss the payment of an annual sum to the Oorporation 
aud the reduction of fares, if an arrangement is arrived at for fixing 
the period of purchase of all the company's tramways within the city 
of Bristol at one uniform date—25 years. 

It is reported that ia the last few days a body of motor-men of the 
Bristol Tramway Company (said to be 25 in number) have taken part 
in an agitetion for (€ conditions of employment, and have 
been dismissed from their situations. 


Chiswick,—AÀ poll of this district is to be taken to 
ascertain the feeling in regard to the electric tramway scheme of the 
London United Tramways Company. 


Clontarf.—The work of laying the electric cable for the 
Clontarf tram line to Nelson's Pillar was commenced last week by 
Messrs. Porte, Sykes & Oo., of Dublin. 


Collision.—One of the Dublin electric cars collided with 
a cart one day last week and did considerable to both 
conveyances, at the same time seriously injuring the car driver. 


Dalkey.—The Dalkey Town Commissioners will send 
witnesses to support the Bill now being promoted by the Dublin and 
Southern Districts Tramway Company to amend the provisions of 
their 1893 Ac‘, relating to the speed of cars on the company's line. 
The witnesses will give evidence that the residents of the townshi 


at large consider the present speed at which the cars are allowed 
travel, far too slow. 


Dover.—The contractor for the permanent vay of the 
electric tramway was fined by the Corporation £2 per day July 
16th to December 10th (£254 total) for delay in completing the 
contract. 


Dortmund.—The Allgemeine Lokal and Strassenbahn 
Gesellschaft have got out the plans for а normal-gauge light electric 
railway to run in connection with the Dortmand street railways. 
The light railway will Ъз adapted for passenger traffic, and will run 
from Dorstfeld by Marten to Lütgendortmund. Elektr- Rund. 


Edinburgh.—The Lord Provost's Committee had before 
them last week the report by Prof. Kennedy on the proposed con- 
version of the Portobello tramways. It dealt with the arguments for 
and against electric traction and cable traction, and, it appears, gave 
great consideration to the objections of the lessees to electricity. 
The report was delayed. 


Electric Carriages in Berlin.—The Llektrotechnische 
Zeitschrift of February 24th contains an illustrated description of 
two types of electric carriages which are being demon in the 
streets of Berlin. These carriages, which have been built by one of 
the leading cycle companies, are fitted with bicycle wheels and 
pneumatic tyres, which can be inflated to a pressure of 120 lbs, 
whilst the bodies are supported on steel tabular es. The wheels 
have ball bearings, and steering is effected by means of a lever con- 
nectéd with the front of wheels. Each carriage is equipped 
with a motor suspended from a steel frame lying parallel with the 
rear axle, the latter passing through the hollow armature shaft, and 
being driven by differential gearing from a toothed wheel arranged 
on that shaft. The battery consists of 44 cells contained in four 
boxes, the total weight being eight cwts. It can be charged at a 
lo of either 65 or 110 volts, and the connections allow of four 

ifferent speeds being attained, three by altering the disposition cf 
the battery, and one by weakening the motor field. The is 
provided with a watt-hour meter, which indicates the condition of 
the battery, and the total weight complete is 16 став. It is possible 
to attain a speed of 12 miles an hour, aud one c will allow of 
Ше aries covering к distanca of 27 miles before the cells require 

re-charged. е carriages possess a pleasant appearan 

having been built specially for the work. б Бы 


Electric Water Vans.—The Olerkenwell Vestry recently 
referred to the Works Committee to report on electric watering vans, 
but the committee say that they are unable to report, as they 
cannot ascertain that there is such a van in existence. ` 


Great Orme's Head.—The Llandudno District Council 
held a special mee last week to consider steps to be taken in 
regard to the propose app cece to Parliament by a company for 
an Act to construct an electric tramway from Liandudno to or near 
the summit of Great Orme's Head. The terms regarding purchase 
by the municipality wage amended. 


Gateshead.—The directors of the Tramway Company in 
their report say that, as the shareholders are aware, an agreement has 
been entered into between the company and the British Electric 
Traction Company, Limited, which was unanimously aceepted at the 
extraordinary meeting held on December 9th last. The scheme is 
‘now under consideration by the Gateshead Corporation and the 
Felling Urban District Council, whose consents are necessary before 
the arrangement come to can be carried into effect. Under the terms 
of the agreement made with the British Electric Traction Company, 


Limited, а director of that company is to be elected an additional 


director of this company, and the directors that Mr. Emile 
Garcke, managing director of the British Electric Traction Company 
Limited, be so elected. 


Light Railway.—The Beaumaris Town Council is doing 


everything possible to help forward the construction of the proposed 
light railway from Lianfalr P.G. to Beaumaris. 


Hagen.—The Hagener Strassenbahn Aktien Gesellschaft 


is about to build, in connection with the street railway termi- 
nating at Haspe, a narrow-gauge electric light railway for passenger 
traffic, from to Gevelsberg. 


Engineer Committee of the War Office has appointed a sub-committees 
of its members to the adaptibility of motor cars for purposes 
of army transport. 


Manchester.—The City Council met on Wednesday to 
consider the recommendation of the Special Committee re the 
working of the tramways, and to consider the necessary measures to 
be taken for promoting a Bill to enable the Oorporation and any 
neighbouring local authorities to make arrangements for working 
reg ir alg in oe ck cim * fees Manchester, the powers 
to u e supply of electrici в or by any 
irs 5 for working tramways in the ашын ot such local 
au о е E 


Norwich.—The Council has, on the recommendation of 


traversed by the electric tramways. Some of the roads will be 
paved with wood and others with granite setts. 


Rome.—The question of the conversion of the present 
tramways into electric tramways has now for some months occupied 
the attention of the municipal authorities, especially since the new 
electric lines from Piazza San Bilvestro to the station and Sant 
Agnese, as well as that from Piazza Venezia to San Giovanni and 
Ban Paolo, have not only been extensively used, but have also paid 
а good return on capital. In the Municipal Council a рр 
tion to the over conductor has gradually arisen, and there 
matter rests. Accumulator traction would be the best solution of the 
difficulties, but all systems hitherto have failed on account of the 
weight of the accamulators (3,000 to 4,000 kg.), which makes it im- 

ossible to run on кер inclines or curves. The Societa 
taliana di Elettricita of Tarin put itself, therefore, in communica- 


gineers, 
fesses to reduce the weight of the accumulators to o 
Becently the official test was made. A car with the new accumulators 
ran from the Quartier Ludovisi to the church of Sant Agnese, in 
front of the Porta Pia, and back, and took all the curves and gradients 
with ease. The officials of the tram 


The Life of a Tramway Wheel.—At a Board of 
Trade inquiry, held on 24th ult., into the recent tram accident on 
the Sparkbrook route, Birmingham, when a car overturned, it trans- 

ired that the cause of the accident was a broken wheel of the back 
bogey, whioh brought about derailment. The particular wheel which 
roken, was, 


was 
the car last September. It was then 


6 inches in another. The flattening 
was attributed to skidding when the brake 5 The in 

ty of the wh He 
wn makes—Mi 


to run 20,000 miles. This 
10,640 miles, at the rate of 74 miles day. The loss of a couple of 
inches in ite diameter in so short a was attributed to the great 
friction which the sludge had set up on the rails—friction which, 
кош g to one witness, was nearly as great as that of a grinding 

De. 

The Power Distribution Schemes.—In connection 
with one of the large power schemes to which we have several times 
referred, we understand that a Bill bas been introduced into Parlia- 
ment, under which it is to incorporate a company by the 
name of the “ General Distributing Company.” Upon this 
company Parliament will be asked to confer power to erect a central 

station at Stookholme, Notting from which 


wheel had probably 


other boroughs, towns, 
area. The share and loan capital of the company is proposed to be 
£1,000,000, of which £750,000 will be in £10 shares, and £250,000 
will be raised on debentures. The moters of the Bill are Sir 
Thomas Thompson, Bart., Mr. Willi McArthur, Mr. Ernest 
Lasarus, and Mr. Albert R. Monks, who, with six other duly qualified 
persons to be nominated by them, are to be the first directors of the 
new company. 

Lincoln City Council is among the latest bodies to decide to oppose 
the General Power Distributing ry ings Ау scheme. 

Ata meeting of the Wolverhampton Town Council, on Monday, а 
letter was read from Mr. Addenbrooke, engineer Midland 
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Corporation for Electrical Power Distribution, Limited, asking the 
Town Council to reverse their decision to oppose беке Ulti- 


mately a resolution was: proposed to the t letter be 
f. and Lighting Committee for oon- 
sideration. On being tted to the Council, however, the resolu- 
tion was rejected by 24 votes to 16. 

Rotherham will oppose the General Power Distribution Oom 

pany’s sch as it is hoped to go in for municipal electro lighting 
shortly. Rowley Regis will support the Mi Company’s scheme 


TELEGRAPH AND TELEPHONE NOTES. 


шаан" a egraphs, In the House of Commons 


on Tuesday Mr the Secretary to the Treasury whether 
he was aware that t elegraphic communication with Melbourne and 
Bydney bad y been interrupted during the past five months; 


prevent 
in in reply, said the interruptions mentioned in ‘the question have 
on both the trans-Continental are maintained 
PD South Australian and Western Australian ыру парно. 
Majesty’s Government is not in a position to take any steps to 
prevent the failures of communication, which are, it is understood, 
caused by storms. The cable companies have, however, put forward 
scheme, in connection with the question of an alternative 
cable service, for TF6 
this will no ¢ doubt be duly considered by the colonies concerned 


1 Telephones.—The Postmaster-General has 
replied to the on that as the Select Committee of the 
Hoesa ol Comicus appointed to. consider the mater hes nob yot 

he cannot entertain the application for a municipal 


Cable Repair.—The Great Northern: Telegraph Gom- 
pany's steamer, Н. О. Orsted, succeeded on Wednesday last week (says 
the Buchan Observer repairing the damaged Norwegian cable 
The damaged part was found about 


French Telephones.—Telephonio communication is 
now established between Paris and several towns in the south- A 
including Dax, Pau, Bayonne, Biarritz, and St Jean de Lux. 


Some Causes of Delay in Australian Telegrams.— 
The following is an extract from an Australian dated Jan 
13th.—" 5 of Cables. — The Postal and Electric p 


station reports the cutting of Mekran landlines. Some delay to 
European traffic is, кеш, likely to accrue therefrom.” We also 


read the foll Sporteman of 
tess tna! ben dupl biodnd oy das cabled анты 
games, causing delay, агер! to those at urgent pri 
rates, i e., 148. per word, instead of the ordinary press 2s.” 
Observer adds:—“ The fight between the représentatives of the big 
to get first on the at the fall of a wieket is like 
the of war correspondents when a big battle is being fought, and 
one company will spend, probably, £3,000 in cables over the ve test 
says cricket is simply a sport?” 
88 . and пере — 
Repaired, 
Brost-Bt. Pierre (Anglo, 1900) April ‘een, 1008 ee - 
West Indies— | 
Bt. Oroix-Trinidad .. Nov. 80th, 1896 ... - 
Paramaribo-Oayenne ... Jan. 27th, 1898  ... ee 
Parintins- May Sch, 1906 
Saigon K . Dei. Pth, 100 ЗР 9 
е өө өө an U eee 9 
pre йш ‘ Feb. 10th, 18982. ee 
Bissao m „ Feb. 19th, 1898  ... Feb. 28th, 1898 
Aden- Zanzibar - coe Feb. 28th, 1898  ... - 
Trans-Oontinental 
ä -] Maroh 13th, 1808 ... = 
Oartagena- Barranquilla 4th, 1096... eee 
Majunga-Tananarive 7 Po зва. 1898 


The Telephone Service. —The Court of Common 


coast. Hor some years the 
and brok jon : 


CONTRAOTS OPEN AND CLOSED. 


OPEN. 


Belfast.—March 8th. The Corporation wants tenders 
for the ee ME the new police cells, Ohichester Street. Electrical 
H. McOowen. See our “ Official Notices " February 


Belgium.—April 1st. The Municipal Authorities of 
3 are inviting tenders for the concession for the supply. of 
5 in e pel for Patio and Sans! W N purposes 


Berlin. —March 15th. The Munici — ee 
or the construction 


concerning this E 
schrift of the 13th inst., which mentions that p 

by the 5 Verkehrsdeputation Rathh III, Berlin, by 
March 1 


Blackpool.—March 22nd. The Corporation wants tenders 


for a tubular boiler, su fiers, 
transformers, lead - oo cables, arc lamps and pillars. Borough 
electrical engineer, Mr. В. О. Quin. See our “ Official Notices” 
February 25th. 

Bolton.—The Bolton School Board is inviting tenders 
for the supply of six electrical clocks. Specifications can be 
obtained from the Clerk to the Board (Mr. G. R. Rothwell). 


тз 
Notices " 
| Denmark Maroh 12th. Tenders are being invited Tor 
ly of the engines, dynamos, accumulators, &, req e 
— t he new cim itn at Frederiabeg Еа 
Tenders to be -— to the Frederiksbe s 
— Ы Aktieselskab, Gammel Kongerie, 140, 05 
from whom particulars may be obtained. 
сосот —March 24th. с 3 таа. tender 
th at 2 
ditch.” Les our « Offoial Notion" this den.. P 
Devizes.—March 21st. Tenders are wanted for tho 
supply and rl тегу of two 40 kw. continuous current belt-driven 
d Wilts County Asylum, Devis 2a. Engineers, Messrs. 
4 Al 5 25, on Anne's Gate, Westminster. Bee our 


AAinburgh. —The City Council is inviting tenders for а 
host of stores and sundry articles. Among the items are “ electric 
x ce materials for the Powderball — а and “ 3 

electric light installations.” electrical 


Particulars, &o., from 
engineer, Dewar Place. 


France.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either by gas.or 
electricity. Particulars from, and tenders to be sent to, La de 
Saint Ohamond (Loire). 

Liverpeel.—March 8th. The West Derby Board of 

Gaardians wants tenders for supply and erection of boilers, engines 
dynamos, batteries, wiring, &c., for the lighting of the Mill Road 
гомо mee Mr. T. L. Miller. нее ош ОША 

Notices February particulars. 

Manchester.—March 15th. The Great Central Railway 
Company (M. 280) want tenders for the supply of various 
and stores during 1 sing eas April 30th, 1899. Among the items 

electrical materials, 


are asbestos , brass and tubing, 
Indis-rubber, Hin and ило аһы, Wise, de. Particulars from Mr. 
Machete’ dads 


Northwich.—March 5th. 


necessary electric for lighting and o gon the new 
swing bridges at Korth 8 кы t be supplied by the 
Northwich 8 Оору. Жош Wr JA нари, 
M.LE.E. See our “ Notices” February 11th. 


Pembroke (Ireland).— March 5th. The Lighting Com- 
mittee Stes ee tee ales СҮ, Гэ Ges cor edel obe 
— toe fall 3 Consulting engineer, Mr. Robert 


po —March 23rd. The Corporation wants tenders 


for the supply of alternating current meters for the year ending 
March 3 int, 1209. Particulars from Mr. J. H. Rider, Borough elec- 
M rer Btreet, Plymouth. 


e mia i саса 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
Бана лепа веду ot 00.000. melee of Re ne 
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Shoreditch.—March: 8th. The Vestry wants tenders 
for the supply of electric cables and sundries, ae engineers’ tools, 
ironmongery, ёс. See our Official Notices" February 18th. ` 


Southampton.—March | 7th. The Corporation invites 
tenders for the supply of stores and fittings каша in the electric 
light 17 5 ent during a period of 12 months. Tenders to the 

own 


Southgate.—March 14th, The District Council want 
tenders for an installation of electrical communication for fire brigade 
purpose: Burveyor, Mr. О. G. Lawson. See our “Official Notices” 


Switzerland.—April 80th. The Government Authorities 
E кыа (Switzerland) are inviting plans and estimate for a 
ectricity generating station of about 6,000 H.P. capacity 
to еў таа at Hauterive, where water power is available. A 
premium of 3,000 franos (£120) will be a ed to the three best 
schemes sent in. Particulars of the competition may be had from 
the Departement des Travaux Pablics, Fribourg, Switserland, to 
whom all plans, &., are to be sent not later than April 30th next. 


The War Office —April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and specifi- 
cations for the supply of ble electric search light apparatus. 
Particulars from tke Di of Army Contracts, War Office, Pall 


Mall, S. W. See our Official Notices February 4th. 


Victoris.—March 21st. The Telegraph Department of 
the Victorian бетеше Railways is inviting tenders for the supply 
of alternating current transformers and one main switch 
Tenders to the Telegraph.. Buperintendent’s 9 Street, 


Wallase ey. —March 17th. The District Council wants 
take toto ee exciter, two Lancashire 


d condenging a apparatus. Engineer, 
Mr. J. H. Crowther. Boo " Вов Notices" Petraary 11i. 


Watford.—March 16th. The District Council wants 
tenders for the supply and erection of various plant for the electric 
lighting of the district. For detsils of the seven sections see our 
* Official но жышуу Н Mr. W. О. О. Hawtayne, consulting 


West Ham.—Maroh 8th. The Council invites tenders 
for wiring and | ong up various le eae x ep the Town Hall, 
12 court, tion stables, fire stables, &o. Mr. J. Steinits 

ш посао gineer. See our “ Official Notices” February 


OLOSED. 


Gloucester.—The following is a list of tenders for the 
supply of plant and machinery for the municipal electricity works 
of the city of Gloucester. Consulting engineer, Mr. Robert 
Hammond. The Council accepted the tenders at its meeting on 
Tuesday. s " 

ECTION 


Boiler Howe Plant.—Lancasbire boilers and accessories, mechanical stokers, 
feed pump, injector, economiser, electric motor. 


Name of Firm. Make of Boiler. 5 
Tates 4 Thom `.. ... Yates & Thom .. (accepted) зш 
5 Limited .. Own make. 478 
Danks & Co. (Oldbury), E. Danks & Co. (Oldbury), 
Limited . ee 2,478 
India-Rubber, Gutta-Percha and 
Telegraph Works pone 
Limited НА .. J. Adamson & Co. РР . 2,558 
H. T. Danks, Limited > v. Own make „ Ses .. 2,590 
Holdsworth & Sons е " ace oe oe .. 2,065 
Henry F. Joel & Co., and Thos | 
Potter & Sons, United, Limited Yates & Thom ..  .. .. 2,821 
John Fraser & Son © . Own make.. T T ee 92,910 
BEcTIOX B. 
Engine House Plant,—Steam Dynamos and Accessories. 
. Name of Firm. Make of Engine. SEE 
C. A. Parsons & Co. Parsons turbine  ..44,570 
India- Rubber, Gutta-Percha and 
Telegraph Works Company, : 
Lim ited e Belliss "9 oe A 5,917 > 
Siemens Bros. & Co., Limited .. Sisson & Co. a ee 6,495 
Easton, Anderson à e 
Limited .. Willans .. аа os .. 6,585 
Crompton & Oo., Limited - es Sisson & Co. vast Cos .. 6,614 
Siemens Bros. & Co., Limited .. Belliss "T EA Cx .. 6,720 
Electric Construotion Company, i 
Limited . 99 ee ве ee ee 6,758 
Crompton & Co., Limited . Bisson & Co. s ee . 6,820 


Henry Joel & Co., and Thos. 

Potter & Sons, United, Limited Willans vu vs 6 
Thos. Parker, Limited. Belliss os 2 RA 6 
Laurence, Scott & Co., Limited Willans. .. ч T 6 
Electric Construction Company, 

Limited 8 T ex 62 T: iw 4 
P. R. Jackson & Co., Limited .. Belliss P „> D 

1 
7 


Siemens Bros. & Co., Limited.. Willans ‚060 
Crompton & Co., Limited .. Belliss А V E ee 7,402 
W. Sisson & Co. е ee Bisson & Co. es os ee 7,416 
Crompton & Co. Willans ee ee oe oe 7,640 
Brush Electrical Engineering 

Com any, Limited oe ” ee ee ee oe 7,749 
J, O. owell, Limited ee ee n e? ee өө ee 7,752 


Company ( 
Raves Qui Р а Тө) h Works Oom 

a utta-Perc м ап egrap or peny, 
Biemens 


Fire Brigade Committee, 
Free Wiring Company 
central station, Southwar r Bridge Road. 


Gunwharf Road (new boiler house, chimney stack, 
Light а has accepted the tender of Mr. Т. W. Quick at 
£4,198. The following were the only tenders received for the boilers, 


steam pipes, condensers, economisers, &c. :— 


Sxction C,—Overhead Travelling Crans. 


Bedford Engineering Co., £940 
India-Rubber, Gutte-Perche and Telegraph Works Company, Ltd. 963 
James Spencer & Co Res Wd (accepted) 965 
Marshall, Fleming & Jack e oe oe oe oe ee 961 
Humpidge, Holborow & Co., Limited $a vx T T SQ 285 
Carrick & Ritchie 806 
Henry F. Joel s Co., and Thos. Potter ё Bons, United, Limited 810 
Bummers & Scot 815 
des: D. Svitchboard d Instrumente 

James White ee ee ee ee . A 0n 
Nalder Bros. & Thom mpacn « (alternative) 1 : 

Edison & 8wan Uni Electrio Light Company, иша "E 
Crompton & Co., Limited .. (accepted) 1,011 
Nalder Bros. & 5 ee ee ee ee ee ee 1,190 
Williamson & Joseph Limite. T „% MILD 
Р. R. Jackson & Co., Limite 1.5 
Veritys. Limited sd iie is a . 21,975 
General Electric Company, Limited T T .. 1,800 
Ernest F. Moy, Limited 1,818 
Electric Construction Company "Limited 1,851 
Henry F. Joel & Co., and Thos. Potter & Son, United, Limited.. 1,999 
В emens Bros, & CO., Limited 1,590 
India-Rubber, Gutta- кеш, and Telegraph Works Company, 

Limited "UA 1,555 
Burbey & Hutton ee oe Е ee 1,559 

SECTION E. ay en 

Electrical Power Storage Company, Limited.. (accepted) 1,350 
Lithanode Electric Storage Syndicate, Limited 1,884 
India-Rubber Gutta- perches ant Telegraph: Works Company, 

Limited И Р 1,587 
Pritchetts & Gold .. vw T 1,576 
Chloride Electrical Btorage Byndicate, Limited oe 1,700 
Epstein Electric Accumulator Company, Limited. 1,809 
Peto Radford, Limited 1,962 . 
Henry F. J oel & Co., and Thos. Potter & Bons, ‘United, Limited.. 1,868 
Allan & Adamson, Limited e 00198 7 
Hill, Gifkins & Co. . ee ee oe oe 2,086 
Tudor 5 Company, Limited вә в à 2,048 
D. P. Batte tea Limited ee eo e 2119 
J. C. Howell, pas a „ 8,947 
Elieson Lamina Accumulator Company, Limited .. ..  .. 5508 

_ BEcTION F.—Moéns. 
Callenders Cable and Construction Company; 
(accepted) £18,500 


British Insulated Wire ‘Company, Limited Pee oe 


Bros. & Co., Limited. 
Skcriox G.—Public Lamps. 


Schedule prices were quoted by the following ,—Western Electric 
Fowler Waring Cables Company, Limited), W. T. Glover 
ph Works Compsny, Limited, India- 


Limited, 


EPF section has been deferred. 


t 
Name of Firm. . Amun et 
Stewart Electrical Syndicate (Part I. on ee о „„ 4 88 `- 
Brockie-Pell Arc Lamp, Limited та 21 ais) T ee оо: 1,068 
Pheseton Electrical „ Limited... vs ee МА eo 21,559 — 
Taylor & Fairbrother ee ee 22 es oe oe 2,188 
General Electric cm y Limited: - ст T oe oe 2,206 
Crompton & Co. mited .. ee ee ee ee ee ee 2,233 
Hill, Вк зь & Gor ee ee P» ee АЙ ee ee ee 9,987 
& Co., Limited oe LL) ee ee ee 9,488 
British neulated Wire Company, "Limited i "T . 2,550 
Brush Electrical Engineering Company, Limited .. 8,679 
Siemens Bros. & Со., Limited 9,703 
India- ed en Gutta-Perc ha, and Telegraph Works Company, a 
Limit в 
British Blabnik Aro Light Company, Limited  .. 7859 
Johnson & Phillips we ee oe eo oe 8,144 
Electric Construction Company, Limited e. ewe e. 8880 
Drake & Gorham  .. T ee as 8,68) 
8865107 H. мает, 
ót 
Name of Firm. Type of Meter, ко 
Chamberlain & Hookham .. Hookham.. .. (accepted) £1,121 
В. 2. de Ferranti, Limited . Ferranti .. өө eo oo 1,901 i 
шш» Барет озна Com and 
elegra or m | » 
iimked .. xis сс pany | Hookham.. өз ee ee 1,207 
E ral Eleot m | 
p mited ee ee pany, British йе ee КҮЗ ee 1,910 
gre White — si „ Kelvin . " V oe 1,10 
Downie & Adams . ee ee Brillie %% ee ee "4 ,499 : 


L.C.C.—The L.O.C. has, on the uds of the 


accepted the tender of the National Electric 
992) to instal the electric light at the 


Portsmouth.—For the extension of the atation in 


&o.), the Electric 


"In 
Messrs. Yates & Thom .. T E TE P 
Tinkers, Limited .. ee m ee oe ee 9,316 0 0 


FORTHCOMING EVENTS. 


1806, 


Friday, March 4th, 8 p.m.—At the Westminster Palace Hotel. 


The lowest tender was accepted. The engineer n estimate was £8,500. 


The 


Institution of Junior Engineers. Paper оп “ An Outline 
of Patent Law and Practice, by Mr. Arthur H. Stanley, 


Fel. C. I. P. A., Member. 


At 9 p.m Royal Tastitntion, Albemarle Street, W. Prof. 


. E. Tho 
Chemical айу,” 


“ Some Recent Results cf Physics— 
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Saturday, Ма сатина date for Northwich and Pembroke 
ers. 


Tuesday, March 8th.—Latest date for Belfast, Coventry, Liverpool, 
Shoreditch, and West Ham tenders. 
Wednesday, March 9th, at 8 p.m.— Society of Arts. Prof. J. A. 
Ewing оп Liude's Method of Producing Extreme 
Oold and Liquefying Air" Prof. Dewar will preside. 
At 8 p. m. - Mr. Mervyn O’Gorman will lecture on Trades 
Unions and Factory Management" to the Brixton 
Literary Society, in the Lecture Hall of the Inde- 
pendent Ohurch, Brixton. 
At 7.90 p.m.—The Institution of Junior Engineers. Joint 
meeting with Architectural Association at 9, Conduit 


tionship 
bee! B. Beale, A. R. I. B. A., and Percy J. Waldroun, 


1 Continuation of discussion on Mr. G. 
Binewanger-Byng's paper on: — On the Manufacture 
of Lamps and other Apparatus for 200 Volt Circuits." 

Friday, Mare 11th, at 5 p.m.—Physical Society at the rooms of the 
Obemical В-с'еёу, Burlington House. Agenda :—(1) 
"On Dynamical Illustrations of certain Optical 
Phenomena,” by Prof. J. D. Everett, F.R.8.; (2) “On 
Properties of Liquid Mixtures,” by R. A. Lahfeldt. 

Saturday, March 12th, at 7.30 p.m.—At the Westminster Palace 
Hotel. Conversazione of the Institution of Junior 
Engineers. 

At 10.30 a.m.—Institution of Electrical Engineers. Students’ 

visit to the stations of the Metropolitan Electric Supply 
Oompany. Applications to join the party should be 
made at once to the Students’ Hon. Sec. (Mr. 8. Grant, 
28, St. Mary Abbot's Terrace, W.). 


Thursday, March 10th, at 8 p.m.—The Institution of Electrical 
Engineers. 


NOTES. 


Electrical Engineers’ Salaries—England v. America, 
Some of our American contemporaries have wing 
attention to the low salaries ра to electrical engineers, 
scientific demonstrators, and other professional men in this 
country. The Electrical World in some editorial notes on 
the subject remarks that there is considerable difference of 
opinion as to the market value of intelligent effort, and in 
some quarters & шр to believe it very small. A recent 
vacancy advertised by a London local authority is taken as 
a text. £130 per annum was offered fora chief electrical 
assistant, who had had a thorough electrical and mechanical 
training, and who was familiar with high tension alternating 
work. The gentleman appointed was to devote his whole 
time to the duties of his office. The Flect rica! World 
passes some severe strictures upon us, strictures which, in 
the light of recent eventa, appear to be, in a degree, justified. 
Oar contemporary has, doubtless, overlooked the various 
appointments which have been made by some English 
municipalities recently at salaries much smaller than £130 
per annum. The recent advertisement published for a 
“shift engineer" for high tension works at £50 a year (leas 
than £1 a week), to which several correspondents have 
referred in our oolumns, we cannot seriously consider to 
be a true index of the general tendency among 
electricity committees. If it were so we should not like to 
ери ee the operation of the plants. We do not 

now what our trans-Atlantio friends will think of the £50 
instance. This is what they say of the £130 appointment: — 

If this case is a fair index of the value of engineering service in 
England, it is no great matter for wonder that that country is so far 
behind in electrical АЕ Nor is it remarkable that contracts 
come from there to country, where there is a more proper recog- 
nition of the value of engineering service. A state of things that 
offers little better than labourer’s to trained and skilled engi- 
neers cannot be productive of a h degree of ability among 
members of the profession, nor does it offer much incentive to young 
men to undertake the laborious course of on n to fit 
themselves oH ae А ат : ошо; те 5 
engineering no cu vercro uch a 0 Ot suc 
service would be regarded as ridiculous. It seems that, in: Eogland, 
the rates of payment for engineers are not much more than those for 
high-class mechanics. There a competent mechanic earns $10 a week; 
here he earns $21. Yet, notwithstanding this great difference, and a 
farther difference against usin the cost of most of the raw materials of 
manufacture, wecan under-sell English makers of electrical machinery 
in their own market. Perhaps the disregard of the money value of 
brains shown by the Oouncil of the County Borough of West Ham, or 
the fact that engineers are so cheap thereabouts, may account for 
this otherwise anomalous fact. 


Street Lighting by Glow- Lamps.—The desirability of 
street lighting with incandescent electric lamps has been a 
matter of great consideration with the Derby Electric Lighting 
Committee. To meet this, the borough electrical engineer, 
Mr. J. Е. Stewart, has designed a lantern, shown in the 


drawing annexed, which so adapts itself to the requirements 


that it has been decided to replace, in some of the main road 
the existing gas lamps with Mr. Stewart'a lantern. As will 


be seen by the illustration, the lantern can be fitted on already 
existing gas lamp posts by means of an iron band and set 


bolts. The lantern is fitted with 9 large opal shade, B, which is 
held ia position by means of an ornamental cap, A, which is al o 
1 with an India- rubber ring for weathering purposes. 
he copper pipe, o, carries the wires, and also forms the main 
support for the lamp connections, which are £o constructed as 
to enable one or more lamps being fitted. The uprights, р, 
are of steel, and are riveted to a circumferential T-ring, to 
which is attached the ornamental copper spinning. The 
Corporation have approved the design, and will shortl 
a some of the lanterns in the main thoroughfares of 
er y. | 


India-Rubber Cables.— With to the alarmist 
reports from Dublin aud Barton-upon-Trent, we regret that 
we have only received one reply from users of cables 
insulated with this material, although as we stated we 
should have been glad to have treated any answers we 
might receive as confidential. Nor have we yet heard from 
Prof. Kennedy or Mr. F. Bailey as to whether or not it 
is correct that in each case the cables were condemned with- 
ont full test or complete examination. Prof. Kennedy 
based his report presumably to a large extent on the 
information supplied by the superintendent. Mr. F. Bailey 
is reported to have condemned the cables at Barton 
apparently without seeing them, but сап this be во? 
Sarely it is of interest to all central station engiueers to get 
reliable information on the subject of cables at the earliest 
moment. Is not some forthcoming ? | | 


Personal.—Mr. Walter P. Adams, A. I. E. E., late of 
Messrs. Crompton & Co., has taken offices at 85, Queen 
Victoria Street, where he intends to practice as a consulting 
engineer, design and superintend electric lightinz, power and 
heating installations, and periodically inspect and rep 
upon any work which may be entrusted to his care. Mr. 
Adams has had a long and varied experience in electrical 
work of nearly every kind, five years of his career being 
passed in assisting Mr. Ohamen, the newly appointed Glasgow 
engineer, and he is an expert in electric heating matters, 
h ving managed this department for Messrs. Orompton and 
Co. He has our best wishes for his success in his new 
venture. 

Mr. F. Kenyon has been appointed resident engineer to the 
Northwich Electric Supply Company, in place of Mr. T. H. M. 
Swinburne, resigned. | 
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Another New Storage Battery.—We have received a 
copy of $ statement made by the inventor of a new storage 
„Mr. W. A. Crowdus, giving results of tests showing 

that at a discharge rate of about 1 ampere per pound of 
battery, it has a DHT of 18 watt-hours per pound of 
battery on a run of 9°5 houre' duration. If this result can 
be verified by an ee ee it shows a considerable 
improvement. But the testa shown by the figures given are 
not what we should acoept as quite correct. The rate of out- 
put in watts is allowed to fall during the test, as commencing 
with a rate of 16˙8 watts, it gradually falls to 12°6 watts. 
Now, in practice we sa a quite as many watts from a 
battery on a car or a vehicle at the finish of a journey as at 
the inning; henoe, the testa, to be of practical value, 
should e with a variable resistance in circuit, whereby 
the watts can be kept constant from the start to the finish. 
If this were done with the cell in question, the watt-hours 
per pound of battery would be much leas than 18. We 
cannot keep the volts constant, but the amperes ought to be 
varied to keep the watts constant, if we are to 
obtain the trae working capacity of a 
traction battery. To allow both amperes 
and volts to drop during a test gives а spurious 
result greatly in favour of any се. A letter 
from an expert, Mr. Pumpelly, accompanying 
the inventor’s statements says that a 14-lb. 
cell Lot 15 amperes for six hours; this, 
calculated out, gives, approximately, 12 watt- 
hours pound of сей. But, beyond all 
this, a letter from Mr. John T. Bowden, who 
holds the patent rights for Great Britain, 
demands more drastic treatment. He says :— 
A 84 horse-power motor is worked from 44 
cells of 100 amperes (houra) capacity each. 
Now, in a report made by Mr. Pumpelly, 
the 14-lb. ое] would just weigh 54 owt. if 
made up om a battery of 44 cella, Pampelly 
says this cell gives 100 ampere-hours or 15 
amperes for six hours; further, 44 cells will 
not give more than 85 volte, and 85 volts 
multiplied by 15 amperes, equals 1,275 watts, 
or а little more than 1°5 horse-power. How 
iven with a 


1 
ofa, * 


that care- 
ully; this may be so, but it evidentl 
If Mr. John 


has not been 
T. Bowden 


he ever 
his cells to the tests of a competent expert. To get an 
avajlable 34 horse-power out of 44 cells, we must obtain a 
35-amperes discharge, and at this rate the cells would 
be exhausted in about two hours, so that it must do the 
alleged 50 miles at 25 miles an hour. Although things go 
pretty. slick in Obicago, their wagons do not seem t 

y at this rate. In fact, the figures appear both contra- 
iletory and improbable. 


. Appointment. — Mr. Т. U. М. Aldridge has been 
appointed by ine ота 8 for the Colonies as mg 
engineer to abli Department, Lagos, West 
Africa, for a period of six months. 
The City Company's Charges.—It is stated that the 
City of London ighting Company is reducing its 
of c and from commenoement of 1898 the 
charge for lighting will be 7d. per unit for the first six 
consumed per 8-C.P. lamp, 6d. for the next four units, 5d. 
for the next two, and 4d. ре unit after. For motive power 


the charge will be 8d. per unit for a minimum of 
45 boars per week, and 4d. otherwise. 


‚ Sbituary.—By the last advices from Cape Town we have 
information of the death, at the early age of 87, of Mr. 
J. K. Waterman, manager of the Cape Electric Tramways. 

We regret to learn of the death of Mr. Thomas Holliday, 
of the firm of Read Holliday & Sons, Limited, manu- 
facturing chemiste and electricians, which ocourred on the 
lst inst. Mr. Holliday was 57 years of age: 


Lord Kelvin's Patents.—Before the Philosophical 


Society at Glasgow on 28rd ult., Dr. us Maclean, 
read a paper on “ Lord Kelviu's Patents.” There were, he 


said, altogether 47 patents from February 20th, 1858, to 
September 28th, 1896 —a period of 88 yeara. All of them 
could be oonveniently classified under four heads:—A. 
Patents relating to improvements in electric telegraphic 
apparatus. B. Patents relating to improvements in navi- 
gational apparatus. С, Patents relating to improvements in 
generating, regulating, measuring, recording, and integrating 
electric currents. D. Improvements in valves for fluids. 
Under the first head (A) there are 11 patents. Under the 
second head (B) there are 10 patents. Under the third head 
(C) there are 24 patents. Under the fourth head (D) there are 
two patents. There are пріо September 28th, 1896, 47 patents. 


Motor-driven Pump.— We illustrate below a motor- 
driven centrifugal pump for condensing plant. The pump, 
which was made by Messrs, Mavor & Coulson, is designed 


6 . TTT. A ee e 


. i 
* 
— — — — 


to raise 640 gallons of water per minute against a head 
of 28 feet. The motor develops 10 brake H. P. at a speed 
of about 900 revolutions per minute. | 


Electrica] Engineers Royal Engincers Volunteers.— 
The head-quarters of the corps at 18, Victoria Street, West- 
minster, are now open during the week, Saturdaya excepted, 
from 11 to 4, between which houra general information in 
reference to the corps can be given to inquirere. On Mon- 
day and Thursday evenings, at 8 p.m., some of the officers 
are in attendance for the purpose of considering applications 
and enrolling recruits. 


The Diesel Rational Heat Motor.—The Diesel heat 
motor, of which we have already given a description, appears 
to be разга considerable amount of attention, not only 
here, but in America, The new motor is essentially novel 
in its principles and decidedly worth study, for it is vey 
different from other motors. Ita initial sure i8 sec 


* cut-off ” paint, after which expansion in the usual 
Me So far, leum has been the fuel guooess - 
fully, but po coal is hoped to be used. Initial 


sures of 500 eet lbs. have to be шкын the пае 
motor ів not or Ив power, and is to cope wit 
these pressures ; but undoubtedly high pressures will for some 
time yet prove a little difficult to manage. As the testa of 
Sohróter and Gutermuth and others have shown an effioiency 
of 34 to 85 P cent. for full load, and even 88 to 40 per 
cent. for half loads, there is very good reason to endeavour 
to deal with the high pressures. The best gas engine effi- 
ciency recorded is, we believe, only 27 per cent. t Dugald 
Olerk. The increased efficiency at less than full load is 
a remarkable feature. Altogether, the new motor is likely 
to receive considerable application in the near future. 
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Lecture.—On Tuesday last week Mr. H. Kilgour, borough 
electrical engineer, Cheltenham, lectured at the Gloucester 
Guildhall, his subject being © Notes on Electric Lighting 
and Electric Works.” : 


NEW COMPANY REGISTERED. 


Electric Installation Company, Limited (56,171).— 

i February 19th with capital £100,000 in £1 shares, to 
carry on the business of an electrio light, telephone and 8 
company in all its branches, and to construct, lay down, establish, fix 
and out all necessary cables, lines, accumulators, lamps and 
works. The subscribers (with one share each) are: —W. Coffey, 50, 
High Street, Manchester, manufacturer; J. Boydell, Cowley Hill, 
St. Helens, merchant; T. Currie, 28, Swan Street, Manchester, 
factor; H. T. Johnson, Dakeim Lymm, Chester, engineer; R. A. 
Beaver, 3, Old Hall Street, Liv 1, merchant; R. V. Critchley, 6, 
Bt. James’s Square, Manchester, c d accountant ; F. F. Bennett, 
18, Victoria Buildings, Manchester, engineer. The number of 
directors is not to be less than five nor more than seven ; the first are 
the first five subscribers; qualification, £250; remuneration as fixed 
by the company. Registered office, 6, Bt. James’s Square, Manchester. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Thomas G. Poole, Limited (53,736).—This company's 
statutory return was filed on February 12th. 507 shares have been 
era out n а capital of £3,000 in £1 shares, and all are considered 
as fully paid. 


Amazon Telegraph Company, Limited (44,532).— This 
company’s return was filed on January 20th. The capital of £250,000 
in £10 shares has been fully subscribed, and paid for in fall. 


Lomdon Electrical Omnibus Company, Limited 
(47,990).—This company's return was on January 21st. 
capital of £250,000 in £1 shares, (80,000 deferred). All the deferred 
and 17,818 ordinary have been taken up, and the deferred are 
considered as paid. 193. 6d. per share has been called on the ordinary, 
and £33,274 2s. 6d. has been paid (including £17 15s. paid in 
advance). £15,500 9a. is in arrears, and £16,520 88. 6d. has been 
reoeived on 32,189 forfeited shares. 


OITY NOTES. 


The Dover Electricity Supply Company, Limited. 


Tux report to be presented at the fourth annual general meetin 
of shareholders of the Dover Electricity Supply Company, Limited, 
to be held at the offices, Park Street, Dover, on Wednesday, March 
9th, 1898, at 3.30 o'clock, states that the pn during the 
ear amounted to £11,932 7s. 9d., making the to December 31st 
last £62,836 7s. 9d. Of the amount thus expended £7,915 Оз. 3d. was 
. fot additional genetating plant necessary for the supply of current to 
the cars of the Dover. Corporation Tramways, the running of which 
commenced in September last, has given great satisfaction to all con- 
cerned, and it is not unlikely that the present service may be increased, 
additional cars having been lately ordered. In the early part of the 
year.it was decided to issue £25,000 4j per cent. debenture stock, 
and the whole was subscribed for at a considerable premium, of 
which the balance, amounting to £761 2s. 6d., after payment of all 
legal and other charges in connection with the issue, has been 
applied to reduction of the previous debits to revenue account. 

The directors consider the result of the year’s working very 
satisfactory, since, instead of a loss of £455 19s. 11d., as in the 
previous year, there has been a gross profit of £1,127 17s. 5d. on 
revenue account. The company may now be considered as fairly 
established on a profit-earniog basis, and the directors believe that 
in future years the annual increments in rofits will at least 
equal, if not exceed, those for the year just ended, as during the con- 
struction and after the completion of the national harbour at Dover 
the trade of the town will largely increase, to the benefit of all ite 
present established undertakings. 

During the year applications have been received for the equivalent 
of 2,748 8-C.P. lamps, including nine additional arc lamps for street 
lighting (of which there are now 40 in all), making the total applied 
for on December 3186 last 10,376, and of these 10,137 were then con- 
nected to the company's mains. | 


With the view of inducing an increased a use of elec- 
tricity by householders, your directors decided | Аар Ае as from 


pti 
54. to 34d. per unit. This system has been introduced in Brighton 
and many other towns, where it satisfacti 
your directors believe that as its advantages become more 


The Riehmend (Surrey) Electric Light and Power 
Company, Limited. — 


Tun report presented to the shareholders at the fourth 
general me 


to £3,828 17s. 1d., making the total expenditure at 


last £44,793 11s. 9d. 
Of the amount ex the period under review, the 


principal items are in respect of maine and sccumulatom, the 


The 
offers himself for re-election. Mr. R. 
retires, and is eligible for re-election. 


Mr. Frederick W. Reynolds (chairman), presided at the meeting of 


уп * 
the company, and in moving the adoption of the said he con- 
them at last on reaching a small dividend. The improve- 
VFC , which: 
considering the condition of wW 


very satisfactory iled in 
Richmond. The receipts from the sale of carrent, showed t eatis- 
factory increase of £1,116 188. 3d., and the total income for the: 
was £4,468 16s. 6d., as compared with £3,194 8s. 81. in 1896. : 
working cost £2,235 11s. 2d., as compared with £2,031 10s. 10d., being 
current sold increased to 41,672 


only £204 Os. 6d. while the К 
units. After 5 of and provision for depreciation, &c., 
they had £1,072 18s. left, out of which a dividend was recommended 


of S per cent. That was the first dividend, and he thought it augured 
well for the future of the company. The lamps connected 
FFT 


a 

8-candle-power lamps, so that. with those connected and 

those for, they had now 10,000 lamps. Phe total units sold was 

138,91 97,044 in 1896. Гассан ee чн т” 
pecte, it was the intention of 


the g, and they company's 
mains, which go into some of the principal residential streets 
of Richmond, | 5 


Tum report of the directors to be 
meeting of the shareholders at the City Terminus Hotel, Cannon 
Street, in the City of London, on Monday, March 7th, 1996, at 12 
o'clock noon precisely, states that the and improvement in 
the position of the company continue ctory. | 

As stated in their report last year, the directors made a very con- 
siderable reduction, from January 1st, 1897, in the price of current, 
charging the consumers for the first hour 6d. per unit and for all current 
subsequently consumed 4d. per unit only. This reduction, which 
Ке ш жеше. 40 cent. їп the charge for current, has 

d the effect anticipated of increasing the number of consumers and 
the consumption of electricity to such an extent that the large re- 
duction is more than compensated for by the inoreased consumption. 

The revenue from the sale of current has increased to £6,838 
17s. 10d., and after debiting profit and loss account with the cost of 
generation and distribution of electricity, and management expenses, 
there remains a net profit for the year of £3,602 9s. 8d. compared 
with £3,114 5s. 6d. in 1896. To this amount must be added £183 
7s. 10d. brought forward from last year, increasing the amount to be 
dealt with to £3,785 17s. 6d., and after dedu debenture interest 
paid and accrued and the interim dividend paid in October last, 
there remains а net balance of £2,092 7s. 11d. at the credit of the 
revenue account. 
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The directors propose to write the sum of £150 off preliminary 
реле account tc place £600 to the reserve fund, to declare a 
dividend (payable on April 15th next) at the rate of 6 per cent. per 
annum for the balf-year on the share capital (making, with the 
interim dividend, 5 рег cent. for the year), and tocarry the balance, 
£218 7s. 2d., forward. The number of lamps attached to the com- 
pany's system has increased to the equivalent, at December 31st last, 
of 27,777 8-O.P. lamps, and the number or consumers to 397, com- 
pared to 21,756 lamps and 314 consumers at December 31st, 1896. 

Out of the sum of £600 which has to be set aside for repairs and 
maintenance, in accordance with the contract with the Hove Com- 
missi the unexpended sum of £390 138. 11d. has been placed 
to the depreciation and maintenance reserve fund, bringing the total 
of this account to £914 104, while the general reserve fund, by the 
addition now proposed to be made, will stand at £2,259 17s. 

Since the date of the last rt the directors have issued £2,400 of 
4 per cent. debenture stock, bringing the total amount issued at the 
present date to £17,000. PR 

The increase of the company's business, and the continued appli- 
cations for supply of current from residents in new streets entail 
upon the company further outlay on mains and machinery, for which 
additional capital is required. The directors, therefore, propose to 
increase the capital of the company to £50,000 by the creation of 
2,000 new shares of £5 each, ranking pari passu with the existing 
shares, and tbe necessary resolution for giving effect to this proposal 
is contained in the accompanying notice of meeting. The directors 
propose to make an early issue of 1,000 of these shares which will be 
asad tothe whole of the members of the company, pro rata, ata 
premium. | | 

A resolution will also be submitted for consideration, increasing 
the limit of the directors’ borrowing powers from 425,000 to 


,000. 


The County of London and Brush Provincial Electric 
Lighting Company, Limited. 


Tum report to be presented to the shareholders at the fourth ordi- 
nary general meeting of the company to be held at Winchester 
House, Old Broad Street, London, E. O., at 12 o'clock noon, on 
Monday, March 14tb, 1898, states that the capital expenditure during 
the year in respect of the company's London districts amounted to 
£141,066 3s. 9d. Of this sum £138,078 5s. 10d. has been expended at 
St. Luke's and Clerkenwell and at Wandsworth, making the total 
expenditure on the two London stations up to December 3186 last, 
£410,801 12s. 1d. . 

This expenditure was met by the balance of instalments falling 
due on the second issue of 10,000 6 per cent. preference shares, and 
by the eale at a premium of the balance of the second issue of 
ordiuary shares. In order to provide funds for additional require- 
ments during the current year, a further 10,000 ordinary shares at 
par = allotted pro rata to the ordinary shareholders on December 

The premjum received on the balance of the second issue of 
ordinary shares has been applied as follows :— | 

ү | £ s. d. 


To reduction of general preliminary expenses 3,253 19 6 
To writing off costs in connection with appli- ' 
cations for provisional orders - dis 889 15 6 
Amount carried to reserve (raising this item 
1500 0 0 
in the Bournemouth and District 


to £5,000) eee eee eee eee [11J 
va pied zd the com 

ectric Supp. mpany, Limited, have been disposed of to the 
Bournemouth and Poole Electricity Supply Company, Limited, at а 
substantial profit. Your directors deeming it to your advantage to 
retain an interest in the latter company, applied for and received an 
allotment of ordinary shares at par. | 
The net revenue for the year, including the balance from last 
account, and after payment of proportion of rents, rates, taxes, 
interest, and general establishment charges, is £21,400 148. 2d. Out 
of this sum an interim dividend on the preference shares for the half- 
year ended June 30th last, at the rate of 6 per cent. per annum has 
been paid ; and the directors now recommend that a further dividend 
on the preference capital for the half-year just ended be declared at 
the same rate. This will leave a balance of £10,090 14s. 2d., which 
it а] proposed ы carry hore К. N 

he company’s two London generating stations are now full 

equipped and in good running order, having a joint plant capacity 
sufficient for the supply of 120,000 8-O.P. lamps connected. It is 
intended to supply the company's districts north of the Thames from 
the 8t. Luke's station in City , and those on the south side of 
the river from the station on the Wandle. 

For the information of shareholders & map is attached to the re- 


P 
^l ional orders have been obtained (works not yet commenced). 
d) Districts where the consents of the local authorities have been 
obtained to the company's application for provisional orders. 
The re directors are Mr. B. H. Van Tromp and Mr. R. Percy 
Sellon, who are eligible for re-election. 


LONDON STATIONS. 


St. Luke's and Clerkenwell.—The station buildings and the equip- 
ment thereof are practically completed. The plant installed is 
capable of supplying 80,000 8-C.P. lamps connected. The equivalent 
of 23,757 8-О.Р. lamps were connected to the mains at December 31st 
last, showing an increase of 9,578 for the year; and applications re- 
presenting a further 1,073 were then awaiting connection. A 
considerable demand having arisen for motive power, separate mains 
have been laid down, and a supply of current for power purposes 


ш now available in most of the important thoroughfares in the 
strict. 

Holborn (Eastern Portion).—A provisional order for the eastern 
pa of this district was granted to the company by the Board of 

, and confirmed in the last session of Parliament. The 
work of laying mains in the compulsory are& was at once taken in 
hand, and current is now being supplied to consumers within this 
district from the generating station in City Road. The company's 
application to the Board of Trade for & provisional order for the 
western portion of Holborn, and for the adjoining district of St. 
Giles-in-the- Fields, has received the consent of the local authorities. 

Wandsworth.—The station buildings on the Wandle were completed 
during the year, and the capacity of the plant there installed is equal 
to 40,000 8-O.P. lamps connected. The company's mains bave been 
carried into new neighbourhoods, and further extensions are in pro- 
gress. The supply of current was commenced in the early park of 
1897, and since mber last has been available throughout the 24 
hours. The equivalent of 13,907 8-O.P. lamps were connected to the 
mains at December 81st last, showing an increase of 13,690 for the 
year, and applications representing & further 2,927 were then awaiting 
connection. 

Camber well.—The work of laying mains in the compulsory streets 
within this district has been commenced, and it is expected that by 
next antumn a supply of current will b3 available. s 

Mile End Old Town, St. George's- in · the- East, and the district of the 
Limehouse District Board of Works.—Provisional orders for these 
districts were granted by the Board of Trade in 1896, and confirmed 
by Parliament in 1897. 


PROVINOIAL STATIONS. 


The Dover Electricity Supply Company, Limtted.—In the qu year 
an important addition was made to the Dover Station by the laying 
down of generating plant for the supply of current to the Corporation 
tramways. The running of the trams by electricity was commenoed in 
September last. In the second completed year of the working of this 
station the gross profits amounted to £1,127 17s. 5d., as against а loss in 
1896, and the company may now be considered as fairly established on a 
profit-earning basis. The equivalent of 10,137 8-0.P. lamps were 
connected to the mains at December 3 Ist last, showing an increase of 
2,619 for the year (including nine arc lamps for street lighting); and 
applications representing а further 239 were then awaiting connection. 
Ia theearly of 1897 the Dover Company made an iesue of £25,000 
4| per cent. debanture stock, the interest ор п which is guaranteed by 
the company. 

The Richmond (Surrey) Electric Light and Power Company, 
Limited.—A considerable improvement is shown in this company’s 
accounts for the year under review. The gross profits amounted to 
£2,233 53. 4d., which allows of a dividend of 3 cent. on the share 
capital, after providing for interest and reserve for deprecia- 
tion of plant, &c. The equivalent of 9,512 8-C.P. lamps were con- 
nected to the mains at December 31st last, showing an increase of 
2,387 during the year; and applications representing a further 220 
were then awaiting connection. In order to meet the increasing 
demand for current at this station, it is intended to lay down 
additional plant during the present year, and farther extensions of 
mains have been decided upon. Р 


= 


Isle of Man Tramways Company. 


Tum report of the directors for the year ended December 3186 last, 
to be submitted at the general meeting to be held on the 10th prox, . 
states that the balanoe of profit and loss account, after providing 
£6,600 for debenture interest, is £11,154. The directors p 
dividends at the rate of 6 per cent. on the preference, and 7 per cent. 
on the ordinary shares, absorbing £10,850, of which £5,669 been 
id in interim dividends, and that the balance of £304 be carried 

orward. The loss on the first half-year's working of the cable seo- 
tion has been exceptionally heavy, owing to many unforeseen ciroum- 
stances and through frequent stoppages. ith the experience 
gained, the management confidently hope next year to have а satis- 
factory retarn on the cable lines. Itis ex that the new elec- 
tric tramway from Laxey to Ramsey, now in course of construction, 
and which will be worked as а separate undertaking, will be opened 
for next summer’s traffic, and will bring considerable increase of 
revenue on the company’s present lines. 


Telegraph Construction and Maintenance Company, 
Limited, 


Sir Anthony H. Hoskins, who presided at the ordinary meeting of 
this company, held on Tuesday, regretted the absence of the chair- 
man, Sir Ro Herbert, through illness. They had had no important 
contract to carry out during the period under review, but their 
factories at Wharf Road and East Greenwich had been actively 
employed, and they were able to maintain the dividend at the same 
rate, 15 pec cent., as last year. үр forward a somewhat 
smaller amount, bat they consider it better to do that, rather than to 
lower the dividend. They would be interested to learn that this was 
the 50th year of the most important branch of the manufacture— 
the insulation of telegraph wires. Their gutta-percha works were 
started in 1845, although it was not till 1848 that the insulati 
properties of gutta-percha were generally recognised. The 
amount of raw gutta imported into this country had been officially 
stated to be 84,000 tons, of which he believed 40,000 had been 
used by their company. The gutta- manufactured by them 
had been mostly for submarine cables, of which they made 
145,000 knots of various sized cores. Gutta remained to-day un- 
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rivalled asan insulator for submarine cable cores. It was interesting to 
note that they were . the British Postal гоа 
„сарп ar 60 knots in length, to be laid between 5 
Ireland, & core of novel It considerable 

form would solve the ques- 
tion of telephonic Tee The cable had been invented by 
Smith, and his assistant, Mr. Gran- 
been laid in Southampton Water, 
and had been successful. They had entered into a contract for 

& new cable steamer, which wonld be the largest telegraph 


| yn 

should be brough securing 

— forthcoming in the fatare. She would be гараа оќ lifting 
weight of 8,000 tons, and that would enable her to carry the 
largest ocean cable in one length. Tt would be fitted with twin 

screws, the engines and boilers would be of a modern type, and would 

aes "à peed of 12 knots per hour on & moderate consumption of 


rom one or two remarks from shareholders, one of whom elicited 
from the chairman the fact that the new cable "p would be finished 
in early autumn, the report was adopted. 


STATEMENT OF INCONS A8 SHOWN IN THB AUDITED STATEMENTS OF ÁCCOUNTS ISSUED BY THE COMPANY. 


| Fer the period 
to 
Dec. 31st, 1-92. 


— 


Gross revenue (after deducting allowances t. | £ d. 
consumers) 
Net revenue available for depre ciation, reservi 
denda `» interest on debenture stock and divi- 
п eee eee see „оо | eee eee | 


The City of London Electric Lighting Company, 


Limited, 


Тнв report presented to the shareholders at the ordinary general 
meeting held on Wednesday stated that the expenditure on capital 
account during the year ended December 318%, 1897, amounted to 


£82,085 17s. Details of this outlay are given in the capital account 
No. TII. 
REVSNUB. 
E ad. 
The total revenue fór tbe year was ... 190,673 T 11 
From wbich must be deducted the 
1 ae are 15 
penses of generation and dis- 
tribution .... = £42,923 10 8 
Rents, rates, taxes, general charges 23,980 19 6 
Allowances to consumers ... 14,760 19 9 
Transfer to саас No.1 17,000 0 0 ; 
Transfer to reserve fund . 805 3,528 0 0 
Amount written off suspense ac- 
count eee eee eee oor 1,338 0 8 
———— 103,551 10 7 
Leaving ... 87,022 2 4 
To which must be added the balance brought tor 
ward from 1896 «aa ssi yi fs 1415 8 1 
Making а total available revenue of a 88,437 5 5 
Of this sum the following amounts have been 
distributed :— 
(a). Interest on debenture stock for 
ended December 31et, 18907 £20,000 0 0 
(b Interim dividend on £400,000 
. 6 per cent. preference shares, 
half-year to June 30th last. . 12,000 0 0 i 
— — 32,000 0 0 
Leaving for farther distribntion ... £56,437 5 5 


The directors now recommend the payment of the following 
dividends, subject to the deduction of income-tax, to members regis- 
tered in the bocks of the company on February 16th, 1898. 

Preference Shares.—6e. per share for the rix months ended Decem- 
ber 31st, 1897, making, with the interim dividend already paid, а 
total distribution of 123. per share, or at the full rate of 6 per cent. 
per annum. 

Ordinary Shares, Nos. 40,001 to 80,000.—£1 per share for the 12 
months ended December Sist, 1897, being at the rate of 10 per cent. 
per annum. 

Ordinary Shares, Nos. 80,001 to 90,000 (February, 1897, issue).— 
10s. 7d. per share, being at the rate of 10 per cent. per annum, cu- 
re ов the due dates of the respective instalments to December 
ө. Т: bo cari forward, Tt is proposed that tha торото divi 

orwar the ve - 
депда shall be paid on March 3rd, 1898 


For the year n For the year 
ende ende 
Dec. 3187, 1893. Dec. Do 1894. | 


| 
& d. £ £ 
| 12,450 5 4 | 39,662 7 9 65,863 19 3 | 106,999 17 2 146 946 14 7 175, 792 13 2 


500 (est.) : 16,940 14 10 


» 
: d —— —— T 


The statutory vision for depreciation and reserve funds in 
accordance with the City of London Electric Lighting Act, 1893, has 
been made, of which £20,528 have been set aside out of revenue. The 
generation and distribution expenses for the year, including repairs 
and renewals, were 31:3 per cent. of the earnings, as com with 


84 cent. in 1£96, 36 87 for 1895, 46 for 1894, and 54:2 for 1893. 


е progress made by the company will be seen by the 1 in 1892 
comparative statements, which show а position as it was in 189 
and at subsequent periods :— 


NUMBER or CUSTOMERS AMD LAMPS CONNEOTED. - 
| 


Dec. 31st, 
1892. 


Dec. fist, Dec. glst, Deo. 31st, | Dec. 31st, 
1898. 1894. 1895. | : 


Dec. 8lst, 
)897. 


Number of cus- 
tomers being 


supplied ...... 219 1,080 2,740 4,230 


Number (equi - 
valent} of 8. 
C. P. lamps con- 
nected ........ | 20,241 


Oa February 9th, 1898, there were 316 ‚705 8-O.P. lamps (equivalent) 
applied for, out of which 302, 871 were connected. 


For the year | 
ende 
Dec. 81st, 1896. 


For the yenr For the year 
ended ended 
Dec. 31st, 1895. Dec. 81st, 1897. 
| 


— — — — — 


ка £ wa) £ s 4 d. 


| | 
| 34,865 2 6 59,00 5 11 85,701 8 3 | 107,550 2 4 
| 


The ordinary general ee of the shareholders of the abuy : com- 
разу wae held on Wednesday at Winchester House, Old Broad Street, 

ir David L. Salomons presiding. 

The OBAIBMAN, in proposing the adoption of the report, said it 
was satisfactory that the directors were able to recommend a dividend 
at the rate of 10 per cent. per annum. To effect that, it had been 
рени 59 tate 0000, from the premiam fund towards ¢ deprecia- 
tion, and approximately a similar sum was taken last or the 
same purpose. In 1896 the revenue was aided, from the o fact that 
there was a sum somewhat exceeding £5,000 from the profits on 
investments; also the sum that was put to the depreciation fund, 
making in all £10,000 added to the revenue. In other words, last 
year they paid 7 per cent. dividend with the aid of that additional 
£10,000; but this year eaf would be able to pay 10 per cent.—with 
the approval of the shareholders—without haviag had the advantage of 
that additional £10,000. Those facts showed that the business т ro- 


the business had reached a certain point, no would be able to паке 


that fund being а voluntary опе on the part of the board, should be 
kept up to a fair amount to meet any conti 
future. The ture on capital account during the 


g 
a greater amount of current. It was very satisfactory to w 
that the demand for the supply of electric tT continued to 
increase. The number of customers on February was 6,517, the 
number of lamps applied for was 318,741, El the number of lamps 
connected to the circuits 305,163. afforded abundant f that 


EGER EE EE: 
ку had had 
m 
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to meet the Corporation in all matters in a fair and even conciliatory 
spirit. They were a business company anying on operations for the 
р of o g a pron on their investment, and therefore had 
no desire to enter into litigation, and they would only have recourse 
to the law courts to enforce their just rights. If such a position were 
forced upon them the board would protect the rights of the share- 
holders; but, as he had said, they desired to act in harmony with the 
authorities. It had been decided to reduce the maximum price from 
8d. to 7d. per unit, and the board hoped to reduce the price still 
exigencies of the business admitted of it. In order to 
give the public the fullest poseible benefit, they had decided to make 
that reduction date back from January 1st last. 


was adopted. ` 
The g directors Mr. Edward Lucas and Mr. F. W. Reynolds 
—having been re-elected, a similar on was agreed to with 
reference to the auditors, Mesars. W. H. & Oo. 
A vote of thanks to the Ohairman for presiding closed the pro- 


Notting Hill Electric Lighting Company. 


Тив annnal general. mee of this company was held at Winchester 
House, on Wednesday, Sir William Orookes resi 


ng to share capital account, the ‘said the whole 
£100,000 of share capital had been issued and paid up. In the loan 
capital there was still £40,000 of 4 per cent. debentures available for 


cent. 
ctors 


allotted 
£106 per cent., being part of 
the company’s undertaking by a trust deed. They anticipated 


Os. per cent. The amount of capital 


Very little capital was: expended during the year except on new 
mains, which represent £11,769 of the total expenditure of £14,079. 
The reason for this large expenditure is that they had now seriously 
commenced to lay mains in the principal streets of the new area, 
most of the compulsory ohes being already supplied with current. 
They bad every reason tó be satisfied with the number of customers 
on the new extensions, 1 5 appeared an almost certain source of 
additional revenue; but there was still a large field for further de- 
‘velopment. Other small extensions of the mains had to be made in 

to extend into апу street 
guard against a loss being 


the entire cost taken out of revenue. He took the oppor- 
tunity of expressing their entire sa ion at the excellent manner 
in which their en g staff, under Mr. Schults, had carried out 


ward pre dicament, having no spare plant whatever to fall back upon. 
Happily, no accidant oceurred, and the new Wie delivered 


A table was then given showing the of the company. 
"Their revenue per 8-O.P. lamp still contin low, being about 6s. 
only, showing that their district was not so good as most of the 
others in London, where the a 


every 
price рег unit. to 6d. at 200 volts ; and although their principal thought 
miust be to benefit shareholders, they must not overlook the claims 
of those who supply the dividends, vis., the consumers. As many of their 
shareholders were also using their light, he could assure them that their 
interests would be very carefally considered, and immediately it was 
pu to make a further reduction they could rely that this would 
done. The dividend of 6 per cent. on the ordinary shares, which 
they now recommended, marked a period in their history. After this 
was paid, preference and ordinary shares ranked equally for dividend, 
and the founders’ shares came in for their proportion. To simplify 
‘matters, they proposed to regard the ordinary dividend as a 6 per 
cent. one, payable half yearly, and at the end of the second half year 
proposed to pay in addition such bonus asthe profits may allow. The 
total amount of profits available for dividend, after payment of the 
6 per cent, would be divided into two moieties, and one moiety 
would go to the 9,450 preference and ordinary shares pro rata, and 
the other moiety to the 550 founders' shares pro rata. 
After some little discussion the report was adopted. 


Ток, вас En issue price of the de- 


Henley's Telegraph Company, Limited. 

Мв. Bypxzy Gupas, 5 at a general meeting of this 
company, which was held Friday at the offices of the company, 
Martin’s Lane, E.C., and referred to the fact that the company 
for some years had been going on well, and improving in every way 
Ив position and its ots. He congratulated the shareholders 
upon the success which had attended the efforts of those who had the 
man ent in their hands. Dwelling for a moment upon the pro- 
gress that bad been made during the five years, the chairman in 
1898 they issued £30,000 ee to pay off debts, 
and partly to provide ital. The efit of that was felt 
сасе е стена т, for „„ fit of 
£10,771, and were able to pay a dividend of 5 per cent. ey also 
raised fresh debentures at a rate of interest, to older 
ones, and they 


business was increasing so rapidly, and as they found it necessary to 
have the best of mach ; 16 was not at all unlikely, before the 
year ended, that they would have to issue another £25,000, al h 
shareholders must not ex to get them at the. same price as t 


last. The profits for the last five years had been as follows:— 
Profits. Paid in dividends. 
1893 eee ` eee £10,780 eee eoe £6,000 
1894 ; 16,450 ose 6,800 
1895 eos 21,820 eee eee 9,500 
(£1,600 from previous year) 
1896 eee [247 ‚0 ees eee 12,400 
(less £500 to directors) 
1897 ece 29,585 eee eee 15,800 


Their net profits had continuously progressed, and the sums paid in 
dividends also increased by year, and at the same time they 
had been able to pay dividends out of profits actually earned. The 
ee fe с paid interest on debentures, and during the five 
years they written off £10,000 for depreciation, added £20,000 
to the reserve fund, besides the £15,000 profit on issuing shares, they 
had paid in dividends £50,500, carrying forward £12,700 to 1898. 
кеч to the present accounts, they would see that the value of 
stock increased, but it was not unsaleable stook, but op eam pie 

erring 


goods which they might have to supply at 24 hours’ notice. 
e chairman 


to the effects of the strike, th said that in their case men 

of inferior position had been put to do the work of the skilled work- 

eee the result had been that they had done more and better 
After some remarks from shareholders the accounts were adopted. 


Stock Exchange Notices.— The Stock Exchange Com- 
mittee bas appointed Thursday, March 10th, a special settling day 
as under : elsea Electricity Supply Company, Limited—Farther 

shares of £5 each, fully paid, Nos 32,501 to 
40,500; and National Electric Free Wiring Company, Limited— 
100,000 shares of £1 each, 5s. paid, Nos. 1 to 100,000. The Com- 
mittee bas also ordered the under-mentioned securities to be quoted 
in the official list : —Edmundson's Electricity ration, Limited — 
17,400 shares, Nos. 1 to 17,400. and Bermudas 
Cable Company, Limited—£97,800 44 per cent. first mortgage de- 
bentures, within Nos. 1 to 1,200. | * 


Brazilian Submarine Telegraph Company, Limited. 
—The directors of this company have to-day declared an interim 
dividend of 3s. per share, or at the rate of 6 per cent. per annum, 
free of inoome-tax, for the quarter ended December 31st last, and 
payable on March 25th. The transfer books of this company will be 
closed from the 18th to the 24th inst., both days inclusive. 


The House-to-House Electric Light Supply Com- 
pany, Limited.—The transfer of this company will be 
closed from the 2nd inst. to the 12th inst., both days inclusive for the 
preparation of dividend warrants. 


TRAFFIC RECEIPTS. 


=J 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending July 25th, 1898, were 25, 8s. lld.; corresponding period, 
1897, £2,218 7s. 2d. ; increase, £72 1s. 9d. 


The City and South London Railway Company.—The receipts for the week end- 

ing February 27th, 1898, were £1,065; week ending February 28th, 1897, 

` £990; increase, £69; total receipts for half-year, 1898, £9,680; correspond - 
ing period, 1897, £9,718; decrease, 488. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Friday, February 25th, 1898, were £852 0з. Id.; corresponding 
week last year, £508 lls. 3d.; decrease, £156 118. 2d.; passengers carried, 
61,674 ; corresponding week last year, 77,074 ; egate to date, £3,215 128. 9d. ; 

. aggregate to date last year, £3,456 18. 11d.; decrease to date, £240 9s. 2d.; 
atlases open, 8 miles, as against 8 miles for the corresponding period of last 
ear. Cars, 1898, 207; 1897, 292. Miles, 1898, 18,795 ; 1897, 26,080. 

The Liverpool Overhead Railway Company.—The receipts for the week ending 
February 27th, 1898, amounted to £1,800; corresponding week last year, 
£1,275 ; increase, £25. 

The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending February 25th, 1898, after deducting 17 рег cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany, Limited, were £2 
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SHARE LIST OF ELBOTRIOAL OOMPANIES. 
TELEGRAPH AND TELEPHONE CONPANIES. 


Present 
- 1806. | 1897. 
197,400 e 100 4 % eec eee 00 —104 
M ING eee в өөө TIS Tm P. — А 
528 9602 | ; 8 98.163 138. 3 % | 59 — 61 
5.088.020 do. 69% ка aoi ea * | 186. 6s.| 6 „ 107 
8,098 JA Do. Go, Deta. өөө : ° eee өөө ә өөө eee eee 11 
130,000 F Ver conis à s % | ... .. 16 — 
cani: . n T no ian Е 2 РГ .. E ni^ 
10,000,C JUS Кеште ү E ee ete eo . oe % 7 % TII 87 — 199 
FOG DOC Do. Do. Sterling 500 year 4 ib. Stock eee eee eee 06 —108 
994,850 | Ocmsolidated Telep. Oonst. and Main., Lad. A ven 14% | 2%] ... i 
16,000 | Gaba Teleg, LAG... , „ 2 108% | &. = 
6,000 Do. 18 Pret. : m eoe ° ее eee: % 10 % TI = 163 
12,931 | Direct Spanish „Led. ... wes ° - 49?6 | 4 *6| ... 4 — 
6,000 3 г 35 > es 10 96 p ive bn - 
60,710 | Direct United Btates Gaba Lad. - aes - * 21% 102 — 11 
190,000 | Direct West India Cable 44% Reg. Deb. .. e| eM | ss | 98—101 
400,000 | Mastern Тему. Léd., Nos. 4 to 4, % è .. we | 10 | 64% | 64%) 18 — 183 
70,000 Do. 695, Oum. Prel. ... - "T ins 6 6% ... | 19 — 90 
89,9007 Do. 5% Debs, nme. A s. 105 5%| ... [100 —103 
02,6154. Do. 4 96 Mort, De Hed. ses - K 4 96 4 .. |481 —184 
250 n a „| 18 17 % 79| ... 184 — 
к опг Do. 59% (Aus. Gov. Bub.), Deb., 1900, аза. 90 5 * 5%| 99 – 103 
. 1 to 1,049, 8,976 to ss 
100 DUU Do do. Bearer, 189—397 and 4,0527 — 06,4090 190 5 % 5% "өө 100 — 103 
MO 000. Do • 96 Deb. Stock eot m ө eee ~ 4% 4% eee 180 — 
51,100 { ñ»»„ Bees Mes 4745 ) 696 | 5%] =" |99 —103 
69,200 Do do. E to besrer, 2,844 to 5,500 5% | 5% . 100 —108 
300,000 D. De а а L0. 0,008 | 13 P ha 108 о, 
JO,UUL * . B.) 190 ees = 
180,327 — Led. eee eee ов * 44% 44% eee 12 == 
180,043 Do. do. 8 Pref. ... ooe 6 % 6% eee 17% = 1 
150,000 ‚ Ос А 10 * 10%| 271 — 
160,000 L1 5 % Debe. 5% | 591. 101 —104 
17,000 | T" 985 - 0% | 10%| ... | 53 — 55 
100 VAN өзө % 8 % 6% eee 08 T5 111 
26,000 26,008... eee 4 % e. өөө 2 s 
484,507 "E ae 5% | 55 K 6i- 
15,000 РА ТЯ 6% | 6% 6 * 16 — 18 
15,000 Ф ooo 6 96 6 96 6 * 15 — 17 
119,234 loei 5 | 5% : * 6— 6 
ов. Я 
man wie] ЕИ УЕ 
171,504 fally E% | 5%)... | &- 
00.00€ i to 4 % 4 % 105 —108 
11,899 е eee eee b 96 b Ф 8 — 
9,981 • owe eee өөө өзө өе jo = 144 
58,000 ee Жө e 496 | ... 4— 4 
146,73: ena Sock! 5 & | 101 —106 
15,009 | Teleg., LAA., e ee oge 4% | nil - 4 
18,4007 Do. do %% 6% Debe „ .. .. 5%! 5 103 —106 
64,966 | Western «x4 Brasities Teleg., L. 2 3%! 2% 104 — 108 
$3.199| Deo. - do. Ф. 5% Pref. Ord. <. 5% | 5% 42 
33,190 Do. ) do. 40. Def. ом... eee 1 % mI 84— 
382,230 Do. do. do. 4 % Deb. Btock Red. ., - er 4. |105 —107 
88,921 Wost India and Panama Теб. Led. өөө aes "eee H 1% 1— 
94,563 Do. do. Фё. 6 % Oum. 18 Pref. 6 6%) . 8 — 
4,609 | Ро. do. do. 6 €, Oum. Sad Pref. 6 6 % 5— 7 
30,0003 Ро. do 5 % Debs. Жо. 1 to 100 ... 5% | 5% 105 -108 
39,00€ F. rc вед coe | 17% 7% 05 —110 
ELECTRICITY SUPPLY COMPANIES. ` 
U Lad., 08. 10,377 ee eo oe 
000 Do, фу Dob: Stock Red. uk 4X| . 15—17 jns 117 
40,000 | Ону of London Oo., Ord. 40,001—00,008 10 5 | 7*6|10 & — 204 28 29) | 382 
ре Prov. Oerta. B .. .. |10 % $8 — 39 28 — 29 iss 
2 S. „ I o Bios | rel ele ЕЕ EIE, 
1000 Do. b. бок, Beri. Cr af £115) all paid 7 $ б & 139. —134 = B 
90,000 | Jounty af & Brash Prov. B. Lág. Db. Ord. 1—30,000 | 10| ad nil 16 |18—16 | 168 | 16 
10,000 | House-to-House Elec. Light Supply, Ord., 101 to 10,100 5| ... . | 10$—- 11 11 — 12 11 1H 
2 „ ШЕ | sal 
Lj ee 0 4 — om 
Ord., 50,001 € 10 fa + 193 — 194— 
ро, „149% | 4% 117 — 121 117 —131 
6,459 Notting Hill е Lad. eee eee eee 10 4:96 4 96 6 96 19 == 20 19 — 20 193 
10.5500 B. James’s & Pall Mall Elec. Light Oo., L4d.,Ord.,161-20,080| 5 | 73% | 104%] 143% | 184 — 193 183 — 19} | 194 | 19 
90,000 Do. do. 7 7 Pref, to 4% 617% | 73 7%/10-- 11 10 — 11 a 
u 8 U eee eee eee ees 009 eee 
79,900. We. tm ase: soome еа Аа Ду Ora.. 10) *o 80 | 617% | 99118 % 18 9 171 — 18 178 
* Bubject to Founder's Shares, t Quotations on Liverpoe! Btoek 


Dividends masked { are for a year consisting of the latter part ef one year and the first part of the next, 
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SHARE LIST OF ELEOTRICOAL ООМРАМТЕВ оон 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES, 


Stock Closing Closing Business done 
Present or Dividends for Quotation. Quotation а week 
Issue. МАМЕ, Share. the last three years, Feb. 28rd. March 2nd. а ca а 


1895. | 1896, | 1897. 


30,000 British Electric Traction „10 «„ [17—17 17} | 15H 
90,000 | Brush Elec). Bngıng. Oo., Ord., 1 to 90,008... benz pills v А d 2— 9i 2 2 
90,000 Do. do. Non-cum. 6 % Pref, 1 to 96,080 2 ... К 24— 24 2 21 
125,000? Do, do. 44 % Perp. Deb, Stock. ser eo Stock . * 109 —113 sep 
50,000 Do, do. 44 2nd Deb. Btock TII Btock ee 02 —105 see 
19,126 | Central London Railway, Share „10 10j— 11 rh 102 
143.106 Do. do, do. ok, осот Cub Md ш 64— 6 
58,830 Do. do. Pref. half-shares £1 pd. 11— 2 1H| .. 
61,777 Do. do, Def. do. Es pd. und ies Я P „. | 48— 5 a ^: 
630,0007 City and South London Railway...  ... . , Stoch lA% | 15% | lie | 66 — 68 688 | 652 
28,180 | Orompton & Oo., Ltd., 7 % Oum. Pref, Bhares, 1 to 28,180 5| аб э ds 21— 22 io 
99,961 (m & Bwan United Elec. Lgt., Ltd., A ET. "bj ! 5|59, | 515] ... | 23— 3 n 
17,189 No. do. do. “A” Shares 01—017,139 5.| 5 96 54% ... 4 — 5 43 — 
194,023 Do. do. do. 4% Deb. stock Red. ... | 100 | ... swe eee) ийде 1044 jes 
119,000 | Electric Oonstraction, Lta.,1to110,000 m. 215%1 691 ... | 28— 22 219 2H 
16,343 Ро. до. 7 % Oum. Pref., 11016343... | 2/7% 7 & ... | 34— 38 - 
91,195 | Ellmore's Patent Оор, sg, Ltd., 1 to 70,008  ... MS ‚_ ж i гг a — $ 
67,275 | Elmore'a Wire Mtg., Ltd., 1 to 69,885, issued at 1 pm. ... B. ies е axe i— $ 
9,6007, Greenwood & Batley, Ltd.,7 % Oem. Pret, 1 to 9,660 .. | 18 105% | ` 49 — 11 к ГА 
12,500 | Henle (W. T.) Telegraph Works, Ltd., Ord. .. ...| 10/8% 10 % 12 % 224 — 234 298 | 934 
8,000 Do, do. do, 7% Pref 10/7% 77 719 — 20 T — 


50,000! Ро. do. do. 4 Mort. Deb. Stock Stock 44% Mr. etos 
50,000 | Mair Rubber, Gutta Percha and Teleg. Works Led. .. 18 10 % 10 % 10 & 99 — 93 | 214 — 2230 224 | 912 
Do do do. 4 % lst Mort. Debs. | 100 103 —107 104 —1C8 46 eds 


87,500 {Liverpool Overhead Railway, Ord. ... — ...  .. . | 10 | 23% | 29% | Sł% |1048 — 1035 10f — 107 

10,000 r 0. do. Pref., £198 paid [III eee 18 5 % 5 % 5 % 151 — 162 152— 163 "v owe 

87,856 Telegraph Oonstn. and Maintce., Ltd. eee 00 өө» 12 |15 % |15 % 15 %| 39 — 42 99 — 41 394 382 
15 0,000 Do. do. do. 5 % Bonds, red. 1899 | 100 | 5 96 595| 5 % 102 —1C5 102 —105 "^ MA 

A. as, Waterloo and City Railway, Nos. 1 to 54.600 iin = 10 өөө fes 132 — 141 134— 14} 144 13% 


+ Quotations on Liverpool Stock Exchange, { Uniess otherwise stated а shares are fully paid. 
| | v marked $ are for a year consisting of the latter part of ene year and the fires part of the next. 
Onoxrton & Co-—The dividends paid on the ordinary shares (which have not в Btock Exchange quotation), are as fellows : 1898—0°/ „4; 1991—1*/,$9 1890—8*/. 


| LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
* Birmingham Electric Supply Company, Ordinary of £5 (£4 paid), 7, London Ш!есёгіс Supply Corporation, £5 Ordinary, 44—42. 


n — Oorperation, 8 % Debentures, 106 —108, eT Parker, Lied., £10 (fully paid), 154—144. 
ouse-to-House 1 44% Debentures of £100, 106 —109. Yorkshire House-to-House Mlectricity Oomvany, £5 Ordinary Shares 
TEE ТЫ t | "tty mins aa” Bee aa 


Oumslativa 6%, £5 » 8—9. · 
Ordin, f det paid), 848—9. Dividend, 1896, on 


* From Birmingham Share List, _ Bank rate et 3iseount 8 per cent. (October 14th, 1897). 


THE KELVIN QUADRANT ELECTROMETER To test this point in the new instrument a Kelvin vertical electro- 


AS A WATTMETER AND VOLTMETER. stant electromotive force рой the quadrants, one pair being put 
to the case. The jar was charged 

phorous, and ogs taken on the voltmeter and 

By ERNEST WILSON. scale. The charge was continually increased until disru 

occurred between the needle and the lantern which Sa aed the 


Communicated by Dr. J. Норктивон, F. R 8., to the Royal Society. re Шакы, 3 the needle 


was 
Reoeived January 11th—Read January 27th, 1898. further deflected as the charge was increased up to the point of dis- 
| ed of light in Geen соса a ee a 
Donna the past seven years the author has had continued experience Was taken with this experiment, since it was only carried out for 
with the Kelvin quadrant electrometer, both in connection with P of ascertainin hed sensibility could be obtained 
scientific research and the training of electrical engineering students farther increased charge. The results Am grin L Ia 
in the Siemens Laboratory, King's College, London. per Clerk Maxwell's “ Electricity and Magnetism,” Vol. 1, p. 273, edition 


embodies a good deal of the experience which he has gained with the 1873, it is shown that the deflection of d = of a quadrant 
nstrumen e ha ortunate that two of these instru- . electrom = — “7 T], where 
ТУН сота готаз аны of the instruments are 71 and кошушу (в) ( 2 ) j i 

4. therefore able to test the one as a wattmeter, potential of the needle, and and в the potentials of the two pairs 
using the other for the purpose of investigating the instantaneous of quadrants. In fig. 1 the E. M. F. between the quadrante was less 
rate at which work was being done by alternate currents. The 
instrument used as a wattmeter (No. 184) is of comparatively recent 
construction, and differs from the other rincipally in the omission of 
the guard tube in the immediate vicinity of the needle surrounding 
а portion of the needle axis, and the wire connecting the needle to 
the acid inside the jar. The induction late employed in the old 
form is done away with, and the termi are permanently fixed to 
the quadrants in this new instrument, otherwise, so far as the author 
can see, they are identical. These instruments belong to Dr. J. 
Hopkinson, B5: the old oe the same that he has used for 
many years, and in cognection with w he read a paper before the 
Physica] Society on March 14th, 1885.“ dE 


Verification of Clerk Maxwell's Formula. 


In the paper just alluded to, it is shown that the sensibility of the 
instrument (No. 71) increased with the charge on the needle up to а 
certain point, and that for further increase of the charge on the 
needle the sensibility diminished. The complete explanation of this 
14 not given, and the author believes Professors Ayrton and Р 
were the first to point out that this effect is due to the portion of the 
gna -d tube in the immediate neighe.urhood of the песе, 


— — than 1 volt, and was constant. By the formula the quotient c/0 
I* Bee Philosophical Magazine, April, 1885. should in this case be constant, where 0 is the observed deflection, 
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being insulated and the otive forces applied to 
ата ач as also to the needle were en cells, and 
accurately measured by Poggendorff’s od, the standard of com- 
parison being Olark’s cell. The results are given in Table I. i 

TABLB I. 
с- Nds). 
93 A + B volts. | c volts, e) ( ) 
| 

+ 106 575 207 436 

— 140 586 395 427 

— $31 633 544 481 

— 552 527 716 432 

— 773 515 | 91:0 434 

— 551 325 897 433 

— 268 14°2 897 438 

— 352 141 1150 432 

— 799 32:3 1140 434 

— 726 48:5 88 9 432 

— 427 606 607 431 

— 338 839 €07 427 

— 110 1130 60:7 432 

+ 6:6 1130 82 2 439 

+ 957 1130 


| 
i 181 d 439 
433 mean 


The instrument in the above experiment was mounted on a slate 
room of the Siemens Laboratory. The spot of 

light when working on this base with tbis instrument is never 
tly steady, and this may account for the errors observed in 


Method of Test. 


Fig. diagram of connections showing how the electro- 
meter was used as a wattmeter for al te carrents, and how it 
was tested when being so used. In the formula 


= X = _ ^+» 
0 = \ (д в) (о x ) 
where ^ is а conetant, it follows that if А and в are in phase with 


one another and with the alternate current, and have the same wave 
form as the alternate current; and if c is in phase with the potential 


Fig. 2. 


between two points of the circuit where the power is to be 
and has the same wave form, 4 mast be equal and 
site in sign to B, since the instantaneous rate at which work is 
on or by the circuit must be proportional to 4 о or B C. 
In the Siemens Lab there are two alternate current machines® 
р км: in раев manner that апу desired рһаее difference 
between their armatures can be obtained. In fig. 2, м, and м, 


are inserted six contact making strips of gunmetal th of aa inch 
thick, Pe rd spaced ont on the circumference and into the 
gunm ring. An insulated copper brush bears on the gunmetal 


ring, and an insulated steel brush bears on the surfa-e of the ebonite 


JJ a a CMM Que Gad EN uU MM M uci ge ii i 
* A full rp n of these machines is given in the Phil. Trans. 
Roy. Soc., Vol. 187 (1896), A. p. 231. 


, touching each of the contact making strips as the contact 
wA revolves. The epoch at which such contact is made by the 
small steel brush can be varied and observed by means of a pointer 
moving over a fixed circle divided into 360 equal parts. The diameter 
of this revolving contact maker is 13 inches. 

oi is the No. 184 electrometer used asa wattmeter. 

Qs is the No. 71 electrometer used in connection with the revolving 
contact maker, x, for the purpose of determi 
values of the current and potential difference. 

D is a Kelvin balance or Siemens electro-dynamometer for the 
measurement of ourrent; m is the thick wire circuit or circuits of the 
watt-hour meters being tested; у is a Kelvin multi-callular voltmeter; 
73, 74 ate non-inductive resistances of comparatively large value for 
the purpose of reducing the potential difference applied to the 
electrometer, ©, when measuring potential difference, о; the pressure 
circuits, Р, of the watt-hour ebene are placed across 7, + 72; fs, T4 
are made up of a manganin strip 508 mm. wide and 0°4 mm. thick; 
fs = T, = 09975 ohms at about 10° C.; r, ry are non-inductive 
resietanoes of considerable magnitude for reducing the potential 
difference applied to Qı when necessary. The junction between rs 
and r, is connected to the case of oi; the quadrants of this instru- 
ment are connected respectively to the extreme ends of rs, r.; whilst 
the needle of the electrometer is connected to the other pole of м. 
In connection with 03, 8; is a two-way switch for observing potentials 
across 7, OF 7s; 8, is the ordinary switch supplied with the electro- 
meter which short circuits the quadrants when moved to its central 
position, and in its two other positions reverses the charge on the 
quadrante; а is a condenser, which can be varied from 0001 to 1 
microfarad, its capacity being one microfarad during the experiments, 
“P atore giving the resulta of the experiments, it is well to expla 

ore е results о ex ; explain 

the method adopted of treating the curves for the p of Мы олш 
at the ave watts due to the alternate current, the relation 
between which and the deflection of the electrometer used as a watt- 
meter it is desired to find. It is also necessary to examine the limits 
of accuracy obtainable by this method. In any one experiment the 
frequency employed is kept constant as nearly as possible ; the phase 
difference between current and potential is adjasted to any desired 
value, and the amplitude of these quantities is kept constant by 
observing their square root of mean square values on the instruments, 
D and у. The revolving contact maker, м, is then set to different 
5 of the phase, the number employed being at least ten equal 
ivisions to the half psriod, and for each position, readings taken on 
the electrometer, oa. when the switch, 8;, is in each of its two positions. 
It the deflections so obtained be plotted in terms of the position of 
the revolving contact maker, м, the forms of the two curves are 
those due to the instantaneous values of the potential difference 
applied to the needle of the electrometer, Qı, the current which 
gives the form of potential difference applied to the quadrants of Qı. 
By multiplying each of theee deflections together, and by a suitable 
constant involving the square of the sensibility of о, and the re- 
aistances, 71, 74; 7s OF 3; 7s, re, the instantaneous rate at which work 
is being done by the alternate current can be inferred in watte. The 
average of these over a half period gives the average rate, and this 
can be obtained by plotting the instantaneous product and taking 
the area with a planimeter, or the a of the algebraic sum 
during a half period can be taken. The author found the latter 
method agreed so well with the former when the number of intervals 
at which observations are taken is ten, that he has adopted it in this 
paper, that is to say, the two electrometer deflections for a given 
Трн of м are multiplied together, the average of these taken over 
a period, and such average multiplied by a constant to redace 

wa 

The best way, perhaps, to test the limits of accuracy is to adjust 
carrent and potential until they are exactly in phase. The voltmeter, 
Р, and am r, D, give the square root of mean square values, 
and the product of these should agree with tha average results 
obtained from the curves. The time required to take one set of 
observations is generally about 30 minutes, during this time an 
average for volts, amperes, and frequency is taken. The author finds 
from experience that if care be taken an agreement between the 
results got from the curves, and from the product of volts and 
amperes, can be obtained to within 1 or 2 per cent. It must be 
remembered that for each position of the contact maker, four 
observations on the electrometer (оз) scale have to be obtained; 
that is, two for potential and two for current corresponding to the 
t vo positions of 8, for each tion cf 81, the difference in each case 
giving the net double deflection. This method is best, as it 
eliminates any zeroerror there may be. In working theelectrometer, 
Qa, а wooden tapper or mallet is sapere since in every electro- 
meter there must be viscosity due to the fluid, and by gently tapping 
the slate base for each deflection very consistent results can be 
obtained. This viscosity is greater in winter, and it is advisable to 
keep the instrument in a warm room, although with this method cf 
tapping the author does not find this necessary. Tae greatest 
trouble in the use of the electrometer undoubtedly arises from dust 
eettling on the surface of the acid in the jar, thereby making the 
angular movement of the wire hanging from the needle smaller than 
it would be if such brake action did not exist. This takes place 
when the acid in the jar is old, and if the surface be agitated by 
blowing through a glace tube near where the wire dips into the acid 
it can be to a great extent remedied. Whatever thestate of the acid 
the author finds he geta the most consistent resulta by gentle tapping. 
The electrometer, Qı, is not so sensitive as the old form oz. and the 
effect due to the acid in it has not given so much trouble. The sensi- 
8 of оз when the idiostatic gauge is adjusted is such that one 
Olark cell gives a de flection from узго of 104 inches on a scale 13 
feet from the mirror. The potent:al of the needle is in this case 
about 350 volte. 


(To be continued.) 
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INSTITUTION OF ELECTRICAL ENGINEERS. 


Он тив MaANUFAOTURB OF LAMPS AND OTHER APPARATUS FOR 

200-Vorr OriRcurrs. By 9. Brsswaxaxn Вуна, Member. (Paper 

read February 24th, 1897.) 

(Continued from page 272.) 

Without enlarging upon the subject of switches to an undue extent, 
I will show some specimens of different types І find to be satisfao- 
tory in practice. 

Here (1) is а switch to take the place of the ordinary link or 
tambler switch, and (2) here is an ordinary double-break china 
switch. You will notice the formation of the china base, and the 


H. v. H. v. 
DOUBLE BREAK WALL PLUG 
F SWITCH 


N 


H. Vv. 
CEILING ROSE 
LINED CUT-OUT 


í H.V. 
CEILING ROSE 


a wc 


MONS 
e es == . 
S 


H. V. 
KEY SOCKET 


06% 


separation and action of the metallic which are arranged to 
break an bue 


5 d perfect i on, so that an arc cannot 
main if established, nor can a shock be communicated to 


g. 

It is not necessary to go deeply into the subject of fixtures such as 
electroliers, pendants, &., but in connection therewith I wish to 
refer to the question whether it is advisable to recommend the use of 
two or more low-voltage lamps in series on & 200-volt circuit. Within 
my own experience, I know of several installations fitted o 
with 200-volt lamps that have, by reason of greater ex for cur- 
rent, and an inferior light, been re-wired for two 100 lamps in series, 
with satisfactory results. It is within the province of mauufacturers 
to materially assist wiremen by designing fittings specially adapted 


LINED- CHAMBER 


to series wiring, euch as series holders, ball fittings, brackets, or elec- 
troliers with arms in m of two, and such a practice tnight be 
extended with advantage to many other details. 


The question of fases for higher voltage requires more careful in- 
vestigation, and would repay thorough discussion. Oentral station 
engineers agree to differ upon the various pointa of efficiency, as 
evidenced by the different rules issued for our guidance. Some lay 
stress п the length of fuse wires, others insist upon 
ven holes, and in some cases the height of covers are to be 
increased. But there is no unanimity between them, and none of 
these rules, in my opinion, indicate (he right direction. 

I have made some extensive experiments, and believe that the 
results sre of interest to the profession generally. 

When a circuit is opened by the disruption of a fuse, the combined 
metallic vapours and hot air росс by the high temperature of the 
resulting arc may extend and maintain it so as to bridge over the 
terminals which, melting and becoming volatilised, feed the arc, and 
rapidly increase the temperature. I find, ia practice, that under these 
conditions the china base supporting the fuse and terminals is easily 
volatilised also, and not contributes towards the maintenance of 
the arc, but is ru as if by explosion, tending to eet fire to any 
inflammable surroundings. This rupture has hitherto, I believe, 
erroneously been attributed to the expansion of sir confined by the 
cover, hence the ventilation holes, which, according to my opinion, 
are useless. The same experiments tend to prove the fallacy of using 
a long fuse wire, with the concomitant disadvantages of finding space 
for it, and also difficulty in renewal; aod I feel sure that full 
efficiency may be attained with a short fuse. 


W.V.CUT OUT BOÁRD 
@PRING CLIPS. FOR HOLLOW CHINA FUSE HOLDERS 


H.V.CUT-OUT BOARD 
WITH LINED CHAMBERS. 


H. V. , 
CHINA CUT-OUT 


My deductions from the aforesaid experimenta are that :— 

1. It is essential to arrange a fuse so that it will break at a 
definite part of ita length, i. e., approximately, the centre. 

2. The arc formed on breaking the fuse must be so confined that 
it cannot be maintained so as to damage the terminals, base, or 
cover. 

I will now describe how I have carried out these essential points in 
china cut-out boxes, which are the general type of fusible cut-outa 
need in house installations in this country. 

These fus:s are arranged on china bases or in groups upon cut-out 
boards, and their олт capacity varies from 1 to 100 amperes. In 
all call a “ fuse chamber "—1i e., a round china 
central hole, from j to 1 inch in diameter—and this 
pieroed with two holes near to the terminals, which are fized upon 
6 base outside the wall. The wire is threaded through the holes 
from one terminal to the other, passing through the fuse chamber. 
Both ends of the fuse wire are supported by a material which is a 
better heat conductor than air, whilst it is free in the central fuse 
chamber. Thus the same current raises the temperature of the 
fuse wire within the fuse chamber more rapidly than at the 
supported ende, therefore the disruption takes place there, and 
the resulting arc is enclosed. I find, however, that china as an 
isolator is not sufficient, because of its tendency to volatilise under 
the high temperatures—a fact I bave already mentioned. "Therefore 
I line the interior of the chamber with another material which is а 
better heat conductor and less liable to fracture, and I find that 
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ordinary , of Paris is most convenient for this purpose, although 
several Атаа беа may be equally efficient. 

Fuses constructed on this principle require but a short length of 
wire, and are ectly safe on high voltages, and the general appear- 
ance and siz; does not differ to any great extent from those now in 
common use, The principle once established of surrounding part of 
the length of fuse wire with a substance that is a better conductor of 
heat than air, we can easily construct any other type of fuse upon 
the same principle. 

Fase enclosed in glass tubes filled with plaster or cement, but 
п a free central space for fusion, for instance, fulfil the same con- 

ons. 

I find that such fuses have been patented by Mr. Mordey in 1890. 
The mere fact of enclosicg a fusible wire in a non-condacting refrac- 
ы filling would not fulfil the essential functions of a реч fuse 
A8 I have described, without a clear space at or about the centre for 
disruption. Mr. Mordey describes such а space in his specification, 
bat it is for the purpose of observation only, and it is not clear, from 
the tenor of the фоно. that the inventor had this parpose of 
the localisation of fusion in mind. Mr. Miller, of Kensington, has 
also altered the ordinary Edison fuse by substituting thin copper 
wire, and partly filling the centre with asbestos fibre. So far as 
localisi e point of disruption and confining the arc, this fuse acta 
very well, although copper or alloyed fuses are not рн under any 
ee оз говор ос кеша red heat under 


Авс Lamps. 


Coming, now, to the subject of arc lamps in relation to the higher 
pressure, I do not see that, with alternating currents, the increased 
potential materially affects the consumer. The practice may bring a 
single-parallel system into vogue, with economy coils—an al on 
which will, in my belief, increase the commercial efficiency of alter- 
nating arcs. But the disadvactsges are a t in the case of a 
continuous current circuit. For instance, small installations of 
one or two lamps on the 100-volt circuit, these must be doubled on 
the 200-volt circuit, or useless resistances interposed. To equalise 
the conditions it has been proposed to substitute low current lamps, 
вау, four 5-ampere instead of two 10-ampere lamps. 

As this substitute has been advccated by one of the foremost cen- 
tral station engineers, and many others will possibly follow him, it 
may be useful and not out of place to prove that both in theory and 
oe low current arc lamps are deficient in points of economy and 

су. 

It is ps accepted that the current density of an are is 
independent of its size; assuming this as correct, the area of an arc 
must be proportional to the current, and the cooling surface propor- 
tional to its diameter. This is the case with the cooling surface of 
tbe carbons, if these are used of areas proportional to the current 
taken by the lamp. Thus the cooling effect of the atmosphere will 

have a relation to the diameter of the arc aod to the square 

root of the current. Therefore, for illumination, large arcs are 
more efficient than small ones, and the practical arc is attained when 
the benefit of increasing the number of light centres balances the 
inefficiency of small arcs. This gives, in practice, an arc of about 
10 amperes. 

8 arcs worked under same conditions are more 5 
large ones, which is due to the fact that with an arc of a given length 
the E М.Е. decreases as the current increases. An ment in 
which a fixed length of arc at 5 amperes and 44 volts was suddenly 
increased from 5 amperes showed— 


Normal ... ..  JDamperes .. — 44 volts. 
Sudden increase from 5 to 6 amperes 405 „ 
n 39 » » eee 88˙5 90 
,» » b » 8 "н 37-2 T 
99 »» n » TY 96 99 
» b » 10 » ses 35:3 » 
an arc, or series of arcs, with a total voltage a mating to the 


E.M.F. of the circuit is unstable and fluctuating—probably dne to 
the disproportionate variations of the cooling surface, coupled with 
the decreased resistance of carbon at higher temperatures. If the 
arc flares, the current will increase, unless there is sufficient resist- 
ance in series to reduce the voltage across the arc at a greater rate 
than the above figures show. Oertainly the mechanism tends to 
lengthen the arc, but to no advantage because the movement con- 
tinues until the current decreases to the normal value, snd the 
acceleration would extinguish the aro unless an interposed resistance 
allowed of а rapid increase of the voltage across the arc. Such a 
resistance is necessary to compensate the "negative resistance" of 
the arc, which may be more appropriately termed “decreased 
cooling surface per ampere.” Au additional resistance in series is 
necessary to ensure st«adiness. It follows, therefore, that 5-ampere 
lamps must be worked on a higher E.M.F. or “pumping” will 


ensue. | 
(To be continued.) 


TEST OF THE CHICAGO STORAGE 
| BATTERY ROAD. 


Tum carefally conducted test of the plant òf the Chicago Electric 
Traction Company farnishes the most valuable data at present obtain- 
able regarding the application cf the storage battery to etreet railway 


* Strcet Railway Kevtew. 


westem pen с , 

1894 with a capital stock of $2,500,000, and almost from the 

under financial difficulties. In 1895 a majority of the 
bonds were placed with parties interested in the manufacture of 
storage batteries with the understanding that battery cars should be 
run. Tbe company owned six franchises, covering 36 miles of streets, 
but nearly all the tributary territory is very sparsely settled. Ina 
short time the company became insolvent, and 1а January, 1896, G. 
Herbert Condict was appointed receiver. Under foreclosure : 
ivga the road was sold at public auction October 12th, 1897, to J. B. 
Bache for $260,000. Е. R. Gilbert was appointed general manager 
the company. Some idea of the traffic of the road is given by a 


the company and a description of the equi t. The of 
edes em pti equipmen conception 
portion of the city. The company was chartered early in 


statement of the receipte and expenditures in the receiver's report :— 
Passengers and miscellaneous. Operating expenses. 

January to June ... $4,973 $9,188 
June 3 ius .. 2,482 3,224 
July "m „ 6,045 4,609 
August E * *. 7,045 6,048 
Beptember * 6,347 6,584 
October 1 to 12 „ 2,254 2,880 

The main line extends from the northern terminus at South Park 


Avenue and 63rd Street, the intersection with the Alley L, south to 
Englewood, Washington hts and Blue Island, and a branch runs 
from Morgan Avenue West gh Morgan Park. The line passes 
several summer resorte and three cemeteries ; a large traffic 
results from the former, and for the latter a car, speciall 
for funerals, is in operation. On the Morgan Park line a of 
9'3 per cent. is encountered for a distance cf 371 feet on 
Avenue. This t was insurmountable for a car equipped with 
one 50-H. P. motor geared to one axle only. A 
system was installed which is almost a duplicate of the one in Pro- 
vidence, R. I., designed by M. H. Bronsdon and J. P. F. Kuhlman, 
and described in the Review, April, 1896. There are 23 miles of track 
now laid, of which 19 miles are double. 
After the decision to use storage batteries was reached, B. J. 
engineers to plan the entire 


kind. From the bo to the batteries ev паса 

firet 
time that the storage battery has been given honest and pro- 
longed trial in this country, and if it is capable of successful 


gine g in 
floor space only 12 feet x 56 feet. Each engine has two sets of 
cylinders, the cranks being o ite to one ancther. The steam, 
entering the high pressure cylinder, from the steam chest, expands 
through the hollow piston rod into the receiver space below, ready to 
act on the following piston. An air cushion takes up the momentum 
of the moving parts and permits a speed of 380 r.p.m., without 
excessive noise oF vibration. The speed is regulated by a throttle 
valve in the steam pipe controlled by a centrifugal shaft 


vernor. 

Just to the rear of tbe power units is the white marble switch- 
board, consisting of five panels, one for each generator and the fifth 
for the motor switches. There are four bus bars, the three lower 
ones being for the Ligh, medivm, and low voltages, and the top one 
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the common negative bar. Each panel has two switches, one for the 
negative lead of the generator after it has passed through a record- 
ing ammeter and circuit breaker, and the other switch can be turned 
through a semi-circle making connection with any of the three posi- 
tive bus bars. Weston illuminated dial ammeter and voltmeter and 
a resistance box for controlling the voltage are attached to each 
generator panel. From the motor panel the circuits are controlled 
which run to the two battery transfer cars, the car transfer tables in 
the basement, to the cooling tower motor and the other motors in the 
building. By means cf the circular switch in the centre of the mctor 
panel, the motor bus bars can be connected to any of the three posi- 
tive bus bars, or the motors can be operated from the car batteries 
when the generators are not running. The engine room presents a 
very attractive appearance, being finished with white marble floors 
and wainscoting, and visitors’ ery. 

The passageway to the boiler room is behind the engines and by 
the condensers in the basement. There are three 200-H.P. Heine 
water-tabe boilers, with room for three more. Ооа! is delivered on 
a side track back of the boiler room, where it is intended to have the 
fuel transferred direct from the cars to the iron platform in front of 
the boilers, about 7 feet above the floor. From ors it is shovelled 
into the hoppers of the Roney stokers. 

The smoke stack, which is lccated about 30 feet outaide the build- 
ing, is constructed of steel, is self-supporting, 7 feet in diameter and 
150 feet high. It rests on a brick foundation, raising it to 22 feet 
above the ground. Connection to the boilers is made through an 
iron flue back and above them and through a brick flue entering the 
brick base of the stack. A Green fuel economiser, having 192 tubes, 
is in the brick flue; а by-pass is also provided for service when the 
economiser is not in use. Adjoining the stack is a Worthington 
cooling tower, 12 feet in diameter and 30 feet high. The 
condenser pump delivers the condensed steam and heated injection 
water to the top of the tower, and here, by means of revolving pipes 
turned by the pressure of the escaping water, it is sent in sprays over 
the tops of sewer tile set on end in tiers. During warm weather a 
large fan, driven by a Siemens-Halske motor, cools the water by 
evaporation, so that when it collects in the condenser well its tem- 

ure isabout 80^ F. The feed-water pipe taps into the condenser 
ischarge before the pipe reaches the tower. 

The supply of feed-water comes from an artesian well and from the 
city mains, but by the arrangement of the jet condensers and the 

ing tower, the amount taken is only sufficient to make up for 

the waste due to eva on. The water can be taken through a 
heater, which receives the exhaust from the auxiliary pumps, and 
through the economiser into the boiler, or either of the heaters can be 
cut out if necessary. The economiser not only heats up the water to the 
boiling point, but also acts as a reservoir with a supply of hot water 
мун 5 rn е bes reci The steam is supplied to 
en ugh a pipe, a expansion bend 

and the engine exhaust is conducted to jet айлын. | 

The most unique and interesting features of the plant are to be 
found in the battery room, which is in the basement under the car 
barn. The car consists of 72 cells in 12 rows of six 
each. These cells each have nine plates, 72 inches wide and 149 inches 

long, five of which are negative of the Chloride” and four 
positive of the “Tudor” or Manchester” type. е positive 
plates are у; inch and the negative } inch thick. Each cell, 
including plstes, electrolyte and hard rubber jar, weighs 100 lbs., 
making the total weight for а tray 7,800 lbs. The plates are 
connected by electrically welded lead strips in four groups of 18 
cells, each group being joined by flexible cables to two 
brass plates on the sides of the trays. A loose fitting rubber crate 
Soto fno Ges the batteries prevents the electrolyte from splashing 
0 
By means of the three separate generator circuits the batteries can 
be at three different potentials as the counter electromotive 
force in the rises. The discharged ba is first connected 


. volt circuit. This operation can be accomplished in about 40 minutes, 
кош a slightly better battery efficiency is shown when the time 


nger. 

After the batteries are charged the next important step is to get 
them in the cars 5 and this is accomplished by a 
travelling carriage which rans along the track in the alley alongside 
the battery tables. On either end of the carriage is an elevator with 
rolls on top which are operated by bevel gears. Similar rolls are on 
the charging tables, which can be coupled to the elevator rolls and 
the trays automatically shifted. In the middle of the carriage is the 

r's platform, with a controller for each of the motors, two of 
which are for the rolls, one for each elevator and one to run the 

along the track. аы 

harged battery on a car replaced a charged one 
is rolled upon one of the elevators and the carriage is run to a 
position where the vacant elevator is directly beneath the track in 
the loggia. The car, at the end of each round trip, runs into the 
correct position, which is determined by the vertical position 
lever the conductor lifts so that the front bumper of the car just 
touches it. The vacant elevator of the carriage is raised and the 
discharged battery released from the car by pulling а lever. When 
it is lowered the carriage is advanced so that the charged battery is 
beneath the car truck. The battery is elevated, the hooks auto- 
matically engaging the cross bars and the brass plates on the sides of the 
trays making a sliding electrical connection with the spring clips on 
the car trucks which are the terminals of the controller cables. The 
entire operation can be performed in 60 seconds, although the 
customary time is a little over a minute. The carriage then carries 


үе биши енш ш шо ty charging table, where it is rolled 
from the tor an makes electrical connection with the 


circuit. The battery room, although well ventilated, is filled wi 
the fumes of sulphuric acid. This disagreeable condition could 
probably be obviated having hoods over the charging batteries 
and the fumes conveyed to the stack. 

C! DM Prose Ior T0 сап T 
be extended eventually to accommodate 50 cars. The transfer table, 
operated by an electric motor, runs on a track down the centre of the 
barn. No special tools or preparations have been made for repairs. 
Besides the regular Fg i) of cars, a 3,500-gal. sprinkler is pro- 
vided for summer a snow plough for winter. 

The motor cars are mounted on Dupont trucks, made by the 
Johnson Company. Hach truck has two bars running across the 
frame and engaging hooks, formed by bending over four 5-inch 
channel irons, which pass under the tray. A 50 H.P. Walker motor 
is suspended on the outside of the car axle. The controllers, made 
by the Walker Oompany, had to be of special design for the service, 
as the low voltage necessitated large currents. There are five : 
the first combines four seta of batteries in parallel, giving 36 volts; 
the second gives 72 volts with the cells in series-parallel ; the third 
puts the batteries in series with resistance; the fourth cate out the 
resistance but leaves the batteries in series, and the fifth shunts the 
motor field with the batteries in series. 

During the summer of 1897 over 20 motor cars were operated, often 
with trailers, and when the winter schedule of nine cars was insti- 
tuted, Mr. Condict, then of the road, decided to 
make a complete test of road and power house to determine the 
most economical methods cf operation. Under the direction of 

A. Damon, who was assisted 
students from the Armour Institute, com 
ducted under actual g conditions. 
abstract of the re the teste for which we sre under 
ооа e are also indebted to Mr. Damon for courtesies 


Tast оғ Powar PraNT. 


The едарди of the power house has already been described. In 
preparing for the tests all proper precautions were taken to secure 
accurate data. The apparatus was carefully calibrated. The 
water was measured by means of three tanks just before it entered 
the feed pumps. The steam used by the stoker engine, by the 
economiser engine, by the calorimeters, by the feed pump, and by the 
T amp ie 5 e шумо d» ow-off from 
е boilers an er un piping was opened up to guard against 
Бе nm escaping through коч leaks. jo water not 55 
or by the auxiliaries was charged against engines, 
exception of a liberal allowance for! in the live-steam line. 
The first test was with the рап running with two boilers, two 
engines and three generators. second test was with practically 
the same load carried by one boiler, one engine and two generators, 
while the last test was made under practically the same conditions as 
the second test, with the exception that the three-voltage method of 
charging the batteries was abandoned. In this test but one gene- 
rator was used, and the batteries were in successive sets, all 
at a common potential, the voltage being raised as the batteries 
became charged in such a way that the load upon the generator was 
кер ем constant. 
e coal used was from Fairmount, W. Va., and cost, delivered at 
the power house, $1.9) per ton. An average of five determinations 
of its calorific value vi the Berthier method gave 10,145 British 


thermal units per The average of six analyses gives the fol- 
lowing result: 
Mcisture “з аз sis 6 326 per cent. 
Улай) св and combustibles 32903 „ 
Fixed carbon ... vis 48196 „ 
Sulphar ... aes sss 7 .. 2700 „ 
Ash ode 006 eee 10:030 9? 


Савр No. 7.—Taxm 3.15 р.м. он Моуювмввв 56ти, 1897. 


—— M. E. P Horse- power. 

High-pressure cylinder, North Line. | 59 85 81:14 Sa 
do. South Line. 717 iss 37°16 

Intermediate receiver, North Liae ...| 156 6 96 a 
do. South Line ...| 158 Р 7-04 

Intermediate cylinder, North Line. | 248 98-19 25 
do. South Line | 267 E 90:65 

Low-pressure receiver, North Line. 5:85 638 |... 
do. South Line. 5°73 T 6:25 

Low. pressure cylinder, North Line. 818 24 90 iss 
do. South Line. 881 ae 26°81 

Transfer chambsr, North Line ...| 493 14:88 sas 
do. South Line. 412 T 12°46 

Horse-power, North Line — 113 45 - 
do. Soath Line ... ^ 120 27 

Total horse-power ... ei 232 72 


‘Revolutions per minute ... yes - 3743 
Gauge pressure ... oes ses $us .. 1820 
Vacuum vas eee sus - ass .. 255 
Kilowatt output ... ie m T . 1894 
Electrical horge-power  ... iss T .. 1869 
Efficiency eee eee eee eee eee 999 80 o 
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t indicators were necessary to obtain the horse-power developed 
by each engine. A typical record of one set of cards is shown in the 
were 


taken every half hour during each test. The results 
of the cards taken during the test of November 96th are shown in 


Efficiency 


Time. Card I. H. P. E. H. P. | per cent, 
After test. 1 25 08 e | Friction. 
After test. 2 3236 ur. d F'riction. 
After test. 3 32:36 is | Friction. 

3.15 p.m. 7 232-72 186 9 79 98 
345 „ 8 226:58 1774 | 78 20 
4.45 „ 9 31425 168 4 78:6 
5.15 „ 10 | 217 5 1714 78 85 
645 „ 11 218 6 1739 78 77 
615 „ 12 222 12 176˙9 | 79`64 
645 „ 13 203 83 1944 78:35 
745 „ 14 | 215 56 176 4 81:83 
7.45 „ 15 224 66 1821 81:05 
815 „ 16 22749 180:3 | 79 25 
845 „ 17 208 64 162:5 71 88 
9 15 = 18 908 15 156 8 | 7756 
1115 „ 21 246 24 198:5 79:8 
165 „ 22 237 8 1973 | 80° 


Average indicated horse-power, 217. 
Average electrical horse-power, 172. 
Average all-day efficiency, 79 3 per cent. 


(To be continued.) 
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THE MAGNETIC PROPERTIES OF ALMOST 
PURE IRON. 


| Br ERNEST WILSON. 
Communicated by Dr. J. Hopxmson, F.R.S., to the Royal Society. 
Received January 11th. Read January 27th, 1898. 


the two rings ot almost pure iron supplied by Colonel 


On of Dyer 
of the Elswick Worke, to Sir Frederick Abel, K.C.B., F.R.S., by 
whom they were sent to Dr. John Hopkinson, F. R. S., has already 
formed the su of a communication,® and is herein referred to as 
а шшр dis o косшы Буй, aud iho косой sing 
ue 0 an g 

was available, the author thought it would be шею examine 
its magnetic properties: it is referred to as Pare Iron The sub- 
stances other than iron in this specimen are stated to be— 

Carbon. Silicon. Phosphorus. Sulphur. Manganese, 

Trace. Trace. None. 0:013. 01. 


This ring has an internal diameter of 3:2 cm., an external diameter of 
inr liae дан of 26 om., and is wound with 61 turns for the 
secondary coil next the iron, and 49 turns for the primary or mag- 
metising coils. The method of test | employs a ballistic galvano- 

is that in use in the Siemens Laboratory, King's College, 
London, where the present experiments were carried out. 
rents in the primary circait were su 


| 
| 


— —.——— засах 


| 
15,590| 16,070, 17,120; 17,440 


eee ү eee —— — — 


18:86 | 28-25 | 83°65 


118 | 467 


— . — 


2,700 


1-06 


7,060 


211 


10,980; 14,160 


877 


748 


results are given in Table I, 

which also contains the resulta obtained by Prof. E from a 
from Swedish iron. e figures 

exceptionally low, 

considerably improved the Pare Iron II., 

ormer On the other 

pof this pure iron after is exception- 


* Roy. Soc. Proc., Vol. 62, p. 228. 
t Pia, Vol. 58, p. 352. 
1 Institution of Civil Engineers, Vol. 126, p. 185. 
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Taste I. 
Dissipation of energy by magnetic hysteresis ia ergs per cycle 
Limits of per cubio centimetre. 
в in C. G. B. 
Ет жы Transf late 
uare | sformer pla 
centimetre.| rolled from Swedish Pure Iron IL. tested 
ro iron (Being). as received. 
A. 
2,000 220 2 350 
3,000 410 3,340 500 
4,000 640 8,880 800 
5,000 910 4,230 1,100 
6,000 1,200 4,410 1,450 
7,000 1,520 4,450 1.760 
8.000 1,900 4,330 2,160 
9,000 2,310 4,090 2,600 
10,090 3,790 3,100 
12,000 4,400 
14,000 5,900 
15,000 


The figures in Table I. to Pure Iron II. after annealing 
have been obtained by in on from the actual observed data 
ven in Table II. An induction density of 15,270 for н = 9°24 is 
her than the author remembers having seep. In fact, for values 
of н below abont 10 or 12 „онан exceptionally gcod, as is 
shown by the very high permeability. 


TABLE II. 


— — OE e nQ— d 


| 


| 
Limite of B. iz 7 H d B. Coercive force 


Limits of H. : in C. G.. unita. 


m 


ЕНЕ 
| oso 
073 


i 


113 


Apparent Magnetic Instability. 
Whilst making the foregoing experiments, the author noticed how 


great was the apparent magnetic instability in this specimen, and 
thought it worth to investigate this more closely. 

It bas already been noticed, and is well known, that if the mag- 
netising force be varied from one maximum value through sero to a 
value equal, say, to the then coercive force of the material, that 
tapping the specimen will produce а considerable change of induo- 
tion; or if the observed on a ballistic galvanometer (in circuit 
with а secondary coil wound on the specimen) due to such change be 
added to the observed kick when the magnetising force is raised to 


d not occur. 
Ex ents were made to in the effect when the limite 
of в were (a) large and (5) small. It the 


y repented. 

The total change of induction produced a deflection 662, 330, the 
difference 332 corresponding to B = 15,270. We have, therefore, to 
account for а difference of 5,560, or 18 per cent. of the total chan 
from one maximum to the other. те вно, Waan e pe o t 
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2 34 8 6 10 
B 
t 


exciting | | 
13,600 | 4,039 | 1,990 927 | 576 286 175 42 

cells exciting |. | 

sistance ......... | 13,800 | 3,690 | 1,680 | 944 | 529 256. .. | 40 


It will be seen from the figures that about 30 per cent. comes out 
after the first second has elapsed, and that the result is practically 
the same, whether the charging potential difference be that due to 
10 or 56 cells. With a total reversal from one maximum to 
the other no such effect was observed, the change taking place 
immediately. Having taken the force from one maximum through 
zero to a value equal to the then coercive force, the specimen was 
ta four times with a piece of wood, and at each stroke it 

тегей 105, 40, 56, 30 C.G.8. unite per square centimetre in the 
direction of acquirement of magnetism. 

(0) Maximum в = 3,770, maximum H«1003. The force was 
varied from one maximum through sero to 0:620 and a deflection 
corresponding to в = 3,620 observed. The figures in Table IV. give 
the results obtained by closing the secondary circuit at known 
intervals of time after reversal. 


Tak IV. 


Time in second: EN eae 0 


of в, five cells exciting 


Obange | | 
through extra resistance ... * 536 95 25 10 


One would expect the maximum induction to be affected in this 
case, since it is on the steep part of the curve: the figures obtained 
are given in Table V. 


TABLB V 
Time in seconds .. ... | 0 1 | 3 8 5 
| 
Change of в, five cells exciting | | | 
through extra resistance ... 3,770 796 | 23 | 14 65 


kept down permanently as in the ordinary way. When observing 
the deflections for the curve in fig. 1, the five calls used for exciting 
VPP 4 microfarads 
са U 


We are dealing with a very ateep curve in these experiments, that 
is to say, the rising portion for the large forces is very nearly per- 
pendicular. We observe that it is on the steep portions that there 
effects have been noticed, and such effects could very easily be pr. - 
duced by a slow change in the magnetising force. Such slow chan 
might arise from the heating of resistances in the circuit, if these 
. of carbon; this was loo into, and only metal resistances used. 
The self-induction of the circuit might, if e enough, delay the 
magnetising current, and produce the effect. e have seen that it 
is practically the same, whether the applied potential be that due to 
10 or 56 cells. In any case the self-induction can be approximately 
calculated in our case. Take the curve in fig. 1—we see B increases 
5,750, whilst н increases 06. The total change is 9,860, since the 
cross sectional area of the specimen is 1°715 sy. cm. H = 06 corre- 


paper, and I here wish to tender him my 


sponds to a change of 0:117 ampere, and, taking the volt as our unit 
and the turns at 50, we find L = 421 x 10, where L is 
the coefficient of self-induction. If B be the шр potential and 
B the resistance of the circuit, the current at any t, after closing 


the circuit, can be expressed 51 (1— € 45 ). For = 4 second 


the current has its maximum value within an exceedingly small 
quantity. But the method of experiment enabled one to test the 
rapidity wi'h which the current rises to its maximum value. Leta 
ce be made, say, when the current is euch that the force is equal 
to the coercive force of the material. Now suddenly reverse the 
force from its maximum through zero to this value. e immediate 
depression of a key tells at once if the current is still balanced. The 
current, immediately after reversal, that is to say, within 1 second, 
had certainly attained its normal value to within 0'3 or 0°4 per cent. 
The condenser had no material effect upon the rapidity with which 
the current attained its maximum value. We can only conelude that 
the effect is peculiar to the iron itself, and might be influenced by 
induced currente, since the ring is not subdivided. The subje^t of 
propagation of magnetism as affected by induced currents has been 
t with in the case of a magnet having а соге 12 inches diameter,“ 
and a magnet having а diameter of 4 inches. Imagine that the 
cross section of our pure iron specimen is circular instead of rectan- 
gular—it would have a diameter of 14:8 mm. If we assume equal 
conductivities and magnetic pro es, we can infer, roughly, from 
the 12 and „„ what the effect of iaduced currents in our 
wou 
Take the 12-inch magnet. For reversal of maximum н = 24 the 
effects had died away in about 400 seconds. Similar events will 
° 2 
happen in the pure iron core, but at times varying э (206 : that 
is, we should expect the effects to have subsided in 0:85 second. 
Take the 4-inch magnet. For reversal of magnetism н = 17, the 


effects had subsided in about 40 seconds: (irc) x 40 gives 0°94 


101 6 
second. 

It is, therefore, probable that the induced carrents in the Pure 
Iron II. may have something to do with the effects observed in this 
paper, although it is difficult to account for such times as five and 10 
seconds, unless the molecule itself is considered. This effect has 
been observed in laminated specimens. 

The difficulty of working with alternate currents, if the core be 
subdivided, in order to investigate the effects observed, using the 
method in the Proceedings of the Royal Society, Vol. 53, p. 352, is 
the necessity for the very accurate control and measurement of 
magnetising force. Small variations of this force would at once mask 
the effects observed. In the paper,just mentioned a considera 
difference was observed between cyclic curves obtained with the 
ballistic galvanometer, and by means of alternate currenta * 
frequencies of 72 and 125 per second in the case of a laminated 
steel ring for mazimum B = 16,000. On the other hand, no such 
difference was observed in the case of a laminated soft iron when 
maximum B was 4,000.{ It would seem from the experiments 
this paper that the amplitude of induction would not be so 
j small induction density, в, and this 

for transformers. It is worth 
noting that when working on solid rings with the ballistic galvano- 
meter, induced currents may account for apparent magnetic iasta- 


. H. Н. Hodd has helped me ia the. part of this 


A $1,000,000 GUTTA-PERCHA SCHEME. 


ration, Limited, with $1,000,000 capital, was 
December. The is te 


Ts Gutta-Percha Co 
" floated” in London 


Bérullas patents for extracting gutta-percha the leaves of the 
Isonandra dichopsis and other trees of that family. 
The London Financial Times, not inaptly, its notice of the 


new corporation Stale Egge for Sale.” Readers of the India- Rubber 
World will remember that, so long ago as 1892, Hippolyte Eugene 


Sérullas, who had gone to the East Indies at the expense of the 
French Government to upon the gutta-percha supply, read 
before the Société d'Encoursgement pour l'Industrie N elle, an 


account of his discovery of & method of extracting pure gutta- 
from leaves and twigs, instead of ‘destroying the trees, as is so 
common in Borneo. Patents were granted subsequently to Sérullas, 
in conjunction with Felix E. Hourant, in several countries, and the 
rights under these patents are involved in the above scheme. In 
England two patents were granted —No. 11,116 of 1892, and No. 654 
of 1896. In the United States there is one patent—No. 575,739. 


і 


In spite of the publicity of М Вего\їав'в idea for so many years, and 


the fact that the owners of the patents have been ready at all times 
to realise upon them, the fact that no attempt has been made to work 


the idea on а commercial scale implies a general lack of confidence 


in ite value. 

But Sérullas is not alone in having a method for extracting gutta- 
percha from leaves. Another Frenchman—Dieudonné Rigole—has 
been in the field with a patent for this purpose for several years. 


* Journal of Proceedings of Institution of Electrical Engineers, 
Vol. 24, Part 116. 

t Phil. Trans., Vol. 186, A, pp. 93—121. 

t See Electrician, September 9th, 1692. 

$ India-Rubber World, 


F 
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The British issue was No. 4,252 of 1893. The India- Rubber World 
ia Берши, 1898, published a prospectus of the Gutta-Percha 
Manu ring Company, with $600,000 capital, to exploit Rigole's 
method. Nothing coming of this, the Borneo Gutta-Percha Planta- 
tion and Produce Company, Limited, with $300,000 capital, was 
rojected, as we reported in May, 1894, but nothing more has been 
Beard of that enterprise. 
By the way, the new Gutta- Percha Corporation excepts Brasil from 
the scope of its operations, the G. P. Brasil Syndicate. Limited, 
having been registered in London on April let, with £5,000 capital, 
кк and develop the rights of Sérullas, so far as they relate to 
il, ia the process for extracting gums from the leaves of trees. 
Tbe intention is to apply the method to India-rubber. But while all 
the terrestrial rights under these patents have been monopolised, no 
doubt the vendors would entertain negotiations for rights to develop 
the patents on all the seas, in the milky way, and on the next comet 
that may be headed toward this planet. These might afford a richer 
field than even the forests of Borneo. 


, 


"THE COMING OF THE ELECTRIC 
HORSE." 


Іюстовв BT Pror. 8. P. THOMPSON. 


TRIS was the subject of an address delivered on Thursday evening 
in the Agricultural Hall, Wolverhampton, by Prof. Bilvanus P. 
Thompson, D. Sc., F. R. S., Principal of the City Guilds Technical 
Oollege, Finsbury, and who is this year president of the Wolver- 
hampton Literary and Scientific Society. The address was exceed- 
ingly interesting. Prof. Thompson pointed out that we are reaching 
the limit of the capacity of steam power, and therefore we must look 
around for something superior, and that he affirms is electricity. 
We are, in fact, entering upon a revolution quite as momentous as 
that of the supercession of animal power by steam power. Elec- 
tricity has served us in telegraphy for about 50 years, and in lighting 
for about 20 years, but its use in heavy motive power is just i меу 
As far back as the time of the wedding of the Prince of Wales, don 
Bridge was illuminated by arc lamps, but it was at enormous cost, the 
energy derived from Grove's batteries, now we use dynamos. The 
latter became possible as early as 1831, when Faraday discovered the 
mechanical mode of generating electricity, by the motion of & 
magnet within or around a coil of wire, but it was not till 1878 that 
this motion was dii pe by the steam engine. Then it was that 

t to be available for use on a large scale of lighting, 
and for heavy mechanical work. The first electric lighting station 
put фа London was at Paddington Railway Station, 
and dynamos there constructed, are still at work. 
Since then, however, the capabilities of electrio light- 
ing plant has enormously extended, and in one generat- 
ing station, 30,000 horse-power.is constantly employed. 
Many of the larger dynamos consisted of a pulley, girt 
with wire coils, and rotating within a circular frame, 
fitted with magnets. Electric motors of 50 Н.Р. had 
an efficiency of 92 per cent., with only 8 per cent. of 
waste, and motors of over 200 H.P. had an efficiency 
of 97 percent. In the case of steam power unaided 
by electrical transmission, the efficiency was much 
lower. In one notable instance of eight engines of 40 
Inorse-power average, the loss of energy in transmission 
through belting and sh was 43 per cent., or nearly 
one-half. The works of the Electrical Oonstruction 
Corporation, Wolverhampton, were the first in England 
to be fitted with electrical motors. The pus le was 
being extensively applied to machine tools, and thou- 


g of steam billete, and in this case not 
only were the cranes moved by electricity, but the 
billets were by magnets in p of the 


customary attachments of chains. Here a great 
saving of time, labour and fuel was accomplished. 
Mr. T. Parker, of Wolverhampton, ac pone 
electrical plant for colliery purposes. Electrical motors, 
no larger than a lady's muff, could work at 2 H.P., 
and no energy was wasted while work was not being 
done. Messrs. Siemens, of London, had saved 3,000 
tons of coal a year by the substitution of electrical 
wires and motors for belting and shafting; and much 
labour had been saved in tion. Some ycars ago he 
(Prof. non poon) suggested that a motor house should 
be estab at Boho, or Olerkenwell, London, for the 
benefit of the large number of small manufacturers 
there who required only a little power, and that not 
Sinne Е 5 one has to meet the xad of 
is own engine or engine; bat 
under the plan suggested each woul xi qe small 
electrical motor, connected with the generating station 
by wires. He would then take only as much energy as he actually 
required, and there would be no waste. 
(E In concluding, Prof. Thompson spoke of the advance of electrical 
traction in the United States and the Colonies. The use of horse- 
power on the world's tramways had greatly declined between 1890 
and 1897, the mileage being reduced from 5,000 to 900, while the mile- 
age Of electric tramways had increased from 1,262 to 13,000. The 
prov-ince of Ontario had 900 miles of electric tramways—more than 


in the whole of Europe. In New Jersey one could travel 40 miles at 
a stretch by electric trams. In many American cities the workers 
were now able to reside in the suburbs, slum dwellings had declined, 
and the health, comfort, and morals of the people had p 
Electrical energy was being transmitted from the Falls of Niagara 
to the neighbouring manufacturing towns, to the great benefit of 
those towns; and Rome was now lit by electricity, the energy being 
conveyed from the Tivoli Falls. He looked forward to the time 
when electricity would warm our houses and be the chief motive 


wer. 
uent to the lecture, was present at a su 


hamberlain was 
had retarded enterp of this character; but this retardment 
had been most profitable, for it had prevented great waste of 
money in wild-cat on in the execution of miniature 
schemes, and in the laying down of large quantities of imper- 
fectly plant. We had waited and had begun on a sound 
and substantial basis. In Boston, U.S A., three sets of 1 
of electric lighting had been successively laid down, showing that 
was possible to pay too dearly for progress. 


THE SENTINEL CIRCUIT-BREAKERS. 


Тнв automatic circuit-breakers which are being introduced by the 


Sentinel Electric Company, of Wil DeL, depend for their 
action u n a principle which is erm tebe not only novel, but 
cxtronel? effective and reliable. 


The actual disruption of the circuit is accomplished by the destruc- 


tion of a brittle metal bar which is iacluded in the circuit, and which 
is provided with grooves to localise and insure the break. 

e illustrations herewith show the single pole style of s pe 
which, in ite several sizes, is designed to protect electric light 
of from 6 to 200 amperes at any voltage up to 250, and which is said 
to be adapted to alternating 
degree of effi 


and direct current circuits with an equal 
ciency. | 


Ета. 1.—Sunrmm. Стасогт-Вваєлкан Fig, 2.—SBATINEL О1вссоіт-Вавгкид 


Sur. DISCHABGBD. 


illustrations, the breaking bar Е E, 


Referriug to the accom 
ы i ag e circuit-breaker, struck and broken 


VVV 


with the upper mechanism D р, as shown in fig. 2, the operator raises 
the spring О, until it encounters and lifts the trigger н, when the 
lever D D fall and leave the hammer spring set. A new b 


bar E E is then inserted after the stubs of the old bar have been 
removed. 
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and guaranteed for this device are: (1) An annual ins on is all 
connection 
by the necessary inser- 
tion of the new bar. (3) Owing to their low ohmic resistance and 
the fact that they in 
current, fuses ч replaced with no appreciable increase in the 
total losses. (4) 

vibrations do not affect it in any way, and once “ set” it will remain 


. According to present practice, 
the o дю upon finding a Rrote ve device “ blown” is required to 
open the s controlling the service; he then recharges the device 
and closes the circuit by closing the service switch. Under similar 
i i merely require that the 
spring c be set, the old bar stubs removed by loosening the screws 4 
and в, and а new bar x m inserted. If the abnormal load is still 
“on” the bar will be broken by the hammer spring the instant the 
former touches the upper bar holder, and such an action is accom- 
plished without danger of injury to the operator. 
4 V'!U р Pakar involving the breakable- 
p principle, bu pted especially to the protection of motors, 
has been perfected by this company, aad orms in a novel and 
efficient manner the functions of both devices. 


MOTOR-DRIVEN PRINTING PRESSES. 


Ав was to have |been expected, printers have not been the last to 
avail themselves of the advantages which recent discoveries by the 
students of electric science have placed at the disposition of industrial 


enterprise. 

The advantage is obvious of а system which renders it pose to 
locate.presses and other pringing machinery in any part of an estab- 
lishment, exclusive of line shafti ‚ and also to run any one press at 
any time independent of the others. With presses equipped with 

motors, each can be run at any hour of the day or 
night, with an expense of power proportionate to the work done, 
instead of that requisite running a boiler, engine and heavy 
friction load of shafting and belting. 

What such a saving amounts to may be judged by an estimate 
made by Prof. Benjamin, of the Case School of Applied Science, 
of Cleveland, Ohio. In 16 establishments whose plants Prof. 
р tested, there was developed 1,808 horse-power, and of this 
979 horse-power, or 51 cent., was expended in driving the shafts, 
pulleys and counte ts, while all the machines were idle. There 
are cases on record in which the loes of power in transmission from 
engines to machines, h belte, is much higher even than this, 
ranging from 80 to 93 per cent. of the total power generated. | 

F is made by such facts as these 
has a strong ten cy to increase the already rapid process of instal- 
lation of electric power plants. | | 

Another great advantage of direct-connected motor to the press or 
other machine is that an accident to the power does not affect the 
whole plant, as the breaking of a belt or the main shaft causes a 
complete shut-down until repaired. And this by no means infre- 


# 


quent occurrence very often assumes the proportions of a real 


catastrophe, 


NEW PATENTS. 


[Compiled expressly for this journal by W. P. Тномреои & Oo, 
Kleciríoal Patent Agents, 822, High Holborn, London, . O., is whom 
al ingquirtes should be addressed. ] 


3,645. “Arrangement for transmitting telegraphic messages in 
contrary directions simultaneously over a single wire." M. BERN- 
STEIN, proprietor of the firm of J. F. Waliman & Co. Dated 
February 14th. (Complete.) 


3,695. “Improvements in magnetic circuits or parte of circuits.’ 
E. WiLsOx. Dated February 14th. 


9,731. ‘Transmitting drawings, pictures, sketches, and the like 
by telegraph or telephone." J. M. Martın. Dated February 15th. 


3,749. “A method of oxidation and bleaching by means of elec- 
trolysis. J. G. A. RHoprw. Dated February 15th. 


*F'rom the Inland Printer (American). 


3,783. “A new or improved method of and apparatus for 
generating electricity." O. O. BAnnBows and О. H. SurrH. Dated 
February 15th. | | 

3,796. “Improved means for displacing, dispersing, or extinguish- 
ing arcs formed in breaking electrical cirouit&" 8. H. SHORT. 
Dated February 15th. (Complete.) 


3,805. "Improvements in electrical switch apparatus" T. H. 


MiBSHALL. Dated February 15th. 
3,806. “Improvements in apparatus for making and i 
electric dcn at prede times. H. O. 5 

February 15th. | . 


3,808. “Improvements in impedance coils for enclosed arc lamps.” 
а. THomas-Davrms. Dated February 15th. ! 


3,827. “Improvements in blocks and electros and surfaces for 
printing from." G. Т. TmaspArLs-BocEwmLL. Dated February 16th. 


3,838. “Improvements in electric accumulators.” A. Waze. 
Dated February 16th. | 


3,841. “ Improvements in the method of and means employed for 
connecting electric glow lamps to main conductors" Е. PALM. 
Dated Febraary 16th. (Complete) ! 


9,800. "Improvements in holders for electric glow org ard W. 
rea F. M. T. Launen and W. R. Sauentox. Dated February 
16th. 


3,902. “Improvements in devices for protecting electric incan- 
descent lamps from the action of moisture.” H. Bmau and M. 
BERTRAND-TarLLET. Dated February 16th. | 


9,905. “Improvements in su en devices for electric and 
other lamps." P. G. Pasquar. February 10th. 


9,924. “Improved fastening for the heads of electric glow lamps." 
J. Kamuunezxy. Dated February 16th. 

3,925. rovements in electric safety fuses and lamp con- 
nections.” С. Govan and J. M. Morrat. Dated N 
16th. (Complete.) 


8,960. “Improvements in electric switches.“ J. WiLLIAMS and 
W. M. WarrBBS. Dated February 17th. 


3,993. “ Improvements in, or relatirg to, electric tion devices 
for internal combustion engines.” A. J. Вост. (La Bocióté 
Nouvelle des Etablissements Decauville Aine, France.) Feb- 
ruary 17th. (Complete.) : 


4,002. “ А new and improved telephone support apd an automatic 
circuit controller." L. Duque. Dated February 190. 

4,004. "Improvements in switches for altering the yep and 
direction of revolution of electric motors, and for ing the course 
of the electrioal current round field magnets.” W. R. Epwarps and 
8. F. Beevor. Dated February 17th. 

4,046. "Improvements in, or connected with, the distribution of 
electricity on the three-wire system with the neutral wire at earth 


tial.” A. B. Вглсквови, W. L. Врвисв and E. 8. W. Moors. 
ted February 17th. 


4,075. Improvements in methods and ap for electro- 
thermally treating materials, more | pier gs the manufacture 
of calcium carbide and other carbides, and the reduction of ores.” 
H. Maxim. Dated February 18th. 


4,114. "Improvements in telegraphic apparatus.” F. W. GOLBY. 
(B. Fidler, Austria.) Dated February 18th. 
4,121. Improvements in telephones, tel 
electrical в ing" E. WÓQLsoN and 


phr, and other forms 
. Gonsar. Dated Feb- 


ruary 18th. 

4,150. коше in electrical accumulators or storage bat- 
teries.” Т. W. ALLAN and ALLAN & Apamson, Limmen. Dated 
February 19th. 


4,176. “Improvements in the distribution of electricity over 
electric railways.” M.Oarront. Dated February 19th. (Complete.) 


4,202. “ Improvements relating to the of words or 
devices by electrical illumination." W.J. H. Jonas. Dated Feb- 


ruary 19th. 


ELECTRICAL PATENTS OF 1898, EXPIRING IN 
MAROH, 1898. 


We are informed by Mesars. W. P. Thom 
applications for electrical patente were in the month of March, 
1884. Oat of these some were never and of those that 
were, only one has been allowed to run ite full length of term, vis., 
14 years, and being of interest we give a small abstract below:— 


4,828. "Improvements in eda P posts.” J. OPPENHEIMER. 
Dated March 13th, 1884. Relates of the construction of forming 
telegraph posts of metal tubes of various oval Thus 
strength and lightness are secured, and the attachments have no ten- 
dency to turn round the post. | 
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WEATHERPROOF WIRE. 


· THE subject of this article is not, as one might be led to sup- 


pose from the title, a wire insulated in such a manner as to be 
unaffected by exposure to the weather, and, therefore, equally 
good ander all kinds of atmospheric conditions; but it is the 
wire covered with a painted braiding which is so commonly 
used for overhead circuits in America, and which has been 
christened “ weatherproof” by some humourist, probably 
because the one absolutely certain characteristic of all such 
wires is that they are none of them proof against weather. 
In reply to an article in which the use of these wires was 
condemned, Mr. Alex. Dow has taken up the cudgels in its 
favour, and in the pages of an American contemporary, 
Electrical Engineering, gives reasons for his belief that еке 
so-called weatherproof coverings have a value which warrants 
their use. | 

It is almost impossible for us, accustomed as we are to 
judge of such matters from the standpoint of what is neces- 
sary in our much-abused English climate, to imagine that 
apy sane man would run circuits under the conditions named 
by Mr. Dow; and it is therefore interesting, as throwing 
light on the enormons difference of climatic conditions in the 
two countries, to learn the opinion of an American engineer 
who has had considerable experience of overhead lines, and 
who, although he states that in his opinion all high tension 
circuits are best underground, believes that overhead lines 
will continue for many years to come, and that with them 


will continue the use of the cheap weatherproof wire. 


_ Now what are the conditions under which these wires are 
used? We are asked to picture to ourselves the overhead 
trunk lines of a central station, supplying, as is generally the 
сазе, alternating current at a pressure of 2,200 volte, and 
direct current for arc lighting at pressures up to 5,000 or 
6,000 volts. We are told that this line will consist of poles 
40 feet to 60 feet high, each having from four to eight arme, 
and carrying from 24 to 64 insulators and the same number 
of wires (in some cases this number may be increased to 100 
or more) of which probably a third to a half are alive con- 
tinuously during the 24 hours. We will comp'ete the 
picture in Mr. Dow’s own words: “ Almost any day during 
dry weather there may be seen on the poles of euch a trunk 
line workmen taking up slack, changing over, cutting, or 
taking down wires; or stringing new circuits or branches; 


and this work goes on while the adjoining . circuits are alive 


—indeed, in many cases, the wires being handled also are 
alive. The work requires that the linesmen climb through 
and among the conductors. It is impossible that they 
should do this without touching conductors which are in 
use, and it is equally impossible in many cases to prevent 


-the wire which is being manipulated from cro'sing or twist- 


ing around other wires on the same line. Under the condi- 
tions of the electric lighting business it is a very great 
convenience, and almost a necessity, that this work should 
go on without interruption of service dependent on wires 


strung on the same poles. With bare wires this would be 
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impossible; with wires continuously covered with insulation 
no better than the common weatherproofing, it is entirely 
possible during fair weather, and it should never be 
attempted during bad weather.” 

To our English ideas, even though we may think that 
our own Board of Trade regulations are somewhat too 
stringent in some cases, it seems as though the engineer 
who set his linesmen to such work would be inviting an 
indictment for manslaughter; especially when we read in 
the same article that Mr. Dow recoznises that the measured 
insulation of such lines would not be materially reduced if the 
wire were not covered, and that the best of the weatherproof ” 
wires will pass through a summer shower without breaking 
down, even though exposed to the full pressure by the 
crossing of adjacent conductors, but that a rain storm of 
three or four hours, inevitably means the breakdown of such 
a cross ; and that the first rainy duys of autumn may always 
be expected to produce a fair crop of burn outs and earths, 
That such operations as are described above, should be 
possible in any weather without great risk of injury to the 
liaesmen seems inconceivable, especially as the braiding is by 
no means imperishable, and we are told that most of these 
weatherproof wires have to be renewed after four or five 
years; but, even allowing this, we would ask how it is 
possible to maintain such circuits in wet weather, and whether 
the objection to shutting down all the circuits, if there is a 
fault to repair ог a branch to connect, доза not in many 
cases lead line euperintendents to allow linesmen to take the 
risk of working on the line at times, when owing to the 
weather, the covering of the wire cannot afford any appre- 
ciable protection. 

Even allowing for the difference of conditions due to 
climate, we cannot bnt think that the risks inourred are fartoo 
great; and, althongh we fully recognise that there are 
many cases in which no electric circuits would be possible 
unless overhead construction were allowed, we do not con- 
sider that a trunk line of many circuits is a саве in point, 
and we hope the time is not far distant when all such trunk 
lines will be put underground. 


GAS MANTLES AND GLOW LAMP FILA. 
MENTS. 


Is the New York Electrical World for January 22nd last, 
in the course of a leader, entitled “Electric Lighting and 
Gar,” it is suggested that the efficiency of the glow lamp 
might be “enormously increased” by coating the present 
carbon filament, or incorporating with it, some of those 
oxides of the rare metals which are used in the manufacture 
of the Welsbach incandescent gas mantles. | 

(« This suggestion is made on the assumption that the light 
emitted from these oxides is solely due to their being raised 
to a high temperature; so that if, by any device, they 
could be coated on, or incorporated with, an electric incan- 
descent lamp filament, the same sort of effect would be pro- 
duced in a vacuum, as is produced when they are 
heated in the form of an open network mantle over a 
Bunsen burner. 


As various experiments, and unsuccessful attempts in the 


direction indicated, have, however, sufficiently shown this 
assumption is far from representing the truth ; for it is 
eesential for the production of the incandescent effeot that 
the oxides should be heated in the presence of oxygen. 

If these oxides be heated in a platinum crucible, so that 
they are somewhat sheltered from the air, to a far higher 
temperature than can ever be attained with a plain Bunsen 
burner, no special incandescent effect will be produced. 

Again, if a small piece of mantle on the end of a wire 
be placed in the hottest part of a Bunsen flame, it will not 
give out as much light as when held on the outside of the 
flame, just where it isenes from the burner; a position in 
which, although the temperature must be comparatively low, 
the bit of mantle will be well supplied with air. 

With the object of increasing this supply of fresh air in 
the ordinary mantle and burner arrangement, a chimney has 
lately been introduced, the lower part of which is perforated 
with rows of holes, through which a constant stream of air 
plays on to the mantle. The effect of this chimney is 
to very greatly increase the light, as compared with 
that obtained when an ordinary chimney is used. Whether 
the already sufficiently brief life of the mantle would be 
further shortened by this increase of brilliancy testa only can 
positively decide, but that such would be the case is certainly 
highly probable. | | A 

Pointing in the same direction, viz., to the neceesity for 
air, there is the fact that the light from а Welsbach burner 
is sensibly diminished if the atmosphere in which it is burning 
is not fairly good. 

Thus it would seem that there is little probability of 
any improvement in the glow lamp, as we know it, by the 
simple introduction into ite filament of the oxides of the rare 
earths. And some far more radical change in its construction 
would be necessary before advantage could be taken of the 
peculiar incandescing properties of these bodies. 

We must, therefore, look for improvement, rather in the 
use of some material for filaments which will stand, without 
rapid disintegration or breaking, a higher temperature than 
the carbon now employed. | 

But there is another direction in which, if any improve- 
ment could be brought about, it would greatly facilitate the 
successful use of lamps of a higher efficiency than those now 
usually employed ; that is in steadiness of supply preesure. 

At present the unfortunate lampmaker, who attempts to 
produce а lamp which will run at, say, 8 watts per candle, 
has to reckon with the fact that a supply pressure of nominally 
100 volts may, for a hour or two during the evening, stand, 
or rather wobble, at anything between that figure and 109, 
or even 110 volts. So that, in practice, he is obliged to use a 
larger “factor of safety.” in fixing the efficiency at which he 
makes his lamps, than would be necessary if he oould de- 
pend on their being run more clesely to the pressure for 


which they are designed. 


Liverpool and its Electrical Engineer.— The City 
Council has agreed, on the recommendation of the Tramways 
Committee, that Mr. Arthur Bromley Holmes be appointed 
electrical engineer-in-chief for both the tramway service and 
for the electric lighting and other electrical purposes, on con- 
dition that he gave up private practice, and that his salary 
be increased by £600 per annum in lieu of his private prao- 
tice, to be paid out of the tramway account. 
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ON SOME RECENT INVESTIGATIONS IN 
CONNECTION WITH THE ELECTRO- 
DEPOSITION OF METALS. 


By J. C. GRAHAM. 


(Continued from page 279.) 


THE result was remarkable. It was seen at once that the 
current density could be raised far above anything now used, 
and that the surface of the copper was as bright and as 
smooth as it is when using such low densities as 100 amperes 
to the equare metre. With this apparatus the current density 
could be made so great that, if the jet was shut off for a 
fraction of a second, the whole face of the cathode blackened 
almost instantaneously, although it remained quite bright as 
long as the jet was allowed to flow. 

The next step was to measure the maximum possible cur- 
rent densities which could be used with this apparatus, 
consistently with obtaining the proper forms of deposit. 
It was, however, found that owing to the very rapid growth 
ef tree-like formations of copper which took place all along 
the edges of the cathode, it was impossible to obtain even 
approximately accurate measurements of the current density. 

ith such current densities as 2,000 to 3,000 amperes to 
the square metre these formations will grow to a length of 
10 or 15 millimetres in a few minutes, attached at one end 
to the edge of the cathode, and waving about in the electro- 
lyte like seaweed. 

A great many unsuccessful devices were tried with the 
object of preventing these growths from forming, such as 
varnishing the edges of the cathode, dipping them in paraffin, 
covering the edges with thin strips of India-rubber, &c. But 
it was invariably noticed that the growths began along the 
line where the insulating material and the cathode met and 
gradually spread over the face of the insulator, holding on at 
one end to the cathode. 

The cause of these growths appears to be the excessive 
crowding of the lines of force extending from the anode to 
the cathode, which takes place along the edges of the 
cathode, and which causes the current density along these 
edges to be far in excess of the current density over the rest 
of the face of the cathode; and acting upon this 
hypothesis, the difficulty was ultimately overoome by 

reventing this crowding by means of a shield, as shown 

у а split line in Diagram C, which was placed at a 
small ‘distance from the face of the cathode, overlapping 
the edges, so as to preserve the free circulation of the elec- 
trolyte between the shield and the cathode, at the same time 
shielding the edges of the cathode from the lines of force 
which would have extended from the anode towards those 
edges. It is sufficient if the distance between the shield and 
the cathode is about 6 millimetres, and if the breadth of the 
shield be about 25 millimetres, so as to overlap the edge of 
the cathode by about 12 millimetres. 

The only remaining uncertainty in determining the cur- 
rent density over the exposed face of the cathode, arose from 
the difficulty of determining what amount of the current 
passed under the shield. It was obviously inaccurate to 
assume that the whole current was ing into the area ex- 
posed by the shield, because some of it passed under it. It 
was found, however, by cutting the cathodes through the 
middle with shears, во as to get the thickness in tection, that 
the amount of deposit under the shield was very small, and 
that if the cathode surface was assumed to be about 6 milli- 
metres wider at each edge than the surface exposed by the 
shield, the reanlts would be fairly accurate for experiments 

this character 


of i 

The actual carrent densities which it was found possible 
to use with this apparatus will be referred to later on, 
when all the conditions of accurate measurement have been 
referred to. | 
Down to this time copper anodes alone had been used, and 
although the current could be accurately measured, the 
readings in the various experiments differed so widely and 
corresponded so little to the various voltages used that it was 
obvions that some condition was t to which no atten- 
tion had been paid ; and it was found that this condition was 


* Communicated to the Royal Society. 
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the relation of the size of the copper anode to the number of 


amperes passing. It was found that if the current density 
measured on the face of the anode exceeded a certain amount 
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the cnrrent density fell very rapidly after it was switched on, 
and remained far below what would have been expected 
according to the voltage. 


In order to investigate this matter, a number of copper 
anodes of different sizes were made and tried at various 
voltages with a cathode which was the same size throughout. 

The first anode was of the same area as the cathode ; the 
the next one was double the area, the next three times the 
ares, and so on, the last one being eight times the area of 
the cathode. 
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The cathode wus a copper plate, of a square shape, measur- 
їп; 50 millimetres along the sides, and in front of it was 
fixed a shiel і through which was cut a square hole measuring 
30 millimetres along the sides. 

A jet of about 6 millimetres diameter was used, the fall of 
the electrolyte being abont a third of a metre. 

A large numb»r of observations were made with these 
anodes, each one being tested when connected with one cell, 
two cells, &c., ар to віх cella. The results are graphically 
represented in the Diagram D. 

As the curves on this diagram are too small to b» seen 
distinctly, the Diagram D, was prepared. It represents the 
bottom square of the first vertical colamn in D, considerably 
enlarged, and may be taken as an example of all the other 
squares. 

Six cells were used, and the curved line, A B, sbows how 
the current fell rapidly to the point, c, in about 14 minutes, 
then recovered rapidly, but only slightly at the point, d, and 
then became pretty constant. In this саве the copper anode 
was the same size as the cathode. 

(To be continued.) 


ALUMINUM AS A RIVAL OF COPPER AND 
BRASS FOR ELECTRICAL CONDUCTORS.” 


By ALFRED E. HUNT, S. B., President of the Pittsburg 
Reduction Company. 


Copper has been used for electrical conductors very largely 
in the past, due to its comparatively high electrical conduc- 
tivity, power of withstanding corrosion, ease of soldering 
and brazing, malleability, tensile strength and ductility. 
The exceptions in the past have been in telegraph wires of 
soft wrought-iron and the brass, iron, and steel used in the 
parts of electrical machinery. 

Aluminum has already been used successfully for the par- 
pose, and this article is written to call attention to its com- 
parative merite as an electrical conductor. 

The following facte regarding the metals, copper end 
aluminum, in bars, ro ds, and wire suitable for electrical con- 
ductors, need first to be considered. 

Copper has a Р gravity of 8°93 (authority—Associa- 
tion of Copper Manufacturers of the United States, 1893) ; 
an electrical conductivity, when pure and soft annealed 
reckoned at 100 in the Mattbiessen scale, but as ordinarily 
used in electrical conductors of about 98—97:61 (authority 
—Prof. W. C. Roberts-Austin) ; a tensile strength of from 
16,500 lbs. per square inch in soft annealed pure co 
(authority—Carnegie’s Hand Book) to 65,000 Ibs. per 
inch in hard-drawn bars; and a selling price of about 14 
cents per pound in the United States, and an equivalent 
selling price of 130 marks per 100 kilograms in Germany, 
for wire, bars, and rods such as are used for electrical ооп- 
ductors. 

Aluminum has a specific gravity of 2:68 ; an electrical 
conductivity (commercially pure metal) of 63°00 (authorities 
— Chas. F. Scott, of the Westinghouse Electric Company, 
and Prof. Jos. W. Richards, of Lebigh University); a 
tensile strength in pure soft wire of 26,000 lbs. per square 
inch, and in hard-drawn rods or wire of 40,000 lbs. per 
square inch. 

Special selling price: The firm of Aron Hirsch & Sov, of 
Halberstadt, Germany, are ready to sell aluminum conductora 
in the form of rods, bars, plates, and wire drawn to 2} milli- 
metres in diameter, at the special low rate of 280 marks p2r 
100 kilograms, for large quantities of metal, and similarly 
the Pittsburg Reduction Company will sell rods, bare, plates, 
acd wire drawn down to No. 12 Brown & Sharpe gauge 
(eight-hundredths of an inch diameter) in large special 
orders for electrical conductors, at the rate of 29 cents per 
pound at their works in the United States. 

These prices are special rates, below the regular prices for 
aluminum «which these concerns have decided to make for 
electrical conductors alone, in order to favour the introduc- 
tion of aluminum for this purpose and to overcome the 
handicap which aluminum has occasioned by its lower elec- 
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* Advance proofs of this paper were courteously forwarded 
through the Secretary of the Institution of Electrical Engineers. 


trical conductivity than copper, in the matter of special low 
relative prices. 

From these facta it is evident that : — 

1. Any given volume of copper is 553, or 8:832 times 
heavier than an equal volame of sluminum. 

2. The equivalent price of 14 cents per pound for copper 
for any length of any equivalent section of alaminum wire or 
bar, would be 14 cents times the factor 3:332, or 46°65 cents 
per pound. That is, 1,000 feet of wire of, вау, roth inch 
diameter, would cost equally as much if bought of copper at 
14 cents per pound, or aluminum at 46°65 cents per pound. 
Aluminum, therefore, sold at 29 cents per lb. is only 62 per 
cent. of the cost of copper at 14 cents per pound section for 
section. | 

8. Reckoning the copper condactor to have its maximum 
of 100 per cent. conductivity, and the alaminum to have a 
conductivity of 63 per cent. (which the Pittsburg Reduction 
Company are ready to guarantee for their special pure 
aluminum metal for electrical conductors), then for an 
equivalent electrical conductivity a given section of copper 
that can be placed at 100 should be increased in area in 
round numbers to 160 to give an equal conductivity. 

4. Due to their relative specific gravities, the weight of 
the given equal length of thealuminum condactor with 160 
sectional area will be only 48 per cent. of the weight of 
the copper conductor with sectional area of 100, having the 
same electrical conductivity. 

100 x 8˙93 893, weight of the copper. 

160 x 2:68 = 428 8, weight of the alaminum. 

493 =48 per cent. 

5. As to their relative cost for electrical conductors of 
equal conductivity, aluminum at 29 cents per pound is 
the most economical conductor as compared with copper at 
14 cents per pound. б 

Taking, as an illustration, an aluminum conductor to 
replace a copper wire of No. 10 B. & S. gauge (about th of 
au inch diameter) the aluminum wire of equal, in fact, 
somewhat superior, electrical conductivity would be of No. 8 
B. & S. gauge (slightly over th of an inch diameter). 

The weight of a mile of No. 10 copper wire is 162:32 lbs., 
and its cost at 14 cents per pound would be equal to $22.72. 

The weight of & mile of No. 8 aluminum wire would b» 
79:46 lbs., and at 29 cents per pound wonld cost $23.04. 

Forty-eight per cent. of the weight of No. 10 copper wire, 
which will give «qual electrical conductivity in aluminum 
wire, would only weigh 77:91 lbs.; во that, more accurately, 
$22.59 would be the cost of a mile of aluminum wire at 
29 cents per pound to replace & mile of No. 10 copper wire 
at 14 centa per pound, costing $22.72. 

6. The Continental requirements in tensile strength for 
soft copper wire, rods, and bars used as electrical conductors 
is 22 kilogrammes per square millimetre, the English require- 
ment being similarly 14 tons per square inch; and our 
American requirement is about its equivalent of 32,000 Ibs. 
per square inch. | | 

Aluminum wire, rods, and bars will be furnished of 63 
per cent. electrical condactivity, which will have an equal 
tensile strength per unit of area with the copper, and, there- 
fore, with the electrical conductivity equivalent to 48 per 
cent. of the weight of the copper and sectional area of 160 
against the area of the copper section 100, the tensile 
strength of the aluminum conductors will be as 100 for the 
copper is to 160 for the aluminum. This would mean, if a 
square inch of copper conductor was used of, say, 32,000 
lbs. per square inch tensile strength, the equal conduotivit 
area of 1*6 inches of aluminum would have a tensile strengt 
of 51,200 Ibs. 

It has been already determined that with aerial linee, the 
snow and ice load is practically аз heavy on lengths of small 
wire, as upon larger sections, so that no objection upon this 
score can probably be found to the use of the larger sections 
of aluminum wire. | 

Both on account of having only 48 per cent. of the weight, 
and on account of having about 60 per cent. more strengtb, 
the aluminum conductor could be used in much longer spans 
between supports, and the number of expensive poles and in- 
sulators can be materially diminished. Properly drawn 


aluminum wire is as tough, and will stand bending as 
severely without breaking, as soft copper wire. The tough- 


ness of aluminum wire is, however, greatly modified by the 
care and skill used in manufacture. If it is drawn too 
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severely through the dies, or is not well annealed at the proper 
intervals in the drawing operation, it is finished much more 
brittle than when properly manipulated. 

Hard-drawn copp2r wire, especially that in the smaller 

sections drawn through diamond dies, is furnished with. a 
tensile strength of 65,000 Ibs. per square inch. What the 
maximum tensile strength of the best pure hard-drawn 
aluminum will reach under similar favourable conditions for 
developing the maximum tensile results, has not yet b»en 
determined, but from experiments already made it can quite 
surely be predicted that at least 50,000 lbs. per equare inch 
can be obtained, and, perhaps, even higher strength still. 
. Aluminum hardened with a few per cent. of alloying 
ingredients can be furnished in wire with a tensile strength 
far in excess of what can be obtained in pure alaminum. 
Experiments are now being made by the Pittsburg Reduc- 
tion Company to determine just what alloy will furnish the 
maximum tensile strength, together with maximum electrical 
conductivity. From results already obtained, it can surely 
be predicted that an alloy of aluminum can be furnished 
which, drawn into wire, will have a tensile strength of at 
least 62,000 Ibs. рег equare inch, and electrical conductivity 
of more than 50 in the Matthieesen scale. This material will 
rival hard-drawn copper wire and the silicon bronze mate- 
rials which are now in use, where maximum tensile strength, 
together with good electrical conductivity, are required. 


(To be continued.) 


THE USE OF OIL IN STEAM BOILERS. 


Muck has been claimed for kerosene as a scale solvent in 
steam boilers. The use of this article is, however, strongly 
condemned by Mr. W. H. Edgar in a paper read to an 
American society. It is, perhaps, to the abundance of kero- 
sene in America that its use in boilers is due. We believe 
less use has been made of it in England, 
but it may be well to regard the opinion 
of an American who must have seen a 
ood deal of the effecte. The effects of 
erosene on scale are mechanical. It 
inserts itself between the scale and the 
plates and loosens the scale, but the oil 
18 volatile, and passes off with the steam, 
and is very destructive of the joints in 
heating apparatus, and generally inten- 
sifies grooving and pitting. Farther, it 
dilutes the lubricating oil in thecylinders 
of engines and generally exerts an oxidi- 
sing effect on rings and piston rods, and 
with metallic packing it is difficult to 
keep this in order. Where the oil geta 
between the scale and the p'ate of the 
boiler it will carbonise by the heat, and, 
in doing во, will carbonise the iron, and 
this action will go on all over the boiler 
below water line. Jn toto, the use of 
kerosene is а mistake, and its scale- . 
removing effects have been much over- 
stated. The use of too pure a water 
should also be avoided in boilers, pure 
water being so general a solvent and 
requiring something to satisfy its sol- 
vent properties. Hence the pitting of 
boilers fed with pure water, which, 
however, is often only a name for 
water containing a little acid. For 
scale prevention the author asks for sugars and tannins 
only, not tannic acid, but tannin still combined and con- 
taining the inert matter, the sap, the sugar, and the starch. 
The object is to convert the carbonates of lime and magnesia 
in tennates. The tannin will not work on the sulphate of 
lime, but this and sulphate of magnesia will reduce to 
Baccharates by the use of sugar, and these break up into 
oxalates, tartrates, and carbonates, and part of this goes to 
the tannin, and forms tannate of lime, and thus a small 
amount of gugar.will serve as a carrier for a considerable 
reduction of sulphates to the final form of itannate. To 


of the nozzles with respect to the wheel. 


sum ор, Mr. Edgar advices to use no kerosene and no caustic 
soda, but а properly proportioned amount of tannin extracts, 
sugar and starch. Properly compounded there should be no 
action on the iron. The tannins will deal with the carbon- 
ates, and the sugars will deal with the sulphates, while 
the wood starch assists to prevent the sugars being 
too stable, and alzo the tannins, thereby securing 
easily convertible tannates and saccharatee. It is a mistake 
to use much soda in compounding, say, starch and slippsry 
elm, as the soda kills the gelatinous propertier, and tannate 
of soda is produced which is not wanted. We might add 
that, where boiler compounds are used, they require feeding 
in minute quantities with the water, and are best mixed in a 
tank from which a small pump will put them all day through 
very dilute into the feed pump outlet, or inlet. AE 


LIGHTING A PUMPING:STATION BY 
WATER-POWER. 


THE following letter reproduced in the New York Electrical 
Review from the American Machinist, relates to a practice 
which is believed to be new and which has much to commend it. 
Its principle is the use of water from a steam pumping station 
as power-water for lighting the station. The economy of 
the рч over а separate small engine for driving the dynamo 
is obvious. If the water-wheel has an efficiency of 85 
cent., which can easily be reached in moderate sized wheels 
of the impulse type, the plan ғе:пгев a coal economy, for 
lighting, of 85 per cent. of that obtained by the pumping 
engine, which latter, being of large siz, and of high grade, 
gives a resulting economy far in excess of what could be 
secured by any small engine driving the dynamo direct. 

The illustration herewith gives an excellent idea of the 
general arrangement. The handle shown at the top on the 


right of the illustration adjusts the nozzle to position and 
the handle below binds it there, 
placing 


Àn index plate and pin insures the correct 
The impulse 


type of wheel has peculiar advantages for this class 
of work, in which the speed of the wheel must be 
the same as that of the machine to be driven. With 
а turbine, а change in size ordinarily changes the power 
delivered as well as the speed, and it is only by 
chance that a standard turbine wheel can be found to 
fit any given case in both speed and power, With the 
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impulse-wheel, on the other hand, the diameter can be varied 
at will without changing the power delivered, so long as the 
nozzle remains unchanged, and in proportioning wheels for 
this class of work it is only necessary, in ordinary cases, to 
make the wheel of such diameter that when running at the 
number of revolutions required by the machine to be driven 
it shall have a peripheral speed equal to that called for by 
the head of water nnder which it operates. James Leffel and 
8 state that the sucoess of this plant has led to the 
ins lation of a similar one, but of about three times the 
capacity, at the Columbus, Ohio, waterworks, The letter is 
as follows: 

“There has been no undertaking in my past experience 
that has given more satisfaction than this, and in fact it 
exceeds our expectations as to economy. As we were too far 
from the city electric plant to receive light from them, we 
concluded to put ina pani of our own, and purchased a 
40-light machine—which will easily carry 50 lights—and 
connected it direct to a 12-inch Leffel Cascade wheel, which 
i3 connected to our main service pipe inside the station. The 
discharge is piped to pump-well to obviate any waste of 
water. Under 70 lbs. pressure—our minimum—we сап run 
80 lights, 16 candle-power, 110 volte, with 24-inch jet, which 
gives a theoretical flow of 90 gallons per minute, making a 
total of 54,000 gallons in 10 hours’ гор, which actually cost 
28 cents per 1,000 gallons for coal burned while pumping, 
as all other items, such as salaries, banking fires, &c., remain 
а constant, showing the exact cost to us of running 80 lights 
10 hours to be 12°42 cents. Our coal costs us $1°75 per 
ton, delivered in shed at station. The data are based on my 
last year’s report of the triple-expansion pumping engine. 

“ The Cascade motor has five different size jets— g- inch, 
т inch, 34-inch, Ll-inch and 33-inch in diameter—made 
on the smooth taper plan. The nozzles are all in one brass 
diso, 4 inches thick, bored longitudinally, the disc being 5 
inches in diameter. The jets are laid off on a circle having 
six 8 one being left blank to close main opening when 
not in use. I enclose rough sketch to give a better idea. 

“The generator is a multipolar, compound, shunt-wound 
machine, the speed being 890 turns per minute. 


* W. C. PowELL, 
“ Engineer Springfield, Ohio, Waterworks.” . 


THE ELECTROLYSIS OF MAGNETIC 
SALTS. 


Revue d'Electricité of February 12th prints an interesting 
article by Prof. Hurmezescu, of the Univereity of Jassey, on 
the behaviour of iron in electrolytic cells placed in strong 
magnetic fields, Two principal observations are made: one 
that the rate of deposition and dissolution of iron electrodes 


is greatly affected by the magnetisation of the iron; the 
other that electrolytes containing magnetic salts, placed in a 
megnetic field, show vortical movements, or eddies, when a 
current of electricity is passed through them. 

A number of experiments are described, among which the 
following are perhaps the most striking. A solution of 
copper sulphate is poured into a shallow tray of thin sheet 
iron placed on the poles of a magnet. The iron is dissolved, 
and the copper deposited along lines, which are roughly at 
right angles to the field, and are described by the author as 


being approximately the lines of equal magnetisation. 
The appearance of the tray is figured in the paper. The 
arrangement of another experiment is shown infig.1. Here 
а ф are iron electrodes placed in an electrolytic solution of 
the following composition :— ' 
Water si. in ava saj өгө 1,000 grm. 
Double sulphate of iron and ammonia... 100 ,, 
Sulphate of soda... .. .  .. JOO „ 
With glycerine to prevent oxidation of the iron salt. 

At c d are placed what the author terms parasitic electrodes, 
also of iron, nearly dividing the cell in half, and having 
sharp opposed edges. The electromagnet, P P, strongly 
magnetises c d, the intensity of magnetisation being more 
intense at the sharp edges than elsewhere. On passing a 
current through the cell iron is deposited on ¢ d, opposite the 
anode, and dissolved opposed the cathode. The deposition 
of iron is found to be much greater on the highly magnetised 
edges of с d, than on the other parts. 

In a third experiment the cell was arranged as shown in 
fig. 2, having two gaps left in the divided iron partition, 


| e 
Fra. 2. 


с, d, e, and a porous diaphragm across the anode to prevent 
diffusion of the oxygen. The electrolyte was of the same 
composition as before. On placing this cell in a magnetic 
field across с, c, and passing a current from a to b, the eddies 
shown in fig. 3 were observed. The speed of the eddies 


Fia. 3. 


increased with the strength of the field, but did not occur at 
all with non-magnetic electrolytes. On replacing a, 5, fig. 2, 
by copper electrodes, and the electrolyte by copper sult 

c, d, e being, as before, of iron, no eddies were geen until the 
copper in the solution was partly replaced by iron from c, d, 
when slow eddies began to form. 

The article is well illustrated with figures taken apparently 
from photographs. Before leaving this eubjeot we may 
perhaps refer to an experiment shown some years ago to the 
present writer by a French electrician. A steel wire held 


vertically in a solution of common salt and alum, forming 
an anode, is eaten away very smoothly and regularly into the 
form of a long tapering and very sharp point. It had been 
proposed to sharpen needles in this way by lowering them in 
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bundles into the eleotrolyte, and passing a current through 
them as the anode. Under these circumstances, however, 
they did not form circular conical points, but pyramidal ones 
with hollow sides. The circles in fig. 4 represent the sections 
of the bundled needles before the action has begun, and the 
hexegons the sections of the taper points where electrolysis 
has removed. of the material. Another proposal made 
was to use this property to maintain the sharp edges of 
rotating circular knives. These were to run in an electrolytic 
solution and a current of electricity constantly passed through 
€ The plan might have many applications in other 
directions. 


COMPARING RESULTS OF TESTS ON 
: ACCUMULATORS. 


[COMMUNICATED.] 


Ir the batteries or cells to be com are of the lead and lead 
peroxide types, one of the safest, fairest and most correct oom- 
parisons is to give the watt-hours discharge per lb. of plates, 
at equal rates of discharge. It is still more correct if we 
take the watt-hours per lb. of positive plates at equal 
rates of discharge in am per Ib. of said plates, 
taking the weights without connectors. The resson for this 
is, that by taking positives only, and all at rame discharge 


rate per Ib., the results are fairly correct when cells of 


different sizes are compared, whereas when cells of different 
sizes are compared by watt-hours „рег lb. of plates or рег lb. 
of battery the results are altogether misleading, unless the 
cells are of same size, that is, have plates which give same 
rate of discharge per lb. 

Reports made on tests of batteries, especially those made 
by supposed experts in teaching establishments, sometimes 


do not recognise the foregoing precautions, hence such reports 


for pupos of comparison are valueless as a rule. 

Another rule which should be observed in making tests is, 
that the rate of discharge in watts ought to be maintained 
constant from start to finish of the discharge, few reporta 
state whether this or any other rule was observed. Some 
tests are made with constant resistance in which the watts 
fall nearly 25 per cent. from start to finish. Others are 
made with a variable resistance maintaining constant 
кор rate of discharge. Both these methods give a 
higher watt-hour capacity result than the method of testing 
at a constant rate of watta with a variable resistance. 

That constant rate of watts is the correct method is 
undoubted, for if we use a battery for power or traction, it 
may be called upon to work at the same rate at the end of 
6 or 8 hours as at the beginning of a run. In any case, 
however, it must be remembered that there are three methods, 

the resulta obtained by one method is not comparable 
with the others; and again, unless a report states which 
method has been used it is not comparable. Following is a 
table of comparison as it should be :— 


Rate of discharge + Watt-hours capacit 
Name of cell. watts per lb. constant. per lb. of e 
a 55 32 8 
B 5˙5 218 
0 57 190 
D 4b 26:6 


! 


In this table, A, B, results are strictly comparable, for the 
discharge rate is same in both. 

Although o gives 19 watt-hours against B 21, o is pro- 
bably the best battery, as the rate of discharge of c is much 
higher. р, again, gives 26.6 at a rate of 4:5, but is probably 
not much better than B, if the rate had been raised to 5 
watts discharge per lb. of positive. 

These figures are results actually obtained on tests on 
small cells, and they are quite comparable with results on 
large cells, | 

An examination of the best and most used cells in the 
ipe i Ете that TS ч them run е wate 5 watt-hours 

o arge per Ib. o itives, and at that rate give a 
capacity of 25 watt-hours per Tbs of | itive plates. = 

These figures refer to everyday working batteries, and 


cells giving these results when made up into batteries give 
8 to 9 watt-hours per Ib. of battery, it is obvious that this 
result is one which depends much, on the boxes used, also on 
the nature of the connectors, and also on the amount of acid 
solution used. The amount of acid solution can be reduced 
to a very much smaller quantity than was formerly oon- 
sidered necessary. In good traction cells 61 watt-hours per 
lb. of acid solution can be got easily in large cells; this is 
a very remarkable fact and one which is very significant from 
an electro-chemical point of view. ` 

From these figures, 4.4, the rate of discharge 
per lb. of itives aud the discharge in watt-hours 
per lb. and the watt-hours рег Ib. of acid, the watt-hours 

т Ib. of any cell or battery can be calculated approximately 

rom tests made on one positive only, thus reducing the 
testing of batteries from a clumsy rule of thumb state to an 
almost exact science. 

The antiquated expert cannot, from observed results on one 
plate, calculate results for 11 or 13 plates; there are 80 many 
things he does not know, that he does not make the 
attempt. 

Up till recently the accumulator has been pretty much 
where the dynamo was before the application of the doctrine 
of the magnetic circuit was applied. It will be strange, 
indeed, if such an important electrical apparatus cannot be 
reduced to exact science. 

Improvements have been made by trial and error, but 
much greater improvements are possible, when exact know- 
ledge is obtained regarding the proportions and proper 
consistency of the elements, and the exact knowledge of the 


in watts 


chemical and electro-chemical reactions involved must be 


elucidated. 


nn 


THE TESTING OF INSULATORS FOR HIGH 
TENSION SERVICE. 


In a recent issue of the Electrical World Mr. J. В. Haskin 
gives some interesting and useful information with 
reference to testing of insulators for high tension power 
service. Unless each insulator is thoroughly capable of 
withstanding the pressure and strain to which it is to be 
subjected when in service, there will necessarily be one or 
more unknown weak spots, which, by their breaking down, 
will necessitate the discontinuance of service until, after 
more or less trouble and delay, the particular location of the 
trouble is found. Too much attention therefore cannot be 
paid to the thorough testing of the insulators before installing 


em. 

When the Niagara-Buffalo transmission line was about to 
be constructed, the question of insulation received very 
careful attention from the electrical superintendent of the 
company, Mr. Paul M. Lincoln, who after careful delibera- 
tion designed for the purpose two transformers, each capable 
of producing a pressure of 20,000 volts. 

he insulators to be tested were placed in an inverted 
position in а equare iron pan capable of holding a dozen or 
more; the pin holes were filled up half full with salt water, 
and the insulators were also submerged in the same to within 
about an inch of the edge of the outer pettiooat. One lead 
from the transformers was attached to the pan and the other 
to a short bar of zinc or copper, this being placed in the 
pin hole of each insulator in turn. 

Daring the early tests a pressure of 20,000 volts was first 
applied, and if the insulator stood this test the pressure was 
dice increased to 40,000 volte, but after the first few 

been tested it became customary to apply the entire 
40,000 volts pressure at once. If the insulator is satisfac- 
tory, nothing will be noticed except a subdued humming 
sound, caused partly by the transformer and partly by the 
discharges due to a condenser action on the surface of the 
insulator, with oft times a snapping blue, static spark jump- 
ing from the edges of the pin hole to the outer petticoat edge 
of the insulator, this latter phenomenon generally appearing 
when the surface of the insulator is at all moist, or upon 
its surface a few drops of the salt water accidentally spilled 
upon it. But if there is a slight flaw in the make-up of the. 
insulator a os spark will immediately manifest itself, 
and if the breakdown is at all serious this spark may be seen 


coming through the top surface of the inverted translator, 
below the level of the brine. 

Experiment showed that when fresh water was used instead 
of brine, a much larger proportion of the insulators passed 
the test, and were apparently sound and well made. It is 
rather difficult to sy why this should be, but the fact 
remained nevertheless, А 

"The reason for the poor insulating properties of defective 
insulators was easily made apparent by breaking up one of 
the insulators and examining the porcelain, which was found 
by the application of red ink to an unglez2d surface to be 
very porous. In nearly every case alfo, flawa caused by 
imperfect kneading of the clay were found, poor lots of 
insulators being often filled with these imperfections, while 
only one or two flaws would be found in the imperfect ones 
from a lot which gave a high percentage of satisfactory in- 
sulators. Too much importance cannot be given to this 
matter, as it is above all the prime requisite of a porcelain 
insulator. A perfect piece of porcelain, retbs of an inch in 
thickness, is for all practical purposes non-puncturable. 

The necessary size of the ineulator to be used appears to 
vary somewhat according to the climatic conditions of the 
locality in which they are to be installed. The writer has 
been informed that in certain sections in the West where 
the climate is very dry and the air thin, power has been and 
is now being transmitted at a pressure of 50,000 and 60,000 
volts on wires insulated only by the ordinary glass insulator 
in common use by the telegraph and telephone companies. 
In such a locality as Niagara Falls this would b» impossible, 
as the moisture and dust collecting on the surface of the 
insulator would be sufficient to allow the current to leak 
across even when but 10,000 or 15,000 volts were being 
used. Therefore, а large insulator made of the first quality 
of porcelain, well baked and vitrified, is the only one that 
will stand the pressure and wear of а high tension trans- 
mission line in such a locality. - 

No better proof of the satisfactory nature of the test 
described can be given than the working of the overhead 
system of the Buffalo transmission line since the commence- 
ment of its operation. Except for a few cases of breakdown 
among the insulators that had been installed temporarily, it 
has been necessary to remove only two or three insulators 
out of the whole set of more than 12,000. 


STANDARD CLAUSES FOR SPECIFICATIONS. 


WE have received a circular, with a copy of certain agreed 
standard clauses, from the Electrical Engineering Plant 
Manufacturers“ Association and the Municipal Electrical 
Association, which has reference to a point on which we 
recently commented, namely, the relation of customer, 
engineer, and manufacturer. The circular refers to the 
feeling that has been found to prevail, that the regulations 
which commonly govern building contracts are unsatisfactory 
when applied to electrical contracts. Manufacturers have 
felt that they are at the mercy of the purchaser's engineer, 
and engineers have felt that they are called upon to exercise 
judicial functions not strictly appertaining to their duties, 
The attention directed upon the subject has led to the above 
associations taking the matter in hand for discussion, and 
with a view to agreement upon a model specification. The 
clauses agreed to we publish in full further on, во as 
to make them as widely known as possible. So far only 
commercial conditions have been dealt with, bat it is hoped 
that there will be standardising of more technical features, 
whereby a purchaser will be able to buy better and cheaper 
goods at an earlier delivery than where new patterns are 
called for,as well as being able to avoid the inevitable 
risks of new patterns. Perhaps there is no more unpleasant 
portion of an engineer's duties than the enforcing upon a 
contractor of requirements in respect of entirely new work 
of the engineer's own design. ‘here is always ample room 
for dispute, and even in respect of the business clauses of а 
Bpecificat on, thc re is room for dispute as to the true meaning 
and intent, With standard clauses there would very &oon be 
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arrived at a general consensus of opinion as to what each 
clause really signified, and many loopholes now open for 
shirking on the one hand, and perhaps unfair demands on 
the other, would be closed. This is a much to be desired 
blessing. Engineers should be glad to be relieved of the 
judicial functions imposed upon them in specifications, func- 
tions for which neither their position entitles them fairly to 
exercise, nor their training fits them. The clauses now pub- 
lished bear upon a number of pointe on which there has been 
much friction, and it is proposed to add to them a3 occasion 
offers, until a complete specification is available to cover all 
essential contingencies of electrical contracta. 

Undoubtedly there should be an effort to standardise 
technical features, and especially the testing requirements of 
Specifications. Such standardising might be subject to 
p2riodical revision, and this could very easily be arranged as 
knowledge advanced. To standardise is not necessarily to 
crystallise: it is rather to direct men’s minds upon details 
and conditions, so that much thought is directed in a con- 
centrated manner in a given direction, in order tnat improve- 
ments may be made by concentrated thought that are now 
not made by the system for diffase energy. We hope to 
return to this subject at an early date. | 


Tun ErnzCcTBICAL ENGINEERING PrawmT MANUFACTUREES' Assoota- 
TION AND THe MumicreaL ÉLECTBICAL ASSOCIATION. 


APPROVED STANDARD CLAUSES, 
For adoption among the General Conditions of Specifications for 
Electrical Engineering Plant, 


Drawings.—'The contractor shall, at his own expense, supply to 
the purchaser copies of the drawings neceseary for the 
erection of the works under the contract, but shall no; be called 
upon to furnish constructional details further than in the opinion of 
the engineer are required for the purposes of the contract. If the 
contractor shall be called upon to supply additional copies of the 
drawings, they shall be paid for at a fair price to be arranged. The 
engineer shall, in addition, have the right at all reasonable times to 
inspect any drawings of any portion of the plant contracted for ut the 
works of the manufacturer. 

Powers of Engineer to Reject Materials or vary Works.—The engineer 
may from time to time during the execution of the contract, vary, 
increase, or reduce the contract works, and may order any work or 
portion of work executed, or partially executed, to be removed or 
altered; and the difference of cost occasioned by any variation, 
addition, omission, removal, or alteration, as aforesaid, shall be added 
to or deducted from the contract price as the case may require, and 
the amount of such difference shall be ascertained and determined in 
accordance with the rates specified in the schedule of prices set out 
in the schedule to the contract so far as the same may be applicable, 
and where the same are not applicable, then according to such rates 
or prices as shall be fair and reasonable; such prices in cases of dis- 
pute shall be referred to arbitration as herein provided. No addition 
shall, however, be made to the contract price in respect of any such 
variation of, or addition to, the said works, unless the instructions for 
the same shall have been given by the engineer in writing, nor unlees 
such instruction shall state that the matter thereof is to be the subject 
of an extra charge. 

A decision of the en to reject materials, or require workman- 
ship which is in his opinion defective, to be amended, shall be obeyed 
by the contractor. If the contractor shall so desire, and of such desire 
shall give notice in writing to the purchaser within 72 hours after 
receiving notice from the engineer, the question involved in any such 
decision of the engineer may be submitted to arbitration, as herein 
provided. The contractor shall not, under these circumstances, cease 
to proceed with the execution of the contract, to the prejudice of the 

urchaser. 
Date of Completion of Works and Penalties.—The contractor shall 
within a period of from the date of the order of the 
engineer to commence the contract works (and time shall in this 
respect be of the essence of the contract) complete the whole of the 
contract works, and make good all damage done to the roads, build- 
ings, or other property of the purchaser and fill up all holes, and 
trenches which may have been dug, and level any mounds or heaps 
of earth that may have been made, and reinstate all works, property, 
matters, and things disturbed or damaged, and deliver up to the 
purchaser the said works complete to the satisfaction of the engineer; 
and in case the contractor shall make default in performing and 
observing the provisions of this clause within the period herein- 
before limited or within any extension of the same period which 
may be granted under the powers herein contained, the contractors 
shall and will pay to the purchaser on demand as ascertained and 
liquidated damages, and not as a penalty, the sum of £ Ы 
for each and every week which shall elapse between the expiration 
of the period limited by this clause or any extension thereof 
which may be granted as aforesaid, and the actual performance and 

*N.B.—Under no circumstances to exceed 1 per cent. per week 

of the contract value. 
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observance by the contractor of the provisions of this clause, unless 
the execution of the contract works shall have been delayed by an 
unreasonable strike of workmen, by excessive inclement weather 
affecting the work of the contractor, or by any circumstances over 
which the contractor shall have had no control; provided that no 
such damages shall accrue as payable by the contractor to the pur- 
sagan м the time when the plant is complete and ready to be set 
work. | 

Power of Purchaser to use Works during Execution.—The pur- 
chaser shall have power to ше any portion of the plant reasonably 
capable of use at any time during execution of the contract, and also 
vending any arbitration. In such case, however, the contractor shall 
be entitled to receive, by way of rental, a sum equal to 5 per 
centum per annum upon the amount withheld in respect of any 
machinery put into beneficial use, and not paid for. 

Payments.—During the progress of the works, and as soon as 
possible after the expiration of each month, the contractor shall be 
entitled to payment, on the engineer's certificate, of 75 per cent. of 
the valueof the work executed on the site and plant delivered on the 
site during the month, until the balance of 25 per cent. of the value 
of the executed work retained by the purchaser is equal to 10 per 
cent. of the total value of the contract. Thereafter the contractor 
‘Shall be entitled to monthly payments as before equal to 90 per cent. 
of the value of the remsinder of the executed work, until the contract 
works are completed for continuous effective usage by the purchaser, 
whereupon he shall become entitled to one-half of the retention monies. 
The remaining half of the retention monies shall be payable c" 
months later. 

The purchaser shall, however, be entitled to retain such sum of 
money as, in the opinion of the engineer, fairly represents the preju- 
dice to the purchaser arising out of incomplete or defective j 
until the adjastment of such details to the satisfaction of the 

In cases where the contractor, although willing so to do, is unable to 
repair defects in certain parts of the contract worksin consequence of 
the purchaser not being able to place such parts into his hands 
for the requisite time, owing to their being in use, the contractor 
shall be paid in full for such portion of the contract works 6n giving 
an undertaking, with security to the satisfaction of the purchaser if 
required, to remedy the defects so soon as the same can be placed in 
his hands for the purpose. 

Certificates of Engincer.—The engineer shall, from time to time, 
issue his cettificates in accordance with the clause relating to pay- 
mente, and payment shall be made to the contractor at the earliest 
possible date. Certificates of the engineer, other than the final 
certificate, shall not be considered conclusive evidence as to the suff- 
ciency of any work or materials to which Ши relate, nor shall they 
relieve the contractor from bis liability to e good all defects as 

рар the contract. The contractor, when applying for а cer- 

cate , if required, furnish to the engineer an approximate 
statement of the value of the work executed and materials delivered, 
based on the original estimate. 

When the contract works shall be completed, as referred to in the 
clause relating to pesymente, the contractor shall be entitled to call 

. upon the engineer for a certificate to that effect. In case of the 
refusal of the engineer to grant such certificate when called upon by 
the contractor so to do, this refusal shall be subject to ap under 
the Arbitration Clause herein contained. 

Maintenance and Limitation of Responsibility of Contractor.—The 
contractor shall be responsible for, and shall effectually maintain and 

uphold in good and substantial condition, in accordance with the 
apecification, fair wear and tear only excepted, all and every ү of 

contract works for a period of months f from the date of 
completion of the contract as certifled by the engineer. 

: Arbitration.—In case any dispute or difference shall arise between 
the purchaser, or his engi on his behalf, and the contractor, either 
during the progress of the works, or after the determination aban- 
donment, or breach of the contract, as to the construction of the con- 
tract, or as to the reasonableness of any extra charge, or as to the 

cate to which the contractor 


dispute or difference, and such dispute or 
to arbitration, within the meaning of the Arbitration Act, 1889. 


Approved on behalf of the Electrical Engineering Plant Manu- 
facturers’ Association. 


R. Percy Sellon, Brush Electrical Engineering Company, Limited. 
Б. E. B. Crompton, Crompton & Oo., Limited. | 

А. B. Blackburn, Electric Construction Company, Limited. 

B. Z. De Ferranti, 8. Z. De Ferranti, Limited. 

A. Fowler, Jobn Fowler & Co., Limited. 

W. B. Esson, Johnson & Phillips. 


On behalf of the Municipal Electrical Association. 


T. P. Wilmshurst, 
A. B. Mountain, 


February, 1898. 


| Members of Council. 
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* Under no circumstances to exceed 12 months. | 
T N.B.—Under no circumstances to exceed 12 months. 


. (knots per honr) is erroneous, and should be 
inst. 


. combined 


CORRESPONDENCE. 


Knots. 


In the acconnt of the meeting of the Т.О.М.С. in the 
EvectricaL Review, of the 4th inst., Admiral Sir A. 
Hoskins is reported to have said that the company were 
manufacturing а cable “ 60 knots in length,” aud that their 
new cable steamer would have a speed of “12 knots per hour.” 

I submit that such phrases are inexact and wholly 
unscientific, and their employment by the chief of a 
large company, which earns its money by applied science, 
most improper. The use of these phrases are а sure aud 
certain indication of a neglected professional education. 
Henoe they are in daily use by masters and officers of cable 
and mail steamers, pilots and seamen generally of the 
merchant service, also by naval officers of the pre Royal 
Naval College period. Needless to say, laymen, such as 
yacht men, shipowners, newspaper writers, Members of Par- 
liament, and even judges and barristers of the Admiralty 
Court offend in the same way, but, of course, they may be 
pardoned. ae 

In the Royal Navy and in the Staff College one never 
hears such expressions. I, however (dare I say it), hace 
even known cable engineers and electricians guilty of this 
offence. They ought to know better. { 

For the edification of the gallant Admiral and of others 


who may feel disposed to stick to their knots as well as to 


their guns, permit me to взу what а knot is. A knot is a 
epsed, ania knot is the unit of nautical speed; it is the 
rodact of a length 6,080 feet into a unit of time 1 hour. 
t is not in itself a length, but the word is used to denote an 


‘interval (a length) between one or more marks on the log 


line, which instrament is a speed measurer. In this sense 
only can knot be regarded as a length, and in this sense 
only is it employed by Lord Kelvin in his “ Navigation.” 
According to Prof. Greenhill, F.R.S., who I need hardly 
say is an authority on dynamics, a “knot per hour” is an 
acceleration; hence a steamer going “20 knots per hour” 
would make the passage between Liverpool and New York 
in something like 17:8 hours. Prof. Cotterill, F.R.S., and 
M. Slade, R.N., in their “Mechanics” say, “the expression 
guarded 

I am sorry to say that a length of so many knots 
and knots per honr are tacitly acquiesced in by cable 
engineers and electricians. I did manage to convert one 
cable man, but I fear he has through evil communication 
lapsed from the narrow path of accurate definition. I also 
converted a shipmaster, but his Spe did not grasp ine 
subtle distinction between knots and knots per hour. Why 
not use the word “naut” to denote a length of one sea mile 
as pro by Lord Kelvin? then the knot would be a 
speed of one naut per hour. | 


deo. Herbert Little, | 
Master Mariner, late Student Royal Naval College. 


Re Salaries of Assistant Electrical Engineers. 


Having followed with great interest and sympathy the 
recent protests in your columns against the absurdly low 
salaries paid to assistant electrical engineers, I should like to 
point ont that your correspondent “ Fiat Justitia is saddling 
the wrong horse when he places the entire onus of this case 
of sweating on the borough councillors. Surely Mr. Boot 
has enough influence with his committee to place his staff in 
a somewhat better position if he tried, and could ensure at 
least those men who do the work, for which he takes all the 
credit, and probably a salary as large or larger than the 
ies of all his staff, at least a “living wage." 

Also, I think it must have escaped the notice of Mr. L. D. 
Collins that the advertisement in queetion was for an 
ezperienced man, thus prohibiting anybody taking this job for 
the sake of experience. | 

By the bye, would Mr. Collins be so kind as to give the 
derivation and meaning of “horse-sense.” I have not yet 
been able to find anybody capable of furnishing me with 
this information. | 

Ton, 
D 
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Electrical Driving of Cotton Mills. 


I am glad to see you are taking interest in the corres- 
ndence now going on in Engineering on the electrical 
ving of cotton mills. 

This subject is of immense importance to the electrical 
industry, because if this scheme can be shown to be feasible 
and profitable, every cotton mill will take as many units per 
annum as an average provincial town, and the demand for 
motors and dynamos will exceed anything that we have 
hitherto experienced. Your interest, and that of your friends, 
lies entirely with the progressives, but to make Fortune smile 
уоп must tickle her; you have nct tickled her much yet. 

For instance, your contributor says, “ Nevertheless he (Mr. 
Herschmann) is sceptical of Mr. Raworth's 15 per cent. for 
electricity —of course, I quit» expect»d you t» say “ор this 
head Mr. Raworth is all right, and even if he had said 14 or 
18 or even 12 per cent. loss between indicat-d and electrical 
horse-power, many of our friends would have heen quits 
ready to accept orders on his specification.” You know 
these facts quite as well ав I do, probably better. 

Now take the cotton mill engine—it averaves 500 to 
1,200 H.P. indicatsd—quite a good-sized engine, but not 
much of an engine for economy; it could not compets with 
an engine of 6,000 H.P., fitted with modern appliances and 
giving a H.P. for 1 lb. of coal. 

Again consider the motors, they are now too high in speed 
for the spinner's frames, but these latter have been designed 
to suit the speed of line shafts, they can be modified con- 
siderably for electric driving; how much, it is impossible to 
foretell, but when we remember that the speed of the spindles 
is from 7,000 to 9,000 revolutions per minute, it is apparent 
that the speed difficulty is not likely to be insuperable. 

Your contributor says “a cotton mill is not a large cube.” 
Now, this is either a misprint or your contributor has never 
seen а cotton mill; he is, however, quite right in pointing 
out that the power required for driving a cotton mill is 
almo:t entirely absorbed in friction, much less than 1 per 
cect. is put into the cotton—this is where we come in; nct 
only does electricity transmit power with less friction than 
iron and leather, but it uses neither oil nor laces, it has no 
cogs to crack, no ropes to ravel, no belts to break—it is 
alwaya ready and always willing. 

It is an open question whether the applicstion of electri- 
city will not permit of sufficient saving being made in the 
cost of the machines to pay for the motors, if it should do £o, 
the question is settled—the genius of Lancashire has not yet 


been directed to this problem, but whenever it may take it in 


hand it will solve it. 

A “mule,” for example, is a factory in itself, it contains a 
book full of mechanical motions, and he would bea bold 
man who would say off-hand that electricity will not simplify 
some of them and reduce the friction of the internal driving 


Mr. Herschmann’s figures of } to $ Н.Р. per machine аге 
very misleading, they apply only to the card room, whereas 
the bulk of the power is absorbed in spinning and doubling 
in, which processes a single frame will absorb from 4 to 10 

Mr. Herschmann considers it а defect that the power is 
not intermittent, bot electrical engineers will not grumble at 
that, it is just what they banker after, to me it opens up the 
possibility of supplying electrical energy at something less 
than a halfpenny per unit, at which price electricity would 
take the first place as an angel to redeem mankind from the 
incidental curses of jerry built civilisation. 


John S. Raworth. 


Dublin Cables. 


With reference to the bitt er fiom Mr. Ruddle, the fuper- 
iLtendett of tie Dublin Electricity Works, which was pub- 
li-hed in your la't issue, it may be well t» et-t^ that, of the 
cables supplied to t'e Dublin Corporetion by this company, 
a considerable port'on was delivered in 1892, and was used, 
we underet ага, in tne high tension alt-rnst:ng incandescent 
lamp circuits. Of these cables, we believe, no complaint із 
made. Faults, however, have occurred in the arc lighting 
circuits, the cables for which were supplied since 1893; the 
conductors of the latter are 7 16s, the thickness of the dielectric 


could be made to pay very 


being 1/18’. In по case were these cables laid underground 
by this company. 

Throngh the courtesy of Mr. Ruddle the cables were 
examined by us in April of last year. As the result of our 
examination we found that at the junction boxes the cables 
were seriously damaged, and that even where a breakdown 
had not yet о. we found in some cases the cables to 
have been punctured or wounded; we therefore submit that 
this does not point to faulty material but rather gives 
evidence of mechanical injury, for which a manufacturer 
should not be considered responsible, | 

As regards the cable, apart from these faults the rubber 
appeared to be in very good order; a length retarned to our 
works for examination was tt d with 5,000 volts alternating 
current, and showed no signs of weakness. Under these 
cireum- tauces it cannot with justice be held that a dielectric 
of India-rubber fails in its object, and calls for the sub:tita- 
tion of some other material, which in addition to its own 
inherent defects would be subject to the same. mechanical 
disadvaptiges. The trouble, in our opinion, lies in the 
handling of the cables, and the want of complet» under- 
standing between the manufacturers and the contractor, or 
persons to whom the work of laying is confided. Whether 
or not other manufacturers may be better able to eetablish 
such an understanding, we are unable to etate, but we may 
assure you that we spare no pains to place at the disposal of 
the contractora for laying, such knowledge as we possess on 
the subject. 

Wm. Gray, 
Electric Light Department, The India - Rubber, Gutta- Percha, and 
Telegraph Works Company, Limited. 


«€ Is the Nervous System a Coherer !“ 


In the ELECTRICAL REVIEW, of March 4th, there P 
avery interesting notice of а communication made by M. 
Branly to the Académie des S»iences, on December 27th, in 
which some striking analogies are point d out between co- 
herer action and the conductivity of the nerves for nervous 
currents. That this is not the firrt time such a suggestion 
has been made will appear by the following extract from an 
arti le by me, headed Apologia pro electricitate ja,” in 
the Lancet, of May 4th, 1895 :—“ It seems conceivable. 
thet cther histological arrangements, e g., those nerve fibrils 
which conduct, yet only touch and do not anastomose, those 
motor nerve endings which are only in contict with the 
sarcous substance; indeed, any conducting arrangement in 
the animal body which may be classed as a bad contact 
may const'tat» the physiological analogue of what would be 
electrically known as a ‘coherer,’ ” 
W. S. Hedley, M.D. 


March 6th, 1898. 


Cost of Long-Running Plant. 


The letter of your correspondent, “ Atlas,“ raises an in- 
teresting question. Along with the engineer to the South 
Staffordshire scheme, the writer had occasion to go very 
thoroughly into the question of the probable generating 
cost‘, and, from the mass of information which we collected, it 
was perfectly evident that with ordinary good lack the p-oject 
well with customers paying at the 
rate of Id. a unit and discounts. In the case of Niagara, 
it should ba remembered that a town had practically to be 
built at short notice, in order t» creat» a demand for power, 
but in South Staffordshire the town, or rather towns, with 
their multitudinous industries, already exist, and if only the 
various representative bodies can be got to pull in one direc- 
tion, a few more years will undoubtedly see energy being 
distributed over the area bounded by Wolverhampton and 
Birmin ham. Wa'sall and Dudley at under a 11. per unit. 

At the St. H-len's Chemical Works where the generators 
are comparatively small (300 kw.) and, moreover, driven in 
the old fashioned way from slow running horizont il engines, 


the writer has it on good authority thut the total cost of 


generation, including fair amounts for rates and taxes, in- 
terest and depreciation is nearer a ld. than a jd. per unit. 
The load is, of courae, a 24-hour one. 

The Manchester central station, which has a very con- 
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siderable day load, due partly to motors and algo, no doubt 
to the peculiar atmospheric conditions of that salubrious 
place, is at the present moment generating current at a figure 
well under 14d. per unit, and this is with the coal bill at the 
comparatively high (considering the position of the dietrict) 
figure of 4d. per unit (coal at Edinburgh is 81d. and at 
Leeds 25d.). At the present time the plant is some 80 per 
oent, overloaded, and all repairs, &c., bave to ba carried out 
daring the night by men paid time and half, and those who 
know anything of night work will recognise how it “plays 
the bear" with the cost sheets. Mr. Day, the engineer in 
charge, et: ted to the writ ar that when they got the load well 
in hand (two 1,500 kilowatts are on order from the Electric 
Constraction Company, Limited, and Siemens Bros. & Co.), 
and these ext-as were ttopped, he qu'te expected the 
generating costs to drop well below 1d. per anit. 


E. Kilbarn Scott. 


CORRESPONDENCE.—We have received, too late for inser- 
tion in this issue, а communication from Mr. A. J. 
Liversedge on The Burning Question.” This letter, and u 
reply thereto, wil appear in our next issue.—Eps. ELO. 

EV. 


с———————————— 


BUSINESS NOTICES, &o. 


Electrica] Wares Exported. 
Wygzk Бирча Marcu 81H, 1897.) WIE Enpina Marcu STH, 1898. 


E 8s. £ s. 

Albany ... к .. 131 0 | Adelaide dies .. 18 0 

Alexandria ... .. 25 0 Albany sis . 45 0 

Amsterdam .. 20 0 | Amsterdam .. 50 0 

Bilbao ... cas .. 12 0 | Antwerp. Elec. fuses 174 0 

Boca. Teleg. mat. 72 0 | Barcelona sit .. 12 0 

Bombay Я . 182 0 „ Elec. light cable 1,170 о 

Brussels sa .. 18 0 Beira. Te'eg таб. 139995 0 

Buenos Ayres ... .. 724 0 | Bombay s * 40 0 

Calcutta... без . 49 0 | Boulogne € . 32 0 

Саре Town ... .. 415 0 | Buenos Ayres ... .. 542 0 

й Т. leg. mat. 1,400 0 i Teleg. mat. 115 0 

Colombo. Teleg. mat. 79 0 | Cape Town ..1,216 0 

Dansig ... s .. 19 0 | Christiana . 84 0 

Durben ... .. 1,139 0 | Colombo 17 0 

E ut London .. 836 0 Durban... m .. 101 O0 

Flusbiag m . 27 0 R Teleg. mat. 529 0 

Fremantle. Teleg. mat. 27 0 | East London .. .. 594 0 

Havana ... sis .. 12 0 | Gibraltar va .. 26 0 

Port Elizabeth .. .. 146 0 Gothenburg .. 76 0 

Singapore. Teleg. mat. 10 0 | Hamburg .. 121 0 

i Teleg. cable - Liban . š 60 0 

2, 598 tons) Lisbon . 935 0 

Bydney ... "s .. 242 0 | Madras .. 1 0 

Teneriffe ER .. 10 0| Malaga ... pis .. 156 0 

Valencia - 18 0 | Melbourne е .. 57 0 

Venice ... (à 6 0 Я Teleg. mat. 695 0 

Yokohama ees 16 0 | New York. Teleg. mat. 1,654 0 

Penang. Teleg. mat. 16 0 

Port Elizabeth... „ 411 0 

Rosario ... T .. 39 0 

Santander iis .. 59 0 

Shanghai Wes aa 6 0 

Singapore. Teleph. mat. 265 0 

Stettin. Teleg. wire 91 0 

Stockholm. Teleg. cable 365 0 

Sues ... T .. 12 0 

T Teleg. cable 140 0 

Sydney ... a .. 51 0 

Tientein a .. 36 0 

Yokohama cas * 270 0 

Total eee £5,084 0 Total eee £12,221 0 
Foreign Goods Transhipped. 

£ s. 

Barcelona es 3,174 0 


Appointment Vacaat.—An electrical and mechanical 
working engineer is wanted to take charge of electric lighting and 
motor plant, £3., of a lege works near Manchester. Applications 
have to be lodged with the Committee, Co-operative Wholesale Society, 
Limited, 1, Balloon Street, Manchester, by 14th inst. 


Bankruptcy Proceedings.—At last Wednesday's sitting 
of the London Bankruptcy Court, John Dewhurst, 52, North End 
Road, West Kensington, electrician and sanitary engineer, was 
allowed to pass his public examination upon accounts showing total 
liabilities £860 (unsecured £390), and assets £196. He stated that he 


had traded as an electrician for 19 years, and Һе attributed his insol- 
vency mainly to having paid an excessive amount to buy outa former 
partner in the sanitary engineer’s branch. His failure was further 
caused by loss through embezalement of money by a traveller, and by 
depreciation in the value of his stock-in-trade. 


The British Thomson-Houston Compauy, Limited. 
—This company announces that owing to increased business, it has 
become necessary to take further premises at 26 and 27, Bush Lane, 
Cannon Street, E.O., where new showrooms have been opened. This 
address is now the head-quarters of the supply department, under the 
management of Mr. A. J. Ireland, as heretofore. 


`- The “Cabinet Maker." — A copy of the Cabinet Maker and 
Art Furnisher (edited by Mr. J. Williams Benn) for March, is before us, 
and is a trade publication of the first class. There is much artistic 
talent bestowed upon electric light fittings and their arrangement in 
house and mansion lighting, and in this work the art furnisher and 
the electric lighting man have a kindred interest. Thereis plenty of 
room for the two trades to work together in the matter of electric 
light casings and mouldings, so as to prevent them becoming an 
eyesore. The work of Messrs. J. F. & d. Harris in this line is made 
the subject of a short article. Matter of interest is afforded by the 
article describing the new factory of Messrs. C. & R. Light, at 
Finsbury, the wood-working machinery in which is operated by 
electric power, a 30 H.P. electric motor being employed. A 20 H.P. 
motor is shortly to be added. An electric lift is used, and the 
building is lighted electrically. 


Cole, Marchent & Morley.—This firm, of Prospect 
Foundry, Bradford, has just issued a new catalogue of steam engines 
and condensing plant. The list is got up in what we are accustomed 
to consider the American style of arrangement, with small pages and 
very neat illustrations. In the letterpress we observe a discussion of 
the points affecting the selection of a suitable type of engine for the 
required purpose, the question of space, character of load, water and 
fuel supply, and boiler pressure, being dealt with. Among those 
described is the Corliss engine, the firm’s own standard Oorliss 
engine, details being given of general arrangement, and of the con- 
struction of the principal parts, also Corliss engines with positively 
driven valves, high-speed vertical engines, and the steam Barring engine 
with automatic throw-out gear. One section to which we referred last 
week, is devoted to independent condensing planta. We understand 
that Messrs. Cole, Marchent & Morley have, during the pas“ few 
years, practically remodelled their works, and laid themselves out for 
the production of the bighest class of engineering work. 


Crompton & Co., Limited.—This company have de- 
cided to close the office at 35, Queen Victoria Street, at which address 
they have hitherto been carrying on the sale of electrical cooking 
and heating appliances, and from March 1st tbis branch of their 
business will be carried on at the Aro Works, Ohelmsford. In future 
they will supply their electrical heating and cooking appliances to 
the trade only. 


Diversified Uses for Storage Batterles,—Our New 
York namesake recently gave a list of some of the battery contracts 
being carried out by the Electric Storage Battery Company, as signi- 
fying the diversified uses to which secondary batteries may be put. 
The latest contracts cover batteries to be used in connection with 
electric elevators; large plants for the Chicago Edison Company 
and the Buffalo Railway Company, and for private residences. Also 
in Mr. Howard Gould’s new steam yacht Niagara, and Mr. Lloyd 
Pho»ix's yacht Intrepid. The American Fire Insurance Company's 
building in Philadelphia is being equipped with a battery for night 
lighting. The Germantown, Pa., Hospital, is increasing the capacity 
of its plant by 50 per cent. Batteries have been furnished to the 
Cleveland Telephone Company and the Southern Bell Telephone 
Company; aleo for fire-alarm work at Portland, Ore., Auguste, Ga., 
and St. Paul, Minn.; for telegraph work on the Lehigh Valley Rail- 
road, the Southern Pipe Line Company, the Great North-western 
Telegraph Company, the Chicago, Milwaukee and St. Paul Railway 
Company, the Postal Telegraph and Cable Company, and the General 
Electric Company. The Patton Motor Company and the National 
Electric Car Lighting Company are installing them in connection 
with their systems, and the State School of Mines, Colorado, has 
equipped its laboratory with them. 


Dortmund Electrical Exhibition.—Arrangements are 
in hand for the holding of an electrical exbibition at Dortmund, 
Germany, in July next. 


Electric Timepieces.—The Swansea Free Library Com- 
mittee has had under consideration the tender of Мт. Gans for the 
supply of six electric timepieces for the library and one for the 
aa cf the building, at a cost of £84 14s. The matter was 
deferred. 


A Gas Chairman on Incandescent Gas.—A share- 
holder in the Cheltenham Gas Company raised the question of street 
lighting at the meeting of the company held on Tuesday last week. 
He said there was a strong desire outeide the area of the electric 
light for an improved illumination by gas. Many people were of 
opinion that an improvement could be made by the adoption of the 
incandescent burner. He hoped to have an assurance that the 
directors would consider this matter, make experiments, and give the 
Corporation the opportunity of judging whether a better light could 
not be supplied, indi at what cost. The contrast between the electric 
light and gas light was so unfavourable to gas, that the Town Council 
were justified in asking for something better than was now given. 
Unless the lighting of the streets by gas was greatly improved, the 
lighting of them by electric light would make speedy strides. The 
Speaker was differed from by another shareholder as to the result of 
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the use of the incandescent burners in Liverpool. He had seen the 
lighting of the front of St. George's Hall in that city, and he came to 
the conclusion that it was an utter failure. The chairman, in reply, 
said the directors would only be too delighted to improve the light- 
ing of the streets by any means in their power, and at several meet- 
ings lately they had considered the merits of incandescent and other 
burners; but the incandescent burner was not at present a perfect 
light, and certainly was not adapted for street lighting. Far from 
having the slightest prejudice to the incandescent burner, they would 
be glad to adopt it when they found it to be quite satisfactory. 


List.—The British Bundy Company, of 100c, Queen 
Victoria Street, E.C., sends us a list of the Bundy time recorder. It is 
claimed that this system will tell the exact time each workman 
arrives at and departs from the works, even to the time devoted in 
the department where employed. The process of registering cau be 
performed во quickly that no loss of time is entailed thereby. Each 
employé is given a numbered key, and upon arrival in the morning, 
whenever he goes out and returns during the day, and upon leaving 
at night, he registers the time and his number by inserting the key 
in the proper place in the rccorder and giving it a quarter turn. Ia 
registering when going out, the lever at the left of the clock is held 
down, thereby printing a star opposite t^e number, showing departing 
time. A printed impression is thus made on tbe paper ribbon inside 
the clock of the hourand minute that each employé registers, together 
with his number. The recorders can be placed at convenient points 
at entrances or in departments. At each registration a bell rings. 


*Lithin."—This is the name of a new insulating 
material being supplied by the firm of Hirschmann & Co., of 
Rummelsburg, b. Berlin, à German list of which is before us. 


Motor Omnibuses.—Negotiations are in progress to 
start a service of motor omnibuses. Daimler petrol engines, of from 
8 to 10 horse-power would be employed. 


New Company.—The Compagnie d’Electricité Thomson- 
Houston de la Mediterranée, recently formed in Brussels, has a 
capital of £200,000. Its operations are restricted to Egypt, Greece, 
Spain, Portugal and Italy. 


Rochefort-sur-Mer Exhibition.— We are informed that 
the buildings and other operations in connection with this exhibition 
are progressing. The exhibition is under the esteemed patronage of 
MM. les Ministres du Commerce, de l'Industrie, de la Marine et des 
Colonies, du Department, de la Municipalité et de la Chambre de 
Commerce. It will be both international and colonial, and will 
embody ali the poria of commerce, industry, marine and fiue arts. 
Applications to be addressed to the Administration de l'Exposition, 
Mairie de Rochefort-sur-Mer. 


The “Sans Pareil” Reflector.—Messre. Webster and 
Co., Theatre Royal, Leeds, have sent us particulars of their 
“Sans Pareil” reflector, for diffusing the light of incandescent 
lamps. The reflector is of cardboard, lined with foil, which 
can be had in varions colours, thus, to a certain extent, 
minimising the loss of light from colouring the lamps. Some of the 
reflectors which we bave seen had been in use since July last, and had 
not tarnished, as is the case with metal and silvered reflectors. There 
should be a large demand for them in the smaller theatres throughout 
the country. Messrs. Webster have also patented an arrangement of 
battens made of bamboo to take the place of the cumbrous and heavy 
battens hitherto in use. The proprietor of the Theatre Royal, Leede, 
speaks highly of both reflectors and battens. 


The Shannon Water-power Scheme.—The scheme of 
the Shannon Electric Power Syndicate, which proposes to utilise 
water-power from the Shannon, is being pushed forward. A com- 
mittee of the Limerick Fishery Conservators is to confer with the 
syndicate on the matter. 


South African Notes.— Our contemporary, the British 
and South African Export Gazette for March, bas the following notes 
on electrical work :—An electric lighting installation is under con- 
templation for the Monastery diamond mine, Orange Free State. An 
electrical tram installation is in contemplation at the Sheba gold 
mine, to replace the present steam tram. The provision of an electric 
light installation for Woodstock, Cape Colony, is under consideration 
by the Town Council. A dynamo for the electric lighting equipment 
of the Glen Deep mine has been ordered. The proposed electric 
lighting plant for East London will include 43 2,000-O.P. arc lamps, 327 
32-C.P. glow lamps, 2,304 16 C.P. glow lamps, five continuous current 
machines for arc lighting, three direct coupling alternaters for the 
glow lamp service, two switchboards, and other accessory material. 
Tenders ranging from £12,000 to £30,000 have been received by the 
Bloemfontein (Orange Free State) Town Council for the proposed 
electric lighting installation in that town. 


Winding-up Petition.—A petition, presented by Mrs. 
Jones and Messrs, Ross, creditors, for the winding up of the Ariel 
1 ешр. Syndicate, is to be heard by Mr. Justice Wright on 

th. 


— — — —— 


ELECTRIC LIGHTING NOTES. 


Acton.—The Council last week considered the electric 
lighting question in committee, interviewing Mr. Lacey and Mr. 
Trentham, the two experts who have been engaged to report. 


Bath.—At the last me:ting of the Electric Lighting 
Committee a statement was presented of accounts in connection with 
the Electric Lighting Works for the year 1897, from January 17th to 
December 31st, which showed the following figures amongst others: 
—Revenue account: Public lighting, £2,184 11s.; other consumers, 
£4,115 14s. 5d.; meter and transformer rente, £219 1s. 9d.—total, 
£6,519 7s. 2d.; repairs, £395 2s. 8d., stores on hand and sundry 
receipts, £358 11s. 4d ; total income, £7,273 1s. 2d ; total expenditure, 
£5,001 83. 9d.; gross profit, £2,271 19s. 5d.; special expenditure, 
£1,626 7s. 4d. ; net profit, £645 5s. 1d. As ed the income the 
first three items of receipts for current amounted to £6,519 17s. 2d., 
as compared with £6,332 15s. 8d. received by the company for 1896, 
showing an apparent increase cf £186 11s. 6d. The actual increase, 
however, was much greater if they took into account the 5 
of the year by seven days at its commencement, and, this adjusted, 
the increase was about £330. The following is a summary of the 
capital expenditure to December: Original purchase, £24,830 18s. 5d. ; 
additions since—sundries, £1,168 28. 7d; builder's contract, £6,175 ; 
further works sanctioned, £19,676 168. 8d.; total, £51,850 17s. 8d. 
The profit was £1,952 7s. Bd., which it was proposed to deal with as 
follows: Interest on loans, £707 28. 4d. ; depreciation fund, in view 
of sinking fund, £600; balance carried forward to next year, 
£645 бв. 1d. 

In respect of the complaints re the efficiency of the light, 
Alderman Taylor reports to the Council that night after night 
his colleagues and himself had been round making the necessary 
tests. In nearly every instance they had found that where there was 
& bad light it was not their fault, and did not arise from the works. 
The power supplied was quite equal to the demand. He h 
prope were not going to throw on the committee the blame when 
the lamps were not properly cleansed. He was making a report. 


Bedford.—Consumers are dissatisfied with the charges 
for current, and a meeting was held in the Town Hall last Friday, 
when it was considered that the charge should be reduced to 44d. 
per unit. 

Belfast.—The Engineer has reported the alternative 
arrangements he had proposed to the Acme Gas Com D the 
рше of the engines at present on hire from them, and it been 

ecided to return the engines to the owners. 

The Gas and Police Committee is taking steps to secure the best 
method of lighting the leading thoroughfares within the present 
area of the city. 


Bromley.—The Bromley Urban District Council has 
received the information required by them from the Bromley Electric 
ighting Company, and have finally decided to transfer the electrio 
lighting powers to the company. The Council's seal has been affixed 
to the deed of transfer of the electric lighting powers to a company. 


Bury.—At the last Town Council meeting Mr. Pickup 

stated that after allowing a sufficient reserve for the electric lighting 

lant, they were able to supply current at the rate of 180 units per 
our, whilst the demand at present is for only 90 units per honr. 


Caleutta.— The Bengal Government has nominated Mr. 
Mearn for the appointment of Inspector of Elec'ric Lighting in the 
City of Calcutta. 


Camberwell—It is stated that the General Purposes 
Committee of the Camberwell Vestry, intend to repeat their recom- 
mendation to purchase the vested interests of the County of London 
and Brush Provincial Electric Lighting Company in that parish, at а 

remium of 33 per cent. upon the capital expended, with an additional 
ividend of 5 per cent. 


Canterbary.—The Council has accepted Mr. A. J. Brew- 
ster’s tender for the erection of their electric light station as follows: 
Buildings, £4,032 ; boiler seatings, flues, &c., £910. 


Cardiff.—The electrical engineer (Mr. Appelbee) has 
submitted a proposed scale of reduced charges. The present rate is 
6d. for the first two hours’ average ато and 34d. afterwards. The 
new rate suggested was 7d. for the first hour and 34d. afterwards, 
while in the case of that small class of consumers who only use the 
light on an average one houra day the charge should bea uniform one 
of 5d. per unit. The supply of electricity for 1897 had increased by 
94,000 units over the preceding year, the total revenue was £6,968, 
and the surplus on the year’s working would probably be about £230, 
The chairman advocated a slightly further reduction by making it 
3d. instead of 344. after the first hour. Oonsideration of the ques- 
tion was deferred toa future meeting. 


Chelsea.—The Vestry will oppose the Bills to be intro- 
duced into Parliament by the Chelsea Electricity Supply Company 
and the Metropolitan Electric Supply Company. | 


Croydon,—At the last County Council meeting it was 
reported that the plans and quantities for the extension of the 
electric light station buildings were nearing completion, but as the 
matter was urgent the borough engineer had been consulted and had 
obtained prices for excavation and for putting in the foundations to 
the ground level and the engine beds. A tender had been accepted 
for the work. The mains are to be extended in Addiscombe Road at 


а сові оё £200. 15 alternating arc lamps are to be employed for the 


lighting of South End. 


Darlington.—Prof. Kennedy was last week appointed by 
з оша to report and estimate re electric lighting for the 
rough. 
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Dartford.—The District Council does not approve Mr. 


Н. 8. McKrell's proposal to apply for a provisional order. A 
municipal order is already applied for. 


Dorking.—A public meeting was called by the District 
Council and held on Thursday last week, for the purpose of giving 
information to ratepayers on electric lighting, previous to their voting 
on the question. Mr. Warden-Stevens was present aud gave, in 
reply to a question, figures of the progress made io other towns. He 
recommended the alternating current high tension system. He also 
recommended a municipal supply. Mr. Gripper, managing director 
of Edmundson's Limited, was also present, and he contended for the 
low tension system. 


Dundee.—Some of the electric arc lampe for street 
lighting were lighted for the first time on 1st inst. 


East Grinstead.—At the next meeting of the District 
Council, Mr. Steer will move a resolution in favour of making ap- 
plication to the Board of Trade for a license or provisional order to 
enable the Council to supply electricity for public and private pur- 

within their district, or such other area as the Council may 
i This was done at the request of the General Purposes 
Committee, of which Mr. Steer is chairman. 


East London (South Africa).—Specifications and plans 
are about being prepared for the electric lighting and tramway 
scheme for East London. The Borough Engineer's report suggests 
supplying the present public and private requirements of the town 
апа furnishing the Harbour and Railway Departments with supply. 
The British and South African Export Gazette says that the supply of 
electric energy for the tramways is also included in the scheme! 
The locality of the generating station has been fixed near to the new 
wharf extension and also to the railway line for coal supplies. The 
scheme makes provision for a reserved plant, spare or duplicate 
engines, dynamos, boilers, &c., being contemplated. For the incan- 
descent street and private lighting service, two direct-coupled 
alternators, with one spare one, are recommended. For the arc 
lightiug service, two continuous current machines are proposed, one 
being for the Harbour Board’s requirements, and the other for the 
Railway Department and the streets jointly. For the tramway 
service, one continuous current machine is apportioned. A spare 
continuous current machine is to be provided, to be available for arc 
lighting or tramway, the switchboard being so arranged that the 
current can be used for either lighting or traction purposes. For 
lighting power the scheme contemplates an energy equal to 2,804 
16-0.P. glow lamps and 43 arc lamps per hour, plus the snergy 
required for the three miles of trams, or 18 B.T. units per hour. 
The lamp provision comprises—for street lighting, 18 2, 000-O. P. 
nom. arc lamps and 300 32-0.P. glow lamps; for the Harbour De- 
jocos 21 2,000-O.P. nom. arc lamps and 725 16-C.P. glow lamps; 
or the Railway Department, four 2,000-C.P. nom. arc lamps and 27 
32-0.P. glow lamps. For private lighting, 1,500 16-C.P. glow lamps 
are recommen High tension mains would deliver the current 
to transformers for the service of the low tension mains supplying 
the street and private incandescent lamps. It is proposed to place 
the street lamps in duplicate, arranged во that the second is auto- 
matically lit when the first is extinguished. The tram track, three 
miles in length, ses through St. Peters Road, Oxford Street, 
Fleet Street or daxton Street, Ourrie Street, Inverleith Terrace to 
the Beach. Future extensions contemplate the crossing of the 
Buffalo bridge to the West Bauk. It is proposed to adopt the over- 
head trolley system, the track being laid with 60-lb. rails, and the 
cars constructed to 25 persons. The Town Council appointed 
; Mr. Lewis Cousens, M.I.E.E., Johannesburg, to dea u 
and plans for the Conncil’s approval, upon which 
tenders will be called for. 
_ Edinburgh.—Various proposals are under the considera- 
tion of the Cleaning and Lighting Committee for using electricity in 
many streets where gas is now employed. 


Edmonton.—Afier inquiries made by the architect, in 
conjunction with a London electrical engineer, the Board of Guardians 
Electric Lighting Committee finds that the adoption of electricity 
instead of gas for lighting the Edmonton House will result in a con- 
siderable saving. The Committee has now been instructed to obtain 

lans, specifications, and estimates, with power to employ a consult- 
ing electrical engineer. 


Glasgow,—The arc lighting of St. Andrew's Hall, which 
has not given satisfaction to the Council, was discussed again last 
week, and a resolution was ed, that in view of the unsteady 
character of the lighting, of the noises emitted by the arc lamps, 
and of the fact that the roof is practically invisible under the present 
method, a system be adopted which will be both efficient and silent.” 
Ths Bazaar Committee was already considering the matter. 


Gloucester.—When the Council had electric lighting 
matters before it last week, it was resolved to purchase part of the 
Bearland estate for a site for the electric lighting and dust destructor 
works, at a cost of £7,125, instead of either of the sites previously 
suggested. The tenders, of which we gave details last week, were 
afterwards accepted. 


Greenock.— The Sub-committee on Electric Lighting is 
recommending the Police Board to extend the electric light in town 
at a cost (including site) of about £28,000. The proposal provides 
for the erection cf about 40 arc lamps and pillars along the main 
streets, and the extension of the installation should such a demand 
arise 


At & special meeting of the Police Board on 28th ult., held to con- 
sider ths electric lighting question, it was agreed to ask the Board of 


Trade for another month's extension of time to allow of the matter 
being more carefully considered. Mr. Teague’s supplementary report 
has not yet been submitted to the Board. 


Hampstead.— In the estimates for the ensuing financial 
year just placed before the Vestry, show that it will be unnecessary 
to make any demand on the rates in respect of electric lighting. The 
income from private consumers for the year 1898-9 under this head 
is estimated at £19,000, and the expenditure, including working 
expenses, establishment charges, interest, and repayment of principal 
of loans, at £13,500, thus showing an estimated net profit for the 
year of £5,500. 

The Lighting Committee has had under consideration the question 
of providing additional plant for the winters of 1893 and 1599, 
and the Vestry has decided that additional plant be obtained at an 
estimated cost of £17,000. Tenders will be invited for the supply 
of the plant. The new plant at present fixed is almost ready for 
working. Maius are to be extended along several roads. 


Hartlepool.—The borough engineer ia to report on the 
cost of laying down, in connection with a dust destructor, electrical 
plant for public lighting. 


Islington.—At a recent Vestry meeting the treasurer, 


replying to a question, said the number of public gas lamps in 1892 


was 4,548, and the cost of the gas for each lamp £2 17s. 9d. In 1897 the 
number was 4,725, and the cost of gas for each was £3 Os. 11d. In 
1897 the number of public electric lamps was 100, and the cost of 
the current to each lamp was £40 6s. 12d. 


Kingswood.—The question of the municipal purchase 
of the electrio lighting undertaking of the Western Counties Electric 
Lighting Syndicate has been raised on many occasions, but up to the 
present has not been actually settled. The last meeting of the 
Kingswood Council had before it a letter from the syndicate asking 
when the purchase was likely to be completed. The chairman of the 
Council said that a letter was written to Messrs. Parfitt some time 
ago, stating that as soon as the Local Government Board inquiry 
took place and the loan was sanctioned, a time for settlement of the 
purchase could be arranged. Mr. Parfitt'a list of the extension was 
received, and would come up at the inquiry. 'There is about 18 
months of the lease with Messrs. Parfitt for lighting the district to 
run, during which period they have to keep the plant, &c., in repair. 


Leeds.—The Parliamentary Committee has approved a 
draft of the provisional order to be asked for in connection with 
the purchase by the Corporation of the electric light undertaking. 
The following are the terms of the purchase proposed by the 
Town Clerk in a recent letter to the company. (1) The pur- 
chase to take effect as from March 1st, beyond which date, of 
course, there could be no further expenditure by the undertakers 
upon the undertaking chargeable to capital account; (2) that the 
Corporation issue or transfer to the undertakers, as purchase money, 
Leeds Corporation R»deemable 24 per cent. Stock in lieu of Itredeem- 
able Stock, the former to be of such an amount as would equal in 
value in the market a Leeds Corporation Irredeemable 5 per cent. 
Stock ; this amount or value to be determined by arbitration in case 
the parties differ; (3) should it be found that any sum is payable to 
the undertakers to make up the dividend on capital expenditure to 
5 per cent., the Corporation will be prepared to pay that amount in 
cash. The like aleo in regard to any agreed expenditure on capital 
after the daté mentioned; (4) that in order to save time ia the com- 
lotion of the purchase, the Corporation be permitted forthwith to 
investigate the compauy's books and accounts, with a view of ascer- 
taining to their satisfaction the sum properly expended by the 
undertakers upon the undertaking and chargeable to capital 
account.” The offer is made without prejudice to the application of 
the Corporation to the Local Government Board for a provisional 
order empowering them to issue Irredeemable or other stock for the 
purpose of the purchase, and subject to confirmation by the Parlia- 
mentary Committee and the Council. 


Leyton.—The electrical engineer is to have provided a 
sub-station in High Road, Leytonstone. 


Lincoln.—The City Council expects to start the electric 
light works in October next. The Electric Lighting Committee and 
the electrical engineer, Mr. C. Vesey Brown, are pushing the works 
forward. The City Coancil last week arranged the positions of a 
number of street lampe. 


Liverpool.—The Lighting Committee has agreed to 
extend the electric supply mains into Manchester Street aud School 
Lane. A new design of electric lamp is to be tried for Bold Street. 


Manchester.— At the last City Council meeting, Sir John 
Harwood mentioned that the Waterworks Committe had requested 
Mr. Hill, C. E, to obtain the opinion of an electrical engineer and 
such other assistance as in his opinion might ba necessary, and re- 
port as to whether the water supply from Longdendale could in any 
satisfactory way be utilised for the purpose of generating power in 
connection with the supply of electricity. There was, Sir John said, 
a difference of opinion on this subject, and they wanted to get at the 
facts. Mr. Alderman Higginbottom suggested that Mr. Wordingham, 
headjof the Manchester Electrical Works, should Ъз the engineer 
called in by Mr. Hill. Sir John Harwood said the suggestion was 
rather premature. No doubt Mr. Wordingham would be c: nsulted. 

The City Council has, on the recommendation of the Electrical 
Committee, advanced the salary of Mr. F. E. Hughes, secretary, from 
£225 to £250 per annum, and that of Mr. A. A. Day, chief assistant 
engineer, from £250 to £276 per annum. 
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Mardy.—On Thursday night last week the new electric 
lighting works put down by the Mardy Electric Light Company were 
opened. The plant was supplied by Messrs. Crompton & Co., and 
erected under the supervision of their local agent, Mr. Hughes. The 
plant bas a capacity of 1,300 8-C P. lamps, which is considered 
sufficient to light 2,00). The installation has cost about £1,600. 
The plant comprises a steel locomotive multi-tubular boiler generating 
steam at 150 lbs. pressure for a 60-brake Н Р. compound vertical 
envine. There is a duplex feed pump capable of pumping 1,000 
gallons per hour against the boiler pressure of 150 Ibs. The Crompton 
dynamo is of the firm's Jatest patent shunt-wound type, having au 
output of 168 amperes at 220 volts when running at 750 r.p m. A 
booster is used for raising the voltage to 300 for accumulator charging. 
At present about 600 lamps are supplied, but it is anticipated that 
very shortly the plant will be working at its full capacity. The 
Mardy Company is iteelf wiring and fitting consumers’ premises, 
The fittinga have been supplied by the Ediswan Company. Mr. 
Harris has been appointed electrician to the company. It is expected 
that the District Douneil will shortly go in for public street lighting 
by electricity. The price of gas is 48. 6d. At a supper held after 
the inauguration ceremony there were various toasts proposed and 
responded to. 


Newcastle.—It having been stated that the electric 
lighting works are to be removed from Pandon Dene to another 
spot, the question of purchase by the City Council has again 
arisen. 


Nottingham.—At the new Empire Theatre of Varieties 
the electric light is largely used. In the auditorium alone there 
are over 100 lights; while for the footlights, lamps of various 
colours are employed. Mr. Joseph Blackburn carried out the 

ectrical work. 


Plymouth.—The Electric Lighting Committe intend to 
run the wires in the direction of the infirmary owing to the number 
of public and other buildings requiring the light. It is intended to 
wire buildings free of cost at first, and spread the payment over two 
years. 


Poplar.—Aft2r a long discussion, the Board of Works 
has decided to undertake the electric lighting itself, without the 
intervention of the company that has been seeking a provisional 


Reading.—The minutes of the Lighting Committee read 
as follows: On February 11th the Town Clerk was instructed to 
confer with the Board of Trade ав to the powers of control of the 
Corporation with reference to changes proposed from time to time 
in the system of supply of the Reading Electric Supply Company, 
and the effect of such changes upon the question of the capital 
properly expended, which was to form the basis of the sum to be 
paid by the Corporation in the event of their purchasing the under- 
taking. On the 18th the Town Olerk reported that a further altera- 
tion of the system of supply was in contemplation, and it appeared 
io him the only mode in which the Corporation could exercise 
effective control over capital expenditure was by themselves becoming 
the undertakers under the order. 


Saltburn.—The Cleveland and South Durbam Assets 
Company proposes erecting plant, &c., for the supply of electricity to 
private and business premises, and a plan of the streets which will 
be traversed and crossed by overh wires was submitted to the 
Saltburn Urban Council last week for approval. Mr. T. P. O. Yale, 
A.I.E.E., attended for the company. Tne Council will hold a special 
meeting to consider the scheme. 


Sheffield.—The London Gazette of March 4th contains 
notice of the Bill to be applied for by the Corporation for the 
рр of the purchase of the Electric Light Company’s under- 

ing. 


Shoreditch.—At the last Vestry meeting it was reported 
that the Lighting Committee had received from the makers of the 
engine a letter admitting their responsibility for not supplying relief 
valves to the cylinders, from which omission the Committee were 
advised the accident at the electricity works, recently referred to in 
the ELECTRICAL Review, arose. After considering and being advised 
upon the circumstances, the Committee instructed the Vestry Clerk 
to write a letter to the company under whose contract the engine 
was supplied, informing them that owing to the non-supply of relief 
valves as promised by the contractor, they would be held responsible 
for the accident and any resulting damage to the works of the under- 
taking. The term of maintenance of this engine after completion for 
which the contractor is responsible has not expired. Postcards have 
been sent round to a number of consumers stating that unless the 
accounts were paid at once the supply would be cut off. These have 
given offence to many consumers. 


Shoreham.—The Southern Cross Ship Yard and Engi- 
neering Company is to have an interview with the Urban Council 
re supplying the Shoreham district with electric light. 

On Thursday last week the scheme was explained to the District 
Council The total cost is estimated at £6,000, and this would 
prose 56 1,000-C.P. arcs, and 1,500 16-C.P. incandescente. Mr. 

E. Churchill-Shann explained the scheme. It does not yet seem 
to be settled whether it will be carried out as a municipal or 


a е undertaking. The matter is to be discussed in com- 
mittee. 
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Southampton.— The Corporation is considering the 


subject of entering into an agreement with the Electric Free Wiring 
Company. 


Stirling.—The Police Commissioners, last week con- 
sidered the question of electric lighting in conjunction with Prof. 
Kennedy’s report, from which we quoted last week, on the water 
power at the Touch reservoirs. According to the North British Daily 
Май account, Bailie Lawson moved that the report be received, its 
conclusions adopted, and the Lighting Committee instructed to pro- 
ceed with the carrying out of the instructions from the Commission 
at the point where they were interrupted in December. Mr. Fer- 
guson seconded. Ex-Provost Yellowlees moved as an amendment 
that Prof. Kennedy's report be laid on the table, and the Com- 
mission remit to the Lighting Committee to get from an 
engineer, who is a specialist in the use of water power, at a cost not 
exceeding 20 guineas, a further report, with guaranteed estimates, as 
to the utilisation of the water pressure available at the reservoirs 
for the electric lighting of the town. Mr. Yellowlees held that the 
report by Prof. Kennedy on the water power available at the reser- 
voirs was founded on wrong data, and that his conclusions were 
entirely ‘misleading. He had based his calculations not on the 
quantity of water available at the reservoirs, but on the quantity of 
water delivered in tne town after deductions, which brought it down 
to one-half of the actual amount. Mr. Hay seconded the amend- 
ment, which was carried by 11 votes to 8. 


Stockport.—It is et ted that the electricity works will be 
in operation about September next. 


Torquay.—Elcctrio light was switched on at the Town 
Hall on £st inst. 


Wallasey.—Mr. Ellery said at the last Council meeting 
that the Gas, Water, and Electricity Committee was making a reduc- 
tion of 17 per cent. on the charges for electrical energy. 


Wells.—The Town Council has received a k ttar from the 
Electric Light Sapply Corporation asking if the Council would sell 
its electric light provisional order, and the Town Clerk was 
instructed to reply that it was not in the market. 


Worcester.— The electric lighting accounts for 1897 show 
that the receipts were £6,291 against £4,757 in 1896, and there w.s 
a loss on the year's working of £1,474 103. 9d., against £1,616 in 
1896 and £1,443 in 1895. The expenditure of capital up to the end 
of 1897 was £67,293. The enterprise, says the Worcestershire Echo, 
has not even earned the interest payable by nearly £500, to say 
nothing of depreciation, a word which is not to be found in the 
accounts. A most startling item is to be found in the table showi: g 
what has become of the electricity generated. The total in Board uf 
Trade units was 559,275, of which there were used for public lamps 
83,700; sold to private consumers, 325,130; used in works, 5,155; 
quantity not accounted for, 145,290, more than one-fourth of the total ' 
Thus, roughly speaking, for about 25 per cent. of the expenditure, 
representing £1,000, there is no return whatever! When the accounts 
came before the City Council on 1st inst., Mr. Rushton complaine1 
that statements made by the chairman of the Electricity Committee 
(Alderman Williamson) as to the value of the water power had been 
falsified by the results. Alderman Williamson said the statements 
were made on the authority of the experts employed by the Coancil. 
Mr. Rushton moved a long resolution asking for reports upon various 
features of the working of the de t Mr. Charge suggested 
that the works at Powick should be abandoned, and a generating sta- 
tion started in the city. An amendment was eventually carried 
капе е ir nasi тоса 8 on the year’s working similar to 
one given in the previous year. 


ELECTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Berlin.— In the annual report of the Great Berlin Horse 
Railway Company, it is said in reference to the electric working of 
the street railways: the existing electric working of the street rail- 
ways first introduced in May, 1896, and extended on April 28th, and 
again on June 5th, has on the trolley section given the greatest satis- 
faction, and allthe doubts and prejudices with which it was regarded 
at first have been dissipated. Tne power of despatching crowds of 
passengers by means of trailer cars has given especial satisfaction to 
the public, and it is to be hoped, in the public interest, that the use 
of trailer cars may be extended by authorities when the network is 
re-modelled. In accordance with the decision of the authorities, a 
number of sections, especially in the inner city, are to be worked by 
accumulators, which are to be charged from the trolley wire. The 
present conduit in the Lindenstrasse and in the Dennewitzplatz are 
to be done away with, and no more conduits will be constructed. 
This will obviate many difficulties in working and much blocking of 
traffc. A more important point for the future working of the lines is, 
thatthe authorities have directed that bogie cars shall in future be 
used. These have accommodation for 28 passengers inside ; they run 
smoother, and the resistance on curves is greatly reduced. It is 
intended to construct these bogie cars in large camber 
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Berlin.—An electric tramway running east and west 
across Berlin and taking in the Leipziger Strasse, and traversing the 
Potedamer Platz, the busiest thoroughfares in the city, was tried for 
the first time on Tuesday last week. It is intended to replace the 
horses gradually on all the urban tram lines. 


Bournemouth.—The British Electric Traction Company 
has written to the Town Clerk, stating that it is still hopeful of 
laying such a scheme for electric tramways before the Corporation as 
might be eatisfactory to all concerned. The directors are taking steps 
with a view to such a scheme being formulated. 


Brighton.—Mr. Magnus Volk, who is now sole 
proprietor of the electric railway, has arranged to take the power 


рож to run his cars from the Corporation electricity works in 
ature. 


Bristol.— Although a week or 10 days ago the prospects 
of a settlement being arrived at between the Corporation of Bristol 
and the Tramway Company with regard to the adoption of electricity 
on all the existing Bristol lines and on several new ones, were distinctly 
hopefal, the position has so far changed that popularly it is described 
by one word: “deadlock.” The company (as reported in the ELxc- 
TBICAL Review last week) replied in detail to the terms submitted by 
the Bristol Sanitary Committee, accepting some, rejecting others. 
Their answer was considered at & private meeting of the Sanitary 


Committee, at which some members expressed considerable surprise 


at the publication of the report of their electrical engineer, Mr. Fara- 
day Proctor. This report had been sharply criticised by the company, 
and its statements with regard to the cost of electric traction denied 
in the most emphatic terms. Mr. Faraday Proctor, in consequence 
of his кр being challenged, gave an explanation to the Committee, 
with which the Committee were satisfied. The Committee’s decision 
on the question of terms raised two points of difficulty which at 
present is no likelihood of settling by negotiation. The Tram- 
way Company, in addition to the Bill which will empower them to 
adopt electric traction, has a second Bill authorising extensions of the 
system in several parts of the city. The new lines would amount to 
between 7 and 8 miles in length. The Sanitary Committee required 
agreement to the following condition: “The date at which the Cor- 
poration’s power to purchase the power atation and the proposed 
extensions will arise, to be the same as for the present horse tramways.” 
In other words, that would be rather less than 15 years hence. The 
company agreed to arrange for the power station to pass when their 
existing lines are bought, but insisted on the full term, 21 years, of 
the Tramways Act for the extensions. The Sanitary Committee 
refused to giva way, and the company talk of withdrawiag their 
Extensions Bill. The second difficulty was not foreseen, and details 
cannot be giyen about it. It appears, however, that the Sanitary 
Oommittee has objected to the use of the trolley system in certain 
streets in which they do not think overhead wires are permissible. 
The company contends that the overhead system—the anly one they 
had contemplated—is, practically speaking, the system which holds 
the field, and that other municipal authorities have selected it. 
Shonld the Extension Bill be withdrawn, the company will proceed 
with the Electrical Power Bill, and will be opposed by the Corpora- 
tion. Meanwhile, several notices of Parliamentary opposition to the 
company’s Bills have been given and the Great Western and Midland 
Railway Companies are among the opponents. 

Cable Trams for Leith.—Mr. Colam, C.E., has been 
reporting tothe Town Council on the cabling of tramways, and he 
estimates the cost of the conversion of the lines and the equipment, 
with all the necessary pits and machinery in same, at about £45,000. 


Cambridge.—The directors of the Cambridge Street 
Tramways Company in their report say that they have bad under 
on & proposal from the British Electric Traction Company 

for substituting electricity for horse traction on their system. The 


report stated “the great majority of the public recognise the superior 


facilities afforded by electric traction, and it was proved that such 
is the de $ of traffic on its adoption, that horse traction has 


no chance alongside it.” 


Dublin.—The Blackrock Town Commissioners are 
supporting the Bill of the Dablin Southern District Tramways re- 
lating to the speed. | 

Dundee,—The Corporation Tramway Bill (purchase and 
electric Pedir. is being opposed by the North British Railway Com- 
pany and the ilway Company. 

Ealing.—The proposed electric tramway scheme was 
again brought up at the last District Council meeting, a member 
having a good deal to say against the overhead trolley system. In 
fact, he deprecated even the laying of tram rails when there existed 


5 that electrio traction would shortly be possible without 
disfigurements. 


Finchley.—The District Council and the Hampstead 


Vestry are conferring for the purpose of opposing the electric tram- 
way scheme. 


Glasgow.—For the purpose of rendering it possible to 
use double-deckers on the Springburn electric tramway route, the 
level of Bpringburn Road underneath the Caledonian Railway bridge 
is to be lowered 15 inches, at a cost of £2,280, to be paid by the 
Tramways Department. 


Hull.—The tenders for the remainder of the work in 
connection with the electric tramways, are now being discussed. 
The tenders forthe supply of rails, and for hard wood, have been 
given out, also for th > electrical plant, &c. The Board of Trade have 
made an order sanctioning a loan of £150,000, repayable in 30 years; 


for the purposes of the Hull Corporation tramways, such sum to be 
apportioned as follows, namely: — Permanent way, £123,200; land 
and buildings for electric generating station, £14,800; car sheds and 
depots, £12,000. The Corporation estimats covering the balance of 
the loan requires farther consideration, and the Board’s decision 
will be communicated shortly. Tenders have bzen accepted for the 
supply of creosoted redwood stringera for tramways. 


Leeds and Bradford Light Railway.—This scheme, 
which recently formed the subject of an ioquiry by the Light Rail- 
way Commissioners, was before the Leeds City Council again last 
week, and the terms of the promoters were rejected, the previous 
resolution to oppose the scheme being confirmed. 


Liverpool.—A deputation from the Tramwaya (special) 
Committee is going to Hamburg to inspect the working of the tram- 
ways there. 


Manchester.—The representatives of about a dcz:n of 
the district councils affected by the Manchester Tramways Company's 
Bill have been conferring, with a view to arranging for opposition. 


Norwich.—The Standing Orders Committee last week 

decided that the standing orders might be dispensed with on the 
condition that the provisions relating to Tramways Nos. 2 and 3 
were struck out of the Bill of the Norwich Electric Tramways Com 
pany. 
. South Staffordshire Tramways Company.—At the 
annual dinner of the employés of the South Staffordshire Tramways 
Company last week, an important statement was made by one of the 
directors, Mr. 8. R. Blundstone, M.I.M.E. He stated that the com- . 
pany last year was slowly but surely drifting on to the rocks, which 
meant liquidation. On one side they bad £50,000 assets, and on the 
other side liabilities amounting to £73,000, but he was pleased to say 
their difficulties now seemed to have been overcome. The South 
Staffordshire Tramways Company had never paid a dividend, but at 
the next half-yearly meeting the shareholders would be asked to 
declare a dividend on the preference shares. Another important 
matter to the residents of Birmingham and Black Country districts 
was this, that it was proposed the South Staffordshire Tramway 
Company should form part of a vast overhead electric system, similar 
to those in vogue in America, and to cover a radias of 25 miles in 
Birmingham and the Black Country districts. 


Swansea.—The British Electric Traction Company 
bas taken formal possession of the property of the Swansea Tram- 
ways aod Improvements Company. Роввеввїоп was taken on Tues- 
day last week, by Mr. Emile Garcke, the managing director of the 
Traction Company, while Mr. E. W. Ruck, a director of the Tram- 
ways Company, with Mr. Kincaid, the engineer, represented the 
former owners in the transfer. The South Wales Daily News under- 
stands that there is no intention of making any change in the local 
management, and that directly the necessary authority is obtained 
electric traction will be applied. Our contemporary remarks that the 
British Electric Traction Company has taken up tramway concerns 
in different parte of the kingdom, which involve a capital of about 
£3,000,000. 


TELEGRAPH AND TELEPHONE NOTES. 


Delays in Australian Telegrams.— Australian papers 
recently to hand throw some light on the cauees to which the inter- 
ruptions on the Australian landlines are to be attributed. Under 
date, Adelaide, January 31st, we read that The superintendent of 
telegraphs reports & partial telegraphic interruption on the Port 
Darwin line, owing to thunderstorms which have been raging between 
Powell's Creek and Port Darwin for the past two days. Tue line is 
also down between Perth and Roebuck Bay, all messages being sent 
via, Port Darwin, adding greatly to the difficulties." 


The Glasgow Telephone Report.—T ne report of Sheriff 
Jameson on the recent telephone inquiry held at Glasgow has not yet 
been placed before the public, though there seems some probability 
of its being issued any day now. The Edinburgh Evening Dispatch 
of 4th inst. thinks that the report will be issued in the course of this 
week, and adds: "On one vital point the Treasury has, it is said, 
satisfied itself. It may be assumed that the report pronounced the 
existing service to be unsatisfactory, and that some recommendation 
was made in the direction of a municipal licence. It has, however, 
been ascertained that there is a Parliamentary difficulty which, as the 
Treasury authorities believe, blocks the way. A telephone licence 
could not bs taken up by the Corporation without the special autho- 
rity of a Private Bill, inasmuch as the service extends beyond the 
municipal boundaries, and it is not competent for the Town Council 
to undertake any enterprise outside its own area.” 

In the House of Commons, last week, Mr. Caldwell asked the 
Secretary to the Treasury, as representing the Postmaster-General, 
if he was prepared to lay upon the table of the House the report and 
evidence taken by the Treasury Commissioner at the telephone 
inquiry in Glasgow, sothat the same may be in the hands of members 
before the House goes into Committee on the Civil Service 
Estimates. In reply, Mr. Hanbury said that they had been laid on 
the table the day previous, and he would see that there was no delay. 


Landlines in the Western Soudan.—4As long ago as 
in August, 1895, we dirccted the attention of our. readers to the 
steady progress with which the French Government landlines were 
being advanced eastward from Senegal. At that time the line was 
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on the point of reaching Bamaku, on the U Niger, a distance of 
some 670 miles from the town of Bt. Louis on the coast of Senegal. 
We learn that since then the lines have been gradually extended, 
until, at the present day, they reach Waghadugu, which lies in the 
hinterland cf the Gold Coast; a distance of 1,200 miles from St. 
Louis. We aleo learn that, running inland from Wydah northward 
through Dahomey, the line has reached the town of Pama, a distance 
of 360 miles; the gap new remaining between Waghadugu and Pama 
is about 170 miles, and when the junction is effected it will 
be possible to telegraph from the Bight of Benin to the Senegal 
coast by landline, a distance of 1,750 miles, by French landlines. 
We are glad to notice that the necessity of a system of landlines 
on the Lower Niger bas been recognised by the British Govern- 
ment, and that it is proposed, at a cost of some £25,000, to effect 
communication with the Lower Niger through the districts to the 
north of Lagos and Forcados, the report running as follows: It has 
been found necessary to incur special expenditure for the adminis- 
tration and defence of the nort territories of the Gold Coast 
Protectorate, and as the-.Colonial revenues are insufficient to meet 
auch expenditure, the Imperial Government has agreed to give im- 
mediate assistance to the colony. The Imperial Government has 
undertaken to bear the cost of constructing a line of telegraphs from 
Lagos to Saka and Ogbomostro, thence to the Niger, and down the 
river to Forcados.” A provision of £10,000 is a*ked for, to cover the 
cost of that portion of the line within the jurisdiction of the Colony 
of Lagos, which, it is believed, will be completed this year. 


The Privacy of Telegrams —Speaking in the Commons 


last week on the question of the greater privacy of telegrams, 
Mr. Haubury said the way in which telegraph offices were now 
arranged for the reception of telegrams was the result of long 
practice and ex ce, and the Postmaster-General thought they 
were on the whole conducive to the convenience of the public. 
Bpecial inquiry would b» made as to whether any further precautions 
were necessary. 


Cable Interruption.— Amazon Company's cable beyond 
Obidos down March 9th, 1898. 


The Telegraph Estimates. — The estimates for the 
Civil Services and Revenue Departments for the year ending March 
91st, 1899, were issued last week. Under the Foreign aud Colonial 
services the estimate for subsidies to telegraph companies bas risen 
by £8,000 in consequence of the new subedy to the Direct West 
India Cable Company ia respect of the cable from Bermuda to 
Jamaica. Та the Revenue Department, under “Post Office Tele- 
graphs," a net increase is shown of £181,645 in addition to the sum 
of £28 800 voted ая а supplementary grant last session. The grant 
for Post Office Telegraphs in 1897-93 was £3,182,990, and the total 
| ен for 1898.99 is 43 364,635, showing the increase of £181,645 
as above. 


The Telephone Service,—A deputation from the Belfast 
Merchants and Manufacturers! Association laid the question of 
municipal telephony before the City Council last week. The matter 
was referred to the Law and Improvement Committee for immediate 
consideration. | | 

The Norwich Town Oouncil has-decided to petition the Postmaster- 
General for a municipal telephone license. 

has pessed a resolution in 


The Eastbourne Chamber of 
favour of municipal telephony. 

" a proposal to refuso to ч 25 5 =e ee National 
elephone Com on the question of underground wires, was 
before the City aneii last чок. 

The new Mutual Telephone Syndicate is still engaged communi- 
cating with various districts and towns in the provinces, endeavour- 
ing to get them to approve the principle of telephone competition. 
In some places the syndicate is receiving support. 


OONTRACTS OPEN. 


Belglum.—April 1:t. The Municipal Authorities of 
Seraing are inviting tenders for the concession for the supply of 
electrical energy in the town for public and private lighting purposes 
during a period of 30 years. Particulars may be had from, and 
tenders to be sent to, the Oollege des Bourgmestre et Echevins, 
Bersing, Belgium. | i | 


Bengal.—According to Daily Tenders the Bengal-Nagpur 
Railway Company wants tenders for the supply and erection of elec- 
tric lighting plant for the bridges on the Bengal-Nagpore Railway over 
the M i River. Farther particulars from the Superintending 
Engineer, Southern Division, Bengal-Nagpore Railway, Cuttack. 

Berlin.—March 15th. The Municipal Traffic Deputation 
of the Town Council has opened a competition for the construction 
of several new electric tramways in that city. Exhaustive details 
concerning this project are contained in the Elektrotechnische Zeit- 
schrift of the 13th inst., which mentions that p will be received 
by tho S Misco Verkehredeputation us III, Berlin, by 
March 15th. 


Bia: kpool.—March 220d. The Corporation wants tenders 
for a tubular boiler, superheaters, condensers, rectifiers, boosters, 
transformers, lead-covered cables, arc lamps and pillars. Borough 
electrical engineer, Mr. R. O. Quin. See our “ Official Notices” 
February 25th. 

Darwen.—March 28th. The Corporation wants tenders 
for the supply of steam engine and dynamos, piping, accumulators, 
5 mains, arc lamps, pillars, & c. See our Official Notices 

is w 


Denmark. — March 12th. Tenders are being invited for 
the supply of the engines, dynamos, accumulators, &., required in 
союшка with the new central station at Frederiksberg, near - 
hagen. Tenders to be sent to the Frederiksberg Sporveis-og 
Electricitets Aktieselskab, Gammel Kongerie, 140, О gen V., 
from whom particulars may be obtained. 


Derby.—March 24th. The Corporation wants tenders 
for the electric wiring of the Lunatic Asylum and premises at Row- 
ditch. See our Official Notices March 4th. 


Devizes.—March 21st. Tendera are wanted for the 
supply and delivery of two 40 kw. continuous current belt-driven 
dynamos for the Wilts County Asylum, Deviz:s. Engineers, Messrs. 
Massey & Allpress, 25, Queen Anne's Gate, Westminster. See our 
* Official Notices" March 4th. : 


Edinburgh.—The City Council is inviting tendera for a 
host of stores and sundry articles. Among the items are “ electric 
lighting materials for the Powderhall destructor," and upholdin 
of electric light installations.” Particulars, &c , from the electrica 
engineer, Dewar Place. 


Edinbargh.—March 22nd. The Council want: tenders 
for the additions and extensions to the electric lighting at the City 
Chambers. See our Official Notices " this week for particulars. 


France.—March 81st. "Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either by gas or 
electricity. Particulars from, and tenders to be sent to, La Mairie de 
Saint Chamond (Loire). 


Leyton.—April 4th. The Diet ict Council want: t2nders 
for the supply of two dynamos, one transformer, two gas engines and 
connections, and switchboards for extension of the el:ctricity works. 
Electrical engineer, Mr. H. C. Bishop. 


Mauchester.—March 15th. The Great Central Railway 
Company (M. B. & L.) wants tenders for the supply of various materials 
and stores during 12 months ending April 30ch, 1899. Among the items 
&re asbestos packing, brass sheet and tubing, electrical materials, 
India-rubber, tin and zinc sheets, wire, &з. Particulars from Mr. 
к. Longden, storekeeper, at Junction Street Mills, London Road, 

chester. 


Plymouth.—March 28rd. The Corporation wants tenders 
for the supply of alternating current meters for the year ending 
March 31st, 1899. Particulars from Mr. J. H. Rider, Borough elec- 
trical engineer, East Street, Plymouth. 


Roumania.—March 15th. Tenders are being invited 
by the General Direction of the Roumanian Post and Telegraphs in 
ое fur the supply of 56,000 metres of galvanised iron and 


Southgate.—March 14th. The District Council wants 

tenders for an installation of electrical communication for fire brigade 

стома. Surveyor, Мт. О. G. Lawson. See our Official Notices” 
45h. 


Spain.—March 21st. The Municipal Authorities of 
Santona (province of Santander) are inviting tenders for the con- 
cession for the electric lighting of the public streets of the town 
during a period of 20 years. Tenders to bs sent to El Secretario del 
Ayuntamiento de Bantona (Sautander) from whence full particulars 
may be obtained. 


Switzerland.—April 30th. Plans and estimates are 
being invited, says the Contract Recorder, by the Government 
authorities of Fribourg, Switz:rland, until April 30th next, for a 

rojected electricity generating station to be established at Hauterine. 
Water power is to be utilised, and the station will have a capacity of 
about 6,000 H.P. A premium of £120 will be awarded to the three 
echemes submitted which are considered to b3 the best. Plans and 
estimates are to be sent to the Department des Travaux Publics, 
Fribourg, Switzerland, from whence fall particulars of the competition 
may be obtained. 


The War Office.— April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and specifi- 


cations for the supply of portable electric search light ap 
Particulars from the Director of Army Contracts, War Ой, Pali 


Mall, 8.W. See our “ Official Notices February 4th. 


Victoria.—March 21st. The Telegraph Department of 
the Victorian Government Railways is inviting tenders for the supply 
of alternating current transformers and one main switehboard. 
rra to the Telegraph Buperintendent's Office, Spencer Btreet, 


Victoria.— June 24th. The Council of the c'ty of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply aud erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. Sze our “ Official Notices " for particulars. 


Wallasey.—March 17th. The District Council wants 
tenders for the supply of engine, alternator, exciter, two Lancashire 
and one water-tube boilers, and condensing apparatus. Engineer, 
Mr. J. H. Crowther. See Official Notices" February 11th. 

Watford.—March 16th. The District Council wants 
tenders for the supply and erection of various plant for the electric 
lighting of the district. For details of the seven sections see our 
Official Notices February 11th. Mr. W. О. О. Hawtayne, consulting 
engineer, 
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THE MANUFACTURE OF ELECTRO- 
CHEMICAL PRODUCTS. 


THERE has been always more or less mystery associated with 
the electro-chemical industries, and probably the difficulty 
of penetrating into the inner recesses of such processes has 
been to some extent responsible for much of the legendary 
lore that has gathered round them. Occasionally the corner 
of the veil has been lifted, and one has been permitted to 
gaze upon what after all has been neither very mysterious 
nor especially wonder- 

fol; but, speaking 

generally, it is as 

difficult for a stranger 

to enter the gates of 

electro-chemical works 

as it is for an explorer 

to reach the City of | Р 
Lhasea. With one ог 
two conspicuous ex- 
ceptions, there have 
been no places во 
jealously guarded from 
the inquisitive eye as 
copper depositing 
works. So rigorous 
are the rules in one 
well-known manufac- 
tory, that if it is 
necessary to introduce 
an outsider into the 
works for repairing 
plant or other specific 
purpose, he is usually 
conducted blindfolded 
to the spot where his 
Services are required; yet the quality of the electro- 
lytic copper produced at these works is not higher than 
that deposited in p'aces where less secrecy prevails. With the 
migration of officials and workmen, and occasionally from 


Ps | | 
22 “шта | рд | | | LE LE GM 
| 1 
- fi 


9 Eel 
i L т: H 
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of a process secret, there is always more difficulty in dealing 
with supposed infringers. | 
It is hardly necessary to say that electricity ia many 
chemical processes has proved to be invaluable, and that this 
application of electricity is destined to bs one of the most 
fruitful, is strikingly shown by the rapid development of the 
electro-chemical industry. Although considerable commercial 
success has been achieved in the use of electro-chemical pro- 
cesses, they, at any rate in their initiatory stages, call for 
extraordinary care; they may be, and no doubt when com- 
pared with older methods, are delightfully simple, but unless 
some regard Ыз paid 
to the economical 
apportioning of the 
electric current for the 
necessary function of 
electrolysis, it is not 
difficult to realise that 
the process might prove 
an expensive one. Thé 
whole basis of the 
ia electro-chemical indus- 
A 5 try is that electricity 
Е offers a cheaper means 
of obtaining certain 
products than can be 
obtained by ordinary 
chemical methods; but 
the operations necessi- 
tate the continuous 
running of electrical 
machinery, and even 
with the most eco 
nomical engines, the 
amount of coal burnt 
per annum, even in 
works of mo lerate out- 
put, must be considerable. As Mr. Andreoli pointed 
out in these columns some years ago, electrolytic works 
ought to be established in districts where coal and 
salt are cheap, and this is a necessary condition of the 
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other causes, it would seem almost impossible to keep any 
chemical or electrical processes completely concealed. There 
may be certain details of plant or process that it is desirable 
to keep within the four walls of the place where they have 
been evolved, but we do not think that there is much to be 
gained from a complete seclusion. Moreover, we think that 
where persistent. attempts have been made to keep the details 


cal production of c 


possibility of the diri ems of electrolysis witb the chemi- 

orine and caustic soda. It can, we 

suppose, be said of almost all the electro-chemical companies 

in this country, that they have settled in districts that are 

contiguous if not actually in the coal fielde, and where salt 
is at the same time abundant. 

It is not proposed in this article to deal generally with the 
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subject of electro-chemical production of chemicals, but 
rather to give an account of the methods adopted in one 
well-known works for the manufacture of caustic soda, 


bleaching powder, 
and chlorate of 
potash. The Electro- 
Chemical Company, 
of St. Helen’s, have 
been courteous enough 


to comply with our re- 


quest to inspect their 
works, and to show the 
various processes in 
operation. There are 
some details connected 
with the works that 


the company has been . 


compelled to withhold 
from us, but in spite 
of that there is 
probably consider- 
able interest attach- 
ing to the following 
descriptions and illus- 
trations. 

In 1892 we drew 
attention in these 
columns to the estab- 


lishment of works at Snodland, in Kent, for the pur- 
pose of demonstrating the production of caustic soda and 
bleach by means of electrolysis. The process was known 


as that of . Holland 
and Richardson, 
and it may be 
reasonably conceived 
that a considerable 
measure of success 
attended the Snod- 
land experiments, for 
sometime afterwards 
the Electro-Chemical 
Company was formed 
to work the system 
on a commercial 
scale at St. Helen's, 
Lancashire. It is 
hardly necessary to 
Bay that this town 
forms practically the 
centre of the electro- 
chemical industry, it 
being in close prox- 
imity to the coal 
pits and within a 
short distance of 
Cheshire, from 
whence salt is pro- 
cured, which is, of 
course, the basis of 
the  electro-chemical 
products manufac- 
tured here. The 
site upon which 
the electrical com- 
pany's works are 
erected seems to 
be an eminently 
suitable one, judg- 
ing by the facilities 
of transport fur- 
nished by the ad- 
joining mineral line 
of the London and 
North-Western Rail- 
way Company. The 
works are connected 
by sidings to this line, 


while a portion is bounded by the St. Helen’s and Mersey Canal. 

The three principal products have been already alluded to. 
The caustic soda is very extensively used in the manufacture 
of paper and soap, the chloride of lime (bleaching powder) is 
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used to a great extent in the various processes of bleaching, 
and chlorate of potash which forms the third branch, consti- 
tutes a very important part of modern explosives. The 


production of these 
byan electro-chemical 
process is compara- 
tively simple. Re- 
duced to its elemental 
form, it is practically 
the decomposition of 
salt by means of elec- 


. tric current which 


gives chlorine gas at 
the anodes ; the solu- 
tion becomes gradu- 
ally weaker in salt and 
stronger in alkali, 
and forms caustic 
soda. "To be a little 
more precise, we may 


say that salt is 


first dissolved in 
what is known as the 
brine house. It is 
placed with water in 
a tank, in which it 
is agitated by 
mechanical stirrers 


until it has reached the requisite- strength. The next 
operation is to run off the brine thus formed into 
liquid beiag eventua'ly drawn 


off into a final 
settling tank placed 
at a higher level. 
From this level the 
decomposing tanks. 
are supplied with 


- brine as required, the 


feeding of the tanks 
being a very 
simple operation, per- 
mitting each and 
every cell to be fed 
by merely turning on 
a few taps. The de- 
composing cells next 
merit our attention, 
and a glance at one of 
the illustrations will 
give a rough idea of 
the size of this plant. 
The cells are in 
what is known as 
the tank house, and 
are arranged in 
tiers. The tanks are 
20 feet long x 3 feet 
wide and 1 foot 3 
inches deep, and are 
divided into 16 cells. 
The anodes take the 
form of irregular 
blocks of carbon 
embedded on a 
lead strip, which 
is fixed in an earthen- 
ware box, as shown 
in the illustration. 
The anode box is 
inverted in the cell, 
but does not quite 
reach the bottom, thus 
permitting the liquid 
to circulate freely in- 
side. A simple 
wrought-iron grid 
formsthe cathode. As 


the current enters the cell chlorine gas is given off in the 
anode chamber, and the solution, after decomposition, becomes, 
as we have said, stronger in alkali and weaker in salt. 
In order to maintain the solution at the requisite strength, 
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brine is fed into the tanks, and after a period a certain 
percentage of alkali is reached, and the solution becomes, 
to all intents and Parposes, caustic soda. The hydro- 
gen which is formed passes off into the atmosphere, the 
construction of the tank house permitting air to pass through 
freely. Having now obtained, by electrolytic methods, chlo- 
rine gas and caustic soda, the next step is to conduct them 
from the tanks for 
treatment. The 
chlorine gas, as it is 
given off, passes 
through a port hole 
into a closed con- 
duit running the 
whole length of the 
tank, this conduit 
being connected +o 
an earthenware main 
which runs from the 
tank house to the 
bleaching chambers 
and to the chlorate of 
potash plant. The use 
of the chlorine gas, to 
which we shall draw 
attention first, is 
in the making of 
chloride of lime. 
Lime is first pre- 
pared, and after being 
well riddled is spread 
upon the floors of 
bleaching chambers to 
a depth of about 6 inches; in order to present a 
greater surface it i3 arranged in furrows. There are 
five bleaching chambers, which are shown in one of the 
illustrations; the dimensions of each being 80 feet by 30 feet, 
and 5 feet 6 inches in height. When the lime has been spread 
upon the floor, the doors are sealed, and the chamber made 
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difficulties arising from the formation of ОО» do not trouble 
them, they have no difficulty whatever in maintaining their 
bleaching powder at market strength. The next operation 
in which the chlorine gas figures is in the manufacture of 
chlorate of potash. In this case the chlorine is passed 
over milk of lime in absorbers, and the calcium of chlorate 
formed is run off and settled. The clear liquor is concentrated 
in pots, to 60° t waddle, 
chloride of potassium 
is then put in; 
from this potassium 
chlorate is obtained, 
which is run off into 
pans. Crude crystals 
are then obtained, and 
the mother liquor 
being drawn off, the 
crude crystals are re- 
dissolved by steam. 
This is run into lead 
coolers for final crya- 
tallisation; then comes 
the washing and dry- 
ing process, and the 
chlorate of potash is 
ready for market. One 
of the illustrations 
shows an exterior view 
of the chlorate of 
potash p'ant. 

The second product 
of the electrolytic pro- 
cess, viz., the caustic 
soda, is гап off into large tanks in the caustic soda shed. 
There is a certain percentage of salt present in the 
solution when it has left the decomposing tanks, and the fluid 
is treated to a kind of preliminary evaporation process, in 
which the salt is precipitated and removed. The method of 
removing the salt is the employment of a revolving frame, 
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air-tight in every way. The chlorine gas is then admitted 
into the chamber through connections in the roof. After the 


chlorine has acted upon the lime for some four or five days, 
there is formed ak oade of lime, which is known commercially 
as bleaching powder, the strength of which varies from 35 to 
37 per cent. of available chlorine. When this stage has 
been reached, the chloride of lime is discharged through shoots 
in the floor of the chambers into casks, and is then packed. 
It is claimed by the 'Electro-Chemical Company that as the 


shown in one of the illustrations, which practically shovels out 
the salt from the bottom of the receiving tank. This salt is 
re-dissolved and used over again in the electrolytic tanks. 
In the caustic soda shed are 14 concentrating pots in which 
the solution is finally treated. Each pot has a furnace 
underneath, and in these the caustic soda is evaporated 
down to the required density and becomes ordinary 
commercial caustic of varying, degrees of strength, 
according to requirements, the principal demand being for 
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caustic having a strength of 70 per cent. 
while in a flaid state, is run off into iron drums, in 
which it immediately solidifies. 

That is practically a rough account of the chemical 
process. Turning from this to the generating plant, 


we find what is un- 
doubtedly a very 
interesting section of 
the - Electro- Chemical 
Company's works. 
The steam raising 
lant consists of 10 
ancashire boilera by 
Beeley & Oo., of 
Hyde,  wbich are 
constructed to work 
at 160 lbs. pres- 
gure. 

The engines have 
been made by Yates 
and Thom, and are 
excellent specimens 
of the marine type. 
They are vertical, 
inverted, compound, 
condensing, with 
cylinders 22} inches 
and 46 inches dia- 
meter, 4 feet stroke, 
of very strong con- 
straction; the cy- 
linders are jacketted 
iu the bodies and 
fitted with Corliss 
valve gear through- 
out, the valves and 
passages being con- 
structed to give the 
minimum amount of 
clearance; the steam 
valves of both 
cylinders are fitted 


with Yates & Thoms 


patented release 
motion, the point of 
cut off in the high 
pressure cylinder 
being controlled by 
a high speed governor 
driven by wheels from 
the crank shaft, and 
fitted with knock-off 
motion to stop the 
engine in case of 
accident or racing, 
the point of cut off 
in the low pressure 
cylinder is adjustable 
by hand whilst the 
engine is running. 
The cylinders are 
placed side by side 
with cranks at 
right angles, the fly- 
rope pulley wheel, 21 
feet diameter, being 
placed between them; 
the dynamo is driven 
from the periphery 
of the pulley by 
26 ropes, each 14 
inches diameter. 
The crank shaft 
and crank pins 
are of steel, with 


large bearing surfaces suitable for continuous running. 

The air pump and condenser are placed behind the low 
pressure cylinder on the floor of the engine house, the air 
pump being worked by levers from the low pressure cross 
ead; the injection water is taken from the canal, and the 
hot well is placed at such a level that the water, atter being 


The caustic, 


drawn from the condenser by the air pump, returns to the 
canal by its own gravitation. 


The present working steam pressure is 135 lbs. per square 


SIDE УЕ or ENGINE. 


irch, for which pressure the engines have been constructed. 
The engine house has been designed for 


five engines, of which 
three are at work, and 
a fourth on order, but 
there is still ample 
room left for the ar- 
rangement of addi: 
tional plant. On 
August 25th last, 
No. 2 engine was 
tested for steam con- 
sumption, and this, 
as measured by the 
actual amount of 
feed-water pumped 
into the boilers, 
worked out to 14 
lbs. of steam рег 
horae-power per hour 
throughout the test, 
which lasted six 
hours. During this 
test the average in- 
dicated horse-power of 
the engine was 711°35. 
The dynamos, which 
are of 5 к ae 
type, built 

Мн. P. R. J на 
and Co., of Man- 
chester, with Sayer’s 
windings, are 
arranged in paire, the 
engine driving on to 
a shaft connecting 
the two machines 
together. They each 
develop 1,250 am- 
peres at 180 volts 
when driven at 400 
revolutions. The 
pedestals of the 
machines are of the 
self-oiling type, and 
are fitted with anti- 
friction metal of a 
special brand. The 
armature shafts are of 
mild steel, with solid 
flange couplings on 
the pulley shaft. End 
play is taken up by 
the collars їп the 
centre of the pedestals 
on either side of the 
pulley. The armature 
core plates аге of 
Swedish iron, and are 
insulated from one 
another with сора! 
varnish which is 
applied evenly 
through the medium 
of a pneumatic 
sprayer. The core 
plates are held firmly 
on the shaft by keys 
and heavy end-plates, 
and the interior of 
the core ventilated 
by means of longi- 
tudinal channels 


provided along the interior of the dises. The main 
armature bars are of solid copper, and are first insulated 
with unbleached tape of good quality, and then varnished 
with a special composition. They are afterwards insulated 
with mica cloth, and finally protected all round with thin 
strips of well seasoned mahogany. 


lt is claimed that 
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this insulation has effectually withstood the injurious 
effects of chlorine gas, though probably only traces of this 
reach the engine room. The pole pieces and field magnet 
castings are of Messrs. Jackson's special mild steel of 
. their own mauufacture. The top and bottom halves of 
these castings have been designed to provide for Sayers's 


AmobE Box SHOWING ARRANGEMENT OF CABBONS. 


auxiliary poles, and at the same time to redace the number 
of joints. The lateral position of the field megaets, which, 
together with the pedestals, are insulated from the bed 
late with thick zinc blocks, can be adjusted at will 

set screws. The switch gear, which has been built under 
Mr. Slat zr Lewis's patents, is of the simplest possible 
character, and is worked by a system of railway levers, a 
long and quick break being provided by this means. The 
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distribution is accomplished throagh а bare stranded cable, 
and an interesting feature about it is that there are no joints 
at places where branches of the mains are taken, the method 
Moe being simply to untwist a strand. 

he generating plant is arranged in a lofty well-arranged 
building, shown in one of the illustrations, which has been 
prepared from a photograph lent by Messrs. Jackson. 


CONTRACTS CLOSED. 


Belfast.—The Corporation last week confirmed the Electric 
Committee's acceptance of the tender of Mesers. T. Parker, Limited, 
to supply by October next an additional 200-kw. steam dynamo for 
lighting and traction at £2,646. The reference of the electric traction 
matter to a committee for investigation was also approved. 


Brighton.—For the supply of dynamos, motors, switch- 
boards and wiring work for tbe Municipal School of Science and 


Technology, the contract has been given to Messrs. Warburg and 


Dymond at £481. 


Hammersmith.—The Vestry last week accepted a 
tender from Messrs. Ferranti for supply, &., of new switchboard 
for electric lighting extensions at a cost of £473, and gave a contract to 
Messrs. Babcock & Wilcox for boilers at a cost of £1,060. Messrs. 
Ferranti will also alter panels on the present switchboard at a cost 
of £12. 


Italy.—La Società Italiana di Elettricita, Siet ma Cruto, 
of Turin, has secured the contract for the supply of the incandescent 
lamps and lampholders required by the torpedo and electrical 
material department of the Navy Yard at Spezzia. 


Shoreditch.— The Vestry has entered into a contract 
with the British Insulated Wire Company for laying about 2,000 
yards of conduit for electric lighting mains, at 9s. 8d. for three-way 
and 8s. 6d. for two-way conduits, these prices including excavating 
and reinstating the street, and supplying material. 


NOTES. 


London Electric Omnibus Company, Limited.—T he 
report of the committee of this company, which can be seen 
in our City pages, forms pretty reading, and the practical 
test which Mr. Spagnoletti considers mo:t encouraging and 
very satisfactory only goes to show he must be very easily 
satisfied. Mr. J. Elliott Condict, too, boasts of the satis- 
factory nature of last month's test, because, forsooth, they 
were able to find the exact amount of voltage and the number 
of amperes used! Can it be possible that these figures have 
never been ascertained previously ? The results obtained with 
the 26-passenger 'bus, carrying, however, only 17, have been 
submitted to us, and bri-fly stated are as follows:— 
The vehicle ran from Trafalgar Square to Hammer- 
smith Broadway, and back to Whitehall, a distance 
of 14 miles, in 13 hours, inclusive of a 17 minutes’ 
wait at Hammersmith. The day was perfectly dry, the roads 
clean, and with one exception, viz. :—Haymark«t, the route 
to Hammersmith is fairly level. The return was made on a 
road still more favourable for the bus, but had the day been 


wet, with greasy streeta, it is doubtful whether it would have 
reached home without assistance. Readings of current and 
voltage were taken every 5 minutes, the amperes averaging 39 
and the volts 230, or an average of 12 horse-power electrical. 
It is atated that at the end of the ruu enough electrical 
energy remained in the batt:ry for 11 miles further; but we 
need not, at the moment, consider this. The queetion is, 
whether there is not a great loss of electrical energy some- 
where. 18,000 watt-hours taken from the battery during a 
trip of 14 hours means 9 units per hour, and when we take 
xe ig nbn Votre between the terminals of de 
charging dynamo and the battery, it appears to point to the 
fact that radical changes are cat heh oth in the technical 
and managerial departments of this company before оош- 
mercial success is likely to be assured, or the horse-drawn bus 
become a thing of the past. Can it be that motor and gearing 
are both inefficient; if this is но, no battery, however good, 
can show to much advantage; bat the claims’ made for the 
Sola accumulator have certainly yet to be verified. 


Secondary Battery Testing.—A correspondent calls 
our attention to а description of the Lamina accumulator in 
a recent issue of the New York Electrical Engineer, in which 
is published an abstract from a report made by Prof. 
S. P. Thompson. The 14 watt-hours per pound weight 
(gross) of the cell," says the writer, “ has ju obtained by 
a particular method of testing and calculating out the 
results. The Lamina people themselves claim only 9 watt- 
hours for their best cells of large size.“ The sooner experts 
adopt some uniform method of testing accumulators the 
sooner will the various types on the market be properly 
comparable amongst themselves. 
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New York Electrical Society.—An interesting sequel 
to the reading of Mr. Dana Greene’s paper on “ The 
Relations between the Customer, Engineer, and the Elec- 
trical Manufacturer," is the passing of the following 
resolution by the New York Electrical Society, before which 
the paper was read :— 

Resolved.—That in view of the excellent suggestions and recom- 

mendations on standardising apparatus embodied in Mr. В. Р. Greene’s 
paper, the Society hereby expresses its approval of efforts in that 
direction, and invites the American Institute of Electrical Engineers 
to consider some comprehensive plan for such standardisation of 
American apparatus for electric light and power. 
The Society, which appears to be a very energetic one, de- 
sirous of bringing the * public into more intimate relations 
with the scientific aspect of all classes of electrical work," 
will have a booth and rendezvous for its members and friends 
at the electrical exhibition which isto be held at Madison 
Square Garden in May. The exhibition will last a month, 
and it is proposed to make it surpass anything of the kind 
ever done in New York. The Society has received a grant 
from the exhibit'on authorities for its educational work. 
The Electrical Society is anxious to put itself prominently 
before the public, and to show that, though the oldest electrical 
body in America, it is not suffering from senile decay, but 
has yet much energy left. Before the Society, on February 
11th, Mr. Joseph Wetzler gave an illustrated paper on 
* Electricity Direct from Coal.” A discussion followed. 


The American Eagle.— Some eagles recently alighted 
on an electric transmission line in California, and in 
consequence nothing was left of them but one skull, four 
feet, and part of legs. The talons were clutched tightly to 
the line wires. Not a vestige of the bodies or feathers of 
either bird, nor the head of one of them, could be found. 
The Journal of Electricity recently gave a gruesome sketch 
of the remains. The circumstances are as follow:—The 
generating plant of the San Joaquin Electric Company, of 
Fresno, Cal., was one day pumping 10,000 volts serenely into 
the transmission line, when suddenly one of the circuits de- 
veloped а dead short circuit, with the almost instantaneous 
open-circuiting and grounding of the two legs of the circuit, 
which were on the upper cross arm. This, of course, inter- 
rupted the service in Fresno, and the ground thus thrown on 
was во severe, that it became impossible to burn it out. Aft r 
a few minutes’ delay the service was resumed over the second 
transmission line, which had remained uninjured. Linesmen 
were sent out at once to ascertain the cause of the trouble 
and repair the broken circuit, and after having gone over 
nearly 80 miles of line, they reached a mountain top about 
five miles from the power house, where the break was dis- 
covered, also the eagles’ remains, A specimen was found 
which shows the terrific heat of the electrio arc. The soil 
along the pole line at the place indicated consists of pure 
granitic sand, which, wherever the wire touched the ground, 
had become melted into glass, and even a piece of quartz had 
been fused and run in together with the glass. The circum- 
stance of the accident suggests a theory for it, as evidently 
the two eagles alighted on different lega of the three-phase 
circuit, within close proximity to each other; that they 
actually came into contact, and in so doing, formed a short 
circuit, which not only incinerated the eagles, but threw the 
wires into short circuit, and burned them off. 


Engineering Strike.—The newspaper press says that 
last week Messrs. Tangye forwarded a cheque for 
£500 to the Engineers’ Federation of Masters, and one 
of similar amount to the Men’s Association, to help 
to cover the loss incurred in the recent strike. The 
Masters’ Federation have returned the cheque, on the ground 
that Messrs. Tangye would give them no assistance during 
the struggle. The federated firms in Birmingham hope to 
contribute a cheque of the same amount. 

It is also stated that trouble has arisen at the Hall 
Engineering Works. The employers proposed to overtake 
the arrears of work by starting night shifts, and the men 
demanded pay at the rate of a day and a half, whereas the 
employers would only consent to a day and a quarter. Last 
night a number of the men at various establishments 


declined to accept the employers’ terms, and this morning 


the employers refused to allow them to start again. 


Annual Dinner.—The annual dinner of the London 
Electric Sapply Corporation’s engineers, past and present, 
was held in the Hotel Florence, Rapert Street, Piccadilly, 
on Tuesday evening, the lat inst. Among those present 
were Mr. P. Walter D'Alton, Messrs. S. Z. de Ferranti, G. 
W. Partridge, H. W. Kolle, C. S. V. Clirehugh, Reginald P. 
Wilson, J. K. Stothert, G. K. B. Elphinstone, Henty, A. 
M. Billington, McDougall, and J. Hardie McLean. After 
dinner, to which some two dozen sat down, Mr. Ferranti 
proposed Success to the London Electric Supply Corpora- 
tion,” coupling with the toast the nameof Mr. D’Alton. He 
regretted the absence of Mr. C. P. Sparkes, who had been 
associated with the undertaking from the first until his 
retirement a few years ago, and who had rendered signal 
service in the initiation of the system. He was pleased to 
see the success which had attended the undertaking. Being 
the pioneer system of supplying vast areas from one centre, 
it had to pass through a trying period inseparable from a 
pioneering concern of such magnitude. It had at last emerged 
triamphant, and this was no doubt a source of gratification 
to them all. Our American cousins had acknowledged the 
correctness of the principle, and were in some cases even 
closing their present stations and establishing one centre of 
generation for each city. He had much pleasure in giving 
the toast of “ Success to the London Electric Supply Corpora- 
tion,” and in coupling with it the name 5 Mr. D'Alton, its 
capable engineer, who had by his untiring energy and care- 
ful management, assisted by an efficient staff, contributed 
materially to its success. Mr. Walter P. D'Alton in a few 
appropriate words acknowledged the compliment to himmelf 
and staff, and confidently spoke of the continued success of 
the corporation. Mr. Kolle replied to the toast of “The 
Engineers of the Past,” and in a happy speech recalled some 
incidents peculiar to central station engineers of the early 
days, which one can afford to laugh at after a period of 10 
years, but which were regarded in quite another light at the 
time. Contributions to the enjoyment of the evening were 
supplied by Mr. Elphinstone in his screamingly-funny 
stories told in native dialecta, by Mr. Partridge with 
his banjo and his song, “ Wait till the fogs roll by,” and by 
Messrs. Wilson, Kolle, Stothert, and Hardie McLean, in 
songs of a more or less varied character. 


Electric Pamping Plant in Collierles.—An electric 
umping plant, recently installed at the collieries of the 
claware, Lockawanna and Western Railroad Company at 
Bellvue, Pa., differs somewhat from the type common for 
this class of work. The usual design followed consists of a 
three-throw pump with plungers driven by cranks placed at 
120° from one another. In the present case, double-acting 
ram pumps, having plungers in front und behind, the latter 
coupled by outside rods to the oross-head, are used, and there 
are two sets of such pumps side by side, each 10 inches 
diameter x 15 inches stroke, so that in all there are four 
pairs, and these driving cranks are set at 90°. The motor 
18 of the four-pole type, with carbon brushes, and allow of a 
variation from no load to overload without movement of the 
brushes. The work done is 800 gallons per minute against 
150 feet head, about 36 actual H.P. in the water, the rated 
capacity of the motor being 50 H.P. The plant was built 
by the General Electric Company at Schenectady, N.Y. 


The Royal Society.—The following papers were down 
for reading уе terday afternoon:—(1) “On the Rotation of 
Plane of Polarisation of Electric Waves by a Twisted Struc- 
tare.” (2) “On the Production of a Dark Cross’ in the 
Field of Electro-Magnetic Radiation,” by Prof. J. C. Bose. 
„Au Extension of Maxwell’s Electro-Magnetio Theory of 
Light to include Dispersion, Metallic Reflection, and Allied 
Phenomena,” by E. Edser. “On the Relative Retardation 
between the Components of a Stream of Light Produced by 
the Passage of the Stream through a Crystalline Plate, Out 
in any Direction with Respect to the Faces of the Crystal,” 
by J. Walker. “Оп the Relation bitween the Diurnal 
Range of Magnetic Declination and Horizontal Force, and 
the Period of Solar Spot Frequ-> y,” by W. Ellis. 


Correetion.— On page 288 of our last issue, first column 
fourth line, 500 volts should read 5,000. 
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Removing Rust from Iron Electrically.—A very 
simple and effective way of cleaning rusted iron articles, no 
matter how badly they are rusted, consiste, according to Carl 
Hering in the Electrical World, in attaching a piece of ordi- 
nary zinc to the articles, and then letting them lie in water 
to which a little sulphuric acid is added. They should be 
left immersed for several days, or a week, until the rust has 
entirely disappeared, the time depending on how deeply they 
were rusted. If there is much rust a little sulphuric acid 
should be added occasionally. The essential part of the 
process is that the zinc must be in good electrical contact 
with the iron; a good way is to twist an iron wire tightly 
around the object &nd connect this with the zino, for which 
a remnant of a battery zinc is suitable, as it has a binding 
post. Besides the simplicity of this process, it has the great 
advantage that the iron itself is not attacked in the least as 
long as the zinc is in good electrical contact with it. When 
there is only a little rust, a galvanised iron wire wrapped 
around the object will take the place of the zinc, provided 
the acid is not too strong. The articles will come out a dark 
grey or black colour, and should then be washed thoroughly 
and oiled. The method is specially. applicable to objecta 
with sharp corners or edges, or to fles and other articles on 
which buffing wheels ought not to be used. The rusted iron 
and the zinc make a short circuited battery, the action of 
which reduces the rust back to iron, this action continuing 
as long as any rust is left. 


Researches in Magnetism and Diamagnetism.—At 
the Royal Institution on Thursday, last week, Prof. J. A. 
Fleming gave the first lecture of a course on “ Recent 
Reeearches in Magnetism and Diamagnetism.” The lec- 
turer said he had selected his subject before he became aware 


that this course constituted the annual series of lectures 


delivered to commemorate the late Prof. Tyndall. There 
seemed, however, a special sighs acy in the selection 
he had made on account of the attention bestowed on the 
subject of diamagnetism by the late distinguished occupant 
of the chair of Natural Philosophy in the Royal Institution. 
Prof, Fleming introduced his subject with a few remarks on 
the terminology of magnetic science, which he stated to be 
now based on the view that magnetic effects were due to 
actions taking place in the space-filling ether. He proceeded, 
says the Times report, to illustrate, by simple experiments, 
the production and measurement of magnetic force, magnetic 
flux, and magnetisation. Devoting the rest of his lecture to 
the study of the so-called ferro-magnetic metals, iron, nickel, 
and cobalt, he pointed out that their unique qualities showed 
them to possess, in the solid condition, a special molecular 
structure not found iu other materials to anything like the 


same extent. Numerous interesting experiments were then 


performed to illustrate the changes produced in an iron bar 
when subjected to magnetisation. The discovery made by 
Joule in 1842, that an iron ber lengthened on being mag- 


netised, was demonstrated with the aid of an ingenious piece . 


of apparatus, as also was the fact more recently noticed by 
Bidwell, that under very strong magnetisation it actually 


became shorter. The slow establishment of the magnetic 
state in large masses of iron, and the sluggishness with 


which magnetic changes in iron followed the magnetising 
force, were illustrated by instructive experiments. The mole- 
cular changes or magnetic noises occurring in iron on rapid 
magnetisation and demagnetization were next discussed, the 
lecturer observing that they really formed the starting point 
for the invention of the telephone. A concluding series of 
experiments illustrated the remarkable effects produced on 
the magnetic qualities of nickel by twisting or pulling it. 
e second lecture of the series was to be delivered yesterday 
afternoon. 


Electricity in a Brickyard,—According to the Peter- 
borough Express, some new brickyards which are to be laid out 


at Whittlesea will not only be a wae by electricity, but the - 


machinery will be electrically driven. The boiler, engine 
and dynamo house are to be conveniently placed near to 
water supply, sufficient to allow of the employment of the 
most economical form of condensing engine. The power 
required for driving the machinery will be conveyed from 
the dynamos to motors fixed in each machine house. The 
plant at үе contemplated is capable of turning ont abont 
500,000 bricks a week. | 


Electric Floor Scrubbing Machine.—Our American 
exchanges describe an electric floor scrubbing machine, in- 
vented by Mr. H. F. Ackerman, of Cleveland, which is 
claimed to do work in one-fourth of the time required in the 
old way, at a saving of 75 per cent. of the cost. The 
machine is operated by an electric motor, which receives its 
ourrent through a flexible cord, connected to any convenient 
incandescent socket. A reel at the top of the trolley pole 
takes up the slack cord, and unwinds it in the operation of 
the machine. The frame carries three scrubbing brashes, 
which are pressed againat the floor with a spring pressure. 
The brushes are geared with the motor, so as to revolve at a 
speed of 400 revolutions per minute. The gearing between 
the motor and the brushes is by means of a sprocket chain, 
leading from the motor to the axle, on which the larger 
wheels loosely revolve, and from that axle by another sprocket 
chain to a shaft connected by bevel gears with vertical shafts, 
to which the brushes are attached. This permits of the 
machine being used as a hand machine, in case no electric 
current is available to operate it by electric power. For the 
scrubbing brushes, sandpaper blocks or blocks of stone may 
be substituted, and thus the machine may be used to dress 
down wood floors or mosaic. The springs always keep the 
brushes in proper contact with the floor. A suitable rheostat 
or governing device is provided on the handle, and the motor 
is fully protected by fuses. The machine weighs about 300 
lbs, and its frame is about 80 inches square. The three 
brushes are so arranged in relation to one another, that the 
short axis of the middle one is always parallel with the longer 
axis of the side brushes, and vice versa. Hence, in opera- 
tion, the machine scrubs a psth as wide as the distance 
be 1 P outer ends of the sidé brushes, when they stand 
end to end. 


The 1900 B.A. Meeting.—A large meeting of Bradford 
gentlemen was held on Tuesday at the Town Hall, in response 
to a circular issued by the Mayor, for the pu of con- 
sidering a proposal from the Bradford Philosophical Society 
that the British Association should be asked to hold ita 
annual gathering in the city in 1900. The next two meet- 
ings of the association will be held at Bristol and Dover 
respectively, while Glasgow will be the venue in 1901. The 
Bradford Philosophical Society bas already approached the 
association on the subject, and it is considered probable 
that the city will be favoured with a visit, The last time 
the association held a meeting at Bradford was in 1878. It 
was suggested that a guarantee fund of £2,000 should be 
raised. A large and representative executive committee was 
appointed. 


c o — 


Electric Weldiog.—A lecture was given at Finsbury 
Technical College, on Monday, March 7th, by Mr. Reginald 
J. Wallis-Jones, A. M. I. O. E., M.LE.E, on “Electrico 
Welding.“ The various 8 in use, such as the 
Benardos, Zerena, Coffin, “ Voltex," Hoho-Lugrange (hydro- 
electro-thermic), and the Thomson (incandescence m), 
were described and illustrated by experiments and lantern 
slides. Many unique and interesting samples of snap 
or rapid electric welding (Thomson process) as applied to 
the manufacture of cycle parts, &c., were shown. Appe- 
ratus and samples were lent by the Electric Metal Working 
Syndicate and the Electrio Welding Company, Limited. 


Electrical Eagineers Royal Engineers Volunteers. 
— By kind permission of Colonel Josselyn the corps has been 
able to commence squad drills at the head-quarters of the 1st 
Middlesex Royal p row Volunteers in College Street, 
Chelsea. Technical drills which count towards efficiency, 
will be commenced at the end of the present week. 


Mishap at Yarmouth.—With reference to the mishap 
which occurred at the Yarmouth electricity works on Satur- 
day last, we learn from Mr. A. W. Ranken, the borough 
electrical engineer, that the breakdown was due to sudden 

riming from the boilers, which blew off the eteam tops and 

.P. cylinders from two engines before they could be 
reached. The ш lighting plant was only saved in 
time by ш own. Supply to public lamps, and pert 
of the private lighting, was resumed in the course of an 
hoar, and since 11 p.m. the same night the plant has been 
running as usual. 


840 


THE ELECTRICAL REVIEW. 


[VoL 49. Mo. 1,059, Manos 11, 1898. 


Power Transmission at 50,000 Volts.—A trans- 
Atlantic contemporary says that a trial was recently made 
fora period of two weeks of transmission at 50,000 volte 
from the water-power plant at Tellaride, Col., to the Gold 
King Stamping Mills there. The original transmission 
plant, which consisted of a single-phase 3,000-volt alternator 
with direct transmission to a synchronous motor three miles, 
has been replaced by a three- transmission with step-up 
and step-down transformers, and while the change was baing 
made, the experiment of transmitting at 50,000 three-phase 
alternating current was tried. The trausformers used were 
those now employed on the three-phase transmission there, 
the transformers being arranged t» give a number of different 
voltages from 50,000 down, according to the way they are 
connectsd. No accidents occurred yea the fortnight. 
Tae line consist d of galvanised iron talegraph wires support 2d 
on glass insulators. It is tt ted that it was found thet the self- 
in duction afforded by the iron wire had a beneficial effect in 
counteracting the capacity of the line. The experiment was 
not continued for a longer time because the rainy season 
came on, and proper provisions against lightoing were not 
at hand. The transmission line is three miles long, and 
runs up а steep mountain side and over a very wild country. 


The Northampton Institute.—The Lord Mayor and 
Sheriffs have kindly consented to psy a State visit to this 
Institute on the 18th inst., for the purpose of inspecting it 
and formally declaring it open. It is interesting to note 
that the buildings and equipment have up to the present 
cost over £80,000, and the expenditure upon the latter is 
not yet complete. In addition, the land, over 1} acres, 
generously given by the late Marquis of Northampton ig 
estimated to be worth not less than £25,000. The Insti- 
tute is a branch of the City Polytechnic, and is situated 
in one the busiest parta of the Metropolis, immediately 
north of the City boundary. 


Edison and his Interviewers.—So many absurd inter- 
views alleged to have been held with Mr. Т. A. Elison have 


1 in the понарарав and other journals, both on this 
side of the Atlantic and in America, that it is only jast to 
that gentleman to say that in a communication to the New 


York Sun he protests “against the many articles appearing - 


in the sensational papers. . . . purporting to be inter- 
views with me about wonderful inventions and discoveries 
made or to be made by myself. Scarcely a single one is 
authentic, and the statements are the inventions of the 


repo Add : 


Baden.—The new clubhouse provided by Messrs. Brown, 
Boveri & Co. for their technical and commercial staff was 
opened on the 8th imt. The firm has purchased the old 
Café Schwert, and placed it gratis at the disposal of the 
club. The reading room contains about 40 daily, weekly, 
and monthly papers in various languages, including the 
ELECTRICAL REVIEW, the Standard, Punch, and others. A 
rer t zurant is also provided in connection with the club. 
The picturesque old building is familiar to all visitors to 
Baden, and it is intereeting to note that it is, in a measure, 
the birthplace of the firm of Brown, Boveri & Co., as the 
tamporary offices were situated there before the erection of 
the present buildings. | 


Lectures.—On 2nd inst., at the Merchant Venturers’ 
Technical College, Bristol, Prof. J. Wertheimer repeated 
his lecture on Wireless Telegraphy.” 

Before the Architectural Section of the Philosophical 
Society of Glasgow, Mr. W. Arnot recently lectured on 
“ The Distribution of Electricity in the House.” 

Mr. W. B. Hird, B.A., read a paper on “ Electric 
Transmission of Power” before the Salford Technical 
College Scientific Society, on 26th ult. 

Mr. Richard Kerr, F.G.8., delivered a lecture on 


Wireless Telegraphy” at the Geographical Institute, 


Newcastle, on Ist inst. 

Mr. G. L. Addenbrooke, M. I. E. E., read a paper on 
Saturday evening on “Electrical Power Supply from 
Central Stations” to the members of the South Stafford- 
1 Institute of Iron and Steel Works Managers, at 

udley. | 


елшш A. E. Briscoe, head of the Physics 
and Electrical Department at Battersea Polytsohnic, has 
appointed by the West Ham Town Council principal of the 
шн Inst‘tats now building in Roman Road, 
trat'o 


Obituary.—We regret to hear of the death of Mr. Rad- 
cliffe Sanders, of the Penarth firm of electricians. 

We algo regret to announce the death of Mr. John Main, 
which took place on Wednesday last, at the comparatively 
early age of 51. Mr. Main was probably unknown to the 
younger generation of electrical engineers, but to the 
pioneers of the aro lighting industry his name is familiar 
as one of the joint inventors of the Fyfe-Main lamp. 


Will.—The City Press says that the will has been proved 
of Major Alexander Wood, of Dar-el-Saleem, Abbey Wood, 
for many years the managing director of the West rn and 
Brezilian Telegraph Company, the vains of the personal 
estate being £11,704 178. 8d. gross, and £7,221 183. 8d. nett. 


Battersea Vestry v. County of London and Brush 
Company.—In this case, which came before Sir Francis 
Jeune in the Chancery Division on Wednesday and Thurs- 
day, the plaintiffs claimed that the defendants had no right 
to open Trinity Road, Battersea, and lay electric mains 
therein, as they had done. The chief question in dispute 
was whether that portion of the road was in Wandsworth or 
Battersea parish. For the defence it was cont :nded that this 
was not a case for a mandatory injunction, even if de- 
fendants were in default. The Judge thought the company 
might very well recognise the plaintiffs’ right and take a 
license from them. The case was adjourned for a month 
MM his Lordship's opinion to be submitted to the 

esiry. 


FORTHCOMING EVENTS. 


1898. 
Friday, March 11th, at 5 p.m.—Physical Society at the rooms of the 
Ohemical Society, Burlington House. ааа 
"On Dynamical Illustrations of certain 
Phenomena,” by Prof. J. D. Everett, F.R.B.; (2) “Оп 
Properties of Liquid Mixtures," by R. A. dt. 
Baturday, March 12th, at 7.30 p.m.—At the Westminster Palace 
Hotel Conversazione of the Institution of Junior 


Engineers. 

At 10.30 a.m.—Institution of Electrical Engineers. Students’ 
visit to the stations of the Metropolitan Electric Supply 
Company. Applications to join the party should be 
made at once to the Students’ Hon. Sec. (Mr. 8. Grant, 
28, St. Mary Abbot's Terrace, W.). 

Monday, March 14th, at 8 p.m.— The Northern Bociety of Electrical 
Engineers, at the Palatine Hotel, Hant's Bank, Man- 
chester. Paper on “The Practical Operation of Multi- 
phase Currents” will be read by ‚ Т. Hawkins, 
member. 

Tuesday, March 15th, at 8 p.m.—The Institution of Civil En 
“Calcium Carbide and Acetylene,” by Henry 
Asscc. M. Inst. C. E. 

Wednesday, March 16th.—The Institution of Electrical Engineers. 
Students' meeting at 7.30 p.m. A paper will be read 
on “ Polyphase Motors,” by E. E. Tasker, student. 

uri date for Watford District Oouncil electric lighting 


Thursday, March 17th, at 8 p.m.—Ohemical Society, Burlington 
House. Papers to be read:—''The uction of 
Bromic Acid and the Law of Mass Action,” Winifred 
Judson, B.Sc. and J. Wallace Walker, M. A., Ph. D.; 
“The Action of Ferric Chloride on the Ethereal Salts 
of Ketone Acids,” R. 8. Morell, M.A., Pb.D. and J. M. 
Crofts, B. A., Ph. D.; Note on the Volatility of Sulphur," 
T. C. Porter; Action of Ammonia and Substituted 
Ammonias on Acetylurethane," George Young, Ph.D. 
and Ernest Clark. 

At 3 o'clock.—Royal Institution. Prof. J. A. Fleming, M. A., 
Sc, F. R. S., M.R I., on Recent Researches in Mag- 
netism and Diamagnetism, Lecture III. (Tae Tyndall 


At 11 a.m.—The Institution of Civil Engineers. Students 
visit to the ventilating, heating, lighting, and drainage 
arrangements of the Houses of Parliament. 

Latest Ж кыа for Wallasey District Council electric lighting 
tenders. 

Friday, March 18th.—State visit of the Northampton Institute for 
the purpose of inspecting it and formally declaring it 
open. 


owler, 
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Saturday, March 19th.—Studente’ visit to the works of Messrs. 
Easton, Anderson and Goolden, Limited, Erith. 

Thursday, March 24th, at 8 p.m.—The Institution of Electrical Eogi- 
neers. “Oost of Generation and Distribution of Blee- 
trical Energy,” by R. Hammond, member. 


NEW COMPANIES REGISTERED. 


North London Electric Supply Company, Limited 
(56,275) .— Registered March 1st, with capital £100 in 21 shares, to 
carry on the business of electricians, electrical engineers, suppliers 
of electricity, and electrical apparatus manufacturers. The eub- 
scribers we one share each) аге :—Е. J. Leslie, 15, Union Court, 
Liverpool, solicitor; A. E. Haptie, 5, Durham Road, Seaforth, 
Liverpool, cashier; F. W. Lintern, 104, Northbrook Street, 
Liverpool, clerk; J. Atherton, Singleton, Huyton, Lancashire, 
manufacturer; W. M. M. Forwood, 15, Union Court, Liverpool, 
solicitor; О. O. Grindrod, 11, Kuowsley Road, Rock Ferry, 
gentleman; A. Ruckley, 8, York Road, Seacombe, Cheshire, clerk. 
PEE: without articles of association by T. T. Hull, 22, Chancery 


eight ; the first are—The Right Hon. the Earl of Denbigh, J. Annan, 
Bir W. Н. Q. Jones, В. О. Wyatt, W. A. Smith and В. F. Moriarty; 
ualification, £500; remuneration, £300 each per annum (£400 each 
or the chairman and deputy chairman), and a percentage of the 
profits. Registered by Ashurst & Co., 17, Throgmorton Avenue, E. O. 


2 — . 


OFFICIAL RETURNS OF ELEOTRICAL 
COMPANIES. 


Westinghouse Electric Company, Limited (29,884). 
—This company’s annual return was filed on Jannary 13th. The 
capital is £600,0C0 in £10 ehares (30,000 preference). 18,955 prefer- 
ence and 27,500 ordinary shares have been taken up, and 15,809 of the 
former and all the latter have been issued as fully paid. £10 per 
share has been called and paid on the remaining 3,155 shares. 


Ventnor Electric Light Company, Limited (53,823). 
—This company’s statutory return was on November 11th, when 
seven shares were taken up out of a capital of £10,000 in £5 shares. 
No calis have as yet been made. 


Crystal Electric Lamp Company, Limited (53,651).— 

This company's statutory return was filed on January Srd. The 

tal is £10,000 in £1 shares, of which 6,667 shares have been 

ben nu 1,667 are considered as paid, and £5,000 has been re- 
v 


stal Palace District Electric Supply Company, 
Limi ane registered office of this company was re- 
ree = села 4th to Dashwood House, 9, New Broad Street, 


Municipal Electric Light and Power Corporation, 
Limited (29,091).—This oom 's annual retarn was filed on 
February 12th. The capital is £25,000 in 2,490 £10 ordinary, and 
100 £1 founders’ shares. 37 ordinary and 30 founders’ shares have 
been taken up, and £400 has been paid. 


Morley Electrical Engineering Company, Limited 
(52,358).—This company's statutory return was filed on February 9th, 
when 1,024 shares were taken up out of a capital of £5,000 in £1 shares 
and paid for in full. 


GIII NOTER. 


Ir is stated that at the meeting of the County 

Directors’ Fees, of London and Brush Provincial Electric Light- 
ing Company to be held next Monday, a resclu- 

tion willbe proposed to raise the remuneration of the directors from 


£1,000, as fixed in the articles of association, to £2,000 for 1898, 
£2,500 for 1899, and £3,000 a year afterwards. 

We ehould scarcely think the ordinary shareholders will feel in the 
mood to agree to the somewhat premature demands of the board ; 
indeed, the shareholders would be amply justified in resisting any 
attempts to double the directors’ fees until a dividend on the ordinary 
shares has been paid. 


Tae principal features of the year's business 

Westminster of this company have been already set forth in 

Electric Light- theso columns, and little more remains to be 

ing Company. done, except to give an analysis of costs for the 

year. The increase in the cost of coal is mainly 

attributable to important alterations in plant, which have caused a 
slight break in the economical regime that has hitherto been a cha 
racteristic featare of the system. | 


The following table gives the cost per unit :— 


1897. 1896. 

Total capital expended £560,888 £478,870 
Number of units sold 4,416,877 3,503,004 
Number of lamps connected 290,561 249,318 
Revenue from sale of current £100,561 281,914 
Net revenue ... ue. x» .. £49,585 240,431 
Average price obtained per п 546d. 55d. 

Cost of production. 4 Per unit. 1896. 
Coal.. .. .. .. .. 11.460 62d. 54d. 
VVV “094. 10d. 
3 and wages at generating 7,663 *49d. 45d. 


ai d mainte f build- : 
ͤ55 bollere, e 40. | 3,648 Misa d :90d 29d. 


Rent, Rates and taxes 6,002 27d. 25d. 
Management expenses, directors’ те: 
muneration, salaries ^ managing r 
; ‚ Clerks, ‹ 2 : 
N and pst tad general 9,249 50d. 564. 
establishment charges, auditors, 
law charges, and insurance 
Total 238,749 210d. 219d. 
Not ineluded in abore. 
Repairs and maintenance of meters. £1,183 
Wages of meter readers v te 745 
Sinking fund and depreciation ac- 15.290 
count... T oe xi T , 
Loss on coal v T ex - 81 
Supplying steam .. TT ex - 1.559 
Expenses of founders’ shares. . oe 172 
мое price 
Revenue. 4 nad рег uni 
By sale of ourrent 100,561 0 0 — 
Meter rents, &c. .. 4,343 О 0 5°46d. 
Supply of steam .. i 2,392 0 0 — 
Transfer fees. ёз T T 69 0 O — 
Total £107,365 0 0 5464. 
Total cost per unit (exclusive of depreciation and renewal ac- 


counts), 2:10d. ; works’ cost, 1:33d. 


London Electrica] Omnibus Company, Limited. 


An extraordinary general meeting of this company was held last 
Friday at Winchester House, E.C., to receive the pi orc of a com 
mittee which was appointed at the annual meeting of the company, 
held on December , 1897. Major Flood Page presided, and 
ieut.-Oolonel Tarn- 


been placed before the committee upon all questions raised. 

2. At the first joint meeting a letter was submitted by the chairman 
of the board fron Mr. Scrimgeour, intimating that as he would be 
out of London for some weeks, he would su that Mr. J. 8. 
Thomson (who held his proxy) might be allo to represent him on 
the committee. This was unanimously agreed to, and the committee 


hope the shareholders will endorse this decision. 


The Present Posttion of the Company. 


9. The first business discussed was the company's present unsatis- 
rete ui окко, which, in the opinion of the committee, resulte from 
the following causes :— | 
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(a) By the board having gone to allotment on too small a firmly- 
subscribed capital. 

(b) By the a gig to the vendors of £6,183 10s. in cash, when 
the company bad such a very small available working capital. 

(с) By the board baving made an agreement on Joly 29tb, 1896, 
with Mr. Marsball, one of the vendors, who was also & director of 
the company, that only one call of equal to 2s. per share should be 
made prior to July 31st, 1597. This agreement deprived the com- 
panv of the power to raise the capital necessary to work the business. 

(d) By the loss of capital—firstly, through the failure of Mr. 
Marshall and his associates ultimately to pay their calls, amounting 
to £9,737 10a., and secondly, to that of other shareholders; amount- 
ing to £5,696 19s., making a total deficiency of working capital of 
£15,434 98. 

(е) By the excessive expenditure upon general charges, as shown in 
the annual report; a portion of this may, however, have been indie- 

sable in the establishing of this new industry 

(f) By the large expenditure in connection with the development 
of the Sola accumulator. 

4. The above are the reasons why this company has not succeeded 
as it ought; but, with an increased working capital of not less than 
£15,000, and under economical and careful management, expending 
said capital in building and properly equipping omnibuses, the com- 
mittee are satisfied the company has a splendid future before it, with 
a large earning capacity. Provided the above capital is secured to 
work the Ward system and Schanschic ff Sola accumulator agree- 
mente, which are both valuable, the position of the company is much 
better than was represented to the public previous to the annual 
general meeting. 

5. Mr. Ward has with the board and committee to extend 
his licenses to the whole of the United Kingdom; he to be paid 10 
per cent. in cash or shares on any gross amount the company may 
receive from the sale of the same in the United Kingdom outside of 
England; the company already possessing the licenses for England ; 
the company also to have the benefit of any and all improvements 
Mr. Ward may make in relation to electric accumulator traction in 
omnibuses, cabs, stage coaches, and other public vehicles other than 
vehicles used on tramways. 

6. Mr. Schanschieff's agreement conveys the exclusive right to use 
his patents for accumulators for omnibuses and cabs for London, with 
the additioual privilege of granting sub-licensee for all public 
carriages, excepting tramways, for all England, and a right to use 
any improvements and discoveries that may be secured by the patentee, 
provided the company pays cost of securing the patente. Also, 
the patentee undertakes to supply accumulators for 300 omnibuses at 
actual cost, and, should the company decide not to manufacture accu- 
mulators, to supply all future orders at a royalty to be fixed by 
arbitration, the price not to exceed what is usually paid to other 
accumulator companies. Further arrangements can be made with the 
patentee to mutual advantage. 

7. Mr. Spagnoletti attended one of the meetings, and expressed his 
opinion that the Sola accumulator was iost suitable for street trac- 
tion, because it was lighter and cheaper than the average accumu- 
lator, and more economical to manufacture and work.” 

8. The committee requested the board to make a practical test of 
the running of the omnibus, resulting in a trial made on the 5th inst. 
The entire arrangements for thie test were made under the direction 
of the brard, who requested Mr. Spagnoletti and Mr. Bcbanscbieff to 
take observations, and Mr. Ward to act as engineer. The omnibus 
carried 17 gers, and ran out to Hammersmith Broadway from 
Trafalgar Square and back to Wuitehall.a distance of 14 miles, going 
and returning by circuitous routes. On the outward journey the 
route lay up Haymarket, one of the steepest grades in London, and 
the omnibus maintained a uniform rate of speed on this grade. The 
steering was perfect in every respect, and the control in starting and 
stopping was thoroughly successful, the omnibus threading its way 
through the crowded traffic with perfect facility. Mr. Spagnoletti 
concludes his re thus :— 

The result of this trial trip I consider most encouraging, and very 
satisfactory indeed.” | 

9. The committee find a contract is in existence with the Electric 
Btreet Oar Manufacturing Syndicate, Limited, of Wolverhampton, 
its main object being the building of suitable omnibuses in an expe- 
ditious manner for this company. Provided these are secured on 
эг ips idus terms, this contract should prove to be to the interests 

е company. N 

10. The committee, having cart fully examined the articles of asso- 
асра аа of Ook кт уе уй e be suitably amended. 

І inary Stock (uni .—The company has at present at its 
disposal 119,993 shares ordinary stock am d Р 

12. This issue is 80,С00 shares of £1 each; these were all given to 
the vendors. The committee recommend that, provided the con- 
sent of the holders of the ordinary stock is secured, some satisfactory 
arrangement should be made with the deferred shareholders which 
would have the effect of reducing the capital stock of the company 
very materially. This, in conjunction with the securing of the 
additional capital, would be an important factor in the future 
prosperity of the company. 

13. In the meanwhile this company has secur:d a prominent lead 
in the great question of electric traction for oinnibuses, &c., and the 
committee feel assured that within a very short space of time this 
company’s metbod of accumulator traction will entirely supersede 
that of horse traction. The committee have gone into facts and 
figures and given careful consideration to the probable resulte from an 
investor's point of view, and are satisfied tbat if properly-equipped 
omnibuses are placed on good thoroughfares in London and else- 
where, with regular services, the returns will be satisfactory on 
manay invested, and will bear out the figures, as to profits, given in 
tun oii: inal pr sp^ctna. 

14 A reduction of expenditure is necessary, and towards this it 


has been proposed, by the directors themselves, that they should be 

entitled to only two-thirds of the fees fixed in the articles of a«sccia- 

са until such time as the company has paid an annual dividend of 
r cent. 

15. Mr. Ward has voluntarily reduced his annual salary one-half 
until the company is able to pay a 7 per cent. annual dividend to its 
ebareholders, when he may resume hie former salary, provided the 
s*id dividend is arrived at within the limit of his agreement. Mr. 
Ward has also relinquished his seat at the board. 

16. It has been unenimously decided bv the board and commi‘tes 
jointly, that a sum of аё least £15,000 working capital is required for 
the immediate development of the company's business. It is pro- 
posed to construct 19 omnibuses, and place them on a desirable 
route, or routes, to be decided. It is estimated that these omni- 
buses will cost, with complete equipment, the sum of about £9,000. 
leaving а balance for fixed charges, omnibus stabling, wages, &o, of 
about £6,000. 

17. In the event of providing a station and electrical app'iences, so 
that this company might supply its own electricity, it is estimated 
that a further sum of about £5,000 would be required. Though 
arrangements can at present be made to purchase electricity on 
fairly reasonable terms, it is thought advisable that this matter 
sbeuld be taken into consideration as soon as the neeessary capital is 
available. | 

18. The immediate appointment of an assistant engineer is abso- 
lately necessary; this will receive the board’s attention. 

19. The company has the right to dispose of the forfeited shares 
проп which 10s. has already been paid, or credited as 
paid. This should prove а valuable asset, and the committee 
recommend that these shares should be offered: (1) To 
tbe shareholders who have defaulted. If o taken up the com- 
pany would receive the sum of over £15,000; and (2) To the 
present shareholders as fully-paid sbares for the sum of 101. each, 
which would yield the sum of 215.935; and (3) in block to any 
person or persons who would be willing to purchase at a price to be 
named, or who would advance а sum sovfficient for the company's 
immediate reqniremente. Provided the amount required is realised 
from tke forfeited shares, there will remain 119 993 unissued shares 
of ordinary stock, which the proposed development under the 
expenditure of the £15,000, should also become an asset of consider- 
able value to the company. 

20. The committee feel assured that the future prosperity of the 
company, carried out on the proposed lines, will lead to great financial 
d and trust thie policy will be heartily endorsed by the share- 

olders. 

In proposing the adoption of the committee's report Col. TURNBULL 
said there had been mistakes of judgment on the part of the board, 
but they bad had great difficulties to contend with, on acconnt of 
going to allotment on too small a capital, and by reason of share- 
holders not paying their calls. More money had been probably spent 
on the Sola accumulator than the shareholders might think ought 
to have been done, but it had been done with the best obj cts. 

Mr. Convict, a member of the committee, seconded the report, and 
referred in terms of praise to the Sola accumulator. 

The report cf the committee was then accepted, and it was agreed 
to remunerate the services of the committee by 100 guineas. 


The Hove Electric Lighting Company, Limited. 


Cor. Ёплдхлтю presided at the annual meeting of this company, 
held at Cannon Street Hotel, on Monday, and congratulated the 
shareholders on the position the company bad attained. The capital 
expenditure had increased from £62,022 at the end of 1896, to 
£66,896, at the close of 1897, or by £4,874. Of this increase, £3,764 
had been expended on mains, and £887 on meters. The demand for 
the supply of electric current in new streets, necessitated increasing 
the section of copper in the mains and feeders, the construction of 
about 24 miles of new mains from all of which they hoped to realise 
a fair return. The demand for new maine was a satisfactory feature 
in their business, and they bad every reason to believe that this 
demand would continue. Since the close of the year they had 
sanctioned further additions to their system of about 14 miles of 
mains. To cope with the increasing demand on the works for 
current, they ordered a new 350 H.P. Willans-Crompton set for 
delivery early in the Autumn, but owing to the engineering strike and 
other causes, this set had only recently been delivered. Owing to the 
non-delivery of the new set, they were somewhat anxious as to their 
capability of meeting the heavy load during December, but the plant 
worked satisfactorily, and met the demand without any hitch. With 
thia new set the power of the plant would be increased from 750 H P. to 
1,100 Н.Р, To meet the expenditure they bad to incur, they determined 
to ask the shareholders’ approval to increase the share capital by 2,000 
shares of £5 each. 1,000 of these they proposed to issue at an early 
date, and to offer them to the proprietors pro raía at & premium. 
As the shares stood well in the market, they had no doubt that the 
issue would be a success. They further took advantage of this 
opportunity to ask the shareholders to increase the borrowing powers 
from £25,0(0 to £50,000. The year's working showed a satisfactory 
result, and that notwithstanding the large reduction they bad made 
in the prices charged to customers for current, amounting to about 
20 per cent. Tbat reduction has no doubt increased the number of 
customers and the consumption of current. The number of cus- 
tomers had grown from 270 at the end of 1895, to 314 at the end of 
1896, and to 397 at the end of 1897. The number of lamps attached 
to the 8vstem at the same dutes were the equivalent of 18,298, 21,914, 
and 27.777 respectively. The number of units delivered to customers 
in the three years was, in 1895, 162,428; in 18 6, $00,562; and in 
1897, 268,243. Those figures showed the healthy and progressive 
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nature of their business. The revenue for 1897 amounted to 


Тф ротаи interest payable on debentures and loans for the year 
7 


b cent. per annum for the year, and to carry forward the 
balance, £218 7s. 24., to the current year. Speaking of their 


should take the hapo of the electric light or an increased consunip- 
tion of gas. They made the Commissioners numerous proposals 
during the last five years for the supply of current for public light- 
ing, but none of them had found favour with the Commissioners. 
At their request, they made a further and very liberal offer some 
two ела ago, bat had ая yet received по communication re- 
garding it. | 


The accounts were then adopted. 


The House-to-House Electric Light Supply Company, 
Limited. 


Тив directors’ states that the revenue account shows a 
credit balance of £12,083 4s. 11d., whicb, with the balance of 
£43 196. 6d. brought forward, and £177 6s. 8d. dividends and balance 
of interest received, makes a total of £12,254 49. 1d. After deducting 
£2,250 for interest on debenture stock paid and accrued, and 
£1,403 19s. 2d. for interim dividend paid on the 7 per cept. cumula- 


tive erence shares, the directors recommend that the sum 
, Vis., £8,600 4s. 11d., be dealt with as follows :— 
£ s. d. 
To credit of depreciation account ee 3,000 0 0 
To payment of the remainder of 
dividend to December 31st, 1897, 
on the 7 per cent. cumulative 
preferenoe shares ... T 28 - 1750 0 0 
In reduction of preliminary expenses 
он S MUN i 1,391 4 8 
yment or a end on the 7 
сарат shares for the year at 4 
per ent ees - Es e 2,232 14 5 
And that the balance of  ... ae "is 226 510 
be carried forward to tho next 
account. 
Tota]  .. 48,000 411 


The sums of £11,936 received as premiums on the last issue of 
shares and of £1,097 6s., profit on of 300 Yorkshire House-to- 
House shares have been applied in extinction of the balance of pre- 
liminary expenses account and construction business development 
account. 


The following Table shows the progress of the company’s electric 
lighting business since 1890 :— 


i Д 
Equivalent} Increase 
of 5 No. of 


35 watt i | 
houses Gross Expendi- Net 
Year pud 88 55 con receipts. | ture. receipts. 
connected.| lamps. neoted | 
E s.d. 2 s. d. £ s.d. 
1 18,665 9,145 248 5010 9 2 4.624 6 5 886 2 9 
1891 19,988 5,723 873 8828 3 11 6,077 14 10 2250 9 1 
28,700 4,812 471 10,688 18 6 7,851 19 6 2,856 19 0 
98,429 4,729 599 17,0683 10 10 7,532 6 8| 4931 4 2 
1894 85,«58 7,429 755 138,095 11 8 7,481 16 8 6.263 15 0 
1995 44,162 8,304 933 15,394 16 11 8,554 0 10 6,810 16 1 
1 55,265 11,103 1164 17442 6 5 8410 8 4| 903118 1 
189 | 66,964 11,099 1,416 20,810 10 1 8,77: 5 2 12088 411 


The increase in the number of ligbts connected during 1897 was 
equivalent to 11,099 8-candle-power (35 watt) lamps. The revenue 
from electricity has increased by £3,200 12s. 6d., while the expens.s 
have increased £366 16e. 10d. 

Additicns and alterations to the plant and mains have been made, 
at a cost of £24,326 16s., and the expenditure for 1898 is estimated at 
£28,000. This outlay will be provided by the proceeds of the 
ordinary and preference shares issued under the agreement with the 
holders of founders’ shares. 

The Leeds and London Electrical Engineering Company, Limited, 
having resolved upon voluntary liquidation, gave notice to determine 


the agreement with this company. The directors have decided, in 
view of the consequent ау position of this asset, to write 
off the whole, as stated. The relations between the two companies 
are receiviog the careful consideration of the board. 

A portion of the capital expenditure in recent years having been 
incurred in superseding earlier and less effücient plant, it will be 
necessary to make proportionately larger annual contributions to 
depreciation account than hitherto, in order to preserve tlie capital 
intact at the expiry of the concession. Оп the other hand, the 
revenue account will, in future, be relieved by the extinction of pre- 
liminary expenses now effected. Tue agreement with the holders of 
the founders' shares, whioh was by the shareholders, ha 
received the approval of the High Oourt, has now been carried ou 
Daring the year a further 1,661 ordinary and 3,322 7 per cent. 
preference shares have been issued. 

Mr. H. R. Beeton and Mr. R. A. Germaine retire from the board by 
rotation, and, being eligible, offer themselves for re-election. Messrs. 
Miall, Wilkins, Randall & Co., the auditors of the company, offer 
themselves for re-election. 


Kensington and Knightsbridge Electric Lighting 
Company, Limited. 


Мв. GaANVILLE В. RYDER presided on Thursday last week over the 
eleventh ordinary general meeting of the above company, held at 
1, Great George Street, Westminster. 

In moving the adoption of the report, the CuarBMAN said the 
shareholders would observe that the form of accounts adopted on the 
p occasion was different from what they had been used to 

itherto. The form in which they were put that was the one 
required by the Board of Trade, and up to the present they had had 
practically to prepare two sets of acoounts—one in the old form they 
used to have, and one according to the Board of Trade. Personally, 
he must say that he preferred their old form of accounts, as it set out 


things more clearly before them than those voluminous and somewhat 


pedantic figures. However, the point was not how the accounts were 
set out, but what was in them. He thought it was very gratifying to 
them to be able to put before the shareholders so satisfactory 
a statement. During the year the number of houses and sho 
which had taken the light bad increased by 295, against 
preceding year, whereas in 1896 the increase was only 216, as against 
the year preceding that. That was very satisfactory. On the other hand, 
the actual incre ase of lamps for the year was not so great as it was the 
year before. In fact, last year it was only 18,000 lampe ae against 
25,000 in the year before. Bat there was ample eriden that the 
district as а whole was taking more electric light, because, as a 
matter of fact, the actual number of units of electricity which had 
been taken by the district during the year as compared with the year 
before showed an additional increase cf nearly 100,0C0 units—that 
was an increase of 353,000 units as against 285,000 units. With 
regard to the capital account, they would observe that the amount of 
increased capital which had beeu issued during the year was £11,060 
of 4 per cent. debenture stock and £10,000 of the 5 per cent. second 
preference shares, that had been issued at a premium which 
prodaced within the year £2,079. With regard to that premium, 
£558 of it had been used to wipe ont the remainder of the 
cost of the conversion of the debenture stock two or three 
Te ago. The rest—£1,521—had been written off against the 

ensington Court purchase account, which did stand at £13,000, 
and was, therefore, now reduced to about £11,500. The next 
point was with regard to the renewal account. They would 
observe that the sum of £8,061 had been paid to that account 
after paying for the maintenanoe for the year of the plant of all kinds, 
inclading buildings and e hing else, at a cost of £3,150. While 
the sum of £8,061 might possibly be thought to be rather too large a 
sam to put to that account in one year, yet the best men competent 
to advise us on the subject, considered the point was to make that 
particular fund a strong one, and so give to the company all the 
stability possible. When they came to consider how fragile and 
short-lived a good deal of the electrical plant was, and how 
necessary it was that they should be in a position to take advantage 
of all improvements in electrical science which came out, it was 
absolutely necessary that such a fund as that should always exist in 
the case of a company such as theirs. With regard to the number of 
unite sold during the year, the were very satisfactory. In 
1896 the number of units of electricity sold was 1,514,729, and in 
1897 the number was 1,898,362, an increase in the year of 383,633 
units. It was satisfactory to find that the increase had been earned 
at an increased cost of 218.019, but at the same time the profits had 
increased from £34,371 to £41,681, and, therefore, they had earned 
the additional amount of £7,309. That showed that when they 
increased their output they decreased the cost, and so he hoped it 
would always goon. It must go on until the time came when they 
would have to go in for extensive new works, or for large additions 
to the existing works. These were the principal points to which be 
bad to call their attention. One item of expenditure they would 
notice was always increasing—rates had increased by abont £1,00^, 
and, as far as they could jadge, there was little chance of any diminu- 
tion under that head. At one time it used to be considered that 
premises should be rated according to the burden they were to the 
parish. Now that was altered, and it seemed to be the custom to 
take the profits and charge on that, and what it came to practically 
was paying another income-tax. 

Sir FREDERICK BRAMWELL seconded the motion. 

A SHAREHOLD*B asked how it was that tbe shares were not quoted 
on the Stock Exchange. 

The Снагвмак said it would be а great advantage if they could get 
a quotation, and they were gradually working up tothat. It was, 
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however, necessary to have a certain proportion of share capital to It would а that the com will acquire:— PS 
debentures before they could get a quotation. It was a matter which рн р £ в. d. 


the board had always in view. 

The SHAREHOLDER said the amount carried to renewal account 
was equal to a dividend of 3 per cent. The chairman had referred 
to the fact they could continue to produce electricity at a cheaper 
rate until they had to enlarge the works. He would like to know 
how much longer it would be before the plant would be fully 
employed and lighting would have to extend ? 

. Mr. Crompton eaid the plant was now up to the capacity which it 
was originally expected the district would take, and in all pro- 
bability it would be fully utilised at that time next year, and after 
that there would have to be a very considerable increase. The 
розаш of having to extend was due to the fact that the district 

roved much better and richer than it was ever anticipated it 
f be. There were now many small tenements coming down 
wbich were being replaced by large flats, in which there would be а 
demand for electricity. It was quite possible they would have to 
increase their plant the year after next. 

The report was then adopted. 

The ОнлАтвмАН moved the confirmation of the interim dividend at 
the rate of 8 per cent. for the year and the declaratjon of a dividen 
at the rate of 12 per cent. for the year. 

Mr. HorkINSON seconded the motion, and it was carried. 

The retiring directors and auditors were re-elected, and a vote of 
thanks was passed to the board and the employés. ` 


The Birmingham Electric Supply Company, 
Limited. 


Tum directors report that the amount of net profit, including the 
balance of £1,042 158. 6d. brought forward from last year, is £13,656 
1s. 7d. Out of this sum, after placing £4,460 8s. 6d. to the credit of 
the depreciation reserve fund, the directors recommend the payment 
of a dividend of 5 per cent., absorbing £8,206 9з. 4d , and carrying 
forward a balance of £989 3s. 9d. The premiums obtained on the 
issue of the remaining portion of the company's capital amounted to 
£5,475 8s. ld. Out of this the directors have added the sum of 
£3,366 17s. to the special reserve against provisional orders; with 
this addition the cost of the provisional orders, amounting to £4,027 
4s. 8d., is now fully provided for. The balance of the above premium, 
amounting to £2,108 11s. 1d., has been carried to the general reserve 
fund. On making the above appropriations, the total reserves and 
undivided profits will amount to £22,536 16s. 6d. 

There has been a steady ircrease in the company's business during 
the past year, the tota] number of 16-O.P. lamps, or their equivalent 
on order, December 31st, 1896, was 25,876, and on the same date in 
1897 the number was 39,232. The additions since the close of the 
financial year have brought the number up to 40,707. Tue expendi- 
ture on capital account during the past year has been £35,250 9з. 4d. 

Included in the capital expenditure during the past year are the 
completion of the works in connection with the new boilers at the 
Dale End station. The extension at the company's Water Street 
depót in equipment of steam pant was completed in time for the 
winter's supply. Extensions have been made in the underground 
main system in various parts of the company's Parliamentary area. 

The reductions in the company's charges for current, introduced 
in theearly part of the year, although slightly decreasing the revenue 

unit, ud been amply justified by the greatly increased demand 
curren 

The company during the year have carried out, through the wiring 
department, a considerable number of installations for consumers 
from the company's supply system. Included in this work has been 
the entire installation of the General Hospital. Hitherto the working 
of the department has resulted in a surplus to the company's funds; 
the result, however, of last year’s work has been a loss amounting to 
£558 2s. 3d., which has been written off the profits for the year. The 
directors have always looked upon this portion of the business as a 
necessary feeder to the гарази system, and as the loss in question 
has been entirely due to tedious and expensive nature of the 
work carried out at the General Hospital, such a loss is not likely to 


recur. 

À large number of motors have been added to the system during 
the year, and the economy and convenience of electricity as & source 
of power are now y In view of the continued 
increased output, orders 'have been placed for further engines and 
boilers for the Water Street depót for completion by the end of the 
summer. 

The capital of the company is now subscribed, paid up, and ex- 
pended. As certain capital outlay is necessary during the year, a 
resolution will be submitted to the meeting to authorise the increase 
of the capital by the creation of 20,000 additional shares of £5 each, 
to be issued at the discretion of the board when necessary. 


W. T. Glover & Co., Limited. 


Тнв prospectus of this company, registration of which we announced 
in our issue of February 25th, has been issued this week. Thecapital 
is £200,000, £100,000 5 per cent. cumulative preference shares, and 
£100,000 ordinary shares. 

The business has been well known in the electrical world for some 
years, as that of manufacturers of insulated wires and cables, and 
enjoys а high reputation in these res The profits, although 
showing & trifling falling off for the last six months of 1897, have 
averaged for the past four years, over £14,000 per year. 


Land plant and machinery (according to 
Messrs. Wheatley Kirk, Price & Goulty’s 
valuation) ... s T A *. 43733 5 4 

Stock in trade on basis approved by Messrs. 

. Wheatley Kirk, Price & Goulty... .«. 49,486 17 6 

Book debts (guaranteed by the vendors) 41,049 11 10 

Sandry investments ove eee eee ` 000 1,205 9 4 


or £135,425 4s. plus the value of the patents, goodwill, trade 


marks, &c. On the other hand, it will have to discharge the liabili- 
ties, £76,513 166. 3d., it will, therefore, be in this position: £135,426 4s., 
less £76,513 168. 3d., ie, £58,919. The value of the patents, good- 


will, trade marks, &c., must, therefore, stand at about £91,088. Ia 


other words, the £150,000 (in sbares and cash) plus the liabilities 
undertaken by the company, £76,513, or say £226,513, less the 
other assete valued at £135,425 as above — £91,088 the assumed value 
of the remaining assets (patente, goodwill, &c., &c.). 

There are portions of the document regarding assets, liabilities, and 


‘vendors’ consideration, во curiously worded that it would seem well- 
nigh impossible to criticise, but as the vendors will take all the 


ordinary shares (besides about one-third of the preference shares), there 


is no doubt that the holders of the remaining preference shares 
will obtain their 5 per cent. thereon. 


The success of the issue is, we understand, well assured, and the 
undertaking has our best wishes for its continued prosperity. 


Stock Exchange Notices.—The Stock Exchange Com- 
mittee has ordered the following to be quoted in the Official List :— 
Waterloo and City Railway Company—540,000 ordinary stock, in 
lieu of the shares now quoted; West Coast of America Telegraph 
Company, Limited—30,008 shares of £2 103. each fully paid, Nos. 1 
to 30,000 and 53,001 to 53,008, and £150,000 4 per cent. debentures, 
Nos. 1 to 1,500, in lieu of the shares and debentares of the old com- 
pany of the same name now quoted. . 

Applications have been e to the Stock Exchange Committee to 


‘appoint a special settling day in and to grant a quotation to 


Babcock & Wilcox, Limited—A further issue of 8,000 ordinary 
shares; British Electric Traction Company, Limited—10,000 6 per 
cent. cumulative preference shares; Buenos Ayres and Belgrano 
Electric Tramways Company, Limited —“ A” 6 per cent. cumulative 
preference shares; “В” 6 рег cent. cumulative preference shares; 
and fully and partly-paid provisional certificates for 5 per cent. deben- 
ture stock; City and South London Railway Company—22,500 
ordinary shares; St. James’s and Pall Mall Electric Light Company, 
Limited—Further issue of 12,000 ordinary shares, Nos. 40,081 to 
52,080. The Committee has been asked to allow Waterloo and City 
Railway Company—.£540,000 ordinary stock, in lieu of the shares 
now quoted, to be quoted in the Official List. 


Chelsea Electricity Supply Company.—The report 
for tLe year 1897 shows а balance available for distribution of £11,344, 
after payment of debenture stock interest, and placing £2,000 to the 
renewals fund. Dividends are recommended of 6 per cent. for the 
year on the preference shares and on the o shares, carrying 
forward £1,652. £20,851 is added to the reserve fund from premiums, 
making the total cf the reserve fund £30,717. Lamps connected total 
96,638, an increase of 16,178 during the year. 


British Insnlated Wire Company.— After writing 
off £2,222 for depreciation, and £1,770 off preliminary expenses, the 
net profits for the eight months ended December 31et, were £17,754. 
A dividend at the rate of 15 per cent. per annum for the eight months 


. is declared on the ordinary shares, £1,500 is transferred to patents 


and goodwill, and £129 carried forward. 


Commercial Cable Company.—The directors have 
declared a quarterly dividend of 12 per cent. on the capital stock, 
payable on April Ist. The transfer books will be closed from the 
21st inst., to April 2nd. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending March 4th, 1898, were £2,322 7s. 9d.; corresponding period, 
1897, £2,101 18s, 1d. ; increase, £220 9s. 8d. 


The City and South London Railway Company.— The receipts for the week end- 
ing March Gth, 1898, were £1,089; week ending March 7th, 1897, £1,062; 
increase, £27; total receipts for half-year, 1898, £10,719; correspond- 
ing period, 1897, £10,775; decrease, £56. 


"The Dover Corporation Electric Tramways.— The receipts for the week ending 


February 26th, 1898, £100 12s. 10d.; total receipts, February 26th, 1898, 
£848 108. 9d. Week ending March 6th, 1898, £99 16s. ; total receipts to 
March 6th, 1898, £948 5s. 9d. 


The Dublin Southern District (Electric) Tramways Company.— The receipts for 
week ending Friday, March 4th, 1898, were £378 168. 7d.; corresponding 
week last year, 4486 15s. 7d.; decrease, £57 19s.; passengers carried, 
65,349; corresponding week last year, 69,824 ; aggregate to date, £3,594 9s. 4d. ; 
aggregate to date last year, £3,913 78. 6d. ; decrease to date, £818 188. 2d.; 
mileage, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
March 6th, 1898, amounted to £1,864; corresponding week last year, 
£1,315; increase, £49. , 

The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending March 4th, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian elegraph Com- 
pany, Limited, were £3,099. 
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SHARE LIST OF ELECTRICAL COMPANIES. 
TELEGRAPH AND TELEPHONE COMPANIES. 


n! done 
Present | NAMB А or Dividends for Closing week 
1896. Highest.| Lowest 
137,4007 Direct „ LAA., 4 95 Deb. . ` “ 


= 1806. | 1897 
100 - , 100 104 
35,900 | Amason 8 А 10 "- Р 64 – 74 
125,000 do. 5% Debs. Red. 100 «29 .. | 93 — 96 
923 Angio- „ Led. e. . > е өе eins 3 9s. 19s. 3 % 59 т 61 
3,038,020 do 6% e А e £4 188. 88 ба| 6 % |1074 1084 
8,088, 4 0 ee Stock eee ee 112 zs 122 12,1, 

180, Brasilian ig k е 10 7 % oes co 163 Т 17} 175 16i 
75,0001 do, 5 bs., Ind series, 1906 .. 100;5% | ... .. |112 —116 85 isi 
44, Ohili 9 ТАД., Иов. 1 to 44,808 cee eee oe 5 4 % 4 % ee — eee „өе 

10,000,0008 Oable ° 0 eee 7 % 7 % ee 187 —192 189 eee 

653, Do. Sterling 500 year 4% Deb. Stock ee .. |106 —108 1074 | 1062 

224,850 | Oonsolidated Telep. Oonst. an А 10/.| 18% | 2%| ... == 9 к 
16,000 Cuba Telog., Led. eee ТҮ "TT e e y ^ 8 % ees — xd i 7 

6,000 Do. 10 % Pref. T өөө oe 10 110 % | 10 9| ... | 144 — 15ixd| 144— 153 148 141 
12,931 | Direct Spanish „ LA.... „„ e à 547% | 4%j| .. 4— 5 4 sae 
6,000 Do. E do, 10 95 Oum. Pref. eee b 10 % 10 % eee 10 m 11 "TT 
80,0007 Do. do, dé eet to 6,000 50 % | 4%] ... [103—1 кў 
60,710 | Direct United States Onble, LG. 24% | 24%) ... | 108 - 133 11g | 113 
1001000 | Mastera Telog, Lad, Nor liodie Am с у | e | e| |і — 1% 186 | i 
L) ep OB. 1 ` ewe ° TD тт 
70,000 Do. 6% Oum. Pref. .. .. „ is | 6 6%} ... | 19 — 20 193 |... 
. 89,900; Do. 5% резе ERAT: A 1899 .. 100 | 5 % 5%| ... 100 — 103 T dis 
1,902,615; Do. 4 % Mort. De Bed. e eck 4 % 4%| . |181 —134 vee > 
250,000 | Mastern Nixtension, Australasia and Ohina a Ltd. ..| 19|7 9 ТІ ... | 188— 194 182 — 191 19) | 182 
Do, 65% (Aus. Gov. Bub.), Dob., 1900, rod. ann. м sai z Ре 
25,2002 EAN 1,049, 3,976 to 5 96 596 . 99 — 108 99 — 103 i jus 
00,500 Do. do. Bearer, 3,976 and 4,327—6,400 | 100 | 5 96 5%| ... 100 —103 [100 —103 vos ee 
Do. 4 % Deb. Btook PT T di эзе i e. Btock 4 % 4% "TT! 130 —133 | 180 —1338 TP een 
61,100 { = 88323 Weel wanes ioo 5% 5% к 99 — 103 99 —103 1003 
69,3001 Do, do, do, do bearer, 2,344 to 6,000 | 100 | 6 % 5%] ... 100—103 |100 —103 А " 
^ n nor Do. 496 Mort. Debs. Nos. 1 to 9,900, red. } 100 4% 4% 20 102 — 105 109 —105 : 
PU UUs Do. 4 . Mt. Debs. (Mauritius Bub. 1 08,006 45 4 4 TES 108 — 11196 108 —111% ees 
* ES Trast, . ; с 19 475 4% .. |12 — 194 |114— 121 123 | 118 

180,042 do, 6% - = 106 % |. 6%) ... | 172-1 17$ — 18i 183 | 17$ 

150,000 | Great Northern Teleg. Company of Copenhagen 10 |10 % | 10%| ... | 281— 29 — 30 283 

100000: u-— 8 I do, 5 % Debe. 100 10 x E: .. [160 —103 ха100 —103 ia | Б 

100.0001 London Platino-Bratilian , 144.6 % Debs. 100169 | @%| .. [16 —109 xd|106 – 109 ne 

Telephone 6% Nos. 1 to 28, 000 5 4 % [TII [TY 3 — 3 ыр eee 

494,597 | National Teleph., Léd., 1 to 484,507... ... | 818% | 5i% + 66 61ха| бу- 6% | 68 
15,000 Do. 6 % Oum. 1st Pref. ... 316/6% | 6% 6 16 — 18 xd| 16 — 18 e 
15,000 6 % Oum. 2nd Pref. 10/6% | 6%| 6 15 — 17 15 — 17 15$ 158 

$50,000 Do. 5 96 Non-cum. Srd Pref., 1 to 250,000 515% | 593515 52 — 64 51 — 63 6 515 

329471 Do. 83% Deb. Nock Red.. ., Stoch, 34X% | 34% 33% 104 —109 |104 —109 105 | 1 

171,504 | Oriental Teleph. & Blec., „Nos. 1 to 171 fully paid | 15 1 | 5% ... É- 2 ЕА 

Pacife and European Tel, Led., 4 % Guar Debs, 1 to 1,000 | 106 4 95 | 4%] ... 1105 —108 105 —108 - 
11,839 Beuter's Ltd. DI +. oes eee ve 8 5 % 5 % eee 8 т 8 M 9 88 eee 
8,381 Bu Oables Trust eee vee . e ve Сеш. I TI eee 139 т 144 139 2 144 141 eee 
58,000 United River Plate Led. ә es ete 00 5. 4 % eae eae 4 — 43 4 ж, 44 eee woe 
146,7332 Do. do. b % Debe. mol mo Ф Stock 5 % TII TII 103 —107 106 —-109 TI) een 
,609 West African Teleg., Lod., Veg to 43,199 eer one 10 4 % nil eee == 4§ 4 5 eee eee 
$13,400! do. do Debs. s was — 1005 7 5% ... 101 104 хӣ|101 104 an - 
Westera and Brasilian Teleg, LA dw. 18 3 % | 2% .. 11; 12 [113 11g | 112 | li 
$3,129} Оо. do, 40. 5 % Pref. Ord. 75 Byl. " 8 8 "| Ж 
83,199 Do. Qo. do. Def. Ord oo 2 1 % vee ° oe 32 48 X 
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Do. do. фо. 6 % Oum. 14 Pref. 10676 „ 8— 8 8 — 8 
669| Do. do. do. 6 % Oum. $nd Pret. 01691 6 . | 5— 7 5 — 7 к 
0,0007 Do. do. 5 % Debe. 1101,88 .. | 100 15% 5 „% ... [105 - 108 05 108 А 
3.0006 Western Union of U. B. Telog., 7 % 1st Mort. Bonds DOO: 7 * 7% ... 105 —110 105 —110 
160,100 Do. do, 6 % Beer. Bonds. |10 169% 6% 100 —105 xd|100 —105 А 
ELECTRICITY SUPPLY COMPANIES. 
$0,000 | Oharing Uroes and Btrana Шіесту. Suppi) E нЕ 5 |5 6 7 14 — 15 189) - 1 14$ | 19i 
20,000 Do. do. do. do. 4% Cum. Pref. b | ^ i Ka 6 — € 8 === у | 
26,000 |*Ohelsea Electricity Supply, Ltd., Ord., Nos. 1 to 10,977 615% | 6% 111 19 |11— 13 11 
60,000 Stock Red. 4% | 4% 115—117 [115 —117 В 
40,000 | Ойу of Londen Ties. Lightg Oo. Ld., Ord. 46,001—68,000 | 10/5 % | 7 10 %| 283 $8 — 394 | 28 
10,000 Do, do. Prov. Certa. . 5 10 7 28 — 29 777 87 
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400,000 Do. 5 % Deb. Stock, . (ims. at 8115) all paid | ., 5 Sf 5 * |129 - 194 |139 —194 13 1813 
$0,000 |Oounty of & Brash Prov. I. Leg. Led., Ord. 1— 30,000 | 16 nil — 16 148— 153 
20 Do. 40 do. 40,001— 60,000 10 6 * 


. 6% Pref., 40,00 wae 152— 16} 
10,000 | House-to-House Elec. us Supply, Ord., 101 to 10,100 5| ue “ * | 11 — 12 11 — 12 1 
10,000 Do. 7 Qum. Pref. eee 5 eee TII eve 114— 13 111— 123 1 
49,900 герое Blectric Supply. » 101 to 60,006 » | 104% | 6%| ... | 20 — 21 204— 213 218 | 208 
12,500 Ord., 50,001 500, ів. at £2 prem. eee 10 oes aoe 94 904 өз 
Do. first debenture боой eee "LII eee 17 av "TT 117 —191 117 — 121 119 p 
: 4 


6,452 | Notting Hill Lightg. Oo., Lt T ..| 10 
19,980 B6. James & Pall Mall Bloc. Light Oo., Léd., Ord., 161-20,888 
20,000 Do. do. 7 V Pref. to 48,688 
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60,000 Do. do. 4 % Deb. Red. |Stock| .. | .. | 4% 007 —110 [107—110 
43,341! South London Electricity Supply, Ord., £2 paid. 5 
5 


eve eee eee eee =m 3 23 
79,900 | We in unter Biectric supply Corp. Ord.. 101 to 80, Coo 7% | 9 512 9 174 — 184ха| 17$ — 1 | 18 17$ 
| * Bubject to Founder's Shares, t Quotations on Liverpool Stock Exchange. 
| Unless otherwise stated all shares are fully paid, | Dividends paid in Geterred share warrants, profits being used as capital, 


marked § are for a year consisting of the laiter part of ene year and the first part of the next. 
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SHARE LIST OF ELBOTRIOAL OOMPANTES —Oontinucd. 


ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES, 


Present 
90,000; British Electric Traction Sii sa as 
90,000 Brush Mleci. Binging. Oo., Ord., 1 е ses 
90,000 Do, do, on-cam. 6 96 Pref., 1 to 98,800 
125,0007 Do. do, 42 Perp. Бю... 
50,000 Do. do. 2nd Deb. Stock Red. 
19,196 | Oentral London Railway, Bhares ө v - 
143,106 Do. - do, do. £6 paid ... - 
58,830 Do. do, Prof half-shares £1 pd. РА 
Do. do. Def. do. ES pd. " 
28,180 | Crompton & Oo., Ltd., 7 % Oum. Pref. Shares, 1 to 28,180 
99 Edison & Bwan United Lgt., Led., A" shre, £3 
261 | 1 to 95 
17.189 Do. do. do. “А” Shares 01—017,189 
194,023 Do do do. 4% Deb. stock Red. 


110 Overhead v, Ord. ә ae ы 
| Telegraph Coasta. and Maintoe LA.. wes 
184305 C do. 5 % Bonds, red. 1899 


540,000: Waterloo and City Railway, Ord. Stock ... ... 
t Quotations on Liverpool Stock 
Dividends 


CH Closing гое week 
or ‚ 
аныз] uela em | Gute, | eet | ana F de. 
.| 1896. | 1897. Highea: |;Lowest, 
3 8-17 | 168— 3 1646 | 6 
8 eee sos — = 
3 eee өзө 21— 21 21— A 3 
Stock eve өөө 110 — 114 119 —114 eos eoe 
Btock eot TID 102 — 105 102 —105 e 
10 eve eco 104— 5 103 — " 10 1 
10 III oe == 
ove eee 1$— 2 14 — 9 12 
eee eee 4 — bà 41— 5 5 í 
141 13% 67 — 69 |67—69 | 684 | 678 
b ecc ° 24 28 21— 22 23 58 
} 6 54% %— з | %- 8 28 | . 
s 4— 5 — 5 4i T 
100 = .. {108 —105 103 —105 m “ 
27K T i so ad | ate al | 
3 өз» un i- ӯ E 1 mI T 
3 eo eee Dax 8 — өөө eos 
10 dii гав 9— 11 9 — 11 vi А 
10 10 * 12 X 93 — 24 | 23 — 94 | 293 | 31 
16 7 % 7 % 19 — 20 19 — 20 eee eee 
Stock 4496 44% 110 — 116 xd 110 —115 eee eee 
100 PT * |104 —108 104 —108 T wee 


34395 


1 Unless otherwise stated all shares are fully paid. 


Exchange. 
marked § are tor а year consisting of the latter part of ene year and the first part of the next. : 
Свомртоа & Co- Th dividends paid on the ordinary shares (which have not а Stock Exchange quotation), are as fellows : 1008—0*/,4 ; 1501—1°ь% 1890—8*/ . 
. EDO ы —. ⁵§r%ãmr“ . dM . . p . a 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


* Birmingham Blectrie Supply Company, Ordinary of £5 (£4 paid), 7], 
£5 (fully paid) 103. 

Blectric Corporation, 6 % Debentures, 106—108. 

House- to- House Company, 44% Debentares of £100, 106 —109. 


and Knights Blectric Lighting Oom ‚ Limited 
Shares 25 (fully paid) 16{—174ха; fet Preference | 


Ou 6%, £5 . Dividend, 1896, 
un 5 paid), 8—9 end, 1896, on 


* From Birmingham Share List. 


London Blectric Supply Oorporation, £5 Ordinary, 4—4. 
* Т. Parker, Ltd., £10 (fully paid), 14. 


orkshire House-to-House Electricity Oom ‚ 65 Ordinary Shares 
m: fully paid, 8—8}xd. Dividend for 1896-6 J. 


Bank rate ot 110600901 3 per cent. (October 14th, 1897). 


INSTITUTION OF ELECTRICAL ENGINEERS. 


Ох тни MANUFACTURED OP LAMPS AND OTHER APPARATUS FOR 
200-Vorr Сівооттѕ. By G. BInswanxdzR Byxa, Member. (Paper 
read February 24th, 1897.) 


(Concluded from page 911.) 


Tun possible current through four lamps on 200 volts, allowing 40 
volts across each arc, is five times tne normal; with five lamps on 
230 volts, 7:6 times the normal; while with four lamps on 230 volts 
it is only 3:3 times the normal. Therefore, when 5-ampere lamps are 
used upon а 230-volt circuit, it is better to run four with steady long 
arcs than five with unsteady short arcs. 

It is probable that the enclosed arc "wi will be brought info pro- 
minenoe in this direction, offering certainly many advantages; but I 
would point out that in practice the current cannot be largely in- 

because of the frangibility of the enclosing envelope under 
an accession of temperature. If the cooling surface be increased so 
that the temperature of the gases surrounding the aro remain about 
the same, the efficiency of the lamp is considerably reduced. 

Adverting to the manufacture and installing arc lamps, to meet the 


contingencies of the high voltage, we have to consider that, if the 


carbons run short, or the slides stick in one lamp, the other lamps 
close together, and the fall voltage of the circuit is maintained across 
the shunt coil of that 
that the ehunt coil is t up, and that the carbon bolders are 
damaged with the excessive flaring of the arc before it breaks. 

It would hardly bs practical to make magnets to stand such over- 
load. Of course we can instal a cut-out and equivalent resi+tance to 
each lamp. But this expedient is very costly, and presents the 
further difficultics of finding suitable room near the lamp, or making 
it self-contained with the lamp, and of teaching the consumer that 
the fall current can be used, although the lamps are not alight. 

Some sort of cut-outs must be installed, and I am of opinion that 
there is a field for inventors in this direction. I will indicate how I 
have endeavoured to meet these difficulties. 

If, as is generally the case, one pair of carbons burn at a greater 
rate than the others, the slide in that lamp will touch the stop firet, 
and the stumps will burn away until the gap is wide enough to break 
the arc. I append a table showing the results of five trials. 


icular lamp. The possible troubles are 


Fou 10-AMPERE LAMPS OW 200-VorT CIROUIT. 
4- carbon 18 mm. cored, — 11 mm. solid. 


Ато flared and was extinguished at.. 1j inches gap. 
3 n » M" Кы » 
3 » » " 0 1 » 
4 " LL] 97 eot 14 n 
5) Current switched off when arc was aè 23 " 
In the first four trials the arc broke while flaring; that is to say, it 


travelled up the side of the carbon and ignited the loose dust, taking 
& spiral course, this course being continued until the length is too 
great for the voltage. The arc only leaves the point of the carbon 
when there is sufficient dust to maintain it, and counteract its increas- 
ing length; thus, when the supply of dust fails, the arc is extinguished 
before it can return to the points. 

Poring ghey No. 5 the carbon became pointed, and the temperature 
rose to the extent of freeing the surface from dust, hence the arc did 
not leave the crater. 

We may deduce from this the desirability of maintaining a consider- 
able gap between the carbon-holders, exceeding even 3 inches. For 
absolute safety it is better to extinguish the arc automatically. Now 
an automatic ewitch is useless, because it is necessarily controlled by 
the tial across the lamp, and could not discriminate between 
the increased voltage cansed by the carbons burning short and that 
caused by the extinction of a flare; and, since this may happen at any 
time, the arc could not be re-formed even when the car came 
together. The circuit, in fact, would be inert, and the arc would have 
to be re-established by hand. 

An efficient cut-out must extinguish the arc, and simultaneously 
cut the shant coil out of the circuit, the mechanism of the lamp also 
being free that the carbons may travel together. The shunt must on 
no account be cat out whilst the brake is on, since it could not then 
compensate the series coil and draw the carbons together. 

For the protection of the shunt coil I have ueed a tem re 
fuse, made of an alloy with & melting point of 210^ Fahr.,and having 
sufficient sectional area to be independent of the amount of current 
likely to traverse it. The carbons could be held a several 
minutes before fusion took place. Although & decided advantage 
was gained over a plain lead fuse, and the shunt coil was efficiently 
protected, the carbon-holders were Bos айдаа ыыр, and the fuse required 
renewing each time it became ruptured. 

The chief difficulty in constructing an automatic “cut-in” and 
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gut- out lies in the necessity for a rapid make or break, to save 
m may be briefly explained, in that 
through & shunt psth, and so put out 


Hating лир Morons. 


The effect of the шиме риш upon such applications of the 
house current as heating, ing, &c., does not entail a sufficient 
toes structurally or electrically to need an exhaustive descrip- 


The resistances forming or causing the heating surfaces must be 
arranged to conform to the higher E.M.F. at the terminals, and it is 
mostly preferable to increase the length rather than decrease the 
diameter of the resistance wires; but this fact presents some difficulty 
in such articles where the space available is small. If the space is 
too limited, such apparatus can only be used in series, or in connection 
with an external resistance. | 

With motors, the greatest difficulty also lies in adopting the smaller 
sizes, say from th H.P. to jth H.P., to suit the altered conditions 
of higher pressure. A certain etructural alteration is doubtless 
necessary to arrange a new winding to produce the same efficiency as 
heretofore on а 1CO-volt circuit. In the larger sizes I am, in order to 
facilitate stock, wing a double or differential winding, which, 
when cou in parallel, conforms to 100 volts pressure, and with the 
same winding in series, gives an equal efficiency on a normal load at 

volt pressure. 

In reviewing the subject of higher voltage generally from а stand- 
point of cost, І am of opinion that sufficient time and experience, 
naturally resulting from an increased demand, will place the cost of 
most fittings for 200 volts within the margin of those of the lower 
Mi Toph perhaps, a few cases, among which I may instance 
incandescent lam pe. These will ily always be more expensive, 
owing to increased cost in mounting of larger bolb; and extra eup- 

rts, and also throngh increased time of exhaustion and percentage 


Bat we must not overlook the fact that in the matter of wiring 
there must be a decided saving. The smaller sectional area of con- 
ductor per lamp employed, without the necessity of increased insula- 
tion, as also in a minor degree smaller connectors and contacts will, 
in all probability, compensate some other apparent disadvantages, 
and may bring the balance of cost in favour of the high voltage 


system. 

I do not wish to bring the subject of cables and wires or 
systems within the of my present paper; but I will only 
mention that, in my opinion, such matters as the establishment of 
revised wiring tables, the use of twin wires, the smallest gauge 
allowable for single lamps, the best and cheapest system of wiring 
for high-voltage supply, would bs subjects well worthy of the imme- 

iato consideration of, and an interchange of opinion between, engi- 
neers and manufacturers. 


TEST OF THE CHICAGO STORAGE 
BATTERY ROAD. 


(Continued from page 318.) 


TH3 coal had a theoretical eva ve power of 10:5 lbs. of water 
and аё 212° Fahr., and y evaporated 6'6 lbs., giving for 
the efficiency of the furnace and boiler 6286 per cent. This low 
efficiency is to be expected because of the boiler being 26 per cent. 
underloaded. The equivalent evaporation per pound of combustible 
was 832, so that the efficiency of the boiler alone is 78:3 per cent. 
The boiler then loses by radiation, convection, and through escaping 
pu. cent. of the original beat units, while the furnace р to 
with 15°44 per cent. of the lost heat, and 62°86 per cent. 

a in the steam. 
economiser did not give sati results on the tests 
shown. This is not the fault of the economiser, however, but is due 
rather to the unfavourable conditions under which it was installed 
and is operated. Seyeral large cracks in the brickwork flue leading 
from the uptakes of the boilers to the economiser on the outside of 
the power house allow air to infiltrate to such an extent, that the 
flue gases are cooled fully 100° before reaching the economiser. In 
spite of this fact, however, the economiser, upon some of the other 
testa, effected an economy of 7 per cent., as figured from the gaia in 
tem ure of the feed-water. A graphical log of the boiler test 
November 5th indicated a rise of 757° F. in the feed-water, 
due to the action of the economiser. This log also shows the amount 
of coal required for banking the fires over night. Upon this test, 
however, & larger amount of coal was burned in the boilers, and 
thus a greater amount of flue gases passed about the economiser 


Д 


9 Street Railway Review. 


an accurate engine test, or to the most 
engines. 


pipes. During the latter part of the test on November 26th, the 
economiser was cut out of service. 

The pumps used 14:36 per cent of the water evaporated by the 
boilers. The feed-water, however, was heated by the pump exhaust 
from a temperature of 97:4? F. to a temperature of 202° F., resulting 
in a gain of 9:25 per cent. The fuel, then, to be charged against the 
pumps is only 14 36 per cent., less 9°26 per cent., or 511 per cent. of 
the total fuel burned. 

The test shows that the engines used 18 lbs. of steam per indicated 
horse-power. The conditions of the test were not favourable to sither 

economical of 


3 


The steam pressure was lower than it should have been, 
while the vacuum was but 24:25 inches. The were also over 
loaded during the entire ran, and were operated at 363 instead of 380 


ResuLTS оғ Вопиа Tes. 


| 


^ i А 
Units. | pene 


Number of trial sä in ids iss wep oe 8 
Date of trial, 1897 [II eee ee eee eee | Nov. 26th. 
Duration of trial SC x "T ... boars, 9 
Number boilers in operation eee эд oo | 009 1 
State of weather... ... WE. ж Adi Rainy. 
Dimensions. Heine 
Kin of boi LI eee 069% eof eee horis tal 
j = tubular. 
Dimension of shell, diameter and length... — . . | feet 18 x 19'94" 
Number aad diameter of tubes T TERT 87-34" 
Grate surface 84 inches wide, 78 inchos long, area |sq. ft. 455 
Water-heating surface e , (eq. ft. 1,407 


Ratio of water-beating surface to grate surface! ... | aq. ft. | 30:9 


} | 


Average Pressure. 


Steam pressure in boiler, by gauge . lbe. , 1683 
Absolute steam pressure jos i ." lbs. 1830 
Force of draught in inches of water at stack ‚1 ins | 58 
Foros of draught in inches of water at boiler ... ins. | 52 
Average Temperatures. | | 
External air ‚| deg. | 30:0 
Pir mom . 2 „ 
Teed- wat. dg. | 1920 
Fuel. ! 
Kind of coal ... ii ane — - i Ша 
‚ Уа. 
Total amount of coal consamed lbs | 7,000 
Moisture in coal  .. .. .. .. „ 6:32 
Dry ooal consumed ... wr bs s ..' lbs | 6,558 
Total refuse, dry о 885 T" «| | 1814 
Total combustible (dry weight of coal less | 
refuse) - ius TM "T — . | lbs. 5,638 
Dry coal consumed per hour e. a | lbs. 7286 
Oombustible consumed per hour 225 ..| lbs ' 6264 
Calorific power by calorimeter, B. T. — .. ... per lb 10,145 
Theoretical evaporative power from and at 212°- | 
Fahr. in pounds water per pound coal „| s. | 1061 
Results of Calorimetric Tests. 
Quality of steam, dry steam being taken as; x 885 
Water. | | 
Total weight of water pumped into boiler and | | 
apparently evaporated... рае veg .. Iba, | 48,440 
Water actually evaporated, corrected for quality | 
of stem. . Ibs. | 43,923 
Factor of evaporation e 107 
Equiralent water evaporated into dry steam from | 
and at 212° Fzhr. .. .. .. _... s. | 46,356 
Equivalent water evaporated into dry steam from 
and at 212° Fahr. per hour. Ts бе ... | lbs. | 5,1506 
Economic Evaporation. | 
Water actually evaporated per pound of dry 
coal from actual pressure and temperature. lbs. | 6 60 
Equivalent water evaporated per pound of dry 
~ coal from and at 212° Fahr. , =... lb | 708 
Equivalent water evaporated per ponnd of com- | 
bustible from and at 212° Fahr. ... з | lbs. , 828 
Commercial Evaporation. | 
Equivalent water evaporation per pound dry ооа! 
with 4th refuse at 70 Iba. gauge pressure, from | 
100° Fahr. ... з iaa ase - ..| 100. 5 96 
Rate of Combustion. | 
Coal equare feet surface per hour ... „| Ibs. 160 
Consumption of dry coal per hour, coal assumed | 
at 4th refuse— 
Per square foot grate surface. "n S. | Ibe. 16 74 
Per square foot water heatirg surface ... | 108. 534 
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„Вившлтв o» Bonn TzsTS— (continued). 


Items. | Units. 


Rate of Evaporation. 
Water evaporated from and at 212° Fahr. per E 
square foot heating surface per hour Ibs. 3 66 
Water evaporated per hour from 100° Fahr. into | | 
- steam of 70 lbs. gauge pressure— 


Per square foot grate surface ... vee | lbs. 98°46 
Per square foot water heating surface ...| lbe. 3:18 
Commercial Horse-power 
On basis of 30 lbs. water per hour evaporated 
from 100° Fahr. into steam of 70 lbs. gauge 
pressure (equals 344 lbs. from and at 212° H.P.| 149 
Horee-power, builders’ rating at 7 square feet of 
heating surface per 5 ge woo | eee 200 
Per cent. "developed below rating .. us e| 9 26:5 
Percentage of total calorific power utilised e| 9* 62:86 


Resuras or Tests ow ENGINES, GENERATORS AND AUXILIARIES, 


Items. Units, | Determina. 
Number of test. eee ete eee eee | eee 8 
Date of test ... T ЕЯ $e ves ee Nov. 26th. 
Duration of tet P ake see ... hours. 9 

Water. 
Total water handled by pumps  ... ^ .. | lbs. | 49,440 
Water used by economiser engine .. .. | lbs 350 
Water used by stoker engine б Ibs. 532 
Water used by air and feed pumps lbs 6,240 
Water used by calorime lbs 90 
Vater escaping through жаш; estimated Tiberaliy 

2 per cent. total ... sa s Ibs. 868 
Water not used by engine ..| lbs 7,880 
Per cent. total water not used by engine. e| © 18:12 
Per cent. total water used by pumps ae. % 14:86 
Total water used by engine... ..| lbs. | 35,660 
Per cent. moisture in steam at engine $i 96 1:20 
Total dry steam used by engine corrected tor 

moisture... ... | Ibs. | 35,188 
Average dry steam used by ‘engine per hour . lbs. 3,903 

Engines. 

Average speed of engine 
Average vacuum 24°25 
Average gauge рм Ыы EN iui m en 171.3 
Average indicated horse-power  ... pu $m nuns 217 
Maximum indicated horse-power .. = ee 946 
Minimum indicated horse-power ... js "ren 202 
Total indicated horse-power-hours... ie 1,951:8 
Pounds dry steam per indicated done power hour " 18 

Dynamo No. 4. 

Average volts... 176:5 
Average amperes 7271-0 
Average kilowatts ... v s - ес RON 1283. 
Per cent. of full load " РЯ wes "P 67:5 
хла kilowatt-hours output us ЕИ 1,1547 

kilowatt output of all d dynamos.. 128:3 
Total ilowatt-hour output of dynamos 1.154 7 
Total electrical horse-power- hours Те 1,547:8 
Maximum kilowatt output .. 150648 
Load factor (average watts divided by maximum 

watts) x 82 
Watts used by cooling tower motor $5 "NN 7,568 
Kilowatt-hours used by сон ш motor 681 
Net kilowatt-hours output .. prat ms 1,086:6 

Efficiencies, 
efficiency E. H. P. divided by LH.P. ...| ... 79:3 
Pon s water тароо per indicated horse- 
power-hour... 32:25 
Pounds coal burned ‘per indicated bone power 

hour... er is 9:58 
Pounds water evaporated per net kilowatt-hour...| ... 400 
Pounds coal burned per net kilowatt-hour RE 6:44 
Indicated horse-power-hour per pons каң TU EU "298 
Watt-hours per pound coal.. "ES 1552 

Costs. 
Coal per ton oes eon eee Фое ese $1:90 
Total cost of coal burned ... 85 ids $e ios 6 65 
Cost of coal per net kilowatt-hour s 00611 


МЕСТА рег — The difference in the power developed by 
the two lines of cylinders is due to an improper adjustment of the 
cut-off on the north line. With a few changes there is no doubt 
but that a material improvement can be made in the duty of the 


en 

fot indicator cards taken with one engine operatin one generator, 
running on open circuit, show a friction load of 32: 46 1 
is but 14:86 per cent. of the average, and is a very "developed in the 

The average efficiency between the horse-power develo in the 
5 and the electrical power delivered on the switchboard is 

own to be 79:27 per cent., which is also satisfactory. 

The commercial efficiency of the generator (including the leads to 
the switchboard) at this load is 78:27 + 86 14, or 931 per cent., which 
is all that oan be expected of a generator running 92 per cent. below 
its rated capacity. 

The total station efficiency from coal pile to switchboard is 5°58 
per cent. It may be of interest to compare this result with some 
other modern station. The Chicago Edison Company, in its Harrison 
Street station, produces electrical esergy of ‘3 of a cent per kilowatt- 
hour burning coal containing 13, 000 British thermal units pt 
pound, and cos delivered $1.05 per ton. The efficiency of that 
station, therefore, is (105 х 1,000 x 343 x 100) + (003 x 2,000 x 
13,000), or 4:61 per cent. This indicates that the net efficienoy of 
the plant tested is 20 oe better than that of the Edison station. 
The Edison station has an output of over 3,000 H.P., while the 
Englewood etation has a maximum capacity of 500 H.P., which makes 
the comparison more striking. 

The cost of fuel for a a kilowatt-hour on the switchboard is 
shown to be 611 cent. This high price is to be explained, then, not 
by the inefficiency of the station, but by the fact tha that a high price is 
paid for а poor coal. With а more ас таоца arrangement іп the 
ch pet of coal, there is no reason why this station should not 

evelop a kilowatt-hour for less than ‘3 cent. 


(То be continued.) 


THE KELVIN QUADRANT ELECTROMETER 
AS A WATTMETER AND VOLTMETER. 


By ERNEST WILSON. 


Communicated by Dr. J. Hopxmson, F. R. B., to the Royal Society 
Received January 11th—Read January 27tb, 1898. : 


(Concluded from page 309.) 


Experimental Results. 


In making & thorough test of the electrometer as an alternate 
current wattmeter we have the following variables to deal with :— 
1. The frequency of the alternate current. 
2. The phase differenoe between current and potential, that is, 
between с and A or B. 
: The amplitude of c and A or B. 
4. The shape or wave form of the curve of potential end current. 


n 
 LLVLILIZ 
an 


The results obtained are tabulated in Table II., and are divided 
into three groups (a) (b) (e). In group (a) two frequencies are given 
namely, 41 6 and 83 complete periods per second. The potential on 
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the needle is constant at about 109 volts (У mean’). The phase 
difference bet ven potential and current and the current itself are 
each varied. When the phase difference is zero, it is only necessary 


to take the product of the + mean? values to deduce the watta, 


— — — A4 — 1 
— — IN 3 
SEES. 


although in section (b) three instances are given in which for phase 
difference ғ зто, the watts are deduced by both methods. The average 


| 


curve in fig. 1, that for high potentials on the needle the watts, per 
division of the scale, w diminish. This is found to be the case 
when the potential, o, is raised to 1,860 volts (mean!) for 
frequencies of 75 and 43. In section (c) the wave form is very much 
distorted. The curves of potential and current are plotted in fig. 4. 
The distortion of the potential curve, o, was brought about by 
placing a considerable non-inductive resistance in series with a 
choking coil, and taking potentials across the choking coil. The 
instrament under these conditions gives trustworthy results. The 

hase difference on one or two occasions was such that the curves 

dicated no work, the deflection under these conditions was zero. 


A icrofarads ~4 


Fig. 5. 


The maximum angle of deflection of the needle from its normal 
position was 7 8°, and tests were made from time to time, especially 


watts per division given by section (a) are 1700 for all angles of with the large potentials on the needle, to see if the instrument was 
pes ving out the two values deduced by aid of the cosine law in proper adjustment, by placing both pairs of quadrants in ocn- 
Хот angles of 30° and 60°. It will b3 seen that under the conditions nection with the case, and noting the agreement between its then 
TABLE II. 
| Phase  - ' Watts | Watts per division of scale. 
' difference PE Current EPOR Date 
i 0 in 
Frequency. - degrees: needle c in amperes From product | Given From product | Given | specimen 
| 860 = mean volts, | mean of volts by of volts by | 1897. 
1 period. | and amperes, | curves. and amperes. Curves, | 
| | 
(a) | | | 
416 0-0 100.35 39 65 39790 " 1679 . — | November 24th 
416 — 03 — 93 85 1711 17090 | i 1675 i. | „ 24th 
416 00 100 4 39 8 39960 | i: 1679 ds ! „ 25 
416 297 ! 1003 3985 3,9980 3,3710 sis 16 85 „ Bed 
41˙5 31:5 9966 1685 МА | 1,4570 А 17 90 „ . 23ed 
416 300 100:0 39:6 n | * 17:33* es „ 2th 
416 59:4 100 0 397 as te 12 54 - „ 25th 
83:0 00 9933 39 24 3,897°0 yi ! 1687 as „ Zoth 
830 00 100°0 2991 | 8,9910 ә 1685 e December 186 
630 00 1017 9:64 980 6 | | 1690 ` m : 1st 
8380 00 101:5 970 9845 is 17:27 M к 2nd 
880 00 99 5 39:45 39350 is | 168 | B 5 2nd 
83:0 00 |  10LO 73 98 74120 Ў 1668 ` e 1 „ Zad 
83`0 619 | 99 6 19 76 1,968 0 8923  . A 17:6 | " let 
830 | 393 994 4015 os 31910 © г 133 „ lat 
830 639 100°0 39:9 i: 1,6220 ке 1707 November 80th 
0 60% | 1017 7415 EL M 1739 , December 4th 
a. | | | | 
82:0 1:2 563:0 11:89 66890 | 67360 , 1567 1577 December 4th 
830 | 600 | 553:0 1L83 ` m | — 8,420 m 1525 | E 4th 
83 2 08 690 ·0 10:86 6,8420  ' 68920 1625 ' 1637 | „ lith 
830 | 654 623:0 103 | К 2,4330 e 157 „ 11% 
75 0 0:0 1,860:0 2:33 49300 | BR | 3098 Е | „ — 18th 
750 | 00 | 1,8600 1:25 2,320 0 2 оно у | „ 18% 
5586 | 00 438-0 16:08 7,0200 7,620 1652 = 1685 Н 9th 
537 618 436:0 1501 NE 28680 | SA 16 49 Е 9th 
43 0 00 1,840:0 2:39 44000 ' B | пй - „ 17th 
43 0 | 00 : 1,400 1:30 2,900 | is 1160 » „ 17th 
() | | | | | 
504 | во 1172 450 5,3750 5,350 0 1691 1715 | December 15th 
504 360 | 1178 450 » |. 97410 1. 1682 -` „ — 15th 


* Watts deduced by Cosine Law. 


of section (a) the wattmeter may be said to verify within the limits 
cf accuracy attainable by the method сї test. The wave form of 
the unloaded alternator is given in fig. 3 and marked c; this is the 
wave form of potential applied to the needle in all experiments ia 
sections (a) and (ò). A sine curve having the same maximum 
ordinate is superposed for the purpose of comparison. The current 
curve has different wave form according to the load on the alternator. 
For small currents it approximates to c in fig. 3. The curve, a, fig. 3, 
is the wave form for current 74 amperes, which is the maximum we 
have employed. 

The experiments in section (b), Table IL, are intended to demon- 
strate the reliability of the instrament when the potential of the 
needle, с, is varied through wide limits. One would expect from the 


zero and the sero when quadrante and needle were put to the case, 
that ie when the instrument was totally discharged. To test the 
effect of dismounting the instrament the needle was taken off the 
suepension and the instrament moved to another room and used for 
another purpose, on December 10th, 1697. On continuing the 
experiments it was set up by the level only, and found to be in 
proper adjustment. The results of experiment before and after this 
removal are given in Table II. 

Seeing from fig. 3 how great was the deviation from the sinc law, 
it would have been necessary to analyse each curve by Fourier's 
theorem, if the subject was to have been treated mathematically 
the phase difference being given. The current curve was continually 
changing ite form with different loads, and this would have neces- 
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sitated observing the curve in each case, so that nothing was to be 
d by this method of treatment. The potential curve, o, fig. 3, 
, however, been analysed,“ and can be expressed by the equation 


o = BI Ein 2 T + в, zin ( r +... 
т T 


The first five coefficients are as follows: 


‘ean — — ee eee 


We see that в, is important, being about 6 per cent. of Bi; во that 


from the analysis the cosine law could not be expected to hold. In 


section (a), Table IL, the cosine law is applied in two instances for 
the purpose of illustration. It gives 18:54 as against 17:0 for the 
watts, per division of scale, for 60^; and 17 2 as against 17 for 30°. 
For small angles the error does not appear to be so great. 

The conclusions arrived at from these experiments are that the 
Kelvin quadrant electrometer can be used with accuracy as a.watt- 
meter in the case of alternate currents having any phase relation, and 
that, as pointed out by Dr. J. Hopkinson, | it is necessary to see that 
within the range of potentials applied, Maxwell’s formula is verified. 
This is, perbaps, best done by applying steady potential differences 
to the needle and quadrants, aud measuring these by Poggendorff's 
method, employing Clarks standard cell as the unit of com- 
parison. It cculd also be tested by applying known alternatin 
potentials to the needle and quadrants, the curves being in phase. 1 
it is required to use alternating potentials of high value, such, for 
instance, as 2,000 volts or more, a suitable transformer could be 
employed to reduce the potential on the needle. Such unloaded 
transformer could bave the primary and secondary electromotive 
forces in phase, and of the same wave form, f so that no error would 
be thercby introduced. 


The Revolving Contact. Maker. ` 


The revolving contact maker, x, fig. 2, exhibits a peculiarity worth 
noting. It is itself the seat of an electromotive force, as is 
demonstrated by placing it across the electrometer, oa, and running 
the machines without excitation. A deflection of 68 scale divisione, 
corresponding to 0'45 volt, is given if the electrometer has no 
capacity acrcss ite terminals, that is, if а is zero. A copper brush 
gives the same effect as а steel one. As soon as G is given a sub- 


stantial value as compared with the electrometer itself, this deflec- . 


tion disappears. 

When actually observing potentials in the usual way, let the value 
of G be varied. Fora given position of the contact maker the deflec- 
tion varied, as shown in fig. 5, in which the ordinates are observed 
deflections, and the abecisss the a of the capacity of a in 
microfarads. We see that when а 1 microfarad capacity, the 
de flection is practically what it would be if d were с, and with 
1 microfarad the results verify with the trae value. Such inductive 
effect is certainly rendered negligible by eufficient capacity, and it is 
therefore wise to examine this effect when working with a given 
contact maker, since each one may have its own peculiarities. 


The man strip, rs, 71, fig. 2, is in lengths of 5 feet, brascd 
together. material has altered its resistance, as shown in 
Table III. 

TABLE III. 
| Date. | Resistance at atmospheric 


temperature in ohms. 


— — — —— 


November 1st, 1897 0 4625 
" 3rd „ 0 4590 

" 18th ,, 0:4592 

n н ” Tg = 0:2269 

" н " r, = 02270 
January 4th, 1898 тз = 02275 
» » » r, = 02277 


The strip was mounted on November let, 1897, and submitted to 
currents varying from 100 amperes downwards. On November 20th, 
1897, it was adjusted forr;,7,. The results show that there is an 
initial diminution of resistance, and that then the resistance remains 
practically constant. This is worth noting, as this material is largely 
used at the present time on account of its low temperature 
coefficient. The manganin strip is unvarnished and exposed to the 
atmosphere of the engine room. The conditions are therefore not 
the best to secure constancy of resistance, but in all probability the 
initial diminution is due to the чае. 

Messrs. О. J. Evans and Н. Н. Нодӣ have given me valuable 
assistance, not only in the experimental part of this paper, but also 
in the working out of the results. Messrs. Simpson, Greenbank, and 
Davey, the present Student Demonstrators in the Siemens Laboratory, 
have also helped me. I wish to acknowledge this, and to tender my 
thanks to these gentlemen. 


* Electrician, August 31st, 1894, p. 517. 
1 Philosophical Magazine, April, 1885. 
} Electrician, February 15th, 1895, p. 463. 


THE INSTITUTION OF CIVIL ENGINEERS. 


AT the ordinary meeting on Tuesday, February 22nd, Sir John Wolfe 
Barry, K. O. B., F. R. S., the president, in the chair, two “The 
Theory, Design, and Working of Alternate Ourrent Motors,” by Mr. 
Llewelyn B. Atkinson, Aseoc.M.Inst.0.E., and Dublin Electric 
Tramway," by Mr. H. Parshall, M. Inst. O. E. 

The first paper was principally devoted to consideration of 
asynchronous motors, which, although the subject had on two pre- 
vious occasions been referred to ia the Proceedings of the Institution 
(in 1883 and 1889), had not hitherto been discussed. Tae principles 
of alternating currents, so far as necessary for their use in alternate 
current motor design, were firs$ dealt with, and the method of 
graphically making the necessary calculations was illustrated. After 
Showing the principles on which the continuous current motor was 
based, and that it consisted of two parts, a field magnet and an 
armature, the author pointed out that a similar construction (a mag- 
netic field made of laminated iron) enabled motive power to be 
derived from alternating currents, provided that means were taken 
to ensure the phase of the magnetic field, and of the current in the 
armature being the same. This gave rise to the first class in the 
classification adopted by the author, that was to say, motors in which 
the energy was conveyed to armature through brushes, and which 
were therefore called “conductive motors,” which might be series 
wound, shut wound, or separately excited; in the latter case, the 
phase of the E.M.F. producing the exciting current differed by а 
quarter period from that produomg the armature current, thus form- 
ing an example of the application of multiphase currents to alternate 
current motors. 

The transformation of energy from one citcait to another by 
electro-magnetic induction, instead of by condaction, was next con- 
sidered, and by diagrams and curves the working of transformers, 
both with magnetic leakage and without magnetic leakage between 
the primary and secondary windings, was illustrated. This gave rise 
to a class of motors in which the energy was supplied to the armature 
not through the brushes, but through the air gap; these motors in the 
simplest form haviog, however, a commutator for short circuiting the 
coils so as to produce a proper distribution of current in the arma- 
ture. The author classed these motors as “inductive motors with 
brushes, having one inductive electric axis and one etic axis.” 

A modification of this class furnished a third class, iaductive 
motors with brushes," ia which there were two reciprocal inductive 
electric and magnetic axes.” 

The brushes might then be dispensed with, giving rise to a class of 
“inductive motors without brushes, having short circuited coils and 
two reciprocal inductive electric and magnetic axes,” the modern 
induction motor. The author proceeded to examine in detail the 
theory of such motors, and showed how, by means of a diagran, its 
properties might be determined. It was then pointed out how, in 
such a motor when running, the supply on one phase might be 
eliminated, and the motor would remain self-exciting, 
iteelf a magnetising current in phase with the supply current, thus 
forming the modern monophase induction motor. 

The supply might be on any number of phases, to the same number 
x magnetic systems, provided that & proper relation existed between 
the two. 

The use of asynchronous motors as generators was next touched 
upon, and the author showed that the various motors explained might 
be used as motor generators, in which case not only the pressure, but 
the phase of the current, might be these machines 
might be used as ors, and. the various combinations of motors 
and generators of thisclass were illustrated. | 

In а second part of the paper, the author dealt with the design of 
alternate current motors, and showed the necessary conditions to 
produce the proper distribution of currents in the armature and of the 
magnetic field, and further, gave a formula for determining the proper 
loading of the armatures, and from this showed how all the other 
dimensions of a machine for апу given power might be derived. The 
wave form and frequency, as affecting alternate current motors, were 
discussed, and examples were given showing to what extent the 
necessary conditions were realised in practice. 

In the third part the author dealt with the practical construction 
and working of asynchronous motors, and taking each class described, 
illustrated them by examples so far as they existed, and teste where 
theso were available. This part was illustrated by curves and data 
relating to a large number of different classes of motors. Curves were 
also given showing the relative weight of continuous current motors, 
single-phase motors, two-phase motors, and three-phase motors. 

The second paper embodied an account ofthe Dublin Southern 
Tramways, which was to some extent peculiar, in that the installation, 
as originally designed, would not conform with the Board of Trade 
regulations in the matter of the fall of potential in the earth return. 
The machinery had been ordered and the work proceeded with before the 
author had been called in to advise in the matter. The problem became, 
therefore, to utilise as much of the machinery ordered as ble, and 
to instal such other machinery as would be necessary to distribute the 
electricity under the Board of Trade regulations. The high-tension 
alternate-currení method of transmission was considered most 
suitable. It was necessary to make use of the sites owned by the 
Tramway Company, and to execute the work as cheaply as was 
consistent with safe operation. The three-phase machines and 
switchboards were specially designed for the installation, which was 
the first one of its kind established in the British Isles. The in- 
stallation had been in operation for nearly two years, and had been 
found entirely satisfactory. The operation of the sub-stations had 
been found to be very simple, so simple, in fact, that only a boy was 
employed in each station to work the machinery. Owing to the 
low frequency the motors were very easily synchronised, and even 
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though they were thrown in considerably out of phase, Mey QUOEIT 
fell into step. Since the opening of been 
y increased by a derable number of additional cars and 


it was 
ori y designed to comply with the Board of Trade regulations. 
As originally designed, the fall of potential in the earth return would 
have been some 18 volts to 20 volts, whereas in the present installa- 
tion it was found to be 34 volta. 

The installation was, perhaps, most interesting from a commercial 
rather than from an engineering standpoint, in that it illustrated how 
traffic might be developed by an 5 service. Formerly the 
traffic was worked by three disjointed 
profitable. They were finally sold for about £14,000, whereas the 
value of the present property was estimated at £300,000, and the 
revenues were consistent with this figure. 

At the time the installation was designed the total number of cars 
contemplated was 20; since that time it had been found profitable to 
work as many as 50 cars on the line, even though the line had been 
subjected to the disadvantage of not having a through connection to 
the centre of p n O тав авеста to iras necp 5 load, 

е capacity e power house at Ballsbri ad been greatly 
added fo by a large direct-connected unit which was more suited for 
heavy traction loans. Likewise the sub-station at Blackrock had been 
re-designed, and in the place of the €0-kilc watt motor-generator sets 
origin installed there were two 200-kilowatt rotary converters, 
with the necessary static transformers, and an improved switchboard 
for manipulating it. 


The principal point of importance was the ease and reliability with ` 


which such a system was shown to be operated. The efficiency of the 
system was shown by the working cost to be satisfactory, although, 
as might be gathered from the paper, the pce Ser the machines 
in the sub-stations was not so high as would the case with 
larger machines and larger rotary converters. For a small tramway 
installation, however, the sureness of operation and the minimum of 
labour were of vastly greater importance than any small gain in 


SOME AMERICAN METHODS. 


II 


Tue Gray planer shops in Cincinnati are another sample of that 
rapidly growing practice of a firm confining itself to the manu- 
facture of one article. In England we have been too diffuse, not 
merely in mechanics but in all subjects, too diffuse that is for modern 
euccess. The diffuseness of English practice is never more 
markedly shown than when some successful Westminster engineer is 
called in to advise perhaps on sewage disposal, because he has made a 
name on a сара! ora bridge. In matters of everyday life we don't 
call in our solicitor to cure us of a fever because he won а case 
for us at law; bat we do just such things when it comes to questions 
of engineering, and the sight is familiar of expenditures of thousands 
of pounds under the advice of a noted engineer when a few hundreds 
would have secured a better result. This same habit is carried out 
in mechanical ne A tool-maker makes planers, lathes, 
drills, and the whole range of machine tools. We hear that Smith’s 
lathes are the best, and Jones's planers are the best, but Smith still 
makes planers and Jones gaily carries on his trade in lathes. A 
friendly understanding, honourably carried out between them, would 
result in each man making one only of these machines, leaving the 
other to bis rival. | | 
. In America they practice this concentration very largely, and in 
the Gray shops they stick to planers. This company scrape neither 
beds nor tables to fit, except just to remove loose particles of iron. 
Accurate tools and know how” eliminate scraping. One sample 
of “know how is the use of two tools to plane the V's of the bed. 
The tools balance each other as to cutting pressure, and do accurate 
-work by relieving the bed of so much stress, leaving the finishing 
tool with light work to perform. | 
In the Bickford drill and tool shops the same idea prevails, and a 
total of 23,000 square feet of surface of floor i$ devoted solely to drill- 
ing machines. It is obvious that the process of selection will tend 
to secure for each of the shops just named, the best available talent 
at planers and drill presses respectively. Unite the two shops, and 
one of the two men would be the stronger, and would impress his 
inferior ability upon the better weaker man, and either the planer or 
the drill would be inferior for lack of the specialisation. In the Fay 
and Egan wood-working machine shops, they were estimating for 
mac to turn out 300 freight cars daily in a Russian works, con- 
temp to be, therefore, six times the output capacity of the 
largest American car works, and no doubt Russia will be a large field 
for machinery, which our own works ought to look into now they 
have the prospect of working on better lines. Ж 
In the ehops of the Laidlaw-Dunn Gordon Company everything is 
carried out with a view to economy of operation. Thus, if a man 
wants a tool, he presses a button and rings up a number in the tool 
room, a boy answers the call and takes the man what he requires ; 
and no doubt a few boys must save the time of many men going to 
and fro for tools. 
The new shop of this company is 665 feet long and 113 feet wide, 
with overhead traveller and side lights above the traveller. All the 
heavy tools are placed on one side and light tools opposite, the cast- 


orse lines, none of which were 


ings passing асгояз the shop and so reducing handling. The large 
traveller is 15 tons capacity, electrically worked, and there 
are numerous air hoists suspended from jib cranes. In the Lo 
and Shipley shops, the speed pulleys of lathes, which are the s 
product of the company, are crowned at one operation by a full 
width tool. Some of these tools are 4 inches wide. 

A custom in the tool shops of this locality is that of making all 
small parts of machinery from samples. After a new machine has 
been set up and tested, it is taken apart and its pieces used as samples, 
being placed in the sample room and all subsequent в are made 
to these samples. The last named company carry the idea into their 
purchase department, which contains samples of all they require in 
the way of supplies, as sand and emery papers, drills, screws, 
wrenches, in fact, one of every standard article they purchase, 
numbered and catalogued. 

In the shops of the American Laundry Machine Company there is a 
board about 30 inches x 38 inches, carrying two pins for every size of 
machine of every style they make. On these pins are hung different 
coloured poker chips. These show the number of machines in stock. 
Thus, when an order for 12 machines is sent into the shop there are, say, 
12 red chips hung on the upper of the two pins proper to that 
machine. As each machine is completed one chip is removed from 
the upper tothe lower pin. Blue chips represent orders from outside, 
and a blue chip is removed as each machine is shipped. The system 
is a great aid in showing progress of orders, &c. Other boards 
fulfilling similar ends are used in these shops, one, for example, with 
the days of the month, carries hooks and clips containing the orders 
to be filled on the different days. These boards are always at hand 
showing when work is to be shipped. 

There is also a telephone system whereby а call is made in ST 
department for the man wanted at head quarters by means of a pus 
button aud bell On hearing his call the foremau wanted goes to the 
telephone and replies. The bell in the Superintendent’s office 
in unison with the rest. The telephone itself is simply the old 
speaking tube eystem. The calling only is electrical, as the old tubes 
required so much lung power to sound them. 

In an engine shop was found an old lathe, dating back authentio- 
ally to 1832, and known to be older by several years. It is used for 
facing columns, and ie holding its own to-day, though its shears are 
bolted to stout wooden beams, and the carriage is operated by a crow- 
bar. It this tool were seen by a travelling American in an English 
shop, it would be published and illustrated as a standard sample of 
the ways of the Britisher. We do not doubt that though old it ma 
be quite equal to anything for the work it is doing, but as it 
forth the daily eulcgiums of the manager, we think it might pay to 
put in & less interesting specimen, if only to save the time of the 
manager However, it is to know that even in America 
age does not necessarily condémnm. 


JAPANESE COPYING. 


Somm good articles on Engineering in Japan have been recently 
appearing in the Ængincer. Raferring to the charge that the Japanese 
copy European and American designs, as though such were a rascally 
thing to do, our contemporary hints that did they not do so the 


| ple 

only been able to elaborate the old lish locomotive on lines 
from which the English themselves departed more widely than 
the Americans, who, however, day are more nearly 
approaching European forms as their country approximates 
more nearly to Europe in ita settled areas. We have thought 
that much valuable time is wasted in the endeavour to make new 
departures without sufficient reason. Did the Japanese contrive 
their products widely different from the existing examples before 
them—the outcome of a century of trial, error and endeavour, it 
would be looked on as a proof of overweening conceit. Budden and 
wide departures from the plan and system of a steam engine, а gas 
engine, or a spinning frame, are not possible. All existing types of 
spinning frames to-day, are obviously only developed from the small 
machines of сере and Arkwright, and it is only during the past 
few months that the first departure has been made in the loom for 
several thousand years, and the departure now made is not a matter 
of adifference in the machine, but the discovery of a novel pricciple 
in weaving. Before the Japanese or anyone else can make departures 
in design, they must invent new principles of action. To-day we 
are as Watt left us with the steam engine, and use the same designs 
where we follow the piston principle. But if we abandon the 
principle, we easily get a new in the steam turbine. The gas 
and oil engine are almost identical in principle with the steam 
engine, and they follow its mechanical lines very closely. | 

In this cbarge of copying it is therefore very unfair to charge bad 

u 


faith upon copyers. Originality is well in the proper place, and may 
be evi of good judgment and correct taste, but it is as often a 


sign of weakness. A weak man will re-design a machine because he 
has not the courage to confess that some other man’s design is better 
than he can do himself. If all engineers aimed at being original in 
place of being good managers, there would be an immense amount of 
waste. It is in too much striving after originality at others’ expense 
that engineers so often waste money. It should be our aim to see 
that English models come into Japanese hands so as to lead them in 
the direction of English systems and ideas. We surely cannot find 


fault with a le only just at the чо of their engineering 
life for utilising Western experience of а undred years. 
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NEW PATENTS AND ABSTRAOTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS. —1898. 


[Compiled expressly for this journal by W. P. TmowPsom & Oo., 
Electrical Patent Agents, 822, High Holborn, London, V. O., te whom 
ell inquiries should be addressed.) 


4,267. ‘Improvements in or relating to enclosed globe electric 
lamps.” О. OLIVER. Dated February 2186. 

4,278. “Improvements in or relating to electrical signalling 
apparatus.” J. A. Вовнвв. Dated February 21st. 

4,282. “Improvements in antomatic cut-outs for arc electri 
lamps.” G. Byxa and A. E. Акаогр. Dated February 2186. | 
. 4,287. "Improved electric aro lamp." H. V. JAMES. Dated 
February 21st. ( Complete.) 

4,306. "Improvements in electrodes for secondary batteries." 
P. W. NogTHEY. Dated February 2186. 

. 4371. "Improvements in electric meters applicable also to instru- 
ments for testing the magnetic properties of non.“ J. FINLAYSON. 
Dated February 22nd. 

. 4,398. “Improvements in electric railway systems.” 
Murray. Dated February 22nd. (Complete.) 

4,409. "Improvements in third-rail underground electric railway 
system." W. Н. WHEATLEY. (L. E. Walkins and G. M. Jewett, 
United States.) Dated February 22ad.. (Complete ) 

4,414. "Improvements in lamp globes or apparatus for dis- 
tributing and modifyiog the light of oil, gas, and electric lampe or 
burners." W. H. WirHaM. Dated February 22nd. 

4416. “Improvements in or relatiog to electricity meters.” 
R. F. S. Vannes and CHAMBEALAIM & HookHAM, LiurrgD. Dated 
February 22ad. 

4.435. Improvements in electric signalling apparatus for use on 
railways.” C. 8. Davr. Dated February 2204. 

4,441 “Improvements in or relating to electric motors" Н О. 
Duncan. Dated February 22nd, (Date applied for uader Patente, 


&c., Act, 1883, 8:c. 103, January 14th, 1898, being date of application 
in France.) 


ee "Electric railways.” F. C. Esmonp. Dated February 
22nd. 

4,468. “Improvements in conduits for wires earrying electric cur- 
rent.” F. G. Ноулвр and A. W. Scatrzrn. Dated February 23rd. 

4,471. Wareham’s electric clock or time recorder.” E. Wareg- 
HAM. Dated February 23rd. 

4,508. “Ap tus for metering electrical current.” W. А. Parcs. 
Dated February 23rd. 

4,516. " Improvements in holders for the brushes or collectors of 
dynamo-electric generators and motors, and other revolving electric 
machines.” J. Marrusws and G. B. OmuicksHaNk. Dated Feb- 
ruary 23rd. | 

4,549. Apparatus for electrically controlling the hoisting mecha- 
nism of elevators or any other type of machinery.” H. H. Lurau. 
(F. J. Sprague, United States ) February 23rd. 


J. M. 


4,550. “Improvements in telephone signal systems.” E. 
EpwaBDS. (W. Stillwell and A. Berneck, United States.) Dated 
February 23rd. 


4,588. " An improved method of, and means for, holding the bases 
of electrical fittings within boxes, or upon other surfaces.”  F. 
Ватноввт. Dated February 24th. | 


4,621. "Improvements in electric arc lampe." A. F. SPOONER. 
(P. Vassia, France.) Dated February 24th. 


4.635. Improvements in apparatus for travelling through pipes 
or conduits, more especially intended for use in threading through 
electric conductors Н. Ермонрз and A. H. Howarp. Dated 
February 24th. 


* Improvements in apparatus for magnetic testing.” J. A. 
Dated February 25th. 

* Improvements in insulation of wire for electrical pur- 
poses." C. E. Hmansow. Dated February 25th. 


“ Improvements in electric accumulator grids.” A. SCHANS- 
Dated February 25th. 


4,743. "Improvements in devices for lighting lampe by electri- 
city.” С. М. Warre. (Н. M. Brigham and S. M. Meyer, United 
States.) Dated February 25th. (Complete ) 


Е 4,746. ‘ Method of, and means for, measuring the work performed 
іп а rotary phase current system.” Sıemens BROS & Co., LIMITED. 
ME & Halske Aktien-Gesellschaft, Germany.) Dated February 


4,747. "Improved meane for counterbalancing the frictional 
resistance in alternatiog current motor- meters.“ Bremens BROS. AND 


Co., Limirep. (Siemens & Halske Aktien-Gesallechaft, Germany.) 
Dated February 25th. 


4,761. "Improvements in electric controlling and regulating 
apparatus.” W. Еммотт. Dated February 26th. 
4,764. "Improved processs and apparatus for tanning by the aid 


of electricity." N. P. ANDERSEN, J. WESTRNGAARD and H. ZERENEB. 
Dated February 26th. 


.with mercury. Other modifications are shown. 4 claims. 


4,791. "Improvements in connection with the mechanism of 
electrically illuminated devices.“ W. Н. OrEgaG, J. S. RICHARDSON 
and 8. Jevons. Dated February £6th. e 
: 4,812. "Improvements in or connected with alternating current 
electric motors. A. HEvraNp. Dated February 26th. 

4,819. “A method of electrically heating materials in closed 
chambers and apparatus for that purpose.” ErLECTRIO REDUCTION 
Company, Lro. (W. T. Gibbs, Canada.) Dated February 26th. 

4,820. “Improvements in electric arc lamps.” Вівменв Bros. 
AND Co., Lrp., and F. Booxmr. Dated February 26th. (Complete.) 

4,825. “Improvements in or relating to electric accumulators.” 
C. Junan. (R. Knoschke, Germany.) Dated February 26th. (Complete.) 


4,828. “Improvements in electro-magnetic couplings for shafts, 
8 and the like.“ H. H. Laxe. (W. Dierman & Co., Belgium.) 


ted February 28th. 


ABSTRACTS OF PUBLISHED SPHOIFICATIONS. 


Copies of any of these Specifications may be obtained of Mesar. W. P. 
Tmowrsom & Oo. 829, High Holborn, W.O., price, post free, 94. 
(in stemwo).] E d 


1897. 


13,971. "Improvements in and relating to controllers for electric 
motor circuits.” Тнк BeirsH Tuowsow- Housro* Company, 
Тлміткр. (E. D. Priest.) Dated June Sth, 1897. Relates to various 
improvements in controllers operated by fluid under pressure, and 
consists of employing a number of pistons to vary the resistance of 
the circuit by cutting out the resistance or change the motor oon- 
nections from series to parallel or vice vers. Arcing is prevented 
by blow-out magnets, and the coils are protected against injury by а 
piece of refractory material, a similar protection being afforded to 
the pole-pieces. The valve mechanism for operating the parts is 
divided into two parts, one valve for the resistance contacts, and the 
other for changing the combinations of the motors; both valves are 
operated by a single handle by means of gear wheels. 31 claims. 


17,144. “Improvements in flexibly insulated conductors.” J. Н. 
Kerman. Dated July 20th, 1897. Relates to a method of insulating 
conductors, and consists in coating the conductors with a thin coating 
of boiled linseed oil, and hardening by oxidation. Various methods 
are devised whereby the wire may be coated and hardened. 11 claims. 


18,095. “Improvements in method and means for operating and 
alternating current motors" Тнк British THOMSON - Houston 
Company, Г1мітер. (O. P. Steinmetz.) Dated August 3rd, 1897. 
Relates to & method of enabling an alternating current motor to be 
run at full efficiency and at different speeds, or at full efficiency 
when fed with currente of a periodicity much higher than would be 
permissible were the motors connected directly to the line in the 
usual manner, and also to obtain the same good results in regulating 
the power and speed of a number of alternating current motors as 
are obtained by the use of the “series parallel " method of control 
used with continuous current motors. 21 claims. 


13,977. “Improvements in ree passe alternating current in- 
duction meters.” Tus BRITISH OMSON - HOUSTON COMPANY, 
Тамїтвр. (O. P. Steinmetz.) Dated June 8th, 1897. Relates toa 
three-phase induction watt meter, and consists of a closed-circuit 
armature and magnetising coils, comprising current coils in two of 
the main lines, and two potential coils in uit with electromotive 
forces which are in quadrature with the electromotive forces between 
the third main and the two mains carrying current coils. 6 claims. 


6,243. "Improvements in and relating to the protection and sup- 
port of underground electric conductors, principally a ble for 
electric railways and tramways.” H.§8.Cowx. Dated b 10th, 
1897. Relates to conduits composed of lengths of а trough-like 
section placed end to end to form a channel, and if necessarily, sup- 
ported at the centre of its length. At the ends where each length 
joins the next length a chair is provided supported on a sleeper. The 
chair is of similar section to tne trough and fits closely. tween 
the ends of lengths of the conduit and the chair which supports it is 
placed a waterproof slip. Upon each side of the chair is placed a 
metal plate secured by set screws and firmly holds the waterproof 
slip and thus protects the ends of the circuits. A series of plates 
form a partial covering for the channel and is filled in with the 
ordinary road material, spaces left at the sides allow the collector to 
passin. 6 claims. 


1,887. “Improvements in or connected with incandescent electric 
lampe. THE BRITISH IncanpEscent ELECTRIC LAMP COMPANY, 
Lurren, and H. E. Maur. Dated January 23rd, 1897. Relates to 
a method of connecting the cap to the neck of the electric bulb of an 
incandescent lamp without the use of cement. A groove is formed 
in the neck of the bulb by blowing, and the cap is secured to the bulb 
by a wire secured to the cap and enterirg the groove in the neck of 
the bulb which the said wire should fit sufficiently truly to hold the 
bulb firmly in position. 2 claims. 


6,695. Improvements relating to electric tramways and railways 
on tbe sectional conductor system." H. Н. Laxe. (R. Arno and 
A. Caramagna.) Dated March 13th, 1897. Relates to electric 
tramways and railways on the sectional conductor system, and 


consists of fixing to an armature an arm of a conducting and dia- 


magnetic part and of an iron portion. Oa the armature being 
attracted the iron portion of the arm dips into the mercury electrically 
connected with the branch of the cable, and contained in the cup 
floats a small spherical carbon block. Tae lower cavity is also filled 
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THE Railway World exposes what to us seems a very ques- 
tionable procedure on the part of the Bradford Corporation 
in respect of the electric tramways. 

The particular and most glaring offence seems to be that, 
in calling for tendere, the Corporation has specified certain 
particular articles only purchaseable from particular firms ; 
for instance, rail bonds of a special type, trucks made by a 
designated manufacturer, car motors of the General Electric 
Company's make. 

Our contemporary has no fault or otherwise to find with 
the special articles desired and specified, but gays, why ask 
for tenders when certain makers must be dealt with? For 
our own part, we do not think so much of this as does our 
contemporary. An individual who would build a tramway 
for himself would probably select what he wanted, and buy 
it as he pleased; but corporate bodies are supposed to 
have less liberty, and often this obligation to call 
tenders publicly results in  outting prices and bad 
work. But the Bradford Corporation has not stopped 
at this point. On the obligatory specification put forward, 
there were four tenders, ranging from £15,067 to £16,460— 
a remarkable closeness, the highest three being within a £200 
range. Probably to show to the Corporation the error of their 
ways, one of the tendering firms—the Westinghouse Company 
—put in an alternative tender for £14,814, on the basis for 
their own apparatus in place of that specified. None of 
the firms had permission to put in alternative tenders, or 
doubtless would have been glad to do so. The one firm that 
did had its tender accepted. Now, this was manifestly 
unfair to the rest. The Corporation asked tenders for a 
certain thing, yet accepted something else from u firm which 
went outside the specification. Obviously, when the Cor 
poration threw their preconceived notions to the winds and 
decided to tear up their stringent specification, it would only 
have been an act of common honesty to say во, and to call 
for open tenders. If Dick, Kerr & Co. could underbid 
Westinghouse by £1,200 on the close tender, the inference 
is they would have sent in a tender on their own 
lines for probably not over £14,000, and beaten the 
Westinghouse Compeny. The glories of self-government 
are apt to be dimmed somewhat when one has had much 
experience of municipal work. When there is anything 
more than usually technical in hand, committees seem to 
act without their engineer or surveyor, and, as a rule, if 
contractors appear before them, an ez parte statement may 
win the order. 

We have not seen the specifications which were got ар һу 
the surveyor, Mr. Cox, and by the electric light engineer, 
Mr. Gibbinge, neither of whom, in our contemporary's 
opinion, however good in their own special line, can be 
considered likely to be au courant in traction work. The 
complaint is made that the specification is full of un- 
necessary details, while the two Corporation engineers are to 
be sole adjudicators of sufficiency and quality in respect of 
work in which their very position in other and different 
lines implies they are not specialista. The specification gives 
conditions and testa, and, ав stated above, in certain cases 
makes certain goods obligatory. In specifying the tracks by 
а given maker, the details of the trucks are elaborated. 
Why this unnecessary elaboration? This supererogation ? 
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It seems to have occurred to the Bradford Corporation 
when they discussed the tenders, that the method of pro- 
cedure which had been followed by their engineers was 
likely to prove costly, and that there was a chance of saving 
nearly £2,000 by taking а more liberal stand, and no doubt 
they were, so far, perfectly in the right. But they were 
evidently so overwhelmed with the idea of eaving the 
amount, that they stood not upon the order of their saving, 
but saved at once by accepting the Westinghouse tender 
forthwith, never seeming to grasp the idea that other firms 
if free to enter in by a side door might have done still 
better. A 

It is quite possible that no member of the meeting had 
any idea of the basis on which the four first tenders were 
made. Probably they did not know just what the Westing- 
house second tender was alternative to. We have no 
information as to what the engineers did in the matter. 
Their duty was to tell the Corporation the facts, and that 
they could not honestly accept the alternative tender. Of 
all this we are uninformed. We do know, however, that 
where there are obstinate men on a committee, the position 
of the surveyor or engineer is often not a happy one. Half 
the members of a vestry have a particular crank of their 
own, and are a perpetual thorn in the side of the poor 
engineer. If every shareholder of a railway were allowed to 
inflict himself upon the engineers in the way that members 
of corporate bodies inflict themselves on their surveyors and 
engineers, the working of a railway would become impossible. 

The Bradford affair differs from what was known as the 
West Ham scandal of a year ago. At West Ham the 
tenders accepted amounted to about 50 per cent. in excess 
of the lowest tenders, had these been summed up. The 
explanation offered was that, in the engineer’s opinion, it 
would be to the advantage of the public that the accepted 
tenders should be taken. There was a complaint from an 
unsuccessful firm, who were lower than the tenders accepted. 
They argued that as they were a company of repute, and the 
work had to be done to the satisfaction of the West Ham 
engineer, why, therefore, should thirty shillings in the pound 
be paid for work ostensibly in the power of the engineer to 
insist upon being to his liking. - 

The question of accepting the lowest tender is a very 
vexed one. Work is put out to public competition with a 
view to cheapness, and apparently the lowest tender of any 
reputable firm should be the one accepted. Even when a 
tender is put in at less than will pay for a good job, this is 
no reason to doubt the good job being secured. There may 
be half a dozen good reasons for tendering below cost— 
reasons of finance, of advertisement, and of keeping the 
works going. It is sometimes cheaper to work for nothing 
than it is to succumb to temporary slackness by discharging 
old hands and spoiling one’s character for being a steady 
shop. Shops which discharge their men freely and frequently 
never secure more good men than they have permanent jobs 
for. Public tendering generally implies, then, the acceptance 
of the lowest tender, and this they failed to do at West Ham. 
At Bradford, on the other hand, they did accept the lowest 
tender, but it was a tender for something with which they 
had particularly requested not to be supplied, and most of 
the firms tendering had acquiesced, and tendered for what 
was required. One firm only tendered for entirely different 
goods of its own make, and, therefore, presumably cheaper, 
and got the order. Hence the trouble. There was a doubt 
at West Ham, but it was not shown that there had been 
any wrong doing. The Bradford affair, on the face of 
it, is distinctly discreditable, and though an explanation 
is generaly thought should be forthcoming, we fail our- 
selves to see how the matter is to be explained, other than 
by boldly admitting sheer thoughtlessnese, or a spirit of don't 
care. 


Ir is very difficult for the mere men of 
the crowd to contemplate with other than 
wonder, or perhaps curiosity, the mental 
attitude of a man like Moses G. Farmer, who pursued 
science without a thought of the solid personal benefits to 
be derived from it. To-day most of us, as soon as we have 
disoovered some new fact or discerned some new bearing of 
an already ascertained fact, hasten to publish it, in order to 
obtain for ourselves priority. Indeed, in some countries, 
notably in France, there is an elaborate system of sealing 
papers, whereby a man may state in general terms something 
into which, perhape, he has obtained some insight, and then 
when someone else comes forward at a later date, he can pro- 
duce from the archives of the Academy of Paris his hidden 
statement, which guarantees him that much coveted priority. 
Vanity is doubtless at the root of this curious practice. 
This quality, for it is a quality, and a good one if it is 
properly balanced, is the last which we could possibly ascribe 
to Moses С. Farmer. In him the world had a clever, indus- 
trious worker, who observed, deduced, and noted down facts, 
which, had they been published at the time, would have 
covered him with honour and renown. We can quite sym- 
pathise with this modesty, but to-day can see the pity of it, 
for had those notebooks been given to the world, applied 
electricity would, without doubt, have come more rapidly 
into prominence in the industries of mankind than it has 
done. It may be said that the new science has come on 
quite fast enough, but useful progress in the application and 
acquirement of knowledge cannot proceed too rapidly. To- 
day our American contemporaries are recognising that Moses 
G. Farmer was a great inventor. In an address before the 
American Institute of Electrical Engineers, Dr. George F. 
Barker has pronounced a well merited eulogium on the man 
and his work. It would be a good thing for the rising 
generation of electrical engineers if a biography of Farmer 
could be placed in their hands. It would prove not only 
interesting and encouraging, but inspiring. In Farmer's 
work there was no cheap clap-trap, no striving after effects 
which would dazzle the multitude, no dashing about in order 
haply to light upon the fact of which he was in search, no 
rule-of-thumbism. He proceeded slowly and steadily, 
measuring his and calculating his distances, until he 
was able to gain the end he had in view. Nothing is so 
characteristic of this than a little incident which took place 
in 1860, when, on the celebrations in connection with that 
American Saints’ day, July 4th, an exhibition of the electric 
light was arranged to take place on the Boston State House. 
Prof. William B. Rogers had charge of the exhibition, and 
а very large battery was placed in the dome, and wires were 
led up, and this light was shown at the same time with the 
fireworks on Boston Common. There was somebody else up 
there beside Prof. Rogers and his assistants, and that man was 
Mr. Farmer. They wanted to make a display; they wanted 
to show an electric light larger than any that had been seen 
up to that time. Mr. Farmer had no such idea. He wanted 
to do what had not been done in the world before, and what 
bas not been done, possibly with one exception, since. He 
wanted to determine how much power, how much horse- 
power it required to produce that light, and out of the data 
which he obtained in those experiments in the dome of the 
Boston State House on that night of July 4th, 1860, was 
the mechanical equivalent of light, and he gave us the fact 
that to support the light, not the heat, bat the light of one 
candle required the expenditure of 13°1 foot-pounds per 
minute. Some time after that Prof. Thomson, of Copen- 
hagen, undertook from similar data to get a result, and the 
resulta were very closely accordant. It is sincerely to be 
hoped that Mr. Farmer's note books will be edited and 
published. Their contents are believed by those who have 
inspected them to consist of matter which was new science 
at that time. He was a great inventor, and deserves that 
certain discoveries which figure in those note books should 
be credited to him. The work of Farmer has passed un- 
consciously into the work of others, but had his individualism 
been more energetic, he would have been recognised during 
his life as one of the greatest leaders in the application of 
electricity. 


Moses G. Farmer. 
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SOME NOTES ON SINGLE-PHASE MOTORS. 


Br A. C. EBORALL. 


(Continued from page 277.) 

AT first sight it might appear that it would be more. 
economical and cheaper to put the starting resistance in 
series with the s/ator for the purpose of reducing the starting 
current. This is, however, not possible, as the output of an 
induction motor is practically proportional to the square of 
the suppl , and hence the reduction of this at start- 
ing would, in the case of single-phasers, prevent the motor 
starting at all. Hence this is never done in practice. 

It may be remarked here that the fact of the output of 
an induction motor being very approximately proportional to 
the square of the im d preasure, makes it essential that 
the regulation of any motor circuit should be fairly good, 
because should the tension on the line suddenly decrease from 
any cause, such as might be produced by starting up a large 
motor too quickly, or without its resistance, any heavily 
loaded motors on the circuits at the time might pull up; for 
& motor that would considerable overload at its normal 
tension, would barely take its full load with a reduction of 
25 per cent. in the line pressure. As, however, single-phasers 
are only used in conjanotion with lighting systems, it follows 
that the amount of overload such a motor will take will prac- 
tically depend on the quality of the design. 

. The above is the only way in which the pressure on the 
stator affects the s regulation of an induction motor— 
whatever the number of phases. | | 

The effect of frequency on the running performance of a 
single-phase induction motor is not very greatly felt between 
30 and 60 ~ in a given design, although it may make 
considerable difference to its. starting powers. Theo- 
retically it should make no difference at all, and would 
not do во except for the fact of the motor poles increasing 
directly with frequency fora given speed. That ir, in 
large motors, the poles become very numerous as the fre- 
quency is increased, because the. el of such motors must 
not be too high. The effect of increasing the poles in any 
given type of machine is to increase the magnetising current 

and also the leakage. It is this last factor that counts the 
most, and so in high frequency motors the power factor is 
not so good, and the starting rendered more difficult than in 
those working at the same speed on a circuit of moderate 


ео. | 

he whole question of the design of induction motors 
really resolves itself into this question of leakage, which 
takes into account nearly all the quantities involved, such as 
dimensions of air-gap, induction density in it and in the 
stator, depth of winding in stator, and distribution and form 
of winding in rotor and stator. The induction motor with 
least leakage will always start best, have highest power 
factor, least slip, and hence be better all rouud. 

Having now oonsidered the broad principles underlying 
the construction and running of single-phasers, it may prove 
of interest to describe the different starting devices actually 
used by the various makers, and to briefly discuss the results 


(A) Messrs. Brown, Boveri d Co.—This firm was the first 
in the field with a ial single-phase motor, and many 
hundreds have now been sold, in units ranging from hth to 
70—80 Н.Р. The table given below shows the weights, 
efficiencies, &c., of stock sizes of their motors, arranged for 
running on circuits of 30 to 60~, and 100 to 500 volts. 


‚ current is about equal to the full | 


5,000 volte, this being transformed down for che starting 


Motors up to No. 5, inclusive. have simple short-circuited 
bar rotore, and must start on a loose pulley. The starting 
od current. From No. 
7 to No. 18, the rotors are all wound with three elip-ripgs 
on the shaft for the insertion of a resistance, as before 
described. If they start on a loose pull y, the starting cur- 
rent is somewhat less than the full load current, but they will 
all start against some load if enough current is allowed them. 
No. 6 can either have a plain or wound ro'or, depending on 
the frequency. For higher frequencies than 60~ the wound 
rotors commence at either No. 4 or No. 5. 

The different starting arrangements used with these motors 
are as follows :— 

For motors up to and including 4 H.P., the device shown 
in fig. 114 is ied. At starting, the working and startiag wind- 
ings are put in series, the latter being shunted by a non- 
inductive resistance. The current will, therefore, lag more 
in the workiag than in the starting winding, and hence, as 


Fra. lia. Fia. 115. 


the two windings are dis 90° from one anotner, an 
imitation rotary field will be produced, causing the rotor to 
very quickly run up to *psed, when the starting coils and 
Vane are cut out, and the working cóils put direct on 

e line. 

Fig. 118 shows the arrangements for motors above 3 H. P., 
and up to 6 H.P., when a starting resistance in the rotor is 
not used. The arrangements are exactly the same as in the 
first case, only the resistance shunting the starting coi's is 
replaced by a liquid condeneer. The leading current in the 
starting coils acts in just the same way as in the other case, 
causing the rotor to very quickly run up. The liquid con- 
densers employed are very simple. They consist of a number 
of thin iron plates, se by thin fibre strips, and 

in an enamelled iron vessel containing soda solu- 
tion. The manner in which the plates are connected (i. s., in 
geries or parallel), and the density of the soda solution em- 
ployed, is determined for each individual motor, the solution, 
&c., being adjusted in the test-room until the best effect is 
obtained, the whole adjustment occupying but & very ew 
minutes. It is necessary to treat each case separately, as 
minute differences in the air-gap, and differences in the 
windings for varying voltages and frequencies, prevent the 
condenser arrangements being exactly standardised. 

These liquid condensers are practically indestructable, and 
never get ont of order if properly made and used. A little 
water must be added occasionally to make up for evapora- 
tion. To give an approximate idea of the size of one of 
these condensers, it may be stated that the overall dimensions 
of one for a 4-H.P. motor would be about 93 inches long by 


. 61 inches wide by 8} inches deep. 


Fig. 124 gives the starting arrangements used for all 


TABLE I. 
Reference number. 1 | 2 | 8 | ^4 | 6 7 в ' 9 ю и 12 | 18 
— Pee AS cH E ae eS Te РСА — ef Ышы | 
i | | : 
Horse-power . t s ү 01 | 0'8 10 2. 35 | 6 | 9 13 | о А 35 ! 45 65 б 90 
Ар weight (in pounds)... 40 60 140 240 400 620 1,000 | 1,400 1, 700 100 4,000 | 5,200 800 
Bull load eficioncy (per оеш.) “| go! 6 | 6 70. 73! 761 во 84 88 90 90 90 9 
Apparent watts рет Н.Р. .. ... | 2,260 1.250 1,570 | 1,420, 1330 | 1,240 1,159. 1,080 1.020 1000 990 
| 


The weights given include starting apparatus and rotor 
resistance when this is used. The larger motors (from about 
No. 10 upwards) can ba arranged for any tension up to 


| 
1,000 | 1,000 


Brown motors where a rotor resistance is employed. . The 


resistance having its maximum value, the line current is 
awitched directly on the working winding, the starting 
D 
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winding, in series with a liquid condenser, being in parallel 
with it. The artificial rotating field produced causes the 
rotor to run up. As it runs up the rotor resistance is gradu- 


Fic. 124. Fic. 125. 


ally reduced, the condenser and starting coils being cut out 
at about two-thirds of the normal speed. 

The last arrangement described is somewhat modified in 
the cage of large high-tension motors. Thus fig 12B shows 
the starting arrangements used with some 70 H.P. Brown 
motors at Frankfort. They are worked direct from the 
primary network at 2,800 volts, The working winding is 
straight on the mains as in the last case, but the starting 
winding and condenser are connected to the mains through 
а small transformer, which reduces the pressure to a lower 
value more suited to the condenser. When at about two- 
thirds of the normal speed, the transformer, &c., would be 
gwitched off. 

Fig. 18 gives a view of a Brown starting resistance and 
condenser, The resistance is 8 star-connected non-inductive 


— — . 
г». = ә —————— — - * — 
i -» 4 Мй! aperte , F 


+” 77 = EEF 775 


nickeline wire resistance, itjbeing enclosed in a cast-iron box 

filled with oil. This arrangement allows the use of a hign 
onrrent density in the wires, owing to the excellent cooling 
afforded bycthe oil. 5 The contacte, giving: five degrees of 
variation up to the sLort circuit position, are arranged on 
the marble cover, and the whole forms a very compact 
and efficient arrangement. J. The external appearance of the 
condenser is well shown in the photograph. 


(To be continued.) 


Electric Police Lanterns.—It is stated that the antho- 
rities at Scotland ,Yard “are now engaged in subjecting a 
police electric lamp to practical tests, to ascertain if it will 
stand the necessary wear and tear of the service. 


SERIOUS BREAKDOWNS FROM PRIMING. 


YARMOUTH was reported last week to have been in a state 
of darkness, the whole of the electrio lights being suddenly 
extinguished, To makea long story short, we learn that three 
Willans engines and one of another make were suddenly 
wrecked by what is generally held to have been a sudden and 
excessive priming of one or more boilers, but whether caused 
by overfeeding or otherwise we suppose may never be known. 
An exceedingly funny report appears in а Norwich paper— 
evidently of non-technical origin. As uspal with such, 
things seem to have been hued about, and ponderous masses 
of iron so hurled have done a lot of rebounding. In fact, 
the description of hissing steam and roaring water seems to 
point to a sort of Niagara let loose in—the paper calls it 
Pandemonium, which seems about seven letters too long. 
Unless the water be very dirty, boilers which do not 
prime as a rule, do not suddenly give large volnmes 
of priming, but if the water level has been allowed 
to get too high, the rush of steam over ita surface 
might set it in motion, and finally gather it up in a vortex 
and produce the damage roborded. The idga of priming 
being the cause seems to be borne out by the simultaneous 
damage of four engines at once, The boilers are, we under- 
stand, of the water tube variety, and we believe there were 
no water separators on the steam pipe. A water separator 
is a fairly efficient instrument for producing dry steam, i o., 
steam free from a serious amount of water ina mass. The 
steam may remain wey but this will not damage engines. 
The main steam pipe from boilers to engine ought to bend 
at an absolutely square bend, the pipe from the boiler being 
continued a few feet past the branch to the engines, and 
terminating in‘a fair sized vessel drained by а good trap. 
The engine branch may best be 
taken off square from the top of 
the steam main. Another suit- 
able water-trap is to carry the 
steam pipe into the side of a 
fairly capacious vessel, the pipe 
turning down inside and dis- 
charging its steam and water 
towards the bottom of this vessel, 
which should be of some depth. 
The outlet should be from the 
top, and the cross-section of the 
vessel should be quite four times 
that of the steam pipe, so that 
the upflow of steam may be slow. 
A vessel like this in the length of 
the steam pipe would deal with 
sudden masses of priming, but it 
is obvious that it should be of 
some considerable depth and size 
so as to deal with the largest 
probable bulk of water. Of 
course, the sudden priming of a 
few gallons or even quarts might 
wreck several engine. A 
thimble full in a cylinder beyond 
what will fill the clearance в 
will wreck an engine. Even 
vee «з | where relief valves are fitted 
“eric tthese are never more than soffi- 
cient’ to discharge just the small 
‘amount of ordinary wetness which may accumulate in the 
cylinder, and is disc when the piston is moving at its 
slowest just at or near the dead point, A large mass of water 
filling a greater length of the cylinder cannot be dealt with by 
relief valves, because the piston motion is so much more rapid 
at the time the relief valves are called on to act and the 
water cannot escape fast enough to prevent a breakage. 
Some years ago when relief valves of the short-weighted 
lever type were tried they acted, bat they only acted once. 
The call to act was во sudden that the valves lifted and let 
out the water, but the weights did not lift. They remained 
stationary, or nearly во, and the levers bent under the sudden 
pressure of the valves. 
E Experience seems to have shown that water tends to find 
and travel along the lower side of a pipe, and water being 
heavy and devoid of any potentiality of movement in itself, 
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it follows that law of motion which tells ns that a body 
in metion tends to keep in motion in a straight line if un- 
acted upon by any external force. Steam can of itself turn 
a sudden corner. Hence іп a rquare bend pipe the water 
rushes forward part the bend and may be caught. 

In a pair of engines supplied from one steam pipe it is 
common knowledge that the first engine has fairly dry 
steam, while the second only a few feet further gets all the 
water. This is but the action of the above law, and the 
fact that steam pipes are generally fixed so as to provide that 
the water shall travel all the way with the steam, is a proof 
of the little grasp of laws which the system of teaching 
mechanics gives to опг engineering students. In the fixing 
of exhaust injectors better working is always secured when 
the pipe to the injector springs squarely from the exhaust 
pipe, for thereby it snatches dry steam, and the water and 
aleo the oily particles rush onward. 

The danger of carrying the water at too high a level in a 
boiler is not perhaps so dangerous in boilers of large water 
eurface area as in the small steam drums of water tube 
boilers in which probably it is easier to set the water in 
motion. Some safeguard is desirable against too high a 
water level, but this alone will not protect engines. Tho 
only safeguard is a sufficient separator, and as dry steam is 
always so much more economical than wet steam, the ex- 
pense of a separator will very soon be returned. 


ON SOME RECENT INVESTIGATIONS IN 
CONNECTION WITH THE ELECTRO- 
DEPOSITION OF METALS. 


By J. 0. GRAHAM. 


(Continued from page 820.) 


Now, going back to the Diagram D, the first vertical 
column on the left hand under the fig. 1 shows the behaviour 
of an anode the same size as the cathode, when connected 
to one cell, two celle three cella, &c., up to віх cells. The 
second vertical column under the fig. 2 shows the behaviour 
of an anode double the size of the cathode, and so on. 

The observations for each fquare were during 10 minutes, 
and were made every 15 second 
_ It will be noted that although the amperes which passed 
just at the moment when the current was switched on were 
pretty nearly in proportion to the electromotive force, the 
amperes which were passing after an interval of 10 minutes 
did not follow this proportion even approximately:—For 
example, the terminal amperes with one cell were about 1}, 
and with six cells they were only about 23, with an anode the 
same size as the cathode. 

It will also be seen from Diagram D that as the anodes 
became larger, the difference between the initial and the 
terminal amperes decreased, but with an anode eight times 
the size of the cathode the terminal amperes when working 
with six cells were only 80 per cent. of the initial amperes; 
that is to say, there was a drop of 20 per cent. 

Although no gases ap to be formed on either the 
anode or the cathode, it seemed possible that they were 
formed on the anode, but escaped observation, and that the 
fall in the current density might be due to this cause. 

In order to test this hypothesis, lead anodes were sub- 
stituted for copper ones, because it could be predicted with 
certainty that gas would be tormed on them, and if the shape 
of the curves was due in any way to the formation of gas, it 
might be expected that the curves with lead anodes would 
exhibit all the peculiarities of the ourves with copper anodes, 
bat in a more marked degree. This, however, turned out 
not to be the case. This is shown in Diagram D,, where the 
red line shows the current passing through a lead anode of 
the same size and shape as the copper anode which produced 
the black line. Clouds of gas came off the anode daring this 
experiment. The broken lines in the columns 1 and 8 of 
Diagram D show the currents produced when lead anodes 
were substituted for copper ones at various voltages. 


* Communicated to the Royal Society. 


On looking at the broken lines where one cell was used, it will 
be seen that the current passing through the lead anode is less 
than that which passed through the copper one, the reason no 
doubt being that the lead produced a back electromotive force 
which was a large proportion of the electromotive force of one 
cell; but if the current paseing through the lead anode when 
six cells were used be contrasted with that which passed 
through the copper anode, it will be noticed that tke lead 
anode, notwithstanding the back electromotive force, allowed 
nearly three times the number of amperes to pass. This is 
clearly shown by Diagram D,. And in all cases the current 
passing through the lead anode remains tolerably constant, 
and never shows the tendency to decrease which is apparent 
when copper anodes are used. 

The drop in the current in the latter case can hardly be 
accounted for by polarisation, as this ambiguons phrase is 
ordinarily understood, for the drop is almost absent where the 
polarisation is the most perfect. In some experimenta, which 
will bə referred to later on, this drop disappeared where the 
anode was well washed bya rapid flow of the electrolyte. This 
rather points to the conclusion that it is due to the for- 
mation of sulphate of copper, which may take some time to 
die solve. | 

It should be stated here that the curves shown on Diagram 
D,, merely show the curves obtained in these particular ex- 
periments. These curves would probably change in form 
with any change in the shape of the anode, or in the distance 
of the anode from the cathode, the density of the solation, 
&c., but would maintain their characteristic peculiarities, viz., 
a sudden drop, followed by a rapid partial recovery. 

The copper anodes show a tendency to blacken when small 
currents are passing, and become perfectly bright when dense 
currents are passed through them. Repeated experiments, 
however, showed that this had very little, if any, effect on 
the shape of the curves. Dense currents were passed through 
anodes which had become quite black, and small currents 
through anodes which had been made bright, and the curves 
were, practically speaking, the same, whatever the condition 
of the anode was at the commencement of the experiment. 

The copper anodes also exhibited a capacity for rapid 
recovery. If the current, after it had come to its ultimate 
density, was switched off for a short interval, and then 
switched on again, the initial amperes were found to be 
almost the same as they were at first. This is shown in 
Diagram E. The experiments are numbered successively 


60 30 15 10 
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1, 2, 8, &c, The anode area was double that of the cathode, 
and in all of them six cells were used. The current passing 
in each experiment is shown by the black curved lines. The 

ration was as follows :—The current was switched on and 
allowed to flow for seven minutes, giving curve No.1. It 
was then switched off for 60 seconds, and again switched on 
and allowed to flow for seven minutes, giving curve No. 2. 
It was then switched off but for 80 seconds and allowed to 
flow for seven minutes. It was then switched off for 15 
seconds, and so on. 

The initial amperes are nearly the same throughout, but 
the fall is more rapid as the time given for recovery is made 
smaller. 

As the conditions necessary for getting fairly accurate 
results appeared to have been ascertained, a number of 
experiments were made at various current densities. It was 
found that with the apparatus shown in Diagram C copper 
could be thrown down at as high a current density as 2,000 
amperes to the square metre, over a period of one hour, at 
the end of which time little round nodules had begun to 
appear. 

The copper which is deposited at these high current den- 
sities does not appear to be either much harder or less ductile 
than that deposited at 150 to 800 amperes to the equare 
metre. If it is deposited in the sheet form it can be doubled 
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and opened without cracking, and if deposited in the wire 
form it can be drawn to any practicable fineness. 

These experimenta were made with a saturated solution of 
sulphate of copper; further experiments showed that the rate 
at which copper can be deposited appears to be approximately 
proportionate to the amount in solution. With double the 


O O 


amount in solution the copper can be thrown down at double 
the rate; but accurate determinations are not possible, as there 
is no definite means of comparing the deposits. 

Experiments were also made with a number of small jets 
substituted for one large one. Such jets, however, p-odace 
discoloration on the cathode along the lines where the 
currents meet, as shown in Diagram F, the dark lines show- 
ing the discoloured places. 

(To be continued.) 


THE “OPEN ARC” GROOVED CARBON. 


Tun “open arc” carbon is the name which has been given 
to a new and interesting form of arc carbon recently brought 
out, and for which a number of valuable qualities are 
claimed, not met with in the ordinary form of solid carbons. 

The distinguishing feature of this new typ» of carbon is 
a longitudinal groove running from one end to the other 
parallel with the length of the carbon, as shown in the 
accompanying figures, which we reproduce from the New 
York Electrical Engineer. 

By the use of this carbon it is olaimed, first, that the 
vortex action of the current is checked by the groove, and 
the crater of the carbon is held stationary at the apex of. the 
pencil ; and what is still more important, is that the size of 


the white light crater is nearly double that of any other 
carbon. This is explained by the inventor thus: With the 
solid or cored carbon that part of the white light crater is 
only visible which is on the apex of the carbon ; with the 


grooved carbon, however, the crater appears as well on the 
sides of the segment cut out of the carbon as on the end, 
almost, doubling its light rays. 

It is also claimed that with a solid or cored carbon, the 
maximum heat point is the centre of the carbon, hence, the 
centre of both carbons disintegrates too rapidly, leaving 
walls on either side which, a large portion of the time, 
obscure the crater, and build up on the lower carbon to a 

int that shuts off the rays from travelling downward. 

ith the “open arc " carbon, it is claimed that the grooves 
cut the material from the centre, leaving Po ng there, and - 
throwing the maximum heat point to the sides of the pencil, 
thus giving the lower stick а cone-like form, and allowing 
all the rays to travel downward. 

The accompanying figure illustrates this action, and 
was made from photographs taken from two sets of carbons 
burning side by side in high tension lamps, both sets of 
carbon being coppered. Another point made, is that a $-inch 
carbon, solid or cored, while desirable for a long run, is a 
poor light developer; but with the “open arc” carbon, 


this result, for the reasons before given, does not obtain. 


This new form of carbon is said to increase the illumi- 
nating power of the arc from 80 to 40 per cent., without 
any increase in current consumption, and if this be so it 
unquestionably has claims to recognition. We may add 
that the new product is being introduced by the Open Arc 
Carbon Company, of 108, Fulton Street, New York, and that a 
number of prominent electrical men are interested in the 
company, among them Mr. Charles A. Lieb and Mr. Caleb 
H. Jackson. 


THE WHITE AND MIDDLETON GAS 
ENGINE. 


TEIS engine is of American make, and can be seen at 29, 
Queen Victoria Street, the size of this special engine being 
64 inches x 15 inches, to develop 13:6 I. H. P. and 12 B. H. P. 


Like most engines of to-day, it is worked on the Otto cycle, 
but it is modified from most engines by the ion of an 
exhaust port: at the forward end of the cylinder, which is 
uncovered by the piston on its extreme outward stroke, 
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and thereby the ordinary exhaust valve is made much smaller 
and exposed to much less wear, only about a tenth of the 
exhaust escaping this way. The ordinary trunk piston is 
used, but has no rings. Ignition is by incandescent tub». 

The valve gear is driven by small spur gears from the 
crank shaft. It consists of a revolving cam which drives a 
push rod through | 
the medium of a 
friction wheel swung 
into contact with 
the cams by the 
governor. When 
the wheel comes 
against the cams 
the gas valve is 
opened. 

When seen by us 
running light, the 
engine only required 
one explosion to run 
it on an average 
fully 15 revolutions. 
Indeed, the running 
was remarkably good 
and easy, and the 
engine is well made 
and neat in design. 

Tests reported in 
the makers cata- 
logue show а con- 
sumption of onl 


another, and there must be no chance of any опе ttad being 
left “alive” after the car has passed it. 

What may be called the intrinsic disabilities of the “ over- 
head and the slot" systems respectively, do not pertain 
to the “surface contact system; and there is in reality 
only on» qualification to be demanded from it, and that is 
its reliability. The 
question is, can the 
automatic switches 
which are required 
to cut in and cut out 
the various sections 
or surface studs be 
relied upon to fulfil 
their functions with 
a minimum chance 
of failure? 

The various pa- 
tented devices for 
these automatic 
switches are very 
numerous, but the 
invention of Mr. 
Wm. Kingsland 
is claimed to 
possess some novel 
and interesting 
features wbich have 


16 feet of New Yor stated to give 
gas per brake horse- Warre & MippLETON das ENGINE. the system some 
power-hour. The | decided advanteges 
floor 8 occupied which will readily 


by the 12-H.P. engine is 7 feet x 2 feet 9 inches, and the 
fly-wheels, of which there are two, are 4 feet 8} inches dia- 
meter. The belt TEE are arranged to be screwed against 
the side of the fly-wheels, thus avoiding extra length of 
Shaft, and avoiding stress ou the fly-wheel keya to some 
extent. a 

The engine is readily convertible into a gasolene engine 
by removing the gas inlet, and substituting a small oil pump 
with electrical ignition in place of the ignition tube. The 
exceedingly neat and simple external appearance of the engine, 
and the absence of gearing and projections generally, give to 
ita very pleasing appearance. It gives a good indicator 
diagram, and is altogether a very good and well made 
machine. The forward exhaust port is, we think, an item 
that might be adopted with advantage in other engines. 


Е 
KINGSLAND’S SURFACE CONTACT SYSTEM 
OF ELECTRIC TRACTION. 


THERE appears to be a feeling at the present time among tram- 
way experts, that the “surface contact” system is likely, 
under some circumstances, to come into limited use. It is 
noticeable that in America, which is greatly ahead of 
this country in tramway work, there is a disposition to 
adopt in some places a form of conduit system. 

In many towns in this country where the “overhead” has 
been adopted it has been so because it was felt to be, so far, 
the only system which had proved an undoubt:d commercial 
success; but in most cases a reliable underground system, 
had such been available, and inexpensive in firat cost, would 
have been welcomed. 

The “open conduit“ or “slot” system has not proved 
itself to be a serious competitor to the “overhead”; its dis- 
advantages are many and its expense great. There remaias 
the “closed conduit," or “surface contact,” system; in which 
the whole of the conductors and other electrical apparatus is 

ut underground, and the current is collected by the car 
rom a number of surface contacts or studs placed at intervals 
along the track, their distance from each other being 
approximately the length of a car. These studs must be cut 
in and cut out of circuit as the car advances from one to 


be appreciated from the followiog description of the 
apparatus and method of working. 

ig. 1 is a diagram showing the main principle which is 
followed in the arrangement of the conductora and switches. 
м м is the main conductor, R R the rails, and s Rl, з 1?, 8 R$, 
SR are the sectional rails, or surface contacte, from which 
the current is collected by the car, and which may be 
simply studs instead of raile, as shown in the diagram. 
st, 52, s3, are three switches, each of which consists simply of 
a lever, I, which operates a sliding contact bar, the function 
of the bar being to connect the two contact springs, a and J, 
or the two similar contacts, c and d. It will be teen that 
when the levers are all in one direction, connect'ng, let u3 
say, the contacts, а and b, of each switch, there із no elec- 
trical connection between the main, M, and any one of the 
surface contacts, s Rl, в n?, &c. But if the lever, 4, be 
moved to the right во as to separate a b and join c d, then 
there will b» an e'eotrical connection between the main and 
the surface stud, s Rr. Now let us suppose a car to be on 
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s R? and moving towards s R. When it reaches the lever, /?, 
it will carry it over to the right, thereby opening a b and 
closing c d. The opening of a b disconnects tbe surface 
stud, 8 R?, and the closing of c d connects the following 
one, з R.:. An advantage is said to be gained by this arrange- 
ment because it is only necessary to operate each switch 
once; that is to say, that after a car has left a switch, the 
switch has not to be operated agaia ia order to break the 
circuit, as that is done by the action of the succeeding 
switch. In this way one-half of tre difficulty of making а 
reliable switch is overcome, as the switch до :в nct require to 
be held in position by any force, electrical or mechanical ; it 
тө simply to be moved to one position or another and left 
there. 

A simple system of lever switches, however, will not be 
available for ordinary street work, and it becomes necessary 
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to devise some means whereby the switches shall be operated 
electrically and automatically. This is accomplished by the 
action of a cylindrical commutator, which is partially 
rotated, or rocked, by means of an electro-magnet. 


Fig. 2 is a plan of the apparatus. Р! Р? are the pole- 
pieces, and a is the armature of an electro-magaet, which із 
shown in elevation in fig. 3. N is a cylinder of insulating 
material, revolving loosely on the same spindle that carries 
the armature A. On part of the surface of this insulating 
cylinder are two metal plates, one of which serves to connect 
the contact springs а and b on one side, while the other will 
connect the contacts c and d on the other side. Whena 


and 5 are connected by reason of the movement of the 
cylinder, c and d are disconnected, and vice versa, but the one 
pair cannot be disconnected until the other pair are con- 
nect:d, and thus there cannot be any sparking whatever at 
these contacts, 

When the electro-magnet is energised, the armature will 
be tarned to a horizontal position, and in turning will turn 
the commutator, x. This is effected in the following way. 
The spindle н, fig. 4, has attached to it the counterweight, w. 
The spindle is rigidly attached to the armature, a, fig. 8, but 
as already stated, the commutator, 8, is free to revolve upon 
it. Part of the insulating cylinder, в, is cut away, and a 
quadrant projection, p, is fixed to the spindle, н. When, 
therefore, the armature of the electro-magnet is moved from 
а vertical to a horizontal position it will be able, on the one 
ride, to move the commutator through a quarter turn, but on 
the other side, it will not do so, because of the half which is 
cut away. This cut away portion, however, permits of the 
armature returning to its normal vertical position as soon as 
the current in the electro-magnet ceases. If the armature 
were allowed to come to reet, exactly in а vertical position, it 
would be attracted neither to one side or another when the 
magnet is energised, but it is prevented from doing this by 
means of a catch, L, at the end of the counterweight, w. 
The momentum of the counterweight carries it a little past 
the vertical position, and it is prevented from returning b 
the action of the catch on the raised portion of the plate, LI. 
The result of this is, aleo, that the next time the magnet is 
energised the armature is certain to be attracted in the 
opposite direction, and thus an alternate motion from side to 
side is ensured. 

The action of the electro-magnet is controlled by means 
of a small commutator, 8, fig. 2, placed at the other end of 
the spindle, H, and working in exactly the same manner as 


the large commatator. The contact springs on the small 
commutator are so arranged that the electro-magnet can only 
be energised if the switch is st in the opposite direction to 
that which may be required for any particular surface stud. 

The circuit through the electro-magnet is a shunt one, on 
the main conductors, one end of the coil being connected 
with a surface stud through the small commutator, and the 
other end to earth. The car, in passing along the track, 
makes contact with one surface etad before it leaves another. 
As soon, therefore, as it makes a contact with a stud in 
advance the current can pass down from thst stud, through 
the electro-magnet of the corresponding switch, which will 
thus be operated, and will out in the new surface stud and 
cut out the one which the car has just left. 

It will now be seen that the system is fairly simple, 
both in the arrangement of the conductora and in the 
mechaniem of the switch. The action of the switch is a 
simple rocking movement on one spindle, and there is no 
force required to keep the switch in position, as it is a simple 
change movement, and not a make and break. Moreover, 
the pressure of the contact brushes on the commutator is 
always the same, and is not affected in any way by the action 
of the switch. Another immense advantage lies in the fact 
that there are no working springs whatever, in fact it is 
difficult to see what there is in the switch which can possibly 
get out of order. | 

The switches are made to go into a cast-iron box 8 inches 
x 10 inches, with watertight covers. The cable connections 
pass in through watertight glands, and are so arranged that 
they can readily be disconnected, and the switch lifted out 
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ш inspection. Fig. 5 is a view of the apparatus in ita 
OX, ` 

We sup that it is impossible to make any a tus 
which sh тог бетаг tail In this ушеш. if пораду 
should happen to fail, the саг could not proceed, and there- 
fore the failure would be immediately discovered. It would 
be the work of a few minutes only to open the box and rectify 
or change the switch. 

With this system the car is not required to carry any 
equipment in the way of electro-magnets or storage cells 
with which to operats the switches, and therefore it offers 
facilities in working the same cars on the overhead as 
well as on this system, as, for instance, where an underground 
system is required in a town, working in conjunction with an 
overhead in the suburbs. 

The British and foreign patents for this invention are 
owned by Messrs. Kingsland & Edwards, of Manchester and 
Llandadno; and those who are interested in the matter may 
see the apparatus, which is now on exhibit at the Electrical 
Standardising, Testing, and Training Institution, Faraday 
S rms Charing Cross Road, by written appointment to that 
a ; 


THE EMPIRE AND TELEGRAPH CABLES. 


(Concluded from page 289.) 
Wr have dealt with some of the more prominent of the 
objections which are now being revived against a cable 
through the Pacific. The enormous depths” of this ocean, 
it will be seen, are now discounted, and we even find it put 
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forward, with an austere aesumption of impartiality, that the 
great depth of water throngh which the Cape cable must pass 
would obviate the serious danger of interruption to which the 
existing lines to Australia are exposed in the shallow Java 
Sea. We quite agree with the opinion expressed that the 
present cables which pass through the Mediterranean would 
probably be rendered useless in case of warlike complications, 
as thie did actually happen during the Egyptian war; but 
we would go still further, and point out that the same 
objection applies with equal force to several sections along 
the pro Oape route, which, in places, would necessarily 
have to lie in very shallow water, and where they could be 
a cat by the enemy. Take, for example, the section 
which would pass off Brest, where, for more than 150 miles, 
all the existing lines to Africa and the East are in water of 
less depth than 100 fathoms ; and through this dangerous 
belt it is now seriously pro to lay a strategic cable! 
In the case of the Pacific scheme any such danger is quite 
avoided. 

To turn to another aspect of the new “supplementary ” 
scheme, we find that to carry it out, some 13,700 miles of 


cable would be necessary, to which should be added 1,000 


miles of landline from Cape Town to Natal. We alo find 
that the cable would be landed in no less than 11 different 
p'aces—almost all points of weakness—the last being the 
town of Perth in Western Australia. As opposed to this, we 
find, in the Pacific, that the length would only be 7,500 
miles, and the landing places only five in number, lying 
in а of the ocean little frequented by foreign vessels 
of war, the cable terminating between the towns of Sydne 
and Brisbane on the east coast of Australia. Should the cable 
bifurcate from Norfolk Island to New Zealand, an additional 
length of 450 miles will be necessary, and an additional 
landing place will be created. In continuation of this com- 
parison, it should be borne in mind that the two existing 
cable rontes to Australia converge at Java, and bifurcating 
thence, end; one at Port Darwin in the north of Australia, 
the other at Roebuck Bay, in the north-west of Western 
Australia. Thus we find that, to reach the centres of the 
greatest population, which lie in the east and south-east of 
the continent, telegrams have to travel over very great lengths 
of landlines. In the case of the Roebuck Bay cable there 
is a distance of about 3,300 miles to be traversed from that 
point before even Melbourne is reached, and more than 4,200 
miles (about half the length of the Pacific cable!) before 
Brisbane is reached. Again, a telegram vid Roebuck Bay, 
destined for the town of Burketown, in Queensland, has to 
travel over a length of landline which is greater than the 
distance between London and Calcutta, or several hundreds 
of miles more than the distance intervening between London 
and Vancouver. The land wire from the Port Darwin cable 
station is not so Jong, giving about 2,400 miles to Melbourne 
and 8,800 miles to Brisbane. 
pond to land the “Cape” cable at Perth, the capital of 
estern Australia, which is more than 2,000 miles by land- 
line from Melbourne, and over 3,000 miles from Brisbane. 
On the other hand, in the case of a cable landing on the 
Pacific coast of Australia, the main centres of ulation 
commeroe are within easy reach, Melbourne being only 
about 450 miles south of Sydney by landline, while Brisbane 
is about 520 miles to the north. The great importance of 
these figures will be at once evident, when we realise that the 
long landlines from Port Darwin and Roebuck Bay, the 
only means by which telegrams from Europe can bə for- 
warded at present, have been interrupted on no less than 15 
Ocoggions during the last six months, the duration of each 
of these interruptions varying from a few hours to 
several days. In speaking recently of the Roebuck Bay 
landline, Sir Charles Todd, the Poetmaster-General of South 
Australia, says, it “is acknowledged to be the worst line in 
Australia, the many fogs on the coast rendering it very hard 
to get signals through.” It is thus clear that a Pac.fic cable 
would offer advantages which cannot reasonably be looked for, 
neither in the case of the existing cables, nor in that of the 
proposed cable from the Cape. The landlines іп the compact 
group of colonies, Victoria, New South Wales, and Queens- 
land, are numerous, and here reliance has not to be placed on 
long single wires, as in the cases above referred to. Dapli- 
cate communication with New Zealand can be easily assured 
by a short branch cable from Norfolk Island. The advan- 
tages above indicated are obvious, if we consider that the 


It is now, we are told, pro- 


population in the south and east of Australia is about 
4,200,000, who carry on a total export and import trade 
equal to about £120,000,000 annually, employing for this 
urpose some 17,000,000 tons of shipping. It would, there- 
ore, seem beyond dispute that a cable landing right in the 
heart of this busy district is much more to be desired, and is 
much more worthy of support than one which would ter- 
minate in Western Australia; in which vast area (11 times 
the size of Great Britain) the total population, although 
increasing, is less than that of the town of Cardiff, and the 
trade and shipping correspondingly small, the exports and 
imports for 1896 being valued together at something over 
£8,000,000. 

We propose to touch but lightly on the financial side of 
the question. We were informed through the press that the 
cable to be laid, via the Cape, is to be carried out in return 
for “certain privileges." Some light has recently been 
thrown on the nature of these privileges; one of which seems 
to be the payment of £25,000 per annum by the Cape 
Government for 20 years; another being the prolongation of 
the annual subeidy of £32,400 which has been paid by the 
Australian Governments to the Extern Extension Telegraph 
Company since 1879, and which, if not renewed, will lapse 
in July, 1900. "There may be other concessions which have 
not yet come to light. 

It is a question whether the limita of modesty are not 
being overstepped, when we remember that one of the com- 

nies concerned, £e, the Eastern Extension Telegraph 

ompany, has already received from Australasia, subsidies 
amounting to over £750,000; and thst in the 10 years 
ending December, 1896, the annual receipts of this company, 
which are now about £640,000 (including subsidies), have 
increased by £187,459, and this notwithst nding a reduc- 
tion in rates of about 50 per cert, which was only 
brought about under great pressure. Aa allied company, the 
Eastern and South African Telegraph Company, of which 
almost the entire capital is held by the Eastern Telegraph 
Company, has received in subsidies from various governments 
а total of considerably over £1,000,000.* It is not, perhape, 
& cause of wonder that even a far-fetched attempt should be 
made to secure the continuance of similar “ privileges,” but 
we do not think that it is at all in the interests of the 
Colonies, or of England, to assist in the consolidation of any 
such monopoly. 

. We have dealt at this length with the subject, as it seemed 
only fitting and just that, however useful a cable to 
Australasia, via the Cape, may be, the claims to superior 
atility, both strategic and commercial, of a cable via Canada 
to Australasia should not be undermined by the circulation 
of misleading information. 


CORRESPONDENCE. 


Accumulator Testing. 


Although your article on “ Comparing Results of Tests on 
AccumulatorB" contains several hints to those engaged in 
testing accumulators, the writer seems to have omitt :d many 
equally important considerations. 

If the accumulator is intended for lighting purposes, where 
constancy of voltage is imperative, it should in all cases of 
comparison be stated how thick was the acid space, or the 
distance between the plates. 

Your contributor will find a marked increase in tho steadi- 
ness of the pressure line with every fraction of an inch increase 
in the distance of the plates up to a limit ascertainable only 
by test for each kind and thickness of plate. 

This is true of all lead storage batteries, but is, of course, 
most marked in those of the pasted type. 

If the accumulator be intended for traction purposes, the 
acid space may be small, becanse a fall in pressure merely 
means a reduction in the speed of abont the same percentage 
as is the fall in pressure. 

One other point out of those named is the incorrectness 


* The Aden-Zansibar cable belonging to this company was inter- 
rupted all last week, thus completely cutting off the Cape frm 
communication with Europe by the East C.ast cf Africa route. 
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of the assumption that the result from one positive can be 
used, all other things being equal, for accurately ascertaining 
the capacity, &c., of a complete battery. 

Let your correspondent take three positive and five nega- 
tives of similar type and make them up into two cells of 
one positive and two negatives and two positives and three 
negatives respectively, and he will, after a few trials, see fit 
to modify his statement. 

Even so far, however, as your correspondent goes, his 
article contains much that may be carefully followed by 
inventors and experts when testing batteries, and it may 
ultimately come to be understood that no two kinds, or even 
arrangements of the same kind of plate, will give results 
which can be tabulated on one basis, either of total weight, 
weight of single plates, weight of acid, or weight of so-called 
active material, 

Appak. 


Crowdus Storage Battery. 


‚ Referring to your article in the last ELECTRICAL REVIEW, 
I consider practical work of far greater value than academical 
figures. Some of these cella are now on the way here, and I 
shall be pleased to allow you, or your engineer, to make your 
own tests. Meanwhile, a perusal of the enclosed detailed 
description may be interesting to you. By letter jut received 
from Mr. Crowdus, he states: 

It seems almost incredulous, but these waggons have been 
going six days a week through the severe snowa of the pest 
two months, and in blizzards that severely crippled all kinds 
of traffic." 

The waggon referred to is on page 16 of enclosed cata- 
logue, which please return. 

John T. Bowden. 


[The figures called academical are unfortunately Mr. 
Crowdus's own figures. We also prefer practical work, and 
nothing can be more practical than careful, accurate, tests of 
a battery by a competent engineer. There are doubtless 
many professional experts to be found ready to test and 
report on this battery, and if the claims made for it can be 
supported by any one or more of these gentlemen, we shall be 
the firt to coogratulats Mr. Bowden. We publish on 
p. 881 the description referred to, from which it 
may be gathered that the cell is just what we all know as a 
pasted plate cell. The use of sulphate of zinc in the solu- 
tion, and aluminium for the negative support, are donbtfal 
improvements; at any rate, they require investigation by 
independent experts before being accepted as such. There is 
nothing surprising in driving waggons by electricity; it is 
easy enough if we put in plenty of cells of large enough 
capacity; bnt what we took exception to was Mr. Bowden's 
* academical figures,” that waggons were driven 50 miles by 
a 34 horse-power motor, with 44 cells of 100 ampere (hours) 
capacity; such an incredulous claim requires more support 
than the bare statements of the inventor. Mr. Bowden has 
pot nothing before us of the slightest value in support of 
е т claims made for his battery.—Eps. Екс. 

Ev. 


Parabolic Reflectors—An Anticipation. 


I notice under the heading “The Institution of Electrical 
Engineers,” ап abetract of a paper entitled, “ An Electrolytic 
Process for the Manufacture of Parabolic Reflectors,” by 
Sherard Cowper-Coles. | 

I was quite interested in the accouot given, inasmuch as 
I practiced substantially the same method of producing metal 
mirrors a number of years ago, and have the specimens of 
work now in my possession, My method was the same as 
that described in the paper referred to, viz., to take a glass 
surface, highly finished, and of the form of the reflector 
required, deposit upon it a silver coating, by any of the well- 
known silvering processes, euch as are used for glass specula ; 
follow this deposit by a heavy coating of copper, electrically 
made ; separate the glass from the deposited metal; and, 
when needed, coat the face of the mirror with nickel or other 
metal resisting oxidisation or tarnish. 

My object in developing the process was to replace the 
glass mirrors of searchlights, which are very easily fractured, 
but the process is undoubt:dly а good one for making any 
accurate metallic mirrors. 


I have had the silver coating leave the glass in such a high 
state of finish as to present the appearance of a vitreous 
surface. The least blemish or sarah in the glass surface is 
reproduced in the silver coating with absolute fidelity. I 
found that an easy way of separating the metal from the 
glass was by warming; the metal being more expansible 
than the glass readily se when the warmth was 
sufficient. The deposited silver coating must be as free from 
pores as possible, otherwise there is a tendency for the 
copper-p'ating fluid to insert iteelf b»tween the glass and the 
silver and blister. 


March 2n4, 1898. 


Elihu Thomson. 


Sparking Coils. 

. Apparatus of various kinds for producing very long sparks 
have been lately described in your columns, I notice that in 
every case, while the length of spark is carefully stated, no 
measurement of the quantity of electricity yielded seem to 
have been made. The outputs were s} parently guessed at. 
I designed some two years ago a simple instrument for 
measnring the quantity of electricity yielded by spark coils 
and similar apparatus. 

In ita aimplest form it consists of a sensitive thermometer, 
on the bulb of which a small bobbin of thin insulated 
platinoid wire is mounted. The current from the secon 
is 1 through the bobbin for a known length of time, 
and the rise in temperature is noted. The beating effect 
may be taken to be proportionel to the square of the current 
multiplied by the length of time the current has been pass- 
ing. The instrument can be calibrated by pessing a known 
current from a battery through the bobbin. 

I have found that this instrament throws much light on 
the actions which take place in the various pirts of the 
tecondary winding. 


G. Bowron. 
March 14th, 1898. 


* The Burning Question.” 


An original dissertation in the pages of the ELECTRICAL 
REVIEW, on the treatment of sewage sludge, could not fail 
to make very interesting reading, and I am sure you will not 
take offence if I add that the article on this subject, under 
the above heading in your issue of the 25th ult., is not 
merely interesting, but very amusing also. I hail the ap- 
5 of the article with great satisfaction. When the 

LECTRICAL REVIEW voluntarily devotes so large a portion 
of its valuab'e space to a careful, even if utterly erroneous, 
investigation into problems connected with the disposal of 
refuse, sewage sludge of all things, I feel convinced the 
time is not distant when the refuse destructor, which has 
hitherto, as you will allow, often received rough, and even 
disdainful, handling iu the electrical press, will frequently 
find an honoured place in your pages. Ido not mind even 
if your present article ap adverse in any way to a par- 
ticular type of destructor with which I happen to be asso- 
ciated, when used for a particular purpose. It is sufficient 
for me that you are really invettigating. Soon you will 
* discover" the refuse destructor, and we shall all be 


happy. 

Meanwhile, you will recollect a description of a group of 
individuals who, if I remember rightly, “sat apart upon a 
hill retired,” pursuing certain abstruse speculations, and 
became involved in wandering mazes lœt,” and I greatly 
fear you also have become a little involved in your investiga- 
tions in connection with sewage sludge. I am consumed b 
a desire to put yon in the right patb, therefore I beg to as 
your reconsideration of the following proposition which 
occurs early in your article. The italics are mine. The 
cost of burning is 18. 64d. per ton of pressed sludge. 
Assuming that one-third of the weight of wet sludge has been 
removed by pressing, this would amount to, вау, 18. per ton 
of wet sludge." This assumption is so delightfully naive, 
that one hesitates to disturb it; but stern logic compels. I 
am obliged to inform yon, therefore, that every ton of pressed 
sludge at Leyton represents eight tons of wet sludge; and 
instead of the “ weight removed by pressing being “ one- 
third," as you artlessly assume, it is more than 87 per cent; 
instead of being only one-half that of the pressed sludge, it 
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is seven times as much. There is no mystery about it. The 
moisture in the pressed sludge is 60 per cent., in the wet 95 
per cent. One of your young men would check the calcula- 
tion. Consequently the cost of barniog, when expressed in 
terms of the weight of the wet sludge, instead of being 1s., 
as you have estimated, is a fraction over 24d. 

You will easily see the absurdity of attempting to express 
the coet of any such process as the burning of pressed sludge, 
in terms of the wet sludge, if you consider that the moisture 
in the latter may vary immentely without making any 
appreciable difference to the cost of pressing, and none at all 
to the cost of burning. Thus, in the figures that you quote 
from Sir Alexander Binnie's report, the moi: ture in the wet 
sludge at Barking and Orossness averages about 91:00 per 
cent. Now, if this sludge were pressed as at Leyton, every 
ton of the preased material would represent rather more than 
4} tons of the wet; the weight removed by pressing would 
be 77 per cent., or three and a half times as much as the 
weight of the pressed residue; and the cost of burning would 
be 4d., or 60 per cent. more than at Leyton, expressed in 
terms of the wet sludge. The real cost of burning the mate- 
rial actually put into furnaces would be the same in both 
oases. Of course, the impressive fabric which you have built 
upon your assumption must now come down. 

^ London," if she wished to press and burn her sewage 
sludge, would not require to expend anything approaching 
the extraordinary sum at which you have arrived. As 
a matter of fact, I do not know that anyone is seriously 
pro that London ” should press and burn her sewage 
sludge. If at the time the present system was adopted by 
the late Sir Joseph Bazalgette, after а most complete series 
of experiments upon the pressing of the sewage sludge, one 
of which was ado at my suggestion and superintended 
by myself on behalf of an eminent firm of Scotch engineers 
—if at that time there had been a destructor furnace whose 
capabilities in regard to the burning of sludge cake had been 
demonstrated like those of the Leyton furnaces have now been 
demonstrated ; if also the question of destroying house 
refuse had attained the importance it has now acquired, 
then the problem of getting rid of the house refuse of 
London, or more particularly of the river districts, 
by using that refuse in that way to destroy the sewage 
sludge, thus getting rid of two huge nuisances at one 
stroke, would have been well worth the consideration 
of the authorities of that time. Even as it is, the 
possibility of such a combination is probably still worth the 
consideration of Sir Alexander Binnie. Leyton saves over 
£300 a year in coal in operations in connection with her 
sewage. The same rate would not apply to Barking and 
Crossness. If it did, over £18,000 per annum might be 
saved there; but, anyway, Sir Alexander Binnie could get 
all his mechanical operations at the Oatfall Works done 
for a mere fraction of his present expenditure on coal, and 
have something considerable to spare. The idea is not new; 
Mr. Jones, of Ealing, I believe, proposed it at one time. 
But “ it were well 't were done quickly." London refuse is 
rising in value. Soon none will be available for burning 
sewage sludge; it will all be in demand for producing elec- 
tric light and power. 

There are other texts in [о article upon which I would 
have liked to descant, but I fear I have trespassed too much. 
I would, however, as you have referred to Mr. Jones, of 
Ealing, like to express my pereonal regret that there should 
have been the appearance, in connection with the recent 
celebration at Leyton, of a deliberate ignoring of Mr. Jones’s 
claims in connection with the burning of вкара sludge. 
However crude one may consider the process at Ealing to be, 
it is unquestionable that to Mr. Jones belongs the credit of 
having firet destroyed sewage sludge by burning upon a 
practical scale, and this acknowledgement is no more than 
the merest justice to him. 

A. J. Liversedge. 


March 8rd, 1898. 


P.8.—The above was written before the appearance of 
Mr. Hetherington's letter in your issue of the 4th inst. Mr. 
Hetherington has put you right in reference to the “ weight 
removed by pressing sewage sludge," bnt seems to have 
fallen into & remarkable misapprehension, to judge from his 
delightful account of what he imagines to take place at 
Ealing. He is not apparently aware that whilst the wet 


sludge is not pressed at Ealing as it is at L^yton, it is 
drained through house refuse Mr. Jones devotes a certain pro- 
portion of his refuse to that purpose. What is the exact pro- 
portion of wat2r so removed has not, I think, been stated. 
It will not, of course, be so much as the amount removed by 
pressing ; but it is sufficient to bring down the process from 
the realms of the alchemist, where Mr. Hetherington appears 
to think it properly belongs—well, something after the 
prosaic style of Ley ton.— A. J. L. 


Rubber cables. 


The manager of the Burton-upon-Trent Gas and Electric 
Light Works a few weeks ago issued a circular to his 
colleagues of other towns. In this circular he stated that 
India-rubber covered cables of our manufacture had given 
him considerable trouble. As a letter of this description was 
likely to prejudice this company in the eyes of many, if dealt 
with as a confidential document, we had the circular reprit ted 
and distributed, asking the recipients if they would take the 
trouble to furnish us with any replies they may have made 
to the original document. We have to thank a number of 
these gentlemen for their conrtesy in replying. In answering, 
many informed us that they had not received the circular in 
question, others either had not replied to it, or were not users of 
our cables. Among the replies received from the users of 
our cables, eix stated that they had some trouble either with 
the small or with the arc lighting cables, and in the majority 
ef these cases the trouble was only temporary. Two wrote 
that they had no trouble whatever of a serious character, 
and the remaining 10 wrote that they had absolutely no 
trouble at all. 

From the number of definite replies, we are well aware 
that these do not include reports from all the users of our 
cables for high tension distribution, as in some cases, where 
there was no сапве of complaint, no replies were made, and, 
in other cases, where there has been,or may have been, 
trouble, we were not favoured with a copy of the report, if 
any, which was sent to Barton. | 
. We hold that the statement reported to have been made 
by Mr. Alderman Lowe, of Burton-upon-Trent, and referred 
to in your issue of the 18th ult., must be incorrect, as the 
answers received to our circular show that, out of a total of 
18, in 12 cases the cost of maintenance has been practically 
nil; and, as to the others, we understand the cost of main- 
tenance has in no case been large. | 

We trouble you with this letter as the matter certainly is 
of importance to ourselves, and we. believe it to be of 
interest to electrical engineers. 


Wm. Gray, 


Electric Light Department, The India- Rubber. Gutta-Percha, 
and Telegraph Works Company, Limited. 


Knots. 


Having read Mr. Little’s letter carefully I fail to see that 
the expressions “60 knots in length" and “12 knots per 
hour” are “inexact and wholly unscientific,” and beg to 
differ when he says a knot is a speed. A knot is а measure- 
ment arrived at as follows: The circumference of the earth, 
131,885,465 feet, is divided into 360 degrees, each degree 
being again divided into 60 parta or knots, consequently 


131,385,465 _ 6 083.66 feet = 1 knot, 
360 x 60 
6,080 feet being the length of the Admiralty knot. 

A knot per hour is a speed expression in the same way as 
the expressions miles and miles per hour denote distances and 
rates of travelled by trains or other vehicles on land. 

Mr. Little says the “word knot is used to denote an 
interval (length) between one or more marks on the log 
line.” A log line being a length of Jine divided by knots 
n at intervals of about 50 feet, this spacing being 
chosen when the sand glass (used iu taking speed measure- 
menta by this ped runs for 30 seconds, 50 feet bearing 
the same ratio to the length of a knot as 30 seconds does to 
an hour, viz., Toth part (50°68 feet would be correct) but 
the fractional part is not considered as it is allowed 
for the wash of the wake of the vessel, Thus the 
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—————— ŹGiö — 


log line is a measurer of distance, aa when in use 
the log ship (a triangular piece of wood weighted to 
keep it in a vertical position) remains stationary and 
the line is allowed to run out freely, the operator count- 
ing the knots in the line as they run throvgh his fingers or 
over the rail, the number of knots which are counted being 
the number which have run out whilst the sand has been 
running through the glass for 80 seconds. This, of course, 
gives the distance which has been traverzed by the vessel 
from the place where the log ship was thrown overboard in 
that period of 80 seconds. The log line, therefore, merely 
acts as a corvenient scale for measuring a short distance 
travelled over in a given period of time, by which the speed 
per hour can be determined at once. 

The whole question appeara to be a quibble, as Mr. Little 
admits the use of the word knot to derote the interval 
between two particular marks on a log line, but will not 
permit it to be used to denote a distance which has been 
used for scores of years by naval officers and others, includ- 
ing misguided cable engincera. 


Another Cable Engineer. 


Testing Secondary Batteries. 


In the communication on “Comparing Results of Tests 
on Accumulatore,” published in your issue of last week, I 
notice the following statement :— 

“That constant rate of watts is the correct method is 
undoubted, for if we use a battery for power or traction, it 
may be called upon to work at the same rate at the end of 
6 or 8 hours as at the beginning of the run." 

Now, it would be interesting if your correspondent would 
Jet us know how a battery can be used in this manner. It 
probably could be done by some series-parallel arrangement 
of the cells, bot surely the ordinary way of workiog in 
шен all practical cases is to keep the current constart by 
switching in regulating cells or by cutting out reristan-e 
coils? Thus, although the wett: given to the motor are 
constant, the watts given out by the battery are by no 
means 80. To tert a cell at constant current, therefo-e, 
seems the beat method for present day practical purposes. 


Albert Campbell. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Ат the last meeting of the Institution of Electrical 
Engineers, held at the Institution of Civil Engineers on 
Thursday the 10th inst., the discussion on Mr. Binswanger 
Byng’s paper dealing with 200-volt lamps and fittings was 
continued and concluded. It was not concluded, however, 
without repeated requests on the part of the president to 
speakers to be brief, while many desirous of throwing the 
light of their experience on the subject were relegated to 
the sending in of written communications to be printed in 
the Journal, and even then the hour of 10 had struck and 
gone ere an adjournment to the less formal, but equally 
interesting, discussion over tea and cake, was effected. 

Prior to the re-opening of the discussion, the president, 
Mr. J. W. Swan, announced the preparation of a testimonial 
to M. Gramme, that a circular asking for subscriptions 
thereto was in hand, and that the inventor whose work in 
connection with the dynamo, everyone is aware of, and 
acknowledges, is to be banquet at Brussels shortly. 
Strange to English ears, was the promise that donors of the 
smallest current gold coin would receive a bronze, ара 
givers of a larger sum, a silver medal to commemorate the 
event, and, we suppose, reward those who assist the sub- 
scription list. i 

Mr. Stearn was the first speaker on the question before 
the meeting, and he gave his views at length. He had 
little to add, and nothing to retract from what he said in 
the discussion on Mr. Addenbrooke’s paper,* as to the 


„„High Voltage Lamps and their influence on Central Station 
Practice,” Mr. C. H. Stearn’s remarks in discussion, p. 271, No. 122, 
Vol. 25, Journal Institute Electrical Engineers, March 12th, 1896, also 
Proceedings Municipul Electrical Association, parts of 1896 issue. 


principles of high voltage lamp construction, and to show 
the exact position he held, and holds still, he quoted largely 
from his remarks in the Journal of the Institution. 
He considered the double filament is the most convenient as 
a transitional form, but that the zig-zag filament lamp met 
most requirements. Considering the material of the filament, 
he believed it has been shown that the change in candle-power 
is slower with low specific resistance; with high specific re- 
sistance a shorter filament can be obtained, which has the 
drawback of a rapid change in candle-power. But low 
specific resistance filaments can b3 used where some means 
of anchoring is adopted. Не still considered that the type 
of high voltage lamp was best for a time, which suited most 
closely the conditions of the transitional period. Timidity 
in the use of high voltage supply was, however, dying out, 
and opposition to the change being gradually overcome. 
Lamps should b» durable in the first place; reliable, во that 
there should not be premature breakages, while they should 
absorb the same amount of energy that one is accustomed to 
with the older and better known types. That the candle- 
power should be the same is merely desirable, and not at first 
essential; but small units, sach as 5 and 8-candle-power 
lamps, should be forthcoming. 

At the time when the high voltage was mooted, we were 
informed that fatal accidents and fires would be likely to 
occur at this tremendous pressure; but confidence is slowly 
giving place to suspicion. The lamps and fittings to-day 
do not meet every possible objection; but one must walk, if 
not yet able to run, and it is for this reason that at the 
time of the introduction of 200-volt lampe, the untreated 
filament seemed to meet the then requirements. The light 
curve is not everything. Carbon of an earlier period than 
that of the present day was rough, сіодегу and fragile, and 
the duration of use very short indeed. Treating was adopted 
to patch up irregularities, and fit the carbons for commercial 
use. About 1881 a number of lamps were made up, half with 
treated and half with untreated filaments, and tested by Mr. 
Crompton. None of the treated filaments were readily 
broken, bat the untreated gave way rapidly. The process, 
devised by Mr. Swan, of projecting a jet of cellulose into a 
setting solution is now generally used for the manufacture of 
filamente, and lamps can be made of any reasonable efficiency. 
Those made in this way are better and more reliable than if 
treated. Equal diameters and very nearly «qual resistances 
can be depended upon. When the treating process has once 
been begun one is liable to variations in specific reaistance, 
diameter and emissivity, or the radiating qualities of the 
surface, and changes occur from any difference in the tem- 
perature, pressure, or kind of hydro-carbon used, and many 
other things. г. 

A treated filament for a high voltage lamp may be from 
14 to 15 inches long, and it cannot be safely used unless 
some special mode of disposing of it be provided, ав it 
really is a very flexible pendulum. But if some such dis- 
position be not adopted, Mr. Stearn would prefer to ase the 
untreated filaments. The fears of the public have now passed 
away, but they prefer lamps of long life. The factor of 
convenience is often overlooked. Suppose the life curve does 
fall, the user has the option of replacing lamps as he pleases. 
Mr. Stearn was surprised to hear that one [р in а dozen 
was expected to short circuit at once, but this may not repre- 
sent the general conception of what such lamps do. There 
are two causes of short circuiting: a fertile cause js the 
entanglement of the double filament in transit, and if this 
defect be not noted trouble must en&ue. Another is an 
accidental crack in the bulb, Externally the short circuits 
may b: due to bad capping or carelessness in using solderipg 
fluids, or in froting with chemicals. Internal sborts are 
more attributab'e to careless exhaustion. This should be 
utterly impossible. When the change was made from 50 to 
100 volte, it was thought that the space between the ter- 
minals should be doubled, but later experience showed this 
to be quite uncalled for, and the distince between them is 
amply sufficient for much higher pressures if the vacuum is 
properly made and permanent. Mr. St»arn has not been 
able t» discover any reason for making any differenoe in 
exhaustion or the mode of doing it. The gas to be removed 
is not from the filament alone, but comes, also, from the 
soldered ends and from the platinum. 

À rise in candle-power is entirely in the hands of the 
lamp maker, and at one tim» it was thought bəst to do away 
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with it entirely. But rise can be kept at from 16 to 17 or 
174 C.P. in 800 hours, made to expend the excess during 
the useful life of the lamps. By this means a better average 
is obtained from the lamp during its life. Accuracy in 
classification, rather than cheapness in the lamps, and the 
maint:nance of an average standard efficiency for all 
voltages were, the speaker believed, highly desirab'e. Until 
that accuracy is reached, lamp making cannot be an eract 
science. 

Mr. Stearn did not see why stations should not go up to 
the highest pressure permitted by the Board of Trade, and 
even calmly spoke of 500-volt lamps for street lighting. On 
the question of alternating and continuous current, he sug- 
gested that if the vacuam was not absolutely perfect, lamps 
may list longer with alternating current. Some figures 
were given showing that the breaking strain for treated was 
less than for untreated filaments. 

Mr. Orompton stated he laid out Harrow for 200-volt 
supply three years ago. The lamps were wholly satisfactory, 
and he had found no difficulties, as he had proceeded on Mr. 
Stearn’s lines and advice. The users seemed to be as well 
satisfied as any 100-volt consumers, while the extreme ease 
of regulation and every other advantage of high voltage has 
been obtained. He had made tests of switches for the 
Council of the Institution, and at firat hoped to be able to 
prepare a table of lengths of break for different pressures 
and currents, but the results proved unsatisfactory, ав very 
short breaks on a 
results than longer breaks on other patterns. He is deci- 
dedly of opinion, however, that larger covers are wanted. 
With fuses the perferations in the cover minimise the arcing 
effect. It is a very excellent idea to use plaster of Paris 
round the wire as Mr. Binswanger Byng does. In prescrib- 
ing a twin wire one can get no further than the tests and 
specification given in the Institution wiring rules. It is, 
therefore, unnecessary for that matter to be gone into 
further. 

Mr. Swinburne had found that one might put an N.B. 
into text books of chemistry to the effect that “the real 
chemistry may be quite different.” He amused the audience 
by & most interesting and crisp contribution to the discussion 
in hia best form, and our only regret is that £o much is lost in 
attempting to convey in cold type what is so well worth 
listening to. He reminded those present that Ferranti had 
in 1885 proposed to use 500 volts, and as the representative 
of the Hammond Company he supposed he would have had 
to make the lamps had they been required. After a few 
remarks as to carbon, he mentioned that certain carbonised 
animal fibres give nearly the same resistance hot as cold. 
We believe we are correct in saying * that Mr. Swinburne 
holds the opinion that efficiency and temperature go together 
in lamp making. In the olassical trial, Edison-Swan v. 
Holland, he was in & minority of one in this opinion, being 
considered as on the one hand a biassed witness, and on the 
other a lunatic ! E 

Mr. Wordingham gave the results of his Manchester 
experience, thought small arc lamp users must not be over- 
looked, had received no complaints, reminded the profession 
of his warning that 100-volt fittings would not be safe on 200 
volts, and described his testa for fuses and switches of over- 
е them by 50 рег cent. both on current and pressure 

actors. 


Mr. Rawlings delivered а most amusing speech on his 


relations with 200-volt consumers. It was painful to meet 


those who had gone over from lower pressures to higher, 
but quite a pleasure to see those who knew no better than 
200 volts. Some houses have no leas than four separate 
voltages to meet piano lamps in series, &c., and many were 
the troubles Mary Jane, his olients, self, and supply com- 
pany had to meet. La 

he next speaker went into lamp manufacture in detail, 
and was followed by: Mr. Swinton, тоо рсе the cathode 
ray lamp without a filament. He adduced the fact, not 
known to all that in a high vacuum the nearer two con- 
ductors are together the the resistance. Even 
20,000-volt lamps for street lighting, with a separate trans- 
former to cach might come. 


Mr. Swinburne later in the evening protested against а state- 
ment that he had said that efficiency depended only on temperature, 
which is by no means the idea he conveyed by his speech. 
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Mr. H. W. Miller told an unvarnished tale of certain com- 
р as to lack of light with high-volt lamps and the 
eterioration that occurs. He disagreed with the author as 
to the action on the blowing of a fuse, and thought that when 
а fuse melted the hot air and metallic vapour rushes out of 
the holes in a pattern such as described in the paper. Mr. 
Robertson stated that the advantages of carbon were во 
many that lamp manufacture must remain where it is 
until some substance other than this is found for filaments. 
He dealt with the controversy, treated v. untreated filaments, 
and methods of manufacture at some length. 

Mr. Geipel, Prof. S. P. Thompson, Mr. Grimshaw, Mr. 
Addenbrooke, and the president proceeded with the debate, 
and then Mr. Byng rose to reply in brief. These speakers 
reiterated and enlarged upon the questions which had already 
been treated by others in part, and although what was said 
was extremely interesting, we think the accounta of the pro- 
ceedings in the forthcoming Journal will be aufficient to 
satisfy all our readers that ample justice was done to an 
excellent paper. 


BUSINESS NOTICES, &c. 


Electrical Wares Exported. 
Wir Expurva Manon 177TH, 1807. | Week Емона Мавон 177TH, 1898. 
£ & 


8. 8. 
Alexandria .. 50 0 | Adelaide ies .. 10 0 
Amsterdam .. 200 0 | Albany ... ез Р 0 
Antwerp ds .. 21 0 | Alexandria. Telepb. 

Pe Elec. fases ... 307 0 mat. ... Ж 22 0 
Baltimore. Telepb. mat. 50 0 | Amsterdam... .. 00 0 
Bombay E .. 24 O | Bangkok ai .. 89 0 
Bushill. Teleg. mat.. 33 0 da ssi z 0 
Calcutta .. Р ** 88 0 2 Teleg. cable ... 670 0 
Саре Town  ... .. 935 0 | Boulogne "- ses 0 
Christiana. Teleg. wire 45 0 Buenos Ayres ... .. Bl 0 
Colombo m .. 10 0 » Teleg. mat. 310 0 
Copenhagen. Telcg. Cape Town à .. 890 0 

wire ... s jv 0 | Colombo ; ds 8 0 
Durban 793 0 | Delagon Bay. Teleg 
East London 279 0 mat. . a . 8,710 0 
Genoa ... T .. 160 0 | Demerara 0 
Gothenburg. Teleg. wire 310 O | Durban .. 714 0 
Hong Kong .. 14 0 | Flushing 14 0 
Jersey. Teleg. poles... 14 О | Fremantle 30 0 
Lisbon. Teleg. mat. ... 12 0 | Gibraltar .. 121 0 
Melbourne .. 45 0 Gothenburg .. 171 0 
Ostend .. 88 0 | Hong Kong .. .. 10 0 
Paris к .. 10 0 | Key West. Tel: g. 
Rangoon. Telepb..mat. 48 0 cable ... 1,400 0 
Shanghai ds .. 63 0 | Launceston  ... *. 11 0 
Singapore 85 .. 75 0 | Lisbon 882 .. 425 0 
Stockholm. Teleg. mat. 125 0 | Madras. 107 0 
Sydney ... sis . .. 1,633 0 | Malsga .. 884 0 
Wellington 337 0 | Malta ... 16 0 
Yokohama 2,000 0 | Melbourne Sis .. 69 0 
New Y rk. Teleg. mat. 525 0 
stend eee eee ove 66 0 
Port Elisabeth... 61 0 
Stockholm. Teleg. cable 60 0 
Sydney eee 186 0 
T 445 0 
Total £7,142 0 Total .. 411,090 0 


Application for Extension of Patent.—On March 
90th, at 10.30 a. m., the Judicial Committee of the Privy Council will 
hear the petition of the Hon. C. A. Parsons for an extension of the 
term of the letters patent granted to him on April 23rd, 1884 
(No. 6,735), for "an invention of improvements in rotary motors 
actuated by elastic fluid pressure, and applicable also as pumps.” 


Australian Electrical Work.— From a Sydney en- 
gineering eran id we learn that the Brush Company is busy 
in that pert of world. The company is supplying an electric 
pumping рәп, for a Lithgow (N.8.W.) colliery compen , and is now 
erecting c light plant for the Sydney electric light station. 

Bankruptey Proceedings.—Au application was made 
last Friday to Mr. ' Brougham, at the London Bankruptcy 
Court, for an order of discharge on behalf of John Orme, scientific 
apparatus manufacturer, Cross Street, Finsbury. The bankrupt, in 
1893, promoted Orme's Electric Signal Company, Limited, to take 
over his patent eleotric fog signal. As vendor he received £0,000 ia 
shares, which, however, proved valueless, as the company went into 
liquidation in 1895. He failed in November last with liabilities, 
£1,769, and a dividend of about a 1s.inthe E will be paid to the 
creditors. The failure was partly attributed to the loss and liabilities 
incurred in connection with the fog signal company. Three offences 
were re by the Official Receiver, and the learned Registrar 
im а suspension of two years and a half. 
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Bankruptey  Proceedings.— Under the failure of 
Trehearne Son & Crump, electrical en and contractors, 155, 
Fer church Street, H. O., the first meeting of the creditors was held on 
Wednesday, at the London Bankruptcy Court before Mr. Wildy, official 
receiver. The accounts show liabilities £1,066, and assete, £413. 
The business was started by Mr. Trehearne in June, 1895, and in 
May, 1897, Mr. Crump became a partner, introducing a capital of 
£750. Disputes arose between the partners as to the position of the 
firm, resulting in the present prcceedings. In January last an electrical 
engineering company was formed by Mr. Trehearne and bis friends, 
which took over tbe firm's cffices, and appointed him (Trehearne) 
as managing director with a commissicn on the profits. When the firm 
stopped there were some contracts on hand, but they were abandoned. 
The failure was attributed by Mr. Trehearne to losses by bett ing, heavy 
expenses incurred in getting business, loss on trading and bad debts. 
Mr. Crump, on the other hand, attributes it to the failure of bis 

tner to carry out his guarantees каш to the liabilities of be 
usiness when tbe partnership was formed. No offer was made to 
the creditors, and Mr. B. T. Norton (Pratt and Norton), accountant, 
Old Jewry, E. O., was appointed as trustee to wind up the estate in 
bankruptcy, assisted by a committee of inspection. 


Business Announcement.—Meesrs. J. C. Lyell & Co., 
of 55, Victoria Street, announce that increased business has com- 
pelled them to take all the offices at the above address, which is 
now occupied solely by them. They are shortly about to open several 
new departments. 


Catalogues.—Mr. A. P. Lundberg, of Bradbury Street, 
Kingsland, has brought out a catalogue which is a credit to both 
printer and compiler. The setting out of the cover is very 
neatly done, and it is printed in green and gold. In the 28 pages of 
letterpress and illustrations, Mr. Lundberg lays before his customers 
and the trade generally particulars of his numerous types of switches, 
wall connections, wall plugs, distributing fuseboards, cut-outs, ceiling 
roses, &c. Many of these fittings have already been described in our 
columns, and are well known to the electrical trade. Mr. Lundberg 
bas given a good deal of attention to high 5 fittings, and bas 
introduced some new patterns embodying bigh voltage requirements. 

A list has been issued by Mesers. W. O. Rooper & Robins, electric 
light engineers, of 3, Newgate Street, Ohester and Stafford, in which 
they give a list of electric lighting and power contracts carried out 
by them in various public works, country houses, business establish- 
ments, residential premises, &c., in the provinces. 

Messrs. Schischkar & Oo., of 67, Stafford Street, Birmingham, and 
Nottingham, who are sole agents for the L. W. Pond Machine Com- 
pany, of America, send us an illustrated list of the English and 
American machinery and tools they have in stock in this country. 
The list shows lathes, drilling machines, chucks, also milling, emery 
спеша and shaping machines, as well as various other engineers’ 


Change of Address.—Mr. S. Harrison, late of Ellesmere 
Works, Newtown, and 697, Ormskirk Road, Pemberton, near Wigan, 
announces that he has taken over new showrooms, offices and works, 
at 79, Wallgate, Wigan, where he will carry on business in electrical 
accessories, switcbboards, incandescent lamps, arc lamps, fittings, &c. 
Mr. Harrison has been appointed sole agent for the North of England 
for the Crescent arc lamp and the Hard incandescent lamps. All 
letters should be sent to the new address. 


Change of Name.—The business formerly carried on 
at Maritsburg by the Exceleior Electrical and General Engineering 
Company is now being conducted under the name of Messrs. Brady 
and Wyles, electrical engineers, at 192, Church Street, Maritsburg. 
The firm has recently carried out some important electrical contracts 
in that city, including three private plante—one for the Government 
Laboratory at Allerton, and two other Government contracts. 


Coke v. Richardson.—In the Westminster County 
Court on Tuesday his Honour Judge Lumley-Smitb, Q O., tried the 
ease of Coke v. Richardson, which was a claim for £20 odd for work 
done by a gasfitter and plumber of Whitcombe Street, W., against 
the defendant, an electrical engincer, of Southport. Evidence was 
given that defendant was fitting an electrical inetallation at the 
Clarence Hotel, Charing Croes, and a gas engine was to be used. 
Other work was required, and plaintiff did it. The defence was that 
part of the work had been done upon the order of Mr. Buxton, the 
owner of the hotel, and that plaintiff had rendered an account to 
him, and that all that was due to the plaintiff had been paid to him. 
His Honour found that the question of the work was y between 
Buxton and Richardson, and that the latter was liable to the plaintiff. 
Ы would be judgment for the plaintiff for the amount claimed 
with costs. 


Commutator Bars.—The Forest City Electric Com- 
pany, of Cleveland, O., has issued an 1898 railway catalogue of roll 
rop and drop forged commutator bars. The list contains details of 
bars for Westinghouse, General Electric, Edison, Walker, and other 
railway motors. 


McWhirter’s Patent Shielded Instruments.—!It is 
interesting to notice the tendency among instrument makers and 
users to revert to the ent magnet in the manufacture of 
ammeters and voltmeters and other electrical measuring in- 
struments. The causes underlying this change are twofold: 
Firstly, there is no doubt tbat the production of finely made instru- 
ments constructed on the D’Arsonval principle has tended to bring 
permanent magnets into favour, not because they are any better 
or more reliable than they were 10 years ago, but because instru- 
ments of this class possess so many good qualities that the main 
objection, viz., the unreliability of the test of magnets, has been Jost 


sight of, and on all hands we hear of en using such instruments. 
as standards, regardless of the fact that they are only fit for secondary 
standards. As such, instruments of the D’Arsonval type are admir- 
able, but it should never be forgotten that occasional comparison 
with an absolute standard is essential. The second, and, perhaps, 
the main reason for this reversion is the failure of electro-magnetic 
instruments to meet the demands of electrical engineers. The need 
for accurate measuring instruments is ever increasing, and electro- 
magnetic instruments, in spite of the paramount adventage of per- 
manence, fail in many respects to meet this great want. The 
engineer ex his instruments to give accurate results under all 
conditions of temperature and in stray magnetic fields of great and 
ever-varying strength, and as the field of the average electro-magnetic 
instrument is comparatively weak, the stray field due to leads carrying, 
say, 200 amperes and upwards has a very substantial effect ; also, in 
cases where the switchbcard has to be close to the dynamo, there 
may also be a very serious disturbance. In some cases these troubles 
can be avoided by careful design, but in most cases this is impossible. 
The instruments which are described below lead us to hope that the 
electro-magnetic instrament is beginning to move faster towards perfeo- 
tion than it bas been doing lately, for in them some of the most serious 
drawbacks to their class are eitber removed or greatly reduced in impor- 
tance. Mr. MoWhirter's invention is very simple, and consists in the 
substitution of an ironclad bobbin for the ordi brass one. This 
modification, although so simple, has, as Prof. Jamieson has shown in 
his report, а very marked effect on the working qualities of the 
instrument, especially in the matter of freedom from the disturbi 

effect of stray magnetic fields. "There have been several screen 

instruments produced, the most general plan being to make the out- 
side case of iron. The evil of this plan is that the outer case, being 


irregular in shape and thickness, and having of necessity an 
through which the scale can be read, becomes polarised, and thus the 
screen itself becomes a source of the very disturbance it was designed 
to guard against. In the case of Mr. McWhirter’s screen, the iron 
case is placed on the coil only, and, moreover, forms a part of the 
magoetic cirouit; being of even thickness and symmetrical shape, it 
is not at all liable to polarisation, and as the outer iron coat is 1-inch 
thick, the shielding is almost perfect, as shown in the teste. It may 
be thought that such a mass of iron would produce a great increase 
in the error due to residual magnetism; bat this is not so, as the 
tests show the error is no greater than in the case of the ordinary 
instrument with which it was compared, and more recent instruments 
give results considerably better than this. The ironclad coil 
other advantages, chief among which is the great reduction in the 
pe necessary to work the instruments. The power used in a 
Whirter voltmeter is only one half of that necessary to work a 
corresponding voltmeter with an ordinary coil, and it is thus ible 
to wind the coils either entirely of manganin, or with a much larger 
proportion of this alloy than is possible when a greater number of 
watts are necessary, consequently the errors due to internal heating 
and to changes in atmospheric temperature are reduced to an insig- 
nificant amount. Tests bave been carried out by Prof. Jamieson, 
which show clearly the advantages obtained by adopting the 
McWhirter coil in the manufacture of electrical measuring instrumenta. 
Comparisons of the resistance when hot, after a 20 hours’ run (5,112 
ohms), with the resistance when cold (5,0825 ohms) showed the 
error due to this cause to be very slight, amounting in all to only 
58 per cent. While the voltmeters were indicating approximately 
100 volts, a horse-shoe magnet was placed so as to produce a 
maximum deflection of the pointer, which was noted; the poles of 
the magnet were then reversed, and the deflection in the opposite 
direction noted. The mean of the two readings was taken as the 
percentage error due to the external magnetic field. 


The McWhirter voltmeter gave an error of... 076 per cent. 
The ordinary voltmeter зз е .. 600 ` 
A new engine room volt gauge. . 500 il 


Prof. Jamieson summarises the tests as [follows:—'I have to 
report that your newly patented shielded voltmeter is less affected 
by external magnetism than any other electro-magnetic one which 
I have seen. The temperature is also negligible, being only ird of 1 
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r cent., at 100 volte, after 20 hours in circuit.” The General 

lectric Company, Limited, of Queen Victoria Street, London, and 
Peel Works, Manchester, are the sole licensees and makers of these 
improved shielded instruments. 


The National Telephone Company v. Atkinson and 
Day.— Ia the Queen's Bench Division on Tuesday, before Mr. Justice 
Day, the case of the National еше Company v Atkinson and 
Day came on for hearing. Counsel's statement disclosed a curious 
state of facts. The action was brought to restrain the defendaota 
from cutting, or otherwise interfering witb, the plaintiffs’ wires. It 
appeared from counsel’s statement that the first defendant, Atkiason, 
was a tailor, carrying on business in the Fulham Road, and for a 
number of years telephone wires had been carried above his premises. 
In October of last year he had a conversation with the second 
defendant, Day, who asked him why he did not get a rent from the 
telephone company for allowing the wires to be carried over his 
house. Day suggested 28. 6d. annum per wire as rental, and 
stipulated that if he recoived this sum he was to bave 25 per cent. of 
the proceeds. Atkinson agreed to this, and Day accordingly wrote 
to the company. They not replying he wrote again, threatening 
to cat the wires, a threat which, it afterwards transpired, was 
made wholly without Atkinson’s authority, and, in fact, against 
his wish. n face of this threat the telephone company came 
to the court and obtained an interim injunction. It was then 

d that the motion should be treated as the trial of the action, 
and the plaintiffs agreed to this course provided that Day, who 
was in the wrong, paid the coste incurred. This he would not do, so 
the action went on. Counsel for the plaintiffs called Mr. Atkineon 
the first defendant, who bore out the opening facts, and said be 
never authorised Day to threaten to cut the wires. The wires had 
been over his house for 10 years, and he had never suffered any 
inconvenience therefrom. Mr. Day gave evidence on his own behalf, 
stating that he did nct care about the injunction, as Mr. Atkinson 
had withdrawn his authority, he could not possibly do anytbing. 
The only thing he objected to was paying the costs. The injanction, 
во far as he was concerned, was not worth waste paper. Mr. Justice 
Day said he did not see how Atkinson could p with his claims 
to get а rental unless he had been prepared to cut the wires. The 
best conclusion he could come to, was to find for the plaintiffs, with- 
out costs. 


Personal.—It is stated in an Aberdeen paper that Mr. 
W. McWhirter, M.I.E.E., of Aberdeen, is кё for India on 25th 
inst., to carry out a new system of electrical train signalling. He 
will afterwards proceed to Cape Town on the same business. 
Daring his absence his electrical engineering business in vr di 
will be carried on by his son, Mr. Anthony C. McWhirter, A.I E. E. 


Pritchetts & Gold.— This firm ask us t» state that in 
future all their correspondence in connection with the manufacture of 
storage batteries will be conducted from their worke at Feltbam, 
Middlesex, to which address all communications relating to that por- 
tion of the business should be forwarded. 


Receiver for Wireless Telegraphy.— We illustrate 
below & new receiver for wireless telegraphy, wbich is being made by 
Mesers. Miller & Woods, of 2, Gray's Ion Bond, W. O. This, we under- 
stand, has been provisionally protected by Mr. L. Miller. The chief 
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novelty is the method of decohering. The coherer is attached to the 
middle of a stretched wire, on which two small rods of metal, with a 
screw thread cut on them, play like a fiddle bow on the strings. The 
small rods are attached to the armature of an electro-magnet thrown 
into action bya relay. The decoheriog action, therefore, begins directly 
the armature moves, and continues for its whole motion to and fro. Mr. 


Lealie Miller showed some experiments in signalling without wires at 


the Institution of Junior Engineers’ conversasione last Saturday, and 
on that occasion no shunts whatever were used to prevent the spark 
of the relay influencing the coherer, but the bell only gave single rings. 
The coherer used consisted of an ebonite cup, in the inside of which 
there were some nickel filings bridging over a jth-inoh gap between 
the ends of the stretched nickel wire. The method of decohering can, 
however, be applied to the Marconi coherer, or most other forms. 
The apparatus shown is intended for lecture purposes. For working 
over long distances & more sensitive relay is required than that 
shown in the illustration. 


Utilisation of Water Power in Italy.—It is re- 
ported that Messrs. Ganz & Co, of Buda-Pesth, have acquired the 
righte to utilise tbe water power of the river Tanaro, inthe province 
of Piemont, and plant is to be put down to generate and distribute 
electrical energy for lighting and power purposes in the neighbour- 
hood. It is stated that 2,000 H. P. is available. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—The Town Council has sent back to Com- 
mittee the proposal to charge 6d. for the first hour daily of the 
maximum demand for current for power purposes, and 14d. per 
unit after. At the last meeting, the electric lighting accounts for 
the year 1897 were submitted by Councillor Johnston, who said that 
since the new system of charging had been adopted, a good many 
complaints had been received from consumers who formerly paid 
5d. on the first hour’s consumption, and were now ch 6d. The 
system, which had been adopted by other corporations, was intro- 
duced last year. He did not wish to characterise the class of con- 
sumers from which the complaints came as the consumers, but they 
did not pay the department so well as those who came within the 
воорз of the rule as to the rebate; and the committee bad acted in 
as equitable a manner as they could. During the past six months 
they had had a rather heavy expenditure through changing the 
system. The engineer informed him that during the past half year 
there had been something like £300 spent in connection with the 
change of system, which would not occur again for a considerable 
Rae Had it not been for that they would have had a good 

ce. 


Barton-on-Humber.— The following from the Leeds 
Mercury of the 10th inst. will interest electrical firms :—'' Wanted, 
electric ligbt installation at Barton-on-Humber. This is a thriving 
manufacturing town of considerable importance, at present in- 
adequately served by a small private gas company with exorbitant 
charges. A local syndicate is prepared to render considerable finan- 
cial aid, and would also give other assistance which would be of 
value to the promoters of such a scheme. Address О, 192, Mercury 
Office, Leeds.’ | 


Barking.—The Board of Trade has written to the 
District Council inquiriog whether the undertakers of the electric 
lighting order proposed to connect the intermediate conductor of 
their three-wire system of mains with earth. The Board pointed 
out that the concurrence of the Postmaster-General was necessary 
for an earth connection. 


Belfast.—The engineer recently reported that machinery 
and boilers for the new electric station were being delivered and 
placed in position, and he hoped to have the first section of the 
establishment in working order shortly. 


Blockley.—A copy of an order served on Mr. H. N. 
Warbarton, owner of the electric lighting installation at Blockley, 
bas been received by the Parish Council from the Board of Trade, 
together with tbe regulations as to the installation. 


Bradford.—The Mayor submitted the gas and electricity 
accounts for the half-year at the last Council meeting. R 
the electricity department he said that the total income for the half- 
year ended December 31st, 1897, was £10,842 Os. 7d., as compared 
with £9,570 13s. 24d. in the corresponding period in the previous 
year, or an increased income of £1,271 7s. 44d. The total expendi- 
ture for the half-year, which included interest and sinking fund, was 
£7,942 183. 8d., against £5,570 4s. 1d. for the corresponding period. 
The profit for the half-year was therefore £2,599 1s. 11d., as against 
£4, 9з. lid. for the similar period of 1896. The decrease in 
profits of £1,101 7s. 24d. as compared with the corresponding period, 
was explained chiefly by the increased interest and sinking fund 
charges, amounting to £885 extra, together with sundry items of 
repairs to machinery, including renewal batteries, &c. The number 
of consumers was at present 640, as against 470, or an increase upon 
the corresponding half-year cf 36 per cent. The total number of 
units consumed was 550,300, against 477,342, or an increase of 15} 

r cent. The total prcfits since the opening of these works, in 
Beptember, 1889, to December, 1897, after pay ing interest and eink- 
ing fund, amounted to £16,733 0з. 6d., and the total amount wiitten 
off for depreciation had been £7,307 153. 6d., leaving the sum of 
£9,425 5s.to be appropriated as the Council might direct. The 
trade profit, i e., the profit before charging interest and sinking fund, 
was £4 118. 944. per cent. for the half-year on the capital outlay. 
The net profit, i. e., after charging interest, sinking fund and depreci- 
ation, showed £1 2s. 7d. per cent. for the half-year. Taking the 
December and June half-years together, the trade profit was £11,234 
108. ld., representing £8 9s. 3d. per cent. per annum on the capitel 


outlay. thcught this was a reasonable report, and that the 
Council had reason to be satisfied with the working of the depart- 
ment. 
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Brewery Lighting.— Messrs. Polkinghorne & Co. s new 
. brewery at Matley is to be lighted electrically, and Messrs. Lord and 
Shand are patting down a Taunton dynamo for supplying 260 
8-C.P. lamps. 


Brighton.—The Town Council on Monday decided to 
reduce the price of electricity from 14d. per unit after the firet hour 
told. The change, it is stated, will not take place for three months. 
The lamps in Dorset Gardens, are in future to be lighted by elec- 
tricity instead of gas. 


Bristol.—The Electrical Committee decided on Friday 
last to reduce the charges for electric current for power purposes, 
subject to a special agreement being entered into, from £6 per annum 
per kilo. installed, to £5 per annum per kilo. demanded where the 
customer has no private plant on his premises, and £5 per annum per 
kilo. installed where the customer has a private plant. It was also 
decided to reduce the charge for electricity consumed for motive 
power from 2d. to 14d. per unit, subject to a sliding scale of discounts 
varying from 2 to 15 percent. The Local Government Board has 


sanctioned the borrowing of £23,000 for public electric lighting. 


Mains are to be extended in various thoroughfares. 


Buenos Ayres.—On February 12th the tenders for the 
public lighting of the City of Buenos Ayres were opened. A tender 
for electric light was presented by the City of Buenos Ayres Electric 
Light Company, and for gas by the New Gas Company, and the 
River Plate Gas Company. These tenders are, says the Review of the 
River Plate, more or lees the same as those presented on a previous 
occasion, and it is possible that they will not be accepted. The 
Municipality evidently desires to get the public lignting done for 
nothing, and our contemporary recommends the authorities, if they 
desire to receive tenders that will benefit the city, to pay their gas 
and electric light bills when they fall due. Cash payments will soon 
bring about cheap gas and electricity. 


Barton-on-Trent.—At the last meeting of the Council, 
Alderman Lowe said with reference to the defects in their electric 
lighting service, they had had Mr. Bailey (the engineer of the 
Metropolitan Electric Lighting Company) down from London, and he 
had made an exhaustive inspection of tneir appliances, but up to the 
present his report had not been received. 


Buxton.—Prof. Kennedy has been instructed to prepare 
plans and specifications, and obtain tenders, for a munici instal- 
lation. The cost of the plant necessary for 6,000 8-C.P. lamps, and 
the necessary trunk and distributing mains—will be £12,500; build- 
ings, 23,000; meters and house service £300. 


Carlisle.—The Council has accepted the tender of Mr. 
J 2 Laing, Carlisle, for the erection of the electric light station for 
£7,668. 


Cheltenham.—The electrical engineer's report for Feb- 
ruary shows the total number of services connected was 241, with an 
equivalent of 14,600 8-O.P. lamps. He is reporting as to the means 
of improving the lighting of certain roads by arc lamps. The secre- 
tary of the Ladies' College recently complained of the large increase 
in the account for electric supply to Bt. Hilda's for the last quarter, 
amounting to £40 odd for 2,027 units, whereas for the corresponding 
quarter last year the account was £28 odd for 1,195 units, although 
the number of lamps in use was the same. The electrical engineer 
having inquired into the matter, reports that he has tested the meters, 
and in his opinion the principal reason for the large increase was the 
lavish use of the lamps and want of care in switching them off when 
not required. The gas manager does not consider the incandescent 
gas burner is yet in a satisfactory condition for street lighting. 


Country House Lighting.—XKedleston, Lord Scarsdale's 
house near Derby, is to have the electric light. There will be a 
steam plant, with D. P.“ accumulators, and about 250 lights fixed at 
present. The work has been entrusted to Messrs. Drake & Gorham. 


Crickhowell.—The Parish Council is to consider whether 
to go in for electric lighting or to construct new gas works. 


Crieff.—A report was recently furnished to the Town 
Council by Mr. R. F. Yorke, as to forming a company for providing 
electric light for the town—the motive power for which is proposed 
to be supplied by the Falls of Turret, some three miles north-west of 
the pi Mr. Yorke says that the available head is from 500 feet 
to 600 feet. 


Darfield.— The District Council last week decided to 
apply for an electric lighting provisional order. 


Fareham,—The District Council has decided to apply 
for power to borrow £2,900 for the purpose of adding to the electric 
light plant. It was pointed out that the proposed expenditure 
would provide a second plant for use in case of breakdown, and 
also for any increase in the demand for the light. 


Glasgow.—The Electricity Committee recommends the 


expenditure of about £20,000 on dynamos and engines, lead-covered 
cables, &c., required for the new electric lighting station at Port 
Dandas, and for the more complete equipment of the existing station. 

West Nile Street 18 to be lighted with electricity by means of 
lamps suspended from the trolley poles. 


Glossop.—At the last Town Council meeting, the Town 
Clerk said he had received applications from three consulting 
engineers ing the electric light scheme. The applications 
were referred to a sub-committee. 


Greenock.— Mr. Teague's electric lighting scheme, which 


includes lighting the principal streets by means of 40 2,000-O.P. arc 


lamps, also the lighting of the James Watt Dock, was before the 
Corporation last week. The estimate is £27,500, exclusive of cost of 
site. The estimated revenue is about £3,300, and the expenditure : 
—interest жаша £750; management expenses, £1,650 ; jos pr 
tion, £900. A oration site in Hunter Place has been selected. 
The Corporation adopted the scheme. 


Hackney.—The Vestry bas received letters from several 
electrical firms in reference to the eleotric lighting echeme, bat only 
those schemes will be considered which were received in accordance 


with the published advertisement. Mr. A. T. Snell bas offered his 


services in connection with the scheme, and his letter is before the 
Electric Lighting Committee. 


Hampstead.— The question of electric lighting for the 
new workhouse buildings is in the hands of the Works’ Committee. 


Japan.—Of the 42 largest cities in Japan, from Tokio, 
with 1,368,000 population, down to those of 26,090, electric lighting 
— are installed, says Daily Tenders and Contracts, 24 

у. 


Leeds,—The Yorkshire Daily Post says that the York- 
shire House-to-House Electric Supply Company has refused the 
price offered by the Parliamentary Committee of the Leeds Corpora- 
tion for its undertaking. The үс was to give the company 
£210 24 per cent. Redeemable ds Corporation Stock for every 
£100 which may have been properly expended on capital account. 
In view of this refusal it is understood that the Corporation will 
pons with their provisional order, by which they seek power to 

sue 5 per cent. Irredeemable Stock. 


Loadon.—The St. George's Vestry has received a letter 
from the Board of Trade, stating that as the Brush Electric 
Lighting Company had elected to proceed with the works authorised 
by their provisional order of 1892, the Board did not ree its way 
clear to sanction a provisional order, under which the Vestry can 
supply electrical energy. The Vestry resolved to refer the matter to 
the Electric Light and Dust Destructor Committee to consider the 
best aimi of approaching the Board of Trade again in relation to 
the su . 


Lowestoft.—In connection with the proposed combined 
elcctric lighting and destructor scheme, Mr. Hawtayne and the 
surveyor are to preparea plan showing the position of the destructor. 
The Horsfall Furnace Syndicate is to submit drawings, estimate, 
&c., of a 4-cell Horsfall destructor and plant for clinker grinding. 


Lynn.—The Electric Lighting Committee has received 
Prof. Robinson's report on electric lighting, and the Council will 
consider it in committee. There is to be opposition. 


Maidenhead.—The Electric Lighting Committee is to 


engage a consulting engineer to prepare a scheme and report at a fee 
of 75 guineas. 


Maidstone.— The Electric Lighting Committee has 
recommended the Council to consult Mr. Hawtayne, or some other 
expert, as to the best method of carrying out the provisional order. 


Marylebone.— The Vestry last week resolved to proceed 
with the execution of the proposed electric lighting works as soon as 
pu lags the grant of the necessary powers which are now being 
app or. 


Morecambe.—A Local Government Board inquiry was 
held on 9th inst. re application for a loaa for £10,000 for the exten- 
sion of the electric lighting works. The Clerk explained that with 
reference to the recent arbitration case with the old electric light 
company, the Council had been awarded as their share £1,179. 


Newcastle.—At the last City Council meeting, when the 
question of street lighting arose, it was stated that the electric light 
companies had replied to inquiries that the үн for the street lamps 
would be reduced if more lamps were used. It was further stated 
that the City Council pays £42 a year for each lamp, but if they had 
а larger number they could get them for £28 each. It was ocon- 
sidered that if the Oorporation put down municipal works they 
could have them for £14 each. 


North Berwick.—The Town Council has appointed a 
committee to obtain information re electric lighting. 


Perth.—The Sandeman Public Library is to be wired for 
gee lighting, but in the meantime no generating plant is to be 
put down. 


Prestwich.—The District Council is to apply for a 
provisional order. 


Sheffield.—The Sheffield Electric Light Company has 
given notice that after the end of the present month another 1d. will 
be taken off the price of the current, making it 4d. per Board of 
Trade unit. | 

The Corporation’s common seal has been affixed to the agreement 
between the Electric Light Company and the Oorporation respecting 
the transfer of the undertaking. 


Spain.—A central station has just been completed and 
put in operation at Jadraque. Water power is utilised. 
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Sunderland,—A report has been submitted to the Elec- 
trc Lighting Committee by the electrical engineer, showing that 
owing to the increasing demand, the station was becoming incapable 
of supplying all requirements. The present capacity was 745 elec- 
trical H.P. The committee will recommend the Council to apply 
to the Local Government Board for powers for further extensions. 
The amount asked for steam dynamos, switchboards, &c., will be 
£192,728; for the extension of feeders and mains to the Workhouse if 
required, £12,540; making a total of something like £26,000. It was 
decided to ask the Council for leave to borrow £10,000 for immediate 
requirements. 


Taunton.—The new connections during February were 
equivalent to 512 8-O.P. lampe. The Mayor recently stated that 
whereas the expenses of the undertaking had only increased by £178 
during the year, the profit realised had increased by £271 8s. 4d., and 
mg . ing all expenses they had а balance on the year’s working 
o : 


Torquay.—The Corporation electricity works were in- 
augurated yesterday afternoon. 


Wallingford.—The Guardians have abandoned the idea 
of using electric light for the Workhouse. The annual cost 
(200 lights) of electric light was put at £264 16s., gas £199 4s., oil £165. 
Gas is to ba used. 


Walsall.—At the Town Council meeting on Monday, the 
Electric Lighting Committee reported that the number of consumers 
at the end of February was 104. They regretted to report that after 
paying interest on loans and providing sinking fund there was a 

eficiency of £531 178. 7d. This, with the loss of £445 3s. 10d. on 
the previous year's working, made the total deficiency of the under- 
taking up to December 31st last £977 1s. 5d.,and with a view to 
meeting the same the Finance Committee had been requested to in- 
clude in the next rate estimate the sum of £400 in respect thereof. 
The report was adopted. 


Wednesbury.—The Mayor was calling a special Council 
meeting for Wednesday last, to consider the question of providing 
electricity for the town. 


West Ham.—The tenders for the wiring of public 
buildings for the electric light have been referred to the electrical 
engineer to report upon. 


Weston-Super-Mare. — Messrs. Foote & Milne, of 
Victoria Street, London, have written to the District Council 
suggesting that they should transfer their electric lighting provisional 
order. The letter will lie on the table as the Council are intending 
. carrying their order into effect. 


Willesden.—The Electric Light Committee, after con- 
sidering the report of the sub-committee appointed to inspect various 
‘electric lighting stations, has recommended that steps be taken to 
secure the services of an electrical engineer. The appointment will 
not take place until the new Council is elected. 


Winchester.—It is expected that the electric lighting 
station will be completed in two or three month's time. The laying 
of mains has been commenced. 


Withington,—The desirability of arranging terms with 
the Manchester Corporation for the supply of electric light to 
Withington, was considered by the District Council last week, and 
was to come up again at a special meeting to be held yesterday. 


Woking.—The Surveyor reports that the Electric Light 
Company has promised to replace the old lamps in the streets with 
new. 


Yarmouth.—Mr. A. W. Ranken, the Corporation elec- 
trical engineer has given in his resignation to take effect on May 31st. 
The Electric Light Committee has expressed appreciation of Mr. 
RBanken's valuable services. It is рхороюа to adopt the following 
scale of charges for electric motors: Per 1 horse-power motor, up to 
100 units per quarter, 34d. per unit; 100 unite to 300 units, 3d. ; 
300 unite to 5CO unite, 24d. ; over 500 units, 2d. Other siz3 motors 
in proportion. 


ELEOTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Aberdeen.—The Corporation Tramways Bill is being 
opposed by the House Proprietors’ Association. 


Alexandra Palace Electric Railway.—The new electric 
railway at the Alexandra Palace, arrangements for which have been 
progressing during the past three months, is now taking a practical 
form under the supervision of the consulting engineers, Messrs. 
Taylor & Field. The work is being carried out by the Imperial 
Electric and Power Company, who are working in conjunction with 
Messrs. Wandrusska & Oo, of Berlin. The estimate of this, which 
was originally to be £6,000, has had to be materially increased to have 
а double line of rail, and the cost now will reach nearly £10,000. It 
is intended to run the electric cars with the overhead trolley system. 
Each car will seat 60 le, and will be about 40 feet long. The 
are facsimiles of the American pavilion car, and will be fitted wit 
70 horse-power motors. The fare will be 1d., either up or down the 


hill. This will be a great convenience to all visitors to the Palace 

travelling by the Great Northern Railway, the North London Rail- 

way, the South-Eastern Railway, and the London, Chatham and 

Dover Railway to Wood Green station, as well as to visitors going to 

the Palace Gate station on the Great Eastern, and, in fact, the whole 

Bins enormous district includiog Hornsey, Wood Green and 
ottenham. 


Brighton Underground.'"—1In consequence of strong 
opposition on the part of the Brighton Corporation and other local 
interests, the Brighton Underground Railway Billhas been removed 
from thelist of Bills which has been referred for consideration to 
the Committee of the House of Lords. The scheme has been referred 
to in these columns on several occasions. 


Caleutta.—The directors of the Calcutta Tramways 
Company have laid before the Calcutta Corporations & lengthy com- 
munication dealing with their proposals in regard to electric 
traction. 


Coventry.—The Stoke Parish Council has approved of 
the positions of the trolley poles of the Coventry electric tramways. 


Dublin.—The Clontarf section of the electric tramways, 
which we have already described, was to be opened this week. 


Electric Power Distribution.—A third time the 
Wolverhampton Town Council, at their monthly meeting on Monday, 
decided not to admit the Midland Electric Corporation Power Dis- 
tribution, Limited, into the borough. At the meeting in question a 
letter was read from the Board of Trade regarding the provisional 
orler sought by the Electric Corporation. The Town Council had 
refused to grant their permission to the company to enter Wolver- 
hampton, and the company now asked that the consent might be 
dispensed with. The applicants, in their communication to the 
Board of Trade, sabmitted that the Corporations of Wolverhampton 
and Walsall and the Tipton District Council were not entitled to 
withhold their consent unreasonably, and that in this case they 
were doing so. Subsequently Councillor Leir Johnson moved that the 
Council rescind their previous resolution, and assent to the pro- 
motion of the provisional order. Alderman Jackeon seconded the 
resolation, but after considerable discussion it was rejected. 

Mr. J. F. Albright (chairman), Мт. G. L. Addenbrooke (engineer), and 
Mr. A. L. Lowe (secretary), of the Midland Electric Corporation for 
Power Distribution, Limited, were present last week at a special 
meeting of the Wednesbury Town Council held to discuss the scheme. 
It was resolved to consider the whole question at another special 
meeting of the Council in Committee. This was done on Monday 
evening, when, after a long discussion, it was decided that the 
Council should apply for & provisional order themselves in order to 
have the power of supplying electricity in their own hands. 

On Monday, at the meeting of the Walsall Town Council, the Eleotrio 
Lighting Committee reported that the Board of Trade had asked the 
Corporation to state their reasons why the Board should not dispense 
with the consent of the Corporation to the application by the Mid- 
land Electric Oorporation for Power Distribution, Limited, and the 
town clerk has replied that the Council strongly object to the pio- 

of the company to supply electricity within the borough. The 
report of е Oommittee was adopted on the proposition of Councillor 
Brownbill. 

The Tipton District Council has resolved to withdraw its opposi- 
tion to the scheme provided the company will supply electricity 
for lighting in bulk to the Oouncil at 2d. per unit, this to include 
the supply of mains. 


Folkestone.—The Sandgate District Council has been 
informed that the Folkestone Electric Tramways Bill will not be 
proceeded with during the present session. 


` Hartlepool.—On Tuesday last week one of the gnard 
wires broke in Northgate, but no one was injared. 


Hastings.— Last week the Council, meeting in committee, 
passed resolutions favouring the placing of trams in the principal 
thoroughfares, excluding tbe Front Line and Robertson Street. 
The borough engineer is to bring up a is rg as to cost, line of route, 
and other details, and the Council will then probably apply for 
powers under the Light Railways Act. . 


Hendon and Finchley Light Electric Railway.— 
On Saturday last, at the Hampstead Vestry Hall, Mr. Fitzgerald and 
Colonel Boughey, Light Railway Commissioners, resumed an inquiry, 
opened on Friday at Hendon, into the scheme of the Hendon and 
Finchley Districts Light Railways Company. Mr. Vesey Knox, M P., 
for the promoters, at the outset said that the line would serve what 
was practically a remote agricultural district, though within seven 
miles ef О Cross. The line, which would be worked by electric 
traction with overhead wires, would start at Canfield Gardens, 
Hampstead, opposite the Metropolitan Railway station, following the 
main road to Church End, Finchley, while another ran through 
Hendon to the Hendon station of Midland Railway. It was 
seven miles three furl long, a little over a mile of this being in 
the parish of Ham and County of London, seven furlongs in 
the parish of Finchley, and the rest in Hendon. Many of the people 
who lived in that part of this district, which was within six miles of 
Charing Cross, were two miles from the nearest railway stations. The 
service from Finchley to Hampstead would be one car in 15 minutes, 
and from Hendon one in 10, making a service of one car in sia 
minutes through Hampstead. Evidence in support of the schema 
was given by Sir Douglas Fox and Mr. Wragg, the engineers, Mr. 
J. T. Firbank, M. P., and Mr. W. M. Murphy, the promoters, Mr. 
Hearne, chairman of the Hendon District Council, and others. There 
was opposition from the Hampstead Vestry, the L. O. O., and the 
Middlesex County Council The inquiry was adjourned. | 
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Leith.—It is stated that a hitch has occurred in connec- 
tion with the purchase of the tramway пазена ш Leith. The 
lessees are described in the draft lease as Messrs. Dick, Kerr & Oo., 
and the Edinburgh and District Tramway Company. It has been 
discovered tbat the Edinburgh and District Tramway Company are 
not licensed lessees, not having got sanction from the Board of Trade. 
Until this matter is rectified, negotiations for the purchase in Leith 
will be practically at a standstill. 


Norwich.—In the House of Commons on Monday night 
the mn Electric Tramways Bill was read a second time and 
committed. 


Orme's Head.—The Llandudno Council, and the 
promoters of the Orme's Head Tramway, have agreed upon terms 
whereby the Council shall have the option of purchase in 28 years, 
on а return at the rate of 4} per cent. on total capital invested in 
the undertaking. 


 Paisley.—The Paisley Tramways Company recently 
entered into an sgreement with the British Electric Traction Com- 
pany for taking over the tramways and working them electrically. 
The British Electric Traction Company has now laid a comprehen- 
sive proposal before the Town Council regarding the scheme. Con- 
ditional on the Council granting the company a lease of the streets of 
the burgh for a period of 28 years, it will undertake to put down aud 
work an overhrad trolley system, to extend from Paisley Cross west- 
ward to Johnstone, southward to Potterhill, northward to Renfrew, 
and eastward to join with the outlyiog extremity of the Glaszow 
tramways. A Committee of the Council has instructed Mr. Teague, 
electrical engineer to the Corporation, to make inquiries at towns 
which have adopted the trolley system, and report to the Council in 
committee. Should the Town Council e to the agreement, 
Parliamentary sanction would require to be obtained, and power will 
be asked to acquire property in narrow streets through which the 
tramways may run. 


The Proposed City aud Brixton Electric Railway.— 
The engineers have prepared, for the information of Parliament, 
detailed estimates of the cost of carrying out this scheme. "The pro- 
posed line, which will ruu from a junction with the City and South 
London Railway, under the High Street, Borough, to Brixton Hill, 
is estimated to cost in the aggregate £818,040, of which the railway 
will cost £786,415, the cost of wideniog the City and South London 
Railway, in order to accommodate the traffic, £21,725, and the pro- 
pore subway to the Oval station cf the City and South London 

ilway 46,900. The line will be three miles five farlongs in length, 
and will be constructed in every respect similar to the City and South 
London Railway, which it is proposed to purchase from the point 
where the new line will join it to ite termination in King William 
Street. The capital of the company is proposed, eays the Financial 
Fress, to be fixed at £1,200,000, with the right to raise a further 
£400,000 by the issue of debenture stcck. The engineers will be Sir 
Benjamin Baker, Mr. David Hay, and Mr. B. Mott. It is stated that 
the prospectus of this compauy will shortly be before the public 
under the title of the City and Brixton Electric Railway Company. 


Yarmouth.—The solicitors to the Yarmouth and 
Gorleston Tramways Company have written to the Town Council as 
follows :—‘ Under the Yarmouth and Gorleston Tramways Exten- 
sion Provisional Order Confirmation Act, 1697, the company, as you 
are aware, are empowered to construct the extension of their line 
thereby authorised, and to work the entire traffic by electrical power. 
With a view to give the tly qnibns servioe which this modern 
method of traction would permit, the company are prepared to carry 
out the powers of the Act at an early date; but as there does not 
appear at pre:ent any probability of the necessary current supplied 
by the Council on the west side of the river, it seems that the com- 
pany themselves will have to provide it, and in that case the com- 
pany would be willing to erect a generating station, capable of sup- 
plying not only the requisite power for working their tramway, but, 
also to provide current for lighting purposes on that side of tbe river, 
should the Council desire them to do во, on terms to be agreed.” 
The company proposes to «шр? the overhead trolley, and suggests 
a meeting with the Council to explain the proposals fully. The 
Electric Light Committee has asked the Company to submit written 
particulars of the proposals. 


TELEGRAPH AND TELEPHONE NOTES. 


The African Traus-Continental Telegraphs, — A 
Reater despatch says that the British Central Africa Gazette reports 
that telegraphic communication between Zomba and Kota Kota was 
opened on December 10th. The actual construction of the line is 
now 60 miles north of Kota Kota, and holes have been dug 84 miles 
beyond that place. Ав Ko'a Kota was practically only opened up 
to European occupation on the death of the late Jumbe in 1894, it 
will be seen what great progress the country has made during tbe 
Jast three years. There is some idea cf constructing a branch line from 
Kota Kota to Fort Alston. In view of the present trcubles in 
northern Rhodesia, this would be of immense advantage. The 
telegraph staff at Blantyre has set up a telephone system there, and 
it is stated that a connection will shortly be made with Zomba, 
Towards the end of December there was an interruption on the 
telegraph line between Zomba and Fort Johnston. Mr. Kennedy, 
who went out t5 effect repairs, found that the breakdown was due to 


the fact that a native had built his hut directly under the wire, and 
when the hut accidently caught fire, the wire was softened and broke 
with the strain. The Acting Commissioner has now issued instruc- 
tions to all the districts through which the line passes that natives 
should be advised not to build their huts within at least 10 yards of 
the telegraph track. The natives of Central Africa occasionally use 
the telegraph to send messages to each other in their own language. 


Canada-Australia Proposed Cable.—In the House of 
Commozs last Monday Mr. R. G. Webster asked the Secretary of 
State for the Colonies whether any further steps had been taken in 
regard to establishing a direct cable communication betwixt the 
Dominion of Canada and Australia, and if any pap2re would be laid 
upon the table on that subject. Mr. Chamberlain, in reply, said that 
the question was still under consideration, and no papers could then 
be laid. 


Delays in Australian Telegrams.—In the Australian 


pers of last month, just to hand, we learn that on February 2nd, ' 


the following official message was received from Adelaide: Port 
Darwin line interrupted between Ooduadatta and Charlotte Waters. 
Line between Pertk and Roebuck Bay working badly, and little 
prospect getting business that way.” In consideration of the fact, 
which we have frequently pointed out, that there are only the two 
lines above referred to by which telegrams to Europe can be trans- 
mitted, the “prospect” of getting business through at all is none 
of the brightest. i 


Pacific Cable.—The Committee of the British Empire 
League, sitting at Ottawa on 116} inst., discussed the Pacific cable 
question, and a proposal was made for the creation of а trust under 
the £uthority of the several Governments concerned, with power to 
raise funds to establish and operate the lice. 


South American Cable Taxes.—According t» the 
Financial News there seems to have been considerable discontent in 
the mercantile community in Brazil & the heavy tax which is placed 
by the Argentine Government on telegrams in transit from Brazil, 
vid Buenos Ayres, to the west coast of South America. It has now 
been strongly urged upon the Brasilian Government that some 
retaliatory measures should be adopted, such as the placing of a 
heavy tax upon telegrams to or from the Argentine Republic. There 
is, of course, another way of meetiog the difficulty—namely, the 
establishment of direct telegraphic communication across the 
continent from Rio de Janeiro to the west coast, without the detour 
through the Argentine Republic. But this is obviously an expensive 
expedient, and the other is being more strongly pressed upon the 
Brazilian Government. - 


The Telegraph Wire Export Trade.— February proved 


to be a fairly active month in the export trade of this country in 


telegraph wire and apparatus connected therewith. The exports for 
the month reached a total value of £75,276, as compared with only 
£37,923 in January last, and only £43,710 in the corresponding 
month of 1897. So far as the year has gone it shows a slight 
improvement over last year, but is still much below the activity 
recorded in the early months of 1896, the respective figures for the 
two months being, 1898, £113,205; 1897, £105,880, and 1896, 
£167,064. 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired. 
Brest-Bt. Pierre (Anglo, 1869) April Gch, 1893 .. - 
West Indies— 
Bt. Oroix-Trinidad oes Nov. 90th, 1896 eee see 
Paramaribo-Osyenne ... Jan. 27th, 1898  ... - 
Amason Company's cable— 
Parintins-Itacatiara ... May 5th, 1896 ... eo 
Obidos-Parintins eee Dec. 7th, 1896 [LIN [III 
Cable beyond Obidos ... March 9th, 1898. ... гек 
Oyprue-Latakia eee СІІ) Feb. 10th, 1898 000 eae 
Aden-Zavzibar ove .. Feb. 28th, 1898 ... March 4th, 1898. 
LANDLINES, 
Trans-Oontine 
yond e DS line be) March 12th, 1896 000 000 
Cartagena-Barranquilla — ... July 4th, 1896 ... ове 
Majunga-Tananarive .. Feb. 28th, 1898  ... March 6th, 1898. 
5 бу ... March 15th, 1898 ... к 
Saigon-Bangkok ... io 44i 2nd, 1898 ... March 3rd, 1898. 
j ñ ET xe Ld 7th, 1898 ... „ 7th, 1898. 
t E sae ‘a 9th, 1893 ... » 12th,1898. 
5 i ie ... » 12th, 1898 .. „ 13th, 1898. 
‘i ü a .. y.  14th,1898 ... „ 15th, 1898. 
19 LET 000 * os "n 15th, 1898 [EI see 
B>linao-Manila-Laminos ... „ 9th, 1898 ... ‘ 


Indo-European line . „ 10, 1898 ... March 11th, 1898. 


The Telephone Service.—1t is announced that at the 
annual meeting of the Association of Municipal Corporations to be 
beld at the Guildhall on Saturday, 26th inst., the City Solicitor will 
move: “That it is undesirable that the jurisdiction of local authorities 
over telephone companies should bs» curtailed or interfered with by 
the undue exercice by Her Majesty's Postmaster-General of his rights 
or privileges under the Telegraph Acts; and that a representation to 
tbis effect be made to Her Majesty's Government." 

The Portsmouth Chamber of Commerce is persuading its local 
Members of Parliament to support the movement in the House of 
Commons to ups:t the present arrangement between the National 
Company and the Post Office. 

The London County Council has before it a report of the 
Highways Committee with reference to the Natio Telephone 


a 
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Company's underground works. During last year the Council 
oonsented, subject to certain conditions, to the placing under- 
ground of the company's system in connection with 14 exchange 
stations. These conditions were to be embodied in an agree- 
ment, but the Highways Committee, having given careful considera- 
tion to the t agreement, have come to the conclusion that 
additional conditions ought now to be inserted to provide - (1) that 
the company should psy а rent in consideration of its user of the 
pubis streets, and (2) that the present charges to subscribers should 
redaced to amounts which in the opinion of the Council's engineer 
would, iu the event of the Council establishing an independent tele- 
phone service for London, amply repay expenses aud, as the system 
was extended, might possibly bə reduced by 16 or 20 per cent. A 
draft agreement embodying these provisions has been submitted to 
the company, who in a letter to the Council have pointed out that, 
with referencs to the first proposal, the company has to obtain the 
consent not only of the Council, but of the road authority, which 
latter may impose conditions, and that the company cannot be ex- 
pected to make payments both to the Council and to the road 
authorities in respect of wayleaves under the streets, and, further, 
that such requirements are inconsistent with the demand for a 
cheaper telephone service. As regards the second proposal the com- 
pany declines to discuss it, but is prepared to consent, as it has done 
in the case of some provincial towns and cities, not to increase the 
present tariff of charges. The Highways Committee think there is 
some force in the company’s representation with reference to the 
ble effect of the first proposal, and they state they have re- 
uctantly decided, should the Council approve, not to press for the 
clause to be inserted in the agreement. As the second point, 
they are of opinion that it is advisable in the interests of the in- 
habitants of London tbat the principle should be insisted upon. 
They will accordingly ask the Council to insist on the retention of 
this clause in the agreement. The echedale attached to the clause 
sets out the tariff proposed by the Council. The charges are to be— 
on a five years’ agreement, for first connection £12 a year, second and 
additional connections £10, and private houses £8 a [= on & yearly 
agreement, first connection £15 a year, second an additional con- 
nections £12-£10, and private houses £10 a year. These tariffs are to 
apply to an area of 609 square miles, which comprises the towns of 
Dartford, Redhill, Croydon, Epsom, Richmond and Kingston on the 
south of the Thames; and Tilbury, Woodford, Romford, Epping, 
West Ham, Harrow, Ealing and Hampton Court on the north. 

The Bootle Town Council will support the proposals of the New 

Mutual Telephone per eee 
The Brierley Hill and Colwyn Bay District Council also support the 
company’s proposals. 

Western and Brazilian Telegraph.—oney says that 
some idea of a possibly impending arrangement between the Western 
and Brazilian Telegraph and the Direct West India Cable Company 
was mooted in the market last week, with the result that Western 
and Brazilian ordinary shares have been put up. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Belgium.—March 30th. Tenders are beiog invited by 
the municipal authorities of Ghent for the supply and erection, &c., 
of a complete installation for the electric lighting of the town dock. 
Particulars may be obtained from, and ten to be sent to, 1 Hotel 
de Ville, Ghent, Belgium. 


Belgium.—April lst. The Municipal Authorities of 
к, ате sable аа for а pergere ue supply of 

ectrical energy e town for public and priv g purposes 
during & period of 30 years. Particulars may be had from, and 
tenders to be sent to, the College des Bourgmestre et Echevins, 
Beraing, Belgium. 


Blackpool.—March 22nd. The Corporation wants tenders 


for a tubular boiler, superheaters, condensers, rectifiers, boosters, 
transformers, lead-co cables, arc lamps and pillars. Borough 
electrical engineer, Mr. R. C. Quin. See our Official Notices” 
February 25th. 


Bourhemouth.—The Corporation wants tenders for the 
electric lighting of the pier and реш grounds. Particulars re 
plant, &с., are те: in our “Official Notices" this week. Borough 
engineer, Mr. F. W. Lacey. 

Bournemouth.—April 4th. The Co 
tenders for motor vehicles for the collection of 
Borongh engineer, Mr. F. W. Lacey. 
week. 


Darwen.—March 28th. The Corporation wants tenders 
for the supply of steam engine and dynamos, piping, accumulators, 
1 тїк; mains, arc lamps, pillars, &c. See our “ Official Notices” 

ch il 


Derby.—March 24th. The Corporation wants tenders 


for the electric wiring of the Lunatic Asylum and premises at Row- 
ditch. See our “ Official Notices" March 4th. 


Derby.—April 12th. The Corporation wants tenders for 
the electric wiring of its Ford Street yard and premises. See our 
"Official Notices” this week. 


ration wants 
ouse refuse, &c. 
Bee our Official Notices” this 


Devizes.—March 21st. Tenders are wanted for the 
supply and delivery of two 40-kw. continnous current belt-driven 
nene for the Wilts County Asylum, Devises. Engineers, Messrs. 

assey & Allpress, 25, Queen Anne's Gate, Westminster. See our 
*" Official Notices March 4th. | | 


Edinburgh.—March 22nd. The Council wants tenders 
for the additions and extensions to the electric lighting at the City 
Chambers. See our “ Official Notices " March 11th, for particulars. 


France.—March 30th. Tenders are being invited by 
the municipal authorities of Paris for the supply of the electrical 
conductors, required in connection with the с ligh of the 
Square Vaugirard. Particulars may be had on application, and 
tenders to be sent, to l'Hotel de Ville, Paris. 


France.—March 31st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond (Loire) for the concession 
for the lighting of the public streets of the town, either by gas or 
electricity. Particulars Eo: end tenders to be sent to, Та Mairie de 
Baint Chamond (Loire). 


Hampstead.—March 31st. The V wants tenders 
for the supply and erection of one or two steam alternators, switch- 
board , two induced draught wet back boilers, feed water 
heater, steam and exhaust pipes, feed pumps, 50 kw. exciter, and а 
feed water softener. See our "Official Notices” this week for fall 
particulars. 


Leyton.—April 4th. The District Council wants tenders 
for the supply of two d ов, one transformer, two gas engines and 
connections, and switch for extension of the electricity works. 
Electrical engineer, Mr. Н. О. Bishop. See our “ Official Notices.” 


Plymouth.—March 28rd. The Corporation wants tenders 
for the supply of alternating current meters for the year ending 
March 31st, 1899. Particulars from Mr. J. Н. Rider, Borough elec- 
trical engineer, Kast Street, Plymouth. 


Spain.—March 21st. The Municipal Authorities of 
Santona (province of Santander) are inviting tenders for the con- 
cession for the electric lighting of the public streets of the town 
during a period of 20 years. Tenders to be sent to El Secretario del 
Ayuntamiento de Santona (Santander) from whence full 
may be obtained. 


Spain.— March 29th. Tenders are being invited by the 
municipal authorities of the town of Zafra (Badajoz province) for 
the concession for the electric lighting of the public streets durin 
& period of 20 у= Particulars and conditions may be ob 
from, and tenders to be sent to, El Secretario del Ayuntamiento 
de Zafra (Badajoz), Spain. 


being invited, says the Contract Recorder, b 
authorities of Fribourg, Switzsrland, until Ap 

rojected electricity generating station to be established at, Hauterine. 
Water-power is to be utilised, and the station will have a capacity of 
about 6,000 H.P. A premium of £120 will be awarded to the three 
schemes submitted which are considered to be the best. Plans and 
estimates are to be sent to the De ment des Travaux Pablics, 
Fribourg, Switzerland, from whence fall particulars of the competition 
may be obtained. 


The War Office.— April 27th. The Secretary of State 

шө toc the supply ot portable clastic ысы ilgt ap iratus. 

с . 

Particulars from the Director of Army Contracts, War Okee, Pali 
Mall, S.W. See our Official Notices” February 4th. 


Victoria.—March 21st. The Telegraph Department of 
the Victorian Government Hallways is inviting tenders toe Sae риу 
of alternating current transformers and one main switch 
Tenders to the Telegraph Superintendent's Office, Spencer Street, 
Melbourne. 

Victoria,—Jane 24th. The Council of the city of 
the supply. aud ection of buildings, boiler engine, dynamas a 

: с 
. arc lamps, poles; 1 e plant 
for three years. See our Official otices " March 11th. 


Plans and estimates are 
the Government 
30th next, for a 


OLOSED. 


London, E.C.—The Court of Common Council has ac- 
cepted the tender of Messrs. Ashwell and Nesbit for £145 9s. for 
installing the electric light in certain rooms in the Guildhall Libeary. 


Newport.—The Council has accepted the tender of 
Messers. W. T. Glover & Co. for £4,288 19. 4d. for cables and under- 
ground work required for the extension of the electric lighting of the 
borough. The tender of the Electric Oonstruction Company, 
Limited, at £661 for transformers, and that of Messrs. G. Smith 
and Co., Limited, Glasgow, for 30 arc lamps at £325 have also been 
accepted. 


Portsmouth.—Mr. T. W. Quick’s tender for the exten- 


sion of the electric light station at £4,198 has been accepted by the 
Council Other tenders have aiso been acoepted for additional plant, 


inoluding boilers, feed pumps, &c. | 
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FORTHCOMING EVENTS. 


1898. 


Friday, March 18th.—State visit to the Northampton Ins'itute for 
the purpose of inspecting it and formally declaring it 


open. 
Ssturday, March 19th.—E. E. Students’ visit to the works of Messrs. 
Easton, Anderson and Goolden, Limited, Erith. 
Monday, Merch 21st, at 8 p.m.—Society of Arts. Prof. W. Noel 
Hartley, F. RS, on the “Thermo-Chemistry of the 
rs Process," Lecture II. (Lecture III., March 
Yorkshire College Engineering Scciety. Annual general 
meeting. 
Daviz>s electrical plant tenders. (Wilts County Asylum.) 
Tuesday, мк. 22nd.—Blackpool Corporation electrical plant 
ers. 


Edinburgh electric lighting extensions tenders. 

At 8 p.m.—The Institution of Civil Engineers (ordinary 
meeting). Further discussion on Calcium Carbide 
and Acetylene,” by Henry Fowler, Ass: c. M. Inst. C. . 

Wednesday, March 23rd.—Plymouth Corporation electric meter 

tenders. 

Thursday, March 24th, at 8 p.m.—The Institution of Electrical Engi- 
neers. ‘Cost of Generation and Distribution of Elec- 
trical Energy," by R. Hammond, member. 

At 3 p.m. — Royal Institution. Prof. J. A. Fleming's 
fourth lecture, Recent Researches in Magnetism and 
Dia-maguetism.“ (Lecture V., March 31st.) 

Derby Asylum wiring tenders. 

Friday, March 25th, at 8 p.m.— The Institution of Civil Engineers 
(students’ meeting). “Internal Governor Friction,” 
by H. О. Enrich, Stud.Inst.C E. 

At 5 p.m.— Physical Society at the rooms of the Chemical 
Society, Burlington House. (1) "On vhe Circulation 
of the Residual G 15eous Matter in a Crookes Tube,“ by 
Mr. A. A. Campbell Swinton. (2) “Ол some Improve- 
ments in the Roberts Austin R:cordiog Pyrometer, 
and Notes on Thermo-electric Pyrometers,” by Mr. A. 
Stansfield. 

At 8 p m.—Electro-Harmonic Society. Smoking Concert at 
St. Jame»'s Hall Restaurant. 

Wednesday, March 30th, at 8 p.m.—Society of Arts. Prof S. P. 
Thompson, on Telegraphy Across Space." Mr. J. W. 
Swan, F. R. S., will preside. 

Royal United Service Institution. Captain J. ЇЧ. C. Ken- 
nedy on Wireless Telegraphy." 


NOTES. 


Obituary — Our readers will have heard with regret of 
the death of Sir Henry Bessemer, which occurred on Tuesday 
evening at his residence at Denmark Hill. Sir Henry was in his 
86th year, he being born at Chariton, Hertfordshire, in 1818. 
His name will ever be remembered in connection with his 
process for the conversion of cast-iron into cheap steel, and the 
great difficulties he encountered in introducing his process are 
well-known matters of history. Wednesday’s Times contains 
an interesting two-column notice of Sir Henry's lite. 
The first recognition of Bessemer’s work came from the 
Institution of Civil Engineers, in the shape of the 
gold Telford medal in 1859. In 1871—78 he was 
president of the lron and Steel Institute, and founded 
a gold medal to be given annually for the most impor- 
tant improvement of the year in the manufacture of 
iron or steel. The Society of Arta awarded him the Albert 
gold medal in 1872, and in 1877 the Civil Eagineers made 
him a member of their body, at the same time presenting 
him with the first Howard quinquennial prize. Tuo years 
latet he became a Fellow of the Royal Society, and received 
the honour of knighthood, while in 1880 he was presented 
with the freedom of the City of London. From abroad he 

ed many honours. He was offered the Grand Cross of 
the ion of Honour, but, as permission to wear it was 
refused, he had to be content with a large gold medal given 
him by Napoleon III. He was an honorary member of the 
Iron and Steel Board of Sweden, a freeman of the City of 
Hamburg, an honorary member and gold medalist of the 
Society of Arts and Manufacturers of Berlin, and a Grand 
Cross of the Order of H.I.M. Francis Joseph of Austria. 
It will be remembered that Lady Bessemer died last year. 

Mr. Main, a native of Aberdeen, whose untimely end 
we &nnounced in our last issue, was best known to the 


electrical! world as the inventor of the arc lamp known 
as the Fyfe-Main. This lamp he patented in 1881 in 
conjunction with Mr. A. L. Fyfe, and it appeared about 
the time when the early fever for electric lighting was 
at ita height. A sum was offered for the patent which would 
have been a small fortune for the owners, but, anfortunately, 
a hitch occarred in the negotiations, the ош femel 
and Mr. Main never received anything for his valuable 
invention, except the ordinary manufacturers’ profits for the 
lamps he made in his own small workshop. For the 17 
years preceding the invention of the Jablochkoff candle, the 
Serrin lamp was the only lamp capable of giving a decentl 
steady arc light, but its mechanism was too complicated, an 
its working not quite steady enough for public lighting. Mr. 
Main unconsciously designed his lamp on the same general 
principles as the Serrin, but he immensely simplified the 
mechanism by lifting the feeding train bodily when the arc 
was made, and thereby doing away with the parallel motion 
iu the Serrin. The Fyfe-Main lamp is in use for lighting 
the leading newspaper offices in London, including the Daily 
Telegraph, Standard, and Daily News, and also in the brilliant 
example of street lighting at Electric Avenue, Brixton. 
Auyone who has seen this lamp will admit that it is one of 
the steadiest and most reliable lamps in use. Mr. Main 
combined great inventive and mechanical skill with a sort 
of intuitive knowledge of the principles underlying his 
mechanical creations. Не was the ideal man for the in- 
ventor with an idea and an insufficiency of mechanical 
skill to translate his idea into practice, and many well 
known men have owed much of their success to his valuable 
assistance. ne of Mr. Main’s recent patents is a revolving 
gas lamp for advertising and show purposes. The large 
glass case surrounding the gas jets is slowly revolved by the 
action of the heated air upon a light fan or turbine mounted 
in the frame above the gas jets. Simple as this problem may 
seem, it appears to have never been practically solved till 
Mr. Main, after much trial and many failures, made it a com- 
plete practical success. Mr. Main's etimate of his own 
abilities was too modest to allow him to advertise himself, 
but his sterling qualities were known and appreciated by his 
intimate friends. 


— M — 


The International Ohm.—The Zlekirotechnische Zei- 
schrift tates that in view of the impending publication of 
the Bill concerning electrical units of measurement, the 
German Imperial Post Office authorities have resolved to 
introduce the ohm in place of the Siemens unit. In future 
al new apparatus and measuring instruments will be 
standardised in ohms. Existing curved handled rheottats 
and resistances used in connection therewith will at once be 
regauged, whilst other apparatus and instruments will be 
similarly dealt with on being sent to the «workshops for 
repairs as occasion may arise. Statements of resistances in 
official reports will in future always be expreased in ohms. 


— — ——— 


Mean Horizontal Candle-Power.— The mean horizontal 
candle- power of an incandescent lamp is usually taken as the 
measure of the light emitted. This, says New York Elec- 
tricity, is perhaps the best measurement to take, but with 
certain of the new types of filaments will have to be replaced 
by the mean spherical candle-power. The mean horizontal 
candle-power can be obtained either by the laborions method 
of taking a large number of readings at different angles, or 
by spinning the lamp so as to obtain optically the mean 
candle-power. There have been doubte, though, on this 
spinning process as to whether it will give accurate results. 
Deformation of the filament, due to centrifugal force, would 
be the most likely cause of error, if any. Mr. C. P. Matthews 
contributes an article on thia subject to & recent number 
of the Physical Review. His experiments were carried out 
at the Purdue Univeraity, and show conclusively that no such 
error exists. Thus the whirling lamp gave a mean horizontal 
candle-power of 9:649, whilethe figurea obtained by plotting 
the series of readings for different angles and integrating 
the curve was 9:655 С.Р. This shows an error of 06 per 
cent, only, which is very well within the limits of photo- 
metric accuracy. à 
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Electrical Energy (Generating Stations and Supply). 
—In the House of Commons on Thursday last week, the 
Earl of Morley moved :— That it is desirable that a Select 
Committee be appointed to join with & committee of the 
House of Commons to consider and report—1. Whether, 
notwithstanding the provisions of Section 12 (1) of the 
Electric Lighting Act, 1882, powers should be given in any 
cases for acquiring land compulsorily for generating stations ; 
and, if so, under what conditions as respects liability for 
nuisance, notices to surrounding owners, aud otherwise. 
2, Whether compulsory powers of acquiring land for 
generating stations, if proper to be given in any case, should 
be given where the proposed site is not within the area of 
supply. 8. Whether, in case of а generating station, how- 
ever acquired, not oeing situate within the area of supply, 
power should be given for the breaking up of streeta between 
the generating station and the boundary of the area of 
supply. 4. Whether powers should be given in any case for 
the supply of electrical energy over an area including districts 
of numerous local authorities, involving plant of exceptional 
dimensions and high voltage; aud, if such powers may 
properly be given, whether апу, and what, conditions 
should be imposed—(a) With respect Фо system and plant, 
and to the construction and location of generating stations, 


in view of the powers of үш conferred upon local 
authorities by Sections 2 and 3 of the Electric Lighting 


Act, 1888 ; (5) with respect to the relations of the promoters 
to other undertakers, and to local authorities within parts of 
the area. 5. Under what conditions (if any) ought powers 
to be conferred upon promoters seeking to supply electrical 
energy to other undertakers and not directly to consumers.” 
The motion was agreed to. 

The House of Commons had tke matter brought before it on 
Monday, and concurred in the House of Lords’ resolution 
referring the question to a Joint Committee of both 
Houses On Tuesday the House of Lords appointed the 
following peers to represent the House on the Joint Com- 
mittee :—Lord Cross, Lord Spenc:r, Lord Kuutsford and 
Lord Monkswell. abe 


- Engineers’ Strike.— With reference to the statement in 
our last issue that the Employers’ Federation had returned 
Messrs. Tangye’s cheque for £500, Sir Richard Tangye 
writes a long letter to the Standard, remarking that the 
statement is wholly misleading, and setting forth the facts of 
the case. We extract the following from his letter :— 


.. . . At the end of January last we were urgently invited to con- 
tribute to the we paar Employers’ Special Fund, on the ground of 
the heavy strain which had been imposed upon the employers in the 
recent struggle. On February 10:h my company contributed the 
sum of £500 to the fund. . So far from being at once” returned, 
the cheque was cashed and paid into the fund, and an acknow- 
е! sent us by the Federation..... under date February 


On February 28th— i.e, 17 days after this acknowledgment— Mr. 
Biggart, the secretary, sent us a binker's draft for £500, with a 
letter, ia which he says: "We have now had an opportunity of 
reporting your contribution of £500 to our Committee. This is the 
first meeting held since your cheque was received." He goes on to 
say his first letter was sent per incuriam, but as it contained the 
distinct statement that he had been desired by his committee to thank 
us, the explanation of this extraordinary discrepancy must be left to 
that gentleman. I should explain that long before we gave our con- 
tribution to the Federation it was well known to every member of that 
body that we were not in sympathy with their policy. This fact we 
expressly stated at an early period of the struggle, and again laid 
stress upon when handing over our cheque. It was, therefore, with 
this knowledge that the Federatien accepted and thanked us for the 
gift we had been invited to make. With their reasons for subsequently 
reversing their own action I am not concerned... . . 


Manchester Explosion.—At 9 p.m. on 9th inst., an 
explosion occurred in the roadway at the junction of 
Withy Grove and Corporation Street, Manchester. A 
portion of the footpath was blown up, some of the flags being 
sent through a shop window. We understand that the 
explosion was due to the ignition of an explosive mixture of 
coal gas in one of the Corporation electric light junction 
boxes, and a 6-inch pipe communicating therewith. The 
mixture was fired, as far as can ibe ascertained, by a spark 
due to the failure of some rubber cables in the pipe about 
200 yards away. No person was hurt, but several panes of 
glass were broken. | 


. Institution of Junior Engineers’ Conversazione.— 


The conversazione of the Institution of Junior Eagineers was 


held on Satarday last, 12th inst., at the Westminster Palace 


Hotel. The gathering was opened by a reception in the 
large hall by the president (Mr. Aspinall), and Mrs. Aspinall, 
and the chairman (Mr. H. Bloomfield Vorley) and Mrs. 
Vorley. An excellent 5 of music was executed in 
the large hall by Mr. i. I. Day’s band, and in the music 
room, the. Poppy Pierrot troupe rendered a selection of 
vocal pieces. Among the numerous items with which the 
company was entertained, were demonstrations by Mr. 
Leslie Miller, on signalling without wires, and some 
instractive and pleasing lecturettes on the Maxim gun by 
Mr. Hiram S. Maxim. Messrs. J. Thornycroft & Co. 
showed in operation, during the evening, a model Thornyoro't 
water tube boiler ; Messrs. Thorn & Hoddle showed acetylene 
gas apparatus, including “ Incanto” generators; Mr. R. J. 
Wallis-Jones (Electric Welding Company) exhibited specimens 
of electric welding work; and Mr. Arthur Rigg showed 
the variable-stroke hydraulic engine, of which he is 
the inventor. Mr. J. A. Prestwich’s cinematograph dis- 
plays were, of course, well received, and good use was mide 
of the electrophone room, where, through the courtesy of 
the Electrophone Company and the National Telephone 
Company, 16 instruments connected to the various theatres 
were available. Thera were also a large number 
of exhibits in the various halls, and we select for mention 
models and photographs of a Babcock & Wilcox land boiler ; 
models of Great Eastern Railway locomotive boiler, and 
parte, ч fuel injector, express engine, paddle steamer, 
&e., by Mr. James Holden; photographs of Lancashire 
and Yorkshire Railway, from the president; Maxim guns, 
projectiles, &c., from Mr. Maxim; stereoscopic figures of 
Spherical catenaries, &c., shown by Prof. A. G. Greenhill 
vice-president) and Mr. T. J. Dewar; also sections, 
rawings, &c., of the Westinghouse electro-pneumatic sig- 
nalliog apparatus, lent by the Westinghouse Brake Company. 
A large number of members and friends were present, and 
an enjoyable evening was spent. 


— 


Accumulator Testing.— The following reached us too 
late for insertion in our ‘ Correspondence” columns: — 
In: reference to * Appak’s’ кш your correspondent 
desires to say that ‘Appak’ has not ' comprehended 
the meaning of the remarks about caloulating weight of 
cells from results of testa on one positive. It is quite 
easy and accurate to calculate the weight of a 17-plate 
cell, given the weight of plates and capacity of a 3- 
plato cel. And also knowing that cells increase in 
capacity per pound as the plates increase in number up 
to a certain limit, aa shown by an interesting curve in 
ELECTRICAL Review of December 10th, 1897. Appak’ 
may not be able to make these calculations, but your corres- 
pondent can, and so can many others. The little iment 
with eight plates suggested by Appak is an ancient on 
and only proves what is well known, $., a 3-plate cel 
has about half the capacity per pound that a 5-plate has— 
a fact which does not at all prove that by taking the results 
of a test on a 8-plate cell we cannot calculate what would 
be the capacity per pound of the 5-plate cell.—YovR 
CORRESPONDENT,’ | | 


The Electric Cab Mishap.—With reference to the 
reported burning of an electric cab at Westminster, ing 
which the daily press, as usual, made such sensational state- 
mente, we learn from Mr. Bersey, of the London Electrical Cab 
Company, that the cab in question was the one which has 
been running for the Dait Graphic for six months, and 
during the whole of that time has only stopped one day 
in order to have fresh rubber tyres put on. What hap- 
pened on Tuesday was, that the insulation on the wires 
running under the body between the motor and the oon- 
trolling switch got rubbed off, and consequently caused a 
short circuit, and some sparking between the wires. This 
went on for some little time, until it affected some of the 
lead connections on the cells, causing them to fuse and melt. 
Immediately this happened, of course everything stopped, 

e 


as there was no longer a connection between 


cella. There was no question of burning, or the cab being 
on fire whatever. We understand that the cab was i 
again on Tuesday night after a delay of only a few hours, 


874 


Buckingham Palace Lighting.—In the Civil Service 
estimates for the coming year, under the heading of Royal 
Palaces, there is an item. of £38,500 for beginning the 
installation of the electric light at Buckingham Palace. 


Lectures.—Mr. George Balfonr, A.I.E.E., delivered an 
illustrated lecture on “Electric Tramways and Railways,” 
in the Gilfillan Hall, Dundee, on 11th inst. A number 
of п councillors were present, and the Lord Provost 
presided. | 

Mr. J. E. Lloyd Barnes, M. I. M. E., was to lecture on 
Wednesday at the Town Hall, Birkenhead, on “ Electric 
T raotion. | | | E 

On 8th inst. the Right Rev. Monsignor Molloy lectured at 
the new theatre of the Leinster Hall, Dublin, on * Wirelees 


Telegraphy." 


Pacific Cable.— Reuter says that the New Zealand 
Government regards as premature the proposal of the 
Eastern Telegrap! oe in the matter of the guarantee, 
and favours the Pacific cable scheme. 


. Forthcoming Marriage.—A marriage has been arranged, 

and will shortly take place, between Mr. J. G. Butcher, Q.C., 
M.P., and Mrs. J. E. H. Gordon, widow of the late Mr. 
J. E. H. Gordon, who was so well known to the electrical 
fraternity all over the world. RP | 


à 3 
. * 


NEW COMPANY REGISTERED. 


teem 


British Automotive Proprietary Syndicate, Limited 
56,357).— Registered March 4th with capital £55,000 in £1 

adopt an agreement with Automotive Syndicate, Limited, and 

to manufacture, sell, and deal in electric, steam, gas, oil, and other 
motors and үм The subscribers (with one share each) are :—T. 
E. Garlick, 17, Basinghall Street, E. C., chartered accountant; M. 
Warren, 17, hall Street, E.C., clerk; W. P. Westell, St. Albans, 
sachs J Dart i Ванды Sor БО. Lade M. Lom 17 
O., ; О. E. А п а i 

clerk; G. Taylor, 60, Road, Brendes , Clerk. Tne ambe 
of directors is not to be than three, nor more than seven. Thesub- 
scribers are to appoint the first, Qualification, £100; remuneration, 


£100 each per annum (£150 for chairman), and а percen of the 
рон Registered by Marshall & 3, Lincoln's Inn Fields, 
OITY NOTES. 


К PROBABLY no com in London engaged in 
Notting Hill шы 


the electric lighting business has shown better 

Electric progress than the Notting Hill Company. For 

Lighting the year 1694 a microscopical dividend of 28. per 
Company. share was paid oh each £10 share; in 1895 this 


: had: advanced to 2 per oent; last year 4 per 
cent. was returned to the ordinary shareholders, and for the year 
1897 & handsome dividend of 0 per cent. has been declared. The 
success of this company is alt the more noteworthy, because it was 
generally held that the district in which its operations were confined 
was one of the least favourable in London for an electric lighting 
concern. 

‚ The following shows the increase in the various accounts for the 
past year :— 


INCREASE. 
* м А 
Capital Output in Working Revenue from 
, expenditure, units, expenses. sale of current, 
£14,079 124,182 | £1,016 ! £2,864 


| | 
The follwing tatlo gives the cost рег unit :— 
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Total capital expendse .. ue £99,105 
Number of units eold see 7 ове eee 854,969 230,787 
Number of lamps connected .. .... — 25,718 
Revenuefromsaleof current... ... £10,280 27,366 
Net revenue өөө өөө [IIl [III £6,854 £4,736 
Average price obtained per unit io 06:94. 27-594. 
Cost of Production. £ Per unit, 1806. 
Coal „ 982 66d. 714. 
Oil, waste, water, and engine room | 198 494, 184. 
Balaries and wages at generating | 485 -83d. 43d. 
station 
Repairs and maintenanoe of build- , ` 
ings, engines, boilers, dynamos, &с. } 648 (ое } 44d. 47d. 
Rent, rates and taxes 129 094. — 
Manegem » directors' re- 
e p^ managing 
dee end pouting, mem] [^ 078 1:844. 1694. 
establishment charges, auditors, 
law charges and insurance 
Depreciation of buildings and plant M — "on 
account ..  .. 1% #5 oo | 
Renewal fund асоопп%.. ae ss S p me. = 
| Total 24,358 9-95d. 348d. 
Average prioe 
obteined 
| Revenue. £ s. d. per unit, 
By sale of current 10,280 0 0 6:94. 
Meter rents, &c. .. 519 00 — 
Supply of steam .. == == 
Transfer fees 96 0 0 — 
Total £10,785 0 0 694. 


Total cost per unit (exclusive of depreciation and renewal ac- 
counts), 2:954. ; works’ cost, 1°52d. 


Tus principal features of the year’s work are 

St. James’s already familiar to our readers, but a closer 

and Pall Mall examinatioa of the accounts reveals one or two 

Electric Lighting interesting points. The capital expenditure has 

Company. been increased by a little over £12,000, bnt the 

output has advanced from 2,401,431 to 3,028,242 

units—an increase of 626,811. The items in the cost of production 

are, perhaps, not quite as pleasing as last year, though the total cost 

is slightly less. Repairs and maintenance, during the year have 
been exceptional, and stand at £5,104, against £2,886 for 1896. 

The following table gives the cost per unit :— 


1897. 1896. 

Totalcapitalexpended  ... T" £254,077 £241,328 
Number of units sold о 3,028,242 2,401,431 
Number of lamps connected - 126,827 108,803 
Revenue from sale of current e o £66,876 263,967 
Net revenue ... vis ees ii .. £80,584 £25,339 
Average price obtained per unit 5°26d. 539d. 

Cost of production. £ Per unit. 1896. 
Coll. 6,514 *52d. 504. 
ОП, waste, water and engine room | 93 “07d. ова. 
CTV "49d, 47d. 


Repairs and maintenance of build - Works’ cost А 
ings, engines, boilers, dynamos, &0. | 5.104 1:414, } 404. 294. 

Rent, Hates and tages 2,573 20d. 22d. 

Management expenses, directors’ re- 
munetation, salaries of managing 
engineer, secretary, clerks, 40. 
stationery and ting, general 
establishment charges, suditors, 
law charges, and insurance 

Depreciation of buildings and piant) ны 
account 

Renewal fund account .. 


7,400 


59d. 
Total 220d. 2234. 


Not included in abore. 


Depreciation on plant, buildings, &c. £9,270 
Miscellaneous expenses Sar” cA 112 
| еен pris 
obtain 
Revenue. £ i: «d: per unit, 
By sale of current 66,376 0 0 5˙26d. 
Meter rents, &o. .. 1,529 0 0 — 
Supply of steam .. s i 80 0 0 = 
Other items es oe 0 - 155 0 0 = 
Total £68,140 0.0 6:264. 


Totai cost per unit (exclusive of depreciation and renewal ac- 
counts), 2°20d.; works’ cost, 1:414. : 


— —— = -—- — 
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Wa give the following from the Daily Mail for 


Development what it is worth:—The St. James's and West- 
of Electric minster Electric Lighting Companies are asking 
Lighting in for powers this session to build a joint station on 

London. some land near North Bank, St. John’s Wood: 


It belongs to the Great Oentral Railway, and 
the idea of the companies is to relieve the stations at Oarnaby Street 
and Davies Street. It is understood that the sole object of the 
acquisition is to assist the purposes of the joint companies, and not 
for competition with other electric light concerns, a rumour to which 
effect has been of late current. In two years’ time both the other 
stations would be overloaded, and by then the new station is expected 
to be ready. We should not, however, be surprised to find that an 
assault was intended upon one of the electric lighting companies, 
which has; hitherto endeavoured to have things very much its own 
way. 


Тив report for the year shows steady and 

Kensington substantial progress. The chairman of the com- 
and pany at the annual meeting referred to a feature 
Knightsbridge in the development of the company's business 


Electric that appears to us a most encouraging one. There 
Lighting had been an increase in the number of consumers 
Company. over that of the previous year, although the 


total increase of lampe was not as large as in the 
year 1896. This seems to indicate that electric lighting is extend- 
ing amang the less wealthy class of customer, and this is distinctly 
satisfactory, for it is hardly necessary to point out nowadays that 
the consumer who keeps a small number of lamps burning long hours 
is one to be encouraged. 

The expenditure for the year із а matter of some £22,000, nearly 
£17,000 of which has been spent on imachinery and buildings. The 
increase in the output is 393,633 units, which has been obtained by 
an increase in the total cost of production of £3,216 ; the gross profits, 
however, showed an advance from £34,371 to £41,681, practically 
£7,309. The following table shows the increase :— 


Output. охар е, | Working coste, | Gross profits, 
383,033 units. £91,997 £3,216 | £7,309 
The following table givea the cost per unit :— 
1897. 1896. 
Total capital expended — ... ... £252,102 £239,164 
Number of units sold [ITI eee 1,898,862 — 
Number of lamps connected T 187,955 119,950 
Revenue from sale of current vus £41,681 £34,971 
Net revenue 0 ecc ITI, 814,639 — 
Average price obtained per unit 5*254d. = 
Cost of Production. 4 Per unit. 199. 
Coal AD MR E 5,468 690. — 
Oil, waste, water, and engine room } 909 „12d. -— 
Salaries and wages at generating ) 3,605 46d. — 
Re and maintenan f . ° == 
ve engines, boilers, — 3,21 Tod. 454. 
Rent, rates and taxes .. 2597 _ 83d. — 
Mansgement d Te n: 
roc PM 
es en 
law charges, and insuranoe — 
3 ol риши "e | plant) == — rne 
Wael par account . eo = ** ae 
Total £20,023 2°66d. 
Average price . 
tained 
Bevenue. 8. чм unit, 
By sale of current 41,681 0 0 6°25d. 
Meter rente, &c. .. TES 1929 0 0 — 
Supply of steam .. iis РЕ xs = — 
Tranafer fees is bre 2s ae — = 
Other ite 17 0 0 5 
Total £43,021 0 0 6°24d. 
Total cost per unit (exclusive of depreciation and renewal ac- 


counts), 2:554.; works’ cost, 1:604. 


THERE bas been no abatement of prosperity 


Charing Crosg during the past year, and the Charing Cross Oor- 
and Strand { poration may be now ranked among the soundest 
Electricity of the metropolitan supply companies. 34,078 

Supply additional lamps have been connected to the 

Corporation, mains, an increase of 5377 per cent. on the lamps 

Limited. connected in 1896. The ontput also shows a 


considerable increass upon that of 1896; in fact, 
some 333 per cent, The capital expenditure for the past 12 months 
has been, however, somewhat heavy, being, in fact, £48,166. Of this 
sum, £24,693 has been spent on machinery, £12,017 on mains, and 
£5,806 on buildings, so it may bs taken for granted that the full 
benefit of this additional expenditure has not yet been realised. 
The following table shows the increase :— 


Capital Output in | Cost of ! Increase in 
expenditure. units. production. | gross revenue 
£48,166 671.108 | £6,283 £9,922 


It will be noted that the total cost of production per unit is iden- 
tical with the figures for last year. Although the item for fuel is 
higher than last year, we may expect that, when the system is in 
complete working order, it will be very much reduced. 

The following table gives the cost per unit :— 


1897. 189900. 
Total capital expended... ... £857,770 £809,604 . 
Number of units sold .. ...  .. 2,015,808 1,944,402 
Number of lamps connected ... ... 107,522 73,464 
Revenue from sale of current. £48,027 £38,105 
Net revenue =... .. .. .. 818,907 £15,989 
Average price obtained per unit iis 4:44. 4:694. 
Cost of Production. TX Per unit. 1896. 
. e — 10,349 95d. 7d. 
ОП, waste, water, and engine room | И 997 094. 084. 
e and wages at generating | 5,110. .. 41d. 46d. 
on 


Repairs and maintenanoe of build- a] 


71.72 cost 
ings, engines, boilers, dynamos, &o 2,908 | “| "Sid. 28d. 


Rent, rates and taxes .. $407 *284. "25d. 
Management expenses, directors’ re- 
ion, salari f managing 
с. n; Метке do 1 9,494 *89d. 854. 
stationery and ting, 5 
establishment poer ad auditors, | 
law charges and insuran 
Depreciation of buildings ‘and plant } — zs = 
account 
Renewal fund account . ee p» — = == 
Total 294,725 227d. 227d. 
Average price 
Revenue. £ s дем unit, 
By sale of current .. n è 48027 0 0 44d. 
Meter rents, ёс. ee oe ee eo ` " 083 0 0 эр 
Supply of steam. is S РР = == 
Transfer foes ea TS VR Lo. 1 == — 
Other items "ID 372 0 0 — 
Total £48,881 0 0 444. 
= п" of on and renewal accounts 
2:274. ; d. works” cost doprociati » 


de da жй oo e foe ee ee 

Dover Elec- company to show any beneficial results from the 
tricity Supply supply of electrical energy for the municipal 
Company. tramways. It will be doubtless remembered that 

an agreement exists between this company and 

the Dover Oorporation for the supply of electricity for tramway pur- 
poses, on what are undoubtedly favourable terms, as far as the com- 
pany is concerned. The tramways, however, did not commence to 
to run before September, consequently, one cannot expect that the 
company has yet realised to what extent their position will be im- 
proved. It in significant, however, that the number of units sold has 
increased from 154,200 to 234,074, though the lamps that have been 
added to the circuits, 2,233, are no doubt in a great measure respon- 
sible for the increased consumption. The accounts for 1898 will be 
distinctly interesting, for they will reveal the practical advantages 
that are likely to accrue from the combined supply of electricity for 
lighting and tramway purposes. The following table shows tbe 
increase in capital, working costs, and output:— | | 
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INCREASE. 


Capital Output in Working Revenue from 
expenditure. units. expenses. sale of current. 
£11,932 | 79 874 £802 £2,385 
| | MEN 
The following table gives the cost per unit :— 
1897. 1898. 
Total capital expended ... ..  .. £02,880 £50.904 
Number of units sold e) 05e «. 234,074 154,200 
Number of lamps connected ove 10,187 7,90% 
Revenue from sale of current s. £5,059 £2,674 
Net revenune ... .. . 21,178 = 
Average price obtained per unit к 5°164. 4144. 
` Cost of production. 2 Per unit. 1996. 
xg АС ee is os А ee eo 1631 1°67d. 1 624. 
L] t U L e 
Камы е, water, and engine room 100 16d. 154. 
Salaries and wages at generating | 1,004 1:08d. — 1:434. 
station 


Repairs and maintenance of build- 


Works cost X 
45d. 27d. 
ings, engines, boilers, dynamos, &o. 159 | 2 304. | dn 


Rent, rates and taxes ..  .. —.. ' 115 | “194. 18d. 
Management expenses, directors’ re- 
ые, ааа = managing 
engineer, secre , Clerks, ; ° . 
stationery and {АЛ дра general 731 144. 1-374. 
establishment charges, auditors, 
law charges, and insurance 
Depreciation of buildings and plant mM "T — 
account } 
Renewal fund account .. $2 E = = TE 
Total £4,070 4°17d. 492d. 
Average price 
obtain 
. Revenue, ё 8. d. per nit 
Ву sale of current .. .. .. 5,059 0 0 6:164. 
Meter rents, &o. .. T 114 0 0 = 
Supply of steam .. - T T т = 
Transfer fees oe co ee ee — LS 
Other items eo on eo ee 74 0 0 — 
Total £5,247 0 0 5:164. 


Total cost per unit (exclusive of depreciation and: renewal 
accounts), 4 17d.; works’ cost, 2:301. 


County of London aud Bru. h Provincial Electric 
| Lighting Company, Limited. | 


Tur fourth annual meeting of this company was held on Monday at 
Winchester House, Lord Rathmore preaidin Я 

The CuaiRMAN congratulated the shareholders on the steady pro- 
gress which had been made by the company since their last meeting, 
on the good position in which they stood, and on the encouraging 
prospect which seemed to be ing for them. The net revenue 
for 1697 amounted to £20,875, as against £5,904 in 1896, while the 
groes receipts bad increased from £8,485 to £25,371. A large proportion 
of these receipts arose from profits on investments realised. They had de- 
rived already a substantial profit from their London stations, amount- 
ing to £2,521 from St. Luke's and to £1,281 from Wandsworth. When 
they remembered what exceptional difficulties they experienced in 
the preparatory stages, and bore in mind that their two stations 
were only started for the supply of current during the past year—in 
the case of Bt. Luke's so recently as September last—those earnings 
were on the whole as Jarge as they could reasonably have expected. 
The remainder of the ordinary share capital had been issued, making 
the total of capital paid £509,808, and leavirg £90,000 which fell due 
this year. A substantial premium was received on the second issue 
of the ordinary shares, and tbis was applied to reducing the pre- 
liminary expenses, writing off costs in connection with provisional 
orders, and in increating their reserve fund, which now 
stood at £5,000. The loans against security bad been 
reduced frm £63,600 in 1896 to 229,700. The sundry 
creditors amounted to £58,344, which was nearly all represented 
by plant, mach , and cables, and was more than covered by the 
amount of sundry debtors on the other side of the balance-sheet. As 
to the assets, a further sam of £141,066 had been invested in their 
London di-tricts. The preliminary expenses, which stood in 1895 at 
£18,478, had been reduced from time to time, and now amounted to 
only £8,800. As to their investments, some changes had occurred 
during the year, the most important of which was, that they had 
disposed of their interest in th» Bournemouth station. The sundry 
debtors amounted to £71,545. This was largely in respect of their 
interest in the Bournemouth and district company, and it had now 
nearly all been collected. Their metropolitan stations were those to 
which they looked for their largest profits in the future. They 
retained an interest in the Bournemouth district, represented by 
ordinary shares. In the Dover company they still held practically 
the whole of the ordinary shares, and there seemed to ba a good 
futureibsfore,it. A dividend of 3 per cent. had been paid on the 


ghare oe pee of the Richmond company, and the whole of this divi- 
dend had gone into this company's coffers. The broad policy adopted 
by the company from the first in dealing with electrical supply for 
the County of London had been the establishment of two 
generating stations—one on the north side and one on the south side 
of the river—each capable of meeting the wants not only of its imme- 
diate neighbourhood, but also of supplying the requirements of other 
localities for which they had hoped to obtain lighting orders. At 
the present moment they had by far the largest area of any electric 
lighting company in London. Taeir plan was based on the belief 
that such a policy would be found to be more economical and satie- 
factory than that of setting up smaller generating stations. He 
ventured to suggest to the vestries of the smaller areas of London 
who might be now thinking of embarking on electric lighting schemes 
of their own to ponder whether it might not be wiser to supply their 
wants in that direction by means of established companies—theit 
own, for instance, which, owing to ite larger preparations for business 
and its special technical experience, must be able, presumably, to give 
а more satisfactory supply, and at moderate rates, without any 
material redaction of its jast profits. They had erected a fine station 
in the City Road, adjoining the Regent's Canal, so that the carriage 
of their coal and other material would be cheap and casy. The 
building at St. Luke's was finished, and the plant installed there was 
capable of supplying the equivalent of 80,000 8-candle-power lamps 
connected. They had good ground, he thought, for expecting that 
the demand for electric light in the 86. Luke’s and Olerkenwell 
district would steadily increase. For the eastern portion of Holborn 
the provisional order was confirmed to them in the last session of 
Parliament, and work having been at once commenced, current was 
now avallable, Ав to the western portion of Holborn, and also St. 
Giles-ia-the-Fields, they had secured the consent of the local 
authorities to their application for provisional orders, which now 
awaited the sanction of Parliament. There were several other 
districts on the north side of the Thames and in the Hast-end of 
London, into some of which they had already obtained, while for 
others they were seeking the necessary authority to enter, and all of 
which they would be able to supply for years to come from their station 
in the City Road. So far he been speaking of electric lighting only ; 
but they were confirmed.in theiranticipations of a large demand also in 
those districts fora supply of electrio current for motive power. Special 
mains for the supply of such current had been laid throughout 
principe thoroughfares, and he believed that all preparations had 

en completed, and that that evening the batteries would be charged 
for the service. Their Wandsworth station was completed, and the 
plant now installed there had a capacity of supply more than 
40,000 8-candle lamps power connected, while there was space in 
the building for machinery to supply three times that number. 
From that vast area a very encouraging demand had already sprang 
up; and in Camberwell there was already a considerable demand for 
motive power as well as for electric lighting. The policy involved, 
no doubt, heavy capital expenditure at first and a certain delay in 
obtaining a substantial revenue in return, but they had done with 
large capital expenditure for years to come. They had paid no 
dividend yet on their ordinary shares. When, however, they allotted 
10,000 ordinary £10 shares last December, their market value was 
£15, and they were allotted at par to their ordinary shareholders in 
the proportion of one share for three already held, and this was equal 
to a dividend of about 5 per cent. for the last three years. 

Mr. J. B. BBA1ITHWAITE, jun, seconded the adoption of the report, 
which was adopted. 

A resolution increasing the directors’ remuneration to £2,070 for 
1898 was then carried. 


The Oxford Electric Company, Limited. 


Тнв report of the directors states that the revenue account shows 
a profit for the year of £3,996 17s. 5d., to which has to be added 
£13 178. 6d. (the difference between the receipts from share pras 
and the expenses attending the redemption of the old debentures) 
and £537 7s. 6d., the amount brought forward from last year's account 
making a total of £4,548 2s. 5d. After deducting £202 15s. 2d. on 
account of the expenses attending issue of debenture capital, and 
providing £1,499 1з. 10d. for debenture and loan interest, the 
available balance is £2,846 5s. 5d, which the directors propose to 
appropriate as follows:—£500 to a fund to provide for future 
renewals of machinery and plant, and £2,327 8s. in payment of a 
dividend at the rate of 5 per cent. per annum upon the capital 
(tbe new shares issued in March ranking for dividend, as 
provided by the prospectus, from the average date of payment 
of the instalments thereon), leaving a balance of £18 173. 5d. 
to be carried forward to next year’s account. The £25,000 
of 5 per cent. debentures outstanding at the date of last 
accounts have been redeemed at a bonus of 5 per cent., and replaced 
by an issue of £35,000 debenture stock at 4 per cent. interest. The 
remiums received on a farther issue of 2,000 shares made in March 
texceeded the bonus рчс on the redemption of the debentures by 
£13 17s. 6d., which has been carried to revenue account. The 
expenses attending the issue of the new debentures, including the 
sum of £79 103. which previously stood to the debit of capital 
account, amount to £608 бв. 6d., whereof £202 15s, 2d. had 
debited to the revenue of the year, and the balance carried forward, 
to be liquidated out of the revenue of the next two years. The gross 
receipts have been to some extent affected by & reduction in the 
price of current to consumers as from January ist, 1897, but the 
directors confidently expect that this liberal policy will yield advan- 
tageous results in the near future. Since the last report 2,630 
8-C.P. lamps or the equivalent, have been connected with the 
mains, bringing the total on December 31st last up to the equivalent 
of 21,364 8-C.P. lamps. The plant at the generating station has been 
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increased during the year by a 500-H.P. engine and a boiler of 200-H.P. 
capacity. A new transformer station has also been equipped in Ship 
Street, and two additional transformers connected to the system. 
. A line of 3-inch fron pipes has been laid from the works at Osney to 
a central position in the city, to provide for extensions of the high 
tension feeding system, and to enable the supply to be controlled 
entirely from the works. The cost of these additions to plant and 
extensions bas been provided by the proceeds of the 2,000 shares 
issued during the year. 


Chelsea Electricity Supply Company, Limited. 


Tux directors’ report states that in October, 1897, an issue of 8 000 
ordinary shares of £5 each was made, and was fully subscribed. The 
final instalment on these shaves, due on January let, 1898, has now 
been paid, and a S'ock Exchange quotation for the new issue has 
been applied for. The balance of premium received in 1897 in 
respect of this ієвое, after deducting the expenses of issue, amounts 
to £21,983 53, 6d., and, following the course adopted in the accounts 
of previous years, a portion of this has been applied to the extinction 
of the legal and other extraordinary expenses incurred during the 
year. The balance remaining, £20,851 15:. 5d., has been placed to 
the reserve fund, making the total of that fund £35,717 93. 6d. Tae 
sum cf £2,000 has been added to the renewals and depreciation fund, 
out of the net revenue. Aft:r deducting this amount, and after pay- 
ment of interest on debenture stock (£2,700), there remains a blance 
available for distribution of £11,344 5s. 2d., including £1,526 175. 4d. 
brought forward from last year. 

The directors recommend that this balance shall be applied as 


under :— | А 
E s.d. 
Interim dividend of 6 per cent. per annum on the pre- 
ference shares for the half-year to June 30th, 1897 
(paid Jul Ist, 1897) eee воа eee [11J [EE 900 0 0 
Interim dividend on 26,000 ordinary shares for the 
half-year to June 30th, 1897, at the rate of 5 pe ‚ 
cent. annum (paid July 1st, 1897) ... .. 3,250 0 0 
Di vidend of 6 per cent. per annum on the preference 
shares for the half-year, to December 31st, 1897 ... 900 0 0 
Dividend on 26,000 ordinary shares for the half-ycar 
to December 31st, 1897, at the rate of 7 per cent. 
annum, making a total dividend of 6 per cent. 
от the year ... Ӯ iva " бай .. 4,550 0 0 
Dividend at the rate of 6 per cent. per annum on the 
instalments of £1 per share from the due date of 
the instalment to December 31st, 1897, on the 
new issue of 8,000 shares ... vá 5i Vos 92 1 1 
Balance to be carried to next account ... 1652 4 1 
£11,344 5 2 


The number of lamps connected on December 31st, 1897, was 
96,638, an addition of 16,178 during the year. A large part of the 
capital expenditure has been incurred in the purchase of freehold 
land in Pavilion Road, and building thereon a substantial sub-station, 
in the extension of the new generating station at Alpha Place, and 
also in the purchase of some leasehold property. Considerable 
amounts have also been spent on generating machinery and on mains 
to supply the increase in dem 

At an general meeting, held on February Ind last, 
the shareholders confirmed their approval of a Bill for the compulsory 
pore of certain properties required for the development of the 

usiness. 


. House-to-House Electric Light Supply Company. 


Тнв tenth ordinary general meeting of the shareholders of the above 
арыу чм held on Friday last at Winchester House, Old Broad 
. Henry Raniré Beeton (the chairman) presiding. 

The report and accounts having been taken as read, the CHAIRMAN 
said: Gentlemen, in moving the adoption of the report and accounts, 
I should like to call attention to the fact that the satisfactory fea' ures 
which have characterised the working of our undertaking of late 

ears, have repeated themselves during the past year. Tne extension 
the demand for electricity has continued undiminished, and a 
further reduction in the cost of production has been effected ; so that 
our increased revenue has again been earned without any appreciabie 
addition to our expenditure, and the increase of profit is] than 
in any previous year in the company's history. In regard to the 
fature, the applications so far received from new consumers during 
the current year exceed those received at the corresponding date last 
year, and although the cost of production cannot be indefini‘ely re- 
duced, there is no reason to believe that finality has been reached in 
this particular. In order to obtain the satisfactory results which our 
accounts disclose, we have had to adopt, wherever it was possibl: to 
do so, the best machinery and methods which advancing experience 
bas made available. This is no г: й :ойор upon our system of sapply, 
which, I think, we are justified in regarding as the best suited to a 
district such as ours, but is a necessity iocident to all systems іа the 
earlier of the industry. Already cur works’ cost is nearly as 
low as those of other metropolitan supply companies whose output is 
four and five times larger than ours, while our capital outlay per unit 
of productive power compares most favourable with that of our 
neighbours, notwithstanding that most of them are more favourably 
situated than we are. The credit of this position, of which we 
may jastly be proud, is largely due to the ability and devotion 
of the company’s engineer and manager, Mr. Bowden, to whom 
the thanks of the shareholders are due. The effect, however, 


of the rapid development in the methods of supply and dis- 
tribution during the past eight years in which the foundation 
of our business has been laid, has been that some of our plant has 
been superseded in the process. In these circumstances, our capital 
account has had to suffer somewhat for the benefit of our revenue 
account, and we have frankly recognised in our report that the 
normal provision for depreciation must accordingly be supplemented 
in fature years if our capital is to remain intact when our under- 
taking falls in to the local authority under the purchase clause of our 
provisional order. I am bappy to say, however, that so far as we 
can ascertain our loss of capital from this cause, itis already much 
more than compensated by the value of the will which we pos- 
sess to-day, and that as the value of our will declines with the 
lapse of our concession, such loss can be provided out of revenue 
without any additional burden on profits, owing to the extinction of 
the preliminary expenses which has now been accomplished. Before 
concluding my observations, I should like to call attention to a plan 
which we have recently inaugurated for advancing the popularity of 
the electric light ia our district, which we commend to the notice of 
our consumers and to the emulation of our neighbours. Alone among 
the electric lighting companies in the metropolis to-day, we are pre- 
pared to give householders a limited installation, not only free of all 
initial expense, but free from any additional charge for electricity. 
We believe that when consumers realise that tbey can enjoy the 
electric light without incurring any capital expenditure, and especi- 
ally leasehold consumers whose expenditure would not benefit their 
own property, many will ba disposed to adopt the electric light in 
preference to gas, and as we can make a larger profit on the same 
number of lights in the form of many small installations than in the 
form of fewer large installations, it will pay us to expend the capital 
necessary to extend our business in this way. 
aks A. GERMAINE s:conded the motion, and the report was 
ne retiring directors and auditors having been re-elected, the pro- 
stare re terminated with a vote of thanks to the chairman for 
presiding. 


The Windsor Electrical Iastallation Company, 
Limited. 


The directors’ report states that the business of the company is pro- 
satisfactorily. The number of lamps installed on Decora bet 
3let, 1897, was equivalent to 4,985 of 8 power; since that date 
995 have been added. In the course of the pes new 
eogine, twice the size of the original ones, has added, 
and the storage cell capacity has also been doubled. Extension of 
mains have been made in St. Leonard's Road, Osborne Road, and 
King’s road. The net profit for the year is £1,256 16s. 74d., as shown 
on the net revenue account, No. 4, and out of this sum the directors 
recommend that a dividend of 4 cent., free of’ income-tax, be 
declared on the aperit о ital of the company, the dividend on the 
new shares being calcu from the dates of allotment and call. 
This will absorb £652 7s. 4d., leaving a balance of £604 9з. 34d. to 
carry forward. The directors have now been in office for two years 
without any remuneration whatever, and in view of tbe very satis- 
factory progress of the company, they will, at the general meeting, 
ask the shareholders for a vote on account of their past services. 
Mr. A. W. H. Good resigned his position as secretary of the 
company in the early part of tbe year, and your directors did not 
consider it neces to appoint another permanent secretary, as Mr. 
A. W. Shipley, in addition to being a director of the company, 
kindly accepted the position of managing director, and the 
consider themselves very fortunate in securing his valuable services. 
It is proposed to issue the remaining eapital—£5,000—during the 
current year. The directors recommend that the shares be issued at 
а premium of 2s, 6d. per share, and any shareholders desiring an 
allotment should apply at the company's offices for а form of appli- 
cation. The allotment will be pro rata to existing holdings, bat any 
shareholder not applying within one month of the date of this report 
will be deemed to have renounced his right to an allotment. 
Current is now being supplied at 7d. per unit, but the directors hope 
to reduce the price to 64d. when 8,000 О.Р. lamps or their equivalent 
rie eee This reduction in Windsor is equal to 84. per 1,000 
vet of gas. 


South London Electric Supply Corporatio т. 


Tam first report of the directors, with accounts to December 31st 
last, to be presented to the ordinary general meeting to be held in 


London on Monday, states that the works of the corporation are pro- 


ceeding iu a satisfactory manner. Tae first ваБј ct which claimed 
the board's attention was that of obtaining a suitable site for the 
central station and dust destractor, which, by virtue of an agreement 
with the vestry, had to be approved by that authority. Tais pre- 
sented mach difficulty, and caused unavoidable delay. Tae incon- 
venience was, however, fully compensated for by the ultimate acqui- 
sition of the most favourable site for ths purposes of the corporation 
within the parish of Lambeth. The land is freehold, and cousists of 
three acres on the north-west side of the London, Obatham aud D тег 
Railway, between Loughborough Juaction and Denmark Hill tat ions. 
Possession was obtained at Michaelmas, 1897, when the contractors, 
Manlove, Alliott & C>., Limited, were instructed to proceed with the 
erection of the necessary buildings and dust destructor. Arrat ge- 
ments have been made by which current is being obtained from a 
neighbouring electric supply company, pending the completion of the 
central station, and thus the nucleus of a promising business is beiog 
formed. About t wo and a half months have elapsed sincea portion of the 
mains were made available for a supply of current. The total num- 
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ber of 8-O.P. lamps for which energy has already been applied for 
amounts to 2,659. The whole of the issue of share capital offered last 
March, amounting to £325,000, has been subecribed. This places 
the corporation in a strong financial position, and obviates the 
necessity of curtailing the contracts which at one time appeared 
inevitable. The action of the board in placing the balance of the 
original issue which was not applied for when the corporation was 
brought ont has been somewhat oriticised. The directors are satisfied 
that they acted in the best interests of the corporation, and are con- 
filent their action will be supported by the general body of the 
shareholders. Asso short a time has elapsed since the commence- 
ment of operations, and no electric: supply had b2en made up to the 
end of 1897, the accounts merely take the form of a balance-sheet to 
Dacember 31st, showing the position of the company at that date. 
Mains already laid are shown.on maps which can be seen at the cor- 
poration’s offices, and amount in all to 21 miles laid in about 8 
miles of streets. The necessary machinery and plant is being con- 
structed as rapidly as possible. 


Sheffield Electric Light and Power Company. 


Tum report of the directors for the past year states that the net 
rofit, including a balance of £99 brought forward, is £11,492, which 
t is proposed should be appropriated as follows :—Interest on deben- 
tures, £1,125; in payment of a dividend of 124 per cent., free of 
inoome-tax, £9,464; and carry forward £903. The last issue of shares 
at £2 premium was wholly taken up, and realised a premium of 
£3,792, which was applied to costs of increasing capital, £200; to 
depreciation fund, £1,908, making that £6,643; and to reserve, 
£1,689, bringing that fund up to £2,970. On January 1st, 1897, the 
rice of current was reduced from 6d. to bd. per urit, and an increased 
d bad followed. The amount derived from the sale of 
the current during the five completed years of the company's 
ons were—1898, £3,555; 1894, £4,849; 1895, £6,935; 
1896, £11,258; 1897, £14,319. During the year £19,980 had 
been expended upon machinery, mains, and other appliances, being 
£1,600 more than in the preceding year. In consequence of the diffi- 
oe new machinery from English manufacturers, owing 
to the dispute in the engineering trades, the directors in July last 
notified their inability to accept new customers for attachment before 
Ohristmas. The difficulties are now removed, as new machinery had 
been laid down. At the annual meeting the shareholders be 
asked to approve of an agreement for the sale of their undertakin 
to the tion. The capital expenditure is fixed at £124,472, an 
the Oorporation agrees to pay £220 Sheffield 23 cent. redeemable 
stock, or £213 8s. in cash for each £100 of the capital property 
expended by the company. The sale takes place as from December 


Hastings and St. Leonards Electric Light Company. 


Tum directors’ congratulates the shareholders upon the in- 
business of the company, and points with much satis- 
faction to the fact that the increased income has been obtained at a 


cost has only increased £157. This by con- 
stant ulness of the staff, in the expenditure of fuel, and by 


ying to the Board of „ 


cent. (which will exhaust £1,633 4s.) 
; £800 to be p to reserve, and the balance of £57 


148. to be carried forward. 


Isle of Man Tramways and Electric Power Company, 
тин ta meeting of this company was held at Douglas yesterday 


The directors’ report submitted stated that the balance available 
was £11,155, and recommended dividends at the rates of 6 per cent. 
per annum on the preference and 7 per cent. per annum on the 
ordinary shares. 

Mr. A. Bnucn, chairman of directors, in moving the adoption of 
the report and accounts, said the extension of the electric system from 
Laxey to Ramsey would be open next July, and he anticipated that 
this would be a source of considerable revenue to the company. 

The motion was adopted. 

Mesers. A. Bruce and F. G. Callow, the dica Pared sie were 
re-elected, and Messrs. William Aldred, Son & Co., chester, were 
re-appointed auditors. 


Birmingham Electric Supply Company. 


A MEETING of this company was held last week at Birmingham. 

Mr. BuckrEY, chairman, in proposing the adoption of the report, 
congratulated the shareholders on their receiving, for the first time 
in the history of the company, & 5 per cent. dividend. The pros- 
pects of the future were very hopeful, as was shown by the con- 
tinued increase in the business. During 1895 they supplied 18,199 
lamps; in 1896 the number was 25,876, and last year 39,282. Their 
supply of current in 1895 was 490,000 units, 1896 756,000, and last 
year 1,133,000 unite. Therefore he thought he was justified in 
saying that the company was created for a proper purpose, and that 
there was a field for their operations. By the aid of wall diagrams 
he then showed to the satisfaction of the shareholders how the supply 
of their light was extending not only among manufacturers, but also 
to the residential parts of the city. This increased output had necessi- 
tated enlargement and additional plant at both the Dale End and Water 
Street premises, and he thought that they had reason to look upon the 
future with the greatest satisfaction. With regard to the proposal of 
the Corporation to take over the concern, one of the council com- 
mittees was looking into the matter to see if it was advisable 
to recommend the purchase; and the shareholders would there- 
fore see that it was impossible for him to make any statement on the 
question at present. It would be wrong to the Corporation and 
inimical to the company. Whatever was done, however, would ba 
subject to the approval and ratification of the shareholders. As to 
the increase of capital, the directors would in this case also consult 
the shareholders as tothe time when the new shares should be issued. 
The motion was then adopted. 


Crompton & Co., Limited. 


Wa have received the following circular signed by Mr. John Trotters 
chairman :—" The directors have to inform the shareholders that 
in consequence of certain differences of opinion between themselves 
and Mr. J. F. Albright as to the management of the company’s busi- 
ness, Mr. Albright is relinquishing his position as a managing director, 
and has also informed the board that as soon as may be convenient 
to the company, he is desirous of resigning his position as a director. 
The directors regret that this course should have become necessary. 
To provide for the future management of the company, the directors 
have appointed Mr, F. R. Reeves, the company's secretary, to the 
post of general manager, Mr. R. E. Crompton continuing to superin- 
tend the technical part of the company's business. The directors are 
leased to be able to inform the shareholders that arrangemente bave 
made by which Mr. Albright undertakes for 12 months to give 

the company all advice and information reasonably in his power." 


Stock Exchange Notices.—Application has been made 
to the Stock Exchange Committee to appoint a special settling day 
in and to grant a quotation to—W. T. Henley's Telegraph Works 
Company, Limited—Farther issue of 2,500 ordinary shares. ку 

The Stock Exchange Committee has appointed Wednesday, March 
20rd, a special settling day in County of London and Brush Provincial 
Electric Lighting Company, Limited — Further issue of 10,000 
ordioary shares of £10 each, £2 paid, Nos. 30,001 to 40,000; and has 
ordered to be quoted in the Official List:—County of London and 
Brush Provincial Electric Lighting Company, Limited—Farther issue 
of 10,000 ordinary shares, Nos. 30,001 to 40,000. 


The Direct Spanish Telegraph Company, Limited, 
—'The board has decided to recommend the payment of the dividend 
at the rate of 10 per cent. per annum on the preference shares, and a 
dividend, free of income-tax, at the rate of 4 per cent. per annum 
on e ordinary shares, both for the half-year ended December 31st, 
1897. 


Chelsea Electricity Supply Company, Limited.— 
The annual meeting of this company was held yesterday afternoon, 
at Cadogan Gardens, S.W., for the adoption of the report and accounta 
for 1897. A report will appear in our next isane. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ee March llth, 1898, were £2,269 138. 4d.; corresponding period, 
1897, £2,125 178. 6d.; increase, £133 15s. 8d. 


The City and South London Railway Company.—The receipts for the week end- 
ing March 13th, 1898, were £1,077; week ending March 14th, 1897, £1,081; 
increase, £46; total receipts for half-year, 1898, £11,796; correspond- 
ing period, 1897, £11,806; decrease, £10. 


The Caba Submarine Telegraph Company.—The receipts for the month of 
November were 43, 118, as compared with £4,545 in the corresponding 
month of last year. 


The Dover Corporation Electric Tramways.—The receipts for the week ending 
March 12th, 1898, £100 5s. 9d.; total receipts to March 12th, 1898, 
£1,048 11s. 6d. 


The Dublin United Tramways Company.—The receipts for week ending Friday, 
March 11th, 1498, were £381 4s. 1d,; corresponding week last year, £392 Lls.; 
decrease, £11 6s. lld.; passengers carried, 65,867; corresponding week last 
year, 63,023; aggregate to date, £3,975 18s. 5d. ; aggregate to date last year, 
£4,305 18s. 6d. ; decrease to date, £330 5s. Id.; mileage open, 8 miles. Cars, 
1898, 209 ; 1897, 227. Miles, 1698, 18,887; 1897, 17,865. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
March 18th, 15898, amounted to £1,330; corresponding week last year, 
£1,280; increase, £50. 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending March llth, 1898, after deducting 17 ет cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany, Limited, were £2,906, 
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SHARE LIST OF ELEOTRIOAL COMPANIES. 
TELEGRAPH AND TELEPHONE COMPANIES. 


Dividends for 
issue. RAMA. Share. the last three years. 


$5, Amason Telegrap shares - i 
195,000 Do. do. 536 Debs. Hed. " 
933,960! . „ LAM . e |Btock|£4 98.53 132) 3 96 
3,038,020! do, 6% ы эу мш ы . £4 188. 55 бе| 6 % |1084 1093 
3.088, 0204 Do. do. ee eee oe eee 0 se. ы ee 
Ко B.. а 4 4. Debe, 2nd series, 1906 Ba | I 
44,000 Ohili Г Led., Ros. to eee eee Ф 4 % 4 % 
10,000,C UL Oable БІ) e eee 7 % 7 % 
918, 2971 Do. Do, Sterling 500 year 4% Deb. Stock Red. |Btock| ... е 
224,850 | Consolidated Telep, Оол. ; А Я 14% | 2% 
16,000 Ouba Teleg., Led. [Il] eee eee ee LÀ ee 8 % 8 % 
6,000 Do. 16 Pref. eot eee eee Ф ° 10 10 % 10 % 
13,931 Direet Bpanish m Led. өөө TT] өе ee e 4 96 4 96 4 * 
6,000 Do. do. 10% Cam. Prell. h 6 |10 96 | 10 10 % 
30,000: Do. до. 96 Debs. Мов. 1 to 6,900 7 d 44% 44% 
60,710 | Direct United States Oable, Led. T 24% | 24% ... 
120,000 | Direct West India Cable 4496 Reg. Deb T I 
400,000 | Bs storm Teleg., Ltd., Nos. 1 10489,0999... А 64% | 6% 
000 Do. 6 % Pref. өе 00 eot 6 696 
89,900! Do. 5 % Debs., repay. A A А 5% 5% 
1,902,6151 4% Mort. Red. ә és 4% 4% 
250,000 55 са саша Led. 7% 7% 
аз, А i , 1000, red. ann. 
25,2004) | — ы 3.1 6043, 2,976 to 416 5% | 5% 
100,500 Do. do. Bearer, 1 5% 5% 
wt | (fice aaa Boots African Telog., Ltd., 5 & Mort. Deb. „ 
| 5,001 { 1900 redeem. ann. drgs., Reg. Mos. 1 to 9,943 5% | 5% 
Do. do. - do. to bearer, 2,944 to 5,500 5 * 5 
e eee eee, | К 
s. 
180,227 | Globe Telegraph and Trust, LGG. aes 44% | 44% 
150,000 Do. | те 6% Pref. TT. sos m 9 2 T 
160,000! Do. m age eRe rn 5% | 5% 
97.000 Halifax and Bermyda Cable Co., Ltd., 44% 1st Mort. 
32.000 3 i P, within Nos. 1 to 1,200, Red. н Tn m 
: 1ndo-Bu Telex Е is Е ИЭ A e 
100,000 London Platino- Brasilian „ Led. 6 96 Debs. ... 109 | 6 € 6% 
28,000 | Montevideo Telephone 6% Nos. 1 to 28,000... A 614% га ке 
e$ Lid., 1 to 484,597 LLL 06 eee 5 53% 5196 6 * 64- 
15,000 6 * Oum. Ist Pref. ... ... 26 * | 6 * 
15.000 Do. 6 % Oum. Ind Pref. өө 966 * 6% 
000 Do. 5 96 Non-cum. Ard Proet., 1 to 250,000 515% 596] 5% 
1,389,471! Do. 84 Ере. Btock Red. wr. o3 34% 31% 35% 
171,504 | Oriental es., » Nos. 1 to 171 he 115 [5 .. 
100,000: Pacifie and ‚144.4 % Guar 1 to 014% 4%/ .. 
11,839 | Beuter's 104. .. a РА " "T" ves és 8/5% 5 
3,381 | Submarine Cables e өю „„ „ ne к. 6: 
. 68,000 | United River Pinte Teleph., А ө „ v 4% | ... 
146, X Do. do. 96 Debs. eee ete vee 5 % oes 
15,600 | West African Teleg., Lid., Tet to 39,109... él Yi 4965 | nil 
218, * do. do. % Debs. eee LL) seo 5 % 5% 
64,269 | Western and Brasilian Toleg., Dod. ... -— see bas 3% ' 3% 
$3,129| Do. do. 59% Pref, Ord. sis 5% | 5% 
$3,129 Do. do, do. Def. Ота...  .. 1955. sw 
399,531 Do. do. do. 4 % Deb. Stock Red. T vi: 
88,321 | West India and Panama Toleg., Led. „ „„ | 19j i$| 1% 
Do. do, 6 * Oum. 1st Pref. 106 76 
4,669 Do. do. 6 % Oum. 2nd Pref. 19/69, | 6% 
30,000 ро. 96 Debs. 1 te 1,809 oe | 198 | 5 96 5% 
1, 189,006 Western Union of U. В. Teleg., 7 % 1st Mort. Bonds , $1000, 7 % 796 
160,100: 6 Ster. Bonds. — ' 100 '6 % 6% 
ELECTRICITY SUPPLY COMPANIES. 
30,000 | Obaning Uross and Strand Siecty. Supply . mM ‘ 5,6 6 7 19 м 134 1 
26,000 |* Chelsea — Bupply, I4. Ота, N rrr 5 si еа щі 1 111 a ni ond 
9 [] Os. ees cor m um 
40.500 City Tee, ea Oo., 2 Ond. 40,001 —80,890 xti Hs 7 7 "TAE DN 110 mae al 284 961 
P % 2 | х x 
10,000 do. Certa. es b| ... . |10 % $74— 994 6 — 27 ха 264 
10,000 Ро, do. Nos. 90,001 to 100,000 £2 pd. 10| .. | .. | ... | 134—1 13 — 14 13 
40,000 do, 6% Oum. Pret., 1 to 40,006 10 6 % | 6%| 6% | 17h - 184 | 174— 1830 1:8 | 178 
400,000 Do. 5 % Deb. Stock, (iss. at 4115) all paid ... | 5% | 5%) 54 139 —184 |129 1 As 
30,000 | Jounty of & Brush Prov. B. Leg. Ltd., Ord. 1—30,000 | 10 | ай nil nil | 1 153 143 — 154 153 143 
20.000 Do. do. do. 6% Pref., 40,001— 60,000 10 6 % | 6%| 6 11 163 | 18g— 16} 16 164 
17,400 | Edmundsons Elec. Corp., Ltd, ord. shares 1—17,400  ... 3 i 33— 3 Ig 
10,000 | House-to-House Elec. Light Supply, Ord., 101 to 10,100 5 1—12 11 — 12 ug 113 
10,000 Do. 7% Oum. Pref. ...| 5 112— 12} | 1189—12 11 
49,900 "Metropolitan Léd., 101 to 50,000 w | 10|4%| 59 204— 214 | 20h 213 | 218 21 
12,560 Ord., 50,001 ias. at £2 ow | 20 | .. - . | 20 — 21 $04— 214 213 203 
220,0004 Do. are T А 44% | 44%) ... 117 — 121 7 —191 К 
6,452 Notting Hill Ligh . Led. coe eee eee 10 x 4 6 % 20 — 21 19) — 204xd 204 201 
19,9801|*8t. James & Pall Mall Bloc. Light Oo., Led., Ord., 101-20,058 5 | 78% | 104% | 144% | 184— 194 184 — 194 19 
20,000 Do. do. 7% Praf., 20,061 048898 | 5/7% | 795, 7 * 10 — 11 10; — 11 та es 
‚000 Do. do. 4% Deb Red. Боо .. |... | 4 91107 —110  |17 —112 a ae 
43,341 | South London Electricity Supply, Ord., £2 paid. ... | 888. |... | @— 3 21— 2h 233 24 
79,900! Westminster Blectric Supply Vorp., Ord., 161 to 80,000 ... 617% 9 812 „ 17$— 183 | 174— 18 18 17$ 


* Subject to Founder's Shares. t Quotations on Liverpool Stock Exchange. 
1 Unless otherwise stated all shares are fully paid. § Dividends paid in deterred share warrants, profits being used as capital. 
Dividends marked f are for a year consisting of the latter part of ene year and the first part of the next, 
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SHARE LIST OF ELEOTRIOAL OCOMPANIES—Ocntinucs 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 
Í Seook Business done 
— niai ARIS tor E || О during week 
e Ew years | March 9th. Mar. 16th, 1806 
1896. 896. | 1897. 3 
30,000 | British Electric Traction Vs А -—À x ә 10 | ... m is m 173 Js 
90,000 rn an Hiecl. Enging. Oo., Ord., 1 to 90,000... 8| . eec T lí 23 vis 
90,000 Do. do. Non-cum. 6 96 Pret., 1 to 98,060 2| . Si m 23 21 еи 
125,0002 Do. do. erp. Btock. ... [127 Stock eee eee eee 119 — 114 eee 
,000 Do. do. 44% 2nd Deb. Stock Red. |Btock| ... | ... . | 02 —105 Mes 
19 894 Oentral London Bail Bhares eee TII TT) 10 eoe eot ese 105 — 11 1044 
129,179 Do. do. do. 66 paid ooo өөө 10 eee eee eee 64— eco 
59,254 Do. do. Pref. half-shares &1 pd. өзө ооо oon een 0 13 = 2 өөө 
67,680 Do. do. Del. do. £5 pd. ee ee ee eae TIT 42— 5 eee 
0007 Uity and South London Railway... ies Stock IA | ТАЯ | 1i | 67 — 69 662 
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STEAM RAISING BY WATER TUBE BOILERS. 


Tub Gloucestershire Engineering Society was recently selected by 
Mr. H. W. Kolle, as the audience to which to ez pound: his theories 
of the water tube boiler. Naturally Mr. Kolle is biased in favour of 
water tube boilers,and considers them as near perfection as boilers 
have yet arrived. T may be well, therefore, to review the eight re- 
quirements of a perfect steam boiler as enunciated by him. These 
are far more than eight in number, but we give them as arranged 
under eight heads, but divested of the curious lack of the rules of 
elementary construction which seems to cling to so many technical 
descriptions. They are as follows:—(1) Best materials for construc- 
tion, perfect p, durability, highest class fittings. (2) Great 
‘of strength, construction free of expansion stresses. (3) 
Sectional water space so arranged as to avoid general explosion. 
(4) A combustion chamber arranged to secure complete combustion 
before escape of gases to chimney. (5) Heatiog surface at right 
angles to the gas currents. (6) Constant and thorough circulation. 
(7) A steam and water capacity sufficient to prevent sudden change 
of pressure or water lev (8) Accessibility of parts for cleaning or 


repairs. 

As the above requirements are claimed to exist in the Baboock 
boiler par excellence, we may not unfairly follow the claims and see 
if they are all substantiated. Of the first requirements there is no 
difficulty in using the best possible materials and workmanship, and 
the highest class of fittings. This is merely a matter of choice. The 
question of durability isan open one. Perhaps the worst fault of 
the water tube boiler is the short life of ite internal brickwork or of 
its lower tubes when water is hard. We hope there is now no further 
use of cast-iron in any water tube boiler, but for a long time there 
was far too much cast-iron in the ends of the steam drums and in the 
tube frtaders, and the claim for best materials has at most only lately 
been tenable. 

Claim (2) for large margin of strength can only be tenable if all parts 


are of wrought-iron or steel, and if any cast-iron is still used must be 


disallowed. Advocates of ‘water tube boilers, while great 
strength because of small diameter of parta, have thrown away such 
advantages by resorting to the wholly unsuitable metal cast-iron. 
Stresses from unequal expansion are provided against fairly well by 
the water tube ent. Claim (3) is fairly well earned. Claim 

4) cannot be considered tenable. e gases from the fire rise up 
irectly amoag a nest of cold tubes, ard then enter the so-called com- 


), 81—9. Dividend, 1896, on | 


London Blectric Supply Oorporstion, £5 Ordinary, 4—44. 
* T, Parker, Ltd., £10 (fully paid), 14. 


Yorkshire Houce-to-House Blectricity Com panv. £5 Ordinary Shares 
fully paid, 8—84. Dividend for 1896—6 9%. 


Bank rate ot *isoount 3 per cent. (October 14th, 1990) 


bustion chamber—so-called by courtesy only. А combustion chamber 
placed behind a lot of water pipes cannot act as a combustion 
chamber if the pipes have done their duty. Moreover, ths ordinary 
arrangement of tbe furnace is anything but good. There is no bridge, 
and the products of the fire rise directly amongst the tubs above 
them. A fire cannot be smokeless unless the products from it are 
mingled by sw over the whole fire surface and pass, via the 
bridge, to the combustion chamber beyond.  Ezp»ience with 
Lancashire and Galloway boilers proves that even unier the b-st 
conditions the presence of cross water pipes in the tubes beyond the 
bridge wall will induce smokiness. Tne water tube boiler as arranged 
in the Babcock type, must either burn smokeless fuel, от it must 
have its furnace arranged with an over-arching firebrick roof, 80 as 
to compel the gases to travel somewhat as in other forms of boilers. 
Combustion should be complete before the tubes are reached, or there 
will be very little later chance of securing this desirable result, As 
to claim (5) there is probably no particular valae in this arrangement. 
Gases travelling across tubes only impinge on one-half the tube, and 
the other half is untouched. It is probably better that the ра 
should travel with the tubes, completely ratte them. С 
(0) is fairly to be maintained. For stati work. the ar- 
rangement of sloping tubes is such as to 
circulation. Olaim (7) is one on which ose 
M gps prevail. In а bat of boilers the smallness of capacity 
each individual item is per. of little consequence. Itis when 
there is but one boiler that the lack of steadiness becomes a 
and the water tube boiler gives least satisfaction. Of claim 18 V ibat 
of accessibility for repairs, this, of course, depends on the arrange- 
ment possible with = ае With am wor ee gd it can be secured. 
Our author is & тоо far too much upon the heat trans- 
mission being Hedy by the thick plates of the furnaces of large 
аар boilers. А single homogeneous thick plate doe not readily burn; 
lap joi ч чем burn, but it is the air space at the lap which causes this. 
ater though thin, a tear open in a most disastrous 
manner, pey are not looked on ly safe by boiler insurance 
companies who prefer shell boilers despite Mr. Kolle's statement that 
they explode almost every day. Moreover, tbis statement is not borne 
out by fact. More water tube boilers explode per cent. of thcse at 
work than shell boilers. Nor have water tube boilers proved 
themselves to be economical as compared with shell boilers. 
Probably the marine class of land boiler as now made and 
arranged affords the best example of fael economy and economy 
of space and bricks. The setting of the water tube boiler ц 
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unfortunately somewhat tender and gives rise to great cooling effects 
from air lea Та a less but similar degree the Lancashire boiler 
is exposed to the same losses. We Fave seen a good many teste 
reported of water tube boilers, but none to substantiate the claim for 
superiority over any other type. True a report was published which 
claimed, we believe, 184 ibs. evaporation although the chimney 
temperature was high, but who believed it? Water tube boilers 
have а future. There are places, thanks to the follies of architects, 
where water tube boilers are almost compulsory. At the same time, 
there is room for much improvement in their construction. The 
makers of them must get over that idea of small diameters. Taey 
make it a question of salvation, and it has not tended to better 
materials. Large shell boilers have had to face big pressures. No 
pandering to the devil for poor materials has been possible with 
them. Where a man has to deal with 200 Ibs. pressure in a 
12 feet shell he is obliged to be on the alert for good materials, but 
there is an idea that 3 do for 4 inobes, hence the employ- 
ment of cast-iron and the about the safety of small diameters. 
We fear this has to bear some of the responsibility for split tubes. 
It is far better to live up toa high pressure than to live down to a 
small diameter. While many engineers object to water tube boilers 
because of their small contents, others like them because they soon 
respond to a forced fire. Later practice seems to favour a combina- 
tion of shell and water tube boilers so as to secure both the staying 
power and the sadden response to a pushed fire. Our author looks to 
the universal adoption in the near futare of the water tabe boiler and 
the superheater with high pressure. Water-tube boiler makers seem 
to have forgotten that the stress of present day pressures on the 
steam drums of water tube boilers is greater than the stress a few 
years back on shell boilers, which were then declared to have seen 
their last days, yet, if jadged by the boiler of to-day, were only in 
their infancy. It is not safe to prophecy too closely on the limits of 
mechanical engincerirg. 


THE SOCIETE INTERNATIONALE DES 
ELECTRICIENS. 


Tun monthly sitting of the Société Internationale des Electriciens 
кү held on March 2nd, 1898, at 8.30 p.m , with Dr. D’Arsonval in the 
air. 

The Вковїтлвү read the report of the last meeting, presented the 
new members, and "ne of the works published. The president 
announced the death of M. Gauthier-Villars, and expressed condolence. 
The committee proposed tbe following candidates for the official eleo- 
tions that will take place at the next meeting: President, M. Violle ; 
vice-presidents, Messrs. Clérai and Monnier; treasurer, M. Violet; 
secretaries, Messrs. Abraham and Grosselin. 

First, M. P. Janar presented, in the name of M. Bouchet, various 
iaterrupters and circuit breakers based on & new mode of . 
In & box made of insulating material are ar d two cavities separ- 
ated by an insulating partition; they are filled with mercury up to a 


certain height; if a plunger is inserted into each cavity, the mercury 
rises, flows over the insulating partition, and closes the circuit, In 
the same way, in withdrawing the plungers, the mercury киге 
returns into each cavity, and cute the circuit. It might be f 

that the mercury, bringing impurities with it, would leave a trail 
behind it; but experience has shown that after a long period of 
working—1,000 breaks, for instance, the traces left behind by the 

were not sufficient to close the circuit. 

On the basis of the above principle the inventor has constructed 
various models of interrupters. It is only necessary to put a lid on 
the box of insulating material; in the centre is a lever for wor 
the plungers. This lid has on its sides two metal rods connected wi 
external terminals. The mercury, as it rises, touches these rods and 


n the circuit; we therefore get closing and breaking at three 
pointe. 

M. Barbarat has arranged an interrupter with three plungers, a, a, a, for 
high tensions (see illustration), and with two insulating partitions, ö, ö. 
This apparatus has been tried with alternating currents at 12 amperes 
and 3,000 volts on tbe sector of the Champs Elysées. Magnetic 
circuit breakers have also been constructed with this mode of breaking. 
For this purpose a rod of iron is connected with the dippers, and is 
displaced within a solenoid traversed by the current. The mechanism 
is arranged so that the action of the electro- et on the armature 
is balanced at the beginning by the weight. As soon as the move- | 
ment has begun, two springs placed at the sides and immediately 
sot free, continue it, and raise the rod so as to bring about the 


g. 

Various other instruments have been constructed, in particular an in- 
terrupting circuit breaker, and minimum circuit breaker. Two electro- 
magnets have also been arranged ons above the other; one to make 
and one to break the circuit. Thus the interrupter can be worked 
from a distance. M. P. Janet has worked in this manner the inter- 


rupter of a cironit of 100 lam | 
‚ ВАВВАВАТ then describe the new underground cables with air 

insulation employed by the Telephone Administration of Paris. These 
cables are insulated with paper, and the insulation is ensured by 
injecting from time to time dry sir under pressure. For this pur- 
pose, the compressed air is pP by the compressed air Som pany ; 
it passes over chloride of calcium, and is sent into each cable by 
means of taps. This dried air removes every trace of dampness and 
ensures the insulation. Sometimes the operation can be facilitated 
by sending a workman to heat it on the 

These cables have been tried over long telephonic systems, and 
have given good results. 


CROWDUS STORAGE BATTERY. 


Тнв following isthe description of this battery referred to in our 
“Correspondence” columns, and is apparently a copy of a patent 
specification 

This invention relates pres d to that type of accumulators or 
secondary batteries known as the “heterogenous” formation, in which 
elements are formed by applying lead salts mechanically to conduct- 
ing supports. 

The objects of this invention is to provide a simple, economical 
and efficient secondary battery and process for manufacta the 
same. A further object of this invention is to increase the e 
of conversion between charge and discharge, and most of all to de- 
crease the weight of the cell without impairing its commercial value, 
and consiste principally in the improvement of the structure of the 
metallic supports for holding the active material and in the success- 
ful adaptation of the metal aluminium as a substitute for lead in the 
negative plate. It co further, in the method of forming the 

ngy lead of the negative element. It consiste, further, in the 
electrolyte employed in the cell. It consists, further, in the method 
of electrically connecting the elements of the battery together so as 
to secure a uniform and equal electrical and chemical action over all 
parts of each plate. It consists, further, in the arrangement of the 
insulating and bracing separators that are arranged between opposing 
plates; and it consists, y, in the processes, features, co 
tions and details of construction hereinafter described and olaimed. 
In the art to which this invention relates, it is well known that many 
different kinds of conducting supporting plates and grids have been 
designed to prevent the active material from out, mid also to 
guard against buckling of the plates, but as is also well known, these 
plates have not secured these results in the most economical or com- 
manner. In order to prevent the warping or buckling of the 
supporting plates, manufacturers and inventors have attempted to 
prevent the same by hardening them with alloys and by using an 
increased weight of lead, the increase of the lead being such that the 
metallic support presented the largest percentage of the plates, while 
the real active proportion thereof was relatively small. 

It is well known that the attempts to use aluminium as a support 
for the lead paste or active material have failed for the reason that 
parts does not adhere readily to the alaminium, and as a consequence 

ell away therefrom, so that the attempt to use such material in 
storage batteries has been abandoned, and such material has never 
entered into commercial uss in the art. 

My invention is intended to obviate these objections and to 

rovide simple, economical, and efficient secondary of very 
fight and large capacity. 

In experim use and tests I have discovered that the hitherto 
da 


the same is provided with a series of rectangular or elongated 
perforations. The supporting plate is provided with terminals at the 
top and m ге thereof so that 

may be y connected together at the top and bottom, and 
thus ensure uniform electrolytic action. 
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The ribs formed by and between the elongated perforations are 
bent alternately to opposite sides of the plate, so as to form longi- 
tudinal recesses substantially the entire length of the plate, and 
openings on each pri pere to hold is ке material which 
Segrt y of a specially prepared hard but porous paste of 
ee Pipe ед AMT oa A 5 sis ри gos : 

of & ves а amount ve 
material than any other form of construction. 
In order to make the improved negative element I use a plate 
similar to the plate above described in connection with the positive 
element, with the exception that I use the metal aluminium for the 
supporting plate, instead of lead, and the same paste for active 
material by placing the material in the plate, it is locked therein 
from side to side and throughout its entire length as in a cage, and 
prevented from falling out, while at the same time the surface of the 
active material represents a larger percentage of the surface of the 
plate tban ever accomplished before, thereby greatly increasing the 
surface of the active material and the output cf the plate, the 
weight of the cell being also y decreased per unit of work. 

In practice the weight of my positive lead support, when com 
to the active material upon it, is as 1 is to 3, а result never practically 
obtained be fore. 


The elements are connected together by bending the terminals 


substantially at right angles to the plate connecting the plates of 
similar polarity to each other by means of rivets for the negative 
plate, and also by antogeneous soldering in the positive plate. The 
sete of plates are then immersed in the special forming bath, con- 
sisting of an squeous solution of about one-third saturation of 
sulphate of zinc with 15 cent. by volume of sulpburic acid. 

Та this solution I place the plates to be formed, suitably arranged 
between sheet lead anodes as dummies, and a current of about 


pee the current to the plates, the sulpbate of sinc is decomposed, 
epositing pure sinc upon the negative pole plates, which is resolved 


spongy lead by this process, an posi 

their output on the first discharge, while the old methods require 
several charges and discharges before the positive plates are fully 
formed. I therefore also qaicken and cheapen the formation of 
positive plates by the use of quick negative formation. 

After formation the elements are placed in the battery, and in order 
to strengthen and insulate the рө and prevent warping ог buckli 
of the same, I insert between t opposing pairs of plates a corruga 
insulated perforated separator which touches such plates at their 
inactive portions. 

B кү ецш и Кө e is covered by contact with 
t ru separator and the internal resistance of the cell 
is thereby greatly reduced. A T-shaped terminal lug of lead is then 
secured to the terminal of the positive lead plates and a similarly 
sha log aluminium to the aluminium terminals of the negative 
to whioh the circuit wires are intended to be attached. It is 
well known in this art that each time a cell is recharged the negative 
element decreases in capacity, and that after a time a reversal of the 

of the positive and negative elemente is to bring 
back to its and the 


ч 


current toand from the positive and ve plates is nearer 
to the terminal lugs, and that it ually decreases to the more 
remote points. This action brings about uneven electrolysis upon 


carrying out the benefits derived from the above described pointe, 
the plates of opposite polarity are placed in juxtaposition with each 
other, во that the connected edges are on opposite sides of the pile. 
Further, in the use of batteries, the terminals of the plates, or the 
elements above or outside of the electrolyte are destroyed by the sul- 
pbatirg of the lead, due to the combined corrosive action of the air 
and acid, and to overcome this, heavy lugs are resorted to. I avoid 
this objection by completely immersing tbe terminals of the elements 
а Ше point where they connect, so that I can successfully use thin 
lates in my elements where hitherto destructive sulpbating has made 
t impossible. 


TEST OF THE CHICAGO STORAGE 
BATTERY ROAD.“ 


(Concluded from page 348.) 


Data on BATTERIES OBTAINED AT THE TI OF Power Hovuss 


Two complete power houce tests made on November 5th and 
November 26th, 1897, showed the amount of coal required to deliver 
a kilowatt-hour upon the switchboard. At the eame time a complete 
log of the operation of the battery charging pit was kept, which shows 
the history of each battery for the entire time of the test. Ia the 
test made November 5th the batteries wäre charged by the “ three- 
voltage” method, bat on Ncvemb:r 26th the station was operated 
with one generator,and but one voltage was used to charge the 
batteries. Daring the latter part of this test the tracks became 
covered with ice, due to a sleet storm, and it became necessary to 
change the batteries every half trip, which will account for the 
shorter time of cbarging indicated upon the latter part of the power 
station of the test, and also the smaller average number of miles 
per trip shown November 26th. The data obtained at the charging 

bles were checked up with the conductors’ reports. These reports 
show the number of the car, the time Occupied by each trip, the 

h of the run, and the number of the battery used. The following 
table shows a summary of this information for the two days. This 
table shows the battery mileage for each day from the time of sta:t- 
ing the road in the morning until the last trip at night. 


TABLE оғ BATTERY MILBAGE. 


| November 5th. November Mth. 
No. of battery d 


No. of trips. 


| No.of trips. Miles run. Miles run. 
1 2 330 $ "T 
2 2 224 Es m 
3 4 639 3 44°5 
4 1 118 3 66 9 
5 5 100 7 2 33˙9 
6 4 67˙2 5 56 6 
7 4 634 6 770 
9 3 43 6 3 414 
10 5 495 4 №37 
11 сав i b 586 
12 5 79˙6 b ias 
13 1 115 6 Є8 1 
14 1 23°0 a iva 
15 1 115 5 7:8 
16 jas TT Ж $e 
17 Е, -— 
18 * es ate 
19 1 115 4 62:2 
20 2i A 5 569 
21 5 80 2 2 34°2 
22 5 79 0 4 55˙4 
23 1 10 6 А 2d 
24 2 у yes us 
25 3 471 3 57:2 
26 5 796 2 22 4 
27 1 10 6 4 67°3 
28 1 11:8 3 50:6 
29 4 79:0 4 56:3 
30 4 739 4 31:2 
31 2 45:4 - e" 
32 6 681 e ius 
33 4 79 3 4 562 
3t 4 784 2 942 
35 xs | aa 6 89 9 
36 p b 787 
37 3 67:8 3 35 1 
38 4 816 3 46:0 
39 re m "m 
40 ' 5 77 8 5 67˙8 
41 4 8071 6 90 2 
42 4 631 3 30:6 
43 2 22:6 4 434 
41 4 80:2 3 3942 
110 18218 123 1,6684 
Avcrage mil s esch trip 16°36 T 13 56 


— — ee — 


— — — — —o— — — 


This table shoxs the actual number of miles which the batteries 
ran the cars on the two days. Ia addition to tbis, batteries were 
used to operate the auxiliary motors of the plaut. These motors are 
upon the transfer carriage used to handle the batteries ia the charging 
pite and upon the transfer carriage used to move the cars in the car 

rns. No reoord was obtained of the power used by these motors. 
A recording wattmeter was secured to ‚рио in these auxiliary 
circuits, bat unfortunately it was injured in transportation, and 
could not be used. An effort was made to obtain an average value of 
the power used for each operation by means of readings made at 


— — 
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intervals of two seconds upon standard volt and ampere meters, but 
owing to the sudden fluctuations the data obtained were unsatis- 
factory. However, as the power used in the operation of handling 
the batteries in the pite and the cars in the barns may properly be 
Charged to the operation of the cars, the total amount of energy 
delivered to the charging tables divided by the actual car mileage 
willgive the total power required per car mile. With the data at 
hand, however, this entire e y cannot be exactly divided iato the 
amount used in the jars and the amount used on the road. The 
former amount will be a very small proportion of the latter, but 
this proportion will increase as the average length of battery trips 
decreases. 

The power delivered to the switchboard and the amount of coal 
required upon November 5th is shown in the records of the test 
made that day. The power delivered upon November 26th was 
obtained for nine hours from the records cf the test made from 
3 pm. to 12 m, and for the remainder of the day from the charts 
of the recording ammeter. The readings of this ammeter were 
carefully compared with the readings upon a standard ammeter, and 
found to be correct. These am readings were multiplied by the 
walue of the average voltage found upon the test made that day, and 
the resulting watts added to those obtained during the test. 

"SS following table shows a summary of the results of the two 
ye’ run :— 


Date of test РА .. Nov. 6th Nov. 26th 
Btate of weather s .. Rainy Rainy and cold 
Kilowatt-hours delivered to 

switchboard eoo ooo . еве 2,638 2,895 
Kilowatt-hours used by cooling 

tower motor ... sige . 151 174 
Net kilowatt-hours delivered to 

charging bus bars *. 2,487 2,721 
Total number of car miles . 1,8218 1.668 4 
Kilowatt-hours on switchboard 

per car mile ... i .. 197 1:63 
Pounds of coal per net kilowatt- 

hour eee ees eee eee 69 6°44 
Pounds coal per car mile S. 9°45 10 50 
Cost of coal ton .. $190 $1.90 
Cost coal per net kilowatt-hour 00655 00611 
Cost coal per car mile ... ..  '00897 00996 


It will be noticed that although the cost of a kilowatt-hour upon 
the switchboard was less in the second test, the cost of fuel per car 
mile the same day was something more than in the test November 
5th. This result is due to the fact that the kilowatt-bours required 
per car mile were greater in the second case. The difference in the 
amount of energy required per car mile is to be explained by the 
presence of a coating of ice upon the rails during the latter part of 
the day (November 26th). It is unfortunate thata freesing sleet- 
etorm should have occurred at this time, though the results of the 
test indicate to a certain extent the amount of power required to 
operate the road under adverse conditions. Owing to the storm, 
the results of the two tests do not furnish a fair basis for a 
comparison of economy of the two different methods of charging the 
batteries. 


Erricrenoy Test OF BATTERY ON OAR. 


This test was made November 8th, 1897, and was made to deter- 
mine the efficiency of a battery under actual operating conditions. 
The battery was charged in the regular way by means of the three- 
voltage method. It was then discharged while making a round 
trip, and was then placed upon the charging table and again 
charged, thus giving two charges and one discharge to determine the 
efficiency. The battery used was one which had operated at that 
time over 8,000 miles, and was taken for the purpose of this test 
immediately after it had made a trip similar to the one upon which 
it was tested. 

The current and voltage upon the two charges were obtained by 
5 standard instruments, and readings were taken every five 

u 

The observations made upon the car while the battery was dis- 
charging consisted in taking voltage and ampere readings every five 
seconds, while the car was in motion, the time between stops and 
the length and location of each stop, and a continuous record of the 


The voltmeter was a standard Weston instrument, and was con- 
nected across diagonal corners of the battery tray. 

The voltmeter was so connected that it gave the voltage at the 
battery terminals for each combination. The car tested was 20 feet 
long in the body, 30 feet long over the platforms, and had a seating 
capacity of 28 passengers. The car weighed 133 tons with the 
batteries, the batteries and trays adding abont 4 tons to the usual 
ыы of а car of that size. 

motor upon the car was a 50-Н P. Walker four-pole series 
motor. The entire current used at any one time passed throagh the 
armature, so that the ammeter was inseited in the үче brush 
leads. The ammeter used was of the round-pattern Weston type, 
and had been found to be correct by comparison with a standard. 
Five observers were used to obtain the ammeter and voltmeter 
One called the time every five seconds, two read the 
instruments, and the other two kept the records. At time of starting 
the instruments were read oftener than at five-second intervals. A 
trial trip was made with another battery to get the observers 
acquainted with their positions, and as the fluctuations in the 
current were not violent nor many, it is believed that the results 
represent very nearly the actual facts. | 
е duration of the stops, and the time the car was in motion 
between езе waa obtained Gy INANIS Gf & stop watch. 


The record of was obtained by means of a Boyer speed 
recorder belted, by means of a flexible belt, to the car axle. By 
means of pressing lightly upon the recording pencil a dot was made 
in the speed curve every five seconds. 5 

No attempt was made to indicate upon the diagram the ampere or 
voltmeter readings, as this information is given upon a larger scale 
in the acceleration tests. | 

The test may be divided in four parte, as follows:— _ 


— — — — — 


| DI Average 
g- г . No. of g 

— Time. : speed miles 
tance. | stops. Four 


^4 € 


1. Power house to Blaue Island 59 
2. Blue Island to power house. 59 
3. Power house to Sixty-third Street 53 27:40 13 11˙5 
4. Sixty-third Street to power house 5:3 27:50 18 115 


| а 


28:20 12 | 125 
29:55 19 11-8 


Total number of stops 57 
| 
Total time from start, not including stops 113:45 
Total distance ... уй» ‘ee 85 .. 2440 miles. 
Length of one back-up stop, 18 oes - "04 
Total distance travelled... — ... .. . 2244 „ 
Average speed... ses 268 „% 11:84 miles per hour. 


In making the stops,an effort was made to approximate actual 
service and in every way reproduce the conditions of an actual trip. 
No regular passengers were carried, however, the load consisting of 
nine observers, the motorman and conductor. The motorman was 
instructed to follow his usual custom of coasting, where possible. 
The track was dry for the first two parts of the test, but during the 
last two parts it was raining, and the tracks were wet. The energy 
taken from the battery was as follows :— . 


| Distanoe. Watt- | Kw ет 

| Miles. hours. car mile 

| 
1. Power house to Blue Isiand .. 59 5,593 1 | 920 
2. Blue Island to er house. 594 5098 888 
3. Power house to Sixty-third Street | 63 4,9946 820 
4. Sixty-third Street to power house 53 | 4,689 6 885 

| 


Tot... 2244 19,7153 | 3878 
| ' 


It is to be regretted that a profile cf the road cannot accompany 
this report. The road, however, is practically level. The results of 
the last table would seem to indicate that in eral the grade rose 
from the power house toward the two terminala 

The efficiency of the battery is shown as follows :— | 


Kilowatt-hours, first charge Maa: эж oo. 96707 
Kilowatt-hours, discharge. - „ . 19 715 
Kilowatt-hourr, second charge m аон . 31631 
Efficiency (discharge + first charge . 53°6 per cent. 
Efficiency (discharge + second discharge ... 62°32 per cent. 


The graphical log of the two charges were shown, and 
they differed considerably. This is due to the fact that the 
charging of the battery was left to the regular operators of the 
plant, who used their judgment both as to the voltage and as 
to the time the bsttery should charge at each voltage. They also 
determined when the battery was fully charged. In the first charge 
there is no doubt but that the final voltage was too bigh, and in the 
second charge it would seem that the battery was charged too long, 
both of which conditions reduced the efficiency obtained. The result, 
however, shows the efficiency in actual service, but does not represent 
the possibilities of the battery. — 

The amount of the first charge was, of course, influenced by the 
immediate previous history of the battery, and for this reason the 
efficiency obtained by using the second charge asa basis is the more 
reliable. This test showed that the car used 1'41 kilowatt-hours 
per car mile, as measured at tbe charging table, and 87 kilowatt- 
оп per car mile was delivered from the batteries to the motor on 
the car. 


ACCELERATION TESTS. 


In tbe teste made apon a car in actual service no opportunity was 
afforded for actual acceleration tests. These were made November 
13th, 1897, upon a straight stretch of track along Vincennes Road, 
extending south from the power house. In these tests the same 
instruments and observers as on the other car test were used, and 
readings were taken ia much the same way, with the exception that 
in thís test the observations were made at the time of passing from 
one point to another of the controller. After tbe fifth point was 
reached the readings were taken at 5-second intervals. e time 
between points was obteined by means of a stop watch, and no effort 
was made to change the motorman’s method of p e in bring- 
ing the car up to Tne average results of five trials showed 
elearly the qd delivered by the batteries at the different points 
of the con and the energy required to accelerate the car. 

The current curve showed a maximum of 320 amperes. At 
this time all four sete of batteries are in parallel, so that this 
total of 320 amperes indicates a total discharge rate of each 
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cell of but 80 amperes. At the fourth notch it coincides with the 
total current curve, and at this point indicates the highest discharge 
rate, which is seen to be 220 amperes, and this rapidly decreases 
until it reaches 100 amperes, which may be taken as a fair value of 
the current with the car in full motion. It is to be understood, of 
course, that the practice of coasting, in which the current is shut 
off, makes it impossible to obtain the power required per mile from 
this curve. 

In conclusion, it may be said that the foregoing teste do not de- 
monstrate the best results that may be expected of accumulator 
traction, and were not made for that purpose. No excuse is to be 
offered for the fact that the road was not operating under ideal con- 
ditions while being tested, as the primary object of the test was to 
determine where improvement could be made. If this is kept in 
mind when comparing the results with those obtained upon tha 
trolley systems of about the кате ліва, it will ba seen that the cost 
of fuel for accumulator traction, of something less than 1 cent per 
car mile, is very favourable to storage battery traction. The improve- 
ments suggested by the test are now being made. The overhauling 
of the engines, the repair of the economiser flue, and the securing of 
a better coal than was used on the test, at a cheaper price, should 
bring the fuel cost per car mile well witbin 5 cent. Figures upon 
the labour and maintenance factors in the cost per car mile would be 
of interest in this connection, but are not covered by the figures of 
the test. The labour account will no doubt be as small as that of any 
nine-car road, while figures upon maintenance would be premature 
at this time. The batteries have operated from 8,000 to 14,00) 
miles, and are standing the service remarkably well, so that the main- 
tenance account, up to the present, has been comparatively small. 


THE ECONOMY AND EFFICIENCY OF THE 
LARGE GAS ENGINE. 


Werrma to the Engineering Magazine, Mr. Dugald Clerk, the well- 
known gas engine expert, discusses the gas engine in its relation to 
large powers. We may take it that for small powers the gas engine 
has, for a long time, been а decided success. It is the only 
economical prime mover for small powers, and the smaller the power 
required the more strikigg has been its success and convenience. As 
soon, however, as powers are required such that to start the engine is 
difficult for a man by himself, the inconveniences of the gas engine 
appear. Until 1890 the gas engine was in a state of development. 
The Otto patent bad given wealth to its owners, and this wealth was 
used to crush every other patentee who could be brought within 
striking range. After the expiration of the Otto patent in 1890, the 
superiority of the Otto cycle was made plain by the abandonment of 
other cycles of operation and competition in engines really com- 
menced, and competition lead to the attempta at increasing sizes and 
powers. So far about 200 І Н.Р. is the maximum sizge to which the 
Otto cvcle has been successfully applied. . 

In 1879 the big engine was a 16 H.P.; it held the title for several 
years. In 1£88 the bot tube igniter displaced the old revenue pro- 
ducing slide valve. In 1889 the Simplex engine of Delamere- 
Debonttville & Malandin was exhibited at Paris. Its power was 
100 H. P, and it bad an electric igniter and a self starter. Since that 
time the growth has been to 200 H P. and not a large number of 
really big engines have been made, the average power of tbe 5,000 
engines built annually in the United Kingdom being 20. The largest 
ergines built by Messrs. Crossley for the Blackpool Tower Company 
are of two-cylinder type, each cylinder facing its fellow and using the 
one crank. With coal gas they show 220 HP. The cylinders are 
18% inches diameter and the stroke is 2 feet, the speed being 160. 
With producer gas they indicate 208 H.P. This engine is really a 
pair of 100 H P. cylinders on a 200 H.P. crank. 

This arrangement, which gives two impulses in a revolution and 
leaves one revolution with no impulse, has proved better than the 
side by side cylinder, ope crank type which gives one impulse every 
half revolution. Altogether, Messrs. Crossley bave made about 
30 engines of over 100 H.P. for various purposes, including the direct 
driving of dynamos and centrifugal pumps. 

Mesers. gye have also turned out a considerable number of 
engines of over 100 H P. and several other makers have made large 
engines, one by Messrs. Robey & Co. at Messrs. Luke & Spencers, 
of Broadheath, working on 19 lb. of coke per H.P. hour, including 
the coke used at night to keep the producer in form, but our author 
does not consider the total of large engines can exceed 100. As a 
large engine of 80 H.P. will run for about 1 Ib. of anthracite per 
hour, or of common engine slack, how is it there are not more big 
engines with such an economy in view for the best steam engines cf 
80 H. P. would use quite double the above fuel? There are two sets 
of difficulties, those of the engine and those cf the producer; of the 
first there is the proportion of burned gases lft in the compression 
space—a fault which does not much trouble small engines, whose 
cooling rate is greater, and the burned-out gases are cooled below the 
point where they ignite the incoming charge. Some lingering flame 
remains to ignite the incoming charge in large engines, 
this ignites the charge in the inlet pipe and the engine loses 
an explosion. Hence the use of the scavenging charge which 
Mr. Clerk himself used first. This was in 1881 The Otto 
engine only adopted scavenging in 1886, and the Griffin engine is 
well known as having a scavenging stroke, but scavenging was not 
frequently done until Messrs. Crossley adapted Mr. Atkinson’s inertia 
method. This consists of a long exhaust pipe, the momentum of the 
discharged gases in which was made to pull a charge of fresh air 


through the cylinder. Messrs. Wells Bros. had a special annular 
scavenging cylinder worked as an air pump by the expanded forward 
part of one piston in their 200 I.H.P. engines of tandem type. 
Scavenging is admitted to almost comvletely overcome the difficulty 
of premature ignition from residual flame, but an engine must be 
well designed so as to avoid hollow spaces and ports which might 
not be swept out by the scavenging air. Noris it to be wondered 
that there should be premature ignition. With a tempersture of 
1,800° О. in а compression cylinder and a stroke lasting only one- 
sixth of a second there is little time for complete combuetion. With 
small engines at even 400 revolutions per minute the ignition is com- 
plete, and prematare ignition is even difficult to obtain, but large 
engines are different, having so large a cylinder volume for their 
capacity or rate of cooling. In many gas engines the initial pressure 
of compression is nearly 100 lbs. b⸗fore ignition. In most large engines 
the terminal temperature exceeds 1,200? O. High compression has re- 
duced this, and enabled more heat to be converted to work, and with 
scavenging nearly got rid of untimely firing on the charging stroke. But 
there is stil] the premature explosion during compression, which is due 
to the temperature of the high compression, and the piston end 
of an even well designed piston can hardly be less than a dull red, 
or, say, 700? CO., while the gas must be probably 250° C, when com - 
pressed to 100 Ibs, so that early ignitions are not to be wondered at. 
Carbon on the piston and projecting bolt heads are all in favour of 
causing ignition during compression, and should be avoided. 
Rich gas mixtures must also be avoided. There is also the risk of 
a cylinder becoming filled by a mixture of rich gas after several 
missed explosions. This may be caused by wrong adjustment of the 
gas and air admissions, and an explosive pressure 30 per oent. in 
excess of normal may occur. This never takes place with steam 
engines, and it demands special strength in crank pins, &c., and 
generally ample margins. Gas engines, therefore, are unduly heavy 
per H.P. developed, both because of this and because they are only 
half single-acting. Thus, in spite of all its thermo-dynamic advan- 
tages, it has not ousted steam power to the extent which might have 
been expected. Oar author also does not think gas producers are by 
any means perfect. The Dowson producer requires anthracite at 188. 
per ton, во that with a Dowson producer the half weight of fuel used 
ur more than the double weight of cheaper fuel for the steam 
engine. 

Dowson producers now use coke, but the difficulties with coke are 
not yet overcome. The Mond producer, according to Mr. Olerk, is 
the only one making gas fit for use in the gas engine, and this 
produoer is cumbrous and only excellent where ammonia recovery is 
also carried out. Oar author has evidently not seen the Thwaite 
duplex producer at the works of Mr. Arthur Porritt of Cleckheaton, 
where, we believe, the cheapest slack is being used and every satis- 
faction is being given. So far as we can learn, this duplex producer 
is doing exactly what Mr. Clerk says is required to cause the rapid 
development of gas power. 

A 10 H.P. Crossley engine with 95 lbs. initial compression is 
showing 22:2 B. H. P., with a consumption of 14:32 cubic feet of Man- 
chester gas per B.H.P. Apply the same economy to large engines and 
no doubt a B.H.P. hour would be got from 12 cubic feet or 30 per 
cent. of the heat given to the engine will be returned as work. 

Та 10 years’ time engines of 1,000 Н.Р. will be as common as those 
of 100 H P. are to-day. Before applying gas engines to large marine 
work they must be improved in construction, governing and operation. 
When the time arrives for this use of gas the equivalent fuel will be 
easily as low as half a pound per I.H.P. hour. 

A gcod deal of labour has been spent on self-starters. We do not 
look on self-starters as having a use except between the small engines 
and those of the maximum size yet made, but are inclined to the 
view that large gas engines will be started by the intermediation of 
small engines as with the little so-called barring engines of the 
textile districte. Undoubtedly there is a future for gas power at sea 
because of their economy, on land because of the millions of feet of 
good producer gas sent to waste from every blast furnace. 


THE TELEGRAPH TROUBLES. 


THe CLERKS’ POINT oF VIEW. 


By OHAS. H. GARLAND. 


(Continued from page 276.) 


THERE may seem to be а lack of logical arrangement about 
the order in which the points have been discussed in these 
papers. This arises to a great extent from the necessities of 
the case. Such a multiplicity of reasons exists to be dis- 
cussed that the arrangement has to depend largely on the 
nature of the evidence rather than on the point contended 
for. But, undoubtedly, any point which involves a positive 
wrong, a breach of the promised conditions of service, 
assumes a greater importance than any claim for an improve- 
ment of such conditions. This will explain why the 
restitution of a scale already conceded was discussed, before 
dealing with necessary improvements in that scale. 

One of the most important improvements asked for has 
been a better salary after five years’ service. After 
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five years’ service” is equivalent to saying at 21 years 
of age. The average age of entrants into the tele- 
graph service is 16 years; hence, five years later, 
they enter upon manhood. If it were not for the many 
objections to an age-scale in the Civil Service, the claim would 
in all probability have been made for men of 21 years of age 
instead of “after five years’ service.” However, the number 
of entrants under 16 years of age is almost a negligible 
чат The claim, then, is practically a claim for a salary 
upon which a young man can live, which should be given 
bim at the time he passes from adolescence to manhood. 
The reasonableness of his claim has been admitted by heads 
of departments. Thus Mr. Н. O. Fischer, O.M.G., Con- 
troller of the Central Telegraph Office, in giving evidence 
before Lord 'Tweedmouth's Committee on this point, on 
November 8th, 1895, said: “ With regard to the five years’ 
service men, I am of opinion that they are underpaid at that 
period. The commercial value of the service they perform 
at that time is much higher than the wages they receive." 
* have always held that telegraphists are not getting saffi- 
cient at that time. They scarcely get sufficient to keep 
themselves, and yet are, as a rule, rendering very efficient 
service.” Asked how much the salary should be increased, 
Mr. Fischer suggested £10 or £12 per year, adding that less 
would be insafficient. This is a most pathetic picture. The 
head of a large State monopoly confessing that despite, or 
perhaps baoause of, the fit of three to four millions 
per year, a number of its young servants do not receive 
enough salary to keep themselves. mE 

It is proverbially difficult to reach the heart and conscience 
of a corporate body, but surely we have here a thing that 
should touch the indvidual hearts of even so impersonal а 
corporation as “the Department,” or, if need be, that 
mysteriom end callous entity, the Treasury. | 

Mr. Fischer was not alone in his view, Support was given 
hy other officials, and from the most unlikely quarters. Mr. 
J. C. Badoock, Controller of the London Postal Service, on 
November 11th, 1895, when giving evidence before the same 
committee, said : “I think the pay in the lower stages is 
somewhat inadequate." There should be a material 
increase after five years’ service.” Mr. W. Н. Preece, F. R. S., 
said: “I have no doubt that a clerk of five years’ service 
under the present scale does not acquire sufficient to keep 
himself in a proper position.” Even Mr. Lowia Hill, with 
all his dislike to generous scales for the minor establishment, 
provided for an increase after five years’ service in тере 
posed revision he snbmitted to Lord Tweedmouth. When 
the reasons for an increase at а certain point are so strong ав 
to convince the heads of departments that a read justment is 
necessary, it is a fair assumption that overwhelming evidence 
must exist in its favour. Yet nothing, or practically nothing, 
has been doae.. Under Mr. Raikes’s revision a clerk got 
E63 after five years’ service; under the present system he 
receives £64. So, in the face of all the evidence of the 
necessity for a material inorease,” which Mr. Fischer 
thought should be £10 or £12 a year, he receives the 
munificent sum of £1, or 44d. weekly! Really, one is 
inclined almost to agree with the view expressed by Mr. H. 
М. Hyndman, in the January Cosmopolis: The Post Office 
‚ . . . employs men and women in vast numbers, with as littl- 
regard for their general well-being as if the State were itself 
a greedy private employer or an unscrupulous limited ooin- 

n І 


у. 

But it were unfair not to state here that in order to 
enoo a knowledge of both postal and sorting duties and 
the acquirement of technical knowledge, an extra increment of 
£6 is offered to all those clerks who pass an examination in 
sorting daties, and a further £6 for passing an examination in 
technica] telegrephy, telephony, and in magnetism and elec- 
tricity, such double increments not to affect the maximum of 
the scale. This latter condition means that technical know- 
ledge is of no value in а man at his maximum, althongh it 
be valued at £6 annually in a mau lower down the scale. For 
telegraphists at the Central Telegraph Office the sorting 
increment is a dead letter. Of 18 men who have attempted 
to obtain it—a sufficiently small proportion of 2,000—ail 
have discarded the attempt because of the difficulties atten- 
dant upon it. The other increment for technical work is 
being taken up. 

That such encouragement—small as it is—should be given 
for the acquirement of technical knowledge is a matter for 


rejoicing, bat that it should be regarded as in any way meeting 
the difficulty of inadequate pay, is food for many reflections. 
The pay after five years is inadequate, it does not pay the 
men the commercial value of their services; but before 
giving any relief the Department exacta further services 
further qualifications. The pay is at least £10 or £12 per 
year less than the value of the work already performed, and 
yet you must give us more and b:tter work before we 
increase it by £6. Во, in effect, says the Department. A 
body of young men who are admittedly receiving “scarcely 
sufficient to keep themselves,” are taxed in class fees, cost of 
books and time, before they receive a very inadequate 
measure of relief. Telegraph clerks are as little inclined as 
others to look a gift-horse in the mouth, but when, after 
praying for years for necessary bread they are offered a stone, 
can it b» wondered at that they grumble? So the under- 
paid five years’ man it still discontented. 

There are many other points in connection with the 
salaries of telegraph clerks which are anomalous and unjust, 
but a volume could be filled with an exhaustive exposition of 
them. These papers will only deal with some of the main 
points, and constitute a summary. But they will be a 
summary which will throw a light on methods and principles 
which should have no p in a State Department. The 
scales asked for by the Postal Telegraph Olerke’ Association, 
as а means of settling the whole matter, are moderate, and 
meet all the difficulties, Before passing to the question of 
annual leave, which is a vital question with the men, a quo- 
tation from a letter by the genial, bat just Mr. A. Birrell, 
Q.O., M.P., will, I hope, justify itself. © What is the duty 
of a State Department to its servants?” he asks: That 
telegraph servants are cruelly underpaid is certain; on the 
other hand; such is the state of trade, and во overcrowded 
are the markets, that there would be no difficnlties in filling 
the places of any of the servants of the Department who 
chose to vacate them. The taxpayer is the ultimate employer 
in this case. Is it fair to him to make him pay fancy 
wages? This mush is clear—that a public establishment 
which brings in a revenue, ought to treat its workmen as 
generously as the highest class of private employer; a 
wealthy man who sweats a poor man is admittedly a rascal. 
If the State cannot afford to run the telegraphic system, 
except by under paying ita servante, let it give the business 
up. All public depirtments are sickening institutions, and 
nobody can contemplate the State becoming the universal 
employer without dismay, except by assuming that in 
future public departments will be totally unlike what they 
are and always have been.” * ; 

The question of annual leave is one which causes muh 
bitterness of feeling among the staff. What is the object of 
annual leave? To be a rest from the work and worry of the 
office, from the stress and turmoil of the City. The majority 
of the readers of the ELECTRICAL REVIEW look forward to 
their annual holiday, I am oertain, as а period of happiness 
and sunshine, of rest and quiet. In one’s mind күй f 
of annual leave is always pictured on a background of hill 
and dale, green meadows, or foam-flecked sea. The days are 
long spells of light, of sunshine, and the nights are canopied 
with а уаш of spangled, deep-hued blue. So should a 
holiday be. But what is the background of the underpaid 
telegraph olerk's holiday ? Mist, fog, rain, sleet, and all the 
wintry grime of a city’s streets. No sunshine at home, 
nothing but a leaden sky, and no money with which to fly 
to the South of France in search of warmth and light. Year 
after year the young men of the telegraph service take their 
holidays in winter, and year after year they will continae to 
do so unless some radical change be effected. The periods 
are chosen by seniority, and are spread equally over the whole 

So one-twelfth of the staff goes in November, one- 
twelfth in Deoember, one-twelfth in January, and one- 
twelfth in February. Aad the sme anfortunates cootinue 
to be relegated to these months year after year. 

Sir Albert K. Rollit said at the Treasury Conference last 
year: No matter what class a person may be in, the publio 
are dependent upon skilled labour, and the stuff should not 
be compelled to take its holiday during the winter, whatever 
the alternative may coat, so long as there is a balance of 
revenue.” He further declared, when the female representa- 
tive was under examination, I think it is revolting to hear 
a young person such as that say she is never to have a sum- 
mer holiday. It cannot be to the interest of the individual 
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or the State. Mr. Hudson Kearley, M. P., himself a large 
employer of labour, on the same oocasion, said: There is no 
other service in the country —publio or private — where holi- 
days have always to be taken in the winter. No railway 
ү and no private employer imposes such a condition.” 
Lord Tweedmouth’s Committee in their report, said: “ We 
think that the request that the annual leave should be 
granted in the better months of the year is natural, and 
are agreed that whenever the conditions of service will 
permit, every endeavour should be made to meet it.” The 
Duke of Norfolk and Mr. Hanbury promised, after the Con- 
ference at the House of Commons, that an attempt should 
be made to devise means of improvement. And on this 
promise the telegraph service relied, with the result, that the 

olidays at the Central Telegraph Office are based upon the 
same principle this year as last. What is the real difficulty 
in the way of granting this natural request. The Controller 
or the Central Telegraph Office should know, at least so far 
as his own office is concerned. The following abstract from 
his evidence before the Tweedmouth Committee is therefore 
conclusive, | 

4,064. The CHAIRMAN: Is it not practicable to confine 
the rence period to the eight months of the year ?—It is a 
question 5 | 

Later on, following leading questions from his chief, Sir 8. 
8 he added other reasons; but to anyone wo under- 
stands the ordinary human being, no comment is needed. 
Undoubtedly the question of expense is the stumbling block 
in the way of deleting the four months, January, February, 
November and December from the holiday sheets. Yet the 
Duke. of Norfolk. and the secretary to the Treasury have 
pledged their personal words to devise some improvement. 
Are cda olerks unreasonable in asking that some of the 
annual profit of four millions should be spent by the Post- 
master-General in redeeming his word of honour? In 
Germany, where the conditions of pressure are the same as 
in England, the additional expense is incurred, and the 
summer months are the holiday months. And even in other 
branches of the English postal service the holidays are con- 
fined to the eight best months. Up to now, no hint has 
reached us, that the Postmaster-General and his immediate 
staff ever take their annual leave in winter, whatever the 
conditions of work or expense, 


(To be concluded.) - 
STORAGE BATTERY TESTING AT HIGH 
DISCHARGE RATES. 


By RANKIN KENNEDY. 


IT is well known that in all storage cells in which solid 
active materials are used the capacity falls rapidly as 
the rate of discharge is increased. Without entering into 
the cause of this peonliar phenomena we can endeavour to 
ascertain the amount of drop in various cells as we increase 
the discharge rate. | | ' 

Some of the drop is due to internal resistance of the 
electrolyte, this can be measured by the difference in 
terminal pressure with and without the current flowing, but 
the greatest fraction or tne urop ia due to something more 
than internal resistance, and this something varies in value 
in different cells. 

For traction purposes cells are tested for watt-hours per 
lb. gross weight, spread over a time of from 5 to 8 hours’ 
discharge, but for lighting p the oe weight of the 
cell is of minor importance, while the drop in capacity as 
the discharge rate increases is of very great importance. 
Oells at central stations may be calkd проп to deliver their 
full discharge in 1 or 2 hours, hence the cells which give the 
greatest capacity at highest rates are best for that purpose. 

If we take two cells of different makes, we will find that 
if the cells are made for the same discharge rate and 
capacity on a fairly long discharge, or that at low rates they 
are practically equal, say, that at 2:88 amperes the capacity 
for both comes ont 26 ampere-hours on a 9-hours’ run; if we 
now discharge them at 3°5 amperes we find cell a finishes 
in 7 hours with a capacity ‘of 24:5. Cell c in same time 


Ampere hours capacity. 


‘available to com 


has not run down but gives 26:5 capacity, and во ов we can 
obtain readiogs which, when plotted out as in di » give 
curves, showing that although the cells are equal in capacity 
at the low 9 hours’ discharge, that they are not equal at the 


- higher rates, c being by far the better cell. 


The curve, A, is one found by actual testa. The figure 1 
on horizontal is cut by an ordiriate passing through 12 and 
18, showing that cell a discharged ‘in one hour, gave a 


Comparative curves for drop in capacty, . 


P { H 
AMPERES 
345 


(TY Char oe = шы. 


. 5 | 
Hours in which cell is completely discharged. 


capacity of 12, while c, discharged at same rate, gave 18, 
that is, at 12 amperes a discharged in one hour while c ran 
on for 1°5 hours. А is here taken as a standard for com- 


ison. 

On the 3 hours’ discharge at 6 amperes, cell A gives 
18 ampere-houra, cell o gives 22, and во on, the difference 
diminishing as the rate diminishes. — 

That cella can be improved in this direction is clear by 
one example. Thus the E.P.S. central station cell, K-type, 
is made for 310 amperes rate discharge in 7 hours; at 
this rate it gives a capacity of 2,170 ampere-hours, but dis- 
charged ia 1 hour it gives only 1,050 ampere-hours 
capacity, while their improved Е.К. cell for same capacity at 
the low 7 hours’ rate of discharge, now gives 1,230 ampere- 
hours’ capacity in a 1 hour discharge—a very well marked 
improvement, In this comparison we take two cells equal 
at the 7 hours’ discharge, and find that they are to each 
other on a 1 hoar discharge as 10°5 is to 12 3. 

For all practical purposes cells for rapid discharges may 
be com in this way by making two tests only ; one at 
a 6 or 7 hours’ run, or any other time at which the cells 
to be compared are equal or nearly equal in capacity, then 
make another test at a rate to discharge the cells in one hour, 


the difference in capacity batween the two oells at the higher 


rate indicates the difference in efficiency between the two 
cells, Thus, to take the above example :— 


This efficiency is equal to the ampere-hours at high rate 
| ampere-hours at low rate 

With a perfect cell it would be uaity. 
In the above example the discharge of K cell at low rate 
is 2,170, and at high rate 1,050, therefore efficiency is 


1,050 a. 1,230 _ a, 
о 0:484, the F. K. cell 2170 0507. . 
The figures are not the gross efficiency given by watt-hours 
put into cell and watt-hours given out by cell, bat are com- 
parative values indicating the drop in output as the rate of 
working increases. 

It would be instructive and interesting if the data were 
these curves for a cell of the strip type 
like Blot’s, with a cell of grid type. Theoretically the curve 
should be better in cells where the active material is spread 
thinly over large surface. T ud 

Whether this is borne out in practice cannot be proved by 
the author owing to the absence of data. 

In this way the all-round performance of any cells can be 
indicated, even for traction cells it is the best test between 
two cells of nearly same watt-hours per lb. at the long 
discharge. 

Some such test is necessary, for traction cells have to work 
at all rates of discharge, so that to arrive at an approximate 
idea or value of the cella under working conditions the two 
tests are required to fairly compare two cells. 
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Of course, this 1з a supplementary test in the case of 


traction cells, and whatever the cells may be which are to be 


compared they must give same capacity in the 6, 7, 8, or 9 
hours chosen as the low rate time. Two cells may give 
game capacity at low rates, and if their watt-hours’ capacity 

г Ib. is equal, or nearly so, at that rate, it is clear the watt- 

ours’ per lb. of the cell which has highest capacity at the 
high rates will have the highest value in actual work on a 
variable load. 

Only in the impossible case of a cell with no drop in 
capacity on an increasing load is the test of capacity, at one 
or two low rates, any reliable index of the capacity under the 
varying rates found in practice. 

It has hitherto been too readily assumed that if a cell is 
superior to another at one or two rates of discharge it is 
therefore superior all along the line. 

In concluding these occasional articles on battery testing, 
it may be pointed out that while actual testing and noting 
down results is a simple matter quite within the capacity of 
a student at school, the laying out of the plan of the testa 
and the making of comparisons between the results observed 
and other resulta already published, is a task which presents 
some difficulties to those who are considered capable experta. 

We have well known accepted methods for comparing 
engines, dynamos, motors, transformers, lamps and other 
appliances, but it seems we have no recognised methods for 
testing and reporting upon storage batteries in such a way 
that the results are comparable and above suspicion of 
errors. 


REVIEWS. 


The Law and Practice of Letters Patents for Inventions. 
By Lewis Epuuxps, D. Sc., Q.C. Second Edition by 
T. M. Stevens, D.C. L. London: Stevens & Sons, 

Limited, 119 and 120, Chancery Lane. Price 328. 


The annual number of patents granted to inventors 
appears to be one of the best indications of the manufactur- 
ing activity of a country. At least, the United States, 
Great Britain, and Germany stand at the head of the list in 
both these respects. Probably the greatest number of 
inventions per annum are patented in this country. but 
though there may be some doubt whether we or the U. S. A. 
stand first in numbers, there can be no doubt that the patent 
law of this country is the oldest in the world. 

We learn from the interesting history of Patent Law in 
Dr. Edmunds's volume that the grant of Letters Patent con- 
ferring a monopoly is one of the last survivals of the once 
arg re o aay of the Crown. As late as the reigns 
of Edward III. and Richard II. the king claimed to give 
apecial privileges to individual traders, but the first patent 
for an invention in the modern sense appears to have been 
granted in the reign of Henry VI. to two aldermen that 
they and their assignees should have the sole making of the 
philosopher's stone.” Up to the time of Elizabeth patents 
were granted for new inventions, and also for restraint of 
trade in articles or arts already known. The latter class of 
monopolies were after a long struggle during the reigns of 
Elizabeth and James I. declared to be illegal, and the pre- 
rogative of the Crown was restricted to granting patents for 
new inventions only. 

In 1624 the Statute of Monopolies was enacted, and it ig 
on Section 6 of this Act that Letters Patent for invention 
depend. The present term of 14 years was then fixed, and 
the patent was to be granted to the true and first inventor 
only. The procedure for taking out Letters patent was sub- 
sequently modified by Acts passed in 1852 and 1883 and 
amending Acta in 1885, 1886, and 1888. Some idea of the 
long and cumbrous procedure ne to obtain a patent 
before 1852 may be obtained, when we learn that the appli- 
cant had to make application at least 10 separate and distinct 
times to almost as many different officials. The Home 
Secretary, the law officera, the Lord Chancellor, all had a 
finger in the pie, and the wonder is invention was not 
strangled with red tape. Happily our Patent Law has now 
been simplified, and the cost of obtaining a patent reduced 
to a very moderate amount. Our patent system is still 


behind those of ita leading modern rivals in one respect; it 
takes no steps to ascertain that patents are granted for new 
inventions only. The United States has examined inventions 
for novelty for the last 60 years, and the leading European 
countries, with the exception of France and Great Britain, 
have also adopted the American system. 

. Our patent practice has been otherwise brought, by a pias 
series of legal decisions, to a state of great perfection, an 
in no treatise will & better exposition of Patent Law and 
Practice be found than in Dr. Edmunds’s volume. The present 
edition extends to almost 1,000 pages, and appears to con- 
tain sufficient information to start a patent barrister or a 
patent agent in business in a small way. The subject matter 
of the volume is well arranged and indexed. It is divided 
into two parts; Part I. discussing Patent Law and Practice, 
and Part II. containing the Patent Acta at present in force, 
with full and valuable notes. Wherever we have tested the 
matter in this huge volume, we have found it reliable, aocu- 
rate, and up to date; the style and arrangement is во clear, 
that a consulting engineer, or even a patentee without legal 
training might, in many cases, settle points in dispute about 
patent rights, and save the parties concerned from expending 
thousands of pounds on patent litigation. 


Glass Blowing and Working. By T. Boras, F. C. S., F. T. C. 
London: Dawbarn & Ward, Limited, 6, Farringdon 
Avenue, Е.О. | 
The author, at the commencement of his book, points out 

that glass blowing is an interesting recreation as well as 
an industry, although very few people seem to recognise this. 
As cultivating delicacy of touch and perception, Mr. Bolas 
Bays it s almost alone, though this is probably an 
ae on which an enthusiast always credits to the art in 
which he is particularly interested. A few pages which are 
devoted to the historical aspect of glass are decidedly 
interesting. Careful details are first given as to the best 
etandard form of blowpipe; also various forms of bellows are 
described, and it is even shown how two pairs of ordinary 
domestic bellows may be adapted for blowpipes. The various 
tools required are next described in detail ; in fact, attention to 
detail is a characteristic of the book. The working of glass 
for all kinds of philosophical instruments is fully gone into, 
во that the whole work makes an excellent treatise which can 
be highly recommended. 


Journal of the Institution of Electrical Engineers, No. 131. 
London: E. & F. N. Spon, 125, Strand. 


The general contents of this number are as follows :— 
* Accumulator Traction on Rails and Ordinary Roads," by 
L. Epstein. 


The Workmen's Compensation Act, 1897. By W. А. WILLIS, 
LL.B. Third edition. London: Butterworth & Shaw 
and Sons, 1898. 


This third edition of a really important little book has 
been revised and somewhat extended. We doubt if employers 
generally have given to the Act of 1897 that consideration 
which it deserves. They will find in the very near future 
that they have made & mistake by not so doing. The 
Act was that of a Conservative government, and probably 
had such an Act been brought into being by a Liberal or a 
Radical government there would have been such a terrific 
outory h the length and breadth of the land, that all 
England would have been roused toa fall and proper sense of 
the ruin of the constitution and the dangers of socialism, and 
all that sort of thing which is allowed to pass for statesman- 
ship when hall-marked by the Tories. The new appendix 
consiste of a form of application for certificate to scheme 
issued by Chief Registrar where employers and employed 
alike agree to a contracting out scheme. The Act itself is 
remarkable ag the first instance in the history of English 
Jurisprudence, wherein a liability has been cast upon an indi- 
vidual to pay damages for injuries which are not the result 
of any negligence or other unlawful act either of himself 
or his servants, for whose conduct he is legally responsible. 

An employer by this new Act is practically made to com- 

rily insure bis workmen, or failing to do so, he is liable 
or all or any of their injuries, to the extent of bankruptcy. 
Under common law an employers’ liability has three limits, 
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known as the doctrine of common employment, accepted 
risks, and contributory negligence. The Act of 1880 was 
intended to destroy the first limitation. This Act left the 
door open for much evasion of its provisions and for much 
litigation. Mr. Asquith's Bill of 1893 was introduced to 
meet these objections, but was withdrawn because of the 
insistence upon contracting out by the Lords. By the Act 
of 1897 one limitation alone seems to be preserved, where a 
man’s serious and wilful misconduct shuts him out of any 


compensation. What a field is here for litigation! ! Serious 


and wilful misconduct!!! Who is to be the judge? Con- 
tracting out is limited to where a scheme has been formulated 
and certified by the Registrar of Friendly Societies as con- 
ferring benefits equal to the Statute. An employer cannot 
evade liability by sub-contracting. Perhaps this may help 
to wipe out the ridiculous objection to sub-contracting by 
London vestries and other bodies. 

Speaking generally, however, the employers' lot is not a 
happy one. If he cannot b» got at under the new Act the 
Act of 1880 may be brought to bear on him, and failing 
that the common law is still a weapon in the hands of his 
enemy. Then there isa Fatal Accidente’ Act of 1846. The 
employers only chance, if he be a small employer, is to insure 
against all liability; if he be a large employer he may join 
his workmen in a scheme of contracting out. 
advise all employers to buy and read this book, and study its 
very stringent clauses. We are not quite sure if an employer 
would not be liable if one of his late workmen out on strike 
got hurt while on picketting duty. 


General Elementary Science. Edited by WILLIAM BRIGGS, 
M. A., F. C. S., F.R.A.S. London: W. B. Clive, Univer- 
sity Correspondence College Press. 


We have received from the University Correspondence 
Press a copy of another edition to the long list of books that 
have appeared in recent years for the use of science students. 
This work, written by four authors of considerable reputation, 
under the editorship of Mr. William Briggs, covers the 


general ground of elementary mechanics, physics, and 
chemistry, and is particularly designed for the Matriculation 
Examination of the University of London. It is arranged 


in а series of more or less disconnected paragraphs, as, 
indeed, many successful educational books have been, from 
Euclid and Routh’s Rigid Dynamics, downwards. Regarded 
as а cram book, s.¢., a book arranged with the definite pur- 
of preparing candidates for examination, we do not 
see how it could well be improved. The arrangement of the 
propositions is logical and consecutive, the explanations are 
simple and exact; where a complete definition may be 
beyond the students’ ш é.g., in that of electrical 
tential, a note is added ; the illustrations seem sufficient 
or the purpose. Every page contains evidence of the in- 
tellect required for the production of a good elementary 
book. The volume is of a convenient size for the pocket, 
and the typography is excellent. 


NEW PATENTS.—1898. 


[Compiled expressly for this journal by W. P. Тномргои & Oo., 
Electrical Patent Agents, 822, High Holborn, London, W O., io whom 
«П inquiries should be addressed. | 


4,879. An improved method of distribution of news and music 
by telephone." L. E. Wirsom. Dated February 28th. 

4,895. “Improved manufacture of insulating conduits for elec- 
trical conductors and appliances employed in connection therewith, 
and for laying the conductors therein.” F. T. Woopcock. Dated 
February 28th. 

4,900. "Improvements relsting to joints of telegraph wires." 
А. A. Common. Dated February 28th. n 

4,903. Improvements in primary batteries." 
Dated February 28th. (Complete.) 

4,910. "Improvements in, and relating to, primary batteries." C. 
Kaka. Dated February 28th. ( Complete.) i | 


J. E. FoLLEB. 


We would. 


4,926. “Improvements in, and relating to, portable electric lamps 
and batteries therefor, and for other purposes." H. Н. Laxe. (L. 
Paget, United States.) Dated February 28th. 


4,929. “Improvements in, or relating to, electric railway conduits 
and conductors.” A. J. Восит. (R. Snyers, Belgium.) Dated 
February 28tb. (Complete.) 


4,995. “Improvements in electro-magnets or magnetic closers for 
use on electric railway vehicles." J. N.'THoMas. Dated March 1st. 
(Complete.) : 

4,999. ‘Improvements in, and relating to, electric railways.’ 
W. М. Brown. Dated March lst. ( Complete.) 

5,001. "Improved controlling system for electric railway vehicles.” 
8. Н. Вновт. Dated March 1st. (Complete.) 

5,029. “Improvements in regulating apparatus for arc lampe." 
H. Lerrner. Dated March 1st. 

5,034. "Improvements in, or relating to, electrolytic electrical 
meters" С. О. Bastian. Dated March 1st. Г 

5,048. "Improvements in electric meters.“ Еувввнвр & Vic- 
NOLES, LIMITED, and 8. EversHep. Dated March 166. 

5,049. "Improvements in alternating current motors" W. 
SraxL BT. Dated March 1st. (Complete.) 

5,054. "Improvements in current collectors for dynamo-electric 
machines.“ G. W. NELL. Dated March lst. (Complete.) 


5,062. “Improvements in incandescent electric lamps." W. P. 
Тномрзом. (J. T. Lister and W. 8. Chamberlain, United States.) 
Dated March lst. (Complete.) 

5,064. “Improvements in non-synchronous electric motore" R. 
BELFIELD. (B. G. Lamme, United States.) Dated March Ist. 


5,065. “Improvements in arc lamps." R. BELFIBLD. (Н. P. 
Davis and F. Conrad, United States.) Dated March 1st. 


5.066. Improvements in electric switches.” R. BmrLrrIELD. (Н. 
P. Davis and E. F. Harder, United States.) Dated March 1st. 


5,067. “ Ап improved means for feeding the carbons in electric 
arc lamps.“ C. Woop. Dated March 186. 

5,068. ‘Improvements in and relating to the carbon-feeding 
mecbanism of electric arc lamps.” C. Woop. Dated March 1st. 

5,083. "An improved means of and apparatus for varying the 
strength of electrical currents.” R. Hoprz-Jowmxes. Dated March 2ай, 


5,130. Method of utilising the interior of electric incandescent 
lamps for advertising purposes.” L. ВвноР. Dated March 2nd. 

5,133. Improvements in electric lamp fittings." J. M. HUIBMAN 
and H. C. Gover. Dated March 2nd. 
. 5,1162. “Improvements in the manufacture of waterproofing 
ooating compositions for wearing Apparel, covers, engine and other 

kings, acid tank linings, electrical insulating compositions, and 

forz other uses.” С. J. Grist. Dated March 2nd. 

5,172. "Improvements in telephone transmitters.” J. V. Cor- 
LINGWOOD. Dated March 2nd. 

5,176. “Impr-vements in means or apparatus for starting and re- 
gulating electric motors.” J. H. Homes. Dated March 2nd. 

5,177. “ Improvements in dynamo-electric machines.” W. B. 
Валтинв and MavoB & Courson, Lrurrmp. Dated March 2nd. 


5,178. ‘Improvements in the manufacture of electrical trans- 
formers, and other alternating current apparatus having iron cores.” 
A. F. Bunny. Dated March 2nd. 

5,185. “Improvements in electrical conducting apparatus for 
tramways, railways and the like.” С. F. P. ВтЕнркЕвлсн. Dated 
March 2nd. (Complete.) 


5,186. “Improvements in or relating to secondary batteries.” R. 
Happax. (Н. Dolter, France.) Dated 2nd. (Complete.) 


5,208. "Improvements in electrically operated gas valves for 
burners.” ACTIENGESELLSCHAFT FUB FABRIKATION VON 
BBONCEWAAREN UND ZINKGUSS VORM., J. C. Sn & Вони and B. J. 
Vom Romooxt. Dated March 3rd. 


5,260. An improved primary battery.” B. A. MrrcHmELL. Dated 
March 3rd. xd 


5,287. Improved coin feed mechanism for making and breaki 
electrical contacts.”  R. Happan. (M. Vidal, France.) 
March 3rd. 
un dá ра amd in globes iei bulbs for electric incandescent 

ps for decorative advertising and other purposes.“ Р. HERRE. 

Dated March 3rd. n 

5,300. "Improved means for lighting railway trains electrically." 
R. В. Mmacock and A. J. HARPER. Dated March 4th. 

5,943. " Improvements in fluids for impregnating bodies or suit- 
able fabrics, threads, fibres, or the like, for incandescent lighting pur- 
poses." Е. Р. FosrER and G. (Bopo) PucHmMuLtER. Dated March 4th. 


5,379. “Improvements in the manufacture of deep sea telegraph 
and telephone cables.” W. T. HeNLEY'S TELEGRAPH WoRES Com- 
PANY, LIMITED, and G. Sorron. Dated March 4th. 

5,418. Improvements in electric telephony." C. ADAM8-RANDALL. 
Dated March 5th. 

5,423. An automatic electric switch for hoists and cranes." J. 
GoppakD. Dated March bth. 


5,449. "Improvements in oscillographs or apparatus for indi- 
cating Or recording rapidly varying electric currents or potential 
differences." W. Do Bors DoppELL. Dated March 5th. (Compiete.) 


5,469. “Improved system of electric traction and apparatus 
therefor.” A. J. BourT. (J. P. Anney, France.) Dated March 5th. 
(Complete.) 

5,478. "Improvements in alternating electric current trans- 


formers.” J. А. McMuLLEx. Dated March 5th. 
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ELECTRIC POWER SUPPLY FROM 
CENTRAL STATIONS. 


NOTWITHSTANDING the enormous progress that has been 
made in this country in the last half-century in perfecting 
and cheapening our methods of production, and of transport- 
ing the raw material to, and the finished article from, the 
manufacturer, we find that other nations have advanced as 
fest or faster than ourselves, and that our manufacturing 
supremacy is nolongerto marked as in past times. The 
causes of this increased competition are many and various, 
and if we wish to maintain our position in the front, we 


must take care to make the most of such advantages аз we 


possess; employers must not be slow to adopt labour-saving 
appliances, nor to replace existing tools by others of im- 
proved design and greater possible output; the management 
must keep a sharp look out for, and at once remove, all 
possible causes of waste; and the workman must realise that 
his chance of increasing his weekly earnings lies in doing 
his best to increase the output of the machinery he tends. 
We have been accustomed to think that our coal fields and 
railways give us an advantage over our rivals; but this is 
not always so, as there are cases where transport freighta are 
lower in other countries than with as, and the introduction 
of electric transmission of power has made it possible in 


some districts to do without coal, and to utilise the energy of 


falling water. The fact that in our manufacturing districts 
coal is cheap, and that in many cases the cost of power is 
only a small item of the total cost of production, has made 
many of our manufacturers somewhat neglectful of this 
branch of their operations; and we too often eee boilers, 
worked at ridiculously low pressures, supplying steam 
through long ranges of pipes to small and uneconomical 
engines, or engines transmitting power through euch an 
amount of shafting, gearing, and belting, as to leave but a 
small percentage of the power produced available at the 
machines. 

The importance of keeping down the cost of power is 
beginning to be more fully recognised, and already a certain 
number of works have electric generating stations whence 
power is transmitted electrically to motor-driven machinery 
with a gain in economy over the older methods; and it is 
now proposed by the Midland Electric Corporation for Power 
Distribution to go a step further, and to put down a central 
station for the purpose of electric power supply over an 
extended area. The paper by Mr. Addenbrooke, “ Electric 
Power Supply from Central Stations,” which was read a 
fortnight ago before the South Staffordshire Institute of Iron 
and Steel Works’ Managers, deals with this question of cost 
of power; and, after some remarks on the cost of water- 
power ав compared with that of power produced by coal, gives 
an outline of the Midland Electric Corporation’s scheme as 
an example of the best way of getting the power from the 
coal to the machinery it is to drive. 

The comparison of coet of power obtained from water or 
coal is disappointing, as the paper gives nothing but general 
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and somewhat vague expressions of opinion, arriving at the 
conclusion that the difference in annual cost between water 
and steam power is practically the cost of coal and stoking 
or handling it; and that * the whole of this difference can 
only be debited against the coal power on the assumption 
that no rent is paid for the water-power, nor any inordinate 
sams for its conservation and utilisation.” The subject is a 
difficult one, and the paper before us does not add much, if 
anything, to our knowledge of it; as we cannot consider any 
arguments of much value which are unsupported by figures 
of the capital cost of existing water-power installations. Mr. 
Addenbrooke says that the cost of buildings, dynamoe, 
Bwitch geer, motors and mains, wil be the same in both 
cases, except that; as regards the mains, water-power will 
generally be at some disadvantage, b2cause large waterfalls 
are often not very accessible. It appears to us that this 
point may be of considerable importance, as either the 
distance that power has to be transmitted will be 
very much greater, or, if works are erected near the water- 
power, the cost of transport of material to and from the works 
will be increased. It must not, however, be forgotten that 
this very inaccessibility of the water-power often permits of 


the use of bare overhead wires, and a cheaper line construc- 


tion than would be possible in South Staffordshire or other 
districts equally well placed as regards cost of coal. 

We are next told that we shall not be far out if we put the 
cost of turbines, turbine pite, slnice gates, and general 
arrangements against that of steam engines of similar power, 
but no figures are given; indeed, the only figure of capital 
cost given in this part of the paper is that the cost of boiler 
p'ant, with condensers and economieers, will be about £4 per 
horee-power, and we are asked if the necessary canale, tupnele, 
embankment”, weirs, or dams could be constructed for the 
same figure. But this is just the question we would ask the 
author of the paper ; as, unfortunately, Eoglish engineers have 
little chance of gaining регкоза1 experience in such work, 
although they would have no difficu'ty in fixing the cost of a 
boiler plart of any given size. It would, therefore, have 
been much more satisfactory if Mr. Addenbrooke had been 
able to tell us the capital cost of various water-power instal- 
lations, even if he had left us to supply the figures for steam 
power. 

With regard to working expenses and general charges, we 
are told that whilet the depreciation on buildings, dynamos, 
switch gear, motors, and mains will be the same in each case, 
on boilers and engines it will probably be greater than on 
turbines, canale, and other constructional work, and that the 
cost of administration, of engineering staff, and of rates, 
taxes, and other standing charges, will probably be the same. 
By balancing the greater depreciation on steam plant against 
the probable greater capital cost of water plant, Mr. Adden- 
brooke arrives at the conclusion that tke cost of coal and 
stoking is the only unbalanced item, and proceeds to calcu- 
late this cost per I.H.P. per annum. The figure arrived at, 
viz, £2 10s. per I.H.P. for a wo:king year of 8,000 hours, 
is quite possible of attainment wth а gool load factor; but 
if steam-power had to compete against water-power with thut 
extra charge against the former, it wcu'd b: a serious handi- 
csp іп an industry where power is used continuously, and 
where its cost forms a large proportion of the total cost of 
production. A working year of 8,000 hours is not, however, 
the normal thing in England, the usual conditions being a 


54-hour week, or, say, 2,800 hours per annum, and 'Mr. 
Addenbrooke argues that, under these conditions, оов! can 
compete better with water, because the extra oharge will be 
reduced from £2 103 to 178. 6d. per annum. This is, of 
course, true, if the comparison is restricted to one between 
coal and water, with the каше load factor and hours of work- 
ing; but the statement must not be taken to mean that there 
is any economy in short hours, as owing to the oost of coal 
being, in the majority of oar manufactures, a comparatively 
small item in the tct4l cost of prcduction, a et-am factory 
working 10 hours per day may easily produce cheaper than 
a rival water-power factory, if this latt:r works only nine 
hours per day. The load factor is the important item, and 
we do not think that Mr. Addenbrooke has allowed suffi- 
ciently for it in fixing the cost of coal for the smaller number 
of working hours; as, although the bulk of the demand for 
power may come between the hours, say, of 6 a.m and 5 p.m., 
there will always be some demand outside these hours, and 
the cost of coal per horse-power-hour will undoubtedly be 
increased by the smaller load factor, and by the stand-by 
losses. T 

With regard to the proposals of the Midland Electric 
Corporation, the paper does not tell ns much that has not 
already been made public, as the system to be employed, 
whether direct current, two-phase, or three-phase, remains 
still undecided; but we learn that current will probub!y be 
transmitted at 5,000 volts pressure, and some figures are 
given of the cost of the primary mains. Considerable atten- 
tion has been given to the method of charging for the 
electricity, and it has been decided to charge on the Demand 
meter system, the rates for power supply having been fixed 
in the agrcements with certain local authorities at 8d. per 
unit for the first hour's use per diem taken on the maximum 
demand, ard :8251. for each subsequent hour. A table is 
given in the paper which shows the average price per unit 
for any number of hours of maximum demand per diem, 
from which we see that for mo:t manufacturirg establish- 
ments the average charge per unit would be about 11d. At 
this price it would certainly pay all small power users to take 
current from the Corporation rather than to generate it with 
their own plant, but there is no reason why users of 
50 horse-power or even less should not be able to generate 
electricity on their own premises at the same or a lower 
cost, —— 

Let us consider a case where there are 812 working days 
of nine Loura each per annum, and where the average load 
is half the maximum. The average charge made by the 
Midland Electric Corporation would then be 1°8d. per unit., 
and the charge per kilowatt for the year would be £15 48. 2d., 
of whicb, taking Mr. Addenbrooke’s figures, only about 
278. 61. would represent the cost of coal and stoking at the 
central station. Of course in an isolated plant the consump- 
tion of coal will be much greater, but there should be no 
difficulty in obtaining boiler, engine, dynamo, and piping 
for a 50 kilowatt plant at the rate of £25 per kilowatt, and 
producing the kilowatt-hour for а conrumption of 10 Ibs. of 
coal with a load factor of 50 per cent., all stand-by losses 
included. One mar, with occasional extra help for boiler 
cleaning or other exlra work, could look after this plant, 
and an allowance of £100 per annum for labour will therefore 
be sufficient. The average output being 25 kilowatts for 
2,808 hours, the output in the year will amount to 70,200 


— . 
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units, and the cost of labour will therefore be ‘842d. per unit. SEPARATION OF THE IRON LOSSES OF A 


Taking coal at 5s. per ton, the figure given by Mr. Adden- 
brooke for the neighbourhood of South Staffordshire, we see 
that ооа] will oost 26240 268d. per unit, and if we 
add 05d. per unit for oil and waste we get for material aud 
labour a cost of 660d. per unit, leaving a margin of 640d. per 
unit for interest, depreciation, and repairs, to make up the 
cost of l'8d. per unit which would be charged for a supply 
from the central station. As the output is 70,200 units per 
annum, this representa a sum of £187 4s., or practically 15 
per cent. on the £1,250 which we have taken as the cost of 
the 50-kilowatt plant. | 

It would appear, then, that there is no need for manufac- 
turers to wait for a central station supply to realise the 
economy in the cost of power which is offered by Mr. Adden- 
brooke, except for the saving in capital expenditure. This 
is, to many of them, a very important point, and the fact 
that no money will have to be spent on generating plant, and 
that it will be possible to hire motors from the Midland Elec- 
tric Corporation should b» a great inducement to the intro- 
duction of electric power by many who hesitate about making 
the change on account of the considerable capital expenditure 
involved. | | 


THERE i$8 water power scheme in the air 
at Crieff, the source of power being the 
falls of the Tarret, which are on the estate 
of Sir Patrick Keith Murray, who offered to give the falls 
for power purposes and had measurements taken which he 
submitted, says the Scotsman, to a London electrician. This 
gentleman said the falls were not sufficient for the purpose. 
Mr. Arnot, of Glasgow, had also reported unfavourably of 
the falls as insufficient to light the town of Orieff. Sic 
Patrick intimated the London decision to the town in order 
to save them further trouble and expense. Mr. В. Е, Yorke 
also furnished the Town Council with a report, and he writes 
to the Scotsman to say that no other electrician but himself 


Water Power for 
Crieff, 


has been consulted, but that a turbine manufacturer to whom 


wrong data were submitted stated the power as insufficient. 
Mr. Yorke writes he has since further explained matters to 
Sir Patrick, and that the fall is of 300 cubic feet of water per 
minutethrongha height of 250 to 600 feet, and not 100 feet as 
originally stated, which, of course, may make all the difference. 
Sir Patrick's factor writes, that if the Council are satisfied the 
fall is still open to them. It is quite possible that an uppa- 
rent fall of 100 feet may easily be convertible into one of a 
much greater depth. Assume 800 cubic feet falling 400 feet 
instead of 100 feet, and at once the net horse-power will be 
150 in place of ‘lees than 40. Most falls of water are 
preceded by a series of small falls and rapide, and 
where the flow is small a pipe line from above the 
rapids enables the fall to be better utilised, and may also 
enable the power honse to be located well below the 
falls, the after rapids often being as valuable as the main 
fall itself. We see no reason to doubt that an oversight 
may have been made, and the ovasion is useful if it draws 
attention to the fact that there are numerous falls available 
for power purposes if the system of pipe lines be adopted 
from above to below the availible total declivity. In the 
Southern Californian water-power planta the pipe lines and 
tunnels are often brought from an initial point some miles 
distant, so as to secure a maximum possible fall, and if this 
can be combined with a dam, the uniformity of flow through- 
out the year can be thereby very much improved. 


TRANSFORMER.” 


By Pror. Н. 8. ОАВНАВТ. 


THE following elaboration of a method of separating the iron 
losses taking place in a traosformeris based on the measurement 
of these combined losses at two frequencies, A series of 
measurements is made at each frequency for a number of 
different voltages. From these two series we may obtain 
several рзіга of equations connecting together the hysteresis 
and eddy current losses, each pair being taken for the same 
value of the maximum instantanc ous induction, 8, of the 
magnegic wave at the two frequencies. From each pair of 
equations may be obtained botn the eddy current loss and 
the loss by hysteresis for the voltage corresponding. 

To keep the magnetic induction constant, the E.M.F. Е 
must be proportional to the frequency. This is evident from 
the general formula for the effective E M. F., which is 

E X 105 = У 2«n 4 BN volts, 
where n is the frequency, A the cros; section of the iron, (8 
the maximum induction, and N the number of turns of wire. 
If B is constant, E is proportional to n. 

If, then, w and ү’ are the total iron losses for the two 
frequencies n and n', both with the same value of B, we may 
write for the equations of these losses the following: 

т San? + л (1) 
w=an? + bn’ (2) 

These equations are written on the assumption that the 
eddy current loss is proportional to the equare of the fre- 
quency. The logs by hysteresis is, of course, proportional to 
the first power of the frequency. The constants a and 5 
are respectively the eddy current and hysteresis logs per 
cycle for the same value of the maximum induction £. 

If w' is the iron loss for an E.M.F. E', then the value of 
в for the same magnetio induction in the other series is E' 


TTC 
Bt a РЕ ШЙ НЕЁ И ИЙ a EI 
TT 
CCC 
TTT 
CC 
. 
е = 


watts w lost in the iron at the 


nin’. The corres ding 
frequency n may from the curve representing the 
relation between volta and watta lost at that frequenc 


The measurements below were made on a 2-kw. Riattery 
transformer. The current was furnished by the small labora- 
tory alternator, which I have described in another place. 
(American Electrician, November, 1887.) The following 
series of observations were taken : | 


Series A. Frequency, 15477. | 
] 


Series B. Frequency, 1087 
Volte. Watts. Volta. sg 
30 90 80 
49 12:8 | 40 151 
50 194 4 14 
60 20:2 
70 316 | 70 36 1 
90 "t E 331 
90 46 | 
1CO 512 | 100 - 622 
110 (27 | | 
120 715 | | 
130 811 | | 
140 91:5 | 
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Carve I. in the diagram expresses the relation between volts 
aud watts for Series A. It is used to find by interpolation 
the watts corresponding to the voltages under A in the follow- 
ing table. These voltages are found, as already M seran. by 
multiplying those of Series B by the ratio n/n’. In the pre- 
gent case this ratio is 1491. 


— ——— 


Beries B. Series A. 
| 

Volts. | Watts 0 Volts. Watts 
30 9:8 4473 | 160 
40 151 59:64 247 
50 21:3 74 55 3475 
60 | 28 4 | 89:46 45 75 
70 | 36:1 | 104:37 | 577 
80 | 44 5 | 119 28 706 
90 531 13419 84:75 


| ! = 
By substitution in equations (1) and (2) we may now 
obtain seven paire, viz. :— 


— 


16 = 15475 а, + 1547 b 
9:8 = 1037 a, + 1087 b (1) 
84°75 15472 % + 1547 b, 


581 = 10372 a, + 103-7 b, (7) 
The intermediate equations сап be filled in from the 


table above. Solving these equations for the eddy curre! t 
losses, we get the following for the frequency 103°7 :— 
Eddy loss. | Total loss. | Hystersis loss. | Volts. 
ks ur dS | “=> EA = el — 5! — 
19 | 98 79 80 
2:9 151 12:2 40 
4 09 213 17:21 50 
4 66 | 284 23 74 60 
5:29 | 36 1 30 81 70 
5 81 445 38 69 £0 
7°63 531 | 45:47 90 


We have thus separated the losses for the frequency 1087 ; 
the same equations may be used to separate them for the 
frequency 1547. 

Since these seven pairs of equations involve different 
values of the magnetic induction g, they may evidently be 
employed to determine the exponent of 3 in Steinmetz's 
formula for the hy:teretio loss. For the same value of n the 
hysteretic losa in watts may be written w = c, 7, where c is 
а constant, Hence: 


log W = z log f? + constant. 

But for the same frequency, 8 is proportional to the volta 

E. Let В equal x E. Then, since & is a constant, 

log w = z leg k + z log E + constant 

= 2 log E + constant. 

The relation between the logarithms of w and x is evidently 
the equation of a straight line, and the desired exponent z is 
the tangent of the angle which this line makes with the 
axis of log E. The lozarithms of the loes by hysteresis and 
of the corresponding volts of the last table are plotted in 
Curve 11. of the diagram. The tangent of the angle А B c, 
measured in terms of the two scales on which the logarithms 
are plotted, is quite closely 1:6. MA: 

The method obviously gives better results when the 
measurements are made on а transformer having iron losses 
which can be read on the best part of the scale of the 
wattmeter. The small readings аге not so reliable as the 
larger ones. 

I have applied the same method to the small transformer 
described in the Electrical World, September 18th, 1897. 
The plot of the logarithms gave the same result, viz., 1*6. 
This confirms Steinmetz's formula for the loss by hysteresis. 


— —————— 


TOPICS OF INTEREST TO CENTRAL 
STATION MEN. 


Ax address upon this subject was delivered on January 19th 


Inst by Lieut. Francis A. Badt, before the North-Western 
Electrical Association, Milwaukee, Wis. ; and, as will be seen 


in the present review, there is much not only to interest but 
also to amuse central station men. He starts off on the 


rather threadbare—or, as he calls it, the old, old subject of 


alternating v. direct currente," and appears to distribute his 
favours about equally between them—a thing, by the way, 
that very few electrical men are unbiassed enough todo. He 
then plunges into the troubled waters of pressure, and 
after detailing the difficulties he experienced in getting manu- 
facturers to produce a 220-volt incandescent lamp, practically 
takes the credit for its production as a commercial article. 
He takes considerable trouble to explain the advantages of a 
220-volt direct current two-wire system over the three-wire 
system, and states that the former is really simpler! We 
shoud have thought it unnecessary to explain (!) this to an 
electrical aseociation. The 220-volt enclosed arc lamp he 
considers to be a decided advance, as it can be run direct 
асгоєв the mains instead of using two or three in series, and 
as the arc is three-quarters of an inch lorg it practically 
casts no shadow. Obviously, the longer the arc, the 
less likelihood of shadow from the carbons; but he 
overlooks the fact that the shadows from the supports 
and spark catchers are much greater than those cast by the 
lower carbon, no matter what length the arc may be, while 
the colour of the light produced by any long arc lamp is usually 
far less pure than that from a short arc for the same expen- 
diture of energy, and in England, at any rate, the colour and 
steadiness of the light are matters of considerable import- 
ance. He is doubtless rigbt in stating that fluctuations of 

ressure affect a high voltage arc lamp much less than it 

oes a low voltage lamp, and where arc lamps are required 
to be used on power circuits, there would probably be some 
advantage in using the higher pressure. Seeing, however, 
that on lighting circuits & steady pressure is essential on 
account of the incandescent lighting, its superiority even in 
this respect is not obvious, and we fancy that the consumer 
would prefer a lower pressure lamp with a reasonably steady 
arc ind. white light. He contends that “yon can supply a 
customer with one lamp without making that lamp depend 
upon somebody else's lamp, doing away with all series con- 
nections.” This throws rather a strong side light upon 
American central station practice, and reminds one of the 
complaint made many years ago in Eogland by а consumer 
in а south coast town, that when he wanted to light a 
single lamp in his bath-room, he also had to light up his 
drawing room! the lamps being on the same cirouit in a 
parallel series system. He states that Our friends over 
the water have declared time and again, and have proven it 
to us mathematically, that the enclosed arc is no good ; that 
the open arc is of ter efficiency and has many advan- 
tages over the enclosed arc, but in spite of these theoretical 
demonstrations the enclosed arc is the arc to-day in the 
United States, and the open arc for constant potential cir- 
cuits is getting out of vogue entirely. It is a back num- 
ber, and gives us one of the illustrations where theory and 
practice do not coincide. The American is, if anything, 
practical, &c."  Lieut. Francis A. Badt is probably not 
aware of the large number of encloeed arc lamps in use in 
England, nor must he assume that the opinions of one or two 
or half-a-dozen does of necessity represent the opinions of the 
electrical men of England. 

He thinks it will not be very long before they will have 
an enclosed arc lamp of 500 volts which can be attached 
directly across the wires of a railway circuit! But why stop 
short at 500 volte ? ub not run up to 2,000, or 10,000 
volts for that matter, and connect directly across the feeders 
of a high tension system? An arc lamp with a 3 feet arc 
would bea novelty, and would cast no shadow! A street 
lighted with a double row of such lamps would be a sight 
worth seeing, and we confidently expect practical America to 
show us the way. 

Lieut. Francis A. Badt is in trouble about the “ gas сар” 
of the enclosed arc lamp, i. e., the cover of the inner Эшик 
and through which the upper carbon He complains 
that carbons vary so much in diameter, that either the car- 
bons stick in the hole, or are во loose, that the air gets in too 
readily, and the life of the carbon is materially reduced. 
We, in England, would usually surmount this difficulty by 

ifying for a certain diameter of carbon, and a certain 
size of hole, and seeing that we got it, or else promptly return 
the goods to the makers. We presume this remedy bas not 
occurred to practical Americans, and the remedy suggested by 
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the speaker was the standardising by the Association he was 
addressing of the diameter of the hole and the carbon. The 
old story of leading a horse to the water. The Association 
may standardise, bat the maker will supply carbons and gas 
cap3 out of standard if the purchaser is not smart enough 
to see that he gets what he wants. He says that all the 
above refers to the direct current system, of course. Why of 
course? A pressure of 220 volta is not confined to direct 
current systems—at any rete in England—neither are en- 
closed arc lamps, or two-wire or three-wire systeme, and if 
а 500-volt arc lamp is a desiratum for direct current supply, 
=н be equally advantageous to alternating current 
systems. 
His opinion is—referring now t» alternating currents 
that the single-phase syt tem will eventually be the system, 
and makes the astonishing statement that “ We have now 
(italics are ours), of course, incandescent lamps burning on 
alternating currents.“ (Must we assume that America has 
not been accustomed in the past to ran glow lamps on a'tar- 
nating current circuits ?) With alternating arc lamps and 
single-phase motors he thinks the single-phase alternating 
еш the system for large areas The speaker criticised an 
objection made previously by a Mr. Dow: That each 
customer had to have a transformer for the maximum 
capacity of the dwelling, or whatever it might be, and he 
cited that as a great disadvantage of the alternating system 
as against the direct current system.” He (the speaker) said, 
“ Now I think that a good deal of that could be avoided in 
the alternating system by using larger transformers for a 
number of customers," and goes on to remark that of course 
it could not be done economically with 50-volt lamps, and it 
may not be ible to do it economically with 110-volt 
аш ; but why not use 220-volt lamps ? 

e should strongly recommend our old friend of years ago 
to run over to England, for while we are not practical 
Americans, we have never used any other alternating system 
than the single-phase for central station supply, and he may 
be surprised to learn that banking transformers is the 
rule, and is nearly as old as the system itself, that we have 
‚ never experienced any trouble in running incandescent lampe 
on alt arnating current circuits, that stations have been made 
to pay on 110-volts pressure; and, finally, that 200 or 220- 
volt lamps are largely used, and have been since their intro- 
duction as a commercial article. In conclusion, he draws 
attention to another threadbare subject, viz., the low efficiency 
of steam plant, and finally becomes prophetic. “ Тһе steam 
engine of the future (he saya) will hace а much higher effi- 
ciency, of course. It will do away entirely with boilers, 
It will be a steam engine that burns the fuel, &c.” 

Then he proceeds to give himself away by saying, I am 


not guessing here; but I am just describing an engine which : 


is now on exhibition on the cther side of the water,” &c., 
. and after explaining that Americans are now trying to buy 
the patents of this wonderful engine, he goes on to describe 
an American Utopian city in which street railways will be 
abolished, and motor ста and motor buses “running in all 
directions (I) on asphaltum pavements, will be the ideal 
form of locomotion, and the new engine is going to help 
them realise it! We should like to know something 
more of this steam engine without a boiler, and which 
burns its own fuel; but we are content to wait until 
America has purchased the patents and blown off some of its 
enthusiasm. We may then hope to get some reliable in- 
formation, and shall probably find that this wonderful swan 
is but a very inferior sort of goose after all. We have seen 
too many of the inventions that were going to revolutionise 
engineering practice to feel any excitement over one or even 
half-a-dozen more. 


THE ELECTRIC ARC AS A TELEPHONE. 


A РАРЕВ by Hermann Th. Simon, in Wied. Ann., Vol. 64, 
р. 288, describes tome exceedingly curious experimente, which 
‚ Show that the electric arc is capable of acting either as а 
telephoue transmitter or as a receiver. Herr Simon first 
observed accidently in an arc light a peculiar crackling noise, 
which he traced to the influence of an intermittent current 


supplying an induction coil, and flowing in a conductor, 
which ran for some distance parallel to the leads of the elec- 
tric arc. | 

Experiments with the rotating mirror failed to show that the 
electric arc was in a state of vibretion; but this was expli- 
cable on the hypothesis that the alternating induced current 
superimposed on the steady current producing the arc, caused 
£o little variation in the light, that the changes could not be 
perceived by the eye. The alternating current, however, was 
quite capable of pon changes of temperature in the 
arc, which expanded and contracted the gases sufficiently to 
generate sound waves perceptible to the ear. Conversely, it 
was found that when sound waves were allowed to fall on the 
arc, variations of the current were prodaced, which were 
capable of reproducing the sounds in a distant microphone. 

The following arrangement was devised to show these 
effects. The primary of a smell ctep-up traneformer was 
connected up in the circait of the electric arc; a microphone 
and battery were put in circuit with the secondary of the 
transformer. When the end of & sounding tuning-fork was 
dera in contact with the microphone, the same note was 

eard distinctly at the elect-ic arc. Whistling, knocking, 

singing, and even speech were transmitted and distinctly 
given out with all the most delicate variations of tone by the 
electric arc. With loud tones of a certain pitch, the notes 
given out by the arc were accompanied with a hissing 
sound. To collect the notes from the arc a glass funnel is 
held opposite to the arc, and connect«d to the ears by two 
tubes. 

Herr Simon has calculated the variations of density of 
the gases which would be prodaced by the changes of the 


current, and found that they lie within the limit fixed by 


Lord Rayleigh for audible sound waver, and he fairly con- 
cludes from this, that the notes heard in the arc are due to 
these variations of density. 

When the aro is lengthened, the rounds emitted become 
essentially louder and more distinct. This is due to the fact 
that, the resistance of the arc being greater, a greater frac- 
tion of the work of the current is expended on the arc, and 
а larger volume of gas is heated. О” 

In order to show that the electric arc is capable of act ii g 
as a telephonic transmitter, the microphone in the abov- 
described arrangement is replaced by a telephone, and the 
sound waves are concentrat« d on the arc by afannel. Specch, 
singing, whistling, thus directed on the arc, are heard dis- 
tinctly at the telephone. The explanation of this pheno- 
menon is plain, when it is remembered that the resistance of 
the arc varies with the density of gases through which the 
current passes; the variations of the resistance will produce 
corresponding variations of the current which, by leteral 
induction in the transformer, are transmitted in an inten- 
sified form to the telephone. 

We do not recommend this invention for commercial use ; 
the lapgusge transmitted through the present telephone is 
usually heated enough; at lea t, there is no necessity for 
passing it through an electric furnace. 


TESTING THE RESISTANCE OF THE 
RAILWAY CIRCUIT. 


In a communication to the Street Raslway Journal, Mr. 
Sherwocd F. Jeter, of Atlanta, says :— 

* Having become interested in testing the resistance of 
the feeder and retarn circuita of & street railway system, it 
has occurred to me that a very practical rigging for making 
such tests, and also one that would definitely locate any 
trouble that might exist, would be the one outlined in the 
accompanying diagram. The test wire may be of iron and 
of any convenient size, and is strung from the station to 
any point at which it is desired to make tests. 

The tests can only be made at night when the line is not 
iu use. The water rheostat is adjusted to that when the 
line is short-circuited, a small amount of current will flow, 
вау, from 50 to 150 amperes. Any nice adjustment of the 
amount of current flowing may be made by changing the 
voltage of the generator so that the water rheostat need not 


894 


THE ELECTRICAL REVIEW. 


Vol. 42. No. 1,061, Manon 25, 1898. 


be disturbed after once adjusting it. Now, if it is desired 
to test the resistance of the line from the station to а point 
E, а connection is made from the trolley wire at к, direotly 
to the ground, and к is also connected with the test wire. 
The operator at the station now places the double-throw 
switch (с) on (а) and the reading of the voltmeter gives the 
drop on the trolley and feeders from the station to the point 
E, and likewise by placing (с) on (ö) obtain the drop on the 
return circuit. 

“Tf the resistance of the test wire is small as compared 
with the resistance of the voltmeter used (as would ordinarily 


WATER RHEOSTAT 


be the case), the effect of this resistance on the readings 
may be neglected, but if it is desirable to have them 
absolutely correct, the drop on the entire circuit from (a) to 
(b) may be taken, and the sum of the first two readings 
compared with this and corrected accordingly. The test- 
wire may also be ased for signalling to the station to notify 
the operator when the line is ready to be tested at the various 
points. I have never seen an auxiliary teat-wire used in 
making such tert“, and would like to get the opinion of some 
of your readers as to its practicability.” 


ALIERNATING CURRENT REGULATION. 


THE Electrical World for February 12th, 1898, contains 
abstracts of two patents recently issued for devices for phase 
regulation in alternating current systems. 

One of these is due to Messrs. C. P. Steinmetz and Edwin 
W. Rice, and is called by them a phase regulator. It consists 
in adapting induction machines to the production of leading 
currents with which to nullify the troublesome, and some- 
times harmful, effecta of lagging currents due to any induo- 
tive apparatus connected to the supply mains. | 

The arrangement is diagrammatically shown in the figure, їп 
which А representa an ordinary induction motor with short- 
circuited rotor windings; в is a second induction machine 


driven by the motor А, either by belt, or by being direct 
coupled at a speed above that corresponding to synchronism 
with the alternating current. The rotor of the machine, в, 
is wound with open coils connected to slip ringe, from which 
the induoed currents can be led off and controlled in a third 
machine, с, which is a diagrammatical representation of 
another device for varying the self-induction of the three 
coils wound on it without altering their resistance. The 
internal rotutive вертепів in С are arranged to close or open 


the magnetic circnits around the three windings on the fixed 
part. This is intended to be arranged for hand manipula- 
tion by means of a worm wheel. 

The arrangement is based on the principle that inductive 
circaite, such as is represent:d by c, when inductively con- 
nected, cause lagging currents to pass in the line circuits as 
long as the secondary of machice, B, rans below synchronism, 
but cause leading currents when the speed is run above 
synchronism. In this way, by properly adjusting the self- 
induction of the coils, C, a suitable ing wattless current 
can be supe to exactly balance the lagging wattleas 
component of the line current, and thus bring the power 
factor to unity as far as the generators and the transmission 
system are concerned. The machine, А, may be any avail- 
able source of power, since the essentials of the compensat- 


ing arrangement are contained in machines в and c. 


In practice it is preferable that machines A and в should 
be direct coupled. If A is a motor, its number of poles 
should be less than those of machine B in order to run 5 
above synchronous speed. 


DOES MOISTURE FACILITATE THE PRO- 
DUCTION OF OZONE. 


Bx EMILE ANDREOLI. 


PRor. W. A. SHENSTONE read before the Chemical 
Society (February 17th, 1898) a paper on “ Observations 
on the Influence of the Silent Discharge of Electricity on 
Atmospheric Air,” which upsets all the notions hitherto 
accepted regarding the production of ozone. 

The learned professor says that oxygen, when diluted with 
nitrogen, as in the air, yields a very large proportion of ozone; 
80—85 cent. of the oxygen present may readily be 
ozonised in the presence of moisture, and if great care be 
taken, as much as 98 per cent. of the oxygen may be con- 
verted into ozone, and he adds that the presence of water 
promotes the formation of ozone, but retards that of 
nitrio peroxide. 

My impression has always been—and is still—that one 
of the conditions for obtaining a good yield of ozone is that 
the air must be dry, and my experience i8 that, moist air does 
nct give good results. 

Prof. Shenstone does not explain how and why the 
water vapour may assist the production of ozone, while the 
necessity for using dry air is justified by this fact, that 
under the action of the silent discharge at a high tension, 
there is formation of water vapour and hydrogen, this latter 
being burnt in contact with ozone and producing heat, 
Hoa destroys a considerable quantity of the ozone pro- 

noed. | | 

Years ago, a great scientist stated that water vapour abso- 
lutely prevents the production of ozone, and that no great 
yield of ozone can be obtained unleas the oxygen is perfectly 
dry. This doctrine nas been universally supported, and for 
the first time, a chemist advocates the presence of moisture 
for the transformation of oxygen into ozone. 

Considering this question merely from a practical point of 
view, I will say that I have two ozonisers, the electrodes of 
which represent a surface of 640 aquare feet, and whioh pro- 
duce a fair amount of ozone when I work them by passing 
dry air. I am sure that if I ventured to moist 
air between their electrodes there would y be any 


ozone generated, aud in no time the apparatus would be out 


of order. 

What is true in laboratory experiments ought to be true 
also when the experiment is repeated on a large scale. This 
does not appear to be the case, as there is an absolute dis- 
crepancy between the results obtained by Prof. Shenstone 
and those which are obtained by practice, and everyone 10- 
terested in the production of ozone on a commercial scale, 
and in its application to industrial purposes, will repudiate 
the idea of submitting atmospheric air to the action of the 
silent discharge, in presence of moisture. 
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CORRESPONDENCE. 


The Burning Question. 


Mr. Liversedge lifts а corner of the curtain at Ealing. 


The wet sludge, says he, is drained through a certain pro- 
portion of the refuse, but he 7 that this, of course, will 
not remove as much water as the filter press. It all depends 
on the drain. Suppose a nice thin layer of the rougher 
refuse and a free outlet. All that would remain of the 
sludge would be match stalks, corks and bungs, scrubbing 
and nail brushes, pieces of soap, candles and kitchen grease, 
clothes pegs, paper and rags, spinning tops and rubber balle, 
currants about Christmas time, Gallic literature and an 
occasional baby. There is a good deal of carbon in this 
collection which may account for the arc lamps. 

A filter press, on the other hand; stops practically the 
whole of the solide, no matter how fine their state of division. 
The filtering medium becomes so close grained in a few 
seconds that a pressure of about 120 )1›з. per square inch is 
required to force the liquid throngh. Naturally where the 
press is ih use the amount of solids to be burnt is formidable. 
Why do not other towns adopt that charmingly simple 
drainage plan then—where a few inches of head on top of a 
few cinders does the whole business? Is it that they have 
not yet discovered the secret of dealing thus with their 
sludge, and at the same time giving satisfaction to the river 
authorities? As Mr. Liversedge hints, the thing, like the 
origin of Jeames, is “ wrop’ in a mistry.” 

The town of Leyton bas ever listened to inventors with a 
greedy ear. “A Difficult Prob'em Solved” is a headline 
over the latest scheme; but the same headline has been 
used before to describe the exploits in sewage treatment 
achieved in that Eastern suburb. There was the Astropp 
system, two stories high, which took in wet sludge at the top, 
strained it (the liquid being тип away in secret channels), 
dried the solids by hot air, and delivered them into a sack 
through а spout below, the whole ready and smoking hot for 
application as valuable manure to hungry lands. One of 
the great merits of this system was the small amount of 
solids left. A suburban garden could have t:ken the whole 
pon fora year, withont any symptoms of overfeeding 

ing manifested by the plants. 

This earlier so'ution of the problem was boomed migbtily 
too; under cover of a marquee, solids and liqnids disappeared 
in the most gratifying way ; an earl presided, and the eara of 
the luncheonees were judiciously tickled by optimistic 
orators, As Mr. Ralph Nickleby grimly remarked, ‘‘ These 
things have their uses in business.” And, finally, the Astropp 

tem pes into that limbo where hundreds, perhaps, 
thousands, of solutions of the sewage problem have pre- 
ceded it. 

There is a sentence in Mr. Liversedge's letter which is 
intereting to note. He says: Leyton saves over £300 a 

ear in coal in operations connected with her sewage.“ We 
should like further particulars of this saving. Is it really 
net? What are the operations at the sewage works 
requiring so much power as this sum represents? Are any 
coals now required ? It would serve a useful purpose if Mr. 
L. would enlarge on this item. 

It has been seriously proposed to burn the solids in 
London sewage, and in a way that only a genius would 
suggest. When you think of it, if a mere strainer will 
teparate colids and liquids as Mr. L. says it does at Ealing, 
there is no sense in putting down and running co:tly 
precipitation processes with presses to deal with their 
resultant sludge. You have merely to pass the whole of the 
sewage as it comes to hand through the strainer, and the 
separation is effected right away. Accordingly, a man of 
supreme insight did suggest this way of dealing with London 
sewage, and published plans showing a kind of dredger 
with finely meshed buckets working in the sewage. 
This apparatus dried and burnt the solids as fast as it 
ex them. It was discussed in the London press 
about the time eels were ғо plentiful in the East London 
water mains, and I suggested ita adoption by that company 
for ridding their water of these, delivering stawed eels at the 
other end. This process never got to the marquee and 
oratoric stage, bot expired soon after its inception for want 
of capital. 

J. Hetherington, 


Knots. 


In the discussion of technical matters loose and inaccurate 
phraseology is always to be deprecated, and hence it is as 
well to decide whether a length of “a knot of cable” and 
“а speed of 6 knots per hour,” аге or are not correct. I 
have asserted that they are inexact and wholly unscientific, 
aud make this statement on the authority of such men as 
Kelvin, Greenhill, and othere. © Another Cable Engineer 
takes exception to thie, and begs to differ, &c. That is, he 
differs from the distinguished authorities named. If 
" Another Cable Engineer" were an authority on this 
matter, his opinion would be entitled to consideration; but 
he evidently i8 not, because he gives an altogether incorrect 
derivation of the knot. 

In Harbord's * Glossary of Navigation," a knot is defined 
as a division of the log line; so called from the line being 
divided into equal parts by pieces of string, rove through 
the strands and knotted in order." 

The number of knots passing over the ship’s rail in a 
certain number of seconds gives the rate, or nautical miles 
per hour. With that laxity of expression that so distinguishes 
seamen “knots per hour” were easily eubstitated for nautical 
miles, or even miles per hour. This, however, does not 
invalidate the fact that the original and proper meaning of 
the knot was that ju-t st: ted. 

Again, “ Another Cable Engineer” derives the knot from 
the circumference of the earth; that is, he makes it a 
function of longitude. Allowing for the moment that a 
knot is a sea mile, his definition is still wrong. Harbord 
says “the length of a minute of the earth’s circumference is 
very inadequ at. . It was sufficient before the 
spheroidal figure of the earth was taken irto account, and 
when the assumption was that the earth'a circamference was 
a great circle, the measuremert of which had not been 
accurately determined.” 

The nautical, or sea mile, or, as it i3 uaually termed, the 
Admiralty mile (not knot), is the length of а minute (not 
parts or knots) of a degree of latitude," but inasmuch “ав 
the earth is an oblate spheroid, the degree of latitude 
increases ав we advance from the equator towards the pole, 
and hence it3 16th part, a minut», or the nautical mile, also 
increases (vide Robinson’s '* Marine Surveying") The 
mean value of & minute of latitude, or that value on the 
parallel of 45? is 6,077 feet. The Admiralty have adopted 
as their standard mile a length of 6,080 feet which is the 
length of a minute of latitude on the parallel of 48°. 

Again, in the latest standard text book of navigation used 
by the Admiralty, Stebbing’s, the knot is ttrictly defined as 
a rate of a nautical mile per hour. Kuots per hour," then, 
means nautical miles per hour, per hour—either an acceler- 
ation of velocity, or a redundancy of words. It is never 
meant as an acceleration. It is, therefore, a redundant 
expression, that is, it is inexact and unsoientifio.— Q. E. D. 

* Another Cable Engineer, and possibly others, may 
regard the whole question as a quibble, but if we admit it is 
a quibble, why not employ, in defining the power of an 
engine, so many horse-power per minute? 

It is true that the expressions in question * have been used 
for scores of years by naval officers and others.” It may 
interest Another Cable Engineer to know that it 
has been a lax practice for such to speak of minutes 
of arc either of lat'tude, longitude, or as shown by a 
sextant as miles.“ This comparison of knots with miles 
and miles with minutes of arc is most curious and is 
characteristic of the uninstructed seaman. This misuse 
of terms is none the less a sure and certain sign of a 
deficient professional education. Lastly, no modern naval 
officers or writers of repute on naval service, in whicb, 
as I need hardly say, much electrical science is included, 
employ tke objectionable expressions referred to, and I am 
sure that if Another Cable Engineer” will look up the 
subject he will see the error of his ways. 


Geo. Herbert Little, 


Master Mariner, &с. 


Your correspondent, “Another Cable Engineer,” in lart 
week'a ELECTRICAL REVIEW gives the circumference of the 
earth as 131,385,465 feet. Is not this a mistake, and should 
it not have been 181,885,464:287 feet? If во, the length to 
which he has given the name of one knot, and which he 
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makes out to be 2°66 feet greater than the Admiralty knot 
should be co:rected accordingly. | 

* Another Cable Engineer” is evidently labouring under 
the impression that he is replying to Mr. Little’s previous 
letter; but instead of doing so, he gives us the above 
definition of a new unit of length, and then goes on to 
explain the use of the log-ship, apparently for the benefit of 
those who are unacquainted with this old-fashioned device 
for measuring the speed of a vessel. He sums up by saying 
that the whole question appears to bea quibble. | 

Now, if he does not know that Ais knot is the nautical or 
geozraphical mile, whereas Mr. Little’s knot is a speed, and 
nothing but a speed, let him read Mr. Little's letter throagh 
once more, and then ask himself who is the quibbler. 

Why not adopt Mr. Little’s suggestion and use the word 
"naut" to express the length known as the geographical 
mile? Оле naut per hour would then be a knot, which can 
clearly not be a nautical mile, but must be a speed; the 
nautical mile being a naut, not a knot, notwithstanding 
your correspondent’s assertions to the contrary. Sarely this 
1з simple! зе 


Testing Accumulators. 


If 3 kilowatts are required for a car to move upa gra- 
dient with a battery giving 50 volta, it must be evident 
t» Mr. A. Campbell that to move it up the same gradient 
with & bittery reduced to 45 volts will require still 3 kilo- 
watts, and that means plainly more current in the motor 
armature. 

The question is not how this increase is brought abont, 
but whether exports in reporting on tests should not state 
which of the three conditions referred to were observed : 
Constant resistance, constant amp:res, or constant watts in 
circuit during test. The first gives highest results, the 
second lower results, and the third lowest of al. Con- 
stant watts would, of course, be obtained in the same way as 
constant amperes during a test, namely, by varying the 
external resistance. | 

The Writer of the Article. 


Mr. Ranken’s Resignation. 


Having heard that the approaching termination of my 
appointment bas by many people been connected with the 
recent engine breakdown at these works, I should like to 

int out that my resignation was accepted by the Electric 

ighting Committee nearly a week previous to the accident. 
The Chairman has kindly allowed me to publish his letter in 
oonfirmation of the fact. 


A. W. Ranken, 
Corporation, Electrical Engineer, Yarmouth. 


[Copy] 
7, South Qaay, 
Great Yarmouth, | 

| March 19th, 1898. 
Dear Mr. Ranken, 

It is a matter of regret to me that the resignation of your 
position as chief engineer should be in any way connected with the 
recent accident at the works. Asa matter of fact your resignation 
was accepted on February 28th, and the accident occurred on 
March 5th. 

Yours very truly, 
Кр. Мартін, 
Chairman of Electric Lighting Committee. 


Supply Current for Electro-plating. 


I want to do electro-plating direct from the mains supplied 


me by the Brighton Corporation. I want a pressure of 
2 volts and 15 amperes current. The mains come to me at 
115 volts. How am I to lower the voltage and at the same 
time get the 15 amperes necessary to do my work. If you 
can give me an answer in your next issue I shall feel greatly 
obliged. Perhaps if you inserted my request ia your excel- 
lent journal some eminent electrician would not think it 
beneath him to give a reply, which would enable myself and 
others to get over our difficulty. 
R. T. Dick. 


Gas Driven Plant. 


As в subscriber to your valuable paper, I should feel much 
obliged if you would inform me through the columns of 
your journal as to the proportion of private installations, 


driven from gas engines direct to the dynamo, bears to 


similar installations driven through a countersha/ft fixed on 
the floor of the building which is lighted, e.g., when the 
engines are put down solely for generating the eleotrical 
current, and when no other source of power is available. 


Gas Engine. 


Information Wanted. 


Could you let me know where I can find any particulars 
of any methods of electrical printing with acetate of lead, 
other than the well-known method used in the electrical 
printing telegraph, of Bain, with potassium iodide and 
starch. Thanking you in advance. 


T. J. Hughes. 


LEGAL. 


Свомргон & Co. v. Ілаврет. 


Іх the G ieen's Bench Division on Thursday last week, before Mr. 
Justice Day, a claim for £89 3s, balance of account for supplying 
two electric motors, was brought by Messrs. Crompton & Co., Limited 
the well-known electrical engineers, against Mr. J. E. Liardet, a gentle- 
man living at Hyde Park Gate. Mr. McCall, Q.0., appeared for the 
plaintiffs and Mr. E. G. Hille for the defendant. 

Mr. McCALL said it was only necessary to bring before his Lord- 
ship the point in dispute. In July, 1896, the defendant sent an 
engineer, named Mr. Rogers, down to plaintiffe' works at Chelmsford 
to select two electric motors for & yacht of bis. Mr. pre- 
sented his report to his principal, and plaintiffs subsequently wrote a 
letter to defendant informing him that they supplied motors of 
89 horse-power, with 900 to 1,000 reyolutions a ute, and motors 
of 103 horse-power, of 1,000 revolutions a minute. Mr. Liardet 
ordered a pair of motors, which were sent in due course. Defendant 
paid a sum of £100 on account, but the plaintiffs had been unable to 
obtain the balance from him. 

The defendant said that for the past 26 or 27 years he had been 
engaged in electrical experimente, in which he had been assisted by 
a Mr. Rogers. Io July, 1896, he was fitting up a launch of 65 to 70 
tons. This would be the largest yacht afloat driven by electricity. 
Alter his assistant had seen Certain motors at the plaintiffs, at 
Chelmsford, he ordered a pair of twin motors from them, which were 
to have revolutions of from 500 to 1,000 a minute. The motors were 
delivered about August 16tb, and immediately afterwards he for- 
warded the plaintiffs a cheque for £100. He stated at the same time 
that the motors were incomplete, and asked that they might be com- 
pleted. Time d, and the season became too advanced to have a 
trial test. Under the circumstances, he wrote to plaintiffs, sayi 
that they must wait for the balance of their account until he had 
made a trial test of the motors. He found that the motors were not 
equal. They were to be used for twin propellors, and, therefore, the 
speed should be equal, otherwise the rudder would always be 
over, and thus retard the speed. The motors were two right- 
hand ones, and were not suitable for driving twin propellers in a 
launch. One motor ought to be a right-hand and one a left-hand 
motor, in order that both might work properly. | 

Cross-examined : The motors were to be paid for on delivery, but 
when he received them he saw at once that they had been wound 
wrongly. He aimitted that he had written subsequently to plaintiffs 
saying that he hoped to try the motors in April, when, if they were 
satisfactory, he would pay the balance. Bat he was suspicious of the 
motors from the firat sight of them. 

His LonpsH gave judgment for the plaintiffs for the amount 


WILLIAMSON & ЈоѕЕРН, Гімігер, v. Logros County Оооноп,. 


Tus was а claim which came before Mr. Under-Sheriff Burchell and 
a jary at the London Sheriffs’ Court last week, for compensation in 
respect of the compulsory acquirement by the L.C.O., of riverside 
premises at Ooxon Place, Horseleydown, ander the Tower Bridge 
Approaches Act, 1895. Mr. Dickens, Q O., and Mr. Ohurch, repre- 
sented the claimant, while Sir W. Marriott, Q.C., and Mr. H. C. 
Richards, M. P., were for the L.O.C. The claim was stated to be 
principally regarding fixtures, and it was agreed that the figures with re- 
gard to these, should not be placed before the jury, but should be con- 
sidered by Prof. Robinson for defendant, and Mr. Sherley Price as 
arbitrators between the ies; the learned Under-Sheriff to appoint 
an umpire, who should decide between the arbitrators in the event 
of their failing to agree. Sir Wm. Marriott mentioned that the 
items referred to amounted to something like £3,560, and, in answer 
to the learned Under-Sheriff, said the jury would only have to con- 
sider the value of the lease and loss of business. The award of the 
arbitrators or umpire would be added to the verdict. 

Mr. Dickens, in opening the case, said the claimants were Messrs. 
Williamson & Joseph, Limited, who carried on business at the pre- 
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mises mentioned as mechanical and electrical engineers. The business 
was established in 1889, in which year the premises were leased for 
a term of 21 years from March, 1890, at a rental of £180 per annum. 
Notice to treat was served in July, 1896, but it was not until the 
latter part of 1897 that the County Council, as a result of negotia- 
tions, gave the claimants notice to vacate their premises on or before 
March 25th next. This date was, however, subsequently altered to 
June 24th. Counsel proceeded to refer to the various advantsg.s of 
the premises in question, which were stated to be particularly suitable 
for the carrying on of the claimants’ business. It had not been found 
Ton to E атар at а ype 5 than rid атсаг 
or the purpose com oou gave which showe 
that the sales had been doubled since 1895. ö 
Mr. Epwakp L. Jos nr, manager of the company, said that there 
had been a steady increase in the sales since the conversion of the 
business into a limited company. The County Oouncil gave a notice 
to treat in July, 1896, which had a very injurious effect on their work, 
because they could not guarantee the date of delivery of an order. 
The present offices were at 92, Queen Victoria Street, about 12 
minutes’ walk from the manufactory. He had made about 200 
inquiries, and could not find suitable proe equal to those taken 
in the immediate neighbourhood. He obtained a new factory at 
Highbury, four or five miles away, on lease for 21 years, at a rent of 
£200 a year, but they would have to fit up and repair the premises, 
and make other alterations, at a cost of £1,500; the accommodation 
was one-third less than in the other premises. Under the most 
favourable circumetancs the removal could not be carried ont under 


art of the 
nses that would run on during the three months. He written 


ment which had been ccme fo 


with regard to the fixtures, Sir William Marriott stating that the 


County Council had offered the company the whole plant and 


materials. Ultimately the Under-Sheriff took a note that the 
arbitrators were to assess the value of all the fixed plant and loose 
tools belonging to same, all tenante’ fixtures and improvemente, and 
the damage to machinery in course of removal. Part of the business 
eee place while the machinery was being 
remo 

Mr. Е. ОнАвышатон and Mr. Е. Н. NALDER gave corroborative 
evidence that the business would be practically stopped for three 


Sir WX. MaBBiOTT, opening the case for the County Council, said 
the jury had nothing to do with the removal of the fixed plant and 
machinery, and would only have to decide the value of the and 
the loss of business. As a matter of fact, the premises were let in 
1890 at £180 per annum, whereas it was contended on behalf of the 


claimants that they werenow worth £275, which was a very consider- - 
difference. | 


able 

Mr. Wm. Dalton, of the Surveyor's Department, Scotland Tard; 
Mr. Andrew Young, F. .I., valuer to the County Council; Mr. James 
F. Field, F.S. I. (Messrs. Field & Sons); Mr. Wm. Eve, F.8.1.; and 
Mr. Henry Stock, F. S. I., gave evidence for the defendants as to the 
questions of value and convenience. er. 

Prof. HOBnNSON, professor of civil engineering at King's College, 
was of opinion that the claimant's business could be re-established 
within two months. - 

After counsels’ speeches and the Under-Sheriff's summing up, tre 

Jur gave a verdict for £1,450, divided as follows: £350 for the value 
of the lease ; and £1,100 as loss of trade. 
The parties agreed that Mr. F. Terry Horsey, F. S. I., of 11, Billiter 
Square, Е.С. (Messrs. Fuller, Horsey, Sons & Caseell), should be 
appointed by the Court as umpire in the two heads of claim set 
aside. _ : 


HoLoPHANB, LiwiTED, v. Tua STEWART ELECTRICAL SYNDICATS, 
Їлмїт®р. 


Ix the Chancery Division on Saturday, before Mr. Justice North, Mr. 
Swinfen Eady, Q.O., said he had a motion to restrain the infringement 
of the Holophane patents and from passing off. The defendants 
appeared, and asked time to answer evidence, and had agreed in the 
meantime to keep an account. 

` Mr. Nr. r., for the defendants, said the patent was a singularly 
complicated one, and its validity was disputed. It seemed to him a 
very inconvenient course to try a case of this kind in motion, and he 


suggested it should stand till trial or farther order, he undertaking 
in the meantime to keep an account. 

Mr. Eapy said he could not agree to that, as there was a question cf 
passing off. He thought, after hearing the evidence, that his Lordship 
would grant an injunction even as regarded the patent itself. 

Mr. NEILL said that really it was pure and simply а pstent action. 

Mr. Бару: I cannot accept that. 

Mr. NEILL said that the validity of the patent would shortly come 
before Mr. Justiee Kekewich in an action which was pending. 

Mr. EApY said he could not accept ап undertaking until the trial, 
but only until the motion was disposed of. 

Mr. Nem said he would give an undertaking until the motion was 
disposed of. | 


GLASGOW TELEPHONE INQUIRY. 


SHERIFF JAMESON'S report, from which we extract the following, 
has been placed before the Glargow Corporation. After referring 
to the number of witnesses called (84), the Commissioner states that 
he considered he was not entitled to allow an inquiry into the cost of 
working. He then gives a detailed description of the exchange 
system in Glasgow district, and proceeds to answer seriatim the 
question to which his attention bad been drawn in his instructions. 


(1) Is THE SznvicE, As Fan As Іт Goxs, EFFICIENT? 


He was of opinion that it was not. This was due, directly or 
indirectly, to the want of a metallic ci:cuit, but a considerable prc- 
portion of the enormous number of complaints was not referable to 
that cause alone, and might have been remedied by more thorough 
supervision in the central and junction switch rooms, by more care 
in connection with wires in contact, more prompt attention to com- 
plaints against operators, and other precautions. In support of this 
he refers to the numerous complaints which the correspondence 
showed had not been manufactured for the occasion. 


(2) Is тнв SERVICE ADEQUATE, AND АВЕ THERE A SOFFICI¢NT 
NumBer оғ CALL OFFICES? . 


Dealing with this question, he says that no witness was adduced 
who complained of being deterred from joining the exchange system 
on any condition as to way-leave or otherwise, and he does not think 
it is at all unfair in a person who uses the telephone himself being 
requested to give facilities for the extension of its use to others. Та 
regard to the five years’ condition, he says it seems not unreasonable 
that the company should decline the expense of putting up a wire in 
connection with their exchange without some security that the ex- 
pense will not be practically thrown away by a subscriber leaving his 
premises at the end of & short period. He holds that the number 
of ST offices is sufficient to meet the reasonable requirements of the 
public. 


(9) Is THE Prios CHABGED FOR THE SERVICE REASONABLE? 


After stating the rates, he says: “It appears to me that these rates 
are not unreasonable, except in some outlying districts, euch as 
Bearsden, Polloksbawe, and others, in which case, I think, they ought 
to be reduced. But speaking generally, I may say that the rate is 
what is called the £10 rate for places of business witbin a half-mile 
of the Exchange, which was the Post Office telephone rate for dit- 
tance between a quarter and a half mile up till October lst last, when 
a reduction took place to £8. Comparing the rates charged by the 
Telephone Company in Glasgow with the table of rates in foreign 
countries, I do rot consider that they are excessive. The example 
which all the Corporation witnesses took as a comparative example 
was Stockholm. They assume that Stockholm is comparable with 
Glasgow, and that the rates there should rule the rates in Glasgow. 
For my own part, I can-hardly i е two more dissimilar places in 
almost every conceivable respect. It is, moreover, noticeable that a 
great number of the witnesses who were called for the discontented 
subscribers said they would not object to the £10 rate if the service 
was efficient, and if it be the case, as proved by Mr. Gaine, that each 
mestage in Glasgow costs 0°57 of a penny, or practically a halfpenny 
a meseage, I do not think it can be said that the price is not reasor- 
able." 


(4) Is тни ImErricIEXCY Dug то THE REFUSAL or FACILITIES BY 
GuasGow CoRPOBATION, AND IS восн REFUSAL REASONABLE? 


“Т am of opinion that the main cause of inefficiency of the present 
telephone exchauge service in Glasgow is, that it is worked by an 
overhead single-wire system, with an earth return, in a city where 
there is an enormous amount of concentration of wires to one point 
greater than even to one point in London, and where, owing to the 
system of electric lighting in one of the underground railways, an 
overhead system is peculiarly liable to be rendered inefficient. These 
objections will be got over by the company making an overhead twin- 
wire system, but I think it would be most unreasonable to require 
them to do во. The National Telephone Company resolved, in 
February of last year, to introduce the metallic underground system 
in Glasgow, and on February 26th, 1896, applied to the Corporation 
for assistance, which was refused. My opinion, accordingly, is, that 
the continued inefficiency of the present t lephone exchange service 
in Glasgow is, in a great measure, due to the refusal of facilities to 
the Telephone Company by the Corporation of Glasgow for construct- 
ing an underground metallic circuit system. The Sheriff examines 
the evidence given by the representatives of the Corporati n on that 
point, and gives his conclusions as follows:—It humbly appears to 
me that this evidence is self-condemned (1) so far as the incon- 
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venience of the public is concerned, the inconvenience of the Cor- 
poration laying an underground system for themselves, and the 
National Telephone Company laying an underground system under 
the supervision and control of the Corporation, would be in identi- 
cally the same position. Beyond this, the objections seem to 
me to be purely of a sentimental and fanciful kind. The 
objection to giving leave to the Telephone Company because 
it is a dividend earning company, appears to me quite absurd, 
when it is considered that the operation propored is really for the 
benefit of the public, and will, in that view, cause the company a 
large expenditure of money; and, further, that the company are 
willing to pay the Corporation a sum in respect of the leave to be 
given under their streets. I may remark that the way ia which some 
members of the Corporation speak of the streets a3 the patrimony of 
the city cf Glasgow is absurd, whether regarded from the point of view 
of law or of fact. My inference on the whole evidence is, that the 
true cause of the refusal of the Corporation of Glasgow to allow the 
Telephone Company wayleave under their streets is that they are 
resolved if possible to establish a telephone system of their own by 
means of which they would be able to extinguish the National Tele- 
phone Company altogether. so far as Glasgow is concerned, and supply 
a better and cheaper service to the inhabitants of the present Glasgow 
district telephone area. My answer to this question accordingly is, 
that the continued inefficiency of the telephone service in Glasgow 
is, for the most part, due to the refusal of the Corporation of Glasgow 
to allow the National Telephone Company to construct a metallic 
underground system underneath the streets of the city; and I am 
further of opinion that such refusal is not reasonable or justifiable on 
grounds of policy or otherwise, unless it be thought that the Corpora- 
tion-are justified in their refasal because they desire to establish a 
telephone system of their own, and to place the National Telepbone 
Company at an enormous dieadvantage in competing with them for 
the patronage of th» public." 


(5) Ів rr EXPEDIENT TO Grint THE GLasGow CORPOR\TIUN A 
LICENSE ? 


The Sheriff answers this question at length, and corcludes as 
follows :— 

“In tbese circumstarces, and apart from the difficulty of the 
situation, which I shall hereafter advert to, I should have been 
prepared to state as my opinion that it is not expedient that tbe 
Corporation of Glasgow should obtaia a license to carry on the 
business of telepbony witbin the present Glasgow district area, and 
that for these reasons : — 

“1. A telephone service in this country does not exist for the 
benefit of all classes cf eitiz ens, but for that of a limited number. It 
is therefore not an object to which the Common Good” of a burgh 
ought to be applied. 

* 2. Whether the forcgoiog proposition be correct or not, it is my 
opinion that the Corporation of Glasgow are not at present entitled 
to apply the burgh funds or funds raised on the security of the burgh 
“ Common Good” to the establishment and maintenance of a tele- 
phone system outside of the burgh boundaries. To enable them to 
do во, a special Act of Parliament would be necessary, and it seems 
inappropriate for the Post master-General to grant the license to do 
sometbing which at present it is otherwise illegal for the Corporation 
todo. Perhaps this might be got over by the license being given 
under the condition that it should not be available beyond the 
boundaries of the City of Glasgow till Parliament has sanctioned the 
proposed action of tbe Corporation. 

“3. On general grounds of public convenience it is inexpedient to 
have two telephone systems or two telephonic authorities within the 
same area, as this leade to the necessity of members of the public 
subscribing to both systems, or suffering from delay in the trans - 
shipment of messages from one system to the other. 

"4. Because the establishment of a second telephone system may 
render the acquisition of the telephones in Glasgow by the Govern- 
ment at the end of 1911 more diflieult and expensive. | 

“ б. Because up till this time the Corporation have not prodaced 
satisfactory evidence that they could successfally finance and work 
the proposed system without the risk of putting a new and serious 
burden on the ratepayers of Glasgow. 

“Ta my opinion the reasonable solution of the matter would be that 
the Corporation should grant to the National Telephone Company the 
same facilities for laying a metallic circuit syetem underground as the 
large English municipalities have already done, and under similar 
safeguarde. 

" But the Corporation of Glasgow at present state that they will 
never consent to the National Telephone Company being allowed to 
lay &n underground system in Glasgow, and it is clear that unless 
this is done, the telephone service in Glasgow will continue to be 
inefficient, which is & state of matters that ought not to be allowed to 
continue. 

„The question therefore arises whether, excepting the present situa- 
tion, it would not be expedient, notwithstanding all the objections I 
have above pointed out, that the license they now ask should be 
granted to the Corporation, throwing on them the whole responsi- 
bility of their proposed undertaking. 

One way out of the difficulty would be for the Post Office to estab- 
lish a telephone exchange in Glasgow themselves, with an under- 
ground metallic circuit system of wires. To do so would seem to be 
authorised by clause 18 of the agreement between the Postmaster- 
рн and the National Telephone Company, dated March 25th, 

896. 

“ If this course does not recommend itself to Her Majesty's Govern- 
ment, then, in the interests of the public who use the telephone in 
Glasgow and district, I am of opinion that it would be expedient to 
grant to the Glasgow Corporation the license they have now re- 
quested, provided that they are able to satisfy the Postmaster-General 


that financially their scheme is sound, and that they have the means 
of carrying it out.” | | 


The following correspondence has passed between the Secretary 
of the Poet Office and Sir James Marwick :— 


" General Poet Office, 
“ March 16th, 1898. 

“The Town Clerk, Glasgow. 

Sir, —I am directed by the Postmaster-General to forward to 
you, for the information of the Corporation of Glasgow, thé accom- 
panying copy of the report which was made to the Lords Commissioners 
of Her Majesty’s Treasury by Mr. Sheriff Jameson after his recent 
inquiry into the telephone exchange service. | 

“The Duke of Norfolk understands that the Corporation have 
arrived at the conclusion that they could not confine to their own 
municipal area the operations of the telephone exchange system 
which they desire to establish; and he agrees with the Corporation 
in thinking that there would be grave public inconvenience’ in 
instituting an exchange system confined to the area of the municipality 
alone, and which would exclude from its operation mauy neighbour- 
ing districta in which citizens of Glasgow reside or carry on their 
business. Itisevident, however, to his Grace that, outeide the limits 
of their own jurisdiction, the Corpora'ion might encounter the same 
difficulties of obtaining wayleaves for the necessary underground 
wires which have hitherto embarrassed the efforts of the National 
Telephone Company to make their own system efficient in Glasgow 
itself. | 

" Whether this is so or not, however, the Postmaster-General is 
advised that the Corporation in the present state of the law has no 


power to carry on the business of a telephone exchange, either within 


or outeide the limits of the municipality, and in these circumstances 
he is precluded from asrenting to the wishes of the Corporation by 
issuing a license.—I am, Sir, your obedient servant, | 

| 8. WALPOLZ." 


“ City Chambers, Glasgow, 
“§, Walpole, E«q., Secretary, “ March 19th, 1893. 


" General Post Office, London. 


" Sir, —I beg to acknowledge receipt of your letter of 16th instant, 
enclosing copy of the report which has been made to the Lords Com- 
missioners of Her Majesty's Treasury by Mr. Sheriff Jameson, acd 
intimating the views of His Grace the Dake of Norfolk upon the 
applications by the Corporation for a telephone license. | 

"I have submitted your letter а: Sheriff Jameson's report to the 
committee of the Corporation. | 

“The committee bave not had time to consider the report in 
detail, but they observe that Sheriff Jameson states, in concluding it, 
that if the Government do not see their way to establish a telephone 
exchange in Glasgow, with an underground metallic system of wires, 
he is of opinion 'that it would be expedient to grant to the Glasgow 
Corporation the license they have now requested, provided that they 
are able to satisfy the Postmaster-General that, financially, their 
scheme is sound, and that they have the means of carrying it out.’ 
The Corporation will be glad to have an opportunity of satisfying 
His Grace upon both these points. | 

" In reply to your letter, I am instructed to beg his Grace to give 
consideration to the following statement :— 

“1. The Corporation have not arrived at the corclusion that the 
operations of the Telephone Exchange rystem which they desire to 
establish, can not be confined to their own municipal area. The fact 
is simply this—after ascertaining that the authorities of the various 
burghs adjoining the city were anxious that the Corporation's ex- 
change, if instituted, should include their burghs, the Corporation, 
on September 24th last, made an application for the wider area, and 
they believe it isin the public interest that their exchange should 
include that area. Bat they are convinced that, should his Grace 
unfortunately be unable to grant the license for the larger area, & 
great public advantage would be secured if the Corporation o 
a license for the municipal area. In that view they desire to remind 
his Grace that their application of August 12th, 1893, for a license 
for that area, has never been withdrawn, and is still before him. 

“2, The fact that the Corporation made an application in 1893 for 
a telephone license for the municipal area, and have since frequently, 
till last autumn, preseed upon successive Postmasters-General the 
desirability of granting it, is, the Committee trust, sufficient evidence 
that the Corporation can not concur with His Grace in thinking that 
there would be grave public inconvenience in instituting an exchange 
system confined to the area of the municipality. They believe, on the 
contrary, that a larger number of persons would benefit by a license 
covering the extended area, and that the public interest would be 
promoted by the granting of a license for that area. At the same 
time they believe that the trade and commerce of the city would be 
greatly benefited by the institution of a municipal service, though its 
operations were confined within the city boundaries, which extend to 
12,000 acres, and embrace a population of upwards of 700,000. Утеп 
were the suburban dietricta excluded from the advantages of the 
proposed new system, the telephonic facilities which these districts 
at present possess would not thereby be taken away or diminished. 
The committee believe that, if the applications which they have 
made were granted, one result would be to place telephonic facilities 
for business purposes within the reach, for the first time, of a body 
of citizens exceeding in number those who at present use the 
phone. But the conferriog of that advantage could in mo degree 
subject the present subscribers to inconvenience. 

g. The fact that the municipal authorities of the burghs surround- 
ing Glasgow have come forward to ask that the application of the 
Corporation, extended so as to include those burghs, should be 
granted, indicates very clearly that no difficulty in connection with 
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wayleaves in those burgbs need be apprehended. The Corporation 
at qoem supply those burghs with gas, water, and tramway facilities, 
and their water and gas pipes and tramway lines are laid in and on 
their streets, yet no friction has ever arisen re ing these matters. 
The committee do notentertain the slightest doubt that they could, 
as in the case of their other extensive undertakings, carry on a 
oe exchange as efficiently in the suburban burghs as within 


the ci 

« 4. The Corporation cannot admit for one moment that the efforts 
of the National Telephone Company to make their system iu Glasgow 
efficient have been embarrassed by difficulties in obtaining wayleaves 
for underground wires. It was not till long after the Corporation, 
induced by the complainte of the citizens, had applied to the Pust- 
master-General for a license, that the company even asked such way- 
leaves. It is to be observed, moreover, that the company has never 
sought to take advantage of the railways and underground tunnels 
within the city. 

* 5. The Corporation are aware that they have no statutory power 
to carry on the busiaess of a telephone exchange, but, in the event of 
the Postmaster-Ganeral granting them a license, they would be ina 
position to press upon the Government the desirability of bringing 
in & public Bill to give corporations the requisite powers; or, if the 
Government were unable or unwilling to do so, they would themselves 
promote a private Bill in the next session of Parliament t» obtain 
those powers. The Postmaster-General will not fail to see that, 
unless the Corporation were able to saticfy Parliament and its officers 
that a license was actually available, it would be inexpedient in the 
highest degree for them to iucur trouble and expense ia asking Par- 
liamentary powers to do what, without the license sought, they could 
not possibly do. 

As bis Grace has been so good as to indicate the grounds on which 
he has arrived at the opinion intimated in your letter, and as these 

ds involve an entire misapprehension of the position which the 
rporation has consistently held since 1893, and also of the con- 
ditions on which the Corporation could apply for tbe necessary 
Parliamentary powers to establish local telephones, I have been 
instructed to beg that his Grace may be pleased to reconsider their 
application in the light of what is now stated. 
" I have the honour to be, Bir, your obedient servant, 


“J. D. Marwick, Тоюп Clerk.” 


BUSINESS NOTICES, &с. 


Electrieal Wares Exported. 
Wzzk EmpisG Мавон 22ND, 1897.| Weak Enpa Marcu 22np, 1898. 


£ в. £ в. 

Adelaide Los . 12 0 Alexandria. Telepb. 
Amsterdam ... .. 90 0 mat 885 .. 212 0 
Barcelona. Teleg. cable 359 0 Amesterdam .. 160 0 
Brisbane aay .. 100 0 | Antwerp. Elec. fuses... 151 0 
" Teleg. mat.. 211 0 | Barcelona. Teleg. wire 46 0 
M Iron  teleph. Boulogne rus .. 22 0 
poles ... vis .. 4,735 0 Brisbane Lus .. 138 0 
Calcutta... «ia .. 134 0 | Buenos Ayres i €5 0 
Town. Teleg mat. 160 0 | Cadiz... 20 0 
mbo 9 .*. 43 0 | Oalcutta.. 1,153 0 
Delagoa Bay ... 205 0 | Cape Town 1,285 0 
merara sss 32 0 | Oolombo “ * 92 0 
Durban 286 «„ 95 0 сүи 12 0 
Hast London . 198 0 | Delagoa Вау . 27 0 
Flushing id 26 0 Durban M .. 145 0 
Fremantle өз 31 0 | Flusbiog sve .. 31 0 
Gibraltar ie . 10 0 Fremantle 7,201 0 
Hamburg. Teleg. mat. 20 0 Genoa ... aids .. 65 0 
ке " .. 14 0 Gothenburg .. 841 0 
Mauritius. Teleg. mat. 29 0 Hong Kong . . 180 0. 
Mossel Bay. Teleg. mat. 30 0 Jaffa sss .. 20 0 
ai is . 85 0 Liban a .. 243 0 
Port Elisabeth ... . 30 0 | Madras. "eleg. cable... 8,200 0 
pore .. 40 0 Ostend ... os .. 63 0 
Sy wee . . 1,269 0 | Port Elisabeth ‚1,616 0 
Terneuzen А - 22 0 | Reval е . 1,200 0 
= . 443 0 | St. John’s, N. B. .. 172 0 
St. Petersburg ... .. 20 0 
Singapore к .. 16 0 
+ Teleg. mat. 66,280 0 
Sydney . és ven 0 
W * 75 0 
Total ... £8,373 0 Total ... £89,318 0 


Foreign Goods Transhipped. 
& 
| Barbadoes. Teleph. mat. 18 0 


Announcement.—The proprietors of Trade and Industry 
inform us that they have sec the services of Mr. John Strahan 
Smith as the editor of Trade and Industry. They also announce 
that Aluminium and Electrolysis and the Journal of Acetylene Gas- 
lighting and Carbide of Calcium Review will be publisbed in future, 
on behalf of the proprietors at the offices of Trade and Industry, 161, 
Strand, W.C. 


Best & Lloyd.— It is announced that for personal and 
private reasons the firm of Best & Lloyd has been registered as а 
limited company, taking possession of the Birmingham works and 
the business on March 31st, 1897. All debts owiug by, and all 
accounts due, will be paid and received by Best & Lloyd, Limited. 
The personnel of the management will be as hitherto. 


Birmingham Electrical Exhibition —Oao Monday last 
an Electrical and General Trades Exhibition was officially opened at 
Bingley Hall. 


Books Received,—‘ Commercial and Domestic Tele- 
phony,” (A popular guide). By M. Byng, M. I. E., and F. G. Ball. 
Pu lished by General Electric Company and Whittaker & Co. 

“ Treatise on Chemistry,” Vol. II. The Metals. By Profs. 
Roscoe and Schorlemmer. Published by Macmillan & Co., Limited. 
31s. 61. 


Catalogues,—The London Smelting and Refining Syndi- 
cate, of 39, Victoria Street, S.W., has issued a pamphlet, illustrating 
and describing the various descriptions of machinery, materials and 
chemicals for the electro-deposition of metals supplied by it. This 
syndicate also undertakes the complete equipment of plating, electro- 
typing and refining planta. In looking through the list, we observe 
lead-lined vate, and vata for differential or localised electro-plating, 
rocking or sliding frames for vats, scouring trough, burnishers, yats 
for quickening solution, filtering frames, brushes, and a variety of 
accessorial aud other |spparatus and fittings. There isa number of 
interesting illustrations showing some of the operations, and at the 
end of the pamphlet are general remarks regarding iridium, and on 
the electro-deposition of cadmium. 

Meaars. Geo. Richards & Co., Limited, of Broadheath, Manchester, 
have issued new illastrated catalogues of their machine tools and 
appliances, and wood-working machinery. Both liste are dated 
January, 1898. The machine-tool list describes the firm’s planing 
machines, standard lathes, giving eketches of the various parte, dril- 
ling, tapping, slotting, boring, milling, grinding and other machines. 
The wood-working machinery catalogue deals with band and circular 
sawing machines, planing wood-turning lathes, boring stand, saw 
sharpening, moulding, mortising, and various other machines for 
wood-working. 

From Messrs. Francis & Spilsbury, of 20, Bucklersbury, E.C , we 
have received a copy of Mr. A. P. Lundberg’s catalogue which we 
reyiewed last week. On thislist Messrs. Francis & Spilsbury’s name 
is printed as London and south country agents. The firm is also 
к P Heaton & Smith's patent switches, a list of which is 
included. 


Change of Address—Mr. Robert Hammond has 
removed from Ormond House, Great Trinity Lane, E. C., to 64, 
Victoria Street, Westminster, B.W. 


Church Lighting.—The National Electrio Free Wiring 
Company, Limited, bave just completed the installation of the 
electric lighting in the Palace Gardens Church, Notting Hill. 

The order for installing the electric light in Bt. Barnabas Church, 
Kensington, has been placed in the hands of the same company. The 
company's patent system of wiring is being used in both cases. 


Cowper-Coles's Parabolic Reflectors.— We аге in- 
formed that the offices of the Reflector Syndicate, Limited, have 
been removed from 2, Carteret Street, to 39, Victoria Street, West- 
minster, 8.W. 


Dissolutions of Partaerships.—Messrs. H. Nunns and 
E. Sykes (Messrs. Nuons & Sykes, electrical engineers, South Parade, 
Halifax) have dissolved partnership by mutual consent. 

Messrs. P. S. Brook and J. A. Hirst (Brook, Hirst & Oo.), electrical 
engineers, Northgate Electrical Works, Victoria Road, Chester, have 
dissolved partnership by mutual consent. Mr. Р. S. Brook attends 
to debts. 


For Sale,—The Southampton Corporation invite offers 
for the purchase of a loco. boiler and а slow speed (Robey) horizontal 
engine now at the electricity works. Bee our Official Notices this 
week for particulars. 


Laying New Mains.—The London County Council is 
at last taking steps in order to minimise the traffic disturbances, 
due to the constant breaking up of the streets. In (wo cases on 
Tuesday the Council, in sanctioning ithe laying of new mains by, 
among others, the Charing Cross and Strand, and the Metropolitan 
Electric Supply Companies, stipulated that in the main thorough- 
fares concerned, the work, when once commenced, should be carried 
on continuously, both by day and night, until completed. 


L. C. C. Highways Committee. —The following were 
elected members of this committee, who are concerned with tram ways, 
telephones and electrio lighting, at Tuesday's meeting of the London 
County Council:—J. A. Baker, J. W. Benn, T. L. Corbett, W. H. 
Dickinson, J. S. Fletcher, E. A. Goulding, W. Haydon, N. W. 
Hubbard, Sir John Hutton, W. О. Johnson, В. Parker, В. C. Philli- 
more, Lieut.-Col. C. Probyn, P. J. Rutland, J. Thornton. It will be 
noted, with much regret, that the name of Earl Rassell is excluded 
from thelist. The noble earl made an eloquent statement on bis 
own behalf, but this was of no avail,and the loss of his services on 
the committee will be a loss to London as a whole. 
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Liquidation Notices.—A general meeting of the Elec- 
trical Advertising Syndicate will be held at 164, Gresham House, 
E. C., оз Tuesday, April 19th, at 3 o'clock, to hear an account of the 
windiog up operations from Mr. J. W. Jefferies (liquidator). 

The British Electric Installation Contractors, Limited, will hold a 
meeting on May 2nd at 50, Foregate Street, Worcester, to hear an 
account of the winding-up operations from the liquidator, Mr. W. J. 
Hil. 


Lists, —From the International Trading Company, of 
35, Queen Victoria Street, E.C., who are the sole agents for the 
Chemnitz Electrical Company, Limited, we have received illustrated 
price lists, Nos. 1, 2, and 4. These deal with continuous current 
dynamos and motors; rails, regulators, and resistances; and arc 
lamps, lanterns, &c. А variety of types of motors and dynamos are 
shown by means of good illustrations, tabulated figures and prices 
being given. In List 2, regulating resistances, magnetic switches, 
motor starting apparatus, automatic current regulator, reversing and 
startiog apparatus, sliding rails, and belt tighteners are detailed. 
List 4 contains description of the Chemnitz“ arc lamps, for con- 
tinuous and alternating currents, stage projectors, lanterns, orna- 
mental and otherwise, for arc lamps and lamp accessories. 


Ozonisera,—The Electric Ozone Syndicate, Limited, of 
5, New Union Street, Moorgate Btreet Station, is now manufacturing 
Mr. Andreoli's commercial osone generators, which are entirely made 
of aluminium. The advantages claimed for these improved apparatus 
are the following :—The yield of czone is large (about 100 grammes 
per horse-power-hour). There is no rise of temperature in these zo- 
nisers which may damage them, or cause a loss of czne. These 
os пе generators can be worked in a continuous manner, and can be 
made of any siz» to produce from 100 grammes to 1,000 grammes and 
rds per hour. The syndicate already has several large ozonisers on 
order. 


Personal.— Mr. E. J. Clarke announces that he has 
severed his connection with the Electrical Power Storage Company 
as assistant worke’ manager and worke’ foreman, after 13 years ser- 
vice, to undertake the management of the Hart” Secondary Battery 
Company, Limited, at Crispin's Wharf, Stratford, E. We extend our 
best wishes to Мт. Clarke for success in his new venture. 


Russia.—A company has just been formed with a capital 
of £50,000, to be known as tbe Allgemeine Electricitàts Gesellschaft, 
St. Petersburg. The Allgemeine Company of Berlin is interested in 
the new concern. 


Synagogue Fittings.— The Jewish Chronicle contains 
an article regarding the formal inauguration of the electric light in 
place of gas at the St. John's Wood Synagogue. The fittings, con- 
sisting of 20 3-light electroliers, 10 3-light brackets, four Lo. light 
electroliers, four 3-light candelabras, and two 5-ligbt candelabras, 
were supplied by the Edison & Swan United Electric Light Company, 
Limited, and are of unique desiga, harmonising well with the general 
character of the interior of the building. They are in the Moorish 
style, generally resembling Moresque candelabras and lamps. The 
„Mogan David" has been utilised as an ornament in the design 
which is pierced in stout brass metal, beiog solely hand made. 
The great centre candelabra and 3-light pandants, suspended between 
the arches of the ladies’ galleries, which to heighten the design have 
been studded with coloured cut-glass gems, give a very pretty 
effect. The whole of the fittings are of a special and very 
handsome desiga. 


Telephones in Hospitals.—In our issue of November 
12th last, we noted that the Private Wire and Telephone Installation 
Company's tender for fitting telephones in Gay's Hospital had been 
accepted. The same company has now been ordered to extend its 
system all over the premises. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—Prof. Kennedy has submitted his notes on 
the report of Messrs. Smith & Blackman on the proposed electric 
lighting extensions to the west end and other te. He considers 
the proposal a wise one. He agrees with the engineers that it is 
advisable as far as possible to supply current for all purposes in 
Aberdeen from one station, and concurs with them that it would be 
better to adopt a high tension continuous current system of feeders, 
with rotary transformers, than to use low tension feeders working at 
so small a current density as 500 amperes per square inch. If the 
increased plant at the electric station will give a pressure of 550 volts, 
the delivery of the 400 kilowatts to consumers at the west end would 
require two pairs of cables, each having an area of 0 67 square inches, 
and all that the Corporation would have to provide would be these 
cables without any other apparatus either inside or outside the station. 
In working the station they would simply have to arrange that one of 
the higher voltage machines should always be working on the weat 
end fecder. Tne cost of this arrangement would be £5,750. Whether 
it would ba best for Aberdeen to adopt the simple feeder system with 
the drop of 110 volts, or to adopt the booster system, muat depend 
upon the time at which they expect to be able to deliver current to 
the west end and the rate at which they expect the demand to come 
on. Ав tothese points the resident engineers must speak. But the 
professor advises the Council most distinct]y that he should prefer 
either of these arrangements to the system with 2,000 volts, as he 
believes it would be not only considerably less in capital cost, but 
also more eflicient in transmission. Electric traction and dust 
dcstructor schemes are also considered by the professor. 


Arbroath.—The public library buildings are lighted 
electrically. The plant put down by Messrs. W. Dixon & Oo., of 
Glasgow, comprises a 14 Н.Р. Crossley gas engine, E. P. S. accumula- 
tors, &c. Arc lamps are in the picture galleries, and incandescents in 
other parts. 


Bath.—The Electric Lighting Committee presented a 
43-page report at the last Council meeting. 


Birkenhead.—The street lamps along the Approach to 
Woodside Ferry are now lighted by electricity. 


Cardiff.—The borough electrical engineer has reported that 
during February the income was £664 6s. 7d., which was an increase on 
the amount reported in February of last year. The number of lamps 
now is nearly 16,000, and 1,420 are about to Ъз added. 


Chester.—Mains for the sapply of public and private 
lighting are to be laid in a number of streets at a cost of £950. 


Croydon.—Tne Oroydon County Council has requested 
Prof. Kennedy to report upon the prom. acquisition of the works 
under the Crystal Palace Electric Lighting Orders, having in view the 
provision of a supply of current to the South Norwood district as 
well as Upper Norwood. Prof. Kennedy is also to report upon the 
cost and best mode of an extension up the London Road as far as 
Thornton Heath pond. 


Dingwall,—The Town Council has agreed not to insist 
on the production of the specification of the electricity works until the 
proposed public electric company is formed. 


Garston.—The Urban Council on the 17th inst. resolved 
on the recommendation of the General] Purposes Committee to erect 
a refuse destructor and electricity station on Bt. Austin’s Mount, 
Garston Old Road, at a total cost of £25,000. Mr. F. H. Medhurst 
was appointed electrical engineer. 


Gourock.—A report on electric lighting has been pre- 
sented to the Burgh Commission. The estimated cost of an instal- 
lation would be about £8,600, including plant sufficient to light the 


whole of the burgh and for the erection of 16 arc lampe for street 
lighting. 


Hackney.—The Vestry had a discussion in committee 
last week with reference to the proposal of the Electric Extension 
Company, Limited. The matter was again adjourned. 


Hampstead.— The Vestry will apply to the London 
County Council for sanction to borrow £51,500 to meet the expendi- 
ture on the electric lighting capital account up to the 25th inst., 
instead of £50,000 as previously agreed upon. Another loan of 
£18,000 to meet the expenditure on the new plant to ba laid down 
before next winter is to be applied for. The Lighting Oom- 
mittee recommended that Wright's patent demand indicators be 
fixed on all consumers’ premises present and future. The recom- 
mendation was referred back to the committee for farther considers- 
tion and explanation. The same committee also reported that, with 
reference to the letter from Messrs. Ferranti, Limited, on the subject 
of their contract for the supply of new plant at the central station, 
they had instructed the Vestry Clerk to inform Messrs. Ferranti that 
the plant is not at the present time running satisfactorily; that the 
Vestry is not to fall in with their suggestion that the 

ty of the present machines should be increased ; and, farther, 
that the late engineers’ strike had whatever to do with the 
completion of the first contract. Appro 


High Wyoombe.—Messrs. Hodges & Todd have been 
appointed by the Town Oouncil to inspect and re upon the 
works of the High Wycombe Blectricity Supply Company until 
same are comple 


Horsham.—At the last District Council meeting, à 

special committee which had made investigations and visited Tun- 

ge Wells recommended that an application be made for a pro- 
visional order, and that Mr. Ha 


з wtayne be engaged to prepare s 
scheme. The report was adopted. 


Huddersfield.—The Corporation has appointed a gub- 
committee to confer with the Elland Council with respect to its 
application for a supply of electricity for Elland from the Huddert 
field works. This month's returns show that there are 43,295 lamps 
connected at Huddersfield, an increase of 729 over the previous 
month. 


Islington.—Residents in Highbury New Park are asking 
for the electric light. 

The Vestry is to lay mains along a considerable рт of Bt 
James's Road for the purpose of lighting Liverpool Road; to oon- 
tinue the mains and erect lamps throughout this thoroughfare; to 
lay conduits and mains on one side of the road, and to erect еы 
lamps (cost £1,260), also to extend the arc lighting through P 
huret Road, thus completing the line of lighting direct to Hollows 
Road. Conduits and mains will be laid both for public and priva 
supply on both sides of the road, and 13 arc lampe erected, the 
estimated cost of the work being £2,200. 


Leamington.—In view of the favourable report made by 
Mr. Robert Hammond the supply of electricity in the borough en 
be undertaken by the Corporation. In their provisional order 58 
will be a clause providing for taking over that portion of the un 
taking of the Midland Electric Light and Power Company, Lim! 
which would be of use to the Corporation. 


. 
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Leeds.—A Local Government Board inquiry relative to 
the application of the Leeds Corporation for a provisional order to 
enable them to issue stock for the purchase of the undertaking of the 
House-to-House Electricity Company, Limited, will be held at the 
Town Hall on 31st inst. | 


Leicester.—At last week's Council meeting Alderman 
Lennard presented the half-yearly statement of the Electric Lighting 
Committee, ending December 31st, from which it appeared that the 
result of the working to the date named, after paying interest on 
capital, and £581 17s. 4d. on account of sinking fund, was a profit 
of £449 бз. 10d. Deducting that amount from £1,819 3a. 6d. loss 
to June 31st last, showed a net loss of 21,369 17s. 8d. The total 
amount which had been paid on account of sinking fund was £3,741 
бз. 62. The committee also reported that good progress had been 
made with the рше in connection with the works, and it was 
anticipated that the extension would be completed in good time to 
meet next season’s requirements. With to the revenue ac- 
count, their total pts were £3,654, as against £3,068 for the 
corresponding half of the previous year, showing an increase of 
about £566. In the corresponding half they were charging 6d. per 
unit, while in the present balance-sheet it was 5d. per unit; that 
meant a loss to their revenue account of £664. Oa the expenditure 
side they had a total expenditure of £1,897, as against £1,436, an 
increase of £461. The total profit on the profit and loss account was 
£1,757 forthe half-year, as against £1,681 for the corresponding 
half of the preceding year, so that while their business had increased 
something 15 per cent. they had only a nét increased profit of 
£126 ; абет paying interest and sinking fund charges they only had 
a net profit of £449 as against £457. 
that whereas at the end of June they stood with a debit balance on 
revenue account of £1,819, they now deducted £449, net profit, 
атк си debit balance £1,370, and their sinking fund now stood 

‚741. 


London.—The Works’ Oommittee of the St. Luke’s 
Vestry has recommended that the principal thoroughfares of the 
3 Road, Finsbury Pavement, Old Street, Golden Lane, &c., 

| ically lighted. The matter was by consont referred back. 


London County Council.—The gas plant at the Orossnees 
outfall has become worn out aod inadequate for lighting the works 
during next winter. The Main Drainage Committee recommends 
that the Council agree to the installation of electric light at the 
Crossness ontfali in accordance with the drawings presented to the 
Main Drainage Committee, at an estimated cost of £7,000; and that 
tenders be invited for the supply and fixing complete of the dynamos, 

es, switchboard, and principal mains, and for the supply and 
ng of the service mains, wiring and fittings. 


Lynn.—Prof. Robinson's report estimates the cost of an 
electric lighting plant for the district at about £15,000. 


Marylebone.—The Vestry has instructed the Special 
Oommittee to enter into negotiations for the acquisition of a site for 
a dust destructor and electric lighting station. 


Newington.—The Vestry has decided to open a separate 
account with the treasurer for the electric lighting undertaking, and 
his offer to place £5,000 at the disposal of the Vestry pending the 
completion of a loan has been accepted. 


Northampton.—The directors of the Northampton 
Electric Light and Power Company have informed the Town Council 
oid they do not feel in a position to name a price for the sale of 

un g. 


Partick.— The Board of Trade have had under their con- 
sideration the application of the Kelvinside Company for a provisional 
order to light the burgh with electric lighting. The application was 
opposed by the Commissioners of the burgh and Glasgow Corpora- 
tion, and the Board of Trade has decided not to proceed with the 
application. 


Saltburn.—The District Council is giving its consent to 
the Oleveland and South Durham Assete Company's application for 
permission to erect poles, &., in certain streets for c lighting. 


Shoreditch.—The present cable from Great Eastern 
Street sub-station through Leonard Street is too small and a 75 
cable is to be at once substituted, the cost of the work being about 
£390. Larger cables are also to be substituted for those at present 
laid in Great Eastern Street, Paul Street, Curtain Road, Old Street, 
аа other streets where the chief engineer has advised such subeti- 


Southport.—A Local Government Board inquiry wai 
held last week into an application by the Oouncil for power to 
borrow £21,178 for electric lighting purposes. The electric light ex- 
tensions consist of the erection of a 600-unit engine and alternator 
combined, the laying down of two main cables, and various other 
works. There has been a rapid increase in the demand for electricity, 
and it is estimated that the proposed extensions will meet the re- 
quirements of the town for 18 months or two years. 


e net result up to date was. 


: Spain.—Messre. W. Baird & Co, of Glasgow, who are 
working the iron ore mines of the Pedroso Company in the Province 
of Seville, have put down an electric lighting plant at their wharf 
on the Guadalquiver, at Seville, in order that the loading of ore into 
the steamers may be carried on both day and night. 


Stirling.—The Police Commissioners have asked Mr. R. F. 
Yorke to give them a report on the water power available at their 
reservoirs for the electric lighting of the town. 


Sunderland.—In the new workhouse infirmary being 
erected for the Board of Guardians (cost £20,000) provision is to be 
made for installing the electric light. 


Swansea.—Mr. Manville has made his report on the 
lighting question. The borough surveyor is reporting on dust 
destauctors. The two reports will be discussed in committee shortly. 


Tottenham.—The Tottenham and Edmonton Gas Com- 
pan | has Tom the electric lighting clauses from the Bill before 
ment. 


Walsall.—The Electric Lighting Committee reports a 
further increase in the number of consumers, and that after paying 
interest on loans and providing sinking fand, there ів a deficiency 
of £531 17a. 7d. on the past year's business, making with the previous 
year's loss the total deficiency on the undertaking up to December 
91st last, £977 1s. 5d. 


Watford.—The Board of Trade has approved of the 
Council's electric lighting scheme. 


Withington.—The District Council on 17th inst. dis- 
cussed the terms offered by the Manchester Corporation for the 
supply of electricity. A sub-committee from Withington will confer 
with the Manchester Electricity Committee. 


ELEOTRIO TRACTION AND MOTIVE 
POWER NOTES. 


Barking.—Mr. Crooks will bring forward at the next 
L.0.0. meeting a proposal to refer it to the Highways Committee to 
consider and report as to the practicability of the Council laying and 
itself working a tramway along the top of the northern outfall sewer 
embankment from Stratford to Barking; and also what system of 
teaction would be the most suitable and economical for such a 
tramway. 


Bradford.—The Tramways Committee has appointed 
Mr. C. F. Spencer, of Walsall, r for the Bolton Road and 
Great Horton electric trams, at a salary of £150 a year. 


Bristol.—The tbirty-eighth ordinary general meeting of 
the Imperial Tramways Company was held at Bristol on Monday, 
and Mr. George White, the chairman, in his speech referred to 
the electrical prospects on several lines. The London United Tram- 
ways, Limited, was the one undertaking not actually worked by the 
company ; they had, however, an investment in 16, and it was making 
great strides. The Acton, Brentford, Hounslow, and Hanwell 
councils bad all approved of the proposed new electric tramways. 
He was personally looking forward to very important resulte from 
the development of the United system, inasmuch as they had since 
received memorials from other districte adjacent to their lines begging 
them to apply at once for light railways to be worked by overhead 
electricity, and to connect up with their general system. The small 
tramway at Darlington, the directors were working on much the 
same lines as of old, but they would have t» apply their minds to 
substituting electricity in the town also. The Middlesborough, 
Stockton, and Thornaby electric tramway had proceeded under the 
able guidance of the managing director and engineer, Mr. Clifton 
Robinson, and had been completed in so expeditious a manner, that 
he believed it formed a record piece of tramway work in the United 
Kingdom. He knew of no previous instance where 15 miles of the 
best form of concreted and forked tramway had been laid in six months. 
The power station was well on the way to completion. Electrical 
arrangements was also in an advanced state, and there could be no 
doubt the works would be opened in the current half-year, and when 
finished, would certainly be one of the most complete in this 
country, or indeed, he might say, in the world. The power house 
would bea model of its kind. 


City and Brixton Electric Railway.—The Bill for 
the construction of this new electric railway from Brixton tothe City, 
with stations at Brixton Hill, Lorne Road, Kennington Oval, Ken- 
nington Cross, Lambeth, St. George's Circus, and King William Street, 
which the City and South London Company, which will have connec- 
tions at the Oval and at King William Street, have agreed to work 
in perpetuity, came last week before a committee of the House of 
Commons. т. Littler, Q.C., in opening the case for the promoters, 
said the scheme was originally threatened with considerable 
opposition, but the London County Council, the London, Chatham 
and Dover Railway Company, and the Lambeth Vestry were 
apparently satisfied that they would not be injuri. usly affected, as they 
were not represented by counsel. The only active opposition came, 
says the Times report, from the St. Saviour's District Board of 
Works, who raised points as to the depth of soil that ought to be 
maintained between the tunnels and the road ways, the possible inter- 
ference with a lavatory, and other small matters. The construction 
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would be carried on by the sbicld system which had been so success- 
fully adopted in the case of the Central London Railway and else- 
where throughout the metropolis. He mentioned incidentally that 
the City and South London Company were now constructing a new 
tunnel under the Thames in connection with their Islington extension, 
and that consequently they intended to abandon their original London 
Bridge tunnel, which would now be available for the growth of mush- 
rooms jn the sama way as the Waterloo tunnel at Edinburgh, where 
these succulent fungi are cultivated with considerable success. Mr, 
Mott, chairman of the City and South London Railway, gave evidence 
to the effect that there would be no difficulty in raising the capital 
of £1,200,000 necessary for constracting the railway, along with the 
stations and other incidental works. After hearing engineering 
evidence from Sir Benjamin Baker, the committee decided to pass the 
Bill, subject to the insertion of clauses which are now in course of 
arrangement with the St. Siviour's District Board of Works. 

The City and Brixton Railway Bill, the preamble of which was 
passed last week, came before the Select Commons Committee on the 
consideration of clauses the other day. Amendments bavine been 
made to meet the objections of the local authorities, the Bill, as 
amended, was ordered to.be reported for third reading. 

In regard to Mr. Littler's statement respecting the London Bridge 
tunnel, the Гай Май has inquired of Mr. Jenkin, the general 
manager of the С. and S. L., and finds that the facta are as follows: 
—The London Bridge tunnel forms part of the line from Stockwell 
to King William Street, which was opened in 1890. It is now pro- 
posed to band over this tunnel to the new Brixton line, to bore 
another tunnel on the other side of London Bridge, and extend the 
line to Lombard Street, Moorgate Street, and then on to Islington. 
The deviation from the present line will be made a short distance 
from the Borough Station on the City side. 

The same Committee also had before them the City and South 
London Railway Bill, which proposed to authorise the constraction 
of sidings at Clapham, the acquisition of lands for the purposes of the 
company, and an extension of time in connection with the under- 
taking, and to empower the sale of a portion of the line to the other 
company—the City and Brixton. The Bill was ordered to be reported 
to the House. 


Charing Cross and Hampstead Underground Elec- 
tric Rallway.— The Bill promoted by the Charing Oross, Euston 
and Hampstead Railway Company came before a S2l-ct Committee 
of the House of Commons the other day, but the threatened opposi- 
tion having been withdrawn, the Bill was referred to the Unopposed 
Bill Committee. 


Clontarf.—A successful trial trip was made on this 
electric tramline on 17th inst, by the contractors’ representatives. 
Public service was commenced this week. 


Coatbridge and Airdrie.—The Light Railway Commis- 
sioners will bold an inquiry at Coatbridge on Tuesday, March 29th, 
into the application of the British Electric Traction Company to lay 
а light electric railway between these two towns. 


Dublin.—The Dablin United Tramways Company have 
lodged a memorial with the Lord Lieutenant for an Order in Council 
authorising the extension and doubling of the lines of their system 
in various districta in the city. The total proposed expenditure 
amounts to £74,858. 


Dadley.—A special meeting of the Town Council was 
held on Tuesday for the purpose of again considering the tramways 
question which has been engaging their attention for some time. It 
may be remembered that the Council cpposed the echeme of the 
British Electric Traction Ocmpany when the Light Railway Com- 
mission sat at Dudley, because the Council desired to bave the tram- 
ways in their own bands. The tramway which has given rise to the 
discussion is the portion of the Dudley and Stourbridge line that runs 
from Dudley S‘ation to the borough boundary at Hart's Hill; but it 
is proposed to construct a new line from Queen's Cross, at Dudley, to 
Bishton's Bridge, at Netherton, that will tap the thickly populated 
district of Netherton, and provide a means for the Old Hill and 
Cradley Heath people getting to Dudley. These ara the tramways 
within the borough at the present time. The British Electric Traction 
Company have an order to construct a line from a place called the 
“ Deck Hole," Dudley, to Kingswinford, and thence to Stourbridge, 
and the company will also have the portion of the Dudley and Stour- 
bridge line from Hart's Hill to Stourbridge. Whether the British 
Electric Traction Company should have the whole tramway section 
has been a subject keenly discussed. The Council have consulted 
Mr. Reginald P. Wilson, and bis report has been submitted to the 
Council. He strongly recommends the Council to acquire the 
portion of the Dudley and Stourbridge line to Hart's Hill, and the 
construction of the new line to Netherton. He considers there are 
some thousands of pounds of profit in i¢ to the town if electric 
traction is employed. Using the very best rails, and constructing 
the line on the best methods, he estimates that the cost of putting 
the Hart’s Hill track ia order for electric traction will be £13,150, 
and the cost of constructing the new line to Netherton at £11,452. 
He estimates the total capital expenditure to be £50,000, and after 
allowing for icterest and sinking fund, he is of opinion that there 
will be a net profit of nearly £4,0(0 per annum, providing that the 
cost of current is at 24d. per unit. If the Council should first 
acquire the tramways, and then agree to lease them to an outside 
company, then he suggests that the company should pay 2id. per 
unit for the electric power, 53 per cent. on the capital expended, and 
15 per cent. on £l] tickets sold over the Council's sections of the 
lines. Even then, he thinks, the company would make the hardsome 

rofit of not less than £2,300 on a capital of less than £10,000. 
he Light Railway Commissioners being in favour of giving to 
the British Electric Traction Company the right to construct the 


line to Cradley Heath, and the Council having preserved the right 
of appeal to tbe Board of Trade, he advises the Council to oppose 
the decision of the Commissioners before the Board of 

The Council has passed a series of resolutions to the effect that Mr. 
Wilson's report be adopted; that the Council should construct, and as 
soon as circumstances allow, electrically equip the branch tramway or 
light railway to Cradley, with tbe consent of the Rowley District 
Ccuncil, or, in case that authority should object, to the boundary of the 
borough in that direction, that the Council op pose the application of the 
British Electric Traction Company for powers to construct the branch 
line above mentioned; that the Corporation electric lighting scheme 
be carried out without delay. The Railway, Tramway and Electric 
Lighting Committee will carry mattersthrough. This means that the 
Dudley tramways schema is to be municipalised, and the ioitial 
expenditure is estimated at £50,000. 


The Finchley Electric Line Rejected.—The Light 
Railway Commissioners resumed and concluded last Saturday, at the 
Hampstead Vestry Hall, a three daya’ public inquiry into the scheme 
for connecting Finchley and H ndon with Hampstead by means of 
эп electric tramway. We have already mentioned that there was a 
determined opposition from the local authorities. The promoters 
were Mr. J. T. Firbank, M.P., and Mr. Murphy, and the engineers 
Sir Douglas Fox and Mr. Wragg. In the result the Commissioners 
said that the necessity for the “ light railway " hed not been proved, 
and they therefore declined to grant an order for its construction. 


Great Orme.—The unopp-sed Bill for the constructioa 
of a tramway from Llandudno up the Great Orme was before the 
House of Commons Committee last week. The line would be about 
a mile long and would cost £20,000. 


Halifax.—Major Cardew has been holding a Board of 
Trade inquiry respecting an application by the Corporation to 
borrow £20,000 for electric tramway pu : 

The two routes of tramways which are in course of construction 
will, it is expected, be opened for traffic at Whitsuntide. 


Hastings.—The borough engineer has present d a very 
lengthy report on the tramways question, in which he states that 
after obtaining information from numerous towns regarding systems, 
he hss come to the conclusion that the overhead electric trolley system 
is the most suitable for Hastings. Routes are suggested and general 
considerations are discussed. Single lines, 3 feet 6 inches gauge, with 
frequent passing places, are recommended. The lines would be 2 miles 
1 furlong and 2 miles 7 furlongs long. The cost of construction is given 
as £7,263 per mile, and the cost of working £6,356 perannum ; income 
28,424. The committee recommended that the various au tions 
made as to the construction aud working by the Corporation of the two 
main lines be adopted; that power be also sought to construct and 
wo К the branch lines suggested; tt at the overhead electric system of 
traction be used throvghout, and that a special committe of seven 
members b» appointed to determine and carry out the details of the 
scheme. These recommendations have been adoptad by the Council, 
and a special meeting of the Council ie to be held on A pril 20th next. 


Iikeston.— The Council (sitting as General Purposes 
Committee) has passed & resolution in favour of tramways for the 
borough, steps to be taken by the Council in thst direction. The 
Town Clerk is to collect details as to the working of tramways at 
Dover and elsewbere. 


Leicester.—The Town Council has appointed a special 
committee to consider the advisability of purchasing the tramways, 
and also to report on a suitable system of traction. 


Manchester Underground Eleetrie,"—4A Manchester 
C:ty News writer has ssen plans of an underground electric railway 
for Manchester, “ which only await the capitalist in order to be 
carried out." The firet part of the scheme is to connect the various 
railway stations by means of an inner circle in the city—a length of 
34 miles. The second part of the scheme would be an outer circle 
8 miles in length. 


The Metropolitan Underground.— The Great Western 
Railway Company, which runs 17 trains per day over a part of the 
lines of the Metropolitan, has raised obj-ction to the Bill applied for 
by the company aathorising electrical equipment. The objections 
came before the Court of R:ferees at the Honse of Commons on 
Monday. The Great Western trains ruoning on the line are 
necessarily subject to the Metropolitan Company's appr val, and the 
Great Western appears to think that when the line is electrically 
equipped they also may be compelled to change their system to eleo- 
tricity. 

Paisley.—The British Electric Traction Company, which 
has made a conditional agreement with the Paisley Tramways Oom- 
pany, has laid ite proposals before the Tuwn Oonnoil. It is proposed 
to extend in the direction of Johnstone in the west, Glasgow 
boundary in the east, Renfrew in the north, and Potterhill in the 
south, electricity being, of course, employel. A lease of at least 23 
years is suggested, and the company offers to negotiate for the supply 
of electrical energy from the Corporation works when pot down. 
Mr. Teague has the letter in hand for report. The tramways com- 
pany eee its undertaking as at January 1st, 1898, the price being 
£18,591 А 


Piymouth.—The Plymouth Corporation will oppose the 
Devonport, Plymouth, and Stoke Tramways Bill. 

Riesengebirge. — The whole Silesian slope of the 
Riesengebirge, including the Upper Iser, belongs to the Warm- 


branner line of the S-naffgotsch. The managers of this property 
have decided, as much in their own interest as in that of 
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the tourist, to consider the question of opening up the Riesengebirga 
by a Kamm railway and a Schneekoppe railway. The building of 
the lines will commence as soon as possible, and it has been decided 
to work them by electricity. The immense energy of the larger 
Streams, which descend the Riesengebirge, is to be utilised for gene- 
rating the electricity, and in two or three years а network of light 
electric railways will render all important points of the Riesengebirge 
800essible; at the same time, the exploitation of the vast forest lande 
will be facilitated by this system cf railways, which will be an 
immense improvement on previous methods of transport. The new 
network of railways will be connected to existing lines at six pointe; 
in the west at Warmbrunn, Hermedorf and Petersdorf, and in the 
east at Bobmiedeberg, Arnsdorf and Krummbübel. The Koppe and 
Kamm line will connect on to the branch line, Tillerthat, Kramm- 
hübel, mount in bold curves, past Querseiffen, to Brotbande, run past 
the highest houses on the beautiful Brückenberg, to Kirche Wang, 
then wind past the Schlingelbande and the Eyes of the Mountain” 
to Hamppelbande, and, finally, in serpentine windings, mount the 
last elope of the Kamm, and reach a station near the Reisenbaucle. 
From this the line will ran round the steep Schuttkogel of the 
Schneekoppe, in a double spiral, up to the Koppe houses. May we 
be spared this trip ! 


8t, Helen’s.— Having regard to the changes to take place 
in the immediate future in the method of traction, in the cha- 
racter of the service generally, and the consequent outlay required by 
the company, no dividend is to be paid by the St. Helen’s Tramway 
Company for the last half-year. 


Whitley and North Shields.—It is proposed by the 
British Electric Traction Company, Limited, which has lately taken 
over the North Shields and Tynemouth tramways, to build a light 
electric railway along the coast road between Whitley, Tynemouth 
and North Shields. 


TELEGRAPH AND TELEPHONE NOTES. 


Cable Communication to Australia.—According to 
а Рай Mall Gazette correspondent “A Da vartmental Committee, 
including representatives of the Colonial Office, the War Office, the 
Admiralty, and the Colonies, is now sittiog under the presidency of 
Bir William James Lloyd Wharton, К.О.В., Hydrographer of the 
Navy, to consider the proposal of the Eastern Telegraph Company 
to lay an all-British cable connecting London with the Cape, Natal, 
Mauritius, and Australis, as an alternative scheme to the proposed 
Pacific cable from Vancouver to Australia and New Zealand. The 
Imperial representatives regard the two lines chiefly from the stra- 
tegio standpoint, and it is understood that there is almost a consensus 
of opinion in favour of the Cape-Australian scheme, especially if a 
connection be established with Indiaand Ceylon. There is a division 
of opinion in the Australasian colonies, the eastern provinces favour- 
ing the Pacific project as supplying an entirely new line with exten- 
sive commercial possibilities in the near future, and the western 
colonies being more in sympathy with establishing a direct con- 
nection with South Africa and the Mauritius. The cable companies 
require an extension of the existing subsidy of £32,500 a year fora 
fresh term of years in the event of their incurring the very consider- 
able cost of constructing the new line. New Zealand, as well as the 
eastern colonies of Australia, object to this guarantee, and would 
prefer that any fresh financial responsibilities should be in connection 
with a trans-Pacific route. It is doubtfal, however, if the Imperial 
Government will be disposed to contribute a third of the cost of that 
line at present. Hence it may be somewhat difficult to reconcile the 
conflict of interests. 


The Iceland Cable.—In regard to the scheme of the 
Iceland Cable Company the Standard remarks that the Danish 
Government is willing to guarantee £5,000 & year for 20 years, and 
the British Government is to be asked to guarantee £3,000 a year for 
& similar period. Mr. Doughty, the member for Grimaby, intends to 
bring the question before the attention of Parliament ; and it is also 
to be discussed at a meeting of the Sea Fisheries Association, at the 
Fishmongers’ Hall, on March 31st. It is expected that the Govern- 
ment will show some unwillingness to subsidise a foreign company. 


Interruption of the Cape Cables.—We have again to 


add to the long list of interruptions and delays which have occurred 
from time to time in the telegraph communication with the Cape. 
Оа the 17th current we were officially informed by the Berne Office 
that “the St. Thomé-Loanda cable will be interrupted intermittingly 
daring the next three or four days for renewal purposes, traffic will 
be forwarded by the East or West Coast routes when necessary, 
without alteration of rates.” Two dave later we heard from the same 
source that the Lorenzo-Marques-Durban cable was interrupted, 
that the repairs to the St. Thomé-Loanda cable were not yet com- 
р but “communication with South Africa is maintained by the 

ortuguese landlines from Lorenzo Marques to Transvaal.” It will 
thus bs seen that both the Tast and West Coast routes were inter- 
rupted, and our communication with Cape Town was entirely 
depending on the some 1,000 miles of landline, the greater part of 
which passes through foreign territory. Although this state of affairs 
did not last long, for later in the day the St. Thomé-Loanda cable 
was repaired (thus restoring the West Coast route), it proves once 
more the sbsolute necessity of laying another cable to the Cape, and, 
as we have previously pointed out, the cable company who is, and 
has been since its existence, in receipt of large subsidies from the 
English, Cape of Good Hope, Natal and Portuguese Governments, 
should be quite able to carry out the work without further “ privi- 
leges for doing so. 


Iaterruptions to Australian Landlines,— Referring 
to the list of interruptions to the Australian trunk landlines recently 
published by us, we are able to furnish our readers, from Australian 
pspers just to hand, with a little more information on the subject, 
and the following extracts from the Australian press will show that 
there із every cause for the general dissatisfaction which has been 
expressed, both in Ёарапа and Australia, with the existing system 
of telegraphic communication b2tween the great commercial centres 
of both countries :—~ 

February 8th.—" The Postmaster-General, Adelaide, advises :— 
! Port Darwin line still interrupted, Oar West Australian lines are 
working badly owing to thunderstorms. Very little prospect of 
getting cable business through.“ 

No ка from London were received in Sydney on Feb- 
ruary 8th. 

Febraaty 10th.—" The Postmaster- General at Adelaide advises : — 
‘The Port Darwin line is interrupted north of Woodnadatta since 
11.20 p. m., Wednesday. Probably caused by floods.“ 

No cablegrams from Europe were published in Sydney on Feb - 
ruary 11th, so we presume that the West Australian line was also 
interrupted. N 
. February 11th. — Adelaide. The Postmaster- General reported this 
morning: — Fault removed between Oodnadatta and Charlotte 
Waters,9.5 am. Line atill interrapted batween Barlow and Ten- 


 nant's Creeks since 5.35 p.m. yesterday. 


LaATEB.—" Communication restored Port Darwin line at 2 15 p.m.” 

In the вате paper we read:—" Port Darwin, Friday, February 
11th :—‘ The Cable Company's steamer Recorder has been here for 
some days past repairing the cable.“ 

February 14th.—" Perth, Saturday (February 12th). Great dis- 
satisfaction is expressed here at the unsatisfactory working of the 
Inter-Colonial Telegraph line on the South Australian aide. Many 
messages are 24 houra late, and there is great difficulty ia obtaining 
share quotations. The local exchanges are compl t-ly paralysed. 
For several nights lately the lines have failed altogether, or else 
worked very badly.” 

It will be seen that the scanty information we are able to make 
known is only gathered from such particulars as appear from time to 
time in the Australian press. As we have frequently pointed oct, it 
is seldom, if ever, that any notice of interrnption to the Australian 
trunk landlines is furnished hy the Bureau International des Admi- 
nistrations Té'ézraphiques. It will be noticed that what information 
is published in Australia emanates from Sir Charles Todd, the Post- 
master-General of South Australia, yet that gentleman, in answering 
& protest from the London Chamber of Commerce towards the end 
of last year concerning the delays in the transmission of cable mes- 
sages to and from South Australia, says that "delays have rarely 
occurred," and that he does not " anticipate any further complaints." 
We do not see how that atatement can be reconciled with the follow- 
ing ои" from letters іп the Australian papers we are now dealing 

th :— 

“During the past six or seven months the interruptions of the 
overland telegraph line to Port Darwin have been sufficiently fre- 
quent to cause very serious inconvenience to business people. On 
every such occasion the utter worthlessness of the Roebuck Bay line 
as ап emergency one bas been fully demonstrated. It would there- 
fore seem that the Eastcrn colonies must look to a Pacific cable if 
they desire an alternative service of any value, and free from the 
misleading information supplied too frequently from Adelaide." 

Another writer says: 

“The increasing frequency of the interruptions to the cable service 
to Europe, both as regards the submarine system and the landlines, 
would, one might imagine, be sofficient to draw serious attention to 
the faultiness of the present means of communication much more 
strongly than it appears to. To many business men it must mean 
immense loss.” 

In commenting on Sir Charles Todd's reply to the secretary of the 
London Chamber of Commerce, the writer continues:— 

“If delays are occasionally due to heavy business, it is clear that 
the lines are insufficient for the purpose for which they are designed, 
and therefore should have their carrying powers When 


, the West Australian landline was connected from Roebuck to 


Adelaide, it was intended as an attempt in this direction; but it has 
proved utterly unreliable, being more often out of order than not." 

The same correspondent goes on to show that an alternative line 
for telegraphic communication between England and Australia is a 
necessity, and says:— 

“ Such a route would be offered by the Pacific cable. In the event 
of war being declared, the Pacific cable would in all probability be 
worth many times the sum we seem eo reluctant to grant, even if it 
only remained open sufficiently long to give us warning.” 

We have for years advocated the laying of the Pacific cable, so that 
the principal centres of population in Australasia might be entirely 
independent of the two unreliable lines which run across that vast 
continent to meet the submarine cables; besides which it would be 
invaluable for strategic purposes, and we trust, that now the 
Australian Governments are reported as willing to take action in this 
direction, some definite movement may soon be made. 


The Telephone Service.—In the Commons last week, 
Sir Mark Stewart asked the Secretary to the Treasury, as represent- 
ing the Postmaster-General, whether it was the practice of the Post 
Office to substitute a telephone for a telegraph where the guarantors 
have signed an agreement with the Post Office for a telegraph 
service; and if it were so, would he state the reasons. Mr. Hanbury, 
in reply, said it has been judicially decided that the definition of 
telegraph includes a telephone. In agreements of the kind referred 
to there is no provision as to the particular form of inetrument to be 
used. The guarantee for a telegraph extension is based on the most 
suitable method of serving the office, and if a telephone is used it is 
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because it offers advantages over other forms of telegraph apparatus, 
either in regard to initial cost, maintenance, or working. 

The Association of Chambers of Commerce meeting in London 
last week, passed a resolution pressing apon the Telegraph Depart- 
ment of the Government the necessity of promptly increasing the 
telephone trunk line service bztween mercantile centres. 

The Huddersfield Corporation has had a discussion re telephone 
matters, particularly regarding rates. The Telephone Company is 
substitating underground for overhead wires, and reconstructing the 

lant on the twin-wire system. The North Staffordshire Chamber of 

ommerca bas also been discussing the inefficiency of the service and 
the high charges. Mr. Gaine and Mr. Coleman met the Chamber the 
other day, and it was explained that there was no prospect of reduced 
charges, as the plant was to be constructed on the twin-wire system 
in order to improve the service. 


The Pacific Cable.—The British Empire League meet‘ng 
at Ottawa on 10:h inst., passed a long resolution regarding the 
Pacific cable scheme, urging the Government and Parliament of 
Canada to continue such action as may be necessary to secure the 
early commencement of the cable. A committee was appointed con- 
sisting of Sir Sandford Fleming, Colonel Denison, Messrs Casey, 
M.P., Hughes, M P., and Principal Grant, to wait upon the Govern- 
ment for the purpose cf presentiog the resolution and urging prompt 
action. | 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Bepaired. 
Brest-Bt. Pierre (Anglo, 1869) April 0th, 1893... ed 
West Indies— | 
Bt. Croix-Trinidad ... Nov. 30th, 1896 


Paramaribo-Oayenne ... Jan. 27th, 1898 i March 19th, 1898. 


Amason Company's cable 


Parintins-Itacatiara ... May Sth, 16896 ... s 
Obidos-Parintins „ Dec. 7th, 1896 di 


Cable beyond Obidos ... March 9th, 1898. ... 
Cyprus-Latakia eee oes Feb. 10th, 1898 eee eee Я 
San Thomé-Loander... ... March 17th, 1898 ... March 19th, 1898. 


Gibraltsr-Tangier ... .. „ 19th, 1893 ... г 
Lourenco Marques-Darban... „ 19th, 1898 
. — LANDLINES. 
yond Masol line -— March 12th, 1896 ... © 
Cartagena-Barranquilla — ... July 4th, 1896 ... E 
Bolinao-Manila-Laminos ... March 9th, 1898 ... March 21st, 1898. 
Saigon-Bangkok  ... w+ „  15th,1898 .. March 16th, 1893. 
" " - „ 18th, 1898 ... » 19th,1898. 
Majunga-Tananarive „ löth, 1898 ... „ 16 h, 1898. 
dlines eee #06 ' 9? 21st, 1898 [EX] 99 22nd, 1892. 


The Telegraph Clerks.— The London committee of the 
Postal Telegraph Clerks' Association issued last week a statement in 
reply to the circular of March 15th issued by the Postmaster-General. 
The association states that many points are not yet dealt with, and 
preseing grievances remain unredressed. As examples they particu- 

rly draw attention to two pointe—classification and holidays. 


FORTHCOMING EVENTS. 


1898, 


Friday, March 25th, at 8 p.m.—The Institution of Civil Engineers 
(students’ meeting). Internal Governor Friction," 
| by Н. О. Eurich, Stud.Inst.O.E. 
At 5 p.m.— Paysical Society at the rooms of the Chemical 
Bociety, Burlington House. (1) “On vhe Circulation 
of the R2sidual G weous Matter in a Crookes Tube,” by 
Mr. A. A. Campbell Swinton. (2) “ Oa some Improve- 
ments in the Roberts-Austen Rscordiog Pyrometer, 
and Notes on Thermo-electric Pyrometers,” by Mr. A. 
. Btanefield. _ | 
At 8 p.m.—Electro-Harmonic Society. Last Smoking Con- 
‚. Gert of the season at St. James’s Hall Restaurant. 
Monday, Match 28th. Last day for Darwen Corporation electric 
A light plant tenders. 
Wednesday, March 30th, at 8 p.m.—Society of Arte. Prof. B. P. 
Thompson, on “ Telegraphy Across Space.” Mr. J. W. 
Swan, F. R. S., will preside. | 
Royal United Service Institution. Captain J. N. C. Ken- 
nedy on Wireless Telegraphy.” 
At 7.30 p. m.— Institution of Electrical Engineers. Students’ 
mectiog. Paper on Electrical Instrumente," by M. R. 
Gardner, Student. 
Thursday, Ma 3lst.—Last day for Hampstead extension plant 
enders. 
Royal Institution of Great Britain. Prof. J. A. Fleming, 
M. A., D. Sc., F. R. S., M R. I, on Recent Researches in 
Magnetism and Dia-magnetism." (Lecture V.). 
At 3 pm.—Chemical Society, Burlington House. Annual 
general meeting. 
Friday, April 1st, 8 p.m.—Institution of Junior Engineers at the 
Westminster Palace Hotel. Paper on “ Mechanical 
Refrigeration," by Mr. J, T. Burrell, of Peterborough. 


Saturday, April 2nd, 11 am.—Visit of the Institution of Junior 
Engineers to the Thames Iron Works, Blackwall. 

Tuesday, April 5th, at 8 p.m.— Röntgen Society, at 11, Chandos 
Street, Cavendish Bquare, W. Paper b7 Mr. James 
Wimshurst upon “The Infiuence ine and its 
Advantages for lighting X-Ray Tubes.” 


CONTRACTS OPEN AND OLOSED. 


OPEN. 


Ashton-under-Lyne, — April 5th. The Corporation 
invites tenders from firms willing to undertake the free wiring of 
решен in ths Borough. Consulting engineers, Messrs. Lacey, 
сш & Billar, 78, King Street, Manchester. See our “ Official 

otices.” 


Belgium.—March 30th. Tenders are being invited by 
the municipal authorities of Ghent for the supply and erection, &c., 
of a complete installation for the electric lighting of the town dock. 
Particulars may be obtained from, and to be sent to, l'Hotel 
de Ville, Ghent, Belgium. 


Belgium.—April ist. The Municipal Authorities of 
Seraing are inviting tenders for the concession for the supply of | 
electrical energy in the town for public and private lighting purposes 
during & period of 30 years. iculars may be had from, and 
tenders to be sent to, the Oollege des Bourgmestre et Echevins, 
Seraing, Belgium. i 

Bournemouth.—The Corporation wants tenders for the 
electric lighting of the pier and pleasure grounds. Particulars re 
plant, &c., are given in our Official Notices” March 18th. Borough 
engineer, Mr. Ё. W. Lacey. 


Bournemoath.—April 4th. The. Corporation wants 
tenders for motor vehicles for the collection of house refuse, &. 
1 8 Мг. F. W. Lacey. See our Official Notiees 

rch 186 


Darwen.—March 28th. The Corporation wants tenders 
for the supply of steam engine and dynamos, piping, accumulators, 
5 ^ mains, arc lamps, pillars, ёс. See our “ Notices” 

ch lith. 


Denmark.—March 30th. Tenders are being invited. 
until the 30th inst. by the Danish Telegraph Department in Copen- 
hagen for the supply of 56 tons of copper-bronss wire, 4 mm. 
diameter, and 42 tons of copper-bronzs wire, 3j mm. diameter. 
Particulars may be obtained from, and tenders to be sent to, Die 
Telegraf-directorale Tekniske-afdeling, Copenhagen. 


Derby.—April 12th. The Corporation wants tenders for 
the electric wiring of its Ford Street yard and premises. See our 
* Official Notices” March 18th. 


Derby.—April 11th. The School Board want tenders for 
the electric wiring of the Traffic Street Board School, Derby. Par- 
ticulars from Mr. J. Е. Stewart, Corporation electrical engineer. See 
our " Official Notices last week. 


France.—March 30th. Tenders are being invited by 
the municipal authorities of Paris for the supply of the electrical 
conductors, required in connection with the electric lighting of the 
Square Vaugirard. Particulars may be had on appli and 
tenders to be sent to, I Hotel de Ville, Paris. 


France.—March 81st. Tenders are being invited by the 
Municipal Authorities of Saint Chamond ) for the concession 
for the lighting of the public streets of the town, either by gas or 
electricity. Particulars from, and tenders to be vent to, La Mairie de 
Saint Chamond (Loire). 


Hampstead.— March 31st. The Vestry wants tenders 
for the supply and erection of one or two steam alternators, ewitch- 
board panels, two induced draught wet back boilers, feed water 
heater, steam and exhaust pipes, feed pumps, 50 kw. exciter, and a 
feed water softener. See our “Official Notices" March 18th for full 
particulars. 

Leyton.—April 4th. The District Council wants tenders 
for the supply of two dynamos, one transformer, two gas engines and 
connections, and switchboards for extension of the electricity works. 


Electrical engineer, Mr. H. C. Bishop. See our Official Notices 
March 18th. 


Manchester.—A pril 4th. The Lancashire and Yorkshire 
Railway Company is inviting tenders for various stores. The 
following area few of the items:—5. Copper; 7. Copper tubes for 
boilers; 8. Copper tubing; 29. Bignal and telegraph fittings; 30. 
Signal, telegraph and electric light wires. Samples may be seen and 
forms of tender and further particulars obtained at the Stores 
Department, Osborne Street, Manchester. 


Shoreditch.—April 12th. The Vestry want tenders fo: 
the supply and erection of arc lamps and accessories, also for electric 
cab!e, Electrical engineer, Mr. C. N. Russell. See our “ Official 
Notices" this week. 


(Continued on page 409.) 
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MESSRS. MAVOR & COULSON’S WORKS, 
GLASGOW. 


THE new works of Messrs. Mavor & Coulson, Limited, have 
been recently opened, and as they are equipped with the 
most modern plant some details of them may be interesting. 
The works are erected on ground purchased by the company 
from Messrs. Clark & Co., Limited, who formerly used the 
site for their Mile End Thread Works. The works are 1} 
miles distant from Glasgow Royal Exchange, and are within 
three minutes’ walk of the Bridgeton Cross Stations of the 
North British and Caledonian Railways. 

The company’s manufacturing business was formerly 
carried on in their premises in Orr Street, Bridgeton, which 
premises together 
with the machine 
tools there were 
held on lease. 
During the com- 
pany’s tenancy of 
these works sn 
were developed and 
standardised, and 
methods of produc- 
tion systematised. 
At the expiry of 
their lease last 
year the company 
was therefore in a 
singularly favour- 
able position to 
undertake the de- 
sign and equipment 
of a new factory for 
their specialities in 
electrical machinery 
and accessories. In 
the general arrange- 
ment of the works 
and selection of 
machinery, the 
directors have had 
the advantage 
of an intimate 
knowledge of the most recent American and Continental 
practice, and of their own special requirements. The result 
has been the building and equipping of a factory, which is 
the only one of its kind in Scotland, which provides facilities 
for the rapid, economical, and accurate production of high- 
class electrical machinery, and is probably not surpassed 
by the best and most recent factories in the country. The 
establishment of this new factory for the extensive manu- 
facture of electrical plant in Glasgow is an important 
addition to the long and varied list of industries which have 
been located in and around the city. 

The existing buildings formerly used for the thread factory 
and stores have been partially utilised for the new factory. 
The ground formerly occupied by the engine and boiler 
house, wood stores, bobbin shop, packing case warehouse, &c., 
has been cleared, and a spacious new shop and smithy, brass 
foundry and moulding shop have been erected. The machine 
shop is 160 feet long by 75 feet wide, and is covered by a 
single span steel roof, glazed all over and supported by 14-inch 
brick walle, and cast-iron columns carrying the crane girders 
which are spaced at 40 foot centres. ‘The lofty roof gives a 
spacious and airy workshop, while its steel and glass structure 
and the side windows in the walls provide exceptionally good 
and uniform lighting. The heating is effected by cast-iron 
pipes supplied with exhaust steam from the engines. On 
either side of the space swept by the crane is erected a 
gallery, which will be used on the one side by the pattern 
making and carpentry department, and on the other by the store 
department for finished stock. The design is to ultimately use 
these galleries for light machine tools, and accommodate else- 
where the two departments mentioned. The large centre bay 
is floored with granolithic, and the two side bays under the 
galleries are floored with double pine planking laid on joists. 
The machinery in this department is driven by 10 electric 
motors. None of the shafting is driven direct from the 
steam engine, with the exception of a short length on the test- 


GENERATING PLANT FoR SHOP DRIVING. 


ing engine. It is hardly necessary to point out the advantages 
gained by the use of electric motors in this department. 

A special feature in this department is the extensive use 
of milling machines and other special appliances for labour 
saving. While special appliances do not in any sense dis- 
pense with the necessity for skill on the part of tbe work- 
map, they permit of the use of a class of labour more easily 
available than that of a fully trained and equipped all round 
tradesman. The machines and tools are arranged with a 
view to the utmost accuracy in work without the necessity 
for individual measurements by the operator, the machines 
themselves being provided with measuring devices in which 
dimensions can be read off with ease and accuracy down to 
01504} of an inch. The use of such machinery necessitates 
a separate department, with special appliances for making 
new tools and for 
keeping the work- 
ing tools in order. 
This is provided in 
the tool room in the 
north-west corner 
of the main shop, 
where a staff of 
skilled men are 
constantly employed 
in these operations. 
The antiquated 
practice of poping 
а machine standing 
while the operator 
is grinding his tools 
or awaiting their 
formation by the 
tool smith is thus 
entirely abolished. 
It is found that 
the use of highly 
finishéd and ac- 
curately made ma- 
chinery is a valuable 
education to the 
men operating it. 
The tendency being 
to assimilate the 
character of the 
work produced to that of the machinery producing it, and 
to keep the shop and all its surroundings up to a high 
standard of cleanliness and order. These tendencies 
inevitably reflect their characteristics upon the finished 
product. 


HorizontaL Вовїна MacHINE Вовїна MAGNETS. 


The electric crane, which sweeps the whole of the centre 
bay of the shop, is capable of lifting about 10 tons, and can 
traverse the whole length of the shop from start to stop in 
one minute. It is fitted with a motor for each motion, and 
is controlled by a man who sits in a cage under one end of 
the crane girder. The controlling gear consists of three 
liquid switches, which give command over all the required 
motions, and which enable the driver to operate any motion 
at any speed, either simultaneously or independently of the 
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other motions. The entire absence of reversing clutches 
and other complicated mechanism renders the crane exceed- 
ingly easy to manipulate. An ordinary mechanical labourer 


RaDIAL DRILL. 


after one day’s instruction can readily handle the crane, and 
expertness is вооп acquired. The power required to work 
this crane is insignificant as compared with that 
required for square shafting or  rope-driven cranes, 
and the power is 
only absorbed for 
actual work; there 
are no “stand-by " 
losses. The electric 
current is carried to 
the crane by a No. 4 
copper wire, sup- 
ported on insulators 
attached to the 
main girder on the 
east side of the 
shop. A rubbing 
contact attached to 
the cage picks up 
the current from 
this conductor, 
whence it is led by 
cables to the con- 
trolling switches. 
The crane girders 
themselves are fitted 
with conductors for 
carrying the current 
to the hoisting and 
across traverse 
motors, the current 
being picked up by rubbing contacts on the crab. The 
long traverse is driven by a light spur gear, and the 
Mine and hoisting by special wormgears running in oil 
охев. 

Entering from the fitting shop is the smithy and boiler- 
house. In the smitby is fitted one 3-cwt. steam hammer and 
three forges, the forge blower being driven by an electric 
motor. 

The brass shop occupies the ground floor of the portion of 
the building facing King Street. It is fitted out with turret 
lathes, milling machines, multiple drills, &c., for the pro- 
duction of large quantities of brasswork for use on switch- 
boards, and on the various appliances connected with the 


TEST Room. 


wiring and installation of electric light and power. In this 
department, as in the machinery shop, advantage has been 
Jargely taken of the most modern improvements in 
American machine design, and the result is an immense 
improvement in the economy and accuracy of the pro- 
duct. 

The winding shop i8 accomodated in the same building as 
the brass shop, but on the upper floor. Into this department 
are delivered the armature cores and magnet. formers to be 
wound with copper conductors. There is little macbinery 
in this department, the greater part of the work being 
performed by hand. The magnet wire is wound on the 
formers on a group of lathes driven by an electric motor. 
A light overhead travelling crane, operated by hand, is 
provided for handling parts in process of manufacture. It 
is capable of lifting two tons, and sweeps the whole length 
of the shop. After completion of the winding the armatures 
and magnet coils are lodged in a drying stove until the 
moisture is thoroughly expelled from the insulating materials. 
This stove is situated over specially constructed flues between 
the main boilers and the chimney. 

In the machine shoparealso placed the steam boilers, engines 
and dynamos for the production of electric current for lighting 
the works and driving the machinery. The electric lighting 
installation for the works and offices consists of 230 16-C.P. 
lamps, 30 Sanbeam 150-C.P. lamps, and six arc lamps of 
2,000-C.P. each. There are in all 15 motore, of 85 
aggregate horse-power. Two boilers generate steam at 
160 lbs. pressure. The smaller boiler is just capable of 
overtaking the present work, but a Babcock & Wilcox boiler, 
evaporating 2,280 lbs. of water per hour, has been recently 
added to provide for extensions. The electric current is 
generated by two dynamos, each mounted on the same bed- 
plate with and coupled direct to a high speed single acting 
engine. The output of each combined set is 40 electrical 
horse-power. From the steam dynamos the conductors 
are led to the main switchboard, from which point 
the whole of the distribution is carried ont on 
the company's well-known “С.О” Concentric System 
of wiring, in which the positive or live conductor 
is entirely enclosed in the negative conductor, 
which is uninsulated 
and connected to 
“earth.” The light- 
ing and power are 
supplied from the 
same system, but on 
different circuits. 
Each circuit is con- 
trolled by a switch 
on the main switch- 
board, on which are 
also placed am- 
meters and  volt- 
meters to indicate 
the amount of power 
being used at any 
instant. Adjoining 
the steam dynamos 
is the testing table, 
on which all ma- 
chines are tem- 
porarily run before 
being despatched. 

In the brass 
foundry, which 
forms another de- 
partment, are made 
all the brass and a few light iron castings required 
for the various manufactures carried out in the works. It 
is provided with six moulding furnaces and a core drying 
oven. For cleaning and cutting off the castings a group 0 
cutting-off saws, emery grinders, and scratch brushes аге 
driven by a 4} horse-power electric motor, coupled direct to 
a short counter-shaft. A “Cyclone” dust collector with 
fan driven by a motor is arranged to draw the dust from 
the emery grinders and deposit it in a receiver. The men 
are thus saved from breathing the metallic particles, and the 
metal is saved for re-melting. Plate moulding has been 
recently introduced to this department with very successful 
results. 
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While the excellence of the manufactures has secured for 
the company a large share of English and foreign work, and 
important contracts for Governmert departments, muni- 
cipalitiee, and public bodies, the directors, in the design an! 
equipment of the new factory, have kept prominently in 
view the large and increasing deman for electric machinery, 
especially for power purposes, in this district. "The directors 
believe that there is no more promising field in the whole 
world for the introduction of the applications of electricity 
to industrial purposes than that embraced by a circle of 10 
miles' radius round the city of Glasgow, and they are of 
opiniou that the existence of these works in Glasgow will 
give an important stimulus to the adoption of electrical plant 
in Scottish industries, 


THE RELATIONS BETWEEN CUSTOMER, 
ENGINEER AND MANUFACTURER. 


IN continuation of this subject, on which we published a leading 
article in oar issue of February 11th, Mr. S. Dana Greene con- 
siders the tests and guarantees prescribed in specifications. 
'Testa may be classed under the few heads of efficiency, heat- 
ing, regulation, sparking, and insulation—he is speaking, of 
course, of electrical machinery particularly, and is of opinion 
that there should be standard tests which would simplify 
matters all round. Such uniform tests, moreover, would 
PS a consulting engineer in u very strong position, for his 
uty would simply be to see a certain standard worked up to, and 
he woald not then Ъз exposed to the possibility of having to 
withdraw or alter anworkable clauses of his own drawing up. 
He advises, for America, that such standards should be drawn 
up by the Institute of Electrical Engineers, and why should 
not the same duty be undertaken by the English Institute 
for England. Frequently there are misconceptions as to the 
p'oper definition of 
efficiency —com- 
mercial or electrical. 
The former alone 
interests the cus- 
tomer, and for want 
of the proper under- 
standing of this, we 
may see huge ex- 
travagancies in all 
sorts of practice. 
Thus, as recently 
p out by Mr. 
aworth, the pur- 
suit of the item of 
small fuel consump- 
tion per I.H.P. may 
have caused Lanca- 
shire mill owners 
to overlook an 
economy of first cost 
which would have 
been better appre- 
ciated if brake 
horse-power had 
been the datum line. 
All electrical 
manufacturers have 
their own figures for 
the difference 
between carbon and 
copper brushes in | 
efficiency and between different voltages, and so on, and it 
ought not to be difficult to form intelligent general rules. 
Mr. Greene objects to the demand made upon the elec- 
trical manufacturer to guarantee the combined efficiency of 
engine and dynamo. Overload guarantees sre sometimes 
required, ranging from 25 to 100 per cent. This often 
means increasing the capacity of a machine as surely as if it 
had been asked for in the specifications. Unreasonable 
demands for overload amount to an attempt to buy big 
machines at the price of small ones. 
Impossible demands often specified are the straight line 
compounding curve, practically unattainable until we dis- 
cover a magnetic material with a straight line saturation 


MavoR & CoULSON'S.—ARMATURE WINDING SHOPS. 


curve and a drop of 2 per cent. in speed of lighting 
generators not to affect tbe E.M.F. more than 2 volts, also 
impossible even with separate exciting. " 

n testing for insulation, because a 5,000-volt test is 
correct for a 1,000-volt machine, it does not follow Шаба 
10,000-volt machine should be tested to 50,000 volts. The 


Mavor & CoursowN's—DuPLEx MILLING MACHINE SLOTTISG 
ARMATORE CORES. 


proper method is to consider jointly the duration of test, 
current frequency, and voltage. As the latter rises, the 
margin between it and the test voltage necessarily decreases, 
because of the risk of injury to insulation from excessive 
voltage. All these things might properly be standardised, 
and excessively drawn specifications, leading to distorted 
designs and special apparatus, put a load on the customer's 
purse in the long run, for manufacturers do not for ever 
work at a loss, and 
the eccentric en- 
gineer becomes 
shunned by the best 
manufacturers, and 
is generally looked 
on with suspicion. 

Often a con- 
tractor, working for 
a penalty date, and 
paying expensive 
overtime, finds him- 
self with the stuff 
on his hands for 
weeks after it 
should have been 
paid for. This sort 
of thing is very 
unfair. It is bad 
for workmen who 
have been pushing 
a job, to see their 
finished work lying 
ready for shipment 
for weeks. They 
invariably let the 
fact, influence them 
when the next push 
job comes to hand, 
and: the demora- 
lisation perhaps 

а makes a really 

urgent job late. Where there is a penalty for delay, 
it is urged there should be a bonus for prompt readi- 
ness to date. Again, the self-appointment of a con- 
sulting engineer аз sole judge, is considered unfair; and 
though probably it could not be enforced at law, there 
ought to be provision for a third party. 
` Generally, Mr. Greene’s paper was suggestive, and met the 
cordial approval of his hearers, who invite the American 
Institute of Electrical Engineers to consider some compre- 
henaive plan for such standardisation of apparatus for elec- 
tric light and power. 

Writing on the other side of the question from that taken 
by Mr. Greene, Mr. White-Fraser looks on the consulting 
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engineer as a safeguard to the honourable manufacturer— 
protecting him from the unscrupulous maker of inferior 
goods. Mr. Fraser also rather deprecates standardising as 
likely to hinder engineering progress. But Mr. Fraser writes 
as though Mr. Greene had asked for the abolition of the con- 
sulting engineer, for he refers to alternate and direct current 
machinery, and the pushing of one or the other by the manu- 
facturer, where the consulting engineer would, unbiassed, be 
able to advise which was the better system. But Mr. Greene 
did not wish to abolish the engineer so much as tocurb him, 
and restrain the tendency to design new plant when equally 
good things are to be bought in open market. It is in 


selecting systems that the value of the consultant should : 


come in; in giving out orders that his knowledge of manu- 
facturers should prove valuable; in passing work as sound, 
that his technical knowledge should avail him, There 


specification for a product of which he has no technical 
knowledge. Yet every one knows that Portland cement 
could be standardised under three classes—some men would 
say one class would cover everything—and might be classed 
as A, B, or C, and so specified. The question for the con- 
sulting engineer himself to determine is how far he is to 
carry out his own personal supervision. There is a 
point somewhere between a mere outline of a gyere] 
and a specification and drawing of the floor brads, at whic 

an architect has to draw the line. It is only a question of 
degree, and how far we are to go in the direction of design- 
ing our own details. In Mr. Fraser’s opinion the chief 
objectors to consulting engineers are the manufacturers of 
everything; the special manufacturers who make one thing, 
and that perfect, look on him as a friend. They ought to be 
able to do 80, if only he will do his duty as a aelective agent. 


MavoR & Coursow's: MacnuriNE SHop, West Bay. 


їз indeed plenty for him to do in applying his know- 
ledge and making general arrangements. As we write 
these lines we have in mind a large pair of steam 
engines which, though only performing an ordinary 
factory duty, were built from entirely new patterns toa design 
got out in a consulting engineer’s office. They are wasteful 
and extravagant, and probably cost over double what any 
good firm of engine builders would have charged for far 
better designs of standard type. Americans are well to the 
fore in many respects in this matter of standards. Parts of 
railroad cars are standardised, and we don’t know that this 
fact has done much to prevent progress and change along 
proper lines of development. We have no such progress- 
stopping standards on Eaglish railroads, yet who will deny 
that there are vehicles ranning on the South-Eastern Railway 
that are of the type of 50 years ago, if not themselves 50 
years old? Americans have tried to standardise cement 
tests. Here every little architect or engineer who calls for 
the use of a bag of Portland cement must write out a wordy 


In further correspondence on this subject, a Mr. F. J. 
Johnston implies that consulting engineers have been, at 
times, poorly informed men. He instances where one elec- 
trical engineer in a responsible position sent a flagman to a 
distance of 1,000 or 1,500 feet with a flag which he was to 
drop on receiving an electrical signal at a device placed by 
him. The engineer preesed the button and timed between 
the pressing of the button and the fall of the flag. The idea 
of the test was to determine how long the current required to 
travel the 1,000 or 1,500 feet!!! 

Mr. Johnston points out that customers select their 
engineers and p them to overlook contractors, yet 
customers are no more competent to select engineers than the 
ordinary layman is competent to select a specialist physician. 

Generally, there seems to be an opinion abroad that con- 
tractors are very much in the hands of engineers who 
arrogate to themselves the sole right of judging questions of 
materials and workmanship, and have the power to hinder 
work and t> throw all kinds of expensive delays in the way 
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of the contractor for which he can make no charge. In fact, 
the contractor is looked upon as thongh he were making a 
huge fortune and is expected to tt ind all manner of extortion. 
If engineers will be so extravagant in the demands they make 
for recognition, they might at least be fair enough to protect 
the contractor from robbery.- Engineers are occasionally far 
too apt to give ear to any t ttle t:ttle which. brings them 
lying reports of bad work. Such are the views of con- 
tractors ; to the other side we may next give attention. 


И" 


CONTRACTS OPEN AND CLOSED. 


OPEN. 
(Continued from page 404.) 


Spain.—March 29th. Tenders are being invited by the 
municipal authorities of the town of Zafra (Badajoz province) for 
the concession for the electric lighting of the public streets during 
a period of 20 years. Particulars and conditions may be obtained 
from, and tenders to be sent to, El Secretario del Ayuntamiento 
de Zafra (Badajoz), Spain. 


Switzerland.—April 80th. 
being invited, saye the Contract Recorder, by the Government 
authorities of Fribourg, Switzerland, until April 30th next, for a 
projected electricity generating station to be established at Hauterine. 

ater-power is to be utilised, and the station will have a capacity of 
about 6,000 H.P. A premium of £120 will be awarded to the three 
schemes submitted which are considered to be the best. Plans and 
estimates are to be sent to the Department des Travaux Publics, 
Fribourg, Switserland, from whence full particulars of the competitioa 

ed | 


Plans and estimates are 


for War is prepared to receive offers, competitive and specifi- 


Particulars from the Director of ce, Pall 
Mall, S. W. Вее our Official Notices February 4th. 


Vietoria.— June 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plaut 
for three years. S e our Official Notices” March 11th. 


| _ сговво. | 
Glasgow.—On 17th inst. the Corporation adopted the 


en were boand to deliver the plant by a certain date, somewhere 
about the end of August. They hoped to have the new works in 
ope imm y thereafter, and in that way they would be 


ready to eupply current from their two works agaiust the increased 
demand of next 


winter. There was urgency in the case, and they | 


y 
were going ahead with the business as quickly as possible. All the 
engines are Bootoh, with the exception of one, w is American. 


Salford.—The following is a list of the firms who 
tendered for the supply of electric cables for the экы aap :— The 
British Insulated Wire DANT (high tension); The Callender Cable 
and Construction Company, Limited ; The Western Electric Company ; 
W. T. Glover & Co. (low tension); W. T. Henley's Telegraph Wor 
Company ; Bi Bros. & Co. The tenders of the British Insulated 
Wire Company and Messrs. W. T. Glover & Co. were accepted. 


West Derby (Lancs.).—For the electric lighting of the 
Mill Road Infirmary the Board of Guardians have, according to 
Daily Tenders and Contracts, accepted the tenders of the following :— 
Воп.Евв.—Мевзтв. Fawcett, Preston & Co., Liverpool - . . £1,075 
ENoixE House PLAN T.—Mesars. Scott, Anderson & Beit, Sheffield 2, 085 
Батум не Chloride Electrical Storage Syndicate, Мап- 440 
es ) 4 ee oe ee ee ee of oe ee se 
Wiaine BuiLDING8.—Messrs. W. & J. Robinson, Limited, Bootle 1,411 . 


Mr. Т. L. Miller, M. I. E., is consulting engineer. 


GLASGOW TELEPHONE INQUIRY. 


THE report of Sheriff Jameson is an example of the dis- 
advantage of government by commission and of the 
proverbial infelicity of giving reasons for decisions. 

The delay in the publication of the report after the taking 
of the evidence, though considerable, is not so great as to 
necessitate here a recapitulation of tbe circumstances under 
which Sheriff Jameson’s inquiry was undertaken. Upon the 
evidence submitted to him, he finds that the telephone system 
in Glasgow is not efficient, the inefficiency being mainly 
due to the refusal by the Corporation of underground 
facilities to the Telephone Company, but he thinks that 
the company’s service might be improved by a more 
thorough supervision of the switch room and other 
improvements; he is more than usually emphatic in 
expressing his opinion that the comparisons which were 
introduced with a view to showing that the company’s 
charges were excessive, are altogether outside the circum- 
stances of the case. With regard to the license, he gives 
reasons for recommending that a license be not given to the 
Corporation, whilst, in the concluding paragraphs, he suggests 
that, notwithstanding all the objections he has pointed out, 
the license should be granted to the Corporation, “throwing 
on them the whole responsibility of their proposed under- 
taking,” if the Post Office does not itself start a telephone 
exchange, and provided the Oorporation is able to satisfy 
the Postmaster-General that financially its scheme is sound, 
and that it has the means of carrying it out. 

In forwarding the report the Secretary to the Post Office 
states that the Postmaster-General is precluded from assent- 
ing to the wishes of the Corporation by issuing a license, 
because in the present state of the law the Corporation has 
no power to carry on the business of a telephone exchange. 
Sir J. D. Marwick, the town clerk of Glasgow, in acknow- 
ledging Mr. Walpole’s letter, takes advantage of the fact 
that His Grace the Duke of Norfolk “has been во good as 


to indicate the grounds on which he has arrived at his 


opinion,” and discusses them in some detail, finally con- 
cluding with the intimation that if the Post Office will give 


them a license, they will take the necessary steps to obtain 


the legal powers. 

Thus it will be seen that instead of the question bein 
finally settled upon grounds of public policy, it has been sett! 
in such a way a3 to invite farther argument and agitation. 
Sheriff Jameson was, doubtless, under the impression that 
throwing the whole responsibility of their proposed under- 
taking on the Corporatinn might act as some deterrent, but 
the nature of the evidence broaght before him should have 
sufficed to show that the advocates of a municipal service 
are either insufficiently acquainted with the responsibility, or 
are willing to undertake any sort of risk with a view to 


adding a telephone service to their other enterprises. 


We have on so many occasions pointed out that the 
decision on telephonic policy must be come to by those who 
have had proper opportunities for studying the question, and 


воще responsibility in the settlement of it, that we need now 


only point out how the decision in this case has finally rer ted 
with the Post Office. Efforts will undoubtedly be made either to 
over-ride this decision, or to impagn the motives underlying 
it. It is certainly to be hoped that neither the Treasury 
nor Parliament will be coerced or cajoled into removing the 
decision from the hands of those who have Knowledge and 
a sens; of responsibility—the two essential elements needed 
for a decision on this important question. 


Ceylon Techuical College.—An Indian paper ваув 
that the staff of the Ceylon Technical College has been 
strengthened by the addition of Mr. Thomas Cockerill, who 
takes up the post of Instructor of Telegraphy and E‘ectrical 
Engineering. Mr. Thomas Cockerill, who recently went out 
to India from this country, is a Fellow of the Chemical 
Society and an A.I.E.E. He was trained at Owen’s College, 
Manchester, and at the Manchester Technical School. Не 
was lecturer and head of the Electrical Departments at the 
8 Technical Schools and at the Halifax Technical 
00 
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NOTES. 


Obituary.—It is with great regret that we have to 
chronicle the death of Col. Dyer, which tonk place on the 
21st inst. at his residence in Manchester. We fear that the 
arduous and anx'o is time passed through ty him daring the 
recent long strike must have been largely accountable for 
the accen'uation of the organic trouble of the heart which 
sems to have finally caused bis death. As head of the 
Employers’ Federation, he was in the forefront of the battle, 
and the credit of victory is largely with him. and his sudden 
death will come as a grat blow to the Federation. The 
incid: nts and causes of the strike are too fresh for comment 
to' be necessary, bat we believe all admit that he was 
animated by a desire for his country’s welfare, and in ro way 
can be be accused of harshness in his dealings with the con- 
quered, whose defeat war, after all, much better for them- 
selves than a victory could have been. Colonel H. C. 8. 
Dyer was a director of Sir W. G. Armstrong, Whitworth and 
Co., Limited. He joined the Royal Artillery at the age of 
18, and saw active service in the Crimes and in India. On 
retirement as lientenant-colonel he became assistant super- 
intendent of the Enfield Factory, whence he transferred to 
Sir Joseph Whitworth, of Manchester, and subsequently to 
the Elswick Works, which he was instrumental in amalga- 
mating with those of Whitworth, knowing the two places £o 
well. The colonel was of fine and commanding appearance, 
and in losing him England hes lost a representative man of 
the best type of national character. Born in 1834, he has 
died at what is now the very early age of 64. 

The funeral, which took place on Wednesday at 
Manchester, was an imposing ceremony, the carriages 
forming a line more than a mile in length. A large 
number of tke members of the Employers’ Federa- 
tion assembled in the drawing room at Appleby Lodge, 
Rush! o'me, the residence of the deceased gentleman. These 
incladed Sir Benjamin Browne, Mr. Henderson, Mr. Platt, 
Mr. Coventry. Mr. Brooks, Mr. Browett, Mr. Alexander 
S'emens, Mr. Lindley, Col. Peacock, Mr. Sinclair Scott, Mr. 
Slater Lewis, Mr. Baldwin, Mr. Eddi оп, and many other 
gentlemen who took an active part with Col. Dyer in the 
recent dispute. The utmost sympathy was expressed on all 
sides, and there was a gentral feeling that tbe matter engi- 
neers had been bereft of a brave and able champion of their 
cause in the loss of Col. Dyer. 

The last issue to hand of Ohicago Electrical Engineering 
has a long obituary notice of the late Dr. V. Weitlis- 
bach. who died in November, 1897, in his 43rd year. 
Dr. Weitlisbach was born in Switzerland, and in the seventies 
Rtudied under Helmholtz at Berlin. He was manager of the 
Zarich Telephone Company from 1880 to 1884, and was then 
appointed chief engineer to the Swiss Telegraph Administra- 
tion in Berne, under the title of first secretary to the 
Technical D: partment. That position he held at the time 
of his death. Telephone work claimed Dr. Wietlisbach 
more than anytbing else, and he has. been a frequent con- 
tributor to the Berlin and Berne tecbnical press on telephone 
quer tions. Dr. Weitlisbach had, at the time of his decease, 
nearly completed a large and thorough treatise on telephony. 


Leetures.— Mr. J. E. L. Barnes lectured at the Birkenbead 
Town Hell on 16th inst. on “ Electric Traction.” 

Before the Aberdeen Mechanical Society at Gordon's 
College, on the 18th inst., Mr. Wm. Pickersgill, G. N. S. R. 
locomotive superintendert, read a paper on “ The Economic 
Use of Electricity for Power Purposes in Railway Work- 
вђорз. 

. Mr. Roger W. Wallace, Q.C., chairman of the Brit/sh 
Aluminium Company, read a paper b fore the Sosity of 
Chemical Indutt y on 14th inst. on Electrical Industries 
at Foyers. 

At the Birmingham Municipil Technical Schcol Engineer- 
ing Soci ty lart week a paper on The Making and Laying 
of an Atlantic Cable," was read by Mr. William Smith, the 
electrical engineer of the Technical School. 

At the Royal Scottish Society of Arts meeting on 14th 
in-t. Dr. R admen, F. R. S. E., read a paper on The Electric 
Furnace, und Some of lts Uses.” 


Magnetism and Diamagnetism.—Prof. J. A. Fleming, 
F. R. S., gave the third of his course of lectures on Recent 
Researches in Magnetism and Diamagnetism,” at the 
Royal Institut ion on Thursday last week, the special subject 
being the properties of the diamagnetic group of bodies. An 
experiment was first shown, says the Timas report, illus- 
trating a method employed by Quincke for measuring the 
magnetic susceptibility of paramagnetic and diamagnetio 
liquids. Au inverted syphon containing the liquid to be 
tested, and having one leg much thinner than the other, had 
its narrow tube placed b tween the poles of a magnet, when 
the liquid, if paramagnetic, was drawn up into the field, and 
if diamagnetic, depressed in the tube. Numerous experi- 
ments were then performed with a large electro-magnet, con- 
structed for Tyndall, to show that paramagnetic bodies held 
in the interpolar field set themselves along the lines of force, 
whereas diamagnetic ones placed themselves across in the 
equatorial position. Illustrating Faraday's observation that 
all substances were affected in one way or the other by a 
powerful magnetic field, Prof. Fleming caused some amuse- 
ment by showing that such familiar objects as bread, apple, 
cold mutton, and tobacco were acted upon by a strong 
magnet. The influence of the medium surrounding a sub- 
stance iu determining its action in the field was demonstrated 
by means of other interesting experiments. The peculiar 
behaviour of crystals called by Faraday mag necrystallic 
action was then explained, and attention was called to 
Tyndall's important investigations, during which he dis- 
covered that structural changes such as those produced by 
compressing a substance in any direction greatly affected 
its magnetic susceptibilities. This fact was demonstrated 
by means of a piece of bread, which, although diamagnetic, 
simulated the behaviour of a paramagnetic body after being 
eqaeezed, because the line of compression became an aris 
ot greater diamagnetic action. Turning to the action of 
diamagnetic bodies on light, the lecturer exhibited Fara- 
day’s classical experiment, in which a block of magnetised 
heavy glass (silico-borate of lead) was proved to rotate the 
plane of a polarised light, and concluded with a reference to 
the more recent work of Verdet, Kundt and others on 
magneto-optic effects. 


Ward's Omnibus Tests.—There are apparently some 
errors in the volt readings in the report of these teste, from 
the 55th minute to the 65th. Amperes 32 and volts 224 
may be right; but atthe 65th minute, while still 32 ampere, 
the volts are given 244. Either one or the other must be 
wrong. At the 95th minute we notice a reading of 40 amperes 
and 216 volts, and the last reading is 40 amperes and 220 
volts. If these figures were correctly noted, it would seem 
that the b ttery mu:t have been charging up duriag the lat 
10 minutes! The ді собів in reading instrument: on 
board an omnibus may accourt for a good deal, and the 
figures can only be taken as a rough approximation, near 
enough to obtain an idea of the power required. It would be 
interesting to try how many bus horses wou'd haul thet bus 
home if the Бегу ran down. 


Personal,—We are informed that on February 9tb, 1898, 
Lord Salisbury appointed Mr. Geo. Herbert Bailey Assistant 
District Commissioner in the Niger Coast Protectorate by 
telegram. Besides his judicial daties, no doubt when the 
atate of the country under the sphere of influence involved 
renders it practicable, advantage will be taken of Mr. 
Bailey’s experience of matters МАЛДЫ in connecting up 
the capital of the Protectorate (Old Calabar) with the 
African cable system and the establishment of inland tele- 

raphe. 
Mr. Lycett is resigning the position of clerk to the 
Kingswinford Rural District Council, and has become 
di trict manager to the British Electric Traction Company. 

Мг. R. S. Portheim, of Мекив. D. Bruce Peebles & Co., 
engineers, of Edinburgh, is sailing for the S:ates on the 
26:h inst. per єв. S£. Louis, and will investigate the latest 
American practice in electric transmission cf power. 


— 


Will.—The estate of Lord Sackville A. Cecil, whore 
connection with the telegraph world we referred to in ОШ 
notice of his lordship’s death, is sworn at £249,388. 
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Municipal Electrical Association.—At a meeting of 
the Council of the Municinal Eleatrical Association held at 
the Westminster Palace Hotel, London, on March 15th, it 


was resolved to call a general meeting of the Asanciation to 


be held at the Westminster Palace Hotel, London, on 
April 19th, at 8 p.m. The following applications for 
membership were considered апа annroved. Membera:— 
W. Н. Ohambers, Gibraltar; О. F. Parkinson, Morcambeo ; 
J. K. Brydges, Wakefield ; the E. L. Committee, Barrow-in- 
Furnees; the E. L. Committee, Darwen; Stanley Clegg. 
Darwen. Associates: —S8. E. Andrew, Leytonstone; J. C. 
Vaugban. Leytonstone; Т. D. Clothier, Hull; A. N. 
Puszet, Brighton; N. McLeav, Harrogate. um 


Royal Institution.—The Friday evening lecture ar- 
rangementa for after Easter include the following:—April 
29th. Prof. Andrew Gray. M. A., LL.D. F. R. S.. Magneto- 
Optio Rotation and its Explanation by я Gyrostatie Medium.“ 
(with experimental illustrations). May 6th, Edward A. 
Minchin, Ecq., М.А, Fellow of Merton College, Oxford, 
“Living Orystals.” May 13th, Prof. W. A. Tilden. D. Sc., 
F. R. S., Recent Experiments on Certain of the Chemical 
Elements in Relation to Heat.” 

Prof. Dewar will deliver the weekly discourse on April Ist. 
His subject is “ Liquid Air as an Analytic Agent.” 


The Northampton Iustitate.—Great men аге, like the 
Daily Май, o't»n in advance of the Times, во was last week's 
Engineering. We were under the impression that the Lord 
Mayor's state visit to the Northampton Institute—to which 
we refer at length in another column—took place last Friday 
evening. Our contemporary, however, saya the ceremony 
occurred on the Wednesday previous. во that we and the 
2.000 or more who were present on Friday—including the 
Lord Mayor and Lady Mayoress—arrived just 48 hours 
behind time ! 


Technical Education.—The presentation of certificates 
to art, science and domestic economy scholars, under the 
Technical Education Board of the London County Council, 
was made by the Right Hon. Sir Bernhard Samuelson, 
Bart, F.R.S. at the Northampton Institute, St. John 
Street Road, E. C., last night. 


The Successor of Prof. Galileo Ferraris —An 
American exchange says that Prof. Luigi Lombardi hus 
been appointed Professor of Technical Physics at the In- 
dustrial Museum of Turin to fill the chair which was left 
vacant by the death of Prof. Galileo Ferraris. 


Mechanical Engineering in Germany.—It is stated 
by Н.М. Ambassador at Berlin that no farther applications 
for admission to the Mechanical Engineering Department 
of the Technical High School at Charlottenburg, near 
Berlin, can be received after April Ist next from persons 
not of German nationality, as the increase of students ia 
that department has been во great that the accommodation 
is overtaxed. _ 


Damages Awarded.—At the Brompton County Court 
on Monday, Mr. John Price, an excavator for the new 
Central London Electric Railway, was awarded, by agree- 
ment, E800 and costs, under the Employers’ Liability Act. 
In November last a heavy quantity of earth fell on him, 
causing motor paralysis of both legs. 


Appointment Vacant.—The British Eléctric Traction 

ompany, Limited, is wanting an electrical engineer to 
design and construct power houses, and to undertake the 
electrical equipment of tramways, including rolling stock, 
pi permanent way. Sve our “ Official Notices " this 
week, 


The Wonders of the Telegraph.—The following mar- 
vellous instance of what the electric telegraph is now capable 
of doing appeared in yesterday's Standard :— | 


HARDING.—On March 19th, at Chefoo, China, the wife of John 
Reginald Harding, M. I. O. E., of а воп. (By telegram). 


Private Bills.— The General Power Distributing Com- 
pany Bill, Central Electric Supply Bill, Chelsea Electricity 
Supply Bill, and the Metropolitan Electric Supply Bill passed 
the second reading on Tuesday. 


West Ham Wiring Tenders.— Messrs. Allingham and 
Fennell say that ina pablished li-t of tendera for the wiring 
of the public buildings at West Ham their nams is omitt d, 
although a tender was submitted by them for carrying out the 
work on their * Nomorfyre” system for the sam of £1,189 15s. 
The town clerk informs them that their tender is being con- 
sidered with the others. 


The Parliamentary Committee.—The House of Com- 
mons represent tives on the joint committee ou electrical 
energy, genereting stations and supply, are Mr. Ashton, 
Lord Balcarres, Mr. Kimber, and Sir Leonard Lyell. 


The Electro-Huarmoaic Society,—To-night's Concert 
brings tbe 1897-98 season of this Society to a close, and it 
will ba pleasant to see a large gathering of members and 
friends. Classical chamber music is worthily represented by 
Haydn and Shubert, while piano and violin solos will be 
represented by compositiois of Chopin and Vieuxtemps. 
Mr. Janes Gawthrop and Mr. Robert Hilton, whom everybody 
will be pleased to see again, will sing ballada. The humorous 
element will be supplied by Mr. W. G. Churcher, and Mr. 
W. Carlton Smith, and the small string o:cheatra, which has 
added so much to the enjoyment of these monthly meetings, 
will again discourse sweet sounds, 


Torquay Municipal Lighting.—The municipal elec- 
tricity works were formally inaugurated last Friday by the 
Mayoress of Torquay. In а subs:-quent issue we shall 
d-scribe the principal featares of the system. 

—— —! 


NEW OOMPANIES REGISTERED. 


London and District Mutoscope Company, Limited 
(66,367).—Registerad March 4th with capital £75,000 in £1 shares, 
to adopt an agreement with the Mutoscope and Biograph Syndicate, 
Limited, for the acquisition of a license to use certain patents, to 
manufacture, sell and deal in mutoscopes, biographs, photographic 
apparatus, and to carry on the business of electricians, and electrical 
and mechanical, metallurgical and chemical engineers. The sub- 
scribers (with one share each) are:—E. Baker, 29, Cornhill, H. O., 
secretary; M. J. M. Campbell, Orleans Club, King’s Street, W., 
gentleman ; E. J. Nicholas, 29, Cornhill, E. O., secretary; W. Johnson, 
8, Bhalcombe Street, Chelsea, S. W., clerk; G. Beeson, 2, Clarendon 
Terrace, W., clerk; В. E. Newman, 72, Romilly Road, Finsbory Park, 
N. clerk; R. Humphreys, 23, Digby Road, Sonth Hackney, N.E., 
clerk. The number of directors is not to be less than two nor more 
than seven. The subscribers are to appoint the first. Qualification, 
100 shares ; remuneration, £1,000 per annum, and a percentage of the 
profits divisible. Registered office, 29, Cornhill, Е.С. 


Phoebus Solder and Electric Soldering Fluid Com- 
pany, Limited (56,373).—Registered March 4th with capital £4,000 
in £1 shares, to acquire and carry on the business of solder, soldering 
fluid ard alloy manufacturers carried on as the '' Phoebus Solder and 
Electric Floid Company" at 5, York Grove, Peckham, В.Е. The 
subscribers (with one share each) are:—E. E. Bailey, 69, Kilmoirie 
Road, Forest Hill, S. R., engineer; L. C. J. Graper, 3, Harman Street, 
Kingsland, N., traveller; J R. Woodley, Hopton Road, Streatham, 
S. W., accountant; H. Н. Champness, 42, Huddlestone Road, Tafoell 
Park, N., gentleman; O. G. Cheverton, 43, Breakepears Road, S>. 
Johns, S E., gentleman; A. H White, 26, Rosenthal Road, Catford, 
stockj »bber; F. D. Sand-ll, 12, Ravensbourne Road, Catford, accoun- 
tant. Table “A” mainly applies. Registered office, 5, York Grove, 
Queen's Road, Peckham, S.E. 


Electric Lighting and Fittings Corporation. Limited 
(56,379) —Registered March 5*b with capital £50 000 in £1 shares to 
carry on the business of el.ctrical and mecbanical engineer», aud 
manufacturers of and dealers in electric, magnet ie, telegraphic, tele- 
phonic, and other appliances, and steam, hydraulic, pneumatic, and 
other engines. The subscribers (with one share each) are :—4A. Cross, 
2. Balliol Road, Bootle, timber merchant; J. A. Dargue, O. E., 175, 
Bedford Street, Liverpool; J. B. Hepburn, 21, Brasenose Road, 
Liverpool, engineer; L. Hughes, 23/31, Hatton Garden, Liverpoo', 
mercbant; T. Н. W. Walker, 41, North John Street, Liverpool, 
architect; H. Isaac, 23, Great Charlotte Street, Liverpool, fishmonger ; 
C. Birchall, Egremont, Chester, shipowner. The number of dire:to:s 
is not to be less than three nor more than seven; the first are the first 
five subscribers; qualification, £200; remuneration as fixed by 
the company. Registered by Cameron, Kemm & Co., Gresbam 
House, E.C. 
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Best & Lloyd, Limited (56,397).—Registered March 
Sth with capital £50,000 in £10 shares, to acquire and carry on (1) 
the business of a manufacturer of, and dealer in, chandeliers and 
electric and gas fittings carried on by R H. Best, at Handsworth, Staf- 
fordsbire, as Best and Lloyd,” and (2) the business of a manufac- 
turer of and dealer in red lead carried on by R. H. Best at Handsworth, 
Staffordshire, as J. and H. Lloyd," and to adopt two agreements 
with the said vendor. The subscribers (with one share each) are:— 
B. H. Best, Cambray Works, Handsworth, manufacturer; W. R. 
Nicholl, Northleigh, Olton, near Birmingham, accountant; J. 
Pinckston, Stowe Villa, Albert Street, Handsworth, manager; G. 
Vale, Lanriston, Rookery Road, Handsworth, manager; Miss E. Н. 
Best, 23, Rednor Road, Handeworth; Miss L. H. Best, 28, Radnor 
Road, Handsworth; Mrs. E. M. Best, 146, Hamstead Road, Hands- 
worth. The number of directors ia not to be less than three nor 
more tban five; tbe first are R. H. Best (chairman, with £1,000 per 
annum); W. R. Nicholl, G. Vale and J. Pinckston; qualification, 50 
shares; remuneration, £100 рт annum. Registered by Waterlow 
Bros. & Layton, Limited, Bir Lane, E C. 


British Electric Meter Company, Limited (56,408). 
— March 8th with capital £5,000 in £10 shares, to acquire 
and turn to account a sole selling agency and an option for an exclu- 
sive manufacturing license in the Bastian electrolytic meter, and 
prepayment attachment, and to adopt an agreement with the Tourtel 
Gas and General Engineering Company, Limited. 'The subscribers 
(with one share each) are :——A. V. Askham, 41, Clifford Gardens, Kensal 
Rise, W., secretary ; J. M. Tourtel, 35, St. Luke's Road, Westbourne 
Park, W., gentleman; C. E. Smith, 1. Wedmore Gardens, Upper 


Holloway, foreman; J. B. Birnbaum, 2, Long Acre, W.C., merchant; - 


A. Leurmon, 39, Westbourne Street, Sloane Square, S. W., clerk; О. 
G. Peterson, 82, Weed Vale, Forest Hill, S. E., clerk; W. H. Carlisle, 
54, Margravine Gardens, West Kensington, clerk. The number of 
directors is not to be less than two, nor more than five. The first 
are: A. F. Davies and J. M. Tourtel. Remuneration, two guineas 
each per board meeting attended. Registered by Devonshire & Co., 
1, Frederick's Place, Old Jewry, E.C. 


Costa Rica Electric Light and Traction Company, 
Limited (56,447).—Registered March 10th with capital £130,000 
£1 sbares, to adopt an agreement with M. C. Keith to carry on the 
business of electric lighting in the Republic of Costa Rica or else- 
where, and to carry on the business of tramway and light railway 
rietors, common carriere, electricians, mechanical engineers, &c. 
e subscribers (with one abare each) are:—R. Killman, 14, Sunny- 
side Road, Ilford, accountant : T. S. Cocks, 71, College Street, Putney, 
clerk; F. Cbipperfield, 179, Ohoumert Road, Peckham, S. E., clerk; 
J. О. Holliday, 9, New Broad Street, E. O., clerk; F. H. Firth, Copt- 
ball, Twickenham, gentleman; H. W. White, Sydney House, Barrow 
Road, Streatham, clerk; W. H. Avery, Clareville, Sutton, secretary. 
The number of directors is not to be less than three nor more 
than seven; the subscribers are to appoint tbe first. Qualification, 
£250; remuneration, £150 each annum, and £200 for the chair- 
man. Registered by Ashurst & Co., 17, Throgmorton Avenue, E. O. 


Premier Electricity Meter Company. Limited 
(56,448).— Registered March 10th with capital £25,C00 in £5 shares, 
to carry on the business of electric meter manufacturers and dealers, 
and electricians. The subscribers (with one share each) are :—J. 
Atherton, 11, Charing Cross Road, W.C., manufacturer; C. M. 
Downie, 24, Newman Street, Oxford Street, W., electrical engineer; 
J. Downs, 8, Marlborough Villas, Wimbledon, clerk; W. M. M. 
Forwood, 15, Union Conrt, Spl. solicitor; C. О. Grindrod, 11, 
Knowsley Road, Rock Ferry, Chesbire, gentleman; A. E. Haptie, 
5, Durham Road, Seaforth, near Spl., cashier; A. Ruckley, 8, York 
Road, Seacombe, Cheshire, clerk. The number of directors is not 
to be less than three nor more than seven. The subscribers are to 
appoint the first. Qualifications, £100; remuneration as fixed by the 
company. Registered by T. T. Hull, 22, Chancery Lane, W.C. 


Shirras, Laing & Co., Limited (3,793).— Registered 
at Edinburgh March 10th with capital £30,000 in £1 shares, to 
acquire the business of Bhirras, Laing & Oo., ironmongers, blscksmiths, 
electrical and heating engineers, 46—52, School Hill and Harriet 
Btreet, and Back Wynd, Aberdeen, and to carry on and develop the 
same. The subscribers are:—J. Murray, 28, Bt. Nicholas Street, 
Aberdeen, publisher, 300 shares; D. Smith, 27, Argyll Place, Aber- 
deen, farmer, 400 shares; J. Taggart, 92, Great Western Road, Aber- 
deen, granite merchant, 200 shares; H. Mortimer, 143, Union Street, 
Aberdeen, solicitor, 200 shares; G. Sbirras, School Hill, Aberdeen, 
ironmonger, 1,000 shares; R. Haley, School Hill, Aberdeen, iron- 
monger, 1,000 shares; J. Stephen, 3, Oorridean Wynd, Aberdeen, 
engraver, 250 shares. The directors are to be afterwards appointed. 
Qualification, 200 shares. by Simpson and Warwick, 
W. S., 18, Heriot Row, Edinburgh. 


Love's Electric Traction Company, Limited (56,471). 
—Registered March 12th with capital £20,000 in £1 shares to 
acquire the letters patent for the United Kingdom and various 
countries other than the U.S. A. and Spain in respect of Love's 
system of electric traction, to adopt an agreement with J. C. Love 
and J. E. Hodges, and to carry on the business of electrical and 
general engineers, mschinery manufacturers, tramway and railway 
proprietors and suppliers of elcctricity. The subscribers (with one 
share each) are:—P. W. Goldring, 20, Abchurch Lane, E.O., law 
student; W. E. Elmalie, 20, Abchurch Lane, E. O., solicitor; H. J. 
Church, 15, Bendrell Road, Brockley, S. B., clerk; J. Perry, 175, 
Essex Road, Islington, clerk; J. L. Cooper, 6, Union Road, Tuffnell 
Park, N., accountant; H. J. Bethell, 128, Beresford Road, Hornsey, 
N., clerk; A. E. Seamer, 7, Park Place Villas, W., clerk. The num- 
ber of directors is not to be less than three nor more than seven. 


The first are :—J. C. Love, J. E. Hodges, W. C. Slaughter, and O. L. 
Philips; qualification £200; remuneration as fixed by the company. 
Regis by Goldring & Philips, 20, Abohurch Lane, E.C. 


Mid-Air Bulletin Syndicate, Limited (56,507).— 
Registered March 15th with capital £6,500 in £1 shares, to acquire, 
own and work certain letters patent granted to S. Crandall, for 
“improvement in electric signalling and other apparatus,” and to 
adopt a certain agreement. The subscribers (with one share each 
are :—F. Brown, Walsall, electrical engineer; J. E. Sheldon, Staff 
Street, Birmingham, manufacturer; L 8. Crandall, 62, Moor Street, 
Birmingham, inventor; W. H. Ryle, 35, Temple Street, Birmingham, 
land agent; H. A. Pepper, 14, Temple Street, Birmingham, chartered 
accountant; E. M. Rudland, 14, Temple Street, Birmingham, 
chartered accountant; J. S. Remington, 97, Castleford Road, Spark 
Hill, Birmingham, secretary. W. H. Ryle is the first chairman and 
director. Registered by C. Doubble, 14, Serjeant’s Inn, E. O. 


Hart Secondary Battery Syndicate, Limited (56,511). 
—Registered March 15th with capital £5,000 in £1 shares, to adopt 
an agreement with W. Hart and J. Clark, and to carry on the 
business of electricians, electrical and mechanical , sup- 
pliers of electricity, and electrical apparatus manufacturers. The 
subscribers (with 150 shares each) are:—G. W. Kidd, 229, Romford 
Road, E., licensed victualler; L. W. Spratt, 369, Romford Road, E., 
draper; J. G. Locks, Lemna Road, Leytonstone, newspaper pro- 
prietor; J. G. Abraham, Craigiands, Stroud Green, surveyor; М. 
Allcock, 97, Clapton Common, N.E., gentleman; G. Нау, 61, Broad- 
way, Stratford, confectioner; 8. W. Hart, Oak Dene, South Wood- 
ford, surveyor. Registered, without articles of association, by E. 
Andrew White, 27, Clement’s Lane, B.C. 


H. M. Salmony & Co., Limited (56,530).—Registered 
March 16th with capital £25,000 in £1 shares (5,000 5 per cent. 
cumulative preference), to acquire the business of H. M. Salmony 
and Co., to adopt an agreement with H. M. Salmony and E. Rosen- 
berg, and to carry on the business of electrical and mechanical engi- 
neers, manufacturers of, and dealers in, electrical apparatus, and con- 
tractors for the supply of electricity. The subscribers (with one 
share ес are:—G. B. Hein, 71, Lombard Street, E.O., bank 
manager; F. Salmony, 166, Finchley Road, N. W., stock jobber; T. J. 
Digby, 30, Princess Road, South Norwood, electrical engineer; F. H. 
Minn, 77, Grange Park Road, Leyton, E., electrical prac J. Hart, 
69, Linden Gardens, W., electrical engineer; H. M. Salmony, 26, . 
Winchester Road, Swiss „N. W, electrical engineer; Е, 
Rosenberg, 34, Dryden Chambera, Oxford Street, W., electrical engi- 
neer. The number of directors is not to be less than four nor more 
than six; the first are H. M. Salmony, E. Rosenberg, and H. 
Schwabe. Qualification, £250 debentures, or £100 shares; remune- 
ration as fixed by the company. Registered by M. Abrahams, Sons 
and Co., 80, Old Jewry, E. O. 


Direct Telephone Exchange Syndicate, Limited 
(58,54 2).— Registered March 17th with a ee £5,000 in £1 shares, 
to adopt an agreement with H. Leupold & Vautin, and to carry on the 
business of a telephone, oe electric light, heat and power 
supply company. The su bers (with one share each) are :—P. H. 
Gardner, 47, Burnam Road, Tollington Park, N., accountant ; J. Е. T. 
Wells, 13, Knoyle Street, New Cross, S. E., clerk; J. T. Hayter, 8, 
Mehetabel Road, Hackney, N.E., writer; C. Н. Weeks, 60, ham 
Road, Tufnall Park, N., solicitor ; О. Hof, 52, Leadenhall Street, E. O., 
merchant; B. Steinert, 218, Winchester House, H. O., оше Т 


Н. Leupold, 20, Grange Road, Norwood, S. H., р 
“д,” mainly applies. К tegistered by A. Maxwell, 41, Bishopegate 
Street. 


Bath Street, Glasgow, writer; J. 
Glasgow, builder. Directors are to be afterwards appointed ; qualifi- 
cation, 100 shares. Registered by Breeze, Paterson & Chapman, 
15 Bath Street, Glasgow. Registered office, 312, Argyle Street, 


OFFICIAL RETURNS OF ELEOTRIOAL 
COMPANIES. 


Headland’s Patent Electric Storage Battery Com- 
pany, Limited (45,524).—This company's annual return was filed on 
January 18th, when 19, shares were taken up out of a capital of 
£20,000 in £1 shares. 14,993 are considered as paid, £1 per share 
has been called on seven, and 10s. per share on thes remainder. 
£92,389 10s. has been received, which includes £50 paid in advance. 


Harp Arc Lamp Syndicate, Limited (41,057).—As 
this company is not doing any business, the secretary has requested 
that its name be erased from the Register of Joint Stock Companies. 


Buenos Ayres Electrie Light Company, Limited 
(16,057)..— This company's annual return was filed on January lst. 
The capital is £100,000 in 9,986 shares of £10 each, and 70 founders’ 
shares of £2 each. All the latter have been subscribed for, but no 
calis have been made. 
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NorwrrHSTANDING the short period for which 


Hanley the loans in the case of Hanley have been 
Corporation granted, the electricity works are rapidly arriving 
Accounts. at a profit-earning stage, after paying contri- 


butions to sinking fund and interest on loans. 


The following paragraphs from the engineer’s report are worth 
quoting :— 


“The total expenditure was £4,000 7s. 8d., and the total recei 
were £6,520 1s. 7d., according to the Board of Trade returns, ande 
£2,519 13s. 11d. as the gross profits of the undertaking to be 
to the net revenue acoount. This amount represente a profit of 4:88 
cent. on the capital expended. The receipts do not show such an 
oren ed consumption as was hoped for by the reduction in price 
from 6d. to bd. ; in fact, the customers who formerly paid 6d., taken 
collectively, and of course including on buildings, have con- 
sumed less current ia 1897 than in 1896. This seems conclusively to 
t out that a much greater inducement was necessary to bring in 
ong-hour consumers, and this has now been given; but owing to 
hesitation on the part of intending customers, the good results may 
not come immediately. The lowering of the price, particularly to 
private houses and to shops ha long hours should, however, during 
the ensuing few years, prove to be a wise and sound course, unless 
Hanley is to be different from all other places. 

" It will be noted that notwithstanding the reduction in price, the 
very great addition to the sum required to be peid to the sinking 
fund and the large sums expended in maintenanco, rates and taxes, 
that the deficiency is so small an amount as £188 11s. ld. on a 8 
income of £6,520. A very few additional customers would have 
converted that amount into a net profit, in fact, the new connections 
made already more than warrant the belief that such a sum will be 
cleared off in the first half-year. The effect of the new optional 
charges is, of course, a distinct matter. If the price had remained at 
6d. and the same quantity sold, the income would have been £1,000 
more. Oa the other hand, the lowering of the price has undoubtedly 
brought new customers in, and it is only reasonable to estimate that 
the loss caused by the new charges during the firet half of this year 
will be balanced by the gain in the second half.” | 


Тһе following table shows tke increase in the various items :— 


INCREASE. 
| Capital Output in | Working Revenue from 
expenditure. units. | ехрепвев. sale of current. 
£7,491 | 3,881 | £1,400 £1,930 
| 


| 
The following table gives the cost per unit :— 


1897. 1896. 

Total capital expended — .. .. ... 551,684 £44,143 
Number of units sold iv des .. 851,762 247,881 
Number of lamps connected iss аз — Ея 

Revenue from sale of current e 5 — 26,292 £4,962 
Net revenun-ʒe 000 £2,520 £1,791 
Average price obtained per unit 4°24. 4:54, 

Cost of production. 2 Per unit, 1896. 
COolalal l... 1.003. 68d. 73d. 
Oil, waste, water, and engine room t 226 15d. 19d. 
Salaries and wages at generating | 887° 604. 57d. 
station 


Repairs and maintenance of build- 


Works’ cost & 
ings, engines, boilers, dynamos, &c. 992° { 207d. } 67d. 50d. 


Rent, rates and taxes. 357 24d. 15d. 
Management expenses, directors’ re- 
. salaries p DNE ; 
engineer, secretary, clerks, А p А 
stationery and printing, general 535 36d. 383. 
establishment charges, auditors, 
law charges, and insurance 
Depreciation of buildings and plant __ a 
account j | 
Renewal fund account .. os бөз = — == 
Total £4,000 2°70d. 2:524. 
Азегые price 
obtaine 
| Revenue, & s. d. per unit. 
By sale of current 6292 0 0 42d. 
Meter rents, 000. 150 0 0 — 
Supply of steam .. ils zu 2% = = 
Transfer ees - — — 
Other items 78 0 0 — 
Total £6,520 0 0 4:24. 


* Attending and repairs of аго lamps (£295) added to these two items. 


Total cost per unit (exclusive of depreciation and renewal 
accounts), 2°67d.; works’ cost, 4:074. 


Turis company continues to make substantial 
The Hove Elec- progress, and though it has, during the past year, 
tric Lighting made a considerable reduction in the price 
Company. charged for electricity, there is every reason to 
anticipate an increased clientèle from that cause 
alone. There is a marked decrease in the cost of production, the 
most striking being in the repairs and maintenance account, which 
stands at £209, against £340 last year. Considerable extensions to 
the company's systems have taken place, and probably the next 
accounts will demonstrate the benefits arising from enlarging the 
scope of the company's operations. | 
The increase in the various directions are indicated below :— 


INCREASE. 


Capital | Output іп Working | Revenue from 


expenditure. | units. expenses. ' sale of current. 
m E Paes 
£4,874 657,61 £262 £677 
The following table gives the cost per unit :— 
1897. 1896. 
Total capital expended... — .. ... 266,896 £62,032 
Number of units sold ... sai 6248 200,562 
Number of lamps connected ... ... 27,777 21.794 
Revenue from sale of current ... 26,839 £6,162 
Net revenue i ius та £3,602 £3,114 
Average price obtained per unit ses 6*11d. 7:394. 
Cost of Production. 4 Per unit. 1896, 

Goalies de. os aac. ces з 805 72d. 791. 
Oil, waste, water, and engine room | 119 11d. 168. 

8 
Salaries and wages at generating | 785 °70d. 88d. 

station 


Repairs and maintenance of build - 


Works cost! А 
ings, engines, boilers, dynamos, &c. 209 { 172d. | 19d. 414. 


Rent, rates and takes 184 16d. 27d 
Menagamans ел 1 re- 
muneration, salaries of managing Я 5 
engineer, secretary, clerks, &c., 1,172 1*044. 1˙28d. 
stationery and pr nting, general 
establishment charges, auditors, 
law charges and insurance 
Depreciation of buildings and plant} — — — 
account 
Renewal fund account T zu == == — 
Total £3,274 292d. 3794. 
Average price 
Revenue. obtained 
| £ в. d. per unit. 
By sale of current Vas ode 6839 0 O0 6°114. 
Meter rents, &c. .. ee es s IN dd 
Bupply of steam .. E" s es 426 0 0 = 
Transfer fees 400. — 
Total £7,269 0 0 6114. 


Total cost per unit (exclusive of depreciation and renewal accounts), 
2:92d.; works’ cost, 1°72d. 


THIS company has been formed for the purpose 


The Electric of making installations of electric plant for light- 
Installation ing or other purposes in public institutions, 
Company, hotels, mills, factories, collieries, warehouses, 
Limited. shops, &c., on the hire-purchase system or on a 


rental. It is not proposed that the company 
should manufacture the different appliances required in such installa- 
tions, but that its revenue should be derived from payments to be 
made for the hire and rental of electric plant. Generally, arrange- 
ments with customers would be such that all claims against them 
would be satisfied after the rental had been paid for 10 years. It is 
obvious that such a scheme calls for heavy expenditure, and it is not 
surprising, therefore, to find that the capital of the company which 
is courageous enough to embark upon such an enterprise is £100,000 
in £1 shares. The immediate call is for 2s. 6d. on application and 
23. 6d. on allotment. In a sense, the company may be considered a 
Manchester one. The directors are mainly Manchester merchants, 
the offices of the company are in Manchester, and the consulting 
engineer is Mr. F. F. Bennett, of Manchester. No doubt Lancashire 
and the north country generally presents a very favourable field for 
the operations of the company, and we see little reason why it should 
not meet with some success. It is exceptional, not to say remarkable, 
that in this company no promotion money will be paid; there are 
few electrical companies that can say tbe same. 


\ 
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The report of this company, covering & period 
Brockie-Pell of 17 months, bas just been issued, but it is 
Are Lamp impossible in this issue to do more than make a 
Company. few extracts from it. Profit and less account show 
on the debtor side, £7,737, the principal items of 
which are, directors fees, £1,676; and salaries, £3,257. The credit side 
shows manufacturing gross profit, £2,085, and royalties nearly £1,000, 
there being practically a lors cf £4,590 on the 17 months’ working. 
According to the report, this is mainly due to the time taken in equip- 
ping the works with the various machines for the making of the lamps. 
The first 100 lamps, made entirely at the company's factory ia Taber- 
nacle Street, were not completed till the end of July last, so tbat the 
business has only been in full swing for a period of from five to six 
months. Orders for lamps received from month to month, show a 
steady increase. A contract has been signed for the disposal of the 
French and Belgian patents for £3,000, of which £500 has been 
recaived on account. 


Chelsea Electricity Supply Company, Limited. 


Mn. J. Invina Courtenay presided at the general meeting of this com- 
pany held last Thursday, and said it was a pleasure to him to be able 
again to report a continual improvement in the results obtained. 
The £60,000 ordinary sbare capital subscribed in 1896 did not rank 
with the ordinary capital previously subscribed until 1897, and, not- 
withstanding this additional capital, the increase in the business had 
enabled them to show a profit which would allow of 6 per cent. 
being paid on the ordinary shares, as compared with 5 per cent. on 
the smaller capital of previous years, carrying forward a balance of 
£1,652 4+. 1d. to meet contingencies. That the public was now fully 
alive to the value of the electric light was amply demonstrated ty 
the substantial addition to their circuita of over 16,000 lamps during 
the year, end the large increase in the use of the light generally through- 
out the metropolis and in the provinces. "Tbat fact was of itself an 
explanation of the necessity for tbe expansion in capital expenditure, 
and solong as tbis expenditure brought an increasing return, none would 
have cause to ccmplain. They bad added a valuable a curity to the 
property in the form of freehold land, and substantial buildings on 
this land, to the extent of over £20,000, and had increased the plant, 
machinery, mains and meters by nearly £35,600. The progress during 
the year had been continuous and steady, and it really seemed ag if 
an average of 16,000 or 18,000 lamps annually would continue to be 
added. They must, however, make provision for somewbat larger 
additions, because it frequently happened that a new estate would be 
completed, and shops and offices all opened at once ; constant care was 
exercised by the staff in watching the progress of the various estates. 
Toc new sub-station in Pavilion Road was of sufficient capacity to 
cope with the maximum demand ever likely to arise in its neighbour- 
hood. They had laid, during the year, about 9} miles of casing, 
which was capable cf accommodating about 36 miles of conductor, 
and had ectually drawn in during the year some 16} miles of 
conductor into the ways just mentioned. There were added 
during the year 16,178 lamps, or their equivalent in the 12 
months, so that the total number of lamps on December 3lat 
was 96,758, since which they had passed the hundred thousand. 
The chairman then referred to the compulsory purchase of property 
adjoining, and in the neighbourhood of, their works in Chelsea, 
for which a Bill had been promoted in Parliament. The cost of pro- 
duction bad been slightly reduced, and, from the character of their 
district, the improvements introduced in their machinery, and the 
indications in the present accounts, they might fairly expect progres- 
sive improvement in the return on capital. In regard to vibration 
troubles, their works were now equipped with the most recent type 
of ‘Plant, and every precaution that the best practical ience 
could suggest had been taken, and as they had, in addition, made a 
careful inspection of the property in the neighbourhood, they had no 
fear of the ultimate issue of any complainte that may be made against 


- the company, 


The report and accounts were then adopted. 


* 


South London Electric Supply Corporation. 


THE ordinary general meeting of the South London Electric Supply 
Oorporation, Limited, was held on Monday last at Winchester House, 
E. C., Mr. George Ellis, J.P., presiding. 

The CHAIRMAN said: Steady progress was being made in all direc- 
tions. Most new undertakings suffered from delays; theirs, so far, 
had not been very serious, and had been amply compensated for by 
the acquisition of the site which they had succeeded in obtaining 
after lengthy negotiations. It was practically in the centre of the 
area of supply ; it required no clearing and hardly any levelling, and 
the three acres of freebold land cost under £10,000; a better site for 
the operations there could not be. Referring to the accounts, а cer- 
tain proportion of the administration expenses had been allocated to 
the oost of land, buildings, machinery, plant and mains. It had been 
stated that no dividend could be paid till the cost of the order and 
expenses, amounting to £47,000, bad been paid off. This was not 
true; the expenditure c.uld be placed to a suspense account. 
The Board of e would allow adividend to be paid so long as a 
suitable amount was set aside for the extinction of the item. No 
doubt some of them had been told that 447, 000 was a large sum for 
this order and the expenses. On the face of it, it does seem 


large, but it is not so in fact. The Board of Trade insisted upon the 
capital being underwritten to the extent of £200,000 before t 
would let this company have the order, and that ia itself, with the 
brokerage, absorbed £24,000 of the amount. He should like to oom- 
pare the expenditure with that of two other large companies ia 
London—namely, the Westminster and the St. James's Companies— 
and to say that their order had not cost them one-half of what theirs 
had cost them, because in one case they had had to redeem their 
founders’ shares at ajcost of £120 000, and in the other case he believed 
at £155,000, whereas £47,000 was the absolute cost to them of this order. 
With regard to the issue of the balance of the share capital, the facta 
of the case are these: the shares subscribed for gave them a little 
over £200,000 to fulfil contracts and out works involving an 
expenditure of about £300,009. In July last they could not get more 
capital, as the shares were considerably below par, and it was illegal 
to issue shares at a diecount. Any offer to the shareholders which it 
had been suggested should have been made, would still further have 
depreciated the shares and have thus added to the difficulties. The 
board had many serious consultations, and at last most reluctantly 
instructed their engineer to cut down the contracts; but then arose 
an unforeseen difficulty. They were under an obligation to the 
Lambeth Vestry to build a dust destructor capable of burning a 
certain number of tons of refuse per annum, so that this, the largest 
contract, could not be reduced. They, however, arranged to cut down 
the engines, cables, and other machinery by one-third, but they did 
this only as a last resource, as they knew full well that this meant 
doing away with any possibility of early dividends; but there was, at 
that time, no other course open to them. However, on July 29th, 
Mr. Cook, a gentleman whom the board knew to be conn with a 
strong group of financiers, called on the board and offered to take the 
1,530 shares necessary to obtain a Stock Exchange quotation, at 
par—although shares could be purchased iu the open market 
at a considerable discount—conditionally upon giving him 
an option at par for the balance up to December Ist. 
Mr. Cook told them in the most straightforward manner that 
he was representing some financial gentlemen of considerable 
means, and the inference they drew from this statement was that it 
was almost certain the option would be exercised, and that the 
necessary funds for carrying out the scheme іо full were sure to be 
provided. Mr. Cook, however, f ;und some difficulty at the outset in 
making his arrangements, as so many people had left London for the 
holidays, and at the next board meeting he asked for a month's grace. 
This was agreed to, and at the end of that time the cheque was forth- 
coming, and application for a Stock Exchange quotation was duly 
made and granted. Subsequently Mr. Cook transferred his option to 
Mr. Atherton, the gentleman who had some months previously pro- 
moted the company, and he at the expiration of the option at the 
end of November, came to the board and offered to take up and pay 
for the whole of the shares covered by it ifthe board so desired. 
however, made another proposal, to the effect that he should then 
only take up and pay for 12,500 shares out of the 21,659, leaving the 
balance—namely, 9,159—over until March 1st, and paying to the 
company interest at the rate of 4 per cent. on the £18,318. The 
board thereupon considered which of these two offers woyld 
be most beneficial to the company, and came to the con- 
clusion that Mr. Atherton's second proposal was the better. 
They bad read Mr. Wheelock’s circulare, and he (the chairman) had 
told them the facte. As directors, they had only to consider the true 
interests of the company. With no quotation, with shares at a dis- 
count, and insufficient capital at their command tocarry out their pro- 
gramme, the dircctors were satisfied tbat in placing the balance of 
capital as they did, they acted as men of business in the interests of 
the shareholders. None of the directors bad any interest in the 
allotment made to Mr. Atherton, either directly or indirectly. In 
order to show that they had not allowed the work to lag, he might 
mention that the local authorities had represented that the pr 

in laying the mains was somewhat too rapid to enable them to keep 
pace with the company in the work of reinstating the streets, a com- 
pliment which was most satisfactory. The chairman then moved the 
adoption of the report. 

Mr. Brooxsg-Hrroum seconded the motion. 

Mr. A. Brook moved the following amendment: That the 
report be received but not adopted, and that a committee of five 
shareholders be appointed, with power to add to their number, to 
inquire into the formation and past management of the company, 
and the relations between the and the promoter, and with 
power to call for books and documents, and to obtain such legal and 
professional assistance as may be nece , such committee to report 
to a meeting to be called for Monday, April 18th, 1898.” 

After some discussion the amendment was negatived, only four 
W пеше recorded in its favour, and the report and accounts were 

opted. 


The Direct Spanish Telegraph Company, Limited. 


THE report and accounts of the directors for the year ended Deoember 
3186, 1897, to be queni at the yearly general meetiog of share- 
holders, to be held on Tuesday, March 29th, 1898, states that tbe 
accounts for the year ended December 31st, 897, show, after pro- 
viding for interest on, and redemption of, debentures, a balance to 
the credit of revenue of £12,975 6s. 4d. After adding the usual sum 
of £5,000 to the reserve fund, the balance will amount to £7,975 65. 4d., 
and the directors recommend the declaration of dividends for the 
year 1897, of 10 per cent. on the preference shares, and 4 per cent., 
free of income-tax, on the ordinary shares, absorbing £5,486 4s. Half 
of this amount was distributed on October lst, 1897, as an interim 
dividend in respect of the half-year ended Jane 30th, 1897. 

The traffic receipts show a decrease of £2,927 3s. 11d., as compared 
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with the year 1896, when, as stated in last year's report, the increase 
was due to exceptional circumstances. The reductions of rates, and 


the mode of counting the words in telegrams, adopted at the Buda- 
Pesth Conference, came into force on July 1st, 1897, and have, as was 
expected, adversely affected the company's receipts. 
he working expenses are £223 8з. 11d. in excess of those for the 

year 1896. The company’s cables and land lines їп connection with 
them have continued in good working order throughout the year. In 
the report of the directors of September 11th, 1894, it was stated that 
the construction of a new breakwater at Bilbao placed the company 
under the necessity of removing the shore end of the Falmouth- 
Bilbao cable to a point ontside the new breakwater, and that the cost 
of this removal was chargeable to the harbour authorities at Bilbao. 

The directora regret that the liability of the harbour authorities 
was not admitted by the Spanish Courts. The cost of the removal 
of the shore end, amounting to £3,514 5s. 2d., has, therefore, been 
debited to the reserve fund, and it is proposed that the balance of the 
revenue account, amounting to £2,489 2. 4d., be transferred to the 
reserve fand towards the payment of this amount, and that the 
£1,025 28. 10d., required to make up the cost of the removal, be repaid 
to the reserve fund out of future revenue. The reserve fund now 
amounts to £44,769 1186. 2d. The directors report, with extreme 
regret, the death of Mr. Edmund Etlinger, who had been a director 
of the company since its formation in 1872. The directors have filled 
the vacancy so ciused by the appointment of Mr. F. Alexander 
Johnston. 

In commemoration of Нег Majesty's Diamond Jubilee, the directors 
have granted a bonus to all employ é in the company's service. 

Mr. F. Alexander Johnston is the director retiring by rotation, and 
offers himself for re-election. The auditors, Messrs. Deloitte, Dever, 
Griffiths & Co., retire, and offer themselves for re-election. 


-— 


Willans & Robinson, Limited. 


Tus eighth half-yearly report of the directors, to be submitted at the 
ordinary general meeting of the company, to be held at the City 
Termious Hotel, Cannon Street, London, at 3 p.m., on Wednesday, 
March 30th, 1898, states that the accounts for the half-year ended 
December 29th, 1897, are submitted herewith. After writing off as 
depreciation from plant, patents, &c., the sum of £5,277 88. 4d. 
(against £4,162 11s. 2d. last half-year), and paying interest upon 
debenture stock, the balance to the credit of profit and loss account 
for tho half-year (including £1,859 13s. 7d. brought forward) is 


£16,053 0s. 10d. Oat of this the directors propose that dividends be 


paid at the full rate of 6 per cent. per annum upon the preference 
shares, and at 8 per cent. per annum upon the ordinary shares, 
together amounting to £8,707 17s. 7d. The amount payable to the 
original directors, in accordance with the articles of association, is 
£1,832 bs., leaving a balance of £5,512 183.3d. From this the directors 
propose to carry £2,000 to the debenture redemption fund, and £1,500 
to the reserve fand (against £1,000 last half-year), leaving a balance 
of £2,012 18s. 3d. to be carried forward. The directora feel that the 
satisfactory results of the half-year's trading, achieved under circum- 
stances not altogether favourable, coupled with excellent prospects 
for the future, justify them in recommending a moderate increase of 
dividend. PO E E 

In accordance with the announcements made in the last report, 
applications bave been invited from the shareholders for the balance 
o the unissued shares, viz., 3,000 preference and 3,000 ordinary 

ares. | 

As required by the articles of association, two of the directors, viz., 
Mr. Robinson and Capt. Sankey, retire, but are eligible, and offer 
themselves for re-election. | 

The auditors, Messrs. Cooper Bros. & Co., also retire, but are eligible 
for re-election. | 


Hastings Electric Light Company. 


THE annual meeting was held last week at the Queen's Hotel. Mr. 
F. A. Langham presided. 

The CHAIBMAN, in moving the adoption of the report and balance- 
sheet, said they had to work for three years under a losing contract. 
It was difficult to say how much they lost, but certainly several 
hundreds a year, through being originally misinformed as to the cost 
of producing the light. They had had to feel their way, and unfor- 
tunately they bad to pay for it. Now that was at an end it was 
evident they had a gcod and prosperous concern, and he thought 
nothing showed it more than the figures which they had alluded to 
in their report, comparing the receipts for the light supplied as 
against the cost of production. For his own part, and on the part of 
the directors, he must say they were deeply indebted to Mr. Andrews 
and to those who were working under him for the pains they had taken 
to obtain the result of economy which was shown in that report. He 
thought it did great credit to their staff that with increased receipts and 
increased working, although they had been able to earn about £1,600 
more, it should have been dons at an additional cost of under £200. 
Their receipts had been steadily increasing for the past three years. 
In 1895 they were £6,090; in 1896 they had increased to £7,086, and 
in 1897 they rose to £8,734; therefore, it was a regularly increasing 
business. They were taking more money each year, and they had 
fair grounds for supposing, with contracts in hand, and the orders 
given to them, that that state of things would extend to the present 
year also. Their working expenses in 1896 to earn £7,086, were £5,164, 
whereas in earning £8,734 in 1897, their expenses were only £5,361, 
80 tbat in earning £1,600 or £1,700 more, they expended something 
under £200 more in the working. It was very agreeable to them to 
find that the popularity of the ligbt was increasing, and that they 
got new customers, because, of course, as soon as they ceased to 


supply the town-—which they were still doing, although on more re- 
muaerative terms—they would have spare light for private customers. 
As they knew, since their last annual meeting, they had had a special 
general meeting, at which the shareholders unanimously adopted the 
suggestions of the board, that the contract with the Corporation 
should be entered into. That contract was accordingly entered into ; 
bat at present nothing farther had been done, because the Corpora- 
tion were seeking to obtain their provisional order, without which 
they could not take the works over. They, at present, were still 
lighting the front line under arrangement with the Corporation from 
month to month, until the Town Council were able to supply light 
for themselves. But they did not anticipate, even when they lost 
this lighting, that they would sustain any loss, because they had con- 
siderable demands for private lighting, which they could carry out, 
but which they had been afraid to add to the burden on the machinery 
already taxed with the public lighting. 
Mr. A. Bray seconded the motion, which was adopted. 


The Metropolitan Electric Supply Company, Limited. 


THE report of directors to be presented at the ordinary general 
meetiog next Tuesday at Winchester House, states that the directors 
submit a statement of the company's accounte for the year ending 
December 31st, 1897, prepared in the form prescribed by the Board of 
Trade under the provisions of the Electric Lighting Acts, 1882 
and 1888. : 

The capital expenditure, which at the end of 1896 amounted to 
£757,035 13s. 11d., has now reached a total of £850,831 103. 9d., the 
increase during the year having been £93,795 163. 101. The 
principal items are mains and apparatas, and the purchase of a site 
for future extensions. The balance of capital in hand at the end of 
the year was £29,597 183. 101. The gross revenue for tho year 
amounted to £133,267 14s. 6d. against £116,459 48. in 1898, being an 
increase of £21,808 103. 6d. Tae cost of generation, which in 1893 
was £52,619 43. 91. amouated in 1897 to £58,604 53. 4d., or an in- 
crease of £5,935 03. 7d. 

Tne balance to the credit of the revenue account, before pro- 
viding for depreciation, is £58,721 103. The directors have set 
aside £15,000 as an addition to the depreciation account carry- 
ing to the credit of the net reveaue account, the sum of 
£43,721 103. which, with the balance brought forward from last 
account and other receipts, makes a total of £46,917 33. 6d. After 
deducting debenture and share interest and other charges, there 
appears a balance of £22 989 6s. 6d. Au interim dividend of 53. per 
share on the ordinary share capital was paid on Ostober 15th, 1897, 
amounting to £12,475, and the directors recommend that a further 
dividend of 7s. pershare on such shares Ыз now paid, making a total 
distribution of 12s. per share for the year, or 6 per cent. on the 
capital. The dividend upon the new shares being forsix months 
only, will be 63. per share, or one-half the total amount of dividend 
upon the original shares. This will absorb a further sam of £21,215, 
and leave a balance of £1,774 6s. 6d. to be carried forward to the 
next account. 

The number of 8-candle-power lamps supplied by the company 
increased during the year 1897 from 308,000 to 360,000. The present 
number of lamps connected is 374,000, and the applications show no 
zigas of decrease. A report from thc company's engineering director 
is appended, shewing that the satisfactory condition of the stations, 
machinery, and plant has b2en maintained. | 

In accordance with the articles of association, the following direc- 
tors, vis :—Admiral of the Fleet Lord John Hay, G. О.В, W. Harrison 
Cripps, Esq., aud John Birkbeck Lubbock, H sq., retire from the 

„and are eligible for re-election. The auditors, Messrs. Deloitte, 
Dever, Griffiths & Oo., also retire, and are eligible for re-election. - 


Skeffield Electric Light Company. 


THe annual meeting of the company was held on Monday last at the 
Cutler’s Hall, Sheffield. 

The Chairman of the Board (the Lord Mayor, Alderman FBANELIN) 
presided at the ordinary meeting, and in moving the adoption of the 
report, congratulated the shareholders upon the sound financial posi- 
tion of the company, and in several ways pointed to unmistakeable 
proofs of progress. In 1893 the revenue from the sale of current was 
£3,555, and it increased year by year until in 1897 it reached £14,318. 
The profits had increased in the same way, and for the past year 
amounted to £11,392, out of which it was proposed to pay a dividend 
of 124 per cent., and carry forward £902. The output was 747,067 
units, against 483,427 units in 1896 and 288,406 in 1895. The greatest 
percentage of increased output was in 1896, when the increase was 
67 per cent., against 54 per cent. last year, but the reason of that was 
that owing to the impossibility of getting additional machinery, 
chiefly in consequence of the engineering dispute, the company de- 
clined to receive new customers for several months. He alluded to, 
and laid stress upon, the decreased cost of prodaction, stating that in 
1893 the oost of production was 5:44d. per unit, in 1894 3°8d., in 1895 
3:64., in 1896 2:23d,, and in 1897 1:564. Within a iod of 15 
months the directors had brought down the cost of uction from 
21d. per unit to about 14d. The directors were con they had a 
valuable property, and they were well satisfied with the progress 
which had been made. 

Alderman GamBLE seconded, and the report was adopted, as was 
also one declaring a dividend of 12j per cent. 

A special meeting followed, to approve the sale of the undertaking 
to the Corporation of Sheffield. 

The CHarBMAN moved the formal resolution, agreeing to sell to the 
Corporation, and the resolution was unanimously carried. 
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Manchester Electrical Works, Limited, - 


Тнв following report and balance-sheet have been sent out to the 
shareholders of the Manchester Electrical Works, Limited (successors 
to Woodhouse & Rawson): — 


“147, Leadenhall Street, E C., March 9th, 1898. 
“Sir or Madam, — Your directors have not considered it necessary 
to call a general meeting of shareholders during the past year, because 
they prefer to have some definite proposals to place before you re- 
garding the disposal of the works, which they have been endeavour- 
ing to bring about on behalf of the shareholders. Negotiations for 
the sale are still peading, and as soon as a firm offer can be secured 
at a sufficient price, a meeting of the shareholders will at once be 
to confirm the sale. In the meantime the money that you 
bave subscribed is secured by & charge on the plant and stock, and 
carries with it 5 per cent. interest until such time as it is repaid. 
Your direotors beg to forward balance-sheet, showing the financial 
position on December 31st, 1897. You will notice that the total ex- 
penditure for salaries and office expenses since the incorporation of 
the company amounts to £153 28. 6d. There has been, and will be, 
no further addition to this item, and your directors will continue, as 
in the past, to waive their fees. 
“ Yours faithfully, 


" WILLOUGHBY WALLACE, Chairman.” 


The British Insulated Wire Company, Limited. 


Tus first ordinary general meetiag of this company was held last 
week at the Exchange Station Hotel, Liverpool, Mr. W. Marriner Brigg, 
chairman of the board of directors presided. There were also present 
Mr. E К. Muspratt, Mr. S. Z. de Ferranti, Mr. J. B. Atherton, and 
Mr. J. E. Pearson, directors; Mr. F. J. Leslie, solicitor; Mr. Edward 
Tracey, secretary, and a considerable number of shareholders. 

The report, which was for the first eight months of the company's 
working, ending December 31st last, stated that the net profits for 
that period were £33,281, which the directors regarded as very satis- 
factory, being in excess of the estimate in the prospectus. They 
recommended a dividend at the rate of 15 per cent. on the ordinary 
8 

The Onamuax, in moving the adoption of the report and accounts, 
expressed the pleasure of the directors at meeting the shareholders 
under such happy circumstances. They had already found it neces- 
sary to enlarge their working ises,and farther buildings were in 
progress, in order to enable them to keep pace with the orders in 
hand. Fortunately their area of land at Prescot was large enough 
for the extensions required, and already a competent authority had 
informed him that they had the most complete and best laid out 
works in the country. When the new company took over the business 
they had £200,000 worth of orderson hand. The figure now stood at 
£300,000, and personally, he felt confident that ere long they would 
require a further issue of capital in order to keep pace with the 
demands upon them. He was satisfied that they could employ a very 
much larger capital profitably. He, therefore, felt entitled to con- 
gratulate the shareholders, both as to what they had already done 
and on the excellent prospects before them. 

Mr. BRT secon the motion, which, after a brief discussion, 
ыба ре unanimously adopted, and a dividend was declared аз recom- 
m 

On the motion of Mr. Моврватт, the retiring directors, Messrs. W. 
M. Brigg and Ferranti, were unanimously re-elected, and Messrs. 
Chalmers, Wade & Oo. were re-appointed auditors. 

A hearty vote of thanks to the chairman and directors concluded 
the proceedings. 


— M——nÓ 


Norwich Electricity Company. 


Tum ordinary general meeting of the shareholders was held last week. 
The chairman, Mr. F. W. Hármer, presided. : 
The CHAIBMAN said he trusted that the report which they held in 
their bands would be looked upon as satisfactory. The most interest- 
ing item of the report was the balance, either to the debit or credit 
of the account, and the amount which was allotted for the purpose of 
dividend. They had never had a debit balance yet, and he hoped that 
they never would have. At the end of the first year's working 
they had declared a modest dividend of 3 per cent., and they had 
been able to make it a little better each year. 1897, he was glad 
to say, was the best they had had. He hoped the shareholders would 
think that the 54 per cent. now declared was very fair for a young 
company like their own, and it was especially gratifying because, 
as they knew, 12 months ago the price of current had been reduced 
123 percent. О wing, however, to economy in working, and to the 
fact that they had acquired a large number of new customers the 
result of the year’s working was even more than that of 1896. The 
directors were increasingly satisfied tbat they had adopted the right 
system of producing electricity, and that was a very important matter. 
As to economy of working they might compare with the bast 
companies in England. The price at which thoy were making 
electricity was considerably below the average of the whole 
country, even including those of the Midland counties where 
coal was much cheaper than it was in Norwich. The capital account 
had been kept down to the lowest possible figure, and, compared 
with the revenue they obtained for it, was below the average. The 
most interesting feature which he hai to report was that they did 
not seem to be getting to the end of their prosperity. They were 
acquiring new customers at this moment as fast as they were last 
year at this time, or, iadeed, at any period in their history. They had 
lately adopted a system of free wiring,which would probably bring them 


a considerable amount of new business, which they could not have 
obtained in any other way. The directors had not only put aside 
this year a certain amount for depreciation, but also another sum as 
reserve. Machinery was constantly wearing out, and it was not еб 
valuable atthe end of a year's working as at the beginning. The 
company had been applied to to supply electricity in pe and 
they were now applying to Parliament for an Act to enable them 
to do во. 
The report, after some discussion, was adopted. 


Brush Electrical Engineering Company.— The in- 
terim report of the directors of the Brush Electrical Engineering 
Company for the six months ending December 31st last states that 
the works at Loughborough have been fully employed, and the 
volume of orders received during the half-year has been above the 
average of the past few years. In consequence of the increasing 
demand for the company's manufactures in connection with electric 
traction, the directors are largely extending the capacity of the 
works for the output of motors and cars. Other extensions of the 
works at Toughborongh, rendered necessary by the development ot 
the company's ge business, are in progress. A final settlement 
of the matters in dispute with the City of London Electric ын 
Company has been effected. An interim dividend for the -year 
at the rate of 6 per cent. per annum has been declared on the com- 


pany's preferense shares. 


Stock Exchange Notices.—Application has ben made 
to the Committee to appoint a special settling day in, and to grant a 
quotation to, Westminster Electric Supply Corporation, Limited 
£200,000 33 per cent. first mortgage debentures. | 

Тһе Committee has appointed Tuesday, March 29th, a special 
settling day in W. T. Henley's Telegraph Works Company, Limited 
—Farther issue of 2,500 ordinary shares of £10 each, fully paid, Nos. 
10,001 to 12,500; and ordered the undermentioned to be quoted in 
the Official List :—St. James’s and Pall Mall Electric Light Com- 
pany, Limited—F'urthec issue of 12,000 ordinary shares, Nos. 40,081 
to 52,080; W. Т. Henley's Telegraph Works Company, Limited— 
Farther issue of 2,500 ordinary shares, Nos. 10,001 to 12,500. | 


Costa Rica Electric Light and Traction Company, 
Limited.—The share capital of this company, which has been formed 
to supply electric light and operate electric tramways in San José 
aud Gartago and to take over existing works, is £130,000, in £1 
shares, which are taken by the vendor in part payment of the рог. 
chase money, £130,000 5 per cent. first debentures being offered for 
subscription at the price of 90. These are repayable at par on January 
Ist, 1948, and may meanwhile be redeemed at six months’ notice at 
105 per cent. | 


Central London Railway.—A special meeting of this 
company was held last Saturday for the purpose of authorising an 
increase in the number of directors, and for the election of Sir Henry 
Oakley as a director. The motion was adopted, and subsequently 
Sir Henry Oakley was elected chairman of the company. 


Metropolitan Electric Supply Company.— The 

general meeting will be held on 29th inst, at noon, at 

Winchester House. The transfer register of the ordinary and new 

ordinary shares will be closed from 19th to 29th inst., both days 
inclusive. 

BOUrBC ON. and Poole Шеше Suppl bre 
The first inary meeting 

+3 " inchestar House, О Dad ‘Benet E. O., on the 28th inst., 

at 2 p.m. 


Eastern Telegraph Company, Limited,—The usual 
interim ‘dividend of 28. 6d. per share on the ordinary shares, free of 
tax, in respect of the quarter ended December 31st, is announced. 


Brockie-Pell Arc Lamp, Limited.—This company 
notifies that the transfer books of the company will be closed from 
March 22nd to April 4th, 1898, both days inclusive. 


TRAFFIC RECEIPTS. 
The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending March 18th, 1898, were £2,508 3s. 4d.; corresponding period, 


1897, £2,053 78. 5d.; increase, £449 15s. 11d. 


The Cape Electric Tramways.—The receipts for February were: Cape Tow 3, 
£8,600; Port Elizabeth, £2,275. 


The City and South London Railway Company.—The receipts for the week end- 
ing March 20th, 1898, were £1,030; week ending March 92156, 1897, £1,013; 
increase, £18; total receipts for half-year, 1898, £12,836; corresponding 
period, 1897, £12,818; increase, £8. Miles open, 8j. 


The Dover Corporation Electric Tramways.—The receipts for the week ending 
March 19th, 1898, £117 178. 5d.; total receipts to March 19th, 1898, 
£1,166 8з. 114. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Friday, March 18th, 1898, were £403 1s. 6d.; corresponding 
week last year, £363 158. 4d.; increase, £89 Us. 2d.; passengers carried, 
68,513 ; corresponding week last year, 59,721 ; aggregate to date, £4,378 17s. 11d.; 
aggr- gate to date last year, £4,669 138. 10d.; decrease to date, £290 15s. 11d.; 
mileage open, 8 miles. 


The Liverpool Overhead Railway Company.— The receipts for the week ending 
March 20tb, 1898, amounted to £1,316; corresponding week last yeas 
£1,360; decrease, £44. 


The Western and Brazilian Telegraph Company, Juimited.—The receipts for 
the week ending March 18th, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany, Limited, were £2,933, 


Vol. 43. No. 1,061, Manon 25, 1898.] THE ELECTRICAL REVIEW. 417 
BHARE LIST OF ELEOTRIOAL OOMPANIES. 
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Л = a Closing Cl m ER» со 
Present NAM Dividends for ion, а i week 
e aun coe) mela tree yearn, | gue, | E S e 
1895. 1896. 1897. Highest.| Lowest, 
197, 4001] African Direct Teleg., Ltd., 4 % Deb. * 2 1004 96 е . |100-104 100 —104 A m 
25,000 | Amason Telegraph, Limited, shares... фә де om (n M > 7 — 8 7 — 8 ias в 
125,000 Do. do. 5% Debs. Red РР e dh * * 93 — 96 93 — 96 ind "ДА 
923,9€07 lo-American du cw. БАА аф et - .. |BStock|£2 98.122 138. 3 % 59 — 61 59 — 62 594 ке 
3,038,020“ о, do, 6% © ow eee - - .. |Btock|64 188.125 ба. 6 95|1084 1094 (1094-1104 1104 | 109 
3,088,020: Do. do. Detd. eee III ee eee s.: III Btock T TI eee 114 ыру 12 11#— 12} 1245 1113 
130,000 Brasilian Babmarine - - А TER D E iai 162? — 171 162 — 17} 164 is 
75,0007 i; do. 59%, Debs., and series 1986 100 5 W ... 112 —116 112 —116 | 112% 
44,000 | Chili Telep., Ltd., Nos. 1 to 44,8 WR. 24 5|4 4 96 Je. 3 — 3 e 
10,000,000$ Commercial Oable 5100 7 „77 187 — 192 187 —192 56 M 
918,297! Do. Do. Sterling 500 year 4% Deb. Stock Red. Stock T 106 —108 106 —108 106? | 1052 
224,850 Oonsolidated Telep. Const. and Main., Ltd, eee 10/- 14% 2 % т; — E 1 "— dide 
16,000 | Оаа Teleg., Ltd. wes, . x ca" ke S 10 % | 8% 6h— 74 64 — 7 6j 
6,000 Do. 18 % Pref. ө, ое - was 10 10 96 10 % 1445 — 153 143 — 154 дә л 
12,931 | Direct Spanish Teleg. Ltd. ... * өө А " 5 | 41.4 SH] 4— b 4 — 5 IT - 
,000 Do. do. 10 % Oum. Pref. e» 5 |10 96 10 %|10 96 10 — 11 10 — 11 js S 
80,0007 Do. do, 44 % Debs. Nos. 1 to о 6,000 „ 50 | 44% | 44%] 44% |103 — 106% 103 —106% T ке 
60,710 | Direct United Btates Oable, Ltd. ni „| 20 | 23% 2% ... | 102— 114 102 - 11} 11} 103 
120,000 | Direct West India Cable 44% Reg. Deb evi 100 | ... 98 —101 98 —101 — E 
400,000 | Hastera Teleg., L:d., Nos. 1 ve un бен: 88 1063 | 64% 17G— 184 | 17i - 18} 1816 | 17i 
70,000 Do. 6 Oum. Pref. ies „= 18|6 696 184 — 194 184 — 194 184 . 
89,9001 Do. 5 % Debs., у. st, 1899 ien .. | 100 | 5 96 5% 100 — 103 100 —103 M 
1302615 _ Do. 49 Mort. Deb. A qr 7 stock 4 4 | 4% 128 —131 [98-11 | .. 
250,000 2 Err Australasia and Ohina Teleg., Тка. . 10 | 7% 7 185 — 191 | 18i — 193 184 
о Aus. Gov. Bub.), Deb., 1900, red. ann. drgs. " 
25,2007 Ex tol 049, 8.976 to 4,826 1000 5 96 596 99 . 103 99 – 103 101 
100,500] - Do. do, Bearer, 1,858—8,975 and 4,827—6,400 | 100 | 5 % 5% 100 —103 100 —103 see 
320,0007 Do. 4 % Deb. Btock Stock 4 % 496 128 — 131 128 —131 128 
|] Eastern and South African Teolog, ‘Ltd, 5 % Mort. Deb. 5 ҮР, 
35,100! 1008 sodas. баж „ Reg. Nos. 1 to 2,943 100 5 96 696 99 - 103 99 —103 
46,500! Do. . to bearer, 2,844 to 5,500 | 100 | 5 96 596 100 —103 100 —103 & ine 
Бороо i 4% Mort. Debs. Nos. 1 to 3,096, red. 1909 100 4 96 4% 102 105 102 —105 isi Tm 
200,000 4 95 Beg. Mt. Debs. (Mauritius Bub.) 1t08,800 25 | 4% 496 108 —11196 |107 —110% via ыа 
180 227 Globe ‘Telegraph and Trust, Lt. T - 19 | 44% | 44% 111 - 123 | 112— 12} 12$ | 11H 
180, 042 Do. do. Ü % Pref „. eee 19 6 % 6% 173 PE 18 17) — 18 17 1745 
150,000 Grest Northern Telg. Oompany of Copenhagen 10 10 % 10% 29 — 30 29) — 304 "T 
160,000? , do. 5 * Deba. 100 | 6 % 5% 100 —103 100 —1€3 
Ha — and Bermuda Cable Co., Ltd., 44 % 1st Mort. FT p? 
97,000 Debs., within Nos. 1 to 1,200, Red. ROO) es е 99 —100 95 —100 
17,000 | sanco-Buropean Teleg. Ltd. 25 |10 96 10%| ... | 52 — 55 52 — 55 
100,0007 London Platino- Brazilian Teleg., Led. 6 % Debs. . 108 | 6 % 6%| ... 1106 — 109 106 — 109 An "e 
28,000 | Montevideo 2 6% Pref., Nos. 1 to 28,000... 547 T T 2— 2 2 — 24 в - 
484,597 | National 3 1 to 484, 07 ... РА 3 5 | 54% 5% 6% | 64- 62 64— 6i 6$ 64 
15,000 6 96 Oum. 1st Pref. ... e 19 | 6 € 6 * 6 96| 16 — 18 16 — 18 "m S 
15,000 Do. 6 95 Oum. 2nd Pref. 18 | 6 X, 6 * 6 %| 15 — 17 15 — 17 э T 
250,000 Do. 5 Y Non-cum. 8rd Pret., 1 to 250,000 515% 5%| 5%| 51- 6 — 518 58 
1. 329, 471! Do. 84 % Deb. Stock Red. ^ Stock 8496 34%| 34% 102 —107 102 —107 1044 | 1035 
71,504 Oriental Teleph. & Elec., Ltd., Nos. 1 to 171,504, fully paid 115 96 NSW B— B — vee © 
100,0007| Pacific and Buropesn Tel., Ltd., 4 95 Guar. Debs, 1 to 1,885 | 190 + % | 4% 105 —108 105 —108 
11,839 | Reuter’s Ltd. ix Poe өөө - ; 81 5 5 Ф 8— 9 8— 9 der 
3,381 Submarine Onbles Trast eee TI — TI Cert. .* TT 139 — 144 140 — 145 1434 
58,000 | United River Plate Teleph., Lid,  ... si eee 514% са 4 — 4 4— 4 san 
146,7337 . do, 5 * Debs. .. А Stock 5 96 12 106 —1(9 |105 —:08 д" 
15,609 | West African Teleg., Ltd., 7,561 to 29,189 ... 10 4 | nil 4— 5 34 - 44 4} 
218,400; do. b ebs. e 100 5 €, | 5% 101 - 104 101 - 104 
64,269 | Western and Brasilian Teleg., о cee - 15 | 8 9% 2 96 11$ — 12 11$ - 12} 175 iin 
33,129 Do, do. do, % Pref. Ord 11:9, 595 74— 8 74 8 
33,129 Do. do, ry Def, Ord. ... 74: € aes 4 — 4 4)— 4j н 
389,521 Do. do. E 96 Deb. Stock Red. Stock| ... TE 106 —109 106 —109 108 Tu 
88,321 | West India and Panama Talog, D v VT te. | A8 | 4% 1% i— 4 1 — 
569 Do. do. * 6 % Cun. 18 Bred, 19 6 8 — 83 74 - 8 8 74 
4,669 Do, са do 6 % Oum. 2nd Pref 19 `1 6% 5-— 7 5 — 7 2d 
80,0007 Do. 5 % Debs. No. 1 to 1,890 199 96 5 96 105 —108 105 108 
1,163,000$| Western Union d о. Е Teleg., d 96 1st Mort. Bonds $1000| 7 % 796 105 —110 105 - 110 
160,1007 Do. 8 96 Bter. Bonds. ... 100 6 & 6% 100 —105 100 - 105 
ELECTRICITY SUPPLY COMPANIES. 
30,000 | U Oross and Strand Mieoty. Ва a sus 5 5 7 i %|7% 134-144 | 138 14 deis Pus 
90,020 do. do. 5 | Ss 64— Е? 64 — 62 eX ... 
96,000 *Ohelsea Blectricity Bupp 9 I4d., , Nos. 1 to 10,277 [IIl b 96 5% oe: 11 Ex 112 1 — 11] 11 eve 
60,000 Do, do. Deb. Stock Red. ... Stock] 44% aie 116 —117 115 —117 E sai 
50,000 | City of London a Oo., ‚Ота. 48,001— 90,000 | 10 5 % 7 96/10 9 | 26 27 xd| 26 — 27 263 264 
Do. Prov. Oerts. Nos. 90,001 to 
40,060 do, 6 96 Oum. Pre, 1 to 40,908 10 % | 6%! 63 ddr а 174 - 184 17% 172 
420,000 Do. 5 % Deb. 5 (iss. at £118) all — 85 % 57 5A 1 199 —184 zn EN 
30,000 prayo Lond. & Brash B. Lag. Tad, —90, 10 яй mil nil 147 — 151 148 — 15} 15$ | 14i 
90,000 do. PNE Pres 42601. 60/000 ses | 10 9$ | 6%| 6 x | 152 - 164 | 15$— 16} 151 sd 
17,400 Кы йара "los. Corp. 4, Ltd., ord. shares 1—17,400  ... 3 " m 31— 31— 31 3 РА 
10,000 House-to-House Elec. Light Supply, Ord., 101 to 10,100 5 „ 11 — 12 11 — 12 11$ 114 
49,900 N re mica” Taide dalle. ое еы 
49, РР ў 01 to ..| 10 | 4 b % | 20&— 21 — 
12,500 Ord., 50,001 ‚ iss. at £ % 30] .. © 3 % wi 21 204 - 214 21 204 
223,000 3 Do, frst m do - coe | | 44% 4% 64% 117 —131 117 — 121 | 119 1123 
6,452 | Notting Hill Lightg. Led. eae „| 10 2:936 | 496| 6 % | 194 — 204ха 194 — 204 204 207, 
31,980 |*B$. James's Pall Mal! Bleo. ht Oo., L&d., Ord. ios 285 5 | 78% 104% P 184 — 194 18 — 19 19 184 
20,000 Do. бо. 3 20,081 to 49,069 b 7% 7% 10 — 11 10 — 11 104 EN 
60,000 Do. do. Deb. stock Red. soe Stock ace ry) 4 % а = a x^ =u 
43,341 | South London Electricity 0, Ord., £2 paid ... — "Y MS | xs 17 Е: Ё E E 
79.900! Westminster Ш осів suvvlv Vozp.. O4., 101 to 80,000 .. b 7 * 9 % 12 * 171 — 18 17 18 vi 


* Bubject to Founder's Shares, 
t Unless otherwise stated all sbaroes are fully 


paid, 
Dividends marked | are for a year consisting ef the latter part ef one year and the first pert of the next, 
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Basiness dens 
Present Cicsing ша daring week 
ovation Quotation. 
Issue. TAM March rd. | м„ 00004 а 
‘hgbe« | Lowest 
30,000 | British Electric Traction : ts prm E p 117 
90,000 | Brush Blecl. Bnging. Ord., 1 to 90,009.. ie г = E 
90,000 Do. do. ats Non-cum. 6 * Pret., 1 to 99,090 24— 24xd ae zu 29 д 
125,000! Do. do, 4j % Perp. Deb. Stock.. p Sins zm e 
50,000 Do. do. 44% 2nd Deb. Stock Red. 1 = 11 10 1 10 
19 894 | OentralLondon Railway, Ord. Shares .. .. .. ^ : d 8 
129,179 Do. do. do. £6 paid eee ee еф = бї vive 
880, 000? Oity and Bouts London Railway  ... es C 3 = : à 
28,180| )roxptoa & Go., Ltd., 7 % Oum. Pref. Shares, 1 to 38,186 — 13 woe 
99,261 Edison & Swan United Elec. Lgt., Led., A gy с 21 3 28 9} 
17.139 Do. do. do. * A" Bhares 01—017,189 4— 5 — 
194,023 Do. do. a 4% Deb. stock Red. ger ar E 
110,600 sctric Construction, » 1 to 110,000 ... das ба » 
16,948 Do. do. 7 9% Oum. Pref., 1 to 16,343 31 — 3 , 
111,100 Do. do. 4% Perpetual 1st Mort. Deb. Stock Stoch 108 —108 T I 
6776 Simers t Wire Mier L. тре ЕИ {б IB 
: ore’s . Г ? pm. ee = ТТ 06 
9700 droenwood & А 7 96 Oum. Pref., 1 to 9,0899 .. | 9 — 11 M ES 
12,500 | Henley's (W. T.) ph Works, Ltd., Ord. de 221 235d 22k— 234 23] 23 
9.000 Do. do. do. 796 Pref. eee - 4. 183 ш 194ха 18} = 19) 19 see 
50,000 | ‘adis-Rubber, Gutta Percha aud Tolog. W 214 — 321 221 
800,000 Do. : do, do. 4% ist Mort. Debs 104 06 i 2 
$7,500 an Overhead Railway, Ord. ... .. .. _.. 108 — 10; 
10,000 |: : = ir RH paid... su со: i 164 
$7 Telegraph Ооакќа. Maintce., eee eee -- pu = 
150/80 Do. do. do. 5 % Bonds, red. 3*99 % 02 —105 us ыш 
540,000! Waterloo and Oity Railway, Ord. Stock ... m ne 136 —139 135 — 188 1374 354 


+ Quosations ос Livorpoor Brock Kachange. 


ness cenerwise seated АП shares are fully paid. 


Dividends marked | are tor a year consisting of the laster part of one year and the first part ef the next. 
Сзомртов & OO. The dividends paid on the ordinary shares (which have not a Stock Exchange quotation), are as follows : 1893—0%/4; 1801—7°.§ 1890—8°/. 


LATEST PRUCURABLE QUOTA110A5 UF эми Кало Aui UFFICIALLY QUOTED. 


* Birmfhgham Hlectric Bu pply Oompany, Ordinary £5 (fully paid) 104. 
House-to-House Oompany, 44% Debentures of £100, 107—109. 


Renu and Knightab Electric Lighting Company, Limite d 
Bhares €5 | ) 17—18; 18 
Oumulative 6%, £5 (fully ) 81—9. Dividend, 1896, on 
Ordinary Shares 7 . 


* From Birmingham Share List. 


— — MM 


THE NORTHAMPTON INSTITUTE. 


Tuis Iostitute was formally opened last Friday evening by the 
Lord Mayor and Lady Mayoress, and the Sheriffs. As we 
have already mentioned, the land рроп which the magnificent 
bnildings have been erected, was presented by the late Marquis 
of Northampton and by his son, the present Marquis. The value 
of this gift is £25,000, and the erection and equipment of the 
buildiogs hae cost £80,000. There is to be a further outlay of 
410,000, to £15,000 for completing the equipment. The money 
was provided by the City Parochial Authorities, the Technical 
Education Board, the City Companies, &c. 

The Northampton Institute forms an important branch of tbe City 
Polytechnic, and is to supply the neighbourhood in which it stands 
with the same educational advantages as are afforded by similar 
institutes to other parts of the metropolis, i. e., the Birkbeck Insti- 
tute, and the City of London College. 


The scheme was originated in 1891, and the full work, both edu- | 


cational acd social, started at the end cf September, 1897. An idea 
of the success which has so far attended the Institute, may be gained 
from the fact that there are already 1,500 members. Mr. Charles 
Dorman, chairman of the governing body, in explaining matters to the 
Lord Mayor on Friday, said that they had equipped 17 large work- 
shops, and seven laboratories in additicn to numerous social rooms, 
gtudlos, offices, &c. Не remarked that perhaps no other district in 
the metropolis has such & large number of manufacturing trades as 
Clerkenwell, and the Institute could not fail to benefit the numerous 
mechanical, electrical, and artistic trades. The cost of carrying on 
tba. work of the Institute is estimated at from £9,000 to £10,000 per. 
annum. Lord Mayor Davies delivered a speech well worthy of the 
occasion, and among other speakers were Sir Henry Longley, K. O. B, 
Mr. R. M. Beachcroft, L.C.C., (who, referring to the gifts of the City. 
companies, said that if it were not for those companies we should be 
20 years behind in technical education) and Lord Alwyne Compton, 
M.P., acknowledged the thanks accorded to the Marquis of 
Northampton. 
An inspection of the various departments was afterwards made, 
while a concert proceeded in the large hall. 
Mr. John Ashford, A.M.I.M.E., is the head of the mechanical. 
engineering and metal trades department. 
The engineering workshop is equip d on the two long sides with 
hand benches fitted with various of vices. Down the centre of 


Bank rate ot discount 3 per cent. (October 14th. 1897). 


London Electric Supply Oorporation, £5 Ordinary, 4—44. 
T. Parker, Ltd., £10 (fully paid), 14—15. 


Yorkshire House-to-House Blectricity Oom , 65 Ordinary Bhares 
fully paid, 8—84. Dividend for 1896-6 4. 


— 
— ——» 
—— — - — 


the room there are the machine tools —comprisiog, at опе end, a 
Universal milling machine, next to that а large drill and а group of 
lathes, forming excellent examples of English and foreign. designs. 
Across the other end of the shop are the grinders, consistiog of ап 
emery wheel for general work, a Universal tool grinder, and a twist 
drill grinder. The emery wheel shaft is directly coupled to the 
driving electric motor, and the shaft driviog the other grinders also 
drives the blower for the smithy in the next room. The whole of 
the power for the machine tools is derived from three diff arent 
electric motors, во that only the small amount of shafting conn-cted 
with the tool in use need be run at any one time. 

There is a smithy and carpenters’ shop, the machine tools in the 
woodwork room driven by an electric motor. They comprise 
at present a band saw, pattern makers’ lathes, and a grindstone, but 
there is room for farther tools. | 

The boiler house contains two 100-H. P. . boilers, one of the 
Lancashire type, the other a Babcock & Wilcox tubular type. The 
object in having two such different boilers side by side is that the 
students may have opportunities of making der pearl tests of the 
different performances of the boites under erent conditions of 
working, and with different kinds of fuel. The steam piping on the 
top hit the boilers is ey of ке га n 

cially arranged for experimental purposes is suc at e 
boiler ШАУ be e вера! from the other or in conjunction with 
it. Injectors, as well as a feed pump, are fixed, and the stop valves 
are of different patterns, во that the students may have opportunities 
of inspecting and becoming familiar with the various designs in use. 
The steam raised is used for both heating and power purposes. 

The power room for the joint use of the mechanical and electrical 
departments contains a 100 H.P. Willans and Robinson high 
engine, coupled directly to a 63-kilowatt dynamo, which is used for 
lighting the building and for supplying the power to the various 
workshops and laboratories. From a large switchboard erected at 
one end of the room 24 circuits can be controlled. Another dynamo 
has yet to be erected, and this will be driven by a slow в engine. 
The power from both dynamos is brought to the switchboard to a 
couple of omnibus bars, from which it can be delivered to any one of 
the 24 distributing circuits. In addition, alternating current supply 
from the central station of the Public Supply ae is brought to 
another pair of bars on the board, and from these any of the 24 
circuits can have power given to them. The board contains the usual 
measuring instruments, switches, &c. 

‘One-half of the instrument workshop is equipped for bench work, 
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and has benches both for metal and wood work with the ordinary 
hand tools. The other half contains the power-driven machinery, 
consisting chiefly of lathes of various patterns, a sensitive drilling 
machine, polishing spindles, and a grindstone, the whole of the 
power for these being derived from an electric motor placed in 
the room. 

The largest class that meets in this room is that for electric light 
wiremen, who are practised in the manipulation of all kinds of electric 
fittings of the most recent type, and the most modern methods of 
jointing and insulating the joints by vulcanising and otherwise. In 
addition there are important classes in electrical instrament making 
and in the brass finishing, special attention keing given in the latter 
to repetition work. 

A special feature of the drawing cffices is the system of lighting, 
which is that of inverted electric arcs. The same system is adopted 
for the art studio. 

Dr. Mallineux Walmsley is the principal of the Institute, and he 
is head of the applied physics and electrical engineering department, 
with Mr. C. V. Drysdale as chief assistant and senior lecturer, Mr. E. 
T. in as demonstrator and instructor in instrument making, 
Mr. K. Edgcumbe as senior demonstrator, Mr. W. R. Elliott as 
junior demonstrator and assistant mechanic, Mr. A. C. Jolly as lec- 
ture assistant, and Messrs Robins and Grew as junior assistants. 

In the electrotyping room all the mechanical operations connected 
with electrotypiog are dealt with. The whole process of prepari 
the moulds for the bath and of mounting and finishing the electro- 
type after deposition is carried through here, but the actual electro- 
deposition takes place in & separate room set apart for electro- 
chemistry. 

A room is being fitted as a laboratory for metallurgical chemistry, 
but the uirorum is at present incomplete. It is intended, with a 
metallurgical laboratory, to be ready next session. 

The junior physical laboratory is fitted for technical work in 
applied physics, and during the present session its accommodation 
has been strained by large classes in electrical engineering, and tele- 
graphy and telephony. It has also been used for physical work in 
connection with tbe engineering and building trades sections. The 
€quipment coneists of the most recent types of testing instruments 
aud experimental apparatus, and tte various experiments performed 
by the students are of a thoroughly practical character. 


In the senior pbyeical laboratory, a good start has been made in 


the provision of delicate and standard instruments for important 
technical testing and experiments, but the equipment is поё yet 
nearly completed. The chief work at present carricd on in the room 
is testing in its most advanced branches, in connection with the ad- 
vanced courtes of elcctzical engineering and telegraphy and telephony. 

The heavy electrical engineering laboratory is placed in the base- 
ment, and next to the power room," already described. It is being 
«quipped for the mcst advanced work in electrical engineering. The 
power for driving various continuous current dynamos and alternators 
is supplied by a 6 H.P. electric motor, whose speed can be altered 
through wide limits. This motor is directly coupled to a Ferranti 
alternator, and drives other machines by belte. A special feature of 
the room is, that rails have been sunk in the floor, so that the placing 
of à new dynamo or motor in position for testing purposes can be 
accomplished in a very short time. On the window ledges are acid- 
prs chambers for two amall batteries of secondary cells, which will 

urnish large currents when required for testing instruments. A 
special table is being fitted up with very complete arrangements for 
tbe calibration of commercial electrical measuring instrumente. 

Next to the senior physical laboratory, a laboratory for electro- 
chemistry is being fitted up. The equipment cf the room is not yet 
complete, but there will be found specially designed tables capable 
of acoommodating 16 students in the subject at one time. There are 
tbe usual depositing and cleansing, &c., vate, those giving rise to 
deleterious fumes and vapours being placed under a large hood, com- 
municating with a shaft in which there is an electrically driven fan 
for carrying off the noxious gases. A special feature of the room is, 
that the depositing dynamo is directly coupled to an alternate cur- 
rent motor supplied with power, not from the dynamo room, but 
from the public mains, thus practically demonstrating to the electro- 
pres cf Clerkenwell a method for utilising the electric mains now 

d throughout the district for the purposes of their trade, although 
the currents directly obtainable from those mains are not suitable 
for plating work. Іа addition to the dynamo, there are secondary 
cells on the window ledges capable of giving large currents for 
plating purposes when the dynamo is not running, and from these 
cells conductors will be run alongside the vats, and also to the expe- 
rimental tables, giving in all parts of the room a ready means of 
precuring currents suitable for electro-depositing. 


THE GAS ENGINE AND ITS MISSION. 


i 

In view of the increasing popularity of the gas engine, the Railroad 
Саев publishes a series of articles under the above head, in which 
are discussed the points of the gas engine. There are stated to be 
100 makers in the United States, one quarter of whom own genuine 
works exclusively devoted to gas engine business. We need not 
follow the writer through the history and elementary descriptions. 

While the ordinary initial pressures are 250 to 300 lbs. per square 
inch, the writer has met with compression to 96 lbs. and an initial 
pressure of 405 lbs., pressures which make a large demand on work- 
manship. In America, the latest engine is the Westinghouse, with 
two vertical cylinders in the smaller sizes and three in the larger 
engines. The latter have, therefore, an impulse every 240° of crank 
revolution, and are claimed to give a brake horse-power for 13 feet of 


possible explosive stroke is explosive. 


naturalgas. They govern partly by reduced admission and partly by 
missed explosions. 

Governing is a serious difficulty with gas engines. The omission 
of explosions requires high speeds and very heavy fly-wheels, and 
demands a margin of в between upper and lower limits of some 
breadth. By reducing gas admission the efficiency is so much reduced 
that while the Belfast engines used 24 feet of Belfast gas under 
best conditions, the consumption rose to 40 feet for one-quarter load. 
The compromise 8ystem hits somewhere between the two. 

American practice in ignition tends to the use of the electric spark 
as perhaps more convenient if less economical than the ignition 
tube. For valves, American practice resembles European in its use of 
the mushroom or similar valve, but tends towards their automatic 
movement, so abolishing much outside gear and producing a simple 
looking engine. With automatic valves engines may be run equally 
well in either direction. There appears also a tendency in America 
to employ gas engines, not simply in small industries, but in 
works for sub-division of power of the kind one looks for with 
electricity. Small steam engines are very wasteful. Small gas 
engines are not anything like so wasteful as compared with their 
larger brethren as are small steam engines. But there is still a 
radical fault in gas engines. They have no reserve of power beyond 
their economical rate of working. A gas engine underloaded is 
wastefal. Its economy improves up to the point where every 
When an engine is full 
loaded, with steam valve open to the full, it begins to ran slow if 
any further load is put on it and by running slow it inorenses its 
mean pressure and decreases ite resistance. But, with a gas engine, 
эз with an elephant, every response is made up to the maximam, 
and beyond this the engine lies down, so to speak, and stops. The 


` gas engine lacks staying power because it lives а mere hand to mouth 


existence. Between the gas engine which will not run overloaded, 
and the oil engine which stops if too lightly loaded, the internal 
combustion engine cannot be held to have reached the forefront of 
prime movers despite its economy. We do not think so much of 
the starting difficulty as the author before us. The starting arrange- 
ments cf large gas engines are various. There is the reservoir of 
compressed air, the hand pump on similar lines, the explosive cart- 
ridge, and various other self starters. We have very little doubt 
ourselves that the large engines of the future will follow on the 
liaes of the large steam engines and be started by small engines, 
which themselves can of course be started by a man, as usual with a 
small gas engine. Messrs. Hartley & Petit do use this system, and 
applied the little starting engine to the large gas engine for Mr. 
Arthur Porrit, of Birstall, which they put down to work with the 
Thwaite gas producer we have alread7 described. 

The various difficul.ies with gas engines have no doubt kept them 


‚ in the background, even where the conditions have been favourable 


to the employment of producer gas. Gas producers, however, until 
lately, have not been successful for powers much under 100 H. P., but 
they are now on the market as small as 35 H. P., at which siza they 
are about as large and not nearly so dangerous as a 35 H.P. vertical 
boiler. Statistics for Germany point to one gas engine for each 
1,015 inhabitants, and the average power is 3:36 H.P. Engines are 
increasing at about 94 per cent. per annum in number, and about 
12 per cent. in their average power. The author gives the cost of 
power for the four prime movere, steam, oil, city-gas engines and 
vroducer-gas engines as 3 cent. per H.P. hour, 14 cents, 24 cents, and 
J cent. Oil in America comes out cheaper than city-gas by a larger 
amount than it does in England where gas is cheaper and oil is dearer, 
bat producer ought to be as cheap in America as anywhere, and 
we should look to a considerable extension of ined gas plants. 

The anthor holds that the objections he advan are not 
perhaps iasurmountable. At the same time they have not yet been 
eurmounted, and they must be and appreciated before the 
position of gas Tow can be properly understood. We always have 
bad a good deal of respect ourselves for the Clerk gas engine with 
its separate pump, and should like to have seen it a success. 
We think in large installations of gas power that the engines 
will have an explosion every revolution, that one engine will be 
set apart pumping up a reservoir of gas and a reservoir of air to 
flow into the cylinder and push out the exhaust, and that in this 
or some similar manner engines will do double duty for their sizs as 
compared with 5 engines. The p engine is yet far from 
perfect, but it is slowly improving and it has the very powerful 
argament of economy to push forward its interests. In the 
steam engine power is manufactured and stored in the boiler. 
There is always fire enough to suffice for a very considerable 
namber of revolutions of the engine at full power, apart from other 
reserves. Besides thie store of heat there is a mass of heated water 
in the boiler ready to give off energy should the demand for steam 
exceed for a time its production, and there is yet a store of ready 
made steam in the steam space to fulfil the same end, and when power 
has been manufactured there is still the fly-wheel to store a portion 
ready for immediate calls. The steam engine bas four items of 
stored energy. The gas engine has but one, the fly-wheel. It has no 
mass of partly burned fuel ready to give off heat and to go into a 
state of more energetic heat production by the opening of a damper. 
It has no heat stored in water, and no store of elastic vapour. The 
movement of ite governor orders the “ stoking” of a fresh charge of 
fuel, its lighting up, combustion, and steam raising, and in the frac- 
tion of a second the fuel is lighted, consumed, the steam it raises is 
used and discharged, and unless the governor again asks for it, the 
fire remains out. 

A consideration of these facts shows us that in the gas engine 
there is cut out a considerable duration of time between the shovel- 
ling on of fuel and the use of the steam generated by that fuel. 
This explains at once both the economy and the delicacy of thejgas 
engine. In the economy of nature the food of to-day may appear 
as muscular energy to-morrow, or it may be later. The 
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machine will run for hours on no fuel at all. It will run for days 
on less fuel than is represented by the energy produced. The gas 
engine is like what a horse would be that could not walk 10 yards 
without a nibble from its nosebag. This is not to argue that the 
engine is on wrong principles, but that the mechanical difficulties 
which hem it in are yet only incompletely solved. 


THE TELEPHONE SYSTEM IN LONDON. 
ConFERENCE OF LocaL AUTHORITIES 


On Thorsday afternoon of last week a well-attended conference of 
local authorities, convened by the City Corporation, was held at the 
Guildball, to discuss the question of the telephone system of London. 

The Lorp Mayor, in opening tbe proceedings, said he did not 
intend to take any part in the proceedings, for it was a subject be did 
not really understand, but he welcomed the local bodies outside the 
City to the Guildhall. 

After some preliminaries, Mr. A. C. Morton was elected to the 
chair, and said that was a conference of delegates representing the 
vestries and local bcards of the metropolis, convened by the Corpo- 
ration with tbe object of ascertaining the views of the local govern- 
ing bodies in London as to the cost and efficier ey of the London 
telephone service. Thirty-one boards and vestries, out of 41, as well 
as the City Corporation, had eignified their intention of sending dele- 
gates, and 25 of these bcdies had intimated that they had applied to 
the Treasury for an inquiry into the cost and efficiency of the tele- 
phone service in London, and all matters relating thereto. They 
were aware of the action taken by the Jate Commission of Sewers 
with a view to obtaining à cheaper and more efficient service. The 
late Commission, in 1895, after having ascertained the views cf the 
. telephone subscribers in the City, gave evidence before the Select 
Committee of the House of Commons, which inquired into the matter 
last year, but in consequence of the dissolution of Parliament the 
Committee had not sufficient time to report, and they recominended 
that another committee should be appointed in the next session to 
consider and reporton the evidence already taken, and, if necessary, 
to take further evidence. No action had, however, been taken. 
Having referred to the recent action before the Railway Com- 
missioners between the Corporation and the Post Office, the chairman 
said that the opinion of the Corporation was that the roads and streets 
in the metropolis belong to the people, and that they ought not to be 
given up to any trading company, unless under conditions which 
would protect tbe public. The Lord Mayor had handed him a letter 
о; he had received, and that he would ask the Town Clerk 

read. 

Sir Jonn Монскток then read a letter which the Lord Mayor had 
received from the National Telephone Company. This communica- 
tion, which was signed by Mr. J. S. Forbes, as president of the 
company, began with an expression of doubt that the announcement 
of the conference could be correct. If it should prove that it had 
been made on good authority, it seemed to the company that what 
was to be done was like inverting the natural order of things. But 
probably tbe real meaning was that the resolutions were only to be 
put when the conference had before it some reliable evidence. In 
any caee it was clear that the company was to be treated as de- 
fendants іп а suit, and it would only fair that they should be 
heard in the preliminary inquiries, and before being, во to speak, 
committed for trial. As president of the company, and in the interest 
of all concerned in the conference and its results, he desired to 
tender some points which he thought might be usefully borne in 
mind in any discuesion on the subject. His colleagues and himeelf 
would be the first to admit that the telephone service as at present 
conducted left much to be desired, not for want of will on the part 


of the company, but for want of those reasonable facilities at the 


hands of the local authorities, without which it was absolutely impos- 
sible to conduct the business with the highest efficiency. It was 
singular that in this matter London, generally so advanced, should 
lag behind Manchester, Leeds, and many of the other large cities and 
towns, in which the companies bad succeeded by agreement with 
the authorities in securing upon moderate and reasonable terms the 
necessary use of the streets for underground cables and wires, to the 
immense advantage of the users of the telephone, owing to the im- 

rovement in promptness and efficiency which had immediately fol- 
owed. It was true that in a few casessuch powers had been granted 
in disconnected portions of London. But apart from this, the com- 
pany’s network of wires, accommodating close upon 17,600 subscribers, 
existed upon sufferance, and was subject to constant interference 
and interruption by persons who, from caprice or other motives, 
inflicted heavy loss upon the company, and serious interference with 
the subscribers. Under such a condition of things, a perfect tele- 
phonic system was impossib'e. The letter went on to say that the 
recent inquiry held in Glasgow, raised points identical with those 
sought to be raised in London. That icquiry lasted 11 days, the 
cost to the company was over £4,000, to the Corporation it was over 
£3,000, and to a combination of would-be promoters of a competing 
system, nobody knew how much. They did not yet know what the 
report of the commissioner was, but it might be worth while to wait 
until his report was before entering upon another precisely similar 
inquiry. viog frankly admitted the present shortcomings of the 
service, Mr. Forbes desired to say something on the subject of 
charge, and in doing во, he would deal with the year 1897. The 
London area covered 609 equare miles, and the number of subscribers 
at the end of the year, was 17,371. The average subscription 
was £14 10s., equal to about 5s. 7d. per week, day and night, in- 
cluding Sundays. It bad been computed by the general manager 
that during the year there were 30,0,0,000 calls, involving as many 


answers, or 60,000,00) conversations, each aversging 200 words. 
Each conversation cost the subscriber about 1d. When it was taken 
into account that the company had to pay about 10 per cent. on its 
gross receipts for exchange business to Government, and was subject 
to heavy charges for wayleaves, he thought the charge of Id. a mes- 
варе was very small. Comparing this with the cost of Post Office 
telegrams, he found that the 73,000,000 messages sent—the total 
for the United Kingdom—averaged 7d., representing only 15 
words. In conclusion, Mr. Forbes said if the conference thought it 
expedient to appoint a committee as a preliminary to further action, 
the company would be ready to place at their service all evidence 
and information that their experience enabled them to offer. 

The CHaIBMAN: I am bound to вау that the answer to that letter 
is in thé second resolution. 

The letter was then laid on the table. 

Mr. Ropisson (Kensington) moved: That in the opinion of thie 
conference of delegates representing the Corporation of London and 
the vestries and local s in the metropolis, the present telephone 
service of London is both ioadequate, inefficient, and costly.” The 
position before them was that the Treasary had laid down that if the 
service was inadeyuate or inefficient it would grant an inquiry, and 


as they were sgreed that it was inadequate and inefficient, they had 


a perfect right to ask for an irquiry. 
Mr. MaTTBEW (Stoke Newington) seconded the motion. 
Mr. TRENNER (Holborn) said that Mr. Forbes ш admitted 


that the service was unsatisfactory, and so he had practically pleaded 


guilty, and should have no objection to being sent to trial. There 
were many complaints as to the lines; they were told the lines were 
engaged, and he aeked whether they thought the line was always 
engaged, or whether it was merely a flippant answer on the part of 
the girls managing the telephone. 

The motion was carried. 

Mr. Рлккноввт (Marylebone) then moved that: In the opinion of 
this conference an inquiry shold be held by the Treasury as to the 
cost and efficiency of the London telephone service, and all matters 
relating thereto, agreeably to the request of the local authorities of 
London.“ He had had a painful experience of the ne. His 
business brought him into relationship with Glasgow and Manchester, 
and other places, and he was told the charge was only £8 in some 
places. It was all very well for Mr. Forbes to try and hoodwink 
them that the average cost was only £14 10s., but the average business 
man paid £20 a year, and that was quite as mach as he should be 
expected to pay. He certainly thought they should have a service 
for £10 in London. 

Mr. Savory (Stoke Newington) seconded the motion, and referred 
to the time the company took to connect a new subscriber. | 

Mr. TRENNER called attention to the fact that two years ago oa 
the occasion of the great storm, the service completely broke down, 
but although many subscribers could not use their wires for two, 
and even three months, no reduction was made in the subscription. 

Mr. C. W. Taaa (Camberwell) said that having passed the first 
resolution, he did not see why they should not adopt No.2. If they 
were all to give their experience of the National Telephone 
Company, and the language they had used, he thought it would be 
preferable to put the question at once. The only people who could 
hold a proper inquiry into the matter was the ‚ and any 
person who wanted to give evidence could do so before them. 

Mr. Alderman SMALLMAN observed that while the 
threw blame on the National Telephone Company, Mr. Forbes threw 
all the blame on the local authorities, and it was therefore better to 


" have an inquiry by the Treasury. 


Mr. Км:өнт (Limehouse) thought it would be well for the com- 
pany to arrange at once not only with the City of London but with 
the whole of the metropolitan boards and vestries for the right of 
way under the streets, and the difficulty would then be ended at once. 

Mr. KIu BER (Wandsworth) asked whether it would not be well to 
suggest some remedy for the existing state of thi : 

The CHAIRMAN: I think the words all matters relating thereto 


' covers everything. 


Mr. KiMBER: Very well. I am satisfied. 
Mr. KxRSHAw (Shoreditch) said he would have liked to have heard 


something about the average charge of £14 10s. How that was done 


was by bringing in the private house charge of £10. 

Mr. Paton (Limehouee) said he had been a customer of the com- 
pany from the commencement, and having paid at first, £20, he now 
paid £17. He thought the Telephone Company were fools in 
own interest for not paying the vestries to allow them to lay ander 
ground wires. If they lowered the charge to about half they woald 
get double the number of customers, and the cost of working would 
ba little extra. 

Mr. Нлвккгл, (Hammersmith) said that the company allowed local 
lines of £10, but they could not speak to the City. 

Mr. VALENTINE (Poplar) gave the result cf some correspondence 
with the company which his board had had. Tne company oaly 
wanted to pay a few pounds for laying the wires underground, and 
consequently the board would not allow them to do so. : 

Mr. WaxvcorT (Paddington) said there was a much wider question 
as to whether the telephone should be municipalise d. He thought 
the rcsolution should be amended, somewhat in that spirit, whether 
it should not be municipalised either by the London County Council 
or by the vestrize. 

Mr. RIHARDSOR (Hampstead) rose to a point of order. He took 
it that the question raised by the speaker was not within the scope of 
the conference. | 

The Снлтвмах: The question, in my opinion, is entirely outside 
the scope of the conference. ; . 

Mr. Warcorr rose to speak again, but met with considerable inter- 
ruption, and refused to speak further. . 

‘he CHAIBMAN said they wanted a much larger inquiry in Londoa 
than in Glasgow. It might cost a little more money, but it was the 
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only way out of the difficulty. The Corpora 

the dog In the manger policy. They had said: “You can have our 
streets on terms and conditions which favour the public.” 

. 'The resolution was then carried. 

Mr. Dawny (Islington) said what had impressed him was that that 
conference had not been so much a conference of delegates of local 
authorities as of customers of the National Company. Every gentle- 
man seemed to attempt to use his powers as a trustee for the public, 
to enable him to get some private advan by means of the tele- 
phone. He said, unhesitatingly, that if the National Telephone 
Company had no statutory powers, the local authority had no power 
to grant easement. He said that was knowledge of 30 years of the 

litan ment Act. The local authorities bad the powers 
of surveyors of highways over the streets, and nothing more. He 
thought the company should get statatory powers, and then the local 
bodies could have the power of purchase after a fixed number of 
years. He moved—" That, inasmuch as the National Telephone Com- 
pany is not possessed of statutory powers for placing mains, pipes, or 
wires underneath the streets of the mopoa, the road authorities 
have no om right to permit the user of the streets for such a pur- 
рове, and that it is undesirable they should рок to give such per- 
mission until the interests of the public are duly secured by statute, 
as in the case of tramways and electric lighting undertakings.” 

Mr. GS (Greenwich) seconded the motion. 

Alderman SMALLMAN moved as an amendment :—" That, inasmuch 
as the National Telephone Company is not possessed of statutory 
powers for placing mains, pipes, or wires underneath the streets of 
the metzopolis, it is undesirable that the local authorities should give 


. such permission until the interests of the public are duly secured by 


statute, as in the case of tramways and electric lighting undertakings, 
and subject always to the previous consent of the authorities." 
Col. Pronyx (Strand) seconded the amendment. 


Mr. Tapp (Fulham) observed that suburban shes were worse 


off for telephonic communication than small villages in New 


Zealand. 
Mr. Taaa said it was simply a waste of time to discuss ће ques- 


tion whether the local authorities had poner to allow the Telephone 


Company to take up the streets, for if t 
Post Office had. 

The amendment was carried. 

It was agreed that copies of the resolutions be forwarded to the 
Treasury, the Corporation of London, the London County Council, 
and the vestries and local boards of the me lis. 

Mr. Parox moved a vote of thanks to the Corporation of London 
for calling the conference, and the procee dings closed. 


ecompany had no power, the 
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INI Practioat ОрЕвАТІОН or МотЛ1РНАВЫ Cunnenrs. By T. 


Hawnts, Member. March 14th, 1898. 
An electrical transmission of power plant may be divided into 


. three main rections, viz., generators, motors, and line. In de- 


scribing or inspectingisuch ‘a plant, one naturally starts at the power 
house. | 


Ета. 1.—1, 000-H. P. 3-PHasz GENERATOR CONSTRUCTED BY OERLIKON COMPANY. 


A multiphase generator is an alternating current dynamo, having 
its armature conductors grouped in such a manner as to give over a 
two-phase system two distinct currents differing 90° in phase. A 
three-phase gi nerator would have its armature conductors arranged to 
give three currente differing 60° in phase. 


tion bad never played 


For power plants where the distance between the generator and 
the various motors is not too great, and permits of a low pressure 
system being used (say 200 volts), a generator with a revolving arma- 
ture makes a cheap and efficient type of machine. Where, however. 
the electromotive force exceeds 500 volts, it is better to have the 
armature stationary, which allows of increased facilities for securing 
and maintaining the insulation necessary for high voltages. In this 
case the field magnet is made to revolve, and the exciting coil or coils 
need not have a diffi rence of potential exceeding 100 volts, even for 
very large machines. 

The generators in use for the different plants described in this 
paper are of the “Inductor” type. This is undoubtedly a more 
mechanical piece of machinery than either of the foregoing. Its dis- 
tinguishing features are that all windings are stationary, being fixed 
securely to the main frame, and that there ar^ no brushes or sliding 
contacts whatever, the only revolving part of the machine being the 
iron or steel inductor. The armature consists of two laminated iron 
rings, enclosed by a cast-steel frame. This frame serves both as a 
support and as a magnetic path between the two laminated rings. 

As will be seen from fig. 1, sufficient space is left between 
the two laminated rings for the insertion of the single exciting 
coil. The armature conductors are embedded in holes close 
to the inner circumference of the laminated rings. To prevent eddy 
ae the pole pieces of the inductor are made ap of laminated 
iron strips. 

„А multiphase induction motor has two distinct electrical circuits, 
vis, the primary and the secondary. The primary circuit, when 
supplied with multiphase currents, prcduces a rotary magnetic 
field. The action of this rotating field is to induce in the secondary 
circuit currents of low potential. It is the reaction between the 
rotating magnetic field and the induced currents in the secondary, 
which sets up a torque giving the required rotation. Hither the 
primary or secondary can be designed to revolve. 

If the primary circuit were made to revolve it would be necessary 
to fit it with sliding contacts, во as to connect it electrically with the 
feeding circuit. 

One advantage attained by this method is, that it allows of easy 
insertion of a starting resistance into the circuit of the secondary ; 
but as there is no difficulty experienced in inserting а resistance іп a 
rotating secondary, if required, it is better to fix the primary and 
dispense with the sliding contacts. The stationary element is 
generally spoken of as the stator, and the revolving element as the 
rotor. 

It is now the usual practice to have the primary or inducing cir- 
cuit stationary, and to allow the secondary to revolve, so as to take 
advantage of the very low potential at which the currents are induced 
in the secondary circuit; also, because the circuit in this part is en- 
closed on itself, and is independent of the feeding circuit. 

Small motors up to 8 or 10 H.P. are switched into circuit directly 
from the mains by means of an ordinary three-pole switch without 
the use of any resistances ; but for larger machines, it is advisable to 
use starting resistances, either in the stator or rotor circuit, otherwise 
excessive current will be taken from the mains. 

For large motors, not requiring to start against a heavy load, 
starting resistances can be used in the stator circuit. These re- 
sistances may be of two kinds: either inductive, known as automatic 
transformers, or non-inductive, which may be either liquid or 
metallic. 

The maximum torque of a motor having a 5 short-cir- 
cuited rotor, i e., a rotor which is not connected to an outside resist- 
ance is obtained when its full electromotive force 
is across the stator. If, however, the motor is not 
called upon to develop its maximum torque, a lower 
torque can be obtained by reducing the electro- 
motive force across the stator tsrmiuals to such a 
point as will give the necessary strength of field for 
the required torque, the object of this being to 
reduce the starting current to & minimum and still 
enable the motor to get away. 

The auto. transformer is of simple construction, 
and is similar to the “economy coil” used in alter- 
nating current arc lampe for obtaining a reduced 
voltage across the атс. 

As an example, we will suppose the motor is 

designed to work on a 200-volt circuit; the trans- 
former is divided into four parte, giving 200, 175, 
150, and 100 volts. The motor may be connected 
to any one of these four voltages. We will assume 
it gives the required torque at 150 volts; a throw- 
over switch is required, one side of which is per- 
manently connected across the 150 volts, and the 
other side acrces the maximum voltage of the cir- 
cuit. To start up, the switch is put on the 150-volt 
side,and when the machine has attained its normal 
speed, it is thrown over to the 200-volts side, the 
automatic transformer being at the same time 
thrown out of circuit. 
М If а liquid resistance is used, it is made sufficiently 
large to prevent a sudden rush of current when the 
circuit is closed. The plates are then lowered into 
the liquid until there is sufficient electromotive 
force across the stator to start the machine. When 
the machine has attained its proper speed, this re- 
sistance is entirely cut out. | 

If it is necessary that the motor shall develop its 
maximum torque at starting, it is obtained by inserting a resistance 
in the rotor circuit. See fig. 2. 

A starting resistance of this description is necessary, for the fol- 
lowing reason :— When primary current is switched on, the rotary is, 
of course, at rest, and the lines of the rotating field are cutting the 
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rotor conductors at a maximum rate, thereby inducing very large 
currents in the rotor, which has a very low resistance. Tnese reduced 
currents in turn re-act on the stator field, and weaken it. 

To obtain the greatest torque, we must keep up the strength of the 
stator field, and this is got by introducing resistances into the rotor 
circuit, Of course, the result of introducing ths external resistance 


is to check tbe currents in the ro‘or, and so prevent them from unduly 
overpoweriag the stator fi-ld. 

There is a certain resistance which allows the exact amount of 
current in the rotor to obtain maximum starting torque. The starting 
resistance should, however, ba designed with resistance in excess of 
2 » as to prevent too great a current in the line when closing the 
circuit. 

This variable resistance is connected in the rotor circuit ia a three- 
phase motor, through three slide rings; the winding of the rotor 
and of the resistance box being in three circuits. This resistance 
is gradually switched out while the machine is running up to its 
normal speed. When this speed is attained, the resistance is short 
circaited and the three brushes lifted. The motor is now runni 
quite free, without any sliding contacts or resistances; and for 
constant-speed machinery these slide riogs are only used for 
starting up. 

I think Т am right in stating that there is a much larger demand 
for constant-speed motors than for motors with a variable speed. It 
certainly is more economical to run the machines at the speed at 
which they are designed to give their maximum efficiency, and obtain, 
if possible, the variations by mechanical methods. Of course, this 
cannot always ba done. | 

І have described to усо the three ways which are commonly used 
for starting up multiphase motors. Motors up to 10 H.P. to be merely 
switched into circuit without resistance; motors of larger віт зв 
requiring to give, say, twice their normal running torque at starting, 
to be switched in with the resistance in stator; and motors above 10 
H. P., requiring to develop their maximum torque, to be fitted with 
ng contacts, these sliding con*acts to be used for stariing purposes 
only. 

Now, in a power plant calling for ап aggregate of, tay, 300 НР. 
in motors, it is likely that only a small number would be irequired 
to develop their maximum torque, and these could be supplied with 
a starting arrangement and slide ring. 

We can suppose there are 20 motors below 10 H.P. absorbing & 
total of 130 H.P., four motors of 15 НР, with automatic trans- 
formers, two motors of 30 H.P., and one motor of 50 H.P., with slide 
ringe, making in all 27 motors, three of which would be fitted with 
slide rings. 

Here is a fairly large installation, requiring only three starting 
boxes amongst 27 motors, 24 having no sliding contacts whatever, 
and three having sliding contacts in use for starting purposes only. 

If this were & continuous current installation, there would be, to 
begin with, 27 boxes; and to compare the motors, there would be 27 
commutators, and about 150 carbon brushes and brush-holders. 

The stator we may consider as corresponding to the field magnet 
of a continuous current motor. Both can bs made reliable, and, 
as a rule, give little or no trouble. But it is to the merits of the 
rotor I particularly wish to call your attention. It is minus the com- 
mutator, brushes, and intricate brush work, and instead of taking 
the full potential of the circuit it has a difference of potential of only 
a few volte. f 

It is simply a laminated cylinder, with holes round its periphery, 
in which are placed solid rectangular bars connected at either end by 
а copper or brass casting, as per fig. 3. 

The only part which has any insulation at all is the conductor, which 
has a light covering of tape, and this is only put on to confine the 
induced currents to the copper. Tais insulation gives a slightly 

efficiency, but should it fail the motor will still work, as the 
bars are already purposely short-circuited at certain points to the iron 
8 pports of the rotor. 
ig. 9 shows a rotor in which these bars are bolted directly to the 
end rings; no solder is used. The bolts have split spring washers 
under the nuts to allow of expansion and contraction of the metal, 
and still keep good contact. I may say that this particular rotor is 
one constructed by the Westinghouse tom gr 

You will notice, too, that there is no for any bindiog wires or 
string. Not only is this part of the machine simplicity itself, but 
we have dispensed with comparatively high voltages, and as the 
machine is commutatorles and brushless, we can, once and for all, 
dismiss from our minds any anxiety as to sparking, even with sudden 
o-erloads, as sparking cannot occur unless the circuit of the primary 
or secondary is forcibly broken. The only limit to output is the 


heating of the stator on continuous overload. Wear and tear is 
reduced to the friction of the bearings, and as long as these get their 
proper supply of oil, the machine requires no other attention. 

As an example, the multiphase motors at the General Electric 
Company's works, at Manchester, are only inspected once a month, 
and then only for the purpose of supplying fresh oil, if , 

The constant speed multiphase motor isa good regulator. Between 
no load and full load for an average size machine, the variation of 
speed is about 4 per cent. 

The speed at which the motor runs depends u the of 
the rotating field, and the speed of the rotating field is controlled by 
the number of the stator poles and the frequency which is being 
in the installation. 

At this point it would be as well to state that one cannot lay down 
a general law as to what frequency is best. As а rule, for motor 
work, it isnot more than 60 cycles, The frequency is one of the two 


Fic. 3. 


factors which control the speed, and it depends in a great measure on 
the class of machinery which is to be driven as to what is the best 
frequency to adopt. One would be inclined to keep it as high as 
possible, so as to down the weight, aud therefore the price of 
the machine, as the speed varies directly as the fr: quency. 

For instance, a motor giving 10 H.P. at 60 cycles and 1,150 revo- 
lutions per minute, would, at 60 cycles, run at 575 revolutions per 
minute, and give only 5 H.P. 

The other way of decreasing the speed of the motor is to increase 
the number of stator poles; but this is not usually done, as to have 
too large a number cf poles means great leaksge, and, ав a rule, the 
motors are, in the first place, деши with the maximum number of 

les compatible with high efficiency. 
"1 have Len that aep ean. generator need have no rotating 
windiogs at all; the only rotating part being а steel or iron casting. 
This reduces the attention and upkeep to a minimum, and I may here 
state that some installations which have been running in this country 
for two years, have, as yet, required no repairs whatever, and are 
practically as good to-day as the day they were put in. 

(To be continued.) 


————R 


THE RELATIVE IMPORTANCE OF CENTRAL 
STATION LOSSES. 


A Few sentences on the above subject are to be found amo 
the editorials of the Electrical World of New York, d 
January 29:h. They point out in a brief and lucid manner 
what often escapes attention, namely, the relative importance 
of lo sat the lamp terminals, for instance, as compared to 
the loss in the boiler room. 

Bad firing or loss of heat by the chimney simply repre- 
sents a waste of fireman’s wages and coal. Then are tr 
the losses dus to condensation in steam pipes and cylinders, 
which involve in addition to these increased boiler capacity 
to supply them; in turn, the losses in dynamos, maips, 
fittings, &c, are followed, each involving a corresponding 
increase of plant, until the lamp: are arrived at. 

It is not only astonishing but positively alarming, when 
one fully realises that the loss in efficiency in the lamps 
requires a proportional increase in boilers, engines, gene 
ratore, mains, transformers, feeders, as well as wages for at- 
tendance, and also augment the losses in every part of the 
system where increased load means increased loss. Our oon- 
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temporary’s remarks end here, but we think they could have 


been carried much farther. In addition to all the above, we 
have to provide increased capital expenditure in plant, build- 
ings, mains, increased rates, rents and taxes, increased 


сеа repairs, reserve and maintenance. 

he gentlemen who spend their time in securing every 
oustomer in every town where electricity works are 
established, and who often flourish oertain letters on 
their cards which should guarantee their technical abilities, 
would do well to remember these facts. They should be 
most useful to the seller of a really good high efficiency lam 
and it would be worth bis trouble to demonstrate to the engi- 
neer in charge of the electricity works in the towns he visits 
the trath of his assertions. We have generally understood 
from the gentlemen referred to, that their lamps were of the 
highest efficiency’ in the market, and а halfpenny cheaper 
than any other, and the halfpenny cheaper often sella the 


mp. , 

11 would afford an instructive cvening's entertainment to 
many central station engineers to quietly think over what it 
means to them ; the better and more efficient the lamps cor- 
nected to his system the greater namber he can supply with 
a given plant. 

When he recollects how many tight squeezes he has had 
to “ get over the peak, he will, perhaps, appreciate what it 
e have done for him had all his lamps been of the highest 


ciency. 
The generation and distribution of electricity has been 
to a всіепое, and it is unfortunate, in one sense, that 
the suppliers of electricity have no control of that part of 
their system most remote from the generating mediums 
where losses tell most heavily in proportion, namely, in the 
consumers’ lampe. It follows that two towns similarly 
situated as to coal, water, and class of consumer with plants 
identical, way from the fact that bad and inefficient lamps 
are used in one case and high efficiency lamps are used in 
the other show totally different results, and the true reason 
never be suspected. Little continuous wastes mount up to 
large sums when added up at the end of a year. We have 
known cases where the stopping of several small leakages at 
joints in the steam pipes has resulted in an appreciable 
owering of the coal consumption ; while the coveriug of the 
front of a boiler with non-conducting material and the 
stoppage of leaky glands have had the eame effect. 

True, these gains were small, but they were continuous 
and in time told up. Although the loss due to inefficienc 
in an incandescent lamp is small, yet it is taking place all 
the timé the lamp is burning, and the number of lamps oon- 
nected to the system being necessarily large, these infini- 
tesimal losses soon mount up to a respectable amount, and 
begin to make themselves felt. 

The losses in every step of the transformation proces, 
from the latent chemical energy of the fuel to the light 
emitted from the lamps have been well thought out, and 
means taken to reduce them as much as ible; there are 
losses, however, which come under other heads, and the rec- 
tifying of which does not come under the control of the 
engineering staff, or we think they would be soon non- 
existent. | | 

We refer to an item which might well come under the 
heading of wastes, for it no doubt influences, perhaps uncon- 
sciously, the efficiency of the whole system. We refer to 
the frequent changes taking place in the engineering staff. 
The man who puta coal on the fires, and the man who oils 
the bearings, are well paid for their labours; the policy being 
to get the best skilled labour in these departments, and to 
make the men contented with their ports, and thereby provide 
against their leaving. 

Look a little higher up, and what do we find? Men who 
have spent years, and perhaps much monty, to gain the ех. 
perience neceseary to enable them to fulfil the шашу and 
varied duties called for, and on whom the responsibility 
of the working and management of a most expensive 
plant, in many cases running into eir figures, receiving 
woges, for we can scarcely call it salary, about equal to а fore- 
man in a foundry, ог a shopwalker in a dreper's shop. We 
repudiate the idea that insufficient remuneration affects the 
performance of duty, yet we cannot help thinking the many 
ohanges we see week by week of engineers leaving one town 
to go to another when a slight increase of salary is attached 
cannot but have a detrimental effect on the economy of the 


system. In many cases we see men drifting right away into 
other channels where their experience commands more 
remuneration. 7 DE 

It surely holds good that if a skilled workman is to be 
made contented with his job and his services permanently 
secured, he must be suitably paid. The engineers should 
have a like consideration extended to them, and until this is 
done we feel sure that there will always be present a waste 
which has only one cure. 

The man who has to give np social life, practically, if he 


does his duty, and devotes the whole of his time atten- 
tion to the duties of his office, cannot possibly do it 


complet justice if his mind is constantly occupied. with the 
эел a working of his household plant, if the term may 
used. 


ELECTRICAL DRIVING _ 


Мв. BAWORTH continues the correspondence in Engineering 
anent electrical driving, and assures Mr. Hirschmann, of 
whose letter we have already spoken, that 85 per cent. 
«ffi siency between indicated and (lectrical H.P. is not over- 
stated, and claims that electrical engineers have ample proof 
that this can be attained and surpassed. He gives examples. 
A Holmes dynamo and Willans engine of 200 Н.Р. tested, 
by Prof. Kennedy, showed 85:7 per cent. in 1893.. A 
Bellies-Orompton set of 200 Н.Р. at St. Panoras, tested 
by Prof. Robinson, gave 88:5 per cent. A Univereal 
engine driving a Mo-dey alternator, was tested re- 
cently by Messrs. Kincaid, Waller & Manville to show 
88 per oent, and inoluded the power to drive sir 
pump and exciter. Mr, Raworth points out that he allowed 
65 electrical horae-power to produce 60 mechanical horse- 
power, so that he allowed 74 per cent. loss on transmission 
and conversion at the motor—a narrow margin, it is true, 
but not too small if motor making is taken up with serious 
spirit. Eoglish made motors are, however, far too costly 
to permit of favourable comparisons with line shafts on the 
score of first cost, but American motors are now less 
than half the price of English motors of two. or three years 
back, and great improvements may be looked for in this 
direction. ЖИ ы 
Mr. Raworth wants to make a national saving of 80 per 
cent. in fuel, and he does not doubt even the cotton spinner 
being able to see a profit and an advantage in ridding him- 
self of belt, and of till smoky chimneys. ` He. suggests that 
electrical engineers may eit still if they choose, and watch 
the development abroad and in America, but he throws 
doubts upon the cordiality of the gre«ting of our grand- 
fathera in the dim hereafter. This is very funny—“ the 
dread of something after death,” is to stir us now to en- 
terprisea of great pith and moment." Three cheers for 
our grandfathers. But seriously, electrical engineers, and, 
indeed, all other engineers may wisely take Mr. Raworth 
in all seriousness. The cheapness of gas in this country has 
been a commercial set-back to the electric light industry, the 
excellence of our common roads has been againtt tramways 
of any kind, and not merely a bar to electrical progress. 
Moreover, the vested interests are во great ina mttled old 
country, that it is difficult to get echemes taken ор. We 
venture to say that, if new ventures in America demanded 
the same amount of preliminary energy to get them into 
shape that is required in old countries, the progress would 
be as slow as it is here, and Englishmen have not been idle 
even if they have not mush torhow. At the same time there 
is no harm done in reminding them that «ffort must bs grest 
and persistent. The mechanical work can be done if. only 
it oan be got to do. The difficulties are those incidental 
to any old-established country in which there are alter- 
netive methode, People who prate so very much of the 
American progress in electrical traction have failed to note 
that America has no common roads as we unden tard them. 
There may be cart tracks here and there, but the country is 
too new and too vast to have built 4 syetem of good roads. 
For the American post сое to carry on a parcel post by 
horse traction on the common roeds, as is done here, would 
not be possible. Comparatively speaking, America has a 
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very small mileage of railroads, and obviously the electric 
line has a larger and freer field for its growth than we have 
a аш closer network of steam railroads as well as common 
гоа 1 

But there are fields to be tilled abroad—in India and in 
Obirs. In the latter country there must be a gradual leaven- 
ing of returned Coinamen from California and Australia who 
are ready to ride on а car, and are in a position to expound 
matters to the stay-at- homes. China as a merket ought to 
be preserved, or where are our engineering financiers to find 
play for their energies in the near future, bfore Africa is 
better developed ? | 
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NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS.—1998. 


[Compiled expressly for this journal by W P. Тпомреов а O^, 
Electrical Patent Agents, 322, High Holborn, London, W C., to whom 
all inquiries should be addressed. | 


- 5,501. “Improved apparatus for regulating the pressure on 
electric mains chiefly in connection with storage batteries.” J. 8. 
Н:анківгр. Dated March 7th. ; 

5,533. “Improvements in electric high and low tension fuse-beads 
for ae purposes" W. A. Marson and S. R. Marson. Dated 


5,544. “ An electric fog-signalling apparatus.” J. Woops. Dated 
March 7th. | 

5,550. “Improvements in and connected with dynamo electric 
machinery." М. T. Рїсквтомв, B. S. Portum, and A. C. PEEBLES. 
Dated March 7th.. ( Complete.) | 

5,560. “ Ап improved holder for carbon and other brushes for 
electric motors, dynamoe, and the like." A. L. AnuSTROHd. Dated 
March 7th. | | 

5,571. “Improvements in or connected with the application of 
electricity to marine propulsion.” W. T. Cantus, JOHN A. DAWSON, 
acd T. Gray. Dated March 7th. 

5,584. “Improvements in switches for electric glow lamps.” A. 
B. KIS TRrrZz. Dated March 7th. 

5,590. Improvements in microphones.” A. H. Вкогр. Dated 
March 7th. 

5,598. . in electric arc lamps.“ 8. BERGMANN. 
‘Dated March 7th. | 

5.644. "Improvements in electric lamps for photographic and 
similar purposes." W. О. Ооввін and G. E. Јонивтон. Dated 


5,663. ‘Improvements in metallic conductors for protecting 
electric wires and cables" P. C. MIDDLETON and F. Huaarns. 
Dated March 8th. | | | | 

5,672. “ An improved electrical safety lamp for miners" Н. Н. 
Laxe. (О. Siedentopf, Germany.) Dated March 8th. (Complete.) 

5,680. “ Improvements in My 58 speaking tube and like re- 
ceivers." H. А. Сотмовк. Dated March 8th. 

5,686. ‘Improvements in and relating to dynamo-electric ma- 
chines and electro- motors.“ 8. G. Baown. Dated March 8th. 

5,693. “Innovation in electric lighters (pyrophore). W. von 
ZaBERN. Dated March 8th. | 

6,703. “Improvements in electrodes for secondary batteries or 
. accumulators.” Н. Pieren Firs. Dated March 8th. 

5,704. "Improvements in electrodes for secondary batteries or 
acoumulators.” H. PrEPEBR Епа. Dated March 8th. 

5,705. "Improvements in the manufacture and production of 
et for secondary batteries." H. PigPER Furs. Dated March 

5,729. Improved apparatus for the electric ignition in internal 
combustion engines." R. A. Mires. Dated March 9th. 

6,750. “An improved form of automatic transformer switch.” 
J. E. M. SrEwaRT. Dated March 9th. | 


5,783. "Improvements in electric tram and railway systems." 


W. C О. HawravgE. Dated March 9th. 

5,806. "Improvements in the manufacture of metal bases for 
electric incandescence lamps.” H. H. Laxs. (La Compagnie 
General des Lampes a Incandescence, France.) Dated March 9th. 
(Complete.) 

5,810. ''Process for making an electrical conductor and an 
insulating body of tar asphalt and the like materials.” W. P. 
Tompson. (A. Lessing, Germany.) Dated March 9th. 

5,823. “Improvements in and in connection with underground 
conduit electric railways.” E. HEvr-Dr.. Dated March 9th. 

5,830. “Improvements in and in connection with incandescent 
electric lamps.” E. HRTI- Dla. Dated March 9th. 

5,863. "Improvements in incandescent electric lights and in pro- 
cesses therefor.” W. L. VOELKER.: Dated March 10th. (Complete.) 


5,912. “Improvements in electrical galvanic batteries.” G. Lavna. 
Dated March 10th. ( Complete.) | 

5,984. “Improvements in conduits for electric conductors.” J. J. 
Bats. Dated h 10th. (Complete.) | 

5,950. “Improvements in or connected with the application of 
electromotors to propulsion.” W. T. CARTEB, J. A. Dawson, and 
Т. Gray. Dated March 10th. 

5.959. Improvements in guards for flames or fragile objecta, such 
as incandercence lamps, glass globes, &c.” H. N. Moopy and А.Т, 
Davis. Dated March 11th. = Aa 

6,014. “The springless contacts bayonet holder for electric 
incandescent lamps." L. BzETGUES. Dated March 11th. | IB. 

6,022. “ Improvements in primary, voltaic, or galvanic batteries.” 
P. Larandon and E. DRourT. Dated March 11th. 

6,024. “Improvements in and relating to conduits for electric 
cables.” W. Syxes. Dated March llth. — 3 

6,025. “Improvements in and relating to draw and junction 
boxes for electric mains" W. Sykes. Dated March 11th. | 

6,026. “An electric drill.” R. J. CROwIIr and О. Н. Parsrox. 
Dated March 11th. | 

6,028. "Improvements in the method of and apparatus for the 
electro-deposition of metals." J. Hortoway. Dated March 11th. 

6,032. ‘Improvements in electrical or electro-magnetic thera- 
peutic apparatus.” О. WaBATEKA and E. Sacus. Dated March 11th. 

6,039. " Improved apparatus for electro-plating and polishirg 
various small articles.” A. E. Honsy. Dated March 11th. 

6,044. “Improvements in secondary batteries.’ A. WERNER. 
Dated March 11th. 

6,049. “Improvements in electrical measuring and indicating 
apparatus.” A. U. Атооск. Dated March lltb. | 

6,058. “Apparatus for transmitting motion to a distance by 
means of electrical energy." Siemens Bros. & Co., Lp. (Siemens 
and Halske, Aktien Gesellschaft, Germany.) Dated March llth, — 

6,108. “ Movement mechanism for electric apparatuses.” P. 
RicHTEB and T. Wem. Dated March 12th. | 

6,109. Improved electric arc lamps." Р. RromTER and T. War. 
Dated March 12th. | 
- 6110. “Improvements in blades for electric current’ collectors.” 
P. Rohr and T. Меп. Dated March 12th. 

6,1135. ‘Improvements in electric incandescence lamps.“ W. 
М№авквт. Dated March 12th. | 

6,145. Process for hardening and rendering tenacious the active 
mass of electric accumulators.” R. vow Ваввт. Dated March 12th 
(Complete.) fe <u 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any of . these Specifications may be obtained of Messrs. W. P. 
TmoMPSON & Co. 823, High Holborn, W. O., price, post free, 9d. 
(in stampe).] З 


1897. 


16,579. Process of electro-glazing tile sections to form a plate 
for windows and the like.“ J. M. Ewzw. Dated September 4th, 
1897. This relates to electrolytic processes and devices applied par- 
ticularly to securing tile sections of matic glass in the metallic 
frames intended therefor. In mounting prismatic glass sections, to 
form an entire sheet of glass for a window, such sections are 

in a frame-like conrtruction of thin metallic strips, which is immersed 
in an electrolytic batb. The current being applied, there will bean 
electro deposit along the metallic strips and between them and the 
glass sections, until finally a complete frame is formed and the glass 
or tile sections are secured together in one sheet. As frames and 
window openings are usually of great size, it is necessary to have a 
solution of very great depth in the tank; compressed air is forced 
through lead pipes at the bottom of the tank, which keeps the solu- 
tion a uniform density, and thus stops all tendency towards irregular 
deposits on the foundation cathode skeleton frame between the 
lenses. 3 claims. 


16,629. “Improvements relating to conduits for electric oon- 
ductore" Н. E. Newton. (The American Silesc Company, of 
39-41, Cortlandt Street, New York.) Dated September 4th, 1897. 
Tbis relates to improvements in conduite for electrical purposes 
with the object of providing a metallic race-way for the reception 
of either bare or insulated wires. The race-ways are constructed 
and the conductor may be drawn through them and consist ofa 
suitable metal which is capable of being bent without breaking. 
They are made in lengths to correspond to the sections of a conduit 
in which they are located. They are packed at suitable distances 
apart from one another and from the interior wall of the conduit 
by means of powdered silesc; it being found that pure sileec 
has no tendency to absorb moisture, is a non-conductor of heat 
and is at the same time a perfect non-conductor of electricity. 
Wads of mica are provided at the ends of the adjacent sections 
of conduits and sre snugly fitted around the race-ways and be 


‘tween the race-ways of the interior walls of the conduit, and pro- 


vided with corresponding receding and projecting portions at the 
adjacent ends of the race-ways, for the purpose of breaking joint and 
to cause the adjacent faces of the wads to impinge agsinst each 
other when the ends of the conduit sections are forced together. To 
connect these sections of conduit their ends are screwed on the out- 
side and they are joined by a coupling nut. 5 claims. 
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TRANSPORTATION. 


IN his address to the Society of Engineers, Mr. W. Beau- 
mont made a statement pregnant with meaning. Here is 
part of it :—'* We are using old machines, of which two аге 
required to do the work of one new one, and we go on 


driving them, and the shafting for them, year after year, 


making very small instead of larger profits, and thus invest- 
ing what profits we do make in things one-tenth as pregnant 
with dividends as investment in the proper plant for the 
works that made them would be." This statement is ex- 
panded in various ways—mill owners, for example, paying 
double for coal, because an engine and boiler must not be 
thrown away for no better reason than that they will run 
another 20 years, and men are constantly refusing to renew 
plant that will return a 10 per cent. saving, though they will 
invest money as savings at 3 per cent.  Confining his 
remarks in & narrow channel, Mr. Beaumont referred more 
particularly to the millions thrown away annually for lack of 
roads and means of transport. 

The importance of transport is evident, when it is remem- 
bered that our railways have cost over a thousand millions 
sterling. Transportation, indeed, is a factor in the value of so 
many material things, which, indeed, frequently have no 
value except when far removed from their place of origin, as, 
for example, coal. To-day it often costs more to send goods 
from place to place by rail than it did by horses on the com- 
mon roads, and is it not a disgrace that the Post Office finds 
it cheaper to use horse vans on the road than to submit to 
railroad extortion for parcel carrying. 

It costs 93. 6d. per ton to send goods the 35 miles 
between Manchester and Liverpool by rail. It can be done 
by horse traction for 88. 6d., and by road traction engines 
for 28. 11d. to 38. 6d. per ton. But the roads would be 
ruined by such carriage of 15,000 tons weekly, and this is 
only one instance of the need of better facilities. But there 
are wanted more transportation facilities in other places, and 
the time has now come for the engineer to improve his own 
works. Improved roads would admit of better vebicles, and 
woald give rise to new industries in motor cars. Railroads 
sprang upfrom faulty roads. To-day roads are no better than 
some of those made by the Romans, and we admit this by 
laying metal rails and admit tramcars upon these to the 
d-triment of every other form of street vehicle. Two horses 
can haul on a tramway 42 passengers against 26 in an omni- 
bus, and so we allow our roads to be epoiled by grooved rails 
We refuse to make a good road all over, but convert our roads 
into poorly managed railroads. 

All possible underground and overhead means of travel in 
London are overcrowded, and it is now a first necessity to 
improve the ordinary roads. To do ів, the light vehicles 
must evidently accommodate themselves to the roads that 
will stand the wear of the heavier vehicles of, say, 2 tons per 
axle. This is easier done than to make a road to stand the 
wear and tear of horses. The need is for better and more 
durable surface and substratum, and better methods of main- 
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tenance and repair, and a general minimising of the gradients. 
Axle load can be dealt with by using more wheels, во that 
tyres of yielding but good wearing material may be employed 
in place of steel edge runners. We need not dilate on the 
folly of constantly tearing up roads to get at pipes and other 
things. The subway, as in Northumberland or Shaftesbury 
Avenues, is too obvious an economy to require any emphasis. 
Macadam roads are not made as they should be, nor attended 
after making as they ought to be, to keep them up to the 
mark while the new surface is consolidating. 

Road metal ought to be much more finely broken. 
Referring to the great economy of man's time effected by 


railroads, as compared with the old coach system, it is said 


there are still 106,000 horses at work in London alone. They 
are pounding the streets to pieces, and doing double the 
destruction of iron-shod wheels, and they are also the cause 
of much traffic of food, &c., some 20,000 tons a week in 
fodder and food alone, while an army of scavengers with 
carts and other horses are required to clean up after them. 

At least one-third the total vehicular space is represented by 
the horse. Abolish the horse, and the streets at once become 
50 per cent. larger, and many street blocks would be avoided. 
This is quite apart from the loss due to stoppage of streets 
for repairs due to the pounding of hoofs. From one to two 
hundred millions sterling spent on our roads would be an 
economy. The resistance of а railway per ton is 6 to 12 lbs. ; 
for a tramway, 15 to 40 lbs. ; on a good road surface of best 
quality, 25 to 30 lbs.; on good macadam, 38 to 60 lbs., and 
so on to 140 lbs. for gravel. Thus, a horse’s efficiency on 
asphalte is double what it is on macadam, and so on. 
Similarly the resistance due to gradients is enormous, and 
jumps from, say, 45 lbs. on the level for good macadam, to 
157 lbs. for a slope of 1 in 20. Yet many gradients are 
1 in 8, or 1 in 10, which latter would demand 269 lbs. per 
ton. It is these gradients which make a motor vebicle 
d^mand a 16 Н.Р. motor, where one of 3 to 4 Н.Р. would 
guffice. | | 

There are 1,200,000 draught horses in the country. Assume 
only 500,000, however, at £30 a year each for food and 
lodging, at least a third might be dispensed. with, and save 
the country £5,100,000 a year, or, capitalised, £170,000,000 
at 3 per cent., which is, therefore, what might be epent on 
the roads at a low estimate to save one-third of the horses 
employed. | 

As regards tramway traction, Мг. Beaumont seemed to 
favour steam motors or gas, because at present the Serpollet 
cars of Paris, and the Blackpool gas cars only cost about 
41d. per car mile and electricity costa 6d. But he thinks no 
small tramway can succeed properly. Tramways ought to 


be worked by powerful companies, as is now being done for. 


electrical: traction, when, perhaps, steam and gas systems 
may succeed. | 

We fancy Mr. Beaumont io this has not taken into 
effect the rapid acceleration which electricity makes possible 
and the economy of time thus secured. The general trend 
of his remarks may be summed up as a call for better road 
surfaces, so that road motor vehicles could be used, and 
easier gradients. He might have added a special word of 
commendation of our early railroad engineers, who aimed at 
directness and as close an approximation to levelness and no 
gradients as possible. Few know what is being saved by 
George Stephenson's determination to make the locomotive a 


success. He never over-rated its powers, but built huge 
embankments and made heavy cuttings so that it might havea 
level road. 

We do not know if it is wise for an engineer to neglect 
finance altogether. It may save the labour of many horses 
to spand millions on the roads; but the man who has no 
horse would object to pay a sovereign for road tax, in order 
that his neighbour, who has horses, may save, Bay, £30 a 
year. There is clearly something to be urged against the 
abolition of the old toll gates, which, at least, taxed users 
directly. Mr. Beaumont's paper is suggestive. It is a little 
unpractical, but presidential addresses are perbaps better 
when not too closely argued. The subject of good roads is 
a very wide one. From the socialist standpoint their im- 
provement could be undertaken, for no doubt large expen- 
diture would return good interest to the community at large. 
But socialism is not at present within the range of practical 
politics, simply for lack of the only single essential to 
success, to wit, absolute fair dealing. With no horses, and 
with all tyres of suitable width for their loading, and of soft 
material, there is an evident perfection of road surface 
to-day possible, which would have great durability, for there 
would be no grinding wear. Such roads would imply an 
immense motor car irdustry. Doubtless this was the thought 
underlying the address. 


In a recent issue of the Globe attention 
is once more drawn to the interruptions 
which have occurred to telegraphic com- 
munication caused by the late gale. The cause, says that 
highly scientific daily, is perfectly well known, and has 
repeatedly been pointed out in this journal. It is neither 
more nor less than our foolish system of employing over- 
head telegraph wires. For this there is nothing whatever to 
be said, except that it is rather cheaper in first cost than 
laying them underground.” . “ Other countries have 
underground wiree, why not Great Britain? Years ago, 
even Switzerland managed to organise such a system, and 
was charging half-a-franc for messages upon which we in 
England are still paying a sbilling. There should be no 
difficulty in the way of laying the trunk wires underground 
in this country." Such effusions as the foregoing are 80 
common in the daily press and indicate such accurate 
knowledge of governing factors, that no doubt the Postal 
authorities will be at last ashamed of themselves and will pro- 
ceed toabolish the overhead system and substitute underground 
work, as it can be done at a trifling expense, and will solve 
the question of uninterrupted fast-speed telegraph working 
and long distance telephony. It is, perhaps, needless to 
вау that the so-called Swiss system is a pure imagination of 
the writer in the Globe, and that the idea that an under- 
ground system capable of carrying the enormous traffic 
which passes over the immense network of wires of the 
United Kingdom could be laid without difficulty, that is at a 
small expense, is simply ridiculous, let alone the fact, that long 
distance telephony through underground work is impossible 
with our present knowledge.. No doubt, however, the writer 
in the Globe knows all about the mysteries of “ K. R.“ 


The Gale and 
the Wires. 


Board of Trade Electrical Standardising Laboratory. 
— We have received a copy of the Board of Trade table of 
fees for examination or testing of electrical instrumenta for 
the measurement of resistance current or electrical pressure. 
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THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


A STRONG muster of central station men graced the last 
meeting of the Institution of Electrical Engineers on Thurs- 
day, March 24th, to hear what Mr. Hammond had to say as 
to The Cost of Generation and Distribution of Electrical 
Energy.” The proceedings were exceptionally interesting, 
inasmuch as the paper before the meeting was in the hands of 
the members, and the writer of the paper explained what was 
in it in an able discourse, lasting three-quarters of an hour. 
We all know Mr. Hammond to be one of the hardest workers 
in the profession, and were prepared for the clear and deci- 
sive character of his speeches. On Thuraday evening he was 
at his best, and, from a few notes, gave all the leading points 
in his most voluminous printed paper in a telling fashion, 
md went down with the meeting as no reading could have 
оре. 4 : 
To briefly summarise Mr. Hammond's remarks is to index 
his paper, and it is worth while to do so under the circum- 
stances. Firstly, he pointed out the difference between local 
authorities and companies, as regards the location of salaries 
and wages in the Board of Trade form of accounts; then he 
stated that these accounts have been systematically kept since 
1890, and 0 the hope that the time will come when 
the Board of Trade will publish the figures sent in according 
to statute. The usual method of dealing with the quantity 
of electrical energy turned out is to take the costs of the 
unit delivered to the consumer, although some would prefer, 
as fairer, that the units should be taken as they leave the 
works, | 

The editor of & well-known contemporary has said. that 
the reduction of cost of electrical energy is always to come. 
It may be replied that the cost to the consumer is even now 
one-third of what it was in the earliest days of public 
supply, while any such statement bearing on the actual cost 
of production can be easily refuted by perusal of the 
figures contained in the paper. 

Mr. Crompton’s paper of 1894 showed what had been and 
might be done, and further evidence of reduction in cost was 
given by such figures as have been obtained year after year 
by the Westminster, Manchester, and Leeds stations, proving 
conclasively that the tendency of costs is always to decrease. 
Ideal costs could be obtained by taking the lowest of the 
respective items as they now stand; while at Edinburgh, 
Leeds and Manchester, figures closely approachiog Mr. 
Crompton’s ideal figures have been obtained with much 
lower ontputs than Mr. Crompton allowed. 

Mr. Hammond then considered the factors that affect cost, 
such as — | 

1. Oatput, the leading factor. Е 

2. factor, the next important after output. 

3. Reliability of plant, the general smooth running of 


B. Pu ! | 
4. Engineer factor, the ability, aseiduity and earnestness 


ef the responsible engineer or engineers. 
5. Efficiency of plant, as affecting consumption of fuel, 


6. Efficiency of distribution, as affecting outside losses, &o. 

7. Cost of fuel, &. 

We have now an approach to the figure given by Mr. 
Crompton as a prophecy, that the cost in London would fall 
to 1°32d. per anit, and Mr. Hammond ventured to add that, 
-when the output does reach 5,000,000 unite, we shall see the 
cost as low as 0°75d. per unit. 

Major-General Webber then opened the discussion by 
expressing his desire to say that all felt that there are 
individuals on this earth to whom we should like to be 
introduced, and that he was then introduced for the first 
time to one whom he had been very anxious to meet, 
Chesterfield Junior. While he did not doubt that 
the statistics of this gentleman were quite as accurate as 
other statistics, still he thought that from the way they must 
be compiled they could not be of much use to the engineer 
as an engineer. For ашро from the respective positions 
of various companies in the coal statistics in the paper it 
may be well argued that the order of merit shows completely 
how unreliable such figures are in forming an opinion. In 
short, that these figures to the engineer, however valuable 
they may be generally, are nothing more than suggestions; 


outside the gentlemen interested he thought no one could 


tell the reason for the particular order in which the various 
concerns fall. Further, it might be of use, however, if 
tables were prepared bringing down the figures to a uniformity 
by giving the calorific value, &c. Losses unaccounted for 


might also be classified, as by a heavy expenditure on 


copper, losses by resistance are minimised; some systems 
embody storage, and so many points have to be oon- 
sidered, that if everything were taken into account the 
results might come out in some other way to that at first 
obvious. : 
Mr. Crompton felt obliged to Mr. Hammond for his paper, 


83 he had at recurring periods of three years арр 
ad done 


on this subject, and in this case Mr. Hammond 

the work for him. Anyone who knew the tronble and 
labour involved in the preparation of such a paper must 
be wild to hear it spoken of—as had been the case—as a 
compilation. As regarded the paper itself, he did not wish 
to say anything on points on which others might speak, 
but from his special exparience he would emphasise the 
importance of investigating details of costs and losses, and 
Mr. H. W. Miller, nearly 10 years ago, adopted sash 
analysis, being thus almost the father of weekly returns. 
The very great advantage of the Board of Trade returns wes 
the arousing of the sporting instinot of the race, where 


central station sapply was concerned. Prof. Kennedy, and 


many others, frequently suggested improvements in the 
method of displaying and arriving at the figares given in 
Lightning’s tables and similar summaries of the technical 
press, that the race for honours might be a fairer one, 
bringing out as far as 5 the merit of the engineer, 
but where conditions differ widely, it is very difficult to 
do co. He knew the difficulty, as in his last paper he 
attempted, by a kuowledge of the calorific values of different 
coals, to arrive at a fair comparison, but was told that 
the resulting figures were his figures, and he admitted this. 
It was extremely difficult to bring things to a level. 
Engineers do not often have coatrol of the management, 
and they cannot control the local authorities. Local taxa- 
tion sometimes is very heavy, and may even now reach a 
value of two-thirds of the cost of coal; as times goes on, 
the two curves will cross one another. 

After some remarks on the coal bill and its effect on 
the cost per unit, Mr. Crompton went on to say that a 
low coal bill is not of much credit to а station if extinc- 
tions frequently occur; that it is a suicidal policy to re- 
strict the generation to a single station, and it is better 
to have two or more stations for alarge supply. This is a 
little more expensive, and large London companies with 
multiple stations cannot be fairly compared with other 
systems, such as Brighton, worked from a single station. 

aite recently there have been a good many smashes, and a 
point he attached importance to was the unreliability of 
directly generating at very high volte, as, if steam pipes 
break, bang go your coils. Such machines will not stand 
large quantities of escaping steam with impunity. 

He had proposed the word “load factor,” but the present 
use of this term was not quite satisfactory, and although 
his present proposal was rather 5 he thought it 
more useful; that is, to take the number of hours year 
that the plant would have to run to give the actual output— 
not a difficult thing to calculate. | 

Then low costs are due to the men controlling works. It 
is most important to get the very best men, and he would 
wish some means could be found to give the real represen- 
tative order of merit, во us to show who really are the best 
men. Continuous -publication of results is developing a 


* pace of highly skilled organisers—men who must be well 


paid, and will not be obtained for the remuneration of a mere 
clerk. 

Mr. Wordingham thought the labour of preparing the 
paper must have been enormous, and as an evidence of the 
care taken in working out the figures, Mr. Hammond, 


he noted, had not overlooked the faot that last year was leap 


year. He thought it rather a mistake to leave out of sight 
capital cost, and the charges due to this often amount to half 
the real costs of production. Load factor is, after this, the 
real thing affecting cost. Ideal coats may ba rather mislead- 
ing, a8 electricity supply may be combined with other work, 
Also, there is a danger of competition being carried too 
far, and everything being sacrificed to low figures. He then 
| D 


428 


THE ELECTRICAL REVIEW. 


| Vol. 42. Blo. 1,062, Арап, 1, 1898. 


referred to the low charges made at Manchester and Brighton, 
and urged the putting aside of a certain sum periodically to 
depreciation. He stated that he should personally be obliged 
to any contractor who would tell him actually the upper or 
largest size of unit actually to be obtained. 


Prof. Forbes considered the curves of very great interest 


to all. After rome general remarks on the desirability of 
limiting the use of curves and figures to the obtaining of 
facts and e Agri which could, without error, be ob‘ained 
from them, he pointed out that not only did the cost per 
unit fall with lapse of time from the start of a work, but 
also with output—which rose as time went on. Part of 
the reduction may be due to improvement in plant and 
methods, and part only to increased output. 

Mr. Grimshaw explained a diagram he had peu, 
showing that at the Eccleston Place works of the West- 
minster Company, he had got down to 4:75 lbs. of coal per 
anit with exceptionally good loads, and had reached 4 lbs. on 
а 3—11 p.m. shift in winter, and considered it improbable 
that very much lower figures would be reached for some time 
to come. 

Prof. R. H. Smith thought that Mr. Hammond's estimate 
of reduction of cost with output was exaggerated, as work- 
men and managers would expect some increase in greater 
proportion than seemed to have been allowed. It is also 
always a question of incidence of interest and depreciation, 
against decrease of working cost on the other side, as by 
spending capital the working cost can be reduced. 

At this stage the discussion was adjourned until next 
meeting. 


ELECTRIC TOWBOAT IN A$SEWER. 


IHE city of Worcester has a large sewer 18 feet wide 
and 13 feet high. The sewage of the city is treated 
chemically to render it fit to flow back into the Blackrtone 
River, 80 that it is desirable t» separat» the storm water from 
the sewage to lessen the expense of the chemical teat nent. 


In order to accomplish this end a smaller sewer, 6 fect wide 
and 4,000 feet long, is being built inside the larger one, 
utilising the bet: om and one of the sides of the sewer. A 
co fferdam is constructed to enable the other wall of the 
sewer to be built, and in order to deliver materials to the 
workmen an electric scow was rigged up, which has been 
found very satisfactory. Electricity is also used to light 
the sewer, to operate ventilating fans and to work electric 


* Scientific American. 


sewer construction is nove 


pumps. All of the lighting and power are generated on the 
premises in a small building outside the sewer. About mid- 
way between the ends of the sewer a small dock has been con- 
structed and the materials are delivered to it by an incline 
through a hole made in the top of one wall. 

The towboat is a catamaran 22 feet long and 5 feet, wide. 
Each of the small boats is 18 inches wide. In the middle of 
the catamaran is a small paddle wheel box which is to prevent 
splashing. This is driven by means of sprocket wheels and 

ins which are connected with an electric motor of 2} 
horse-power. At the stern end is a rudder and controller, 
80 that one man can operats both. Only one electric boat 
is used. It tows six scows, which have already handled 
12,000 bricks, 50 barrels of cement and 100 barrels of sand 
daily. The double trolley system is used, the wires being 
hung from insulated brackets secured to the top of the arch 
in such a way that a trolley can ba run on it. A scow is 
also fitted with a centrifugal pump which is used for pump- 
ing out the cofferdam, and it is driven by another motor of 
14 horse-power. The application of the electric towage to 

j and the results obtained are most 
satisfactory. 

The electric scow was шие by Mr. Harrison Р. Eddy, 
Superintendent of Sewers, Worcester, Mass. Mr. Robert 
N. Kendall is the assistant in charge of the electrical work. 


CONDITIONS OF CONTRACTS. 


WE have several times lately referred to the onerous and 
often unfair clanses of specifications which are enforced 
against contractors. As we write, we have before us several 
specifications, from which we propose to select a few samples 
of clauses which, in our opinion, cannot be fairly upheld. 

For example, in a clause for testing materials, the con- 

tractor is required to supply, free of charge, all labour and 
testing apparatus, and the tests are to be made when and 
how the engineer may direct. Without doubt the engineer 
ought to have the power to specify tests, but 
why should the contractor be i to the 
cost of finding apparatus and labour to his 
own possible undoing. This clause does not 
appear satisfactory, because it is not suffi- 
ciently rigid, and presenta a difficulty in esti- 
mating the price to be put in. A personal 
knowledge of the iip iod and his testing 
idiosyncrasies might be sufficient to give a 
great advantage to one contractor over 
another, while the lack of such knowledge 
might put a contractor to an unexpectedly 
large expense. Tests should, ore, be 
standardised where possible, and an aggrieved 
contractor should have an appeal to an un 
biased outside authority. » d 

Under the head of power to vary works 
we consider it eminently unfair that a con- 
tractor should be paid under schedule of 
prices only. What of materials rendered 
useless by the variation? Is the contractor 
to have no recompense for his time and 
trouble, but simply be paid perhaps a few 
pounds on a schedule rata which was priced 
for amounts 50 times larger than those in- 
volved in the alteration. 

In public work the item of watching may 
prove serious, £o also may the contractors 
responsibility for accidents even when cal 
by following the engineer’s instructions. 
An engineer demands something to be done, 

perhaps, to expedite work; the contractor is obliging and 
does not wish to object, or, if he do object, he may become 
liable to penalties at the sole option of the engineer, and 
then when an accident happens the contractor bears it all. 

There is a clause as to daywork in one specification before 
us, to the effect that daywork must be sent in not later than 

the next day after the time was made. There is nothing 
unfair in this, and contractors ought to be very stringent on 
this point. We have known where a contractor was easy and 


was anxious to help on work, and neglected to divide 


Vol 49. No. 1,062, Арап, 1, 1898.] 


THE ELEOTRICAL REVIEW. 


429 


pressed to keep a time record on jobs, and end 
up by — for his— money, and departing. Engineers 
who are intalligent and вее no difficu ty in keeping time 
separate, fail to 5 the position of a contractor who 
i eal with. Take that honest man, the 
bricklayer, who shatters his health in disposing of a couple 
of hundred bricks daily. .When these men are requested to 
hurry a job along down go their trowels and off they troop 
to the pay office, and between slow work and no work the 
— does not ктш how to = the parom of the 
engineer for more rapid progress, Apropos e recent 
flasco at Bradford, there is a good clause before us, to the 
effect that no alternative scheme shall receive consideration. 
At Bradford, we presume, this was not a clause, and an 
alternative scheme was considered, and it ought not to have 
been in the absence of a special proviso to that effect. Alter- 
native schemes either should be invited or should be specially 
on oue find boil 
another specification we find a particular type of boiler 
is тонар el юз ер is nid dows ani 
using steam fired, in the gross п 
of coal. Now this is open to many objections. Fhe engi- 
neer ought to fix the size of the boiler if be can fix its 
maker. One contractor may supply a boiler that is too 
small; he may make an error. True, he could be made to 
put in another boiler to do the specified duty, but this is not 
the object of employing an engineer. It is the engineer's 
duty to avoid disputes, not to lay traps for mere contractors. 
he same engineer who. specified as above, also specified 
for a gas engine to run af an absolutely steady of во 
many revolutions per minute. He specified a make of 
engine which governs by cut-out explosions. How then 
could he expect to get a steady speed of 160 or 190 revo- 
lutions when the cut-out is effected by d variation. 
Absolutely steady are the words used, not sensibly stsady ; 
bot further on it is мош thet the speed variation shall 
not exceed a given allowance. Why firet have asked for an 
impossibility, and then have toned down. These tonings 
down are apt to be extended by contractors perhaps too 
liberally to other clauses. | 

In yet another specification the contractor is under lty 
to complete at a date given, and the engineer has the right to 
delay delivery or erection without extra payment, and the 
contractor’s only benefit is to bean extension of time at the 
option of the engineer. 

There are all sorta of claims which may be enforced 
against the contractor even to delaying work, and yet enforcing 
the 16у for non-completion by given date. We should 
doubt whether, under ciroumstances,-a court of law would 
allow a penalty to be enforced, but here again is that loo 
hole for dispute and legal action which an engineer should 
avoid, which he is paid to avoid in truth. 

This is a point on which we would like to insist. It is all 
very well to treat contractors as во many mere money grubbers. 
Contractors have their retort upon engineers, many of whom 
are not free from the reproach of making little jobs into big 
ones for the extra commission thereon. ut whether 
contractors are all that many specifications would seem 
to imply, or whether they are not, a specification 
is intended to be a document that shall obtain justice all 
round. At present the aim of some specifications seems to 
bə to place the contractor in a position to bear the brant of 
any possible mistake or oversight on the part of the engineer, 
во that the engineer's paymaster may not be called on to pay 
for such oversight or error. This is unfair to the contractor. 
Of course, in the long run, the cost of these things comes 
upon the customer, for the contractor adds for contingencies, 
or in other ways increases the amount of all his tenders to 
cover such items. At the same time if such clauses could 
be eliminated, and contractors could rely upon fair treat- 
ment, all work could be taken at narrower margins and 
really just specifications would carry weight and could be 


In one specification only do we find a bonus for earlier 
completion as well as a penalty for late completion. This is 
fair, but it is not fair to delay work and allow nothing for 
delay. A contractor is not necessarily wealthy. He has 
provided for delivery of goods and often wants payment to 
meet his liabilities. If compelled to obtain an overdraft he 
has got to pay several per cent. for the accomodation, and 
his banker only then grants it if he is sure of the final 
money. The very delay in work may ba weakness and mer 
кор a oontractor's overdraft. Power to delay wor 
irresponsibly, especially where the contractor has hurried 
goods forward to avoid penalty, is grossly unfair. As an 
American writer pointed out lately, it demoralises the 
workshop to see push gcols lying waiting delivery after 
proper date. | 

he very presence of unfair clauses emboldens the unfair 
contractor to encroach, for too harsh a document enlists 
sympathy with him, and as juries were wont to convict 
eepstealers of manslaughter to save their lives, so will 
contractors escape just penalties if held liable to unjast 
punishments, | | 

It is not only in commercial clauses that we find items 
that are difficult to consider. "What, for example, are we to 
think of an engineer's demand for gas engines to secure the 
highest economy and the minimum speed variations, con- 
ditions inimical to each other, the one demanding a system 
of governing differing from that demanded by the other ? 

Why, too, should a contractor be made responsible for the 
efficiency of producer gas арлы to work his gas engines, 
and be compelled to bear the expense of proving the gas 
quality to be wrong ? If there be a doubt as to producer 
gas, a holderful could be made and its quality ascertained, 
and the engine run upon this. Producer gas must be fairly 
bad if a gas engine cannot work with it. There might bea 
standard gas, one that should not contain less than, say, 
80 per cent. of combustible. 6 

In reading through many specifications for all manner of 
work, it occurs to us that it is to the credit of our engineers 
and contractors generally that matters go as smoothly as 
they do. But specifications are usually ко outrageous, that 
when a contractor goes to see plans and read specifications, 
he pays little attention to the most objectionable clauses. 
We have seen an inexperienced man with no knowledge 
of these matters, when confronted with objectionable 
clauses, pat on outrageously big sums to cover them, 
to his own undoing and the loss of profitable work. Of 
course, such a man ought not to see such specifications, 
but the question arises, Should such things te be? Is 
it not posible to secure good work with more rational 
and standard clauses? The trial is being made. Let us 
hope success may attend it. 


THE EFFECTS OF TENSION AND QUALITY 
OF THE METAL UPON THE CHANGES 
IN LENGTH PRODUCED IN IRON WIRES 
BY MAGNETISATION. 


— ылга асе ERE 


Mr. Byron В. Bracketr has recently published їп the 
Physical Review (America), Vol. V., No. 5, an account of 
the results of a long series of experiments on the subject of 
the title, with special reference to the effecta of tension upon 
the phenomena. The experiments have been carried out 
with great care, and values of the different quantities in- 
volved very completely recorded. Testa are reported on 
piano wire in ita natural condition under two different 
stresses, 658 and 1,949; on annealed piano wire under three 
different stresses, 62, 699, and 1,949; and on soft irou wire 
under four different stresses, 48:3, 430, 752, and 1,720; 
stresses being in all cases measured in kg. рег £q. om. The 
diameter of the piano wire was 1:25 mm., and of the iron 
wire 131 mm. Round the vertical stretched wire as an axis 
were arranged three pieces of apparatus. The first attached 
to the wire at two points was an arrangement of levers - 
ing a tilting mirror for observing on a scale the changes in 
length of the wire. The movement observed on the scale 
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was 25,000 times the change in length of the wire. Round 
this was & cylindrical jacket of circulating water, designed 
to prevent, a3 far as possible, any change in the temperature 
of the wire by radiation from the magnetising coil ; and out- 
side this was the magnetising coil itself. Both these last 
Pieces of apparatus were supported quite independently of 
the wire. The maintenance of a steady temperature was 
very important, as the largest magnetic effect observed in the 
series of experiments is about the same as would be caused 
by a change of :3? C., and even with the water jacket the 
tempetature changes are said to have been very inconvenient. 
For the details of the apparatus, which had been used by 
two previous observers, we may refer our readers to the 
original paper, and confine ourselves to the results obtained. 
The quantities observed or calculated at each stage of the 
magnetisation were the following : 


1, The extension or contraction + К х 10’, called Ет, 


when the magnetic force was applied, with в the magnetic 

induction, Iy the magnetisation, aud н the magnetic force. 
2. The same quantities with the magnetising current 

interrupted, viz, the residual extension, or contraction, 


+ — x 10’, called En, and In the residual magnetisation. 


The course of taking the observations was as follows :— 
Starting with ihe wire demagnetised, a small magnetic force 
was applied and Er and н noted. The magnetising current 
was stopped and En noted. A stronger current was applied 
in the same direction as before, and Ет and н again noted. 
The current was again stopped and Eu taken. This course 
was followed up to the highest magnetisations employed. 
Another series of observations was afterwards taken with 
increasing reversals, and a secondary coil in circuit with a 
ballistic galvanometer, to obtaia the values of ; correspond- 
ing to the values of н previously employed. ту and In were 
calculated from the в н figures. 

The numerical results are given in tables, and plotted in 
diagrams. The five sets of resulta obtained from the steel 
piano wire, hardened or annealed, and under different stresses, 
give curves of very similar character, and we reproduce one 
as an example. In every case the magnetisation under the 
magnetising current was raised to about 1,400, with a value 
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of # about 840. The two curves giving the values of 1, and 
In, i. 8., of the intensity of magnetisation with the magnetis- 
ing current, and after the current has been interrupted, are 
of the usnal character, and call for no special comment; but 
those giving the values of the extension and contraction of 
the wire, drawn on a large scale, are of considerable interest. 
Comparing the curves (fig. 1) of Ir and x, plotted to H, it is 
seen that no extension was ob, erved till a considerable mag- 
netisation was attained—r, does not leave the Zero line till 
Ir = 9. The extension soon attains a maximum when 
E; = 2°84, and Ir = 81, and then diminishes, quickly 
changing to а contraction. The curve of E, then follows a 
descending straight line which shows no sign within the 
range of experiment of a minor limiting value. 

Comparing the curves of In and En, also plotted to н, it is 
seen that En remains zero till a certain magnetisation is 
attained, but begins to have an appreciable value at a lower 


magnetisation than Er, the curve leaving the zero line 
when In = 26. The value of Ep then increases to 5:4, when 
In = 580, and retains the same value through the rest of 
the experiment, although In continues to increase through- 
out very slowly after a value of 700. The author points ош 
that the curve of Er appears to represent the sum of two 
quantities, first, the curve of kn, and second, the dotted 
straight line drawn in the diagram (added by us to the 
author's figure), and it is suggested that the change in length 
is the sum of two effects: an extension due to the magnetiss- 
tion, represented by the curve En, and a contraction directly 
proportional to the magnetising toroe, or perhaps to its 
over a certain small amount. In considering this very 
interesting suggestion, it should be borne in mind that the 
maximum contraction observed in any of these experiments 
on piano wire only amounted to » ss sth part of the length. 
The experiments on these wires under different stresses 
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showed that an increase in the stress has no effect on the 
position of the dotted line, but tends to bring the carve of 
En nearer to the zero line, and the point where it first reaches 
its maximum nearer to the origin. 

The reduction of the experimenta on iron wire is more 
elaborate, but the results are very similar. Acting on a 
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suggestion of Prof. Rowland that the induction, в, must 
produce a mutual attraction between the elementary magnets, 
3 
and consequently a compression proportional to T (or in 
the case of residual magnetisation to 2 ж 1°), divided 
in each case by Young's modulus, The values of these 
compressions, called Cr and сь renpectively, are also plotted. 
The curves lettered Е: + Cz, and Ер +, Cg, are drawn giving 
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what may be supposed to be the total extension due to the 
magnetisation, independent of the compression Су or on. 

Figs. 2 and 8 give the results of the investigations on iron 
wires under a tension of 430 kg. per cm. plotted for н and 
I respectively. | | 

In fig. 8, the near equivalence of the curve ку, to a com- 
bination of the curve En with a straight descending line, is 
well seen. The effeot of increased tension in lowering the 
ourve Еһ without affecting the position of the descending 
liae, was found to hold in iron as in piano steel. 


Explanation of the Tables and the Notation used in the 
. Tables and Plates. 


H — the magnetising field. 
change of. laneth 


Er = ————__-—— x 10! while н is on. 
я length 
"Es change of length x 107 after н is removed. 
length | 


B total induction or 4 x I + H. 

Іт == magnetisation of specimen with н on. 
In - magnetisation of specimen with E off. 
p == magnetic permeability or - ; 

Ст == change of length x 107 that would be caused by а 

length 
; B? 
mechanical pressure = so 
x 10’ that would result from a 


mechanical pressure tmr, 
т 


бее change of length 
Bu lenguh 


If these compresaive forces actually exist, then the values 
of Ет and Ер computed from the observed changes are too 
small by c; and cn respectively, and 


change of length 
lengun 


Ba + Cg =z the real arg of length 107 with н off, 
lepgth 


Ет + Or — the real x 10" with H on. 


THE COST OF GENERATION AND DISTRI- 
BUTION OF ELECTRICAL ENERGY. 


THE peper on the above subject, prepared by Mr. Hammond 
for the Institution of Electrical Eogineers, and of which an 
abstract was read by him at the meeting on March 24th, is 
certainly one of the most valuable contributions of recent 
times, and shonli be specially appreciated by all those who 
desire to make themselves acquainted with the present position 
and future prospects of the supply industry on account of the 
great mass of statistics which has been collected and tabulated 
by the author. 

In introducing his subject, Mr. Hammond explains how it 
is that the supply industry is obliged to furnish such detailed 
co:t sheets, to prepare the annual statement of accounts in a 
prescribed form, and to publish and sell these statements to 
any applicant for not more than a shilling a оору. It 
certainly does seem remarkable that this obligation should 
have been accepted without a murmur when we know that no 
other trading concerns are under the same necessity, and that 
the majority of them would strongly object to publishing 
details of their costa of production ; but it must not be forgotten 
that the conditions are somewhat special in that, with very 
few exceptions, there is no direct competition, and that a 
knowledge of the working costs of one concern can seldom 
be used to ita detriment by a rival company anxious to engage 
in & war of cutting down prices. "Whatever the reason may 
have been for the acceptanoe of this obligation, there is little 
doubt that the publication of these accounts has had a bene- 
ficial effect, and has fostered a healthy rivalry between 
managers and engineers of supply undertakings, each of 
whom has generally been anxious to go one better than his 
neighbour. There їз а danger that this may be carried too 


far at the expense of the financial soundness of the under. 
taking, and that managers may have a tendency to charge 
certain items to capital account which more properly should 
be included in revenue account; but we believe that the 
Board of Trade is not by any means inclined to leave such 
matters entirely in the hands of the managers, and that this 
danger, if it exists, is therefore not an important one. 

Attention is drawn to certain differences in the form of 
aooounts prescribed for local authorities and for companies, 
and we quite agree with Mr. Hammond that it is desirable 
to procure uniformity as an aid to a useful comparison of the 
accounts of various undertakings. These differences are 
that the companies have to charge a proportion of the salarios 
of engineers to cost of generation and distribution, whereas 
the local authority charges the whole to management, and 
that provision is made in the companies’ form for remunera- 
tion of directors and auditors and for depreciation. With 
regard to the salaries of eugineers, it would certainly be more 
reasonable that the local authority should do as the company 
is obliged to do, and that in both cases a proportion of the 
salary of the managing engineer only should be charged to 
management; and as re depreciation, a more uniform 
manner of dealing with this charge is desirable, although we 
do not see how this can be brought about by any change in 
the form of accounts, 

Before dealing with what is the subject proper of the 
paper, viz., the сові of production, we would refer to one or 
or two points connected with the financial side of the matter, 
and to which reference is made by the author, Mr. Ham- 
mond almost apologises for going beyond the analysis of the 
worka’ costs, on the ground that it may be objected that any- 
thing else is outside the province of the engineer; but, 
althongh this is true to a certain degree, it is equally true 
that the extent to which electrical energy will be does 
not depend only on the works’ cost, but on the total cost, or 
rather on the price at which the unit can be sold. Althoagh 
it is quite true that in any existing undertaking the engineer 
caunot exercise any control over the cost of management, 
and that he may have had nothing to do with the choice of 
the system and the design of the plant, so that he is in no 
way responsible for the amount of the annual charges on 
capital expended; yet, if anyone is desirous of arriving at a 
jast comparison of two undertakings, it is impossible to 
eave out of consideration those sums which must be paid 
out or set aside annually in order that the undertaking may 
be worked on a sound financial basis, With the local 
authority there are annual charges which must be met for 
interest on and redemption of loans, and with companies 
there are dividends which, from the shareholders’ point of 
view, it is absolutely necessary to рау; and these payments, 
the amount of which depends on the capital expenditure, 
must be paid out of revenue, and very materially affect the 
price at which the unit can be sold, and therefore the chance 
of success of the undertaking. 

We all know that working coste can be kept down by the 
expenditure of large rums on economical engines and 
dynamos, on condensing plant, and on works for providing a 
supply of water for condensing so that water rates have not 
to be paid, on labour-saving appliances, and on the laying of 
very heavy copper mains to keep down the cost of distribu- 
tion; but would it be fair to place such an undertaking in 
front of auother whose working costs are somewhat higher, 
because it has been deemed advisable not to expend large 
sums on condensing plant, and on various appliances the use 
of which tend to reduce working costs, or use owing to 
local circum:tances it has been decided to use smaller mains 
and transforming apparatus, without taking into account 
the difference in the capital expenditure of the two under- 
takings ? Of course it may be that the expenditure in the 
first case is fully justified, and that the total cost of the unit, 
as we understand it, is lower than that in the second; but 
there are many cases in which this would not be so, and 
where the saving in capital charges would more than counter- 
balance the increased cost of working. 

Another point which is discussed by Mr. Hammond is the 
amount which should be set aside for reserve or de i 
fund. Mr. Hammond agrees with the opinion held by many 
local authorities, that the obligation in their case to repay 
the loans to cover capital expenditure in about 25 years is 


sufficient for all purposes, and that it is not to set 
aside anything for reserve under these conditions, We oon- 
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sider that those authorities are acting wisely who exercise the 
power given them by the Board of Trade to set aside 
annually a sum for depreciation until this reserve amounts 
to one-tenth of the aggregate capital expenditure; since, 
although their plant may be kept in good working order by 
the execution of repairs, yet it does not follow that all the 
plant will have a useful life of 25 years. For example, is it 
not probable that, before the 25 years have expired, some of 
the boilers may no longer be fit for use at the high pressures 
which are now generally employed? They may have been 
maintained in good condition, but it is a common thing to 
find that, after 10 to 12 years, the boiler insurance inspector 
insists on a reduction of working pressure, and in such a 
case, although the boiler may be perfectly serviceable for con- 
tinued use at this reduced pressure, it is no longer suitable 
for the service required of it in the central station. 

Again, it often happens that a station starts operations 
with generating units which are found to be too small after 
a few years working, and have to be taken out to make room 
for larger units; and it would be sounder finance to pay at 
any rate a proportion of the cost of this charge out of a 
depreciation fund, rather than to create fresh capital c 
for the whole. We have, so far, spoken only of local autho- 
rities, but the same remarks apply to companies ; and, indeed, 
these latter, in the great majority of cases, do not set aside 
as much as the 3 per cent., which is the average annual 
charge for the redemption fund of the local authority. 
Although it may not be advisable to handicap an under- 
taking in its earliest years by a heavy charge for depreciation, 
we think that as soon as it is possible to pay a dividend which 
will keep the value of the shares at par or a little over, it 
would be better finance to devote any surplus revenue in the 
first instance to building up a reserve fund, and that in con- 
sidering the possible minimum gross cost of the unit when 
supplied by a well established company, a charge of some- 
thing like 5 per cent. should be Шад. for depreciation and 
reserve. 

These general questions are of interest in considering an 
extract from our contemporary, the Hngineer, which was 

uoted in the paper and commented on by Mr. Hammond. 
his extract, after stating that it is only under peculiar 
circumstances that the unit can be obtained at a less price 
than 5d., concludes by saying : “ For about 20 years we have 
been told that its cost is to be reduced next year. The 
reduction has not come yet ; and the worst of the matter is 
that all the large producing companies, who ought to know— 
and who are for the most part keenly competitive—tell us 
that they see no prospect of being able to reduce the price.” 
Mr. Hammond justly takes exception to the first part of the 
ragraph we have quoted, and points out that both the cost 
of production and the selling price of the unit have been very 
largely reduced, since the first pioneer companies started 
operations less than 20 years ago. But on the question of 
the gross cost of production, or, rather, on the probable 
minimum selling price of the unit, Mr. Hammond says very 
little; and we think that our contemporary, as we ourselves 
should, would rather that Mr. Hammond should have dealt 
more fully with this part of the subject, and have given us 
his ideas of the probability of a general reduction of the price 
below 5d. per unit. 
With a company much depends on what the directors con- 
sider a proper remuneration to their shareholders, but with a 
local authority, where there are no shareholders to consider, 
and where the charges for interest and redemption are fixed, 
it is possible to get some idea of the minimum selling price 
which would pay the works’ costs and the charges for manage- 
ment, interest, redemption and depreciation. If we consider 
the balance-sheets for 1896 of five of the leading Copora- 
tions, Bradford, Brighton, Edinburgh, Glasgow and Man- 
chester, we find that their aggregate capital expenditure at 
the end of the year was £965,000, and that they sold durin 
that year 7,930,000 unite, at an average price of 4°46d.; an 
further, that after paying the cost of production, including 
management, and the interest on their loans, they set aside 
£41,500 for depreciation and redemption fund, and still had 
а surplus of £29,500. The average cost per unit sold, in- 
*luding rent, rates, taxes, management, &c., was 1°62d., to 
which interest on loans added 69d., and depreciation and 
zedemption fund 1°26d., making a gross cost of 8°57d., 
which is therefore the average price at which the unit might 
have been sold if no surplus had been made. The amount 


set aside for depreciation and redemption fund varies con- 
siderably, Glasgow having set aside over 8 per cent., whilst 
Brighton’s figure is little over 24 pe cent.; but if we allow 
a uniform chargeof 24 per cent. for interest, and 5 per cent, 
for depreciation and redemption fund taken on the capital 
expenditure at the end of the year, we find the gross cost per 
unit sold would have been 3°81d., во that we may confidently 
expect that, for important undertakings, local authorities will 
be able to supply at an average price of 4d., and that at that 
price the BARCA EN will be on a thoroughly sound financial 
footing, and will have a margin to spare after the payment 


of all charges. 
(To be continued.) 


SOME NOTES ON SINGLE-PHASE MOTORS. 


By A. C. EBORALL. 


(Continued from page 356.) 


THE curves given in figs. 14 and 15 are typical of the 
excellent single-phasers made by this firm. Fig. 14 gives 


the efficiency, power factor, and speed regulation of a 110- 
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volt, 40 ~, 1} Н.Р, motor fitted with simple short-circuited 
bar armature. It will be seen that the power factor and 
efficiency are both high over a considerable range, and the 
speed regulation is also very good, especially when the small 
size of the motor is taken into account. 
Fig. 15 shows the same thing for a six-pole motor designed 
to give out 3 Н.Р. at 100 volts and 100 ~. It had a wound 
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rotor arranged for a starting resistance. The efficiency Р 
very high, but the porer factor not quite so good a8 in the 
last case, owing to the greater number of poles, The starting 
torque was equal to the full load torque when the starting 
current was allowed to be about twice the full load currente 
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Fig. 16 concludes this account of the Brown single-phasers. 


It is a 70 H. P. motor, working on the Frankfort 45 ~ 2, 800- 
volt lighting mains, and runs at 540 revolutions per minute. 


put in parallel across the mains, when the differenoe of phase 
produced ig enough to start the motor up on a loose 


. pulley. Sometimes the non-indactive resistance is left out. — 


and a rotor resistanoe is always used for the larger units. 


The starting arrangements have already been shown in 
fig. 125. ЖИН | 


This starting device requires more current than the previous 
(B) The Oerlikon Company.—This] is}‘another company 


ones described, and, generally speaking, is not so effective. 


Kia 16. 


(C) Messrs. Kolben ck Co.—This firm is the latest making 
a speciality of alternate current plant, and especially of in- 
duction motors. Their single-phase motors show іп their 


who were early in the field with single-phasers. Their con- 
structions do not call for 5 notice, as they are very 
similar to those of the last . Their starting device is, 


TABL II. 


| | 

Horse-power.. .. .. aes 2 7⁵ 2 | 35 | 6 10 15 20 
Full load efficiency (per cent.) | 55 64 68 72 76 80 82 83 
T n” n eee | 42 53 56 | 60 . 65 69 72 73 

Fall load watt consumption | 270 £60 | 92,160 | 3,600 5,800 | 9,200 | 13,500 17,800 
Half , » "e" eee 170 520 1,300 2,150 3,400 5,700 7,700 10,060 
Full load power factor (per cent.) | 65 68 72 73 75 80 82 
Half „ í n Р 48 51 55 56 60 62 62 64 
Amperes at starting At А | 75 18 38 50 65 90 120 145 

„ u fall load f 110 volts. vu. e Set. е УВ 11 27 45 70 105 | 154 200 

Revolutions per minute running light "T" ies .. | 1,500 | 1.500 | 1,500 | 1,500 | 1,500 | 1,600 1,000 1,000 
» - fully loaded ... i hs .. | 1,960 | 1,390 | 1,400 | 1,430 | 1,480 | 1,430 965 965 


design that attention to detail which would be expected from 
Mr. Kolben’s large experience with this class of work. The 
accompanying table gives some interesting information in 
regard to the low tension motors for 50 ~ circuits made by 


his firm. 
(To be continued.) 


however, somewhat different, owing to the fact that a chok- 
ing coil is instead of a condenser. The motor being 
wound with two windings, a choking ooil is put in series 
with the one of greater self-induction, which is generally the 
starting winding with many turns, and a non-inductive 
resistance in series with the working winding. The two are 
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CORRESPONDENCE. 


The Burning Question. 


The interesting communication of your correspondent, 
A. J. Liversedge, again prompta me to trouble you with a 
few lines upon the above subject, and to join with him in 
expressing personally my thanks for the opportunity you 
have given for full and free discussion in your valuable 
paper, the ELECTRICAL REVIEW, and it is at the present 
moment that, we are particularly grateful, for although much 
has been “utterly erroneous," the time is evidert'y rapidly 

proaching when * Eureka" will be your proud motto 
blezing forth above the portal of your office in all the beauty 
given by 10,000 incandescent lamps, the outcome of the 
now all-powerful compound “ pressed sludge and house 
refuse.“ Тһь I am right in this conclusion I feel quite 
sure. Mr. Liversedge virtually says that Now we shan't 
be long,” and I will not attempt for one moment to go 
behind the happy conclusions at which he bas arrived; at 
the same time it would be more satisfactory when figures are 
quoted as to the coat of burning, that it should be clearly stated 
whether or no the capital charge, principal and interest 
has been taken into account. There are во many items 
to be fairly dealt with, that I need not make any apology 
for the s Lager Mr. Liveraedge’s reference to a previous 
correspondent whose imagination went somewhat astray 
with respect to what takes place at Ealing is very much to 
the point. Idid not reply to the said previous correspondent, 
time I felt was “too precious.” I may, however, now add 
to previous information that one-third of the house refuse is 
used in the draiuage of the sludge, the remaining two-thirds 
is tipped on the destructor in the ordinary way and all 
burned together; the drainage goes on usually for seven 
days. One thing is certiin, that although I have tried 
again and again the burning of pressed sludge, I have never 
succeeded in obtaining as а result a good hard and useful 
ae such as I obtain from the compound produced at 

sling. 

Mr, Liversedge has referred to a communication I made 
Bome years ago to the old Metropolitan Board upon this 
question, and in looking over my papera I turned up one of 
my lectures 1890 which deals with this very point. In eight 
pes necessarily there have been cbange and improvement, 

{ the general remarks will apply almost as well to-day as 
when they were written, and as it may intereat some of our 
readers, tbe following extract gives the principal points :— 


I have spoken and written upon this subject of house refuse and 
sludge burning for some years past, and I called the attention of the 
Metropolitan Board to the matter, bat without effect. Although they 
did carry out some experiments, they were carried out in such a way 
that it was impossible for them to succeed, so little did their officials 
know about it. At the discussion at the Institute of Civil Engineers 
5775 Mr. Dibden's paper upon Sewage Sludze,“ Mr. Dibden said: 
“ Mr. Jones did not contend that he could burn the unpressed sludge, 
but only the pressed, and based upon that an enormous annual Outlay 
for the purpose of pressing. But the real fact of it is, gentlemen, I 
have never pressed a ton of sludge since my destructor has been in 
work, but it is mixed with house refuse, goes into the furnace in 
almost a semi-liquid state, and is delivered as a hard and valuable 
clinker. Mr. Dibden stated that before the pressed sludge 
can be burned the water must come out by heat, but he con- 
cluded with these significant words, that if dust-bin refuse of a 
town is available, doubtless the object сап be attained by the 
use of destructors.” In these few words I maintain that you have 
the solution to the difficulty. Why should not the Metropolitan 
Board of Works have had the refuse of the dust-bin? The various 
authorities along the banks of the Thames would have been only too 
glad to have had a depot, and barge*it down to the northern or 
southern outfall. We all know the trouble that for years and years 
has gathered round this question, when a remedy so readily might 
have been found. I have told that the quantities are so large, 
and the amount of se is so great; but it seems strange in these 
days of the Forth Bridge to hear words of this class. The whole 
treatment of the London sewage at two outfalis would be & mere 
bagatelle, if those with whom tne matter rests would face the diffi- 
culty. I have stated that in England at the present time there are 
some 200 cells at work employing less than 100 men, and 
dealing with something like 50 0,000 tons of refuse. How much room 
do you think these 200 cells would take, suppusing they had been 
built at Barking, where, I believe, there are some 70 acres of land 
available? You will be surprised to hear that they can be put upon 
an acre of land, with plenty of room to work between them, and that 
the cost of erecting them would not amount to more than £300 or 
£350 per cell Suppcsing the 200 cells had been built, and the 
question tried, there would bave been, according to the data which we 
have, and which there is no disputing as it is in daily work, 1,000 H.P. 
at hand, or in other words, the coal bill would have been saved. No 


nuisance would have been created by the 
which after all that has been said with respect 


on of the 
other systems, hag 


. held its ground, and will doso still. I refer to the milk of lime 


process, 
which will ultimately come about. I know that it may be replied 
that the effluent that is turned out by this process is not pure. No 
one in the present day would say that it was, but the question is, is 
it not pure enough to be discharged into the Thames at Barking and 
Crossness? I have been sending, to the satisfaction of the Thames 
Conservators, from 750,000 to 1,000,000 gallons of effluent per day 
for many years into the Thames, and many visitors have made the 
remark, and not a few of them members of the Metropolitan Board 
of Works, why cannot we do the same, and I say unhesitatingly, 
that under the lime process and the destruction of refuse, as sug- 
gested by me, the river would assume a character in every way 
satisfactory, and at a mere bagatelle of cost when compared with fhe 
expensive schemes alreadv referred to. Other points might be raised 
in connection with this efflaent water, for instance, that of aeration. 
And here I may add that sufficient steam would be produced from 
the refuse, over and above the quantity required for ordinarv pump- 
ing purposes, which might be brought to bear upon the «effluent in 
neration, and which, to my knowledge, can be productive of im- 


mensely beneficial results. 
Charles Jones, M. Inst. C. E. 
Ealing, March, 1898. 


— 


Electric Power Supply from Central Stations. 


I am obliged by the length at which you have reviewed 
my little paper on “ Electric Power Supply from Central 
Stations." The paper was read at short notice b:fore a 
body of men who are not specialists in electricity; it was 
also desired that it should not take more than an hour 
in delivery including the exhibition of some 80 lantern 
slides. Further, it is to be remembered that the proposals 
of the Midland Electric сш are still sub judice, and 
that until it is settled over what areas they will have powers 
it is very difficult to speak exactly from an engineering 
point of view. For all these reasons then the paper -was 
qualitative in character and tone, rather than quantitative. 

As regards your suggestion that more actual figures as to 
the capital co-t of water power installations should have 
been given, it would have been beside the purpose of the 
paper to have treated this part of the subject in greater 
detail. In the discussion, however, which followed, the pre- 
sident, Mr. J. W. Hall, gave rome actual figures entirely 
confirmatory of my general conclusions, of which I enclose a 
оору. 

‘ oming now to your criticism that in estimating the re- 
lative cost of coal and rt^king for a plant running continu 
ously, ав compared with a plant working 54 hours per week, 
I bed not made enffi:ient allowance for Power Factor.“ 

Allow me on this poirt to refer іла paper on the “ Electric 
Transmission of Power,“ read on D-cember 8th, 1894, before 
the North of England Institute of Mining and Mechanical 
Engineers, by Mr. а 1 

On page 5 the paper reads as follows :— 

i: An fer a8 they poithess comparisons prove that the electric 
transmission has been economical, but in order to obtain 
satisfactory information as to the performance of the plant, 
a-series of testa were conducted by the experimental depart- 
ment under the direction of Dr. Eugene Obach, as follows — 

“The boiler tests and the engine tests were carried out 
separately in two series. The firat series was intended to 
determine the weight of steam generated per pound of fuel, 
and this test extended over a month of o working, 
and included all necessary coal for lighting up. The seco 
test series was intended to determine the weight of steam re- 

uired by the engines, per Board of Trade nnit delivered to 
the distributing bara of the central station switohboerd. 
This was found by exhausting the engine under test into the 
main condenser, and measuring the overflow from the air 
pump, taking care that no other could mix with overflow. 
“These engine testa were subdivided again into two kinds: 
—(1) Running on steady artificial loads of about one-quarter, 
one-half, three-quarters and full load, and (2) running on 
the ordinary day load. { SUE | 

“ The secon set of tests was undertaken to ses sf a varying 
day load required the same weight of steam per Board of Trade 
unit as а perfectly steady artificial load giving the same owt- 
pul. This was found to be ths case, the point obtained by the 
day load test full exactly on the curve obtained on the steady 
load tests.” (Fig. 6, Plate 15.) . 

In a central station with a number of engines, those 
working would always be near their economical | 
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botlers give a high efficiency when worked at low rates of 
evaporation. | 


In the case of the Midland Electric Corporation there is 


every reason to anticipate that with good management a 
Detter load factor than 54 hours per week will be secured, 
even without the use of accumulators. 

I now come to your remarks on the rates it is proposed to 
charge for power by the Midland Electric Corporation. 

s matter of fact there is nothing in my paper as to the 
rates at which the Midland Electric Corporation actually 


propose to süpply power. What I did say is as follows:— - 


* [n their agreements with the local authorities, who have so 
far come to terms with the Midland Electric Corporation, the 
following are the rates for power supply, which are not to be 
exceeded : 8d. per unit for hour's use per diem, taken on 
the maximum demand in any quarter, the number of first 
hours being taken as 78, i. 8, 6 days per week for 13 weeks, 
*825 of a penpy for each subsequent hour's use.“ 

I did not вау that these are the terms on whieh the 
Midland Electric Corporation have determined to supply, 
but these are the terms which they have agreed not to exceed. 

In electric lighting orders it has been usnal to specify that 
the maximum charge for supply sball not exceed 8d. per unit. 
It does not necessarily follow from this that the company or 
authority will cpi full maximum even to start with, 
nor that they will o large and good customers the same 
rate as the small ones. | 

The actual rates for pe supply I must leave to the 
future, all I will remark is, that there is no reason to doubt 
that as time goes op, power supply undertakers will be able to 
make as a reduction in their initial maximum rates as 
electrio light undertakers have been able to make on the 
maximum rates of electric supply for lighting during the last 
10 : 

ürther, coming to your comparison of the cost of power 


pee 11 an isolated plant with the rates per annnm the 
idland Electric Corporation would charge under similar 


conditions, I am pleased to see that you acknowledge that 
even on the assumptions you make, for any power up to 
50 kws., it would be advantageous to take supply from the 
Midland Electric Corporation, the user securing all} the 
advantages of electric working into the bargain. 

A 50-kw. plant пеейя ап engine of at least 80 I.H.P to 
drive it, and as there is usually some saving in power in 
employing electricity, you appear to agree that there would be 
advantages in replacing every engine in the district working 
under the conditions you mention as ordinary ones, up to 
100 I.H.P., the advantages increasing very rapidly as the 
sizes got smaller. | 

Now 100 I.H.P. is a considerable size for the engine of 
ordinary engineering and manofacturing works, excluding 
rolling mills, textile factories, and some other industries ; 
such an engine ара a factory employing approximately 
150 to 200 men under present conditions. 

Bat your comparison even on this basis does not include 
anything for spare boilers or plant, either mechanical or 
electrical, in the case of the isolated plant—a most important 
consideration to a manufacturer; while by taking power 
from the central station he would have nearly the security 
of duplicate plant. Lastly, you assume that the maximum 


load to be met with will be double the average load, which, 


ава dps statement, is no doubt accurate. The deduction 
which you make from this, however, that it is proposed to 
take full advantage of this fact in supplying current from 
the central station on the demand meter system, is not 


correct, D. 
It is one of the great advantages of centralisation that the 
wider the range of supply the less are sudden local incre- 
ments of power felt, and it has always been the desire and 
policy of the directors of the Midland Electric Corporation 
to give manufacturers, as far as reasonably could be done, 
the benefit of this. 

While, consequently, they have decided to supply electric 
power on the demand meter system, it is not their intention 
to do so with the aid of recording wattmetera or ammeters. 
What ке do propose is to use something of the character 
of Mr. Wright's instrament, which takes some time to reach 
а maximum ing. | 

In this way е maximum зше will not bear = undue 

proportion to the average, во е average cost of power 
улдыр не will be less than you assume, even taking 


the fall rates which the Midland Electric Corporation have 
undertaken not to exceed. 

Altbongh it is not alluded to in the paper, the Midland 
Electric Corporation proposals also inolude the provision 
of electric lighting over a large district at cheaper rates 
than the authoritie: could do it for themselves, even if 
cared to embark in the necessary capital expenditure. 

hile, therefore, your conelasions are generally favonr- 
able to the Midland Electric Corporation's enterprise, I 
think you will agree, after this explanation, that their pro- 
posals, if the local authorities allow them to be carried 
out, will be considerably more advantageous than your 
leading article indicates. | | |! 

Remember, also, that this is what мн men, after 
carefally weighing the circumstancer, feel that they can do 
to start with, and it is always the beginning that is the 
difficulty. | | | 

I am sorry to have written you at such length, bot in 
justice to the directors who have spent much. time on the 
undeit king, and especially the chairman, Mr. J. F. Albrighi, 
it is ia. portant that there should be as little misunderstand- 
ing of their proposals as is compatible with the inauguration 
of a new enterprise, and one which to a considerable extent 
breaks fresh ground. MN 


G. L. Addenbrooke. 


The Association of Electricity with Atmospheric Phenomena, 


Tour correspondent, “ Delt i, will perhaps be interet ted 
to hear that early on Tuesday, the 15th inst., a similar pbe- 
nomena to that of the Aurora Borealis was seen from Black- 
pool and Thirsk and at other northern towns ; and about the 
same time and day a water-spout was seen from the coast of 
the Isle of Man. This is a remarksble coincidence, and 
points to an electrical association. Perhaps some of yonr 
readers conld вау whether there were any striking baro- 
metrical changes on the dete named in the places mentioned. 


Magnet. | 


LEGAL. 


LzaicESTER CORPORATION v. WABREN HILL. 


Important Judgment. 


Ат the Leicester County Court on Friday, his Honour Judge Wight- 
man Wood delivered judgment in the case of the Leicester Corpora- 
tion v. Warren Hill, cian, King Btreet, Leicester. 

His Ноноов said the case, which was heard last month, was one of 


unusual importance to come before а court of limited jurisdiction. 


The action was in respect to the price of lampe and other fittings 
used in connection with electrio lighting, sold and delivered to the 


. defendant, who, whilst admitting the purchase, said that it was w/tra 
. vires of the Corporation to trade in such articles, and that they could 


not maintain an action for the price. He (the Judge) further undér- 
stood that the claim was resisted in order to test the right of the 


Corporation to deal insuch things. Under the Electric MEE en 
e 


of 1882, the 


Corpération were licensed by the Board cf Tra 
supply E public and private pu , and besides laying 
ecting 


wires, ет necessary machinery and suppl the electric 
energy to such householders as liked to ve it, TET ue opened 


an emporium—he supposed they did not term it a shop—for the sale of 
and 


such other fi as were required in houses by persons who 
made use of the electric light. No attempt was made to confine the 
saie to householders who took the electricity, nor was the defendant 
such a person. He was an engineer with a similar business of his 
own, and the articles which he purchased from the Oorporation he 
added to his stock. All the facts were admitted, and the matter in 


ap d from that form that the 

person who drew it up contemplated that the Co ion would buy 

and sell lamps and other apparatus, and it might be that the Cor- 

poration hed taken their cue from it, and taken to trading in 
A 


— Te 


—— — — — — preme 


lamps on the Tier р of its wording. He was, however, of opinian 
that a mere indication by a Government department that in its j dg- 
ment a 1 be properly done, could not have the effect of 
authorising which would otherwise be contrary to law. Section 9 
gave the Board of Trade no authority to authorise anything at all, 
but merely to prescribe the form in which the Corporation were to 
present their accounts of the undertaking” authorised by the Act— 
that was, the duty of supplying electric energy. He was therefore of 
the opinion that the contention of the defendant that the Corporation had 
acted beyond their legal powers in selling the articles in question was 
correct. Defendant, however, having taken and kept the goods under 
an implied promise to pay, the question arose, “Could he now set 
up as a defence to an action for the price that it was ultra vires of 
tbe Corporation to sell?” In his (the Judge's) opinion he could not, 
for the defendant having had the goods, could not be allowed to 
refuse to pay for them on the ground that the Corporation went 
beyond their legal right in selling them, and could not have been held 
to their contract to deliver them had they refaeed to do so. The 
defendant had got what he bargained for and he must pay the price, 
notwithstanding the flaw which he had rightly called attention to in 
the capacity of the Corporation to carry on their business. As he 
was against the plaintiffs on the point on which they relied, and 
which the parties came there to contest, he would give no costs, and 
Judgment would therefore be entered for the plaintiffs for £4 193. 
without costs, with leave to appeal. | | 


VaucHan & Brown v. TERRY. 


AT the Olerkenwell County Oourt on Friday last, ран, electrical 
engineers, of Kirby Street, Hatton Garden, sued Mr. Edward Terry 
for £9 14s. 8d. for work done in connection with Terry's Theatre. 
For plaintiffs it was stated that the order had been given by Mr. 
Brickwell, Mr. Terry's business manager, and Mr. Brickwell gave 
evidence that he had acted iu that capacity in giving the order to 
plaintiffs, Mr. Terry gave evidence that Mr. Brickwell was, at the 
time this contract was given, temporarily acting for Mr. Carr at 15 
guineas a week. He never authorised Mr. Brickwell to carry out the 


work claimed for, Tue deputy-jadge (Mr. Horton Smith) found for 
the defendant, with costs, | 


Book & Hickman v. Вико & Co. 


Тнв plaintiffs in this action, а firm of tool manufaotarers, sued Mr. 
Henry Binko, electrical engineer, of 34, Leadenhall Street, at the 
Lord Mayor's Court, before the Recorder, to recover the sum of 
£16 2s. 4d. in respect of goods sold and delivered. The defendants 
leaded that the whole amount was tendered before the action was 
ught, and the sole question was as to whether there had been a 
proper tender. Mr. Henry Binko stated that in January last he 
received an application from Messrs. McKenna & Oo. for an amount 
of £16 2s 4d. due to parue There was & dispute at the time 
between him and plaintiffs over a sum of 4s. 5d. Witness drew a 
cheque for £15 17s. 11d., and subsequently, after his attention had 
been called to two: credit notes for the 4s. 54, he added another 
4s. 5d. That amount was taken on to plaintiffs, but was refused on 
the ground that the matter was out of their hands. The plaintiffs 
contended that the amount tendered to them was £15 odd, and as 
that was not the full amount, they refused to accept it. Eventually 
the jury found for the plaintiffs for the amount claimed. 


WiLSON v. ELLIS. 


Tum was a claim by a traveller for £28 odd for commission for orders 
for electrical work obtained for the defendant, who has an offica in the 
district of the Westminster County Court, and a branch at 7 
Plaintiff, it seemed, obtained an order from the builders who were recon- 
stracting the Old George,” Croydon, to do the wiring, and for that he 
wasentitled, with other jobs, to £11 commission. Bubsequently, through 
his introduction, defendant obtained the order for fittings. Defen- 
dant's case was that the order for the fittings came through another 
servant of their and that plaintiff knew notbing of the order for 
fittings until after it had been obtained. They had paid the otber 
amounts into Court, but this £18 they did not think he was entitled 
to. His Honour, in giving judgment for the plaintiff, said the intro- 
duction came through him, and but for that defendant would not 
have obtained any order at all. 


зе лу ES 


BUSINESS NOTICES, & 


American Competition in Europe.— Mr. F. Н. Mason, 
United States Oonsul-General at Frankfart, bas, says the Times, 
given some interesting information on the subject of American com- 
petition in Europe iu his annual report to his Government. He 
states that 1897 will be remembered as an epoch in _ the 
industrial and commercial relations between the leading Euro 
countries and the United States. The remarkable fact of the year 
has been the enforced recognition of the truth that in de veral im- 
portant lines of manufacture notably that of iron and steel the 
eceptre of economical production, combined with the payment of 
the highest wages to labour, has passed from the old world to the 
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‘new. It has been demonstrated that, under intelligent, . 


nagement, highly paid labour, 


when employed to use 
complicated machinery, is, after 


especially 
all, the cheapest, and that in the 
people of the old world have been in many 
cases left behind by those who, more than any other, have reduced 
economy of labour to an exact science. It is now seen that it is 
something besides the tariff that has made the cost of producing 
Bessemer pig iron from 103. to 16s. per ton less in the United States 
than Great Britain, has enabled the steel-makers of Pennsylvanis to 
ugderbid those of England for the rails and other supplies of the ^ 
London unde railway, and to place an order for 8,000 tong of 


. steel rails with the Indian Government. Neither bas fiscal legisla- 


tion enabled the machinists of Philadelphia, Pitteburg, and Obicago 


to sell locomotives, mining and electrical machinery, tramway outfite, 


bridges, and architectural iron in competition with British, German, | 
and Belgian agents in South America, Australia, and the Cape s 
Good Hope. The leading makers of electrical machinery in f 


. United States have set a standard of cheapness, prompt delivery, 


efficiency, and economy of service, especially in electrical railway 
plant, with which their European rivals find it difficult to compete. 


Birmingham Electrical Exhibition.— The installation 
for lighting the buildings of this exhibition at Bingley Hall was put 
down by the Walsall Electrical Company. Messrs. Henry Bassins 
821 Co. have an effective display of fittings, and there are exhibits by 
a large number of electrical firms. There are to be wireless 
telegraphy, and X ray demonstrations. 


Brook's Semi-solid System of Iasulation.—Merer. 
Johnson & Phillips have issued a pamphlet on the above system. 
We understand they have bad ence of these cables for the-past 
eight years, and are convinced that they are an advance in the right 
direction as regards the transmission of electrical energy. No faults 
have occurred on the lines laid; but, on the other hand, the insula- 
tion measured in megohms, and, what is of more importance, the 
insulation as regards dielectric stress, is in all cases higher to-day 
than when originally laid. We illustrate а full size section of the 
"15 square inch high tension concentric cable supplied for the Oor- 
pos of Worcester, which has relied for rome years qp two 

rook's mains for connecting the city with the generating station 
some three miles in the country. The pamphlet before us describes 


the Brook's system in detail, together with the method of laying and 
jointing. In this system the ppor conductors are closgly and 
thickly covered with two helical bindings of strong fibrous gexterial 
impregnated with a bighly insulating compound. The cables ме 
drawn into thick iron tubes, which are afterwards filled with a highly 
insulating semi-solid dielectric and hermetically sealed. The cables 
are thus completely protected from all deteriorating influences. It 
is claimed that with the use of this type of underground cable there 
is a great factor of safety against faults, an absence of. material 
exposed to any action likely to deteriorate it, and by its use one has 
an insulation as reliable and permanent as is possible, — 


Catalozue —Mesirs. Binko, Ridsdale & Oo., Limited, 
of Leadenhall Street, and Minories, have issued a 290-page catalogue, 
bound in red cloth covers, in which they describe, illustrate, and 
give prices of the great variety of elcctrical apparatus and accessoriet, 

which they trade. Department I. covers electric signals,electric tele- 
graphs, telephones, electric bells, fire alarms, ligh condactors, 
and medical appliances. Section II. is devoted mainly fo electric 
lighting, and describes accpmulators and fittings for ships and 
domestic use, dynamos, and motors, &c. The book will be of service 
to the firm's customers, and the electrical trade generally. 

Crompton & Co., Limited.—The petition к=н 
to the Courts for confirming a special resolution reducing the capital 
of this company from £280,000 to £162,000, will be heard by Mr. 
Justice Wright in the Chancery Division, on April 6th. Anyone 
desiring to oppose the proposal should then appear. 


Dissolution of Partnership.— Messrs. A. Harrison 
and E. O. Pringle ( as „ Coles & Оо., electrics! 
engineers, Hermitage Works, Richmond, and Kensington) have dit- 
solved partnership. . с зы gp aes “ 
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| Electrical Wares Exported. 
Waer Espira Maron 99rx, 1897 век Еиріма Manon 2078, 1898. 


* 


N E 6. E в 
Albany ... iu -. 800 0 Alexandria. Teleg. mat. 426 0 
Amsterdam .. 800 O Amsterdam .. 200 0 
Aut vera ‘es .. 56 0 Bangkok PA . 467 0 
Anckland 8 . 334 0 Bilbo di .. 88 0 
Bilbv .. e 0 e 10 0 „ Teleg. mat. 790 0 
В aU... ade . 135 0 Boca m ses 4f 0 
Calcutta .. eee .. 176 0 |Baenos Ayres ... .]9 255 0 

„ Teleg. mat. ... 36 0! " Teleg. mat. 100 0 
Colombo "T .. 85 O Oaslcutts... iva * 198 0 
Copenhagen. Teleg.cable 364 0 Саре Town... ‚1437 0 
Delagoa Bay .. 107 0 Onlombo ies .. 848 0 
Durban eee eee ІІ) 840 0 Darban eee вое eee 1,707 0 
ut London .. „170 „ Teleg. mat. ...1097 0 

Т Teleg mat. 1,890 0 East London .. 518 0 
Flushing in . 110 0  Flushiog oe i. 86. 0 
Hamborg. Teleg. mat. 505 0 Gibraltar. Elec. cable 700 0 
Hong Kong .. 17 0 Gothenburg .. 183 0 
Madras ... ae .. 171 O0 | Hamburg Sis .. 10 0 
Melbourne. Teleg. mat: 683 0 | Hong Kong .. 14 0 
O tend ... * .. 24 0 Launceston... . 14 0 
Otago i „ 27 0 | Madras .. ees 218 0 
Passages ate .. 185 0 Malta . 54 0 
Perth... iss 488 0 Natal isi 78 0 
Port Elizabeth ... 295 0| „ eleg mat ... 1,045 0 
Rouen e 0. 82 0 Passages 107 0 
Santos jat .. 25 0 Perth ei * 200.0 
St. Petersburg. Teleg. Port Elisabeth... * 31 0 

mat ee .. 268 0 Port Said .. 13 0 

Shanghai A 157 0 | Rangoon .. 846 0 

» Teleg. mat. 35 0 Йй Ria Janeiro ese  — 999^ 20 0 
Sings ie - 48 0 | Rosario, Teleg. mat.... 60 0 
| » g mat, 284 0 Santos I See ese 26 0 
Stockholm  .. .. 70 0 Seville dus .. 100 0 
Sydney .. 648 0 Shanghai - .. 971 0 
Trinidad ... 10 0; = Teleg. mat. 350 0 
Wellington .. 52 0. Singapore. Teleph. mat. 45 0 
Yokohama ove .. 60 0 | Spessia ... He .. 650 0 
St. John's, N. B. ,. 10 0 
Stockholm. Teleg. mat. 122 0 
Sydney ... was *. 441 0 
Tientein... ss *. 95 0 
Wellington „ 85 0 
n Yokohama  .. .,4 585 0 
Total. 28,800 id Total .. £14,881 0 
Foreign Goods Transhipped. 

' £ в. 

| Monte Video. Teleph. 
mat. si - 9 0 
| Sydney. Teleph.mat. 74 0 


Total .. £83 0 


Electrical Iastallation at the Thames Ironworks. 
—The Institution of Junior Engineers will to-morrow (Saturday) 
morning pay a visit to the Thames Ironworks and Shipbuilding Com- 

' works at Blackwall. The following notes on the electrical 

neering department are of interest. The central generating 
station bas been established in the works near the shipyard gate. The 
installation consists of three locomotive and two Gunboat” boilers 
the latter of the company's manufacture—aggregating 600 I. H.P.; 
engines and dynamos aggregating 360 I. H. P., three of them built by 
the compsuy. Distribution of current is effected by three-wire 
System, the main cables to distributing centres being of vulcanised 
India rubbar insulation, laid in cast-iron pipes underground. The 
electric current generated is chiefly used for lighting purposes, but 
several examples exist in the works of the use of electromotors, and 
the use of electricity for power purposes is in course of extension. 
Electric drilling machines are a speciality. Several types of these 
machines are found on H. M. S. Albion, in shops of the shipbuilding 
department, and in various parts of the yard. Others are under con- 
struction in the upper machine shop of the engineering department. 
Dynamo and motor construction is carried on ae а branch of the 
engineering department (upper shop). Electro-galvani- ing of boiler 
tubes, plates, &c., is esen near ss. Diogenes and along-ide boatbuil ting 
sheds. Oarrent for plating is obtaiaed by transformation from the 
electric lighting mains. 


Elmore Director's Fees,—At the Leeds Assiz-s on 
Saturday last, Mr. Justice Ridley gave judgment for the pleintiff in 
the case in which Mr. J. North, solicitor, of Leeds, su d the Eimore's 
Patent Copper Depositing Company, of London and Leeds, for £600, 
as director's fees. For the defence it was argued that directors’ fees 
had been held to be a grataity and could not be sued for. His Lord- 
ship, however, ruled against this point. 


Fires,—On Saturday last а fire occurred on the premises 
of Messrs. Downie & Adams, electrical engineers, Newman Street, 
Oxford Street, W. The ‘fire originated in the showroom of Messrs. 
Wenham & Waters, and Messrs. Downie & Adams ask us to state 


that their business has not been in any way interfered with by the 
cecurrence. 
On Saturday last a fire occurred on the premises n Messrs. O. and 


S A. Parson, electricians, Gaorge Street, Bath, and did considerable 


Mage. 

On Thursday nieht last week, a fire occurred on tha premises of 
Messrs. Hamer & Oo., electricians, in Herton Street, Halifax. The 
building is a three-storeyed block. 


Electric Light F ttings.—Messrs. Н. M. Salmony & Co., 
of Charing Cross Road. have brought out a new catalogue. The 
copy before us is an edition de luxe of about 400 pages, including 
section P.A., describing electric light plant and accessories; section 
F. G. dealing with electric light fi.tings and glassware; and section H. O. 


rticularising electric heating and cooking apparatus. We can on] 
М эга space for brief mention of the great variety of machinery and 
apparatus which is well illastrated and clearly printed in this volume, 
Section P.A. deals with dynamos, motors, combined plants (gas, oil 


Fra. 2, 


and steam), turbines, accumulators, arc lamps, switches, cut-outs, 

instrumente, &с. The electric light fittings section em- 
bodies a really excellent selection of artistic fittings, such ae brackete, 
standards, electroliers, oeiling fittings, &. , Fur neatness of 


d general arrangement they compare very favourably with 

eer ien of the kind that we have seen. We select a few of the 
ens for illustration. Fig. 1 shows a three-light pendant in 
brown or grey bronze, with spray for the lamps. In fig. 2 is shown 
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a bracket made in either polished brass, dead gold or wrought iron. 
A high-class ceiling fitting with hand-wrought leaf work is shown in 
fig. 8, with three lights. This is made in polished brass or copper. 
Fig. 4 shows a six-light electrolier, made either in polished brass or 


dead gold, with cast brass leafwork and ornaments, and cutglass 


shades. These are only а few specimens selected off hand from the 
catalogue, but at the very complete showrooms in Oharing Cross 
Road a great variety of excellent fittings can be seen to greater 
advantage than in illustrations. To facilitate the visits of con- 
tractor's customers to the showrooms a sheet of perforated introduc- 


tion cards is given with each catalogue. 


Holophane, Limited, v. the Stewart Electrical 
Syndicate.—In the Chancery Division on Friday last, before Mr. 


Justice North, Mr. Eady, Q. O., mentioned а motion in this case for 
an injunction to restrain the infringement of patents and passing off. 
Counsel stated that the motion was adjourned from last week, and 
since then an arrangement had been arrived at whereby the de- 


fendants had agreed not to dispute validity, and to submit toa 


perpetual injunction with inquiry as to damages and costs. 


Lists,—Mr. J. D. Satcliffe (of Sutoliffe, Statham and 
Co., Fennell Street, Manchester), sends usa copy of а paper read by 
him before tbe Manchester Society of Architects, оп “ Combined 
Warming and Ventilation of Publio Buildings." | 

Mr. A. W. Roy, of Heaton, Newcaatle-on-T'yne, has issued a March, 
1898, list of his small dynamos and motors, and materials for same. 


Receiving Order.—Messrs. James Fletcher and J. A. 
Hirst (trading as Fletcher, Hirst & Co., electrical and mechanical 
engineers, Bankfield Works, Curzon Street, Burnley, and lately at 
Chester and Derby) filed & petition for receiving order in bank- 
ruptcy on March 24th. | ` 


To Creditors,—Creditors of Bennett & Druce, lately 
trading as electrical engineers, at 30, Winckle Square, Preston, 
Lancashire, who have not already sent in their с to Mr. J. Todd, 
eceiver and manager, must do so by April 8th, after which date 
istribution of assets will be proceeded with, 


Micrometers.—We have received from Mr. Robert Mühle, 
of Glashiitte, i/S Germany, particulars of three forms of micrometer 
which he is manufacturing for the use of electrical engineers. Por 
these is claimed the extreme ко rendered necessary by the 
delicate distinctions of diameter and thickness brought into use in 
modern electrical practice. Fig. 1 shows (balf natural size) the 


standard form of micrometer measuring by ;,45th mm. This is made 
either in brass or nickel, the jaws project and are opened by means 
of & lever to admit the subject for measurement. An 

spring, levers and gear actuates the pointer and shows 
measurement on an easily read scale. The knife edges of the 
are finely polished and are made with jewelled points if req for 
measuring incandescent lamp filaments, screws, plates, wire, бс. These 
instruments are also made to read in goth, both, and pövth mm., 
and are guaranteed not to vary even with constant use. Fig. 2 is 
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another form with extended scale to show extremely fine divisions 
from roth mm. бозду mm. The in this instrument is 
much larger. In the three sizes made the jaws open 12 mm., 40 mm. 


and 50 mm., and the largest size can be used up to even 75 mm. The 


illustration is half natural size. Еіс. З is a convenient form for 


Ета. 3. 


workshop use when extreme accuracy is not required, the readings 
being wih, Ду and у; mm. The scale is isometrio, thus avoiding 
circle errors. The adjustment is easy and the instrument is strongly 
constructed to stand ordinary workshop use. The firm of Robert 
Mühle was established in 1869, and has devoted a vast amount of 
attention to the perfecting of measuring instruments, of which the 
types we describe are,good examples. - , 


— 0 
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New Patent Friction Cluteh.—The friction clutch 


illustrated below has been designed by the Unbreakable Palley and 
Mill Gearing Company, Limited, of Manchester, to overcome some 
of the many difficulties attendant upon this apparently simple, but 
really very exacting class of mechanism. With regard to the clutch 
proper, it is not greatly different in the main design from some others 
im market. The driving power is transmitted by heavy arms or 
horns, on which the friction blocks slide, so that all strain, except 
that of putting the blocks into gear, is taken from the screws. These 
are two in number, right and left handed, and the arm for their rota- 
tion is forged solid. e main and lock nuts are gun metal, to avoid 
any chance of rusting, should the clutch remain for long either in or 
out of gear. The patented novelty lies in the method of the appli- 
cation of the power from the usnal sliding sleeve upon the t to 


the extremities of the screw levers. Instead of the connecting links . 


being carried in rigid centres on the sleeve, as is usually the case 
(fig. 1), they are pue to & gimbal or ring, pivoted on the sleeve 
(fig. 2). I¢ will be seen that, by this arrangement, any pressure put 
upon the sleeve must be transmitted with absolute equality to the two 
friction blocks, as either one of these gives the reaction for the other. 
Any chance of uneven wear on the blocks, or undue strain upon one 
part of the mechanism is thus avoided. We understand that a 
number of these new clutches have been sent out, and have been at 
work for considerable periods. Mauy repeat orders are stated to have 
been received. The clutch is made in various sizes, according to 
diameter of shaft and power to be transmitted, and may be used 
either to couple shafts or to carry a Pulley. Adjustment is provided 
for in all ways, and all the parts, although guarded by the outer shell, 
are in full view, and at once accessible. 


Paterson & Cooper.—Discharge Granted.—The case of 
Paterson & Oooper, electrical engineers and contractors, of the Euro- 
pean Works, Pownall Road, Dalston, and Victoria Street, West- 
minster, with branches at Manchester, Glasgow and Dandee, reached 
the final stage this week at the London Bankruptcy Court, when Mr. 
Registrar ip, ou granted an unconditional order of disc to 
both debtors. The firm failed in August, 1896, with total liabilities 
£19,514, and assets valued at sufficient to pay the debts and leave a 
margin of £7,021. The debtors started business in 1883, хат 
rovi 


about £5,000 to the debtors. ied pede later the French patents 
were sold to a French company, 
£1,800 by the sale of their А Ает 


рахо, pent and business of the French company. They attributed 


The Stratton Separator.—Mr. C. R. Heap, of 47, 
Victoria Street, 8.W., who is the sole importer in the United King- 
dom for the Gonbert Manufacturing Compaby, of New York, sends 
us а pamphlet, emphasising the necessity of employing dry steam in 
order to obtain the maximum of economy, efficiency and safety, giving 
an exposition of the various methods of obtaining it, and describing 
good pointe of the Stratton system of mechanical separation. A page 
illustration is given of a 10-inch Stratton combined separator and 
steam receiver, connected to 1,200 H.P. compound Westinghouse 
engines at the power house of the United Electric Light and Power 


Company in New York City. Other illustrations show se 

used by the Philadelphia Traction Company, and the Springfield 
Street Railway Tapar. There is a list covering many pages, giving 
particulars of firms an 

separator. 


works in America employing the Stratton 


F1G. 1. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—Last week the Gas and Electric Lighting 
Committee resolved to reduce the cost of electricity for motive power 
from 6d. to 4d. for the first hour. The price for the current there- 
after will be the ваше as formerly—1àd. The report of Prof. 
Kennedy regarding the lighting of the west end was deferred until 
the committee had had another interview with Prof. Kennedy. 

Blectric light is to ba introduced into West Parish Church. 


Barmouth.—A movement is on foot to acquire the 
old reservoir at Ceilwart whereon to erect the necessary plant for 
generating electricity. 


Bath.—The electric light works insurance is to be 
increased from £12,000 to £20,000. The insurance company has 
reduced the premium from 7s. 6d. to бв. per cent. 


Barking.—The clerk reported at the last District Council 
meeting that the pone contracte for erection of the electric 
light station, and for supply and erection of generating plant had 
been entered into, and that the remainder of the contracts would be 
completed shortly. Asto the eleotric lighting loan, the present applica- 
tion was for sanction to a loan not exceeding £15,000, and the Local 
Government Board would require the Council to state a definite sum. 
The clerk and the engineer are to go into the matter, and report the 
exact amount required. A letter was received from the Board of 
Trade, stating that if the Council proposed to make an earth oon- 
nection, the approval of the Board, with the concurrence of the 
Postmaster-General, would be necessary, and the clerk reported that 
he had replied that it was to connect the intermediate con- 
ductor of the three-wire system with earth, and that the Board of 
Trade's conditions would be complied with. The Surderland Forge 
Company, Limited, wrote, quoting £825 for the duplicate electric 
lighting plant required, and. £75 for copper pipes, including erection. 
Consi on was deferred. 


Bedford.— The stall-holders in the Bedford Market have 
requested the Corporation to instal the electric light, and have offered 
to pay 4d. night per lamp of 16 C.P., which they suggest would 
produce £176 Зе. 84. per annum. Тоеу are agreeable to amalgamate 
the stallage and charges for light, pay in advance, and sign an agree- 
ment to that effect. They prefer, however, the engineer to under- 
take the complete installation, owing to their employés inexperieace 
in the technique of electricity. | | 

Tbe Town Coancil has decided to reduce the charge for current: 
to 44d. per unit (5d. less 4d. for cash іп а month) from July Ist. Six 
transformers of increased voltage are to be purchased for the new 
area at a cost of £300. 
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Birmingham.—Estimates have been invited for an elec- 
tric lighting installation for St. Martin's Church, and the work will 
be done aftur Easter. 


Bridgend.—The Urbsn Council recently met in com- 
mittee to consider the application of a London of electrical 
engineers to take over the Council's provisional order for the electric 
lighting of the town. A committee was appointed to carry out the 
negotiations with the firm in question and present a report. 


Brighouse,—The Town Council is to take over the 
electric lighting plant belonging to Mr. Brook. 


Chester.—At midnight on Thuraday last week the electric 
light works at Chester, with staff, station, and plant, passed into the 
hands of the Corporation. Since December 17th, 1596, the concern 
has been run by the contractors, Messrs. Thomas Parker, Limited. 
All the staff is taken over, with Mr. F. Thureficld, A. M. I. O. E., as 
resident engineer, and it is stated that for the future Prof. Kennedy 

ill not be called in for extensions, &c. 


Clerkenwell.—The Vestry had a discussion on electric 
lighting recently. The members are impressed with the successes of 
municipal plants elsewhere, including Brighton, and it was resolved 
to appiy for powers to supply the parish. 


Dingwall.—The Electric Light Committee on 18th ult. 
considered the draft agreement to be made bt ween the Town Council 
and the electric lighting company. The company will have the use 
of the present lamp-poste, and the installation will iari бан eight 
500-O. P. arc and nine 32. C. P. and 16 16.C.P. incandescent lamps. 


Dorking.— A poll of the ratepayers has resulted in favour 
55 id work of electric lighting being carried out by the District 
oun 


Durban.— 300, 000 is being raised for borough improve- 
mente, and £50,000 of this is for electric lighting «xtensions. 


Exeter.—At the last City Council meeeting, the Electric 
Lighting Committee reported that the lamps for street lighting had 
been denvered, and examined by an electrician sent пош London, 
who had satistied himself that tncy were incapable of being adjusted 
to meet the requirements of the Council A correspondence has 
taken place, saye the Western Morning News, with Drake & Gorham, 
the manufacturers of the arc lamps to be supplied, wherein they un- 
dertook to make а new stt of lan ps, properly acjusted to meet the 


requirements of the Council's вумеш of electric lighting, in leu of 


those already delivered, and guaranteed the delivery within five 

werks from Marco 8th. The Council has decided to apply to the 
Loca: Government Board for permission to borrow £7,00u tur aadi- 
tional plant and cables. 


Fulkestune.—The proepectus of the Folkestone Electric 
Supply Company, Limited, has been issued this week. It shows that 
contracte have aun айу breu entered iuto with tue Corpuraitiun for 
lighting the m.st iu portant streets, including the Lets Promenade. 
Toe directors include several local public men, viz , Alderman George 
Spurgen (chair man), Councillor D. Baker, Councilor B. Pcnfoid 
(Mayor of Fulkestoue), and Councillor О. J. Pursey. 


Gloucester.—Mr. Hammond attended before the Elec- 
tricity Supply Committee, and submitted a plan showing how he 
proposed w arrange the Ki-ctricity and Dust Destructur Works upon 
part of the Bearland estate, and confcrmd wito the Committee as 
to the various hiuds of ous; асвігисилв. The Committee ap- 
proved of the plan submitted by Mr. Hammond, subject to any 
modifications that may be found necessary ш working ouv the details. 
Mr. Hammond was instructed to invite the followiny firms to submit 
plans and estimates fur four dust Gestructor oclis;— Messrs. В.ашап 
апа Dcas; Guddard, Massey & Warner; Maniove, Aluott & Co.; the 
Horsfail Syndicate, L.mited. The fureguing was approved at а 
mectiny of che City Социсц on Tuesaday. 


G: eenuck,— Representatives of the Corporation are to 
meet the Bua:d of ‘Linde in London this month in conference on the 
question of the inuroouction cf the electric light into the borough. 
Ihe North Baush Kicctricaaty Cumpany, Port Glasgow Хомо Cuun- 
cil, and Guurcck Com mission, will aleo be represented. 


Hack nry.—At tue last Vetry meeting, says Daily 
Tenaers, u lener was read frum an electrical engineer, offering his 
веуісев in connection with the electri lighting schemes, &c., uuder 
considesation. It was decided to rcceive ine lever, thu opinion being 
expressed that 16 was time that these gentlemen should cease adver- 
tising themselves. 


. Hornsey.—The District Council, which is applying for a 

rovisional order, has refused consent to an appiication received from 
Мт. F. J. Hider, inquiring whether һе would be allowed to carry the 
cables for a small electsic lighting installation in the Broadway, 
Oroucb Ead, on tne low tension system, over a few thoroughfares, 
witn a view to lighting a few of the shops. 


Italy.—The report of the Società Anglo-Romana per 
l'Aliuuminazione di Roma shows that its electrical branch is now 
supplying current ts an equivalent of 06,698 16-C.P. lamps. An 
increase of 4,633 lamps during the past 12 months. i 


Johannesburg.—The price of current has been reduced 
to 1s. per unit for dwellings, churches, theatres, and public places. 
The Council has also reduced the price of gas from 21в. to 20s. per 
thousand, and increased discounts are given. 


Leigh.—The District Council has decided to lay down an 
electric lighting installation at a cost of £10,000. 


Leith.—The plans of the electric light station buildin 
have been approved at the Dean of Guild Court. | 


London County Council.—At the weekly mecting of 
the Council on Tuesday, the adjourned report of the n Drainage 
Oommittee in regard to the proposed electric light installation at 
the Crossness outfall, to which we referred last week, was adopted, · 
It was decided to approve the estimate of £7,000 for the carrying 
out of the work, and to invite tenders (1) for the supply and fixing 
of the engines, dynamos, switchboard, and principal mains, and (2) 
for the service mains, wiring and fittings. | 

. It will be remembered that early in February the Council decided 


to ask tbe Board of Trade to give preference to the orders applied tor 


by the Charing Cross and Strand Electrisity Supply Оо in 
respect of the Holborn and St. Giles districts over that applied for 
by the County of London and Brush Company for the same area 
(which the Metropolitan Electric Supply Company has now power 
under its Mid-London Order to supply), the reason being that the 
former company's supply in its present areas is by continuous 
current, instead of alternating current, which was understood to be 
the system of the latter company. Since then the Highways Oom- 
mittee has received a letter from the County of London Company, 
stating that it is prepared to charge at a lower rate than the O 
Cross and Strand Company, and at the same time to supply alternat- 
ing current by low tension for lighting purposes, and continuous 
current at 500 volts pressure for motive power. The Board of Trade 
having intimated its intention to hold an inquiry at which the 
parties interested should be represented, the chairman of the 
committee was requested to attend, and to state that, upon tue 
understanding that the County of London Company's supply, if the 
order be granted, would ba given in accordance with the above letter, 
the opposition of the Council to the granting of the order to the 
company would be withdrawn so far as related to the rates of cbarg.s 
and the supply by means of alternating current. It would thus be 
left to the Buard of Trade to decide which cf the two companies 
concerned should be allowed to supply the areas referred to ia the 
respective orders. Arising out uf questions on this matter, the 
chairman of the committee mentioned that at the inquiry in question, 
the Board of Trade decided that it was advisable to leave that area 
south of Oxford Street to the Charing Oross and Strand Company, 
and that on the north of Oxford Street to the Oounty of London 
Company. 

As will be seen from the following paragraph from the report of 
the Highways Committee, the « ounty of London Company has been 
successful in its appeal to the Board of Trade on the much vexed 
question cf transformer boxes. 

The Committee reporwd:—The Oouncil on December 7th last 
formally disapproved uf the construction of four tranaformer boxes by 
the County ot Loudun and Brush Company, under its Northern Esten- 
sion Order of 1897; and sgaiust this decision the company appealed 
to the Board of irade. The Board gave its award on March 19th, 
allowing the appeal, and approving the construction of the trani- 
former boxes, su: ject to the following conditions— (a) that the said 
traneformer boxes be constructed in & manner precisely similar to 
the transformer boxes constructed within the area of the County of 
London (North) E.ectric Lighting Order, 1892; (b) that there вра 
be no gas pipe within such distance from any box as is equal in feet 
to the diameter of tne gas pipe ia inches. The company has since 
Served a fresh notice, dated March 21st, 1898, of intention to con- 
struct the boxes referred to in the previous notice and sanctioned by 
the award, aud has also submitted drawings showing the construc- 
tion of the boxes as to be in accordance with the conaitiuns attached 
to the award; and in the oéroumstanoes the Council can take no 
further action in the matter, 


Manchester.—The Electricity Committee has adopted s 


report of its engineer recommending the extension of the Corpora: 
tiun electric lighting plant. | 


Mexico.—O1 8th ult. according to the Z'wo Republics, 
there was a failure in the electric light plant put down by Mesar. 
Siemens & Halske. It was said to be due to the derangement of the 
boiler, and of one of the dynamo brushes, and other causes. 


Monmoutt.—Complaints were made by members of the 
Council at tne last meeting regarding the great delay that had arisen 
in the completion of the electric lighting installation. Alderman 
Tippins remarked that a year ago they were told the machinery was 
all ready, and, further, £1,000 was then paid on account. He 
also asked why was ооб the work of laying down the mains z 
ing? Tne chairman’s reply, as given ın a Hereford paper, was: “I 
believe the answer is that tne makiog of the turbines was let as a 
sub-contract, and some delay has been caused thereby,” 


Salisbary.—It is stated that the electric lighting wor 


will probably be in а position to supply current about the middle of 
this month. À 


Som hampton.— The electric lighting mains are to be 
extended down a number of roads. The electrical e.gineer reports 
the number of units registered during February, 168, at 20,288, 
being an increase of 43 per cent. on that for February, 1897. Main- 
are to be laid in a number of additional thoroughfares. 


West Ham.—Mesers. Ferranti have sent a long letter 
to the Council, in which they said that they could not undertake to 
have the engines and other machinery ready before June. The 
letter, which added that the engineering dispute had hampered them 
а great deal, was referred to the Highways Committee. 


Vol. 43. No. 1,063, Arm. 1,1898.) 


THE ELECTRICAL ‘REVIEW. 


441 


ELECTRIO TRACTION AND MOTIVE 
POWER NOTES. | 


Anglesey.—It is suggested by the County Council that 
the electric line from Garth to Beaumaris should be on the sea or 
south side of the main road. The promoters proposed to lay it along 
the opposite side. | | 


Bangor.—It is stated that a number of private gentlemen 
are setting an electric tramway scheme on foot, the line to run from 
the far end of the Bangor Pier to the railway station. 


Bristol.—A few weeks ago in referring to the position 
of affairs between the Bristol City Council and the Tramway Com- 
pany, who desire to go in extensively for electric traction, the word 
t deadlock” was used to describe the state of affairs. The accuracy 
of the term is shown by the voluminous report of the Sanitary Oom- 
mittee issued this week for the consideration of a meeting of the 
Oouncil on April 1st, The document includes the correspondence 
between the committee and company. The committee, in their first 
letter of March 8rd, declared the committee would not assent to any 
arrangement which would involve any extension of the period at 
wbich the power to purchase any part of the undertaking would 
arise and insisted on the condition, No, 10 of their list, wbich said: 
—" The date at which the Corporation’s power to purchase the 
power station and proposed extention would arise to be the same 
as.for the present horse tramways.” The committee further inti- 
mated they would not be able to recommend the adoption of the 
overhead wire system on some of the existing tramways. The com- 
pany expressed, in their reply, astonishment at bearing the com- 
mittee now objected to the overhead system on some lines. The 
company had no intention of adopting any other than the overhead 
system which was the only one accepted as practicable by all com- 


tiations. 
their position a little. They said: The committee would be pre- 
pared, if all other questions with the company were arranged, to’ 
recommend the Council to assent to the use of the overhead system: 
upon all the existing tram ways and upon the extensions, on condition 
that if any other system of electric traction which might appear to 
the Council to bs an improvement on the overhead system were 
adopted and worked ata profit of 5 per cent. or upwards on the 
capital employed in five or more towns in the United Kingdom with 
& population exceeding 50,000, the company would adopt that system 
on notice from the Council" They also asked if the company were 
willing the extensions should be constructed by the Corporation aud 
leased to the company for a term of years expiring at the date when 
the civic power to purchase the horse tramways would arise, at a rent 
sufficient to cover the interest and annual instalment of the loan for 
defraying the cost of the work. The company declined both proposals, 
declared they were anxious to give to the public the benetits of the. 
overhead system of elcctric traction, and suggested ‘hat failing agree- 
ment with the OCorporati т the settlement cf a uniform period of 
purchase by the city be left to the Parliamentary Select Committee. 
They further suggested the Sanitary Committee might name а, 
period at which all tramways existent in the city or which might be 
constructed, including so much of the Hanham Light Railway as 
might be in the city, should be purchasable. The committee in 
answering varied their condition with regard to aning on the com- 
y to alter the overhead system for one deemed preferable, chiefly, 
ing the towns referred to, have a population of over 100,000 
instead of 50,000, and inserting the proviso that the civic demand 
should be subject to the Board of Trade, E: pea it as equitable 
that the company should make the change. The committee declined 
to leave it to a Parliamentary Committee to fix a term at which the 
иш 0 be purchasable. The company accepted in principle the 
suggestion as to conditions on which they should be asked 
to change their system, but adhered to their previous determication 
lines, it should be 


Charing Cross, Easton and Hampstead Railway.— 
The hh torte Bill Committee of the House of Commons last week 


oting 
рои named. Ву this Bill the company is authorised to extend its 
Crosa terminus from the C Cross Road to a point 
under ven Street, Strand. The Bill also extends the time for 
years beyond the time originally granted. 


the authorised lines until August, 1902, which is two 
Chesterton.—The British Electric Traction submitted a 
рад of the proposed route of the Chesterton Tramway to the Parish 
neil last week for suggestions, and several alterations were pro- 


Christchurch and Poole.— The British Electric Traction 
Company has & new scheme for electric tramway communi- 
cation between C church and Poole. The Christchurch Oouncil' 
will grant the Company an interview this-month. 


Clontarf.—On Saturday last a large number of gentlemen 
represénting the local authorities, accepted the invitation of the 
Dublin United Tramways Company for the inaugural run to Olontarf 
and back on the electric system, which has just been completed 
between Nelson's Pillar and Dollymount. Four special cars were 
placed at the disposal of the guests. 


Dublin.—On 22nd ult. Major Cardew inspected, on 


behalf of the Board of Trade, the electric tramway from Nelson’s 
Pillar to Dollymount. 5 


Dudley and District.—On Monday at Ње monthly 
meeting of the Stourbridge Urban District Oouncil, a draft order of 
the Light Railways Commissioners with reference to the Dudley and 
District Light Railway was received, and the Council was asked to 
send any observaticns on the eame to the Commissioners. The matte 
was referred to a committee. 7 


Electric. Traction for London.—Mr. Douglas Young, 
in а paper on “ London Traffic Problems and their Solutions,” read 
before the Auctioneers’ Institute in London on Tuesday, referred to 
the subject of electric traction. He said that the “ enterprising 
municipalities of Glasgow, Belfast, Leeds, Manchester, Liverpool, 
Sheffield, Huddersfield, and Birkenhead, to say nothing of many 
great Continental, American, and' Colonial cities, had, after carefal 
experiment or inquiries, arrived at the conclusion that the best 
discovered system of tramway was that known as the overhead elec- 
tric system. The electricity was generated at a centre, and con- 
ducted along overhead wires, which were either carried from house 
to house or s ded on ornamental columns with arms. He had 
seen this system at work in Bristol, Rome, and Milan, and could say 
that, from an sthetic point of view, little or nothing was to be urged 
against it, in fact the pillars or wires suspended from place to place 
were made to hold the electric lamps, and might be an 
ornamental feature. The system was safe, rapid and elastic as to 
speed, clean, comfortable, and flexible enough to apply to all routes, 
and met all contingencies of street traffic under ordinary circum- 
stances. It was supplanting all other systems, and in the farther 
suburbs the prospect of tramcars running iu connection with & well- 
conceived circle system of underground electric railways, opened up 
& bright future for largely solving the problems of street traffic, and 
for the comfort and convenience of our people and city. 1. 


Fatality.—At Douglas on Thursday, an engineer named: 
Cæsar Brew, employed by the Isle of Man Electric Tramways Com- 
pany, was attempting to jump on an electric motor car when he 
slipped and fell on to the line. The car went over his head, almost 
severing it from the body, death being instantaneous. 


Flamborough and Bridlington.—The Flamborough 
and Bridlington Light Railways Bill has received the formal assent 
of the Board of Trade in spite of the opposition of the local authority 
concerned. The work may be expected to 'e commenced shortly. 
Messrs. Siemens, Bros. & Oo. and Messrs. Whittaker Bros. are the 
contractors for the electrical plant and the earth work, the civil 
engineer being Mr. Myers-Beswick, and the electrical engineer Mr. 
Bernard Drake. Apa:t from the passenger traffic, which is consider- 
able during the season, the introduction of this line is expected to 
have an important bearing on the fishing industry of thé North, for 
it is stated that uently boats which cannot enter Grimsby, will 
deliver their fish under the shelter of Flamborough Head as soon as 
facilities for transport exist. | 


Glasgow.—At an early meeting of the Tramway Com- 
mittee the proposal to work the new tramway line to be laid in High 
Street and Castle Street with electricity, in conjunction with the 
Springburn route, will come up for consideration. There will bs 
sufficient car accommodation and electric power at the Keppochbill 
depót to enable the extension to be worked with the Springburn 


section. 


L.C.C. and Electric Traction.—When reporting in 
February upon the applications for electric lighting provisional orders 
this session, the Highways Committee expressed the opinion that a 
clause should be inserted in each order for the protection of the 
Councii's interest in the tramways already purchased, and those to be 
acquired in the future. Atthe request of the Committee the followi: g 
clause was prepared by the Parliamentary Committee :—“ If and when 
the London County Council adopt or permit the use of electrical 
traction on any of the tramways of the Council, inoluding tramways 
in any street in which electric lines have been l&id down under this 
order, it shall be lawful for the Council to serve on the undertakers 
notice in writing requiring them to make such alterations in the 
position of their fines and works as may be required for adapting euch 
tramway for the use of electric traction thereon, and the undertakers 
вра] thereupon proceed with all reasonable despatch to effect such 
alteration or removal, at their own cost, and without having any claim 
against the Council for compensation. Provided chat if any difference 
arises between the Council and the undertakers as to whether the 
required alterations are necessary for the purposes aforesaid, such 
questions shall be referred for determination to the Board of Trade, 
whose decision shall be final" The Highways Committee recom- 
mended that the Board of Trade should be requested to insert the 
above clause in those provisional orders which might be granted in 
the present or any future session. Thie recommendation was 
adopted, the Chairman pro „ at the suggestion of Earl Russell, 
that the clause should be made clear to the Board of Trade to refer 
only to alterations from a mechanical point of view. | 
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Liverpool.—Thirteen members of the Tramways Com- 
mittee, accompanied by the Lord on he left Liverpool on Friday 
afternoon last for Hamburg, to inquire into the working of the 
electcic tramways of that city. 


Middlesborougb, Stockton and Thornaby.— In regard 
to this electric line a Middlesborough paper says that the work at 
the power houses and деро at Stockton is now in a forward state. 
The machinery and plant is being rapidly laid down and all the 
arrangements completed and closed up against the time when the 
preliminary trials will have to be made. 


Ostend.—The Société Auonyme des Railways Economiques 
de Liege Seraing et Extensions, and the Compagnie Générale des 
Railways à Voie Etroite of Belgium bave just ordered, says Daily 
Tenders and Contracts, a сере: electrical equipment from the 
Westinghouse Electric and Manufacturing Company for a storage 
ba'tery system traction road in Oatend, Belgium, which promiees to 
prove remarkably successful. The generating plant will consist of a 
60 НР, compound high pressure engine, connected with a Westing- 
hous? multipolar dynamo of 38 kw. capacity, running at 600 revolutions 
a minute, and producing a current at 280 volts. The cars are to be 
equipped with a group of batteries and will be able to run 40 miles 
before recharging. A complete Westinghouse system, with switch- 
boards will be placed in the generating station. 


Power Distribution. — On 22nd ult, before the 
Institution of Engineers and Shipbuilders in Scotland, Glasgow, Mr. 
Henry Mavor contributed a paper on “Some of the Economic and 
Practical Aspects of Electrical Power Distribution in Factories.” 
Daring the. past few years, he said, there had been a: decided 
avakening of interest iu tbe possibilities of electrical distribution of 

wer in factories. Long distance transmission of power was of less 
interest to us in this country because of our ] conditions. In 
reference to the power scheme for the Midlands, he said that it seemed 
probable that the operation of such a scheme would only be commer- 
cially practicable in districts where the local authority does not 
control the electric supply, because, when the local authority has to 
be dealt with, the price obtainable from it would not exceed the rate 
at which it could itself produce the power without any allowance for 

rofit. On the other hand, there was undoubtedly an enormous field 


or the electric motor among small users of power who could obtain 
the electric current at a moderate rate from supply companies or local. 


authorities. The lecturer divided power consumers into various groups 
— (1) The case cf factories, chiefly textile, where the power is delivered 
fcom one large engine from gearing or belting of machinery closely 
grouped round the source of power, such as spinning and weavin 
factories; (2) in the case where the nature of the work is such tha 
the power must or ought to be delivered direct at the point where it 


is applied to the work. This included factories and works where the | 


machines to be driven were widely divergent in character, were: widely 
spaced, and run at different and varying loads and speeds, as in paper 
mills, print works, chemical works, steel works, foundries, shipyards 
and many engineeriog establishments where work of а varyiog 
character is to be accomplished. In the latter group the lecturer 
considered there is a very wide field for the app 

power distribution in the Glasgow district. 


South Staffordshire.—At a meeting of the Tipton 
Council on Tuesday, a letter was submitted from the Board of Trade 
. enclosing & communication received from the South Staffordshire 
Tramways Company respecting the renewal of steam licenses, but it 
was stated by the chairman that the Council would not take any 
further action in the matter until an application was made for Parlia- 
mentary powers for the use of electrio traction. 


Stourbridge.—The Urban Council has received the draft 
order of the Light Railway Commissioners relative to the Dudley 
and District Light Railways. The Council was asked to consider 


the draft, and if it had any representation to make, to do so by 


April 7th. The order proposed to give the promoters three years to 
finish the work in, but a representative of the British Electric 
Traction Company stated that the existing tram line would ba con- 
verted and tbe electric trams ranning in the present year. The draft 
order was referred to a committee. 


The “Underground” and Electric Traction.— The 


Metropolitan Railway Bill, under which powers are sought to work 
the lines by electricity, was before a committee of the House of Com- 
mons on Monday. Mr. Littler, Q. O., opened the case for the pro: 
moters, snd Mr. John Bell, the chairman of the Compsny, gave 
evidence in support of the Bill. The Great Western Railway Com- 
pany appeared in opposition, and with respect to this, Mr. Freeman, 
Q.C., speaking on be of the 3 said: — I may say that 
under the Bill as drawn, if the Metropolitan Oompany satisfy them- 
selves that electric traction is the proper power to use on the railway 
we shall require the Great Western to alter their engines to suit the 
new conditions. Their engines would be under our control, but if 
they objected they would then have power under previous 
ments to take us to arbitration.” Mr. John B.ll stated that if the 
Metropolitan had to make an enormous change for the benefit of the 
public he did not see that the Great Western would have any ground 
of complaint if they were compelled to do the ваше with regard to 
the few trains that run over the system in the course of the day. If 
the electric traction is the success they expected it would be they 
would not extend the electric traffic to Aylesbury. They did not 
propose to go further with it than Swiss Cottage. Sie John Wolff 
Barry, engineer to the company, and Bir Benjamin Baker, gave 
eviderce for the promoters on the engineering aspect of the echeme. 
The committee sat again on Tuesday to consider the Bill. Mr. 
Pember, Q C., for the Great Western Company, briefly addressed the 
ccmmittee, contending that, if his clients were forced to adopt eleo- 


` motion on any of the trains of the Great Western Com 


on of electric 


tric traction, they should be compensated for the extra expense 
involved in the provision of electric engines and rolling stock. He 
sabmitted for insertion in the Bill a clause drawn up by the peti- 
tioners to the effect that nothing in the measure should prejudice the 
working of p. ренин already ia existence, and that questions as to 
the method of carrying out the proposed change should be referred 
to arbitration as well as avy alterations that might be necessary in 
Great Western engines and rolling stock, and апу alterations in work- 
ing, and also the question of cost. Mr. Freeman, О O., replying for 
the promoters, said the oompany were proposing to inour this great 
expense simply and solely to improve the conditions of working the 
traffic. The Great Western Company, who were PT rip 
in the railway, would be equally benefited so far as their o over 
the line was concerned. His company were prepared to safeguard 
all the rights of the Great Western Railway Company, and t» do this 
his company would consent to the inclusion in the Bill of а clause 
providing tbat, should the Metropolitan Company at any time aig bot 
the Great Western to substitate electric traction for steam loco- 
pany working 
over the Metropolitan Railway, either of the companies should be 
entitled to refer such requirement to arbitration as if the same had 
been included under the terms of the existing agreement. He sub- 
mitted that it was unreasonable to expect that the Metropolitan 
nompany should pay the expense of converting the rolling stock of 
the Great Western if, under tbe 1 of public opinion, it became 

for that company to follow the example of the Metropolitan 
Company and use e ty. The chairman asked if the petitioners 
doubted whether electricity would ever be used on the railway. Mr. 
Worsley Taylor said they acknowledged that electricity might be 
useful, but were of opinion that to adopt it might involve great 
changes in the rolling stock, and that bafore they were called upon 
to pay for the change the subjact should be threshed out before au 
arbitrator. After some further conversation, the chairman said there 
was no opposition to the suggestion tbat sooner or later electricity 
would have to be used on the Metropolitan Railway, and, as the 
Great Western Oompany were to a great extent parties to the work- 
ing of the railway, the committee felt that in making the great 
change which was not леш in. 1869, there should be some 
special clause introduced into the agreement. Time was allowed to 
the parties to prepara a clause. In the course of the proceeding: the 
chairman said that the committee were ratisfied that there was every 
prospect of electric traction being used on the railway. The com- 
mittee sat again on Wednesday and adjourned. 


Waterloo and City Railway.—It is stated by s 
morning contemporary that there is of running the first train 
over this line on Monday, May 2nd. 


Whitley.—A public meeting, on 24th ult., approved of 
the p of the British Electric Traction Company to establish an 
electric tramway from OCullercoats through Whitley, and 
that it bo carried on to the sea front at Monkseaton Lane. Mr. Frank 
B. Leaexplained thescheme. The opposition was weak as water, but 
it was certainly novel, for а Mr. Saint “expressed the fear that the 
introduction of tramways into the district would give facilities to 
persons to travel more easily beyond the three miles limit on А 
nadar to coin ein He also regarded the trams as a danger to 


TELEGRAPH AND TELEPHONE NOTES. 


· Telegraphic Interruptions and Repairs :— 


OABLES. _ Down. Bepeired. 
Brest-Bt. Pierre (Anglo, 1869) April Sch, 1893 ... a 
West Indies— | 

Bt. Oroix-Trinidad №... Nov. 30th, 1896  ... 
Cayenne-Pinheiro ... March 24th, 1898 ... 
Amason качы, radi eable— | 
tacatiara ... May 5th, 1896  ... T 
Obidos-Parintins |... Dec. 7th, 1896 ... 


Cable Obidos-Manaos .. March 9th, 1808 ., March 26th, 1898 
ee ei .. Feb. 10th, 1898  ... 
1 


Gibraltar-Tangier ... ... March 19th, 1898 ... March 28th, 1898 
Lourenco Marques-Darban... March 19th, 1898 . March 25th, 1898 
Havre-Waterville ... March 28th, 1898 ... - 
Odesss-Constantinople ... March 28th, 1898... is 


ава Maal} March 13th, 1898 ... ш 
Oartagena-Barranguilla .. July 4th, 1896 


° 9 
The Telephone Service.—Aooording to Wednesday? 
Standard, Mr. Faithfull Begg proposes to bring forward an amend- 
ment to Mr. Caldwell's resolution with regard to the hone 
system which will be moved on going into Committee of BupPT on 
the Civil Service estimates to-night (Friday). The amendment is to 
the effect that the acquisition by the State of the whole telephone 
system of the country is the only solution of the difficulties which 
exist, and are increasing under the present system of licenoes. The 
5 can only come on in case Mr. Oald well's resolution Ч 
carri 
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TORQUAY MUNICIPAL ELECTRICITY 
WORKS. 


As we briefly announced last week, the municipal electricity 
works were formally opened on March 17th. 

The municipal authority of Torquay obtained powers to 
undertake a public supply of electricity as far back as 1891; 
but it was not until 1896, when there was some danger of 
the provisional order being revoked, that the Corporation 
really determined to erect, electricity works. Mr. Trentham, 
who had previously prepared reports on the subject, was 
entrusted to prepare a plan and specifications, which were 
adopted by the Council, and have since been carried out. 

The system that has been adopted in Torquay is a high 
pressure alternating current supply; the pressure at the con- 
sumers terminals being 200 volts, the street lighting being 
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this contiguity to the sea provides facilities for obtaining sea- 
borne coal ; moreover, it gives an abundant supply of water 
for condensing p А 

* Where's the chimney ?” was propounded as а sort of 
conundrum on the opening day, and certainly, to one who is 
accustomed to look upon a tall chimney as a guide to elec- 


tricity works the matter was slightly perplexing. As a 


matter of fact, the chimney shaft passes up through an 
adjoining building, owned by the Corporation and utilised 
for concerts and entertainments, the top of the chimney 
being no higher than the roof of the building. In conse- 
quence of the chimney being restricted to a height of 60 feet, 
forced draught has been resorted to. | 

The internal appearance of the dynamo room by no means 
suggests anything of the cellar ; the room is lofty, of a con- 
siderable size, and is well lighted. Au excellent idea of the 
arrangement of plant will be obtained from the general view 


LAYING THE MAINS. 


done by means of arc lamps using rectified currents. An 
unusual feature about the works is, that, subject to modifi- 
cations, a building was ready to hand in the shape of large 
and lofty coal cellars owned by the Corporation. 
can scarcely be said to be underground, being, as a matter of 
fact, formed from excavations made under a high level road, 
entrance to them being from a low level road adjoining the 
harbour. Although provided with four walls for housing 
the generating plant, it was necessary to carry out important 
alterations to adapt the cellars for electric lighting purposes. 
For instance, it has been necessary to excavate for the 
purpose of making foundations for the machinery. This 
оров entailed the removal of 300 tons of limestone rock, 
which had, for the most part, to be blasted. The machinery 
now rests upon a solid block of concrete, which is isolated from 
the adjoining walls by means of hair felt. It was discovered, at 
the conclusion of the excavations, that at times of very high 
tide sea water percolated through the walls, and to avoid this 
the lower part of the excavations has been concreted. An 


ordinary wide road divides the works from the harbour, and 


he cellars 


of this room. The boilers are placed in an adjoining room, 
which has been permitted to retain much of its underground 
attributes. ! | ZA 

Coming to the more prosaic details of plant, we will begin 
with the boilers, of which there are three, each having 1,619 
square feet of heating surface, and 30 square feet of grate 
area. Each boiler is composed of eight sections of tubes, 
each tube being 18 feet long. 

The horizontal steam and water drum is 3 feet 6 inches in 
diameter and 22 feet 7 inches long. Each boiler is complete 
with the usual fittings, including Hopkinson’s safety valve, 
stop valve, blow-off valve, &c. The fact has been mentioned 
that forced draught is necessary, and each boiler is, there- 
fore, fitted with steam blowers for forced draught. In 
addition there is a Babcock & Wilcox patent superheater, 
having 226 square feet of heating surface, and consisting of 
32 drawn steel tubes 14 inch in diameter, connected at the 
ends to a wrought steel cross box, the tubes being fastened 
therein by expansion. The upper cross box is connected 
to the steam and water drum by two 4-inch steel tubes 
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expanded into a nozzle provided for the purpose, and at the rently very dry, there being, as a rule, no water deposited in 
upper end of these tubes there is a cast-iron dry pipe. the separators. The fuel at present used isa mixture of 
Prevention against overheating during the time of raising 
steam is insured by the arrangement for flooding the super- 
heater, and using the superheater then as part of the heating 
surface of the boiler, although if the flooding ie omitted, when 
raising steam, damage is not likely to result if the fire is not 
forced too rapidly. | 

In conjunction with the steam raising plant there is the 
inevitable Green's economiser, which is made up of 192 pipes, 
and fitted with the usual safety valves, thermometer, 
scrapers, &c. | | 


LLL, ——————M4 9 


In a triangular apartment between the engine room and 10 16 8 W. G. section 0625 7/14 8. W.. section "0959. 7 16 S. W. G. section +0280, 
the boiler cellar are the pumps for feeding the boilers and 
for the condensing water. three parts of coke to one of Welsh coal, the price of the 


The boilers are fed by two Worthington- duplex feed former being 128. and of the latter 20s. 


ENGINES AND DYNAMOS. 


pumps, each having a steam cylinder 5] inches diameter and №е have already referred to the interior of the dynamo 
a water cylinder 3} inches diameter, the length of stroke room. The plant at present erected consists of three illans 
being 5 inches. | engines direct coupled to Fynn alternators made by Messrs. 


5 
— 
1 _  L.T. concentric. š H. T. concentric. 
37,14 S. W. G. section 1906. 19 14 S. W. G. section 0976 19 15 S. W. G. section 079. 19/14 S. W. G. section 0976 


Before g on to consider the other plant, it may be Easton, Anderson & Goolden. The engines are of Willans 
mentioned that, though no detailed tests have yet been made three-crank compound condensing type working at a steam 
to show the effect of the superheater, the steam is appa- pressure of 130 lbs., and developing 200 B. H.P. The alter- 
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nators, to which we have not had previously an opportunity 
of referring, are of the inductor type, running at 380 
revolutions and having a ~ of 50. The armature forming 
the outer frame of the machine, the field magnets (the 


FIELD Соп, oF FYNN ALTEBNATOB. 


revolving part) being mounted on the main shaft of the 
alternator. 

There are eight armature coils in each machine, which are 
wound with stranded double cotton-covered cable. The coils 
are laid in paper tubes, and laid in slo's in the laminations. 
Inside the armature frame is placed the field magnet coil, 
which is supported 
on brackets, this 
being shown in one 
of the illustrations. 
The field magnet 
coil occupies а 
position in the 
completed ma- 
chine, between the 
poles of the re- 
volving field mag- 
nets. It will be 
observed from the 
illustrations that 
the two circles of 
pole pieces are £0 
arranged, that 
the poles in one 
circle are opposite 
the gaps in the 
other circle. The 
inside diameter of 
the armature is 
4 feet 6 inches, 
and the width is 
40 inches. 

The alternators 
have been specially 
designed for noise- 
less running, there 
being a striagent 
conditioa in the 
specification com- 
pelling the con- 
tractor to remove 
the machinery to 
another site in the event of its being sufficiently noisy to 
create a nuisance. 

The street lighting, as we have observed before, is done by 
means of rectified currents. For this pu 
rectifiers are yo gt ie They do not differ materially as far 
as constructional detail is concerned with those in use at 
Hammersmith, which were described in these columns. 

In the constant current converter, the moveable coils are 
supported on toothed wheels which gear into a rack, On the 


ARMATURE AND FIELD Соп, or FYNN ALTERNATOR. 


three Ferranti 


top of the constant current converters is mounted a base 
plate carrying the alternating current motor, and on the end 
of the shafting of the alternating current motor is arranged 
the high tension commutator with its rocker and ‘brushes 
eomplete. At one side of the constant current converter is 
attached the two-unit converter required for running the 
alternating current motor, and on the other side is attached 


. —- ——". 
FIELD MAGNETS oF FYNN ALTERNATOR. 


the water break switch which is connected in series with the 
arc lamps. 

„The switchboard is similar in construction to the now well 
known type of Ferranti switchboard, the board being com- 
posed of slatework partitions, so as to be thoroughly fire- 
proof throughout. Each partition forms a separate dynamo, 


or circuit el, 
each one being 
» provided with a 


special spring 
break switch. 

Each panel is 
provided with a 
duplicate set of 
fuse contacts and 
oil break fuses, 
the arrangements 
enabling any fuse 
to be withdrawn 
and examined 
whenever desired 
without interfer- 
ing with the work- 
ing of the circuit. 
On each panel is 
arranged a vertical 
scale ammeter. 
The bus bar is 
arranged on the 
ring main system, 
enabling any cir- 
cuit to be isolated 
and the remainder 
of the circuits to 
be run without 
intarference. The 
usual synchronis- 
ing arrangements 
are proviled. Low 
tension gear is 
also attached to 
| | this board and 1s 
arranged so that it is brought into the 6-inch centre: 
occupied by the high tension panels above it. The 
resistances are arranged in small resistance boxes, with 
hand regulator and ammeters on the top, thus placing 
the whole of the high tension and low tension gear in one 
straight line, and enabling the attendant to attend to both at 
one time. 

The arc light switchboard, which is placed near to the 
rectifiers, is arranged for controlling three rectifiers and 


446 THE ELECTRICAL REVIEW. 


[Vol. 42. No. 1,062, Арап, 1, 1898, 


the respective circuits; it is, however, arranged to enable any 


new rectifier to be connected at once on to any circuit or ару · 


rectifiers running any number of circuits together. It is 
provided with a plug box on the bottom of the board, which 
plug box receives the current from main board and dis- 
tributes it to each rectifier through an independent fuse. 
The plugging arrangement of this board is noteworthy, the 
plugs being attached to flexible cords and weighted with a 


SHOWING METHODS oF ЕхІма Роге PIECES IN FYNN ALTERNATOR. 


pulley, so that when not in use they are kept,in a fixed posi- 
tion. Each circuit is provided with an ammeter and pole 
irdicator. A voltmeter is arranged with a plug ard a pair 
of flexible cords, plug sockets being fixed for each circuit 
panel so as to enable one to ascertain the voltage of any 
circuit. ! i 

. The outside work reveals nothing that can be considered 


We illustrate some of the sections of the mains in use 
which have been laid by the British Insulated Wire Com- 


any. = 
НИ of the high tension cables аге laid in Doulton con- 
duit, and some are laid in wooden troughs filled in with a 
hard-setting compound. The low tension cables are donble 
steel armoured, and laid direct in the ground. 

The arc lamp columns (which are ig goes with overhang- 
ing brackets) have been supplied by Messrs. James Allen, 
sen. & Sons, of Glasgow, and the arc lamps are of the 
Crompton-Pochin type. 

The demand indicator system is in use, and at the opening 
ceremony 3,600 8-C.P. lamps had been connected, which 
augurs well for the future prosperity of the works. 

The principal contractors are as follows :—Boilere, Messrs, 
Babcock & Wilcox; engines and alternatora, Messers. Easton, 
Anderson & Co.; cables and street work, British Insulated 
Wire Company; switchboard, Messrs. Ferranti, Limited; 
transformers, Messrs. Nalder & Hilton; crane, Messrs. Isles, 
Limited. Mr. Trentham, the consulting engineer, is to be 
congratulated upon bringing the lighting of Torquay toa 
successful issue in the face of much opposition and difficulty. 


100 H.P. GAS ENGINE. 


Ir cannot be denied that much has been done during the 
past few years to develop gas engines for electric lighting. 
One of the latest types that has been specially designed by 
Messrs. Fielding & Platt for the driving of dynamos is one 
of 100 H.P., which was exhibited at the Brussels Exhibition, 
an illustration of which is given here. As far as we can 


FELDING & Pratt 100:H.P. Gas ENGINE. 


very novel. The low pressure distribution is accomplished 
from scattered transformers placed in the roadway. The 
street lamps are not placed on alternate mains, but one main 
feeds the whole of the lamps in one part of the town and 
other mains supply current to other sections. 

The transformers are of the Berry type, and have 
been made by Messrs. Nalder & Harrison. The sizes 
are 30 kw., 20 kw. and 10 kw. In most cases they are 
placed in sheet steel cases, which are in turn placed in 
cast-iron road boxes, which have separate spaces for the 
high and low tension switches and fuses. : 


learn, the cyclical variation in this engine does not exceed 
% volt. This result is obtained by having an impulse at each 
cycle, no matter what the load may be, from no load to full 
load. The method in which this is carried out is very satis- 
factory, so that, even when running absolutely light, the 
charge is stated to be fired with the greatest certainty. 

The cylinder has a diameter of 20 inches, with a stroke of 
27 inches, the crankshaft being 8 inches in diameter in the 
main body, whilst the crankpin is 11 inches in diameter, the 
main bearings being 14 inches in length, and the crankpin 
10 inches, The crank is balanced by a pair of counter- 
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weights strapped to the crank throws, and continuous lubri- 
cation of the crankpin is provided for by an annular oil 
channel, into which the oil is dropped from a fixed sigbt-feed 
lubricator. The engins was designed for driving two 
dynamos, one from each fly-wheel, the latter weighing about 
5 tons each. 
I The engine is fitted with Fielding's self-starter, the action 
of which is as follows: The crank being placed at an angle 
of -abont 15° above the near dead oentre, gas is 
admitted to the combustion space, and an outlet opened near 
the flame of the Bunsen burner, which heats the ignition 
tube ; this outlet permits of the escape of air as the gas 
enters. As soon as the-gas begins to escape along with the 
air, а blue flame is formed ; and as the proportion of gas to 
air increases, the colour of the flame gradually changes to a 
yellow luminous flame. As soon as the flame indicates that 
the escape is practically all gas, the outlet is closed, and the 
gas shut off. All that is required now to start the engine is 
to admit compressed air, which, entering the clearance space, 
rapidly mixes with the gas, forming a highly explosive com- 
рш under a pressure of usually about 60 lbs. per square 
In 


Before sufficient air can obtain admittance to form an 
actively explosive mixture, the piston is put slightly into 
motion for a short distance until the explosion takes place, 
whereupon the motion of the piston is greatly accelerated, 
end the engine is pat into action with sufficient force to 
enable the ordinary cycle to follow on. 

The compressed air is stored up by the engine itself into a 
small reservoir, the energy stored up in the fly-wheels serving 
for this purpose, the gas for the moment being cut off, and 
when required, a separate charging pump is fitted, 
worked either by hand or by power, but as a rule this is 
unnecessary. 


а 


TELEGRAPH AND TELEPHONE NOTES. 


(Continued from page 442.) 


The Bolinao Cable,—A telegram in the daily press, 
Singapore, March 23rd, stated that the telegraph steamer, 
Sherard Osborn, was leaving there for the Philippines for the purpose 
of transferring the Bolinao cable to Manila. 
permanent, 


Direct Cable to Cuba.— The following {s a translation 
of an article appearing in El Imparcial re the above cable :— The 
Ministry of the Interior has re 
оте of а direct cable between the Peninsula and the island of 
Cuba. The cable will land at Cadis, Santa Crus de Tenerife, Nieques 
(an island situated 15 kilometres to the east of Porto Rioo), and 
finally, at Havana. The cable will not, contrary to the interest of 
the nation, be laid to St. Jobn, Porto Rico, as the company owning 
and working the cables in the lesser Antilles have exclusive landing 
rights for 40 years at that island, and for this reason neither the 
Government or any private company can establish telegraphic com- 
munication which they may consider necessary. The report has 
already been passed on by the Minister of the Interior to the 
Minister for the Colonies for the embodiment of Government rights 
and privileges, and the decree calling for tenders for the laying of 
the cable will soon appear.” Another ph states: — The 
Minister of the Interior had an interview with the Minister of the 
Colonies for the purpose of prepariog the report asked for by the 
Council of Ministers on the cable between the Peninsula and Cubs. 
The report will deal with two proposals, one being for the construc- 
tion of the direct cable, and the other for a branch cable from 
Havana to Hayti to connect there with tbe French system." 

Another issue of the same paper states:—' The news that the 
Ministers of the Colonies and the Interior have been entrusted by 
their colleagues in the council with the decision regarding the matter 
of the direct cable to Cuba, and, further, that there are two pro- 
posals to be dealt with, vis, (1) offering to construct a direct cable. 
and (3) a branch cable from Havana to Hayti, there to be connected 
to the French system, has given rise to certain fears, which we find 
do bave serious foundatione, as by the latter scheme we should merely 

be ridding ourselves of the control of our communications by Great 
Britain and the United States to transfer it to the French. The 
Nacional states if the direct cable is not to be laid, rather 
than allow all the traffic to be handed to the French Cable Company, 
let the s'ate of affairs remain as at present. Oar contemporary asks 
for more light upon the subject from the Ministerial press, and we 
join in the demand, as we endorse their opinion.” 


Glasgow Telephone Service —On 24th ult, the 
Corporation deputation had a private interview with the Postmaster- 
at Norfolk House, on the subject of granting a municipal 
telephone license for Glasgow. Various points were enlarged upon 


e transfer will be: 


ported favourably on the tender for 


the deputation, and the Dake expressed his desire to act imparti- 

y. He asked if the granting of a license conditionally might not 
be held to prejudice any opposition. The deputation replied that 
they were роону willing that the granting of a conditional 
license should be so safeguarded and h in as to leave most 
unfettered discretion to Parliament in dealing with the Corporation's 
proposals. In the course of the conversation the deputation repeated 
the decision of the Town Council under no circumstances to grant the 
telephone company tbe right to utilise the streets. The Duke of 
Norfolk assured the deputation that he thoroughly understood the 
position, that he would give it his careful consideration, and that he 
would communicate with them shortly. 


Secrecy of Telegrams.—We anderstand that on 22nd 


pre telegraph offices was advocated as a means of greater privacy 
ing secured to the public while handing in telegrams. 
master-General enjoins the counter clerks to deal with telegrams in 
such a manner as to preclude them being read by the public. 


The Telephone Service.—About 20 members of Parlia- 
ment, under the среду of Mr. Provand, met at the House of 
Oommons on 24th ult., and decided to put down a motion in favour 
of the Post Office granting licenses to local authorities to work tele- 
phones of their own. p ne Na 

In the Commons on 22nd ult., Sir M. Stewart asked the Secretary 
to the Treasury, as representing the Postmaster-General, whether any 
judicial decision has ever been given that a telephone instrument is 
equivalent to a telegraph except as regards the Postmaster-General's 
monopoly of the right of conveying messages by wire. 

Mr. Hanbury, in reply, said the decision that a telephone is a tele- 
graph was given by the Exchequer decree of the High Court of Justice 
in the case of the Attorney-General v. the Edison Telephone Com- 
pany. This case arose on the sight of the Postmaster-General to a 
monopoly to conveyance of messages by wire. The exact words of 
the judgment, For all these reasons we hold that the telephone 
is a telegraph witbin the meaning of the Acts of 1869 and 1863,” are 
very wide. 

A sub-committee of the Hull Corporation has been going into the 
question of the telephone charges and service generally, with the 
National Company's officials. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Accrington. — April. 19th. The Corporation wants 
tenders for the supply and erection of three sets of steam dynamos, 
each set consisting of a triple ion condensing steam engine of 
the inverted vertical type, 90 I.H.P., and of a shunt wound dynamo. 
Also a feed water heater, storage battery having a capacity of 
750 5 switchboard instruments, apparatus cables, wires, 
street » connections, &c. For further particulars see our 
‘Official Notices" this week. Consulting engineer, Mr. J. N. 
Bhoolbred, 47, Victoria Street, 8.W. 


Ashton-under-Lyne, — April 5th. The Corporation 
invites келщ sede lica 1o egi the free wiring of 

mises e TO . Consulting engineers, Mosers. Lacey, 
Olirebugh & Billar, 78, King Street, Manchester. Bee our Official 
Notices March 25th. 


Bournemouth.—April 4th. The Corporation wants 
tenders for motor vehicles for the collection of house refuse, &c. 
рос н шаш Mr. F. W. Lacey. See our “Official Notices” 


_Derby.—April 12th. The Corporation wants tenders for 
the electric wiring of its Ford Street yard and premises. See our 
Official Notices" March 18th. 


Derby.—April 11th. 'The School Board want tenders for 
the electric wiring of the Traffic Street Board School, Derby. Par- 
ticulars from Mr. J. E. Stewart, Corporation electrical engineer. Bee 
our Official Notices March 25th. 


- Edinburgh.—April 23rd. The Midlothian and Peebles 
Lunacy is inviting tenders for the installation of electric light 
in the Asylum at Rosslynlee, near Edinburgh, including (1) generating 
plant, accumulators, switchboard, &с.; (2) T fittings, &c. Par- 
ticulars may be obtained on application to Prof. Bailey, Heriot-Watt 
College, Chambers Street, Edinburgh. ~~ 


Leyton.—April 4th. The District Council wants tenders 
for the supply of two dynamos, one transformer, two gas engines and 
connections, and switchboards for extension of the electricity works. 
1 Mr. Н. O. Bishop. See our Official Notices” 

arch 18th. 


Manchester.—April 4th. The Lancashire and Yorkshire 
Railway Oompany is inviting tenders for various stores. The 
following area few of the items:—5. Copper ; 7. Copper tubes for 
boilers; 8. Copper tubing; 29. Signal and telegraph fittings; 30. 
Signal, telegraph and electric light wires. Samples may be seen and 
forms of tender and further partioulars obtained at the Stores 
Department, Osborne Street, Manchester. 
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Shoreditch.—April 12th. The Vestry wants tenders for 
the supply and erection of arc om and accessories, also for electric 
light cable. Electrical engineer, Mr. C. N. Russell. See our “ Official 
Notices " March 25th. 


Switzerland.—April 30th. Plans and estimates are 
being invited, says the Contract Recorder, by the Government 
authorities of Fribourg, Switzerland, until April 30th next, for a 
рее electricity generating station to be established at Hauterine. 

ater-power is to be utilised, and the station will have a capacity of 
about 6,000 Н.Р. A premium of £120 will be awarded to the three 
schemes submitted which are considered to be the best. Plans and 
estimates are to be sent to the Department des Travaux Publica, 
Fribourg, Switzerland, from whence full particulars of the competition 
may be obtained. 


The War Office.— April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and specifi- 
cations for the supply of portable electric search light a tus. 
Particulars from the Director of Army Contracts, War Pall 
Mall, 8.W. See our “ Official Notices” February 4th. 


Victoria.—June 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. See our Official Notices March 11th. 


OLOSED. 

West Нат, —Тһе Town Council has accepted the 
tender of Mesara. H. J. Rogers & Co. (£712) for wiring the public 
b ildivgs for electric lighting. Tbe Council hopes to be able to supply 
electricity to consumers in September next. 


FORTHCOMING EVENTS. 


1898. 

Friday, April 1st, 8 p.m.—Institution of Junior Engineers at the 
Westminster Palace Hotel. Paper on Mechanical 
Refrigeration,” by Mr. J. T. Barrell, of Peterborough. 

Royal Institution. Lecture by Prof. Dewar on “Liquid Air 
as an Analytic Agent." 

Saturday, April 2nd, 11 a m.—Visit of the Institution of Junior 
Engineers to the Thames Iron Works, Black wall. 

Tuesday, April 5'Ь, at 8 p.m.— Röntgen Society, at 11, Chandos 
Street, Cavendish Square, W. Paper by Mr. James 
Wimshuret upon “The Influence Machine and its 
Advantages for lighting X-Ray Tubes." | 

At 8 p.m.—The Institution of Civil Engineers. Paper to 
be read (time permitting) on The Electricity Supply 
«f London,” by A. H. Preece, Assoc. M Inst O. E. 


NOTES. 


In Honour of M. Gramme.— By royal decree on Decem- 
ber 80th last, M. G. Gramme was nominated Commander of 
the Order of Leopold. On this occasion the international jury 
of the electrical sections of the Brussels Exhibition of 1897 
decided unanimously to organise at, Brussels a demonstration in 
Fopour of the celebrated Belgian electrician, and to celebrate 
his admission into the Order of Leopold by a banquet, to 
which electricians of all countries should be invited. The 
date of this celebration was fixed for March 27th, and it was 
to be commemorated by a medal, two impressions of which 
were to be struck, one in gold, and one in silver, to be for- 
warded to M. Gramme on the day of the banquet. Senator 
Mootefiore Levi, founder of tbe Electro-technical Institute 
of Liége, honorary president of the Belgian Society of Elec- 
triciane, and of the Association of Engineers from the 
Montefiore Institute, accepted the post of honorary president 
of the committee formed for the organisation of the 
demonstration, M. Mascart being the acting president. 
The subscriptions were received by M. Alfred Roosen, 
secretary of the organisation committee, Rue Vould, 
64, Brussels. 


Our Torquay Photugraphs.—The views of the central 
station and the operation of laying the mains given in our 
article on the Electric Lighting of Torquay,” have been 
prepared from photographs taken by J. C. Dinham, Torquay. 


A New Departure in Incandescent Lamps.—Prof. 
Nernst, the well-known electro-chemiet, has recently been 
experimenting with the view of discovering a better ent 
for the glow lamp, and has produced a lamp which is deci- 
dedly more efficient than the present filament. It remains 
to be seen whether the new filament will be more durable. 
According to recent theories of electrolysis, all electrolytes 
are more or less dissociated when dissolved in water, and jt 
is these dissocisted molecules which carry an electric current 
through the electrolyte. If none of the molecules of the 
electrolyte have bren dissociated, no current will pass, exce t 
the E.M.F. of the current is exceedingly high. Dissociation 
of the molecules of electrolytes may also be brought abont 
by heating them to a high temperature, and they become 
conductors of electricity in the same way as when they are 
dissociated by solution. It is this fact that has been atilised 
by Nernst in the cone truotion of his new electric lamp. A 
thin rod of magnesium oxide, calcium oxide, or such like 
compound, is heated, in the first place, by a Bunsen burner 
to a red heat, and an electric current is then passed through 
it. If this current is suffi :iently strong to develop enough 
heat to replace that which is given off, then, when the Bunsen 
burner is withdrawn, the current will maintain the rod at а 
white heat. A practical objection to this lamp is the pre- 
liminary heating ; such lampa would, in fact, have to be lighted 
like the old-fashioned gas or paraffin lampe. The ingenuity 
of inventors may, however, yet overcome this difficulty. 
Sinoe the temperature of ignition of the lamp depends on 
the electrolyte which is used, it is important to know which 
of these substanoes become oonducting at the lowest tem- 
perature. With rods of «qual dimensions, calcium oxide 
requires the oxyhydrogen blowpipe to bring it to the required 
temperature, while it is possible to start magn«sium oxide by 
heating with a Bunsen flame. Nernst uses in his lamps 
magnesium oxide, which can be bought in the form of rods, 
and he recommends that the lamp should be ignited by the 
discharge of an induction coil. The ignition by the induc- 
tion coil is not likely to be used in practice. Another 
method which has been proposed [Zeit. f. Elek., Vol. 16, 
p. 108] is to embed а carbon filament in the magnesium 
oxide or other electrolyte made use of. When the rod is cold, 
the carbon filament will form a path for the current, and 
gradually communicate sufficient heat to the surrounding 
electrolyte to raise it to the conducting temperature. Platinum 


conld not be used instead of the carbon, because it would 


fuse at the very high temperature developed in the Nernet 
lamp; and besides, all metallic threads woald shunt too large 
a fraction of the electric current past the electrolyte. The 
efficiency of these Nernst lamps has been found to be 
extremely high, about 1:1 watts candle-power; and it is 
estimated that in a vacuum the candle-power would be 
obtained with 0:7 to 0'8 watt. The life of such lamps as 
have been tried has not been very long. If it be true that 
electrolysis is taking place in the incandescent oxide, we 
should expect that the ions would accumulate at the ends of 
the red; and if such were the case, it would not be favourable 
to the longevity of the lamp. : 


The Treatment of Battery Slimes.—An eleotrolytio 
process is now being worked in South Africa by the Crown 
Reef Gold Mining Company, for treating battery slimes, 
and thus removing gold which would otherwise belost. The 
process seems to ba working very successfully, if we accept 
the data given by J. В. Williams in the Transactions of the 
Chemical and Metallurgical Society of South Africa, 1897, 
Jaly, pages 14 to 18. In this paper the resulta of two 
months’ working are given, during which 6,640 tons of slime 
were treated with an assay value of 5°82 dwt., yielding 
1,067 ozs. of gold with an actual extraction of 60°48 per 
cent., and giving a profit of £3,058. The cost of treatment 
per ton ів 3s. 9·05d., in which we note that 0°40d. is included 
for electric light, and 2:75d. for power. After suocessive 
periods of treatment of three hours each, by electrolytic pre- 
cipitation, a solution containing 2 drw. 12 grains of gold per 
ton assayed 1 dwt. 4 grains, 20, 12, 8, 4, 2 and 0'5 grains; 
whilst, after 24 hours, only a trace of gold was left. 


Society of Arts.—On Wednesday evening Prof. 8. P. 
Thompson read a paper before this society on “Telegraphy 
Across Space.” | | 
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Telegraphing Without Wires,—The system of “ tele- 
graphing without wires," that is without direct wires between 
the two stations to be in telegraphic communication, re- 
a suggested and experimented upon with so much success 
by Mr. Preece, Engineer-in-chief to the Post Office, has just 
been successfully applied to permanently establish telegraphic 
communication for the War Office b:tween Lavernock Fort 
and the fort on the Flat Holm (in the Bristol Channel), a 
distance of 3$ miles. On the mainland opposite the island, 
an ordinary pole line, three-quarters of а mile long, with a 
heavy copper wire, has been erected ; the ends of tke cir- 
cuit terminates in thé sea. On the island there is a 
similar line established, sbout half-a-mile long. The trans- 
mitting apparatus (on each line) consists of a contact 
breaker worked by a small dynamo, running at 3,000 re- 
volutions per minute, ard giving 250 makes and breaks per 
second, corresponding to the middle c note ; the intermittent 
current is given by 10 Obach dry cells. An ordinary Morse 
key interrupts the circuit, and the receiving apparatus is an 
ordinary telephone receiver. The installation has been 
carried out under the direction of Mr. Gavey, Assistant 
Eugineer-in-chief to the Post Office, assisted by Mr. 
Taylor. It has b'en found impracticible to maintain com- 
munication b tween the two forts by means of а cable, as 
the later was continuily broken by the anchors of the 


shipping. 


Riveting by Electricity.—On Wednesday, before the 
Institution of Naval Architects in London, a paper on this 
subject was read by Mr. Holmes (secretary) for the author, 
Herr F. von Kodolitech. The experiments of the author 
had extended over two years, and he had succeeded in 
bringing out a type of riveting machine quite capable of 
superseding the two systems already existing, namely, 
hydraulic and pneumatic riveting. There was no difference 
in the quality of the work done, but the quantity by the 
electric system was considerably superior. The machine he 
was describing closed 1,200 rivets in a day of 10 houra, when 
operated by three men and a boy. Specimens of the work done 
were exhibited. Mr. Hammond called attention to the fact 
that to use the electric riveter it was necessary first of all to 
lay down all the requisite electric plant. Mr. A. Denny stated 
that with the usual day and hydraulic machinery from 1,000 
to 1,100 rivets could be closed, and he knew of one gang, 
where SEE was arranged, which closed 1,500 rivets in 
the day. He thought that the u:e- of electricity was bound 
to be economically applied in the building of ships at no 
distant date. Mr. C. Dutton thought the machine described 
by the author was not so portable as had been claimed. 
Oar readers will remember that in the ELEcTRICAL REVIEW 
for Oatober 80th, 1896, we described and illustrated several 
applications of Herr Kodolitech's universal electric drill in 
the arsenal of the Austrian Lloyd's Steam Navigation Com- 


pany. 


Hull Electrical Exhibition, 1898.—We have received 
a prospectus giving full details of the Electrical and Indus- 
trial Exhibition, which it is proposed to hold from May 19th 
to June 4th, at the Assembly Rooms and Lecture Hall, Hull. 
'The principal objecte of the exhibition are those connected 
wit^ the electrical development in lighting, trangmission of 
power, telephones, and the economical application of elec- 
trical energy to practical work, and in view of the extension 
of the municipal electricity undertaking, the present is 
considered an opportune moment for such an exhibition. 
Diplomas of honour, and gold, silver and bronze medals, will be 
awarded to deserving exhibits, and for this purpose a number 
of well-known gentlemen have consented to act as jurors 
and referees. These include Sir Frederick Bramwell, Sir 
Douglas Galton, Prof. Fieming, Prof. Ayrton, and Messrs. 


C. Bright, H. Graham Harris, W. P. J. Fawcus, S. V. Clire- 


hugh, W. C. Johnson, Shelford Bidwell, E. H. Crapper, 
S. H. Valentine, and Mr. A. S. Barnard, the Hall Corpora- 
tion electrical engineer. Early applications for space should 
be Tk to Mr. Joseph Davis, manager, 3, Assembly Rooms, 
Hull. | 


Marriage. — By last mail we learn that Mr. W. Elsdon- 
Dew, electrical engineer, Pilgrim's Rest, Transvaal, was, on 
February 26th, married to Miss Jessie H. G. Rankin, eldest 
daughter of John Rankin, Esq., Australia. | 


* 


Iagnetism and Dlamagnetism.—At the Royal Insti- 
tution on Thursday last week, Prof. J. A. Fleming gave the 
fourth lecture of his course on * Recent Researches in Mag- 
netism and Diamagnetism." Resuming the study of the 
properties of diamagnetic bodies, the lecturer showed, says. 
the Times report, two experiments illustrating some of the 
remarkab'e properties of bismuth.  Righi found that a 
bismuth wire placed in & magnetic field, and transveraely 
mag uetised, suffered a great increase in its electrical resist- 
ance, and Profs. Dewar and Fleming proved this effect to be 
enormously augmented at very low temperatures. Another 
peculiarity of bismath was its marked exhibition of “the 
* Hall effect.” If an electric current was sent tbrouzh a 
bismuth plate which was transversely magnetised, an electro- 
motive force was brought into existence at right angles to 
the direction of the curient and the magnetic field, and 
showed itself by causing a displacement in the equipotential 
lines. This effect occurred to some extent in all metals, but 
was several thousand times greater in bismuth than in any 
other case. Passing on to consider the relations between 
magnetism and heat, the lecturer first performed an experi- 
ment which rendered evident the effect of change of tempe- 
rature on permanent magnets. A permanent steel magnet 
sud lenly heated first lost a certain portion of its maznetic 
e&rength, and then reached a more stable condition, in which 
it was said to be “aged,” a result which could also be attained 
by p'uoging the magnet into liquid air. After the perma- 
nent state had been reached, the effecta of change of tem- 
perature became more regular, and recent research had 
demonstrated that certain kinds of steel could ba produced 
which had no temperatare-change of magnetic strength after 
ageing. Prof. Fleming then exhibited a number of experi- 
ments to show that the ferromagnetic bodies, iron, nickel and 
cobalt, all changed at а certain temperature, varying for each, 
into the paramagnetic state, in which they were practically 
non-magnetic. This change took place iu nickel at about 
910? C., aud a pretty experiment was shown, in which а star- 
shaped disc of nickel, balanced on a pivot in front of a 
magnet, was set in rotation merely by being heated at one 
place. The disc ia this way was rendered magnetically lop- 
sided, and the magnet continually pulled it round into a fresh 
position. In conclusion, some interesting experiments were 
p2rformed to prove that the temperature at which this mag- 
netic transformation took place was aleo marked by the 
occurrence of several other important physical changes. 


Large Continuous Current Dynamos. — The most 
powerful continuous current dynamo now known is that 
constructed by the General Electric Company at Schenec- 
tady for the Louisville TramwaysCompany. This dynamo, 
which has 22 poles, will produce normally 2,400 kilowatts, 
at an angular speed of 75 revolutions per minute. In 
cases of emergency ite available power can be augmented one- 
third, and raised to 8,200 kilowat's. The external diameter 
of the crown bearing the field magnets is 5°7 metres; the 
breadth of this crown is 1:25 metres. The diameter of the 
armature is 3°8 metres; the diameter of the commutator 
is 2:9 metres; that of the shaft 58 centimetres ; the length of 
the armature is 1:5 metres; that of the commutator, 55 
centimetres. The armatare and its collector weigh 88 
tons; the entire machine, 80 tons. Before this dynamo 
had been made, the most powerful type was that of 1,500 
kilowatts, working the intra-mural railway of the Chicago 
Exhibition in 1893. Dynamos of this type have been 
installed at Philadelphia, Boston, and Chicago for the 
service of overhead tramways or railways. The tramway 
station at Brooklyn contains four, and two others are in 
course of installation. When the two latter are at work, 
the Brooklyn station will be next to that of the 
Niagara Falls, the most powerful electrical station in the 
whole world; but it will not long hold the record, as in 
two years there will be at New York a station of 70,000 
kilowatts, supplying the whole tramway system of the 
town. 


To our Readers.—As next Friday is Good Friday, 
our issue will be published on Thursday morning, and 
all matter for that number should reach this office a day 
earlier than usual. Advertisers, contributors, and corre- 
spondents, please note! | 
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. French Import Duties on Lead and Accumulators.— 
Ву an Act passed March 8rd, 1898, the import duties on 
lead, its rich oreg and its various compounds, were modified 
or completed in accordance with the following table :— 


General 


Num- ' Tarif minimum 
bers. P — | per 100 kg. in fr. per 100 kg. in fr. 
Minimum РА ы 8.50 | 5.15 

289 < | Litharge and other 
i 8.75 5.90 


OTides РУ а 
2254 Salts of lead and che- 5 * ad valorem | 5 96 ad valorem 


mical products with 

andenominated lead 100 ie fr. per Pi 
256 | Acetate of lead Зе 11 50 7.60 
262 | Oarbonate of lead (white | 

lead) ... Ves. “Sage 5.60 
266 | Chromate of lead sis 25.50 18 50 
576 | Pipes and all kinds of ҺЕ 

other work in lead ... 8.50 6.50 


5764 | Electric accumulators. 21 50 16 50 


The Automobile Club of Great Britain.—This club 
intends, at Easter time, to make a tour on motor vehicles. 
The party will etart from the club house on Thursday 
afternoon next, and journey through the southern 
counties, stopping at Guildford for the Thursday night, 
Winchester for the Good Friday night, Chichester for Satur- 
day night, Worthing for Easter Sunday night, and Tunbridge 
Wells on Easter Monday night, and from thence returning 
to London. The carriages will in all cases be driven by 
amateurs. Fifteen owners of. motor carriages have already 
notified their intention of joining the tou. | 


Obituary.—We regret to record the death of Mr. Stephen 
Alley, senior partner of the well-known firm of engineers, 
Messrs. Alley & Maclellan, of Glasgow. Mr. Alley’s death 
сае last week at his residence, Langside House, 

ow. 

A Coolgardie paper dated Jan 29th, records in ve 
touching terms the death and funeral of Mr. Hubert Mus. 
grove-Musgrove. By profession Mr. Musgrove was an 
electrical engineer, and was for some years representative in 
Australia of the Electrical Power Storage Compeny, but he 
was also an accompli-hed amateur violinist and a fluent 
linguist. Mr. Musgrove arrived in Western Australia a little 
over four years ago, and was well known and highly ; 
He was only 37 years of age. Previous to going ont to 
Australia, Mr. Musgrove carried on business in Glasgow for 
many years under the title of Norman & Son, and after 
converting the business into a limited company he became 
associated with the Electrical Power Storage Company. 
Latterly, however, Mr. Masgrove became interested in gold 
mining. | i 


Burning or Barging of Refuse.—At a meeting of the 
t week, an important declaration was. 


Battersea Vestry las 
made on the subject of the disposal of refuse. For some 
time the Battersea Vestry endeavoured to destroy the parish 
garbage by destractors; bat nine months ago this method 


was discontinued, and the refuse was consigned to Kent. 


Mr. West reported that the working of the new system was 
at first beset with considerable difficulties. There was, for 
instance, only one barge for conveying away the refuse, and. 
a considerable quantity had still to be dealt with by the dust 


destructor. Notwithstanding this, however, the system had. 


been a great success. It was estimated as compared 


with the cost of utilising the destructor, there would be a 
saving of £2,000 a year. Although only nine months had. 


elapsed, and although the difficulties had been great, yet 
£1,600 had already been saved. He had no doubt that the 


estimate of £2,000 would be considerably exceeded. 


Appoint ments,—Mr. Bates, of London, has been ap- 
pointed electrical engineer to the Birkenhead Corporation by 
the Electrical Committee at £300 per annum. | 


The Co-operative Wholesale Society has appointed Mr. 


A. A. Blackburn, of Leeds, to the poaition of electrical 
engineer of their large works nea: Manchester. 


Court.—In the House of Commons on Tuesday, Mr. 

asked the First Commissioner of Works whether he was 
aware that local firms were not allowed to tender for the 
electrical installation recently pat in the Oldham Coun 
Court offices; whether there was any rule which prohibi 


The Electrical Installation at Oldham County 


. fully qualified firms tendering for such work, and whether 


he would oonsider the advisability of allowing all such firms 
in the future the opportunity of tendering for local work 
undertaken by the Board of Works. Mr. Akers-Donglas, 
in reply, said that there is no rule that prohibits qualified 


firms tendering for the work to which the question refers, 
In the present case the work had to be executed in a very 


short period of time for departmental reasons, and tenders 
were obtained from two well-qualified firms, who could be 


relied. upon to do the work in the time required. Whenever 
cironmetanoes permit, local firms will be invited to tender for 


works in charge of the Board. - 


Parliamentary Committee on Electrical Energy.— 
Yesterday (Thursday) Viscount Cross presided over the first 
meeting of the Joint Committee on Electrical E 
(generating station and supply) at the Honse of Lords, 
members of the Committee being, besides the chairman, Earl 
Spencer, Lord Knutaford, Lord Monkswell, Lord Baloarres, 

. Ashton, Mr. Kimber, and Sir Leonard Lyall. The points 
to be considered by the Committee we have already stated. 
The Committee sat in private, and decided to adjourn till 
April 21st, when Earl Morley and Sir Courtenay Boyle will 
be called as witnesses. ME . 


 Lectures.—Mr. J. E. Stewart, manager of the Derby 
Electric Light Station, delivered a lecture on ** Some of the 
Uses to which Electricity from the Oorporation Supply can 
be Pat,” at Victoria Street Ohurch Schoolroom, Derby, on 
Thursday last week, — __ ,, О 
Before the East of Scotland Engineering Association at 
Edinburgh on 22nd ult., Mr. R. W. Hogarth read a paper 
on “ Recent Developments in Electrical Engineering.” 
tric traction and electric welding were dealt with. | | 


The War Office and English Copper.—We mast oon- 
gratulate the War Office upon at last discovering that there 
is such a thing as English electrolytic copper. рю the 
present the War Office have obtained their supplies from 
America, but we understand that four of the principal copper 
smelters in this country have been invited to send 
samples of their products to be tested by the War Office 
authorities. | ч | 


London County Council Electricity Meter Tests.— 
On 29th ult. the L. O. O. finally approved of the revised 
rules and scales of fees for the testing of electricity meters 
and other services rendered by the Council under the Electric 
Lighting Ácts and Orders. Dc 


Testing Accumulators.—As we go to press, Mr. Albert 


Campbell writes: In the reply to my letter in your last issue 
your correspondent states that, when the voltage of & motor 
car battery has fallen from 50 to 45 volts, more current must 
be taken than at the start; but he does not assure us that 
this can be done in practice. His proposed teat at constant 
watts does not, therefore, seem to oorrespond to anything 
possible in practical working. | EM 


Appointment Vacant.—The Dewsbury Corporation is 
wanting an electrical engineer (salary £250) to take charge 
of the electricity works. April 9th is the latest date for 
sending in applications to the town clerk. 


Who Is It ?—According to Wednesday's Daily Telegraph, 
an inmate of Spalding Workhouse Infi , who has just 
been removed to the workhouse at Docking, in Norfolk, haa 
had a remarkable career. He was а son of a former Alder- 
man of the City of London, who died worth £40,000. He 
was himself educated at Christchurch, and was a scholar and 
expert electrical engineer, but ultimately had to seek refuge 
in the infirmary at Spalding Workhouse. 


. СС ——— — — 
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Personal.—Mr. Lewis J. Steele, who was Mr. Gisbert 
Kapp' assi · tant at Messrs. Johnson & Phillip, and who bas 
since.acted as chief desi to them, is severing his con- 
nection with this firm after eight years, to take up the 
appointment of chief electrician to the well-known firm of 
Messrs. Verityr, Limited, at their works, Aston, Warwick- 


OITY NOTES. 


Тнв — of another Mutual Telephone 
Another Mutual Company, whose aim is to improve the telephone 
Improvement service of Manchester and other places, has been 
Company. issued. It is frankly admitted that it will be 
necessary, before any new servioe can be started, 
to obtain a license from the Post Office; but the organisers cf the 
company do not feel inclined to make this application till at least 
£80,000 has been subscribed. The prospectus seems to base ite 
claim for public acceptance mainly on the grounds that the company 
will introduce important improvements, and that hundreds of public 
bodies have passed resolutions in favour of the company. The scale 
of charges suggested is curious, and worth noting. Non-shareholders, 
within a mile radius of the Manchester exchange, will pay £6 10s. 
for each telephone ; holders of five shares, £5 15s.; and holders of 
10 shares, £5 5s. It would be interesting to know how many shares 
are necessary to obtain a telephone for nothing; or following the 
sliding ecale still further, at what number of shares does the company 
begin to pay the sharebolder for having a telephone. 


Ir cannot be denied that the results of the 17 
The Brockle-Pell months’ working of this company have been 
Are Lamp unfortunate.. We are not going to say that the 
Company. directors have not had stupendous difficulties to 
| contend with, and many of the troubles that 
have been experienced are not likely to oocur again; but there have 
been unsatisfactory incidents disclosed in the short career of the 
company that are regrettable in the extreme. Considering that 
nothiog had been done in the way of organising a factory when 
the company was formed, the progpectus ought to have been ex- 
pressed in more moderate language. Salarics and directors’ fees are 
items that do not seem to be quite in accordance with the period 
of trial arid error through which the company has passed. However, 
the shareholders are well advised in adopting the report and putting 
their trust in the future. 


Tum prospectus of this company, with a share 

Electric capital of £100,000 in £1 sbares, was brought 
Supply Company before the public in the early part of this week. 
of Western Some of the directors are well known in the elco- 
Australia. trical world, the chairman being Mr. Bennett 
Fitch, a director of the Bt. Jamea’s and Pall Mall 

Electric Lighting Company, and three directors are on the board of 
the British Insulated Wire Oompany. Much is made of the fact that 
the objects of the company are to take over from the Westralian 
Electric Lighting and Supply Company, Limited, the existing system 
of electric lighting now being worked in the town of Coolgardie, 
Western Australia. It must be always a satisfactory feature to 
potential shareholders to know that they are taking over an established 
undertaking "already earning profits;" but naturally it is assumed that 
an established business which requires a share capital of £100,000 to 
purchase and to work must be something exceptional. We will examine 
the established business as far as wecan in a moment. In the mean- 
time we would note that, though prosperity in Western Australia is 
a matter at which all right thinking men should rejoice, we are obtuse 
enough to suggest that the increase in the revenue of the colony 
which is made much of by the prospectus has very little connection 
with the electric lighting of Coolgardie. Now let us go a little 
closer into the business and concessions which are to be acquired by 
this company. Coolgardie seems to be very much of a mushroom 
town, and owes its sudden rise to the proximity of the Western 
Australian gold mines. It is only five years since the first settle- 
ment was made, but in November, 1897, the population of Ooolgardie 
and district is given at 20,000. Truly a remarkable increase! The 
company acquires what is, no doubt, valuable freehold land in one 
of the main central streets of Oaolgardie, on which works are 
built and electrical erected. The concessions acquired 
include the sole right to supply electricity in Ooolgardie for 25 years, 
and rights to carry electric cables to the gold mines. No doubt those 


are valuable privileges, and are worth something. That is not all, 
however, for the electric lighting business which is to be acquired has 
been working since July 10th, 1897, and the gross receipts are stated 
to be equivalent to £9,500 per annum. For these various items the 
sum of £70,000 is to be paid, which, at least, shows that the vendors 
have confidence in the value of the business. 

No details are given of the size of the electric lighting plant, or 
of the original cost, and, indeed, there is a marked absence of infor- 
mation as to the value of the asseta to be acquired for £70,000. 
It argues a large measure of faith in the public to propose a com- 
pany, with a capital of £100,000, with such ill-defined aseets aud 
property as shown in the prospectus of the Electric Supply of 
Western Australia. 


Metropolitan Electric Supply Company, Limited. 


Sm Evans» M. Snaw, К.О.В. (chairman), presided on Tuesday morning 
over the eleventh meeting of the above company, 
held at Winchester House. 

The CHAIBMAN said: In rising to move the adoption of the report 
and accounts, I desire as usual to offer a few remarks, though I think 
that these accounts are given in sufficient detail to obviate the 
necessity of detaining you very longinexplaining them. Dealing first 
with the capital accounts as shown in Statements 1 and 2, you will 
вбе that the VV been £62,500, the 
balance of the £125,000 new capital issued in 1896, and which from 
June 30th, 1897, became part of the ordinary share capital of the 
company. Statement No. 3 deals y with the expenditure 
on capital account amounting during the year to £93,795 16. 10d., 
with a ‘grand total of £850,831 ite 8 94., and а balance of £29,597 
18s. 106:, which is now practicall pended, a matter to which I 
shall have to refer 3 The с че. items of expenditure have 
as usual been the continually extending mains, which account for 
£38,869 12s. 5d., and the скрай on transformers and meters for 
the supply of the increasing list of our castomers, who now number 
about 6,000. These two items, transformers and meters, with their 


connections, absorb £15,828 46. 2d., making with the maias an ex- 


penditare of 454,699 16e. 7d. more than half of the 
total sum expended daring the year. The remaining items of any 
importance are lands, £13,801 8e. 5d. bm the cost of purchase of 
our new site for т кик works at esden ; buildings, £9,445 
18s. 11d., by extensions at Amberly Road, Sardinia 


Street, and 8 1 and machinery, £15,367 16e. ld., 
which has been expended on account of equipment of those 
extensions, equipment which when completed will ma- 


y ыб our facilities for sup pplying our customers. We 
will now tarn to the revenue account, which shows the result and 
cost of our working during the year, and from this account it will be 
seen that the income fro current is steadily increasing, giviog a 
total revenue of £138,267 14s. 6d., as against £116 ,459 48., an increase 
of about £292,000, or 19 per cent. "The expenditure to earn this larger 
M tacens aim pected, an 228854, but not to во 
great an extent, being for cost generation £58 tee aegro 

an increase of £5,985, or 111 per cent., ara ga со N to the in- in- 
creased consumption of coal and oil, and a reven 

of £79,546, £70,267 in 1004. beln à total ede 7g 
or 18 per cent. as compared with 19 per cent. increased income, as 
already stated. The increases shown in distribution have arisen from 
the extensions of mains and developments of the system of low 

sure distribution, while the growth of management expenses haá boon 
caused ] additions to ay company’s 1 d order 


е p bct 


to point to a still more rapid growth in the Tuus md future. 
Believing as we do J must be 

regarded less as a luxury and more of a necessity, we have, after the 
most аеш | consideration, decided to make substanti echas inda in 


erect large generating works, the са of which will relieve 
us from any anxiety for many years to come. By graduall y 
15 these ч эё Mor ah gr arise—and пе 
аш space at our posal for —We ean p no 
limit to the amount of power which can be produced. Intimately 
connected with these extensions as affecting our cost of manufacture 
and distribution, which it is our earnest desire to reduce to their 
lowest possible figures, is the development which we have now iu 
progress for changing our system of supply in those portions of our 
areas where the lamp density warrante the layibg down of low pressure 
mains, and we have every reason to hope that a large portion of this 
work will have been completed before the close of the present year. 
The mention of these new works leads me naturally to the question 


——— 
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of new capital. Before, however, dealing with this matter, I propose 
to lay before you, as briefly as possible, tbe result of our recent nego- 
tiations with the holders of the founder sbares. You will remember 
that, at the last general meeting, an undertaking was given by me 
that efforts would be made to come to an srrangement with the 
founders for the extinguishment of their rights. We accordingly 
gave the subject our most carcfol consideration, and after taking the 
opinion of our financial and legal advisers, we prepared a scheme 
which bad, as ita basis. an allotment of 140 new ordinary shares at 
par in exchange for each founder share. The agreement embodying 
these proposals was sent to the founders, togetber with a circular, in 
which the views of the directors were fully explained. The meeting 
which was held to consider there proposals resulted in the appoint- 
ment of a committee of the founders to negotiate with the directors, 
snd the result of the deliberations of this committee is embedied in 
the following letter:—'' The committee appointed by the holders of 
founder sharen to report on the offer made by the board bas very 
carefully and fully considered tke directors’ proposal, and bas urani- 
mourly determined that the cffer is inadequate, and should be 
declined. The committee is confirmed in this opinion by comparing 
the terms with those aecorded to founder shareholders in other 
leading electric supply companies. The committee has ascertained 
that holders of a considerable number of founder shares prefer 
to remain as they are, and will not entertain any cffer less 
favovrable than the allotment cf 300 ordinary shares at par.” 
To this letter the board replied that this offer was not one which they 
could consider themselves justified in recommending the ordinary 
shareholders to accept, Ав {һе result of another attempt to effect 
an arrangement, we have lately received a further letter frem the 
founders’ committee suggesting that the founders might accept an 
allotment. of 250 ordinary shares, but the directors are still of opinion 
that these terme are far too high, and that the ordinary sbarebolders 
would be unwise to accept even this reduced basis of settlement. 
‘We very greatly regret the failure of these negotiations, for it would 
manifestly bave been to the best interests of the company as a whole 
that they thould have succeeded. In our circular to the founders 
we indicated that in our opinion the ordinary sbar holders could not 
be seked to pay a premium оп any issne of new shares, seeing that 
the effect of this premium would be, as we think, unreasonably to 
improve the position of the bolders of the founders’ shares at the 
expense of the ordinary shares. To tbis opinion we adhere, and 
vnless within a very short time we are able to come to terms with tbe 
founders we shall probably issue a large portion of the new capital 
to the existing shareholders at par, though it is our intention to 
postpone dividends on these shares until the new works can fairly 
be expected to be earning their prx per proportion of revenue. We 
bave been informed tbat at least one of the founders intends to attempt 
to restrain us by legal means from adopting this course on the ground 
that by doing so we are prejudicing the rights of the founders. Well, 
gentlemen, mucb as we regret the possibility of this course being 
teken, we think it best that once and for all the discretion of the 
board in matters of this kind should be clearly defined. 
One other point connected with this subject, and I have done. 
It is beet raised by reading to you from a letter we bave received 
from Mr. Orrell, in which he says :—" Permit me to point out to the 
directors that the item Tremiums on debenture stock and new 
shares,’ &c., £35,429 98. 7d. in account No. 8, capital account, is clearly 
not an item of capital account, but of revenue, and is a net profit, and 
should be treated as such, «rd be placed in Account No. 4, which, 
after deducting 10 per cent, in acoordanoe with Art. 132 of the 
company’s articles of association, is available for dividend, and should 
be paid to the shareholders. Ihereby give notice to the directors that 
I object most strongly to this sum of £35,499 9s. 7d., less 10 per cent. 
being placed to reserve funds without the consent of three-fifths of 
the holders of the founders’ shares being obtained, and it is my 
lii Intention of moving at the general meeting tbat the accounts 

rejected and amended in manner above stated, and the full divi- 
dend paid. It is with very great regret that I feel compelled to take 
thie step, which is most distasteful to me, but there is no other 
alternative, after the expression of the views of the directors 
contained in their letter of January 20th, 1898, with regard to the 
rights. of the founders’ sbares, and the expressed intention of the 
directors to iesue to the shareholders pro rata a large amount of 
ordinary shares аё par, which I am advised by Mr. Obarles Jenkins, 
Q.O., would be a breach of trust on their part. What security 
have the founders’ shareholders that if the net profits fall short 
at any future time the directors will not appropriate this £35,429 
Өз. 7d., to augment the dividends on the ordinary shares? 
I trust the directors will give the fcunders some assurance that ia 
issuing the new capital they will obtain tbe best price which can 
reasonably be obtained for the new shares, and I feel sure that the 
coneent of three-fifths of the holders of the founders’ shares will be 
obtained to place the whole of the premiums to a reserve fund for 
the benefit of the company; but in this matter I speak for myself 
only.” I think you will agree with me, gentlemen, that Mr. Orrell 
has succeeded better than I could ever have ventured to do in justi- 
fying the policy of the board, by pushing to its extreme limit the 
consequences of issuing shares at a premium. He asks us to place the 
whole of the premiums already received (less 10 per cent.) to revenue 
account, and a little further on he requests us to give the founders 
an assurance that the board will obtain the best price they can get 
for the new shares, feeling sure (though he only speaks for himself) 
that the founders will agree to the placing of such fatare premiums 
to reserve. With :ezard to the sum of £35,000, this has not been 
treated, and in our opinion ought not to be treated, as a revenue 
profit for any dividend purpose whatever, and the same remark 
applies to any future premiums. If Mr. Orrell's contention be valid, 
that it is the duty of the board to treat premiumsas profits divisible 
as dividend, after deduction of 10 par cent. as reserve, it will be 
seen that, the dividends being immediately forced up above the 


7 per cent. limit, the founders will obtain a very large proportion 
of such premiums at onoe, while the security of the ordinary 
capital in respect to its future repayment will be ortionately 
diminished. Of course, whatever Mr. Orrell may say, the holders 
of founders’ shares. cannot treat premiums h as revenne 
profits, and as reserve as well, but it is clear that in either case the 
issue of shares t a premium will be more to their benefit than to 
that of the ordinary shareholders. With there remarks, gentlemen, 
I beg to move the following resolution:—*'' That the report and 
accounts for the year ended December Slt, 1897, presented to this 
meeting be and sre hereby approved and adopted, and that in addi- 
tion to the interim dividend of 5s. per share paid on October 15th, 
1697, a further dividend of 7s. per share on the whole of the original 
ordinary shares, and of 6s. per share on the new shares of the com- 
pany be and the same іл hereby declared, such dividends to be pay- 
able on March 30th, 1898, to all holders on the company's registers 
on March 19th, 1898." 

Admiral Sir Јони Hay seconded the motion. 

Considerable discussion followed, and several speakers expressed 
the hope that every effort would be made to arrange the matter 
amicably with the founders. . 

Mr. OBBELL moved and Mr. BarpwiN seconded an amendment that 
the report be not adopted; but tbe CHariRMAN pointed out that 
was simply a negative to the motion for tbe adoption of the 
report. 

The report was carried by a large majority. 


Willans & Robinson. 


Ма. M. Ronmeson presidéd on Wednesday afternoon at the ordinary 
neral meeting of the sliareholders of the above-named company 
eld at the City Terminus Hotel, Cannon Street. After the secre- 
tary had read the notice convening the meeting, the directors’ report 
and accounts were taken as read. 

The Сналтамли moved the adoption of the report and statemént of 
arcounte, and in so doing said he thought he might safely state 
that, in view of the many difficulties they worked under last year, the 
accounts were equally satisfactorv for the past and promising for the 
fotare. If the great strike passed them by, so far as concerned the 
relations between the company and their own workpeople, which were 
never better, yet many firms upon whom they depended for assistance 
in the form either of stores or of finished engine parte, or of tools for 
their works, had their shops brought wholly or partly to a stand. These 
labour troubles bad reflected heavily upon the company, causing some 
of their capital to remain idle, and keeping down their output of engines. 
Tools ordered over a year ago were still undelivered, and thus 
a part of their capital bad been idle for a year, drawing interest 
while producing no engines. They were, however, gradually 
surmounting the many troubles entailed by the strike, and he 
had no doubt that they would agree with him that the balance- 
sheet row submitted was even more satisfactory, as the outcome 
of a difficult time, than if it represented a period when all bad 
gone well with them. The moderate increase in the dividend now 
recommended might have been paid before, but the fixed policy of 
the directors was to make sure of every step before taking it. Depre- 
ciation had increased by over £1,100 for the half-year, and this item 
they must expect to increase further, as their new works were 
gradually completed. To the debenture sinking fund they had 
carried the usual contribution of £2,000, and to the reserve 
fund proper the increased sum of £1,500, making no less than 
£6,500 reserved out of the profits during the 12 monthe. 
The prospects of work before them were all that they could desire. 
It was no longer donbtfal that electric traction was about to receive 
a great development in this country, and in this the Willans engine 
would play a leading part. Already an engine to indicate up to 
1,5^0 horse-power was under construction for traction work. and they 
had been called upon to prepare designs foran engine of 2,500 horse- 
power. The sizə of the engines they made had increased to s 
startling extent. This development threatened to beyond the 
utmost anticipation of the directors, and to involve additions to their 
plant beyond what the present capital provided. The question, how- 
ever, was not immediate, but it was well to mention it. Fortunately at 
Rugby they were in a position where extensions, when necessary, 
could be made rapidly and economically. They hoped that the 
relations between the company and their workmen would in the 
future be even better than they had becn in the for in purtu- 
ance of a long-desired scheme for binding their old hands more 
closely to them, they had instituted, since the close of the strike, a 
system of long-service bonuses, which they thought would give their 
men а strong inducement to remain with them. He was glad to ssy 
that this offer had been received with much satisfaction by 
their men. Having called attention to certain items in the balance- 
sheet and loss account, he said he might anticipate a question, which 
would otherwise doubtless be asked, as to the success of their recent 
small issue of shares—3,000 preference and 3,000 ordinary shares 
were to be i:sued, but owing to the effect of fractional holdings, only 
2,838 preference and 2,854 ordinary shares were 5 
allotted, subject, that was, to acceptance. The numbers accepted 
were 2,447 preference and 2,296 ordivary, and the balance was 
applied for 10 times over by their own shareholders alone. 

Mr. A. Ногганр seconded the motion, and observed that the 
shareholders had abundant reason for gratification, fur the business 
bad grown very rapidly. | 

The motion was carried, and a farther resolution to рау А 
dividend at the rate of 8 per cent. on the ordinary shares was 
agreed to. | 

Mr. M. H. Robinson and Capt. Saukey, the retiring directors, were 
re-elected. 
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Brockie-Pell Arc Lamp, Limited. 


Тив in report state that they regret very much 
that the result shown by the accounts is not more satisfactory. 


This is due principally to the long period taken in equipping 
the works with the various machines, and making the numerous 
pecu and tools required in the manufactare of the 

ps. The 100 lamps, made entirely at the company’s 


factory in Tabernacle Street, were not completed until the end of 
July last, sothat the business has only been in full swing for a period 
of from five to six months. As showing the estimation in which the 
company's lamp is held, it will be satisfactory to shareholders to know 
that the whole of these 100 lamps were erected in the principal streets 
of the city cf Glasgow, to replace those of other makers. Amongst the 
numerous customers of the company Gur ng soe period under review, 
may be mentioned several departments of H. M.'s Government, corpora- 
tions, vestries, exhibitions, railways, &oc. The orders received from 
month to month have shown a steady increase. The total 
number of “ Brockie-Pell” lamps supplied to the public in 
1897 exceeded that of 1896, thus showing continued progress. 
In order to save inconvenience t> the public during the time the 
factory was being equipped, the directors allowed the late makers to 
continue the manufacture of the lamps for some months, and to 
execute the orders they had received upon payment of a royalty to 
the company. Tbe directors also agreed to take over from them the 
stock of lamps left upon their hands after euch orders had been 
rovided for. It will thus be seen that the company bas not had the 
efit of any manufacturing profit on the greater part of the busi- 
ness transacted since its formation. The engineering strike, which 
lasted about six months, caused a considerable amount of trouble and 
loss to the company. Great difficulty was experienced in obtaining 
delivery of material required by the factory, and orders were kept 
back by customers in consequence of their finding it impossible to 
procure the necessary machinery for operating the lamps. All the 
prelia expenses have been written off, and also a portion of the 
Outlay on furmture and tools. After lengtby negotiations the direc- 
tors signed a contract in October last for the sale of the French and 
Belgian patents for £3,000 in cash, and shares in a company to be 
formed. £500 has been received on aocount. Mr. Brockie has taken 
out several new patents in 1897 for further improvements in arc 
lamps and accessories. These bel ng to the company, and it is 
anticipated that they will prove of value, and create an extension of 
business. The company has also a considerable interest in a patent 
granted to Mr. Brockie for an automatio lathe, worked on an entirely 
рсн реро which will probably prove а valuable asset in course 
о Я 


Lord SorrrRLD presided over а crowded meeting «f shareholders 
of this company, held on Tuesday at Winchester House. The chair- 
man went through the various items of the report which is given 
above. Hs said it was not until the end of 1896 that they were able 
to enter the premises they had secured in Tabernacle Street. In the 
meantime, however, Mr. Brockie had not been jdle, and had been 
able to obtain machine 
sa A on the work. It was not, however, till March of 1897 that 
work was commenced upon the various special tools they required. 
With a view to saving time, a considerable number of those tools 
were made to their design by others; but notwithstanding this help, 
week after week passed, and they appeared to get no nearer to the 
desired e.d. They knew that Mr. Brockie was doing bis utmost, and 
considering the enormous amount of detailed work that m quired his 
үл supervision, t was no reason to be dissati-fied with the 

gth of time taken to bring the factory into working order. When 
the first 100 lamps were completed by their own men, namely, at 
‘the end of July last, that left practically only five or six months in 
which to make any manufacturing profit. Paragraph No. 7 showed 
continued p in the sales of the lamps. Of course, they had 
not had the full benefit of the increased sales, and had to be satisfied 
with receiving royalties only. The new patents granted to Mr. 
Brockie last year included some important improvements in the con- 
struction of are lamps and accessories in connection with them, which 
they fully belie would add to their business, and practically 
extend the time of the monopoly. Before putting the resolution, 
they wculd no doubt like to hear something of the prospects of the 
company for the current year, and he had much pleasure in saying 
that the volume of business at present in hand was very satisfactory. 
The value of unexecuted orders amounts to between £8,0.0 and 
£9,000, although they have not yet reached the end of the first 
quarter of the year. 

Bir F. D. Dixox-HanTLAND seconded the motion. In doing so he 
said be could not but feel that the accounts were very disappointing, 
but at any rate they were honest accounts, showing the exact state 
of the facts. There had been no attempt to keep anything back. 
He did not think that anybody who was not a director of the com- 
pany could bave had the slightest idea of the work, the anxiety, the 
trouble that had been caused to the board. They had, to a curtain 
extent, been environed by difficulties which were unforeseen at the 
time the company was brought ont, bat he believed that at the pre- 
sent moment they were on the road to success. They took over a 
business which had been carried on by Messrs. Johnson & Paillips. 
Taney were informed that the works would take about four or five 
months, but in reality 16 was nearly 12 months before they were gut 
into working order. They had had tc make all the parts, and all the 
tools for making the parte, and that took a considerable time. 
Another difficulty was, that Messrs. Johnson & Phillips knew that 
they had got a good thing, and were most anxious not to give it up. 
At first they said that Mr. Brockie and Mr. Pell had no right to sell 
the patents to anybody else, that they bad a legal right to keep the 
patents as long as they existed, and tnat all Mr. Brockie and Mr. Pell 


from the Continent for the үре of | 


.would be a chance of making 


could do was to give a concurrent right to this company. Thanks to 
the energy of the solicitor, the directors were able to get over those 
difficulties, and at last Messrs. Johnson & Phillips gave up that con- 
tention. Then it was found that they were continuing to manufao- 
ture the lamp, and for the sake of peace and quietness an undertaking 
was taken from them that they would make no more of the lamps. 
The company bought the whole of their stock of lamps. Of 
course, all this was not done without an immense amount of thought 
and labour, and he was sorry to say that they had now moved for an 
injanction against Messrs. Johnson & Paillips for infriogiog the 
pstents. In а l-tter which they bad written, Messrs. Johnson and 
Poillips said that there was only a 2 per cent. profit on the manu- 
facture of the lamps, but if that were so would they fight во hard, or 
would they have paid 74 per cent. upon the gross list price of the 
lamps? The board bad put an end to dual management, and now 
bad one responsible managing director, who would take sole charge 
of the wo:k so far as the commercial part was concerned. He bad 
very little doubt that before long there would be good profits for the 
shareholders. It had been suggested that the directors had helped to 
rig the market, but he did not believe that one of them had bought 
or sold a single share. They had nothing whatever to do with the 
market. Their object was to mske the company a success, and 
whether the shares were up or down it was not for them to 
coneider. | 

Mr. OLEMENT thought the company was floated on conditions that 
were entirely unjustifiable. No doubt there was good reason in the 
delays that had arisen. He asked whether they had guarantees for 
payment of the Belgian rights ? 

Mr. Sxrpwoktu: Зо far as he could see, their assets were not worth 
60 pence, and that was all they had to show for their £60,000. How 
was it that they had only got £500 for the Belgian and French 
patente? He moved as an amendment: That the directors’ report 
be received, but that thé same be not adopted, pending the report of 
а ae of investigation to ba now appoioted by the share- 

olders. 21 

Mr. WavaH said he had confidence in the directors, who held 
nearly two-tuirds of the shares, and he did not see why a committee 
should be appointed. | 
Sir F. D. Dixon-HARTLAND, in reply, said the whole of the amount 
on the 5,000 shares had been called up, but the time was not yet up 
for payment. With regard to money to go oo with, there was 
about £1,000 to come from the sbares. Then £3,(0) was expected 
in July for the patente. There were also book debts. and 
the company was not goiog to manufacture £8,000 or £9,000 
worth of lamps without getting sometbiog for them. Tne 
directors, therefore, hoped trat with a little borrowiog from the 
bankers they would be able to get through until such time as greater 
profits could be made. The patents were examined by an eminent 


firm of patents agents, and therefore it must be presumed that tbe 


were d geri good. Tne factory was leased for 21 years. Wit 
regard to the for-ign pateote, some gentlemen approached the direc- 
tors and said: We are prepared to give you £3,500 in cash for your 
pat-nte for France and Belgium; we are then going to Я заб a com- 
pany for those countries, and then we shall give you one-fourth of the 
shares.” The board were not going to be satisfied with the output 
for the last five months; they hoped to double and even qaadruple it, 
and then the working expenses would drop in proportion, and there 
profite. The directors were quite 
willing to draw only two-thirds of their fees until the company 
proved a success. 11 at toe end cf another 12 months, satisfacto 
results could not be shown, other men might be elected on the board. 

Mr. BxiPWwoBTH withdrew bis amendment, and the motion for the 
adoption uf tue report was then agreed to. 

Tbe retiring director, Mr. Н W. Maynard, was re-elected ; the 
auditors, Messrs. Mellors, Basden & Co., were re-appointed, and the 
proceedings terminated with & vote of thanks to the chairman. 


Direct Spanish Telegraph Company, | 


Tax Marquis of TwEzDDALE (chairman) presided over the ord 

general meeting of the shareholders of the above company, held at 
the offices, Winchester House, on Tuesday, and io moving the adoption 
of the report, said he must express the siucere regret of the directors, 
which he felt would be shared by everyone connected with the com- 
pany, at the death of Mr. Etlinger. Turning to the accounts they 
would observe that the balance to tbe credit of revenue account was 
£12,975 6з. 4d., and after adding £5,(00 to the reserve fund, the 
directors recommended that the balance be distributed as follows:— 
10 per cent. on the preference shares, and 4 per cent. on the 
ordiniry shares, absorbing £6,186 4s. Half of the amount was distri- 
bated in October as an interim dividend. The traffic receipts showed 
& decrease of £2,927. With regard to that decrease, only £674 was 
applicable to the first half of the year of 1897, when the same 
rates as in 1836 were in force. The remainder of the 
decrease toc k place in the second half of the year, and no less 
than £1,974 was due to the reduction in the rates agreed 
to at the international telegraphic conference, and to the mode of 
counting words and figares agreed to at that time, which came into 
force on July 1st. Without that reduction, the traffic forthe year was 
only £983 less, which would have been very satisfactory, considering the 
very exceptional traffic they enjoyed in 1896. The working expenses 
were £223 88. 11d. in excess of the year 1896. The iocrease was on 
account of salaries, amouutiog to £204 2s. 11d. Their former chair- 
man, Sir John Pender, alluded to that matter some years ago, and 
pointed out that it was absolutely necessary that some arrangement 
of the sort should be made if they expected to secure the services of 
good men. There was also а amali increase of £39 for repairs and 


~ 
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renewals of instruments and landlines. The company's cables, and 
the landlines in connection with them, bave continued in excellent 
working order during the year. At the last general mee he re- 
ferred to the litigation connected with the Bilbao breakwater, and said 
that the case would be tried before the tribunal in Madrid in April. 
The decision, as they probably were aware, was adverse to the company. 
The decision and judgment was based on pointe of rut and it was 
final, and the directors had, therefore, the balance of 
revenue, £2,489, to the reserve fund towards payment of the cost ES 
removal. The directors, in the exercise of t judgment, had 
APP го Johnson to the board. He was an able man of 


business, and pily & Jan deal younger than some of them, and 
would eroe ln hoped, have a prosperous career in connection 
with the company. Asthey knew, the telegrap 


fair to make an any exception to the employés of that company, who 
were in no way 


those with service. The sum was not a very important one, 
‘and he was sure that it would act as a stimulus to the employés of 
the company. He might mention that since January ist of that 
year, up to 5 the traffic was in excess of the corre- 
period. The безе ty were not quite eo large, but that was 
due to the reduction to which he had referred. They began the year, 
therefore, on the whole, very prosperously, and he trusted that 
prosperity would last. ' 
Mr. 1 Ed that tho oad wih th 
и sugges t see their way to 
a larger dividend. dab 
The Cuarnuan said wished the dividend might be larger, and 
now they had got rid of the Bilbao expense, he hoped the accounts 
would show better. : | 
The report was adopted. 


The Guildford Electricity Supply Company, Limited, 


Tum directors in their annual report state that they are calling the 
ordinary general meeting for 1898 earlierthan in previous years, in 
order to present to the shareholders the accounte for the year ending 
December 3186, 1597, as they are desirous that the company's 
financial year may in future coincide with the calendar year, which 
is the period for making up the annual accounts required to be 
furnished to ths Board of Trade. The number of installations con- 
nected with the company's mains is increasing, and now amounts to 52. 

The directors are well satisfied with the result of the first complete 
year's working, and are gratified to think that the stage of remunera- 
tive business has now been reached, the revenue account for the 
quarter ending December 31st, 1897, showing & profit of £67 6s. 

The subscribed ordinary capital has now reached £7,670; but, as 
it has been decided to increase the plant and extend the mains at 
once, further subscriptions for ordinary shares, to be paid in full on 
allotment, are invited from the existing shareholders. 

Shareholders are reminded that the ordinary shares are entitled to 
the first profits in each year to an extent sufficient tc pay a dividend 
of 6 per cent. thereon, before the founders’ sbares receive anything. 
The ordinary shares take also three-fourths of any surplus profits 
те 6 per oent., the founders’ shares being entitled to the remaining 

Also, the company holds a provisional order, ted 

by the Board of Trade and confirmed by Àot of Parliament (57 and 

Vict., О. pé for «арр aocor in the municipal Borough 

of Guildford, an d that under order the company has a practical 
monopoly in the town for 35 years from July, 1894. 


The annual general meeting of the company was held last Thursday 
at Guildford. Dr. F. R. RossBLL, chairman, presided, and said as they 
met only so recently as three months ago, he had little to add to "e 
he then told them of the pro ofthe company. During the 
quarter of last year they e the very fair profit, sio, Medius the 
company had only been running a year, of £67. Of course, that did 
not make up a profit on the whole year in their favour, because in 
tho frat two quarters of tho year there wasa loss. The last quarter, 
however, very handsomely. The company had now reached the 
oe diture, and they could double the number of li ш 
without spen any more money, except in the way of coal. 
it was absolutely necessary this year that they should add to 
their plant, and also lay some extra cables, and they must during the 
year raise further capital to the extent of £3,000 or £4,000 at least, or 
even more if they оша get it. Since that report £490 in new shares 
had been paid in. He concluded by moving the adoption of the 

rt and balance sheet. 
. WHEELER seconded. 

Mr. Монвт-Кюнт gave some йаз respecting the accounts, the 
report and accounts being then passed. 


Bournemouth and Poole Electricity Supply Company. 


Lorn RATHMORB, who “ре on Monday last at the statutory meet- 
ing of the Bournemouth and Poole Electricity Supply Company, held 
at t Winchester House, stated that the company "в e the pesi 
company in respect of the purchase price had been harged, and 

the purchase completed. An application had been made to the Stock 
Елорало for a special settlement and quotation, and the directors 
were expecting a notification that the same had been granted, 


Evered & Co., Limited, 


THE report and balance-sheet shows, after. providing for debenture 


interest, amounting to £2,416 13s. 4d.,& net profit of £35,146 194. 8d., 
making, with £7,288 11s. brought forward from 1896, the sum ol 
£32,453 10s. 8d. to be dealt with. An interim dividend at the rate of 
74 per cent. per annum to June 30th, 1897, bas been paid, 
absorbing £6,402 18s., and the directors propose to pay a dividend at 
the rate of 73 per cent. per annum for the remaining six months, 
which will absorb £6,402 18s., and to pay a bonus of 23 per cent. per 
annum for the year, £4,268 12s, The directors state that there 

been an increased amount of business done, which they deom very 


ry. This the full amount of paid-up capital ranks for 
dividend. Further prc or has been made in 
the way of addi buildings at both works. Ao 
^ Mr. А. Н. Griffiths has resi his position as managing director 
in Birmingham, and Mr. R. B. Evered, the chairman of the board 
has undertaken the sole ma pham by M assisted in London 
by Mr. G. J. Evered, and in Bi bam by R. G. Evered. 


British Electric Traction Company; Limited. 


Tun directors in their report for the period from October 26th, 1896, 
to December 91st last, state that t company was registered in 
October, 1896, and 20,000 of the 30,000 ordinary shares offered. for 


d prs 3 шген 
expenses chargeable revenue, an .expenses in- 
curred in connection "ith schemes not proceeded with, there 
remains a net profit of £9,804, which the directors pro- 
oc ae Arrangements 
or the adoption of electric traction at following rg | 
other places are in various stages of progress :—Ooatbridge 
Airdrie, Cork, Orewe, Dudley, Stourbridge and district, ga 
on-Tyne, Hartlepool, Lake District, Kinver, North Shields, 
mouth and district, North Staffordshire, Oldham, Ashton, and de 
Kidderminster and Stourport, Middleton aud district, Paisley and 
district, Potteries district, South Staffordshire, 
hampton and district. Provisional 
made and negotiations are pending in 
рен but it would be premature, or inexpedient, to refer to them 
this report. In some of the above cases agreements have. been 
made for the purchase, or leasing, of existing tramway e о 
while for other undertakings Parliamentary powers, or orders un 
the Light Railways Act, have been secured or applied for. In some 
instances the company has acquired the majority of the shares of 
existing tramway companies, and controls the business of such com- 
panies with a view to the adoption by them of electric traction. In 
& few cases the arrangements have been made in co-operation with 
other parties. With regard to South Staffordshire, the existing 
electric tramways are being worked by the company, and are & 
source of income. Contracts have been placed with responsible 
реце for the work of construction, and electrical equipment at 
udley, Stourbridge, Haag ane Kidderminster, and. Stourport, 
North Staffordshire, Oldham eon and Hyde, and Potteries, and 
the work is н proceeded with. 


The Direct United States Cable Compan 7 Limited. 
—The board have resolved upon the payment of an interim 
dividend of 3s. per share, free of income-tax, being at the rate of .3 

per annum, for the quarter ending March 91st, 1898; sach 
Bividend t5 1 to be payable on and after April 26th next. 


Globe Telegraph and Trust, Limited mi interim 


dividend се 3e. 96. CV 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending March 25th, 1898, were Juv aida 14s. 7d. ; correspon period, 
1897, £2,207 198. 6d. ; increase, £171 15s. 


The City and South London Railway Company. The receipts for the week snd- 


ing March 27th, 1898, were £1,066; week ending March 38th, 1897, £974; 
increase, £92; total receipta for half- year, 1 418,891; corresponding 
period, 1897, £18,791; increase, £100. 


The Dover e Electrio Tramways.— The receipts for the week ending 
. 14 1898, £111 9s. 84.; total receipts to March 26th, 1808, 
1 


The Dublin Southern District (Electric) Tramways Company.— The receipts for 
week ending Friday, March 25th, 1898, were d 1s. 1d.; on 
week last year, £4 6 19s. 10d.; decrease, £62 8s, ne fins 
69,266 ; corresponding week last year, 72,768 ; 5 to da rix L 

SUE to date last year, £5,146 188. 8d.; decrease to da 
Peu open, 8 miles Cars, 1896, 211; 1897, 278. Miles, 1895, pi ii 


The RUNS Overhead Railway үе —The receipts for the чек ending 


March 97th, 1898, amounted to £1,303; corresponding week last year, 
£1,336 ; decrease, £33, 


‘The Western and Brazilian Telegraph Company, eating dai LO “receipts for 


the week ending March 25th, 1898, after eduotin r cent. а she 
gross receipts payable to the London pistina Brasi ы. dep 
pany, Limited, were £2,622, 
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The 24 and 18 Н.Р, moto t ki than 2 load. 
THE NORTHERN SOCIETY OF ELEOTRICAL | Тһе 2 and 16 H.P, motors aro not working on more then ё load. 


ENGINEERS. tions per minute, the main shaft being loaded along its entire length 
| by high speed lathes and other machinery. The other belted motors 


drive shafting in the erecting shop, and are loaded nearly to their 
Тнв Practica, Ориватои оғ MurriPHASE OURRENTS. Ву T. rated capacity. 
Hawxms, Member. March 14th, 1898. In addition to the above, there are three motors, 6 H.P., 44 НР. 
А and 1 H. P., used on а 5-ton 8-motor crane. The reduction of 
(Continued from page 422.) is obtained by worm gearing running in an oil bath. This geari 


. Ing 2 
In 1 power installation, the generator is the part which is usually ru carefully cut, the thrust of the worm being taken up 
. 1 LP, motors aro mental on the cab and hae 
adjusted and renewed, and the commutator trued up and kept clean; ОШУ one speed, being switched in and out of circuit without the use 
there is always a skilled attendant at hand to keep the machine of any starting device. The lifting and transverse motions are 
in order. It is, however, the motors, scattered in many instances limited to one speed. The 4j НР. тг Гре the longitudinal 


over а considerable area, which have often the greater strain and motion, and has two speeds: full speed and speed. The higher 
harder work to do, and yet have less attention where the three-phase  — "Deed is obtained by halving the number of stator this орега- 
system to my mind has the advantage, especially where motors are tion being performed by a throw-over switch. The starting and 
only required to run at one constant speed. reversing is done by a second throw-over switch. 

As regards the line, а saving of copper is effected by using the For cranes above 5 tons, the lifting and longitudinal motors are 


three-phase instead of the бүт опса current system, but there must  ©ЧЧЇРРӨ@ with a starting device, connected to the rotor through slide 
be three wires if the former be used, which brings the cost of the . Buch an arrangement has not the of the 
distribution on a low pressure system to about the same. series- wound continuous current motor, of self-regulation of speed in 

At the works of the General Electric Company, Limited, at Man-  *©cordance with the weight being lifted; but this is the only advantage 
chester, there isa three-phase power plant. The generator has an that the continuous current motor has over the three-phase machine. 


_ This, I think, is fully com for by the less delicate and com- 

8 presto o of 190 volts, and runs at 450 revolu pli ted Ed ulpment the latter requi The ti hase motor 

The following is a list of the motors:— will stand a heavy overload or sudden reverse without fear of 

775. a иена Usually the lifting motor is designed for a maximum speed at 

No.| Н.Р. | Speed. Geared to. | Kind of Starting device. heaviest load. This speed cannot be inoreased for lighter loads, but 
| 


gearing. 


can be regulated at under such a limit. 


PN The Liverpool Grain Sto and Transit Company, Limited, have 


, adopted & three-phase plant for their storage ouse at Bootle. 

1 910 Bhafting Belt Liquid resistance It has been running some 15 months, and there are at present nine 

| | in stator. motors, giving a total of 150 Н.Р. The r has an output of 

1 910 Bhafting Belt " 165 H.P., and is coupled direct to a Belliss engine. They have no 

1 910 Shafting | Belt None. reserve generator, and do not stock any spare parts for either gene- 

i 910 Boring machine Belt " rator or motors. An extension of this plant is now in progress, con- 
1 1,360 Pha PE Belt " sisting of two 48-H.P., and one 60-H.P. motors. 

1 2 xis 7 tt. La ial drill| Worm gear 1 А This installation furnishes an example where lighting and power 

Variable the Belt Resistance in is taken from.the same mains. There are about 200 lamps, which 


rotor. 


are connected across two phases, the lamps being arranged so that 


meg SSS —ñä—ẽ— SS SSS cS SSS OOO y н _._... 
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the current is distributed equally over the three circuits, so as to main- 
tain the balance of the system. 

Another method of combining lighting and power on a three-phase 
system is to run a fourth wire from the common junction, if the star 
connection be used. The lamps are connected between this fourth 
wire aud any one of the three main cables, thus doing away with 
. эт еч pe N * ‚ adapted, and 

or wor m y 
already a considerable amount of veri фена erm ee та 


minute, with a frequency of 30 cycles and a pressure of 
960 volts. 


Three tri single-acting pumps, with plungers 6j inches x 8 
— — 
motors 

ps are designed to work at a crank-shaft speed of 45 revo- 
— minute against a water pressure of 300 Ibs. per square 
are of American design, and were made by the Gould 


f 
E. 
8 
i 
Ё 
3 
3 
g 
F 


Ja — 


— 


triplex single-acting pumps, with plungers 44 inches x 8 inches, 
of the same general design foregoing, coupled direot by mesas of 
reduction I P. motors, running at 360 revolutions 
per minute. These smaller pumps are also designed to work at a 
crank-shaft speed of 45 revolations per minute against a water pressure 
900 lbs. per square inch. 
The main cable is Eee concentric, each conductor baving a 
area of ‘118 sq The length of 
ркт The branch cables are also triple concentric. There is one 
of 430 yards, the sectional area of each couductor being 047 
equare inches, and another length of 1,300 yards, with an area of 
"0314 square inches for each conductor. 

The above cables are lead covered and steel armoured. 

Another plant was sent to the Knight Central mine, consisting of 
two 100-kilowatt generators, ranning at 450 revolations per minute; 
the voltage and periodicity being as describ:d for the V 
mine. There are three triplex pumps 6j inches x 8 inches, and eight 
E f 43 inches x 8 inches, coupled direct by single] reduction to 

Н.Р. and 20 Н.Р. motors respectively. 
The length of the main triple concentric cable for,this, mine is 900 


The following is a complete list of the motors supplied to the above 
three mines :— : 
All motors—30 cycles, 950 volts. 


| 


| | 
Мо. Н.Р. | Spe ed ре т 


| 
Starting device. | How connected. 


minate. | 
RES N 
7 35 360 | Та rotor circuit. Geared to pumpe. 
3 35 860 а " Belted to machinery. 
28 20 960 * " Geared to pumps. 
1 10 | &70 | Switched into circuit | Belted to machinery. 
without resistance. 
s 5 | 870 | 
сш ышы W. ͤ ⁵ĩͤ³WA—s3is ————— 
The тв for these three mines are all of the inductor Ў 
At full they give a commercial efficiency of 91 per cent., and the 


rise in temperature, after long continuous runs, is 25" C. The 


— 


Fic. 4.—Morors or 20 Н.Р. with THazm-Tunow Pour. 


main'switchboard|is so arranged, that the generators can be run in 


As these mines are very wet, the motors were designed with water- 
tight and ventilated covers, as shown in fig. 4. 

To enable the 20 H.P. and 35 H.P. motors to start up smoothly 
and gradually, they were supplied with starting resistances in the 
rotor. The 20 H P. motors were made in Manchester by the General 
Electric Company, Limited, and each machine was coupled to its 
Pomp, маен ree ee Май for six hours, the rise of 

being 25° C. 
e York Gold Mining Company, of South Africa, have just in- 
stalled a power plant, consisting of two belt-driven 50-H.P. three- 
hase inductor type generators, running at 750 revolutions per minute. 
ese supply power to two 24-H.P. motors, the motors коро 
to Easton, Anderson & Goolden belt-driven pumps. They have one 
3-H.P. motor connected to a centrifugal 


P 
output of which is 15 volts, 800 amperes, used for 
(To be continued.) 
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PHYSICAL SOCIETY. 


ORDINARY MznrTING. 
Mr. SHELFORD BIDWELL, President, in the cha 


Mn. А. A. CAMPBELL Swinton read а paper and showed experi. 
ments upon Taz CIRCULATION о> GagBoUS MATTRB ти a CROOKES 
Tonk. 


The stream lines within a Crookes tube arg investigated by observing 
the direction and speed of rotation of a mica radiometer mill mounted 
on a sliding rod so that it can be moved along a line at right angles 
to the line joining the electrodes. The axis of the mill is at right 
angles to both these lines. If the mill is adjusted to a position 
between the flat plate and the cup electrodes, with its axis just suffi- 
ciently low to prevent equal and opposite eimultaneous action on the 
top and bottom vanes, it rotates always in the direction indicating a 
atream from cathode to anode. The speed is greater when the flat plate 
is the cathode. If, however, the mill is now moved below this line, 
а point is reached at which rotation ceaces, and below this neutral 
point the rotation is suddenly reversed. Reversal is only to be 
observed with high degrees of exbaustion; the rotation is never so 
rapid here as in the first position. The mill rotates, and the reversal 
may be observed, whether cup or plate is made cathode, and the 
direction of rotation below the neutral point is always opposite to 
tbat in the position above it. A small Wimshurst machine is as 
effective as an induction coil in producing these effects. The experi- 
ments are intended to establish the existence, at high degrees of 
exhaustion, of a true anode stream, d e., а stream that travels from 
anode to cathode just in the same manner as the cathode stream flows 
from cathode to anode. "This anode stream is charged positively; it 
is exterior to the cathode stream; its velocity is less than that of the 
cathode stream, but its velocity increases as the vacuum is improved. 
It seems probable that, at high vacua, some. portion of the positive 
electricity passing through the tube is carried by the positively 
charged atoms or particles that constitute the anode stream. At 
lower degrees of exhaustion, the diecharge passes through the tube 
chiefly by interchange of charges from moleonle to molecule—a 
Grothüs chain. At the very high vacua, however, when the mean free 
pass is considerable, there may be to some extent a regular and com pee 
circulation of positive and negative atoms, some of which pass from 
anode to cathode and vice versd, and deliver up their charges, not by 
ee but by direct convection, to the electrodes of opposite 


gn. 

Prof. Boys said he did not feel altogether convinced by the experi- 
ments that the rotation of the mill was due to simple mechanical 
motion of the particles of matter between the electrodes. The weight 
of air left in the tube at such high degrees of exhaustion was ex- 
tremely small; it was difficult to realise that its impact could produce 
the sudden mechanical effect observed at the moment of the reversal 
of the rotation of the mill. 

Mr. WIS RU ner thought it important to keep in mind the exist- 
ence of mercury-vapour in the tube. He also referred to some 
experiments in which a bar of metal was used to explore a focus- 
tuhe, by observation of the changes of luminosity produced in 
different positions. | 

Dr. Снвев said that if the rotations of the mill could be shown to 
indicate a velocity of the particles of the same order as that cbserved 
in Crookes's experiments, it was safe to assume the exis'ence of a 
similar cause. This might be important in deciding as to the general 
truth of the bombardment theory of Crookes. He asked whether 
о had been investigated within the dark space around the 
cathode. 

Mr. APPLEYABRD suggested that in tracing the cause of the rotation 
it would lead to simpler resulte if the vanes of the mill were made 
of some light conducting subetance. Mica introduced difficulties 
owing to its retention of the charges. 

iue Boys pointed out that this oould be done by gilding the 
m 


Mr. CauPBBLL Swirron, in reply, said that the objection raised 
by Prof. Boys to the mechanical theory of the rotation would apply 
equally to the whole theory of electro-radiometry, including the case 
of the mill used originally by Crookes in the direct path of the 
cathode-stream. But it must be remembered that although the mass 
of matter present within the tube was very small, its velocity was 
proportionately great, it was of the order of 9,000 kilometres per 
second ; hence the contained matter might be conceived as capable of 
produciog the observed acceleration, and Crookes's bombardment 
theory might with safety be adopted as a safe working hypothesis. 
In the tubes used for these experiments the exhaustion was carried so 
high, that the negative dark spaoe appeared to fill the whole tube. 
He bad, so far, only tried mica for the vanes; but he thought it would 
be important to observe the result with a substance that did not re- 
tain the charges. 


Mr. A. STANSFIELD then read a paper on THERMO-ELECTRIO PYRO- 
METERS 


In obtaining photographic records of the readings of thermo- 
electric pyrometers, the range of measurement is limited by 
the size of the photographic plate. For long ranges of temperature, 
the seneitiveness of the galvanometer must therefore be small. When 
it is desired to examine the temperature changes in detail, as for 
instance at the melting points and free zing points of metals, it is 
necessary to employ some device for gi а more open soale for the 
short temperature ranges that include those particular points. For 
this pu*pose two galvanometers are arranged in parallel, and во that 
they have their deflections recorded on the same photographic plate. 
The less sensitive galvanometer covers the entire range of temperature 
throughout an observation; the other is brought into use for magni- 


E 


ing special portions of the range. In this latter case part of 

ctromotive force of the thermo-couple is compensated by 
sing electromotive force, ap at two ts of the circuit, 
battery of Olark cells in series with a high resistance. 
apparatus consists of a photographic plate moun 
rises steadily when water is admitted into a cylinder. 
of light is a glow lamp, enclosed in a wooden box. A 
with a rectangular diaphragm at the end nearest the 
off all light except that from a selected piece of 
filament. Light from this filament is reflected by p 
galvanometer mirror, and is focussed upon the photograp 
plate by a lens in front of the galvanometer; this method was sug- 
gested by Prof. Boys. The “cold” junctions of the thermo-couple 
ave both inserted into a hypeometer. 5 
exist between the indications of couples ha nominally the same 
composition; they are too great to be attributed to accidental 
differences in the constitution of the alloys. Although with platinum 
alloys, coupled with platinum, 10 per cent. of iridium gives a more 
powerful couple than 10 per cent. of pure rhodium, the сата sub- 
stitution of iridium for rhodium very considerably lowers its thermo- 
electric power. This result suggests that the change in the thermo- 
el? trie power of a metal depends upon the extent to which it is 
saturated with the alloying metal ; thus 10 per cent. either of rhodiam 
or iridium would, per se, more completely saturate the platinum than 
would 10 per cent. of a mixture of the two metals. The author 
discusses а series of curves derived from his experiments. He con- 
cludes that, thermo-electrioally, there may be two classes of metals 
(1) the ordinary metals, for which the curve representing the first 
differential of electromotive force with respect to tem re is a 
straight line, and (2) the platinum metals, together with a few such 
as nickel and cobalt, for which the curve of that differential, multi- 
plied by the absolute temperature, is a straight line. 

Dr. OnBEm discussed the curves, and asked how far stirring 
affected the results; he was inclined to think that stirring was a 
mistake | 


Mr. A. OaMPBELL inquired whether the galvanometer kept its sero 
sufficiently well throughout the tests. 

Mr. STANFIELD, in reply, said he had also come to the conclusion 
that stirring was a mistake; and it was a mistake to use a large 
quantity of metal. The pyrometers were sensitive to about a tenth 
of a Centigrade degree. He had experienced great difficulty with 
the sero of the galvanometer. 

The PRESIDENT proposed votes of thanks to the authors, and the 
meeting adjourned until April 22nd. 
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ON SOME RECENT INVESTIGATIONS IN 
CONNECTION WITH THE ELECTRO- 
DEPOSITION OF METALS.“ 


Bv J. C. GRAHAM. 


(Concluded from page 858.) 


Ir was thought that this might be cured by inclining all 
the jets towards the face of the cathode at an angle of 85°, 
instead of directing them per pendicularly against the face of 


the cathode. The result, however, instead of being an 
improvement, was much worse than b:fore. This is shown 
in Diagram G. | | | 


— 
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The next experiment was to shield these areas of inter- 
ference, keeping the jets perpendicular to the face of the 
cathode. This was readily done by cutting a number of 
round holes out of a thin sheet of valcanite, through the 
centres of which the jets played, as shown in fig. H. 

A very beautiful deposit was obtained in this manner, ai 
8,000 amperes to therquare metre. In this case the cathode 
was moved slowly to and fro in front of the jets to insure 
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a uniformly thick deposit over the whole surface of the 
cathode. 


Smigip wirH HOLZS. 


As a very rapid circulation of the electrolyte appeared to 
be the principal condition of suocess, two new forms of 
apparatus were devised, which are shown diagrammatically 
in Diagrams [ and J. The one for producing the circula- 


tion over a wire, the other for producing it over a flat 


Taking Diagram J, which shows the apparatus for deposit- 
ing strips or sheets. The electrolyte was forced with great 
rapidity by means of a centrifugal pump, through the pipe, 
and through the space enclosed between the anode and 
the cathode, and thence back to the elevated tank to which 
the pips is connected. 

In order to ascertain the difference of potential between 
the anode and the cathode at various current densities both 
with lead and copper anodes, a number of observations were 
made, the results of which are shown in Diagram К. 


AMPERES РЕВ SQUARE METRE. 


The volts are measured vertically, and the amperes per 
square metre are measured horizontally. The continuous 
thick black line at the top shows the voltages with a lead 
anode, the thick red line lower down shows the voltages with 
а copper anode, 

It will he noticed that in the form of apparatus used for 
these experiments, that the anode as well as the cathode was 
very energetically washed, and in order to further examine 
the effect of washing, a lead and а copper anode were tried 
in an ordinary tank where no circulation was taking place ; 


all the other conditions of the experiment being as nearly as 
ible the same as when there was circulation. 

The dotted black line at the top shows the voltages with 
the unwashed lead anode, showing that the washing has not 
mach effect on a lead anode. 

But with a copper anode the effect is moet striking. 

The current for this last experiment was in the first place 
taken from a single cell, through a resistance, and the curve 
is shown by the black line at the bottom left-hand corner of 
the Diagram K. It will be seen that the currents and 
voltages rose pretty regularly to about 300 amperes to the 
square metre: at this point the voitage began to rise more 
rapidly, and at 350 amperes the voltage began to rise rapidly, 
and ід a few minutes rose from 56 to 1:57, the current at 
the same time falling off from 350 amperes to 106. 

This experiment was re with two oells, but the 
movements were 80 rapid that I have not attempted to plot 
them. The current at the commencement was 805 amperes 
and the volts 44. The volts rose almost immediately to 
1°42, the current falling at the same time. The volte then 
rose more slowly and at the end of half &n hour had risen 
to 8°66, while the current had fallen from 805 amperes down 
to the insignificant amount of 30:5. 

Lastly, in order to get a more extreme example of this 
phenomenon, the ancde and cathode were coupled to the 
100-volt main of the Kensington and Kuightebridge Com- 
pany aud the current taken through a water resistance. 

A current of 122 amperes per square metre was allowed to 
pass and kept nearly constant. The voltage rose rapidly to 
26 volta and remained pretty constant at that figure. 

It should have been mentioned that the anode and cathode 
were well cleaned and rubbed bright with emery paper, before 
making each of the above experiments. The cathode was a 
square plate of copper having an area of 10 square inches. 

e anode was the same size, and they were placed about 
1 inch apart in the 5 

This tendency of the vo tage to rise abnormally when a 
certain current density 1з reached, was not noticed with lead 
at all, and was not observable with washed copper anodes 
until about 2,000 amperes to the metre had been reached. 

Some of the preceding experiments appear to point to the 
conclusion that so long as a path through the copper 
mol-coles can be maintained for the current, but little, it 
any, of the current will pass through the hydrogen molecules ; 
the current will, in fact, follow the line of least resistance, 
and in order to see whether this was true of iron as well as of 
hydrozen, a dilute solution was prepared which contained 
iron and copper as sulphates in the following proportions :— 


я im ds ES .. 100°0 
рег... ee teas 3 
Iron T 26s 1. 


A current at the rate of 550 аре рег metre was passed, 
the electrolyte being circulated in the manner shown in 
Diagram J, and the deposited metal was analysed to ascer- 

. in whether any iron had been thrown 
down with the copper; not a trace was dis- 


-QO é 
. This was with half the amount of 
copper above mentioned in solution, viz. : 


Water n 5 ... 100°0 
Copper 6s — 15 
Iron ass d А 1 


The amperes being reduced to 880. Again 
no iron was found in the deposit. 

A considerable number of experiments were 
also made for the purpose of ini 
whether soda, , zinc, or aluminium, if 
present in large quantities in a solation of 
sulphate of copper, would alter the character 
of the copper deposit; so far as could be judged by the eye 
they made no difference, but the deposits were not analyse 

The fact that the current will paes through the copper 
molecules in preference to passing through the molecules of 
other metals, which may be in solution so long as a path 
through the copper molecules is maintained, appeared to offer 
а ready means of depositing copper in an almost pure state 
from the very impure solutions which are obtained by 
lixiviating certain ores. 

The Rio Tinto Company in Spein produce very large 
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quantities of such solutions, and they were good enough to 
send the author samples of some of their solutions. The 
strongest of these solutions was analysed by Mr. Swinburne 
and found to contain the following metals which were all 
assumed to be present in the form of sulphates. 


Copper... © ies T 11:09 
Iron Sie ss - 1731 | 
Cadmium vs Sad “se 0:22 | Grammes per litre 
Aluminium .. ш . 0: | of the solution. 
Zinc... ide See cue 2°29 
Magnesium Do n 0:24 J 


The solution, it will be observed, contained only about 1 
per cent. of copper. From this solution the copper was 
thrown down without any difficulty in the form of both 
wires and sheets by the apparatus shown in Diagrams I and 
J. The current for the wires was about 550 amperes to the 
metre, and no difficulty was experienced in drawing the 
wire so depositad, nor did the wire show any signs of 
brittleness. 

The current for the sheets was considerably denser than in 
the case of the wirea, a perfectly good deposit being formed. 

The aathor is also much indebted to the Tharsis Company 
who kindly sent him samples of the impure solutions of 
coppsr prepared by them from ores which they treat. 

ne of .these samples was analysed by Mr. ге and 
found to contain the сое metals, which were believed 
to be present in the form of chlorides. 


ie C aC 25 1 per litre of solution. 
Alaminiam 
3 not determined. 
Sodium 


Although here, as with the Rio Tinto solutions, no 
difficulty was experienced in depositing the copper, yet it was 
found to be impossible to get a deposit of a good colour at 
any current density however small. The deposit instead of 
being a pale salmon colour as desired, was invariably 
of a dirty brown colour, and for some time this was 
supposed to be dne to the presence of some other 
metal, but it was found that copper thrown down from 
a solution of pure chloride of copper was of the same dirty 
colour, and that the addition of sulphuric acid in very 
considerable quantities to a solution of chloride of copper 
made very little difference in the appearance of the deposited 

The discoloaration, therefore, ap to be due to the 
presence of chlorine, and to determine this point a saturated 
solution of sulphate of copper was taken, and to it was added 
commercial hydrochloric acid in the proportion of two cubic 
centimetres of hydrochloric acid to one litre of the copper 
solation. . t 5 of ише acid 5 
an i ifference in the appearance of the deposit. 

25 таа cubic centimetres a ian » became noticeable, 
and with six cubic centimetres of hydrochloric acid to one 
litre of saturated sulphate of copper, the deposit was about 
as dark in colour as if the whole of the copper had been 
present in the form of a chloride. In these experiments the 
current was at the rate of 1,000 amperes to the metre. 

It, therefore, appeated that to treat the Tharsis solution 
effectively, it would be necessary to convert the copper into 
a sulphate and to get rid of the chlorine. This was 
economically effected in the following manner: soda or 
lime were added in quantities just sufficient to throw down 
the whole of the iron as a hydrated oxide, leaving all the 


copper chloride in solution. After the iron precipitate had 
been separated out, a further quantity of or lime was 


added to the clear solution, and the whole of the copper was 
thus thrown down as a hydrated oxide : this oxide of copper 
was then very thoroughly washed and dissolved by eulphuric 
acid, and from the solution £0 obtained the copper was easily 
thrówn down as a perfect deposit. 

One advantage of this method of working is that the 
dilute solution of chloride is converted into а saturated 
solut ion of sulphate. 

The author is muoh indebted to Mr. Crompton, who very 
kindly allowed him to use his laboratory at Thriplands 
during all the earlier experiments шошо in this paper. 


AN ELECTRICAL HYPOTHESIS FOR THE 
SOLAR AND PLANETARY SYSTEMS, AND 
SOME OF THEIR ASSOCIATED PHE. 
NOMENA. | 


By DELTA. 


IV. 
THE ATMOSPHERIC ELECTRICAL POTENTIAL. 


Although Exner’s determinations alone, absolutely prove, 
and with sufficient exactitude, the measure of the increase of 
tential at a strikingly high rate in proportion as the 
istance from the earth inoreases; this fact of immense 
and still unrealised importance, had already been discovered 
by Sassure and by Volta of immortal memory over a century 
ago. 


Gay Lussac’s AEROSTATIC DETERMINATIONS. 
The aerostatio experiments of the great chemist, Gay 
Lussac, in 1805 corroborated Volta’s discovery. 
Gay Lussac’s temperature and other results have been 


plotted on the diagram, fig. 12, along with Exner’s electrical 


— — 


Graphic diagram, showing the remarkable correlative evidence of the fall o 
the barometer, or density of the atmosphere, the reduction of aqueous vapour 
and the temperature, and the rise of the electrical potential—with the increase 
of distance the earth. 


determinations. It will be noticed that at the height of 


. 28,040 feet above the level of the sea the temperatare had 


fallen from 82° F., the temperature at the earth’s surface to 
14:9? at the altitude defined. | | 

Gay Lussac found that the density of the atmosphere 
decreased at a height of 22,912 feet to less than half its value 
at the surface of the earth—the barometer had sunk to 
12:95 inches, | 

The hygrometrio researches proved that the aqueous vapour 
proportion fell from 62 per cent. at the earth down to 27˙5 
per cent. at an altitude of 15,190 feet. 

He (Gay Lussac) also found at an altitude of 23,000 feet 
that the chemical constitution of the air had undergone no 
change. 

If the writer’s hypothesis is correct, it would mean th 
the fall of the barometer should proceed pars passu with 
the fall of temperature. The diagram shows that the fall is 
parallel, and is, therefore, consistent with the theory. 


Тнк FALL oF TEMPERATURE WITH INCREASED ALTITUDE. 


The fall of temperature in Gay Lussac’s aerostatic experi- 
ments is as follows :— 


Temperature at the earth ... nt = 82? Fabr. 
» at a height of 12,125 feet = 47°3° „ 
» » » 18,686 „ = 329? „ 
» » » 29,040 , = 149° „ 

In the verbal demonstration of qn er electrical hypothesis 
it is, perhaps, unnecessary to say that the expression vacuum 
is uad smployed to explain an imaginary condition of the 
extreme tenuity of the atmosphere, that will permit the trans- 
mission of high potential currents with a minimum of loss. 
It is well known that, in proportion as the atmospheric tenulty 
is increased (within certain not as yet well-defined limits), 
the electrical resistance reduced; this can be proved by con- 
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necting the terminals of an electric collector machine with 
a so-called vacuum tube; it will be found that a far longer 
discharge can be obtained than if the terminals are divided 
by an atmospheric interspace of normal density. It is, 
however, not absolutely essential to assume such a rarefaction 
а ы to obtain а miniature resemblance of solar electrical 
е 
A LABORATORY DEMONSTRATION. 

Fig. 18 is a diagram intended to represent the remarkable 
luminous effect on two terminal spheres of a Voss maohine, 
the experiment can be repeated by anyone. 


DAE ӯ DEDE tg E 
LOMA. УЙУ, 2 wire Mee: A 


Fic. 18.— Voss ELECTRICAL OOLLEOTOR ов MACHINB. 


Diagram showing the luminous surfaces on two spheres, x and z, by the emis- 
sion and reception of electrical energy of high potential. 
An opaque diaphragm 3 can be placed so as to intercept any possible reflec- 
tion, but the luminous effect is not reduced. The human hand placed in the 
position of the diaphragm will realise a sensible reduction of temperature, but 
will not be influenced by the flow through it of the electrical energy. 


The high potential (brush discharge) current across an air 
interspace produoes at the projection from the discharge 
sphere a luminous effect, which is repeated on the reception 
surface of another and vis-à-vis sphere. To prove that the 
second luminous surface is not merely the effect of 
reflection from the vis-à-vis luminous surface, one has 
only to place an opaque board so as to intervene between 
the two as shown on the di » there will 
still be same dual luminous evidence. If the 
opaque board is replaced by the human hand a sensible 
cooling influence will be evident, but no electrical effect 
will be produced and the energy flow will not be appreciably 
affected. Both at and around the projection of the negative 
sphere terminal, which can be considered to represent 
‘the solar sphere, and at the surface of reception of the posi- 
tive „ре terminal representing the earth, there will be 
noticed in the dark a luminous area, relatively great in pro- 
portion to the surface of the sphere; if a pointed projection 
was provided for the positive sphere and on the N side to 
the luminous surface, the electrical energy would be dissipated 
into the atmosphere by which it would be again collected by 
-the Voss machine or other electrical collector, of which the 
solar sphere is an example. Now referring to diagram a 
of the positive sphere terminal, z is moved in a circular 
line around the negative sphere 2, the electrical e will 
follow this movement and take the direction of a radial line 
drawn across the centres of two spheres. ҺЕ 

The only difference between the electrical solar hy pothesis 


and this laboratory proof, is the fact that in the latter the 


interspace is of atmospheric density, bat even then there is 


practically no luminosity in the interspace except in or about 


the surfaces of emission and reception of the electrical 
energy. 

It may be suggested from the proof adduced, that in order 
to produce the luminous effects at the surfaces of emission 
and reception, it is not necessary that the solar and terrestrial 
luminosity is produced by the increased resistance of their 
respective atmospheres to the flow of electric energy. This 
is granted, but in order to satisfy the conditions enforced by 
the law of the conservation of erergy, it is necessary to 
assume such a high rarefaction or reduced density between 
the sun and the planets as will permit the unimpeded flow 

of electrical energy, and we know, as a positive fact, that the 
_ density of the atmosphere does decrease in a now well-defined 
proportion to the distance from the earth’s surface. 


THE MOVEMENT OF THE PLANETARY BODIES. 


The hypothesis that the entire celestial or interplanetary and 
interstellar space is really an accumulator reservoir, or ocean 
of low pressure electrical energy, that will permit, as does 
the earth's atmosphere (which constitutes part of this elec- 
trical ocean), the flow through it of high intensity electrical 
currente, permits the application of the magnetic attraction 
. theory to displace and fulfil the conditions of the Newtonian 


gravity hypothesis. 


ing contraction of the bulk of the sphere would 
eff 


The author suggests that the rotation of the planeta may 
be effected somewhat in the same way that an electrio motor 
is rotated, and their high and generally compound rotation 
may give them their distinctive orbits. No doubt it could 
be demonstrated that a rotation could be given to a spherical 
body, which would propel it in a certain specific direction, 
and if the orbits of the planets were mathematically circular, 
this hypothesis would apply; but the fact that the orbits of 
the interplanetary and interstellar bodies do not generally 
assume this form, inclines one to the opinion that the orbit 
is the result of the attractive influence of the great central 
solar electrical body, and that the spherical rotation is the 
result of the electrical energy rotating the polarised planets 
in some way, 88 а current rotates an armature. 

As far as the moon is concerned, it is suggested that the 
electrical attraction of the earth, added to the rotating 


influenoes set up by the solar electrical centre, may be some 


Speen of its peculiar orbit, surbordinate to the planet 
earth. 


SATURN AND ITs RINGS 


The movement of the rings of the planet Saturn, in their 
particular and regular plane of inclination, may constitute 
the source of motion of this planet, assisted, as it would be, 
by the rotation of the planet itself. ! 

The constitution of the rings is not yet adequately de- 
fined; the rings may be associated with an atmospheric 
annulus, by which the associated rings are illuminated. 


Тнк CoMETARY ORBIT. 


The cometary orbit will also be produced, it is suggested, 
in a somewhat similar way to that of the ee bodies, 
but their particular form is apparently infia by the 
contiguity of other planetary electrical condaotors. 

The strange feature of the cometary orbit, is the sudden 
reversal of the direction of cometary movement at the 
aphelion. 


Law OF COMPENSATION OF ELECTRICAL ENERGY. 


It may be rightly argued that as the electrical energy is 
absorbed in generating luminous and thermal effecta, and 
incidentally in maintaining innumerable other forms of energy 
that there will be a constant loss of the energy projected from 
the solar electrical supply stations, 

There is the great absorption of energy in internal—or 
interterrestrial—electro fusion work which is always going 
ua we a by the ат of Зан canic Жы егы 

е increase of temperature in деер bori yt 
санаса of the earth’s skin. But it may here be remarked 


that although we may, by electrical resistance effects, raise 


metals to a state of fusion, if this action is performed in a 
reducing atmosphere, it doesn't necessarily imply that 
the metal is being burnt up or in any wa altered and, 
farther, under such conditions the additional electrical energy 
that will be required to maintain the metal in a state of fusion 
is only that required to compensate for the loss of the heat 


that flows to that part of the surface of the earth, that is, 


in its rotation, removed from the direct influence of the 
sun's supply of electrical energy. 

It is, therefore possible, that when the electrical energy 
was initially introduced to the AT body, there 
would then be an immense abeorption of electrical energy in 
effecting internal fusion work, and at this time all the 
igneous effecte noticed in the shell of the earth and red 
then 
However, this is an aside from the subject of the 
article. | 

Becquerel (one of the very many illustrious savanis by 
which France has enriched the world) suggested that the 
atmospheric electricity was the product of chemical changes 
always precedi induced by chemical action. Here, 
therefore, have we the basis of the law of compensation of 
electrical and solar energy. 

The proportion of solar electrical energy absorbed in 
stimulating chemical action will by electrolytic, electro- 
thermal, and other changes occurring both on the surface 
and in the interior of the earth, be exactly returned to the 
low pressure electric interplanetary ocean, and this great 
accumulation of energy will renew the solar centre in propor- 
tion to its supply of energy to planetary and other bodies in 
the celestial space. 
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THE ATMOSPHERES OF JUPITER, MARS, AND VENUR. 


The surface of Jupiter is enclosed in varied masses of 
flocculent cloud form. This planet has a highly reflective 
surface—so much so that the effect of its luminous atmosphere 
is incidentally reflected, and with a loss of 28 per cent. of the 
initial energy, so that the absorption by this planet of solar 
electrical energy is very slow. 

Herschel identified the dark belts of the atmosphere of 
Mars as tracks of comparatively clear sky. 

These dark belts, it is suggested, are composed of an atmo- 
sphere of extremely low density, offering little, if any, resist- 
ance to the flow of the high intensity electrical energy emitted 
from the orb of solar electrical supply. 

An alternative explanation is that the dark belts cover the 
surface of emission from this planet of low intensity electricity 
and the light or luminous belts constitute the atmospheric 
surfaces of introduction to the planet Mars of the high inten- 
sity electrical currente. 

uminous atmospheric effects are conspicuous in Venus. 

When this planet is at inferior conjunction or below the 
воо, its entire disc periphery is not uncommonly rimmed with 
a glorious halo of luminous rays, bent inwarde, as if by the 


uction of lens. ; 
| (To be continued.) 


ALUMINUM AS A RIVAL OF COPPER AND 
BRASS FOR ELECTRICAL CONDUCTORS.” 


By ALFRED E. HUNT, 8.B., President of the Pitteburg 
. Reduction Company. 


(Concluded from page 321.) 

Тнк power of withstanding corrosion is greatly in favour 
of aluminum as an electrical conductor over copper. Copper 
does not change in dry air, bnt in moist air it becomes 
covered with a green layer of basic carbonate of copper, 
which, itself, has a corroding action, and does not coat and 
the underlying copper from further corrosion. 
Ammonia, in contact with copper, absorbs oxygen and the 
copper dissolved, in consequence of the formation of a soluble 
. capric-oxide and ammonia. This action is especially a source 
of trouble where copper wire is used in connecting rail joints 
in the tracks of electrical railroads, where the ground is 

often subject to ammoniacal solutions. 

Aluminum, similarly, is not acted upon in dry air, and 
the corrosion in moist air is of the oxide of aluminum, 
alumina, a harmless salt, which forms an impenetrable coat- 
ing on the metal, and protects it from further corrosion to a 
considerable extent. Ammonia solutions act on aluminum 
only npon the surface, attacking it, and leaving bebind a 
more resisting surface coating of a brown colour containing 
silicon, which resists corrosion from dilute mineral acids and 
dilute solutions of organic acids, as well as moist and dry air. 
Subject to sulphur gases, such as locomotive flue gases, 
alaminum withstands corrosion better than copper. 

If kept free from galvanio action with any other metals 
electro-negative to itself, aluminum is far less easily corroded 
than copper. | 

The difficulty of soldering or brazing aluminum is the 
chief drawback to its use as an electrical conductor. 
Aluminum can be soldered strongly, but it is a more diffi- 
cult and slow operation at best as compared with copper, and 
there is much more rapid weakening of the soldered joint due 
to galvanic action between aluminum and the metals of the 
solder than with the less electro-positive metal, copper. 

In many places the aluminum can be first coated with 
copper, and the soldering or brazing operation made on the 
copper surfaces thus formed. 

Several forms of joints have been successfully used to avoid 
the necessity of soldering, the best forms being to use thin 
aluminum sheets to wrap the joints, and to twist or other- 
wise bind with the aluminum bars or wires to be joined. 
These wrapped and twisted joints with aluminum sheets can 
be left smooth on the outside when desired, can be made much 
stronger than the body of the conductors, and are really a 


* Advance proofs of this paper were courteously forwarded 
through the Secretary of the Institution of Electrical Engineers. 


the parpo 


more serviceable job than soldered or brazed work in many 
cases with copper. One very practical way of making joints 
of aluminum wire is to roll the thin slam inam sheet, of 


abont 6 inches width, into two cylinders from opposite edges 


of the sheet. "These double cylinders are very ly made 
on mandrels іп е lathe. The ends of the wires to be joined 
are inserted in these cylinders from opposite ends, and both 
the wire and sheet twisted with pliers until ‘a firm joint is 
secured, much stronger than the body of the wire. The 
joint can readily be made impervions to the air and 
moisture. | 

The C. McIntire Co., of Newark, N.J., have a patented 
joint which is made very much along the lines of this joint. 
Iuformation regarding their patented form of joint can be 
obtained by correspondence with them as above. Also the 
American Electric Fuse Company, Chicago, Ill., make a very 
satisfactory joint. 

Another disadvantage which handicaps aluminum in 
special uses for electrical conductors will be where the 
material has to be insulated, that the cost of insulation will 
be approximately one-third greater for the larger section 
required in aluminum over the cost for the smaller section of 
copper required for the given conductors; and where alumi- 
num is to economically compete for insulated conductors the 
price of the aluminum will have to be further reduced to meet 
this contingency. 

Aluminum is soon to Ъз placed in an extensive line of 
conductors where this added extra coat of insulation will be 
determined by actual fabrication. The Pittsburg Redaction 
Company in this particular case agreeing to pay the edded 
costs, in order that actual experience may be gained as to 
their relative amounts. 

There are certain places where aluminum will be at a dis- 
advantage over the smaller section of equal conductivity of 
copper, in ducts or conduits where space is a considerable 
item. In such cases, the use of aluminum would necessarily 


be prevented. 


An ample field for the employment of alumiaum for some 
time to come, however, seems open at present time fer 
bare transmission lines, especially for high potential long dis- 
tance work and for long distance telephone lines, and for 
rapid transmission telegraph lines. 

Aluminum, next to gold, is the most malleable of all the 
metals, and is much more mallcable than copper. 

Aluminum in ductility stands next to copper, and is easily 
drawn into all sections that are furnished in oopper for elec- 
trical conductors. 

Aluminum can be furnished fully as uniform in its com- 
position us copper. 


The metallurgy of copper is comparatively complicated, 


-owing to the difficulty of converting its ores into the oxide 


free from impurities. In most of the copper ores used, 
salphur, lead, and iron are oontained, as well as small quan- 
tities of other elements, as arsenic and antimony. АП of 
these elements in metallic copper very materially lower its 
electrical conductivity. The native pure copper of the Lake 
Superior region enjoys the preference, due to its uniformity 
RM freedom from impurities, for many purposes, but for 
electrical conductors the electrolutic copper is most used. 

Aluminum can now be furnished rivalling, for electrioal 
conductors, at least 99°50 pure, it is granted not as yet, in 
purity of composition the best electrolytic copper used for 
se of electrical conductors. hen a fused metal is 
obtainable, undoubtedly it will more nearly rival copper for 
electrical conductors section for section. 

Aluminum has been already in suooeesful operation as an 
electrical conductor for some time. The first nse in a large 
way was with the conductors for the electric current at the 


at the Niagara Falls works of the Pittsburg Reduction Com- 


pany, where it has been used since the year 1895. The 
currents were of several thonsand horse-power each and of 
very large volume and comparatively low voltage. Both in 
conducting power, freedom from heating effects, power of 
withstanding corrosion, ease of making, wear, and efficiency 
of jointe, the aluminum conductors have given better results 
than copper used for the same purpose. | 

In the Chicago Stock Yards, а mile of alaminum wire of 
No. 11 gauge has now been in use for some time пропа 
telephone line that has been badly corroded out in copper 
wire, due to its being frequently subjected to sulphur gases 
from passing locomotives. The aluminum line is giving 
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good satisfaction, and is withstanding corrosion much better 
than did the original copper wire subjected to the same 
inflnenoe. | 

If the theory be true that the passage of high voltage 
alternating currents of great frequency is largely upon or 
near the surface of the condactors only or mainly, then the 
larger section of the рор aluminum conductors will 
make them especially adaptable for such currents. 

On telephone lines it has already been 
determined that as good sound transmission 
is obtained with aluminum of equal section 
as with copper, in ordinary lengths of less 
than 10 miles of wire. No comparative 
results, however, have as yet been determined 
on long distance telephone transmission ; but 
the evidence would seem to point that a much 
less section than 160 of aluminum to 100 of 
copper will give equally good resulta. 

Aluminum is now being used to replace 
brass very considerably in the arts, as it is 
sold in the open market at rates which make 
iv 10 per cent. cheaper, section for section, 
than brass. 

For electrica] purposes, the metal can be 
advantageously used to replace brass in a 
good many ways. Commercially pure alumi- 
num as furnished to-day contains less iron 
than does commercial brass, and is, therefore, more non- 
magnetic than brass. - | 

The electrical conductivity of aluminum is far saperior, 
section for section, to brass. Almost every electrical appa- 
ratus of present construction in which an iron жеар к.т 
a laminated iron core—is used, in motors, generators, or 
transforming machinery, has spaces for ventilation, and the 
spacing is made by the means of drawn bars, flat rods or 
angles or tee-shape pieces. Brass has been almost invariably 
used for this purpose in the past—probably on account of its 
non-magnetic properties as compared with iron or steel. 
Drawn aluminum sections can be furnished at a price which 
is 10 per cent. cheaper than brass, section for section ; and 
on account of the lightness of aluminum, it can be adva- 
tageously used. | 

Where a low electrical conductivity is desirable, as in 
paris that are moved in & magnetic field, to prevent the 
occurrence of eddy currents, aluminum can be alloyed with 
zinc and other metals that will lower its electrical conduc- 
tivity to the desired point. 


ERECTION OF OVERHEAD TROLLEY LINES. 
By GEORGE C. SILLAR. 


WHEN erecting overhead trolley wires for electric tramwaye, 
care must be taken to allow sufficient dip in the wire to 
provide for the maximum reduction of temperature during 
the winter season, and so avoid overstraining of the wire. 

To enable this to be determined readily, the accompanying 
diagram may be of assistance in saving time in calculations. 

In pete the diagram the following have been 
assumed :— 

1. That the tensile strain of trolley wire is equal to 
25 tons per square inch. 

2. That the safe working strain is one-fourth the tensile 
strain. 

3. That the elongation of the wire is 0'0018 times 
between the freezing and boiling points of water, or 0°0001 
times for each 10? F. rise. 

4. That the dip of a wire veries as the square of the span, 
which is not theoretically correct, but for all practical 
purposes it is so within the limits of span and dip met with 
in trolley wire erection. — | 

It will aleo be recognised that for a given span, and with 
8 given strain per square inch of section of wire, the dip 
will be the same for all sections of the same material. 

Referring to the diagram, the curve on the upper part 
gives the rate of increase of dip for a copper wire, having 
been determined experimentally, as follows :— 

The wire experimented upon was fixed firmly at one end 
while the other was passed over a pulley exactly 100 feet 


Dip in inches, 


The wire was then loaded at the pulley end with a weight 
equal to one-fourth its tensile strain. 

The dip under these conditions was then measared and 
taken to represent the minimum dip at 0? F., after which 
the length of wire between the points of support was in- 
creased by an amount equal to a rise of temperature of 10° F., 
and the dip again noted, which latter proceeding was repeated 
a sufficient number of times to allow for a range from 

Temperature in degrees Fahrenheit, — 
& k & 


2 


/ Y 4 
АА, Аа 


RAMA 


Span in feet. 


Span FROM 50 Furr то 180 Fenr. 


zero F. to 130° F., these being assumed to be the minimum . 
and maximum temperatures to be provided for in this 
country. 

On the lower part of the diagram, diagonal lines are 
drawn representing the spans, and are arranged so that the 
distance between them on any vertical line varies as the 
square of span which they 5 consequently the dip 
for any one span being known the dip for any other span can 

off without trouble. Н 

It will be obvious how the top and bottom sections of the 
diagram are intanded to be used, but to take a concrete case 
aesume that it is required to determine the safe minimum 
dip for a span of 140 feet at a temperature of 755. 

Starting from 75° on the temperature column, carry the 
eye horizontally till it meets the curve, from which point 
drop a vertical line to meet the diagonal line representing 
the given span of 140 feet. | | 

Opposite this point оп the left hand column will be read 
the dip in inches or 18:4 inches. 

" This sequence of operations is indicated by the dotted 
ine. | 


DIAGRAM GIVING Dres ғов ANY. TEMPERATURE FROM 0° TO 130? Fan. AT ANE 


THE UTILISATION OF MAGNETIC ACTIONS 
FOR THE DIRECT TRANSFORMATION OF 
HEAT INTO MECHANICAL WORK. 


In а note presented to the Académie des Sciences on Octo- 
ber 11th, and reproduced in full in LIndustris Electrique 
for October 25th, 1897, No. 140, p. 456, M. Marcel Deprez, 
after many other writers, called attention to the possibility 
of transforming thermic energy into work by utilising the 
variations of the magnetic constants with the temperature 
and the remarkable magnetic properties of the alloys of iron 
and nickel recently discovered by our collaborateur, Ch. Ed. 
Guillaume. | 

M. Marcel Deprez's note* concluded with this seductive 

romise :— - 

* [n a future paper I shall show how the same principle . 
enables us to transform heat directly into mechanical work, 
and I shall describe the conditions under which these two 


kinds of a tus, the thermo-magnetic motor and gene- 
rator, would be capable of giving really practical and 


economical results." 

We have looked in vain since in Comptes Rendus for the 
promised communication, bat in the Revue Générale des 
Sciences of January 80th, 1898, we find an article by M. 
Marcel Deprez which supplies ita place, and seems to imply 
that the thermo-magnetic motor and generator capable of 
giving really praotical and economical results have yet to be 
realised, for the writer begins with the following declara- 
tion: 


* Bee ELEOTRIOAL Бавуу, February 18th. 
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“A profound stady of the question has led me to the 
conclusion that if these results are ever obtained, great 
difficulties will have to be overcome," and the object of the 
article is to show the nature of these difficulties. 

The principle of the thermo-magnetic motor, to which 
M. Marcel Deprez applies the ferro-nickel alloy, consists in 
arranging а rod of this alloy in в magnetic field, and in 
making it revolve on an axis perpendicular to the direction 
of the field, and to this rod. It is rendered alternately mag- 
netic or non-magnetic by cooling it and heating it in suc- 
cession between the limits of temperature, at which the 
magnetic properties appear or disappear completely. For 
each revolution of the rod of ferro-nickel, two successive 
coolings and heatings must be produced, and the mechanical 
cycle will consist of four quarters of a revolution, two of 
which are motive, and are separated by two others that are 
non-motive, an action similar to that of a single-action 
engine with two cylinders, the cranks of which are fixed at 
180". 

A first calculation shows the writer that by using a mode- 
rate magnetic field, of an intensity of 1,000 gauss, and a 
variation of temperature of 50? C., а variation for which the 
ferro-nickel is supposed to be magnetised or demagnetised 
completely, the efficiency would not exceed 3,55. In order 
to produce a quantity of mechanical work equal to 1 H.P.- 
hour (270,000 kgm., or 557 calories kg-d.), we should have 
to furnish 1,270,000 calories, representing the equivalent of 
150 kg. ot coal. 

To give an idea of the dimensions to be given to the appa- 
ratus intended to revolve between limita of temperature not 
exceeding 50? C., the writer mentions the fact that in the 
furnaces of locomotives the heating surfaces do not, at the 
n give off more than 200,000 calories per equare metre 

our. 

The second part of the article is devoted to showing how 
these conditions may be improved by increasing the intensity 
of the magnetic field and bringing it to 10,000 gauss, by 
employing а special mode of heating and cooling and by 
making the body which serves as a vehicle for the heat pass 
sucoessively over a series of rods composed of alloys varying 
in the proportions of their composition and in their magnetic 
properties. 

By using a Hares after hypothesis, and assuming as 
extremely probable that the principle of Carnot is applicable 
to thermo-magnetic ре ооа М. Marcel Deprez arrives at 
finding—but not at demonstrating—that the efficiency might 
rise to 3 par cent, i. s., to that of a steam engine of moderate 
power consuming about 3 kg. of coal per H.P.-hour. 

Unfortunately, M. Maroel Deprez assumes the organic 
efficienoy of the apperatus to be equal to one, which is 
excessive for one во heavy, bulky, and cumbersome as that of 
which he describes the principle ; moreover, the rapid cooling 
and heating of the thermo-magnets must be obtained by the 
mechanical and alternating circulation of a liquid, which 
circulation, it seems, must absorb a power which is greater 
than that developed by the thermo-magnetic motor, and 
which is not taken into account at all. 

The thermo-magnetic motor of M. Marcel Deprez seems, 
therefore, destined to be consigned to oblivion like the 
famous pyro-magnetic generator which Edison presented so 
triumphantly in 1888 to the American Association for the 
Advancement of Scienoe. 

In not шшш his second note to the Académie des 
Sciences, M. Marcel Deprez has shown his discretion, but we 
feel it our duty not to leave our readers too long in the 
expectation of a “thermo-magnetic motor and generator 
capable of giving really practical and economical results.“ 
They know now the opinion of the writer, an opinion based 
on “a profound study of the question." —E. Н. (L’ Industrie 
Electrique). 
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ИВИ PATENTS.—1898. 
Com expressly for this journal by W. P. Tnonreon & Oo., 
Patent Agents, 822, High Holborn, London, W O., to whom 
all inquiries should be addressed. 
6,179. “Improvements in secondary batteries.” О. HAMILTON. 
Dated March 14th. 


6,182. “А new medical electrical device.” A. L. Воваквв. Dated 
же? 14th. 

,184. “Improved electric light for use as а search or signal li 
i photographic and other purposes. Е. M. Brown. Dated Mah 

6,223. Improvements in electric railways.“ O. M. Warrs. (B. 
C. Seaton, United States.) Dated March 14th. (Complete.) 

6,235. “Improvements in electrical insulators and method of 
making the same." J. W. Boon. Dated March 14th. (Complete.) 

6,270. "Improved electrical lampholder.” F. W. Нилтон and Н. 
Вмітн. Dated March 15th. 

0,228. “A new and improved method of and apparatus for 
generating electricity.“ C. O'D. Barrows and C. H. SurruH. Dated 
March 15th. 

6,350. ‘Improvements in or connected with the manufacture of 
зоа for electric arc lamps.” J. J. Млрріматон. Dated March 


6,357. "Improvements in or in connection with electric motors 
for cars or other vehicles and in brakes therefor.” W. P. THOMPSON. 
(T. von Zweigbergk, United States.) Dated March 16th. (Complete ) 

6.360. “Improvements in or relating to electric light carbons. 
J. W. BrBauss, J. G. CHAPMAN, and H. Foster. Dated March 15th. 

6,362. “Improvements in electric switches.” T. GILLIES and 
E. НовитроЕ. Dated March 15th. 

6,371. "Improvements relating to the driving of sewing machines 
by electricity." H. LRA. Dated March 15th. 

6,414. "Improvements in or relating to electric plug and ordinary 
switches.” T. Torra. Dated March 16th. 

6,451. “Improvements in apparatus for pri are pins and 
other small objects." J. В. Моввізом. Dated March 16th. 

6,478. ‘Improvements in electrical connections for lamp-holders 
and other electrical appliances.“ R. F. Haru. Dated 17th. 

6,482. "Improvements in electric light advertising." E. Liaxr- 
HEART. Dated March 17th. 

6,498. "An improved arrangement for forming or mounting the 
armatures of field magnets of small electro-motors" F. A. Darron 
and F. G. PuHriLLIPS. Dated March 17th. 

6,525. "Improvements in apparatus for electrolytic purposes.” 
W. G. LuxroN and Tug UNITED ALEALI Company, Lap. Dated 
March 17th. 

6,526. ‘Improvements in apparatus for electrolytic purposes." 
W. G. Loxton and THe UNITED ALKALI Company, Lyr. Dated 
March 17th. 

6,535. "Improvements in propelling barges and boats on canals 
and other water-ways by electricity." W. E. Kxwwax and T. V. 
HucnEs. Dated March 17th. 

6,559. “Improvements in electric arc lamps." G. О. FRE 
Dated March 17th. 

6,605. Improvements in telephonic inter-communication system.” 
W. AITKEN. Dated March 18th. 

6,607. “ А new or improved separator for the plates or electrodes 
of secondary batteries or accumulators.” Е. J. CraBx. Dated 
March 18th. 

6,619. Improvements in microphones.” L.M.En1ossom. Dated 
March 18th. (Complcte.) 

6,633. “ Ап electrical charge conductor.” F. W. Ooox and Т. 
IRELAND. Dated March 18th. 

6,637. "Improvements relating to the electrolytic production of 
metallic alloys and to apparatus therefor.” О. E. Ackmm. Dated 
March 18th. (Complete.) 

6,649. “Improvements in dynamo-electric generators and motors.” 
C. W. ATKINSON und W. Н. Јонмвон. Dated March 18th. 

6,672. ‘ An improved receiver for electro-magnetic waves.” А.Е. 
Evzms. Dated March 19th. 

6,695. “Improvements in electrical regulating apparatus.” 
R. E. B. Свомртон and S. W. AsgLEY. Dated March 19th. 

6,704. "Improvements in switchboards for the control of high 
voltage electric circuits and apparatus." H. F. PanRsHALL. Dated 
March 19th. (Complete.) 

6,718. "Improvement in insulators.” L. F. Rn. Dated 
March 19th. 

6,714. “Improvements in electric switches." E. M. FRENCH. 
Dated March 19th. f 

6,720. “Improvements in depressible rail systems for electrical 
railways.“ W.GBRunow, Jun., and Z. GoopsELL. Dated March 19th. 

6,758. “Improvements in electric farnaces.” A. M. G. SEBILLOT. 
Dated March 19th. 

6,762. “Improvements in the means of and apparatus for trans- 
mitting pictures and the like by electric currente." W. Е. Sntrson. 
Dated March 19th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any оу these Specifications may be obtained of Messrs. W. P. 
Tompson & Oo. 822, High Holborn, W. O., price, post free, 9d. 
(in stamps).] 

17,583. “Improvements for electric condensers.” С. S. BRADLEY. - 
Dated September 4th, 1897. This relates to electric condensers, the 
object being to increase the safety of the condenser, wider dielectric 
strain of the abnormal voltage, increase ita life, to preserve a uniform 
capacity, and reduce its heating extent. To accomplish these alms, 
there is an electric condenser having its condensing plates and dielec- 
tric enclosed air-tight in a metallic casing, hermetically sealed at the 
joints to exclude the moisture of the air and preserve the condenser's 
capacity unaltered. The plates are held by stiff side-plates and are 
kept under pressure in an air-tight casing by a strong metallic frame, 
which projects beyond the edge of the casing and bas a large heat 
radiating surface. 4 claims. 
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Leicestershire County Court a few days ago, in the case 
The Corporation of Leicester v. Н. Warren Hill, is, we 
think, a very satisfactory one from all points of view. Our 
readers will, no doubt, remember that so long ago as 1895, 
we dealt with the question of local authorities trafficking in 
electrical goods, and to this and its cognate subject—the 
attempt on the part of such bodies to compete with wiring 
contractors—we have devoted attention from time to time 
since that date. 

The judge in laying down what he believes to be the 

law on the subject, aptly remarked that this was a case of 
unusual importance to come before a court of limited 
jurisdiction. Although the action was oatensibly for the 
price of lamps and other fittings sold to the defendant, Mr. 
Warren Hill, the importance of the case lies in the motive 
that underlay the refusal to pay. Mr. Hill, in common with 
wiring contractors generally, feels very sore that his business 
should be injared by the powerful competition of local 
authorities, who, acting on the advice of certain officials, 
undertake to fit up premises and sell lamps and accessories 
as an adjunct to their public electricity supply. We imagine 
that so far as the sale, or giving away free, of incandescent 
lamps goes—or even the hiring out of arc lamps and motors— 
no one will make any serious objection to this action on the 
part of corporations or vestries, as obviously the consumers 
are likely to increase in number and importance if the 
undertakers adopt a truly progressive and energetic attitude 
in fostering their business and rendering as general as possible 
the use of electrical energy. The contractor benefits more 
than indirectly from such business-like pushing, because he 
has a greater number of potential clients, and it is his own 
fault if he does not get the orders for fitting up their 
premises and wiring to the apparatus which is let on hire. 
_ When we come to wiring and installing, however, the 
aspect changes very materially. So long as the business of 
supply is assisted, it is tothe interests of the wiring contractor 
to support the undertakers ; but when those who hold statutory 
powers to supply not only do what they are fully entitled to 
do, but branch off into the domains preserved in moat instances 
to the private individual, then we think that, morally, a 
wrong is done, and an act of injustice perpetrated for which 
there is very little excuse. The legal position may coincide 
with or differ from that dictated by elementary principles 
of fairness and justice, but it is hard to see how popularly 
elected bodies, whose revenue is derived from the inhabitants 
of a district generally, can explain their action without 
sophistry or an appeal to the principles which are of a class 
with those enjoyed by the members of Tammany Hall. 

Coming back to the Leicester case, we find that the Cor- 
poration attempted to refute the argument that their dealing 
in fittings and installing was ul/ra vires by, firstly, quoting 
the Electric Lighting Act, which says the undertakers may 
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“ generally do all such acta and things as may be necessary and 
incidental" to electricity supply ; secondly, by stating that the 
Board of Trade model form of accounts has an item, “ By 
sales and repairs of lamps, arc or incandescent, or other 
apparatus.” When it is remembered that it is customary iu 
many towns for the Works, Highways, or Streets Depart- 
ment to take charge of and maintain the apparatus used for 
public lighting, i. s., the standards, lamps, and street fittings 
above ground, it seems quite reasonable that provision 
shonld be made for any inter-departmental adjustment of 
&ocoünts such as must occur if the electrical department 
purchases, erecta, and then hands over the street lamps to 
another department or section of the local authority, after 
everything has been put in order and properly tested. It 
‘seems to us to be stretching the point to argue that because 
such a heading is provided, therefore one must assume that 
the purchase of the goods by outsiders and the general publio 
is contemplated. mE ; 

The first suggestion is very clearly dealt with in the 
judgment, “I am of opinion that the contention of the 
defendant that the Corporation acted beyond their legal 
powers in selling the articles named in the particulars is 
correct ; and as to that part of the case, whether I am right 
or wrong, I have no difficulty in coming to а conclusion." 
To fully understand this it must be mentioned that the Cor- 
poration do not confine their sales of goods to consumers, but 
vend to the public at large, and yet we are told that selling 
lamps and fittings to private individuals who have no con- 
cern in, or connection with, the Corporation supply (except, 
of course, as ratepayers) is an act incidental to such supply! 

The object of allowing the case to reach the County Court 
having been attained, there is not much technical interest in 
the actual judgment, althongh the legal aspect has ita im- 


portance. “Iam of opinion that the defendant having had 


the goods, cannot be allowed to refuse to pay for them on 
the ground that the Corporation went beyond their legal 
right in selling them, and could not be held to their contract 
to deliver them had they refused to do so. The defendant 


has got what he bargained for, and in my judgment he must 


pay the price, notwithstanding the flaw to which, I think, 
he has rightly called attention in the legal capacity of the 
Corporation to carry on their business.” So we now know 
that the first Court holds the Corporation to be wrong in 
trading; but if people buy goods from the municipal shop- 
keepers, they must not expect to get off without leaving 
something in return therefor. And the Corporation had to 
pay the costs they incurred in bringing this action. 
Much might be said about this case as typical of what is 
done, but we think it best to refrain from pressing home 
obvious truths. There is, however, a very interesting side 
light thrown on this matter by examining the action of Mr. 
Steinitz at West Ham. As a former Corporation engineer of 
Leicester, he knows the whole of the facts. We believe it 
is correct to say that his conviction is that Corporations 
make a mistake when they enter upon such work. We 
certainly draw the line between Corporations and companies, 
but how few of the latter have retained or done any good 
by a wiring department ! The House-to-House Company 
at one time executed contracte, but found it best to leave 
alone what others could do better—better from the financial 
point of view—while the most noted success was the Liver- 
pool company which not only did ordinary housework, but 
undertook the fitting up of the ss. Teutonic and Majestic. 
The wiring oontractor is the best friend the supply station 
engineer has from the business point of view (we have 
frequently said our say regarding their technical relations), 
and it is folly to expect that a municipal body can do work 
as cheaply as a contractor in these democratic days when 


trades unionism is rampant. Let “the cobbler stick to his 
last,” and the corporation to its supply.  Assuredly, the 
woes of the supply engineer are legion, without adding to 
them the psttifogging worry of customers’ lamps burnt out, 
fuses blown, fittings damaged, &c. As a local authority 
neither needs nor benefits by making a profit on trading, it із 
only by some curious mental kink that the enticement of 
taking up installation work can be felt. One would think 
that the cleaner hands were kept of everything after the con- 
&umer's meter, the better, and the more time could be spent 
in and on the station and distribution. That this is the 
view of most of our municipalities is made evident by the 
careful way wiring is left alone, and the oonsumer plainly 
told that the undertakers do not. supply light, but units.“ 
The only other rational course is to go, not half-way, but 
the whole way, and wire every comer's premises, put in the 
lamps, and be responsible for the supply of light—as some 
even now would have us do. 

When one sees the name of a Corporation appearing amongst 
a list of tenderers for a wiring job miles away from its own 
locale, it is high time that a definite ruling as to what may 
and may not be done under the Electric Lighting Acts 
should bs given. | | | | | 


. THe July number of the United States 
Consular Reports contains a paper oontrast- 
| ing American methods of iron manufacture 
with English methods, the conclusion being that American 
competition is possible because of the huge size of the plants 
employed, the latest new farnaces at Duquesne belonging to 
the Carnegie Company having an output of 200,000 tons 
annually, or 40 times the average British output. There 
miy be differences which enable American furnaces to be so 
much larger, but we imagine not sufficient to account for so 
very mach as practice shows in the above. Similarly, there 
are several rolling mills capable of rolling 50,000 tons of 
rails per month, which is probably threefold the yearly pro- 
duction of any one mill in Great Britain. These differences 
enable the long hauls in America to be paid for. English 
railways, too, charge seven times as much as American rail- 
в for carriage, so that there is but little advantage in 
the English short hauls. Successful men in America are 
more apt to use other people’s capital than they are in 
England, where caution is more marked and old plant is apt 
to be continued in use too long. British caution has its 
advantages, of course, when bad times come, but caution may 
be overdone. We think а change is coming. The strike 
which has brought to the surface so vast an amount of in- 
formation has had an educational influence we hope both on 
masters and men. Foreign competition has become appre- 
ciated, and before there is another strike most likely the men 
will learn that production and not restriction is the secret of 
success. There is ample margin for economy in English 
manufactures, in railway carriage, in mineral royalties and in 
more productive labour, while on the employers’ side there 
must be no weakness in giving way to demands that are 
opposed to principles of economic science, and there must 
be a better recognition of education and ability. The sons 
of the wealthy must either be compulsorily dismissed from 
all control of works, or they must prove their fitness to 
control. The interference in shop management by the A.S.E. 
might possibly have been more strenuously resisted if brains 
had been better treated. For years English trade has been 
lashed round the miserable circle of laziness on the part of 
men and unscientific mastership by the sons of successful 
fathers. Men in command are often so ignorant of any- 
thing outside the run of news in a morning paper that they 
are unable to grasp the significance of a new process or а new 
machine. They succumb to the most gaseous traveller who 
can tell the most brazen fables, and they have no ears for the 
man who offers them a fortune, because they cannot discrimi- 
nate between wheat and chaff. English trade wants purging 
at the source and at the sea. It is not all at the workman's 
end that the mischief is made. America has hardly had 
time to produce a second and third generation of the idle 
ignorant rich, and is not hampered in the same way. 


American Tron 
| Manufacture. 
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SMALL ELECTRIC MOTORS.“ 


Br JOHN DENNIS. 


‘J-seR by’ your “ Not-s and Queries” columns that a great 
many readers are interested in small electric motors, such as 
you give instructions for the making of in your paper. 

- "Ehe greatest problem, however, seems to be the economical 
ruoningsof the same with a battery qurrent. 

It is time and money thrown away to attempt to use them 
oontinuchely with a primary alone; but by using a 
storage battery, charging the same from gravity oells, we 
obtain goo1 resulta. | 
As I have had а plant of this kind running almost con- 


tinuously since January, 1894, my description of the same, 
giving the original cost and actual expenses per year, will 
perhaps be of interest to your readers who may wish to instal 
а similar опе, | 


The plant consists of 12 6 x 8 gravity cells, placed in 


. the éellar, connected in series, with two No. 14 insulated 
wired going through the outer cellar wall, then up to the 
нч апа through the storage battery, the distance being 
about 50 feet each way, which will make 100 feet of wire. 
The storage battery is of the chloride type, four cells oon- 
nected in series, each cell composed of three plates, 73 хт 
inches, placed in a glass jar. To prevent ыды, I enol 

the glass jars in a lead-lined box, using paraffined wood strips 
on the bottom, around and between the cells. 

At first I had the connections inside the bor, but soon 
found that they corroded with the splashing of the acid ; so 
I soldered on rubber covered wires, then covered the joints 
with rubber cement and rabber strips, bringing them through 
the box and making all my connections on the outside. This 
works admirably. Another advantage of having them in a 
box this way is, that it prevents evaporation and it is not 

to look at them for six months ; then, if the acid is 
below the plates you can fill over them with a little water. 
Of course, there are the closed rubber ‘storage cells which a 
person may. get, but the cost is a good deal more. By having 
my storage battery in the attio in this manner, I am able to 


conduct my working wires to any room on the second floor, 


nsing No. 10 wire. If there was any apparatus on the first 
floor, wires could easily be carried from the charging wires in 
the cellar up through the floor to the same. · 

. The principal part of the work is to run two sewing 
machines for bend use, one of which is operated by the 
“ Simple Electric Motor," with a cast field and segmental 
commutator on the shaft. This is inclosed in a box or 
cabinet on casters, and stands at the right-hand side of 


machine, the shaft being long enough to come through one 


сае the end of same ranning in a small hole bored in 
e iron frame of the sewing machine, between which and 


the. box is a small pulley on the shaft, with a belt running to 


the pulley of machine. There is a switch placed on the wall 
to cut off the current when not in use; a foot switch 


aced on the treadle and made out of an ordinary window — 


Durglar alarm. This leaves both hands free to work with. 
Three resistance coils, consisting of No. 18 iron wire coiled 
on brass roda covered with as are placed inside the 
motor box, underneath the cover, and connect with a three- 

oint switch on top of the box. When connection is made 
py the foot, and the switch is not on any of the points, the 
motor ише: and if the storage battery ia highly 
charge, or if the work is light, it will be very satisfactory. 
Should the work be heavy, however, or the hattery low, b 
switching on the points we allow more current to go ug 
the armature, thereby getting more power. | 

I have made the “Simple Motor," the * Parkburst,” and 
the “Hand Dynamo,” but the beat one seems to be the 
* Simple Motor," that is, it seems to have more power for 
the amount of current, passing through. 

In another room I have the “ Parkhurst” motor run- 
ning a Singer sewing machine, connected somewhat simi- 
larly ; only instead of the motor being in a box, it stands 
а table of sewing machine, the resistance being in the 


I have also a fan which I use occasionally in the hot 
weather, twa amall incandescent lamps of 4 candle-power, 


i. Р : e Set KA A 10 @ a 


and an alarm clock which rings a bell and lights a lamp at 
the same time. 

I have had no trouble whatever with the storage battery 
since first startirg. The gravity cells I test about once a 
month. If they are above 25° Baumé, I take out three 
glasses of zinc sulphate from each cell, add more blue 
vitriol if necessary, clean off the zinos and fill up with soft 
water. | | : 

I haveà simple galvanometer in the ofronit which I can 
switch on or cff, and from the amount of deflection of the 
needle can readily tell whether they are charging all right or 
not. One can cast his own zincs by making a pattern and 
casting in common fine sand, saving about one-half the 
cost. | 
Ik there are two parties living in one house, ore can 
easily rent out power to the other for, say, 50 cents per 
month, or he could run wires aoroes a short distance to his 
neighbour. I think the plant would furnish enough current 
for three family sewing machines; that is, to charge con- 
tinuously, always having the gravity cells connected up. 
Below I give approximate cost per year for this way. At 
present I let mine charge till they use up 25 lbs. of blue 
vitriol, then I disconnect them from storage battery, take out 
the zince, clean and dry them, and let them stand till storage 
battery gets low, then charge up egain. 


First cost, 4 storage cells at $5 25 each soe . $21.00 
„ .» 12 gravity cells without sino * 4.20 
?? ?9. Ww 7 &oc. eee eee eee 00 eee 5.C0 
90 н lead and material for box eee eee eee 4.00 И 
Total $84.20 
Annual expense charging continuously :— uu 
240 Ibe. blue vitriol at 54 cents ses $13 20 
79 lbs. ginc at 5 cents [IIl eot 3. 
| 16.80 
Copper deposit sole oes P it se 270 


Total .. $1610 


| ыа а == жы шаш al 


' То charge them as mentioned in latter part of article would 
be about $10 per year. | F 


2n 
HANDY ACCESSORIES IN A CENTRAL 
STATION. 


To the casual observer it may seem that the duties of а 


central station engineer begin by lighting a Яге in his boiler 
and end in sending out current to his customers; with the 
oocasional use of the oil can on rods, levers, and bearings. 
Certainly to the uninitiated visitor to an electricity works 
these operations seem to be the principal aim of the men on 
duty. The chief engineer may have been aa Mi sg 
for this impression when he carelessly remarks “we pat 
some coal in at one end and send electricity out at the other ; 
a few drops of oil make things go smoothly, quite simple you 
Bee. 


Just as there are moments when a policeman's life is not a 
happy one, во there are times when the apparently serene 
chief has bis trials, and he is wise who has prepared | ; 
as far as possible, by every means in his power to meet all 
contingencies, To successfully supervise an electricity works 
one must be rich in resource and quick in cases 
emergency. 

A few handy tools or appliances in convenient and 
recognised places often бате a lot of time and trouble. The 


is sometimes very convenient to e able to make 
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substantial temporary connections at the switchboard. 


promptly, and these connections can be utilised for a variety 
of purposes, for instance, an engine may get on the dead 
centre; a little current turned into the generator would 
materially assist in getting over the difficulty. It may be 
advisable to take current from the switchboard for many 
purposes, and unless some means is provided it becomes a 
tedious and hazardous job to connect cable to the terminals 
or connections. Nothing can be more convenient than to 
attach to each end of a short length of flexible cable a 
dummy switch connection cut from а sheet of copper. 
This switch blade should have a projection to which an 
insulated handle could be fixed, and a second projection 
placed at right-angles to handle, to which the flexible cable 
is securely soldered. 

The switch blade should be the same thickness as the real 
one, otherwise the jaws of the switch would be spread and 
the good contact of the switch destroyed. It is not 
difficalt to see that a few of these devices will readily find а 
use, Some should have switch blades at each end, while 
others might have only one end so provided, the other being 
adapt d to connect to the binding screw of а measuring 
instrument or similar device. 

Oar old friend the water rheostat is almost too well known 
to need mention. It is nearly as handy as a screwdriver or 
а pair of pliers, and will serve almost any rd stn For 
testing purposes it is invaluable. It is most useful used as a 
regulator when charging accumulators or testing arc lamps, 
shunting circuit breakers, operating motors for temporary 
‘purposes or supplying a load for dynamo and motor testing, 
temporary loads for synchronising, and many similar uses. 

If, for example, it were desirable to rotate one of the 
machines ав a motor, if the main switches consisted of two 
single-pole switches as they should, it would be the simplest 
matter to bridge one of the switch jaws with the rheoetat by 
means of a pair of flexible connections as above described. 
The current could be varied at pleasure by manipulating the 
rheost it. Indeed, without this device or its equivalent the 
operation would be impossible. 

Au oil barrel, after cleansing, forms a cheap and con- 
venient vessel in which to place the plates and liquid. A 
metal plate fixed to the bottom of the barrel, and a similar 
ра suspended in the barrel forms ће simplest arrangement. 

rom each of these plates must be taken a cable, that from 
the fixed plate may pass through the bottom of the barrel 
a suitable watertight joint being made to prevent leakage of 
the liquid. The suspended plate should be hung by the con- 
ductor, so that in case of a fracture the circuit would be auto- 
пса broken and all danger of а short circuit removed. 
As an additional safeguard two strips of insulating material 
about one inch in thickness should be laced ently on 
the top side of the fixed plate. This would prevent the 
plates touching should the suspending conductor be slackened 
out too much by accident. It is well to have this apparatus 
placed outside, as the boiling and bubbling causes offensive 
fumes. It is easy to lead the suspending cable over pulleys 
to a convenient spot, preferably near the switchboard, when 
а small arc lamp winch can be utilised for raising or lowering 
the plate as required. A little sulphuric acid added to the 
water lowers its resistance and allows more current to pass. 
The a amount of acidulation is best determined experi- 
mentally.  . 

A rheostat constructed on these general lines will be found 
very useful and will facilitate many operations, which 
without such а device would be laborious and unsatisfactory. 


o ——————— 


STARTERS FOR GAS ENGINES. 


By W. H. BOOTH. 


THE gas engine, though a more efficient machine than the 
steam engine, has yet ш countervailing disadvantages, 
which have been a great hindrance to its progress and 
popularity. Some of these are perhaps inherent to its 
principle; others are not. One of the difficulties with a gas 
engine is that of starting. A steam engine will usually start 


when the crank is off the centre and the cylinder is warm ; 
the fly-wheel will carry the crank past the next centre and 
movement will continue. Not so with the gas engine, In 
its smaller sizes it is easy to start when in order, because the 
attendant can pull the fly-wheel round sufficiently to secure 
а first explosion, or even help it to the second explosion. 
But a man unaided is not able to start a gas engine of even 
moderate power. Gas engine makers have overcome this 
difficulty by the use of starting devices. These are various, 
ranging from a store of. compressed air pumped np by 
the engine itself on previous runs, or a hand-pumping devige to 
fill the cylinder and exploding by the timing "ns to various 
other contrivances more or less simple, and suitable for 
engines of moderate dimensions. But for large engines 
there is good reason to doubt the convenience and desirable- 
ness of these self-starters, especially of that order which 
depends upon a stored pressure of air pamped up by the last 
run of the engine. It seems to the writer that gas engine 
makers have striven too much after originality, and. rather 
neglected well established and sound precedent. Until a com- 
paratively recent date, factory engines were never provided 
with any kind of starting or moving gear, other than the 
ordinary rack and bar. Engines in pairs were, of course, 
slf-starting, in so far às they were as a rule wi 
cranks at 90°, an old fashioned arrangement, by the way, 
which has ceased to secure universal approbation, more 
especially with compound engines, in the steam distribution 
of which, the 90? arrangement is apt to introduce an un- 
desirable element. With the introduction of rope gearing, 
however, and the growth of the average pair of engines 
from 500 to 1,000 or 1,200 I.H.P., the old barring arrange- 
ment ceased to be practicable. | 

If only to facilitate the putting on of the ropes when the 
engines were first started or of new ropes as required, some 
more powerful means of revolving an engine slowly became 
necessary, and this was found in the small barring engine, a 
little pair of engines as a rule which were so arranged to 
gear into an internal toothed ring within the rim of the 
large rope-drum, that, when the main engines began to run 
with their own cylinders, the little engine was automatically 
thrown out of gear by the over-running of the large wheel. 
Every maker of large steam engines applies these small 
engines, and a large pair of engines is not considered com- 
plete without its small barring engine. Here is the complete 
precedent for the starting of the large powered gas engine. 
A gas engine, very small compared with the size of the main 
engine, will be of ample power to turn the large engine 
slowly round so as to draw in and compress its charge of 
gas and air and give the first explosion. Such small 
engines do not even require to be of a particularly econo- 
mical type. They are required to be themselves set 
in motion by hand, and to render this easier, the com- 
pression may be kept moderate and less dilute mixtures of 
gas and air be employed. A run of a minute or two is all 
that is required to turn the main engine to the ignition 
point. It is not even always necessary that the starting 
engine should be able to exert a power sufficient to compress 
the charge in the main cylinder, for the main engine, once 
set revolving, will have a store of fly-wheel energy to assist 
this if gas admission be delayed, and the exhaust be kept 
open until the fly-wheel has acquired its maximum desired 
starting velocity. This system of starting has the advantage 
that the fly-wheel being in motion the stress upon the crank 
and other parts will not be so severe as when a first 
powerful explosion operates upon a piston at rest. For this 
reason it is well that the starting engine should not be 
unnecessarily small, The more quickly it is able to revolve 
the main engine the lees will be the stresses put upon this. 
As with its prototype, the steam barring engine, so the gas 
starter may be arranged to throw out of gear when the main 
engine accelerates under its own energy, and the throwing- 
out gear may be dd a with a shut off valve to stop the 
gas supply, so that the little engine ceases to move as soon as 
it has fulfilled its duty. | 

In a central station with numerous engines in line, an 
obvious method of starting is by a shaft extending the length 
of the line of engines, and operated by an electric motor or a 
small gas engine, or an engine may be started by its own 
dynamo, which supposes, however, a source of electricity. 
In single engines and on ordinary work, the small gas engine 
seems to present itself as the most satisfactory method to 
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adopt. Where poor gas is employed, and mis-fires are likely 
to occur at starting, the use of a starter of the stored pressure 
type might prove exceedingly inconvenient should the store 
of air be used before a start were effected. With the barring 
engine the main engine can be simply kept moving until a 
fair start is secured. Failures to start may occur, with 
starting systems involving a pressure in the cylinder, by 
leakage past the piston. This is not likely to occur with 
а continuously revolving engine, as the loss of pressure is but 
slow though sufficient to render ineffectual all attempts to 
start an engine from rest. 

Up to the present, gas engines have been chiefly employed in 
their larger sizes for producing electric current. Their 
initial duty is simply the acceleration of the fly-wheel; 
further duty only comes upon them after they are running. 
Put to perform all the work that is now performed by steam 
engines, other difficulties, hitherto not encountered, would be 
met with, notably, the necessity if roped direct to line shafte, 
of starting under an almost full load. "The piece-workers of 
textile factories put the belts upon the fast pulley of the 
machines almo:t at onoe, and a steam engine has to start 
against a very large resistance. It seems probable that the 
future large gas engine for this class of work will require to 
be slip-coupled either to its driving pulley or by means of 
friction couplings on the driven pulleys ко as to permit of 
speed being aitained before resistance is put in. Possibly 
before this necessity arises all our factories will be electrically 
driven, as they should be, from distant sources. 


HOISTING GEAR FOR STREET LAMPS. 


A SOMEWHAT interesting arrangement has been devised by 
Mesars. W. J. Davy and G. Thomas Davies, for lowering and 
raising street arc lamps. Primarily it consists of a winch 
placed in the base of a lamp-post, which can be operated by 
means.of a handle without opening the door of the lamp 
column, . _ | 

‘Some 10 months ago an arc lamp, post and gear, fitted 
with this hoisting arrangement, was supplied to the Bath 
i idi and although it was the first of its kind, it has, 
we believe, worked without & hitch, and the contacts are as 


GENERAL ARRANGEMENT OF WINCH AND HANDLE. 


ood, electrically and mechanically, as when first. supplied. 

he means of making electrical connection are shown in the 
detail drawings, Two discs of porcelain or stoneware are 
separately mounted, the one on the top of the lamp, and the 
other inside the hood of the post. Upon these discs are 
fixed two insulated concentric rings of brass. The diso on 
the lamp has rings with plain surfaces, and they are con- 
nected to the terminals inside the lamp. The diso in the 
hood carries rings, to which are fixed э number of phosphor 
bronze helical springs, similar to a multi-threaded screw, 


in their arrangement. These springs are во arranged that 
they are right and left handed, and have a range of from 
14 inches to 2 inches for compression. When the lamp is 


GENERAL ARBAKGEMENT OF Ноізтіча GHAR AND CONMTACTS. 


hoisted into place the springs rub upon the plain surfaces of 
the concentric brass ringa on the head of the lamp and rub 
in opposite directions, thus ensuring good contact. 


Ano Lamp AND POST FITTED wrrH HorsrING GEAR. 


The lamp is guided centrally, first by the flexible steel 
rope passing between suitable guides centrally between the 
disos of porcelain, and, secondly, the -head of the lamp rides 
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between hard wood blocks in the hood, so arranged that the 


lamp remains in a fairly rigid position when in place. Even 
in a heavy gale the contacts are stated to show no sparking, 
and the surfaces are as smooth as glass, The cables pass 
around the bracket tubs beneath the wire rope rollers, and 
are then fixed to their respective terminal sockets on the 
concentric brass rings. The Bath lamp-post was fitted with 
transformer, switches, and fuses, and worked off a 2,000 
volts circuit to 50 volts on the secondary. 

The winch is designed with a tail on the paw] spindle, 
and the handle has a loose sleeve. This sleeve has & 
notoh in its end which can engage the tail on the pawl 
spindle, The vent-hole in the post just allows the 
handle to pass into the winch chamber. When the handle 
is shipped upon the spindle of the winch barrel, the small 
bandle is pushed in to engage the tail, and by turning the 
handle slightly, the pawl is thrown out, and the lamp may 
then be lowered. It is v amita for anyone to lower the 
lamp with &n ordinary handle without opening the door. 


THE PRECISE COMPARISON OF VERY 
SMALL RESISTANCES. 


À METHOD of measuring very small resistanoes, devised by 
Messrs. Alfred E. Muller and Herman Wallen, is described 
by Mr. S. Sheldon in a recent number of the Electrical 
World. The method is as follows :— 

The unknown resistance, X, which may be assumed to be 
supplied with branch potential points a b, is connected by 
heavy conductors in series with a standard branch resistance, 
R, of the Reichsanstalt pattern having potential points, c d. 
From the two free terminels, T T', of these resistances are 
shunted two 10,000 ohm resistance boxes, s P, adjusted to the 
same normal temperature and wound with wire of the same 
or negligible temperature coefficient, and connected in series, 
From the point of connection, e, between the two boxes 
connection is made to one terminal of the galvanometer, g, 
the other terminal being connected successively with the 


potential points a, ö, c and d. At the outset all the plugs 
are removed from the box в, and all are in place in the box Р. 
After connecting T and T' with a source of heavy current, 
pings are transferred from one box to the corresponding 
les in the other box (this keeps the total resistance in the 
two boxes constant) until no deflection is observed in the 
gaivanometer. This operation is repeated for each of the 
potential points a, ö, c and d. Representing the resistances 
in the box 8, on the occasion of each of these balances by 
Ba, 8, Se, and Sa, respectively, we have the following 
expression for the value of the unknown resistance : 
Sa — 85 
Во — 8a 
This method serves also to determine the resistance of a 
storage cell when the terminale, т and 1, are connected to a 
Source of alternating currente, and when a telephone is 
substituted for the galvanometer, It is probable that by 
employing an electro-dynamometer instead of the galvano- 
meter, whose fixed coil was connected to the main circuit 
before it reached the terminal т, according to the method 
recently advocated by Prof. Rowland, the resistance of an 
accumulator could be determined with extreme acouracy. 


Х = Re 


THE COST OF GENERATION AND DISTRI- 


BUTION OF ELECTRICAL ENERGY. 
(Continued from page 482.) 

WE now come to what Mr. Hammond has made the main 
subject of his paper, viz., the summarising апі analysing of 
the works’ costa and costs of management of all the. existing 
electric supply undertakings which are operating under the 
Electric Lighting Acts, and the deductions which may be 
made from the great mass of statistios which have 
tabulated. Tables are published of the costs per unit sold for 
each undertaking from 1890, or from the time of -starting if 
later than that date, down to 1896 and, in some cases, 1897; 
other tables show for each item of the oosts the order of 
merit of theee undertakings for the years 1894 to 1896 
inclasive, and also the record costa for the same three years 
in stations of various outputs; and, finally, there are tables 
giving the load factor and the proportion of the поіќа 


generated which were sold, used on the works or in dis- 


tribution. These tables contain a very large amount of use- 
ful information, and from them the author of the paper 
makes various deductions, referring in turn to each of the 
factors which are of importance as affecting the cost of pro- 
duction, and discussing the probabilities of reaching costs as 
low as those which result from combining in one works the 
record costs obtained for each item in any of the under- 
takings, or as the ideal oosta given by Mr. Crompton in his 
1894 paper. | 

In discussing the conditions which tend to produce low 
costs, Mr. Hammond gives to output the credit of being the 
moet important factor in the reduction of the cost per unit, 
and assigns the second plaoe only to load factor, stating as 
his reason that without а good output the most favourable 
load factor is useless. In this we are quite unablé to agree 
with him, and, although we fully recognise the advantages 
of baving a large output, we think that the tables 
published b Hammond show clearly that he bas 
overestimated these advantages; and that if a good load 
factor needs the help of a large output, this latter is even 
more in need of the good load factor, if we are ever to 
approach the ideal figures mentioned in the paper. It is 
quite true that an examination of the figures for successive 
years of any individual undertaking shows that, almost 
without exception, an increased output has been accompanied 
by a lower coat; but it by no means follows that the increase 
of output is of itself the puse cause of this reduction, as 
during the early years of any new undertakings we may 
reasonably expect that improvements in the plant and in the 
methods of working will continually be made. To take an 
5 from the costs quoted by Mr. Hammond, we find 
that the output of the Westminster Company in 1898 was 
1,704,615 units, and in 1897 it had inoreased to 4,855,781 
units, and that in this latter year the works’ cost per unit was 
only 57 per cent., and the total cost 634 per cent. of the 
corresponding oosts in the earlier year. We also fiad that 
the output of the Edinburgh works in 1896 was 1,721,557 
units, or practically the same as the Westminster 1893 
output; but can we expect that if this output is increased to 
say 4) million units there will be a similar percentage 
redaction in the costa? If во, we shall have to eongratulate 
the management on having arrived at a works’ coat of °361. 
and a total cost of 72d. per unit, which seems too good to 
be true; and we think it is fairer to assume that the 
Edinburgh works, which started some four years later than 
those at West minster, have benefited by the experience gained 
during that time, and were able therefore to start with ooti 
much nearer the ultimate minimum than was the case with 
the older undertaking. 
An examination of the tables shows also that many works 
with comparatively small outputs hold a very good place in 
the order of merit; and that if we take the average of the 
costs of all works for every year in which their output has 
been more than a 1,000,000 unit, these average costs are not 
very high up in the order of merit. The actual figures are, 
for fuel °882d., for oil, &c., 155d., for wages 560d., for 
repairs *410d., for works’ costs 2:007d., and for total cost 
2:8761.; or excluding from the list the works using the 
alternating current system, we get, for fuel, 676d., for oil, 
&o., 118d., for wages 505d., for repairs :883d., for works 
costs 1:681d., and for total cost 2°522d; 
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One point which strikes us as ty aae worthy of notice 
in comparing the costs per unit sold of any one undertaking 
in successive Jii is that, although in most cases substantially 
lower costs of fuel, stores and are obtained with an 
inorease of output, the cost of re and maintenance shows 
no such regular diminution; and that in the items of rent, 
rates, taxes and management, which we have been accustomed 
to treat rather as fixed charges and where we should, therefore, 


expect the largest decrease, we find that the cost per unit 


decreases more slowly than the works’ cost, and in many cases 


even shows an increase. For example, at Bradford, although 
the first seven years’ accounts show an increase of output 
which is nearly eight-fold, the costs per unit of rent, rates, 
taxes and management are respectively 94d, ‘61d., *88d., 
42J., 52d., 76d. and 78d. for these seven years; and at 
Glasgow, with a five-fold increase from 1892 to 1896, the 
costs of these items for the five years are respectively ‘84d., 
*/1d., 78 ., 82d. and 60d. ith companies we find a 
similar etate of affairs, as the City of London Company with 
a ten-fold increase of output in five years has actually 
i the cost of these items from 97d. in the first to 
1:504. in the fifth year; the Metropolitan Company, whilst 
increasing its output from 1} to 4 million units, has spent 
the same amount per anit on these items in the first and last 
under consideration; the St. James’s Company spent 
1°17d. per anit when their output was 1,000,000 units, and 
"92d. per unit with an output of 38,000,000; and the 
Westminster Company, who spent 1:994. per unit in its first 
year with an output of 600,000 unita, steadily reduoed this 
to 80d. in its fifth year with an output of 2,800,000 units, 
bat increased it to 85d. in its sixth year, and to 90d. in its 
seventh year with an output of over 4,000,000 units. 

It would appear, therefore, that mere increase of output, 
thongh having no doubt a good effect on the costa, does not 
inflaence them to the extent we might ag from Mr. 
Hammond's statement; and this is especially the case in 
those items that are frequently spoken of as fixed charges. 
If we now consider the effect of an improved load factor, 
we find that Mr. Hammond gives a table showing the re- 
duction of costs that might be expected at Bristol, if those 
works were blessed with a load factor of 50 per cent. instead 
of the 12:99 per cent. which was the load factor for 1896. 
From this table we find that he estimates that with the same 
maximum demand in both, cases, the four-fold increase of the 


load factor would reduce the total costs from 2°50d. to 1:00d.,. 


a reduction of 60 per cent.; bat in the table of costs of 
various undertakings in successive years we look in vain for 
any instance of a similar reduction due to a four-fold inorease 
of output, except in the case of the (igi ee of an 
abnormal first 'в working with that of a subsequent 
year. It may, of course, be said that Bristol is a favourable 
case for a considerable redaction, as an improved load factor 
would naturally have a greater effect on an alternating cur- 
rent transformer system than on a direct current system, 
сле to the importance of the transformer losses at low 
lead factors, and also because the 1896 consumption at 
Bristol of 16 Ibs. of fuel per unit sold would appear to offer 
а considerable margin for redaction. 

. Even if this be so, and the reduction of cost estimated by 
Mr. Hammond for this particular case be larger than conld 
be effected in other works, a consideration of the conditions 
under which a four-fold outpat is obtained (1) by improved 
load factor without increase of maximum demand, and (2) 
by i Maximum demand without change of load 
factor, will at once show that the redaction of oost in the 
former case should be immensely greater than in the latter. 
Іа the first сазе the increased efficiency of the „раз owing 
to the better average load and the relatively smaller stand-by 
lomes in the boilers will make a considerable reduction in 
the coal bill; whereas in the second case the larger output 
will not make much difference in the average output of the 
machines, and as the number of boilers nnder steam at the 
time of maximum load will be increased in proportion to the 
demand, the stand-by losses will practically still bear the 
same proportion as before to the total fuel consumption. 
Again, in the first сазе, as there would be no increase in the 
. number of boilers or machines to tend at the time of maxi- 
mum demand, it would be unnecessary to increase the number 
of men in the heavy shift, and any increase in the wages 
bill will be due chiefly to the small inorease in the number 


of men that may be necessary in the day time; whereas in 


the second case, at the time of maximum demand, boilers 
and machines of four times the output will be at work, and 
at all hours of the day the number of boilers and machines 
in service will be increased in much the same proportion, во 
that the labour bill will be considerably augmented. The 
difference in the charges for repairs management ma 
not be very great in the two cases, but the balance would, 
we consider, be in favour of the load factor; but the 
second case must certainly be debited with heavier charges 
for rent, rates and taxes, owing to the greater space occupied 
by the plant. Although it is not included by Mr. Hammond 
in his consideration of the question, one of the most impor- 
tant differences between the two cases would be that due to 
the items for interest and redemption; as, in the second 
case, the capital expenditure would have increased in pro- 
portioh to the output, whereas in the first it would have 
remained practically stetionary. 

With regard to the third factor which t.nds to reduce 
costa, viz., reliability of plant, we agree with Mr. Hammond 
that t^o much stress cannot ba laid on its importance, not 
only on account of the lower costs of repairs and main- 
tenance which naturally result, therefrom, but also because 
immunity from breakdowns and interraptions of service is 
absolutely essential to the sucoeas of any undertaking which 
depends on extending the use of electrical energy. This is 
so important, in our opinion, that we should always be pre- 

red to sacrifice something in effioienoy, if to obtain this 

r it was necessary to diminish in the slightest degree the 
reliability of the plant; and we consider that any extra 
expenditure that may be neceasary to ensure that spare boilers 
and generating plant shall always be ready at a moment's 
notice to be pat into service is always jastifiable, although it 
may make the cost per unit sold somewhat higher. 

Mr. Hammond next refers to the engiacer factor which 
has undoubtedly a very great influence on the cost of produc- 
tion, as a great deal of the redaction of costs shown in the 
tables in this paper is, in our opinion, dae to the care and 
attention bestowed by the engineers on the details of th 
working of the plant under their care. It would be most 
interesting and instructive if we could get to know how much 
of the reduotion of costs, attributed by Mr. Hammond to 
increased outpnt, is really due to that cause, and how much 
should be credited to the engineer factor; and we hope that 
some of the engineers of central stations will be able in the 
course of the discussion to give us practical information oon- 
cerning the methods of working which they have found most 
helpfal to the reduction of coste, and tell us to what extent 
they have been able to reduce some of the losses which exist 


in all stations, 
(To be continued.) 


ELECTRIC HAULAGE ON RAILWAYS AND 
TRAMWAYS. 


By W. H. BOOTH. 


SURELY, if slowly, electric traction is making headway in 
this very backward country. New tramways are rarely pro- 
posed, says the Practical Engineer, which are not intended to 
employ mechanical traction in some form, but as our con- 
temporary remarks, engineers are looking to the conversion 
of existing horse tramways for a large amount of future 
work, and are endeavouring to secure concessions for such 
undertakings, but local authorities are often proving difficult 
to deal with, being apt to take an exaggerated view of their 
position, and to refuse to entertain proposals which must be 
to their benefit for fear someone will make a profit. The 


-city of Bristol is quoted as an instance, having now on hand 


a controversy with the tramway company. Corporation 
officials have compiled figures which show & working expense 


per саг mile very considerably below that of horse traction; 


electric traction being 51d. as against 94d. for horse trac- 
tion. Electric traction is thus practicable, economical, and 
undoubtedly convenient. 

The Practical ineer, however, rather looks to the 
heavy equipment work of railways as voler the principal 
work for engineers as soon as, or before, all the tramways 
have been converted. 
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We do not ourselves look forward to the speedy ousting 
of the steam locomotive from main line work, but for short 
railways like the overhead line at Liverpool, electricity mut 
come quickly. The Baltimore and Ohio tunnel is proof of 
the entire possibility of heavy work being done, while the 
bad condition of our own Underground seems to point to the 
speedy necessity of an electrical equipment, if only to save it 
from the bankruptcy so long cou 1 

Locomot ive expenses on the Liverpool overhead line are 
stated to be under 33d. per mile, as compared with 64. to 
64d. on ordinary railways, and 11d. on the Underground. 

etropolitan locomotives weigh 46 to 78 12 owt., the follow- 
ing train weighs 90 tons. The horse-power is 880 on the 
level at 25 miles per hour, and to attain to a в of 15 
miles per hour, requires 30 seconds. There are 14 trains 
circalating on the 13 miles of the inner circle; seven trains 
on each line at 10 minutes int rvals. А sven minutes’ elec- 
trical service, with a seven minutes’ interval only, is ett mated 
to cost £350,000. If all this be looked o1 as new capital, 
its cost at 4 per cent. will be £14,000 annually, or, say, £40 
а day. With 14 train; now makiog the 18 miles circle, the 
present daily train mileage of circle trains oaly is about 
2,500. This does not include the extra trains to Gloucester 
Road and Kensington, & . At a saving of 34. per mile, the 
daily saving would be thus over £30, and would still leave 
81. per train mile for further reduction to the Liverpool 
figure of 34d. It is thus quite possible in locomotive expenses 
only to save all the interest on new capital, and we can 
scarcely doubt that the increase in receipts would be 
sufficient to I a very satisfactory sum towards sinking fund 
and dividends. 

Mr. Fo 178 pro to use motor trains“ (of the Liverpool 
type) for the circle working and electrical locomotives * 

South London system) for trains coming in from outside 
seem reasonable and good. Considering what has been 
accomplished in America, it seems to us that Mr. В 211, of the 
Underground, is rather bogging the question in raising во 
many objections and difficulties, and talking of //» question 
to be solved being to provide sufficient electrical energy 
where required to do the duty demanded of it. We presume 
that when Mr. Ball wishes a train to start from the Mansion 
House, he provides a locomotive авза persuader, and another 
locomotive if а second train has to start at the same time 
from B'ackfriars. If he wants to start electrical trains from 
anywhere, he will have to provide electrical energy to do во, 
as all other electrical railways have done. "There would then 
be nothing to prevent these trains from moving, which seems 
to be the burden of his song to the shareholders. We do not 
think Mr. Ball need have troubled to go several times to 
America before being ab'e to conclude that electricity would 
solve the ventilation question. If any journey to America 
were necessary, surely one by an engineer, and not by a 
managing director, would have sufficed. 

What a shockiogly poor opinion of his shareholdera Mr. 
Bell seems to possess if his statements to the Parliamenta 
Committee and to his shareholders are correctly reported. 
The question of electrical traction is being looked at far too 
narrowly and with an ultra cautionusness, Americans have 
found that convenience, cleanliness, and rapidity of service 
ani acceleration have made things pay. The same advan- 
tages would equally pay in England, if our railway managers 
understood their business. 


THE TELEPHONE SITUATION. 


Tun discussion in the House of Commons on Friday evening 
last, and the decision expressed by Mr. Hanbury, were 
both based apparently upon the impression that * some- 
thing must be done," which is very satisfactory, pro- 
vided that the “something” is the right thing, and does 
not result from the anxiety to do the wrong thing rather 
than nothing at all. The appointment of another Select 
Committee, though open to the suggestion of a further 
shelving of responsibility, may, nevertheless, be regarded as 
a fairly satisfactory measure. It will avoid action in haste, 
and provide a tribunal before which facts may be laid, and 


a Tne bracketed remarks are rot Mr. Fox a. 


their bearings accurately gauged. The re-opening o* the 
telephone quettion at this stage is the геш rtially of 
public discont ‘nt, of which some is real, but much is unreal, 
because formed upon interested ог incorrect information. We 
may take as an example the comments of our contemporary the 
Economist, which in its last week’s issue stated that the 
telephone subscription in Berlin is £2 103. per annum. 
There can be no possible doubs of the desire of our contem- 
porary to improve the position of London business men, or 
of its anxiety to do so by the fairest possible statement of 
the facts. We should have regarded these figures as a mis- 
print had we not ourselves received a statement in which 
they appear with, however, the qu»lifisation that there is a 
further charge for every call made. We have heard of 
instances in one of the ‘cheaply telephoned countries of 
the Continent where a su*'crib т pays as much as £80 for 
one year's use of the telephone, although the subscription, as 
quoted by our contemporary, would be given as about 
£3. Telephone rates, like everything else, must be 
considered in the aggregate, and so considered, English 
rates are not excessive. R-lying, again, on figures at hand 
in the Glasgow Report (p. 11), the Commissioner states that 
Mr. Gaine proved the cost of each message in Glasgow to Ъз 
57d., or practically one halfpenny par message. In our 
report of the Glasgow inquiry, we showed from 
the evidence of several subscribers that the rate of 
subscription is not the cause of serious complaint. There 
was evidence there, and there is evidence in general that a 
good service is highly appreciated and willingly paid for. 
The redaction of rates, if it can be done upon a commercially 
sound basis, should be strenuously striven for; bat the evi- 
dence as to its practicability is of the most flimsy character, 
and we are glad to note that Mr. Hanbary, althongh bearing 
in mind the advantages reeulting from an extension of tele- 
phone service amongst small traders, did not in general hold 
out any useless hopes of reduction of rates, so as to imply a 
less payment by subscribers in the aggregate. Another oon- 
sideration which needs to be borne iu mind, is the mistake of 
drawing too wide conclusiois from limited evidence. Мг. 
Hanbury recognises this by saying: “In a good many 
parts of the country there is not, so far as I know, 
very great complaint; but in several large towne, 
in Glasgow, and even the metropolis itself, complaints 
have been made of inefficient service, and in the case of 

Glasgow that complaint has been proved to be true by 
our own Commissioner." : 

It would have been fair to adi the qualification made 
by the Commissioner, that the inefficiency wa: due to the 
dog-in-the-manger policy of the Corporation, although we 
cannot ourselves consider his qualification to explain the 
entire cause. We should be rather disposed to inquire in 
what respect the Glaszow system differs from that in use 
in other parts of the country, or why it is related by one 
witness that he used the telephone in Liverpool and New 
Zealand, and experienced none of the difficulties that 
existed in Gla:gow. 

In the words of the Commissioner: The method of 
working the system at the exchange office is known as 
the ‘call wire. [It may be assumed that in intro- 
ducing this system in Glasgow the Telephone Company 
were desirous of giving what they regarded as the best 
system for the purpose, but we are justified in recalling our 
own Criticisms on the system, when the present electrical 
adviser of the Corporation proposed its introduction into 
London. 

The persistent efforts which were made to set aside our 
conclusions will be in the recollection of some of our 
readers. We were informed with a view to a settlement of 
the prolonged controversy that the National Telephone 
Company had decided to introduce the system in Glasgow, 
and we remarked that we regarded its introluotion there as 
an experiment, the success of which we should be glad 
to chronicle. It is impossible to read the evidence 
and report without observing the extent to which the 
adoption of this jsystem is responsible for much 
of the discontent and many of the complainte, although the 
points were not emphasised by the electrical experts on 
either side. The Commissioner says: “If a number of 
people are impatient and all bawl through the call wire at 
once, great confusion and annoyance may be caused to the 
operator. But this need not exist if people deal with it in a 
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businesslike way and give place to each other.” "This 
argument was. used in our columns by advocates of the 
system, and the undesirability of relying upon it pointed 
out. The imperfections of the system their bearing 
upon the result of the inquiry, though the Corporation 
in its. desire to extend their municipal functions and, as 
they suppose, о ve the communications of the in- 
habitants, would doubtless, under any circumstances, have 


made ап effort to. obtain municipal powers.. It will be for. 


the Select Committee in futuro to determine whether it is 
fair that competition should be allowed to take place," and 


“ whether the municipalities are the best form of com- 


petition." It would not have seemed to us out of place if 


these points had. been preceded by one other, and 


that is, whether any competition is desirable. It is 
of more importance than the question of fairness. 
Existing ments provide for competition either 
b7 companies or the Post Office. The introduction 
о 


municipality in the place of the other defined com- 


petitors is not in itself unfair, but might readily become во if 
the municipality adopted the methods of the Glasgow Cor- 
poration, who seek to fetter its competitor by its municipal 
uum whilst competing with it by the use of public funds. 

either the British public nor the British Parliament will, 
we thipk, it one combatant to have the use of a mailed 
fist whilst the other combatant has his arms pinioned behind 
his back. It is sought by various specious means to 
discredit the Telephone Company, to suggest that its 
own prooeedings justify otherwise unjustifiable methods. 
Referenoe is made to the maintenance of the monopoly by 
the purchase of competitors. The purchase of many of the 
undertakings referred to in the debate was nothing more 
than an amalgamation of family interests amongst whom 
there was no competition at all. The amalgamation was 
avowedly undertaken with a view to have the strength of a 
bundle rather than the weakness of a series of sticks. The 
only important extinction of a competitor in recent years was 
the purchase of the New Telephone Compeny. 

Since we protested vigorously against the Treasury 
minute which made it possible to the new ш to 
reap a harvest practically without sowing any ; віпое 
we foretold the reeult which actually took place, we may 
recall our observations to the effect that the benefits would 
be greater under a monopoly than through competition. 
We have no hesitation in saying that by acting in self- 
defence, so as to exclude competition, the Telephone Company 
has acted in the best interests of telephone subscribers. 
Competition by the Poet Office occupies a different category 
to any other. The Post Office has—what no municipality 
haa, or, apparently, can get—the skill to do the work, and the 
right to undertake it. Such right has been reserved 
generally, and has been promised to be exercised. t peoifio- 
ally in cases of inefficient service. Thé case for the 
pace pallies is probably understood by Mr. Benn as well as 
anybody. In his examination of Mr. Preece before the Select 
Committee of 1895, it was apparent that he was under the 
impression that a series of en plants would be of help 
to the Post Office in 1911. We hold it to be not so much a 
matter of doubt, but almost a certainty, that the reverse 
would be the case. The country would have to pay for the 
mistakes of localities, and the localities would have suffered 
serious inconvenience in the meantime. Competition by the 
Post Office itself, though to be regretted, may be necessary, 
and the circumstances under which it may become necessary, 
were clearly defined by Mr. Lamb before the aame committee 
in histanswer to Sir Charles Cameron’s queation, No. 5,261 : 
* Of course, I do not know what may happen at that time 
(1911), but I should say the reasonable thing to happen 
would be this: that at & given date which would give the 
Post Office sufficient time to СА ly a system of its own in 
the event of the negotiations falling through, the Post Office 
would approach the National Telephone Company, and вау: 
„What is your price for your plant? It would ascertain by 
examination whether it was in a fair condition, and if the 
National: Telephone Company were reasonable, the Post 
Office would pay a reasonable price, and in my opinion, 
would be supported by public: opinion in doing it. If, on 
the other hand, the National Telephone Company feeling 
secure, and saa the Post Office could not supply itself in 
any other way, held out for unreasonable terms, the Post 
Office would immediately proceed to supply itself with 


another system, and as goon as the license expired, would be 
able to bring it into operation.” 5 

* By the (chairman): Or before ?—Or before, if necessary. 
If the vim d was unreasonable ?— Les.“ | 

If Mr. Hanbury's statement be read in the light of this 
answer, its bearing will be apparent, and much of the perni- 
cious nonsense which is talked and written about the relatior- 
ehip of. the National Telephone Company and the Post 
Office will be seen to have no foundation. It is readily. 
admitted by the most prominent agitators, that a Telephon? 
Exchange system is at the very least a commercial necessity. 
By whom has this been demonstrated so far as the United 
Kingdom i3 concerned ? By the adventurous men who 
embarked their capital and skill in the enterprise and 
obtained a charter of limited duration. The National 
Telephone Company are their successors in the direct 
line, and they are entitled to consideration for their 
acumen and the just reward for their venture. Their 
work is оле which will bə undertaken by the Post Office on 
the expiry of their licence, and may be acquired earlier. 
The terms for such acquisition can best be settled to the 
advantage of the country by the high contracting parties. 
Meddlesome interference by others can only end in lose, and 
may prodace disaster. Let Mr. Hanbury bear this in mind, 
and the promised Select Committee may be useful. 


CORRESPONDENCE. 


Supply Carrent for Electro-Plating. 


Probably the simplest method and cheapest apparatus to 
construct to reduce the supply кеш would be to use a 
registance of steel wire spirals. 


he objection to this is the 


а 


us VOLTS Е ) 
C 


р 
Fic. 1. 


great waste in resistance heating, but perhaps this might be. 
arranged, and serve the До of heating the room ог 
adjacent room. Connect them as follows, fig. 1 :— 
Make 4, B of 7:53 ohms value, 
and C, D of 14 of wire capable of carrying 
15 amperes without undue heating. 


MAGNET СОК. 


) @ 2 
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Fia. 3. 


Connect B to c to warm the room, 
„ B to E to warm the room and electro-plate at same 
time. 

The most economical method in working would be to 
employ a small continuous current transformer, which might 
be made on the lines of horse-shoe magnet and shuttle arma- 
ture series machine, fig. 2, with four-part and eight-part 
commutatore. 
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L»t motor ran between 2,000 and 8,000 revolutions 
minute. Pat in on one side (supply side) about 85 volta, 
2 amperes, and take out about 2 volts, 15 amperes, hg. 8. 
Lose about 10 volts in magnet and 7 or&o in armature. Wind 
about 4 lb. of No. 22 on magnet, and } lb. of No. 24 on 
armature for primary, and } lb. of No. 18 on armature for 
secondary. Make a resistance to carry 2 amperes and of 
about 40 ohms, more or less according to voltage motor 
gives. 

‘Of course, a secondary battery of 118 volta might be 
placed in opposition to 115 volts, but if a battery is available, 
it would be certainly used direct. | 

EE N. C. Woodfia. 


P.S,—I don't think it is practicable to make such a small 
motor to work much above 80 volts, or even less than 2 x 80, 
or 160 watts would be wasted in dead resistance, whereas in 
lag method. 1,695 watts or over 2 horse-power would be 
wasted. 


Tour correspondent, Mr. R. T. Dick, is evidently under 

the delusion that he is inviting the consideration of engi- 
neers to an original problem; I may, therefore, state for 
his benefit, and for that of the “others” he mentions, that 
his difficulty could in all probability be solved by the con- 
tractor he employs to wire his premises, certainly by the 
borough engineer. i a 

However, as I have a few minutes to spare, and as I expect 
he will not hear from very many eminent engineers, I 
beg to offer my humble solution. | 

For a continuous current supply there are three possible 
methods :— 

1. Have a battery of 55 cells, charge them in series, then 
do your plating with them in parallel. — 

2. Use your 15 amperes at 115 volta and reduce the volt- 
age ye liquid or wire resistance. 

8. Procure a small motor generator, that is, a dynamo 
having two windings on the armature, one for 2 volts and 
the other for 115. This is by far the best and cheapest, 
besides being & continuous process. NS 

You want, say, 15 amperes x 2 volta x 9 honra x 6 days 
= 1,620 watt-hours, say the efficiency of your machine were 
only 75 per cent. (but it would be more), then the watts 
required come out 2,160, say, 2 units per week, and the 
Brighton charge for power I think is od. = 4d. per week. 


€. B. Nixon. 


. As the voltage of the supply mains has to have a пор of 
118 volte it is only necessary to put a resistance of 7:5 ohms 
in series with the bath and the mains. The resistance of 
15 ozs, of German silver wire of No. 18 B.W.G. is equal to 


R, Reel with 7:5 ohms resistance ; E E, Electrodes; в, Bath; 
в M, Supply mains, 115 volts. 


7 5 ohms. 
must be separated from one another, as per sketch, the reel 
to be a gcod insulator, and preferably covered with asbestos 
on account of the current heating the coil of wire. 


J. S. Barnes. 


Knots. 


Seeing that the knot question is still vigorous, I should 
like—now that it has got away from its original lines—to add 
a few remarks in support of the telegraph engineer and 
electrician. 

I venture to think there are many of us who, recognising 


engineer change his method of ex 


This must be wound ou a reel and each turn | 


that a knot is a velocity, have always preferred to use N. M., 
or * naut." in abbreviation for “ на Ноа] mile.” = 
It appears to me that any importance that may be attached 
to such a matter ар more in particular to printed pub- 
lications and ре ly text books.“ | 
Presumably Mr. Little’s remarks are mainly intended for 
the benefit of the student class and for academic circles ; he 
surely does not aspire to make a fully equipped cable 
pression ! | 
hough it is improbable that the mis-use of the term 
“knot,” as a measure of length, has ever given rise to confusion 
or actual misunderstanding, most of us will fully reatise that 
all sores puerum of terms are undesirable, if ‘only on 
arum of the future generation and for purposes of clear 
insight. Т 
Considering that a knot signifies one nautical mile per 
hour, * knots per hour" is, of oonrse, not only redundant 
but ridiculous. Nevertheless, it is an e ion whioh is 
used every day—just as “knots” are for length—by many 
=. in matters nautical who do not, I presume, 
n to have come at close quarters with the subject. 
am sorry that Mr. Little has marshalled forth some of 
the literature on the eubject, for [ fear it may only have the 
effect of extending a discussion—with ee рр a 
shower of quotations from Raper, Norie, Bedford, and other 
authorities. | 
Charles Bright. 


Blasting. 


An accident occurred at our works on February 24th lat 
with electric blasting detonatora, 25 of which exploied with 
violence, injuring one person, named George Joyner, con- 
tractor for mine sinking, he having to be taken to the 
hospital immediately, there remaincd in a critical oon- 
dition for three The detonators exploded with euch 
violence that all the windows were blown out, and frightfally 
injuring the man’s breast and hands, also oeusing him to 
lose his left eye. The cause of the accident was as follows: 

The contractor, whose duty it was to test all detonators by 
means of a magneto machine designed specially for such 
work, before the detonators were sent into the mine for 
blasting. He was testing one, which was in a bundle of 25, 
the one under test exploding, and firing the ining 24, 
the cause of which was the abundant heat and force of the 
explosion by the one detonater, and the following should be 
a caution to all who are entrusted with the testing of electric 
detonators :— | 

1. When testing a detonator by means of a magneto 
machine, the difference of high low tsnsion detonators 
muet be asoertained before put to test. А 

9. If the detonator is a high tension one, then do not 
test on the magneto. 

8. In ell cases a low tension tester being a high tension 
generator, thereby firing a high tension detonator. 

4, Never test a high tension detonator on a low tension 
tester, else the result will be serious, due to tbe high tension 
detonator being fired. | 

5. Never test more than one detonator at a time. 

6. Always have the detonator under test away from any 
one, and enclosed in sn iron 

7. А low tension detonator is fired by means of a oon- 
tinuous current at a potential difference of about 2 volts, the 
heating effeots of the current causing a thin platinum wire 
of high resistance to get incandescent, the wire igniting 8 
small quantity of fulminate of mercury, thereby causing the 
detonator to explode. | 

8. A high tension detonator is fired by means of an alter- 
nating current at a potential difference of about 150 volts 
from any alternating current source, euch as a magneto, the 
alternating current forming a small aro which ignites the 
fulminate of If the contractor above mentioned 
had not tried to test high tension detonators on the magneto, 
all would have been right. 

| | J. S. Barnes, 


Rodrick 


[We fail to follow the reasoning of our correspondent.— 
Eps. ELEC. Rkv.] 


ĖS NR — n e sn cod 
: [By the way, a speaker, might say naut and yet be reported 
O 
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Electric Railways. 


[ wish to express to you my appreciation of your 
“Editorial,” in your issue of August 6th, 1897, reviewing 
my article on * Electric Railways," in the Western Electrician. 
It hes been my intention to write you before, but press of 
business had driven the matter from my mind. 

It is gratifying to note the large expansion of electrical 
railway enterprises abroad, and from our experience on this 
side о the water, I think it safe to predict success for con- 
servatively managed enterprises in this line, not only in 
Europe, but throughout the world. The study of the 
financial side of electric railroading is а problem well 
worthy the engineer as well as the financier, and our 
experience is showing very accurately what to expect and 
what not to expect from this class of investments. We have 
learned, I think, how far to go in expensive construction and 
also the limit in cheap construction. The relation of capital 
and interest ‘charges with maintenance cost and revenue 
returned, are now. pretty carefully worked out and applied in 
considering investments. | 


! G. W. Chance. 
Philadelphia, Pa., March 2187, 1898. 


Corporation Wiring and Fittings Departments Ve Private 
Wiring and Fitting Firms. 


Under the above heading, and with respect to the case of 
the Leicester Corporation v. Warren: Hill, a report of 
which appears in your issue of this week, and also at the 
same time taking into consideration the decision arrived at 
-by the electrical firms of Sheffield—whose early action at 
the critical time ought to be admired—could not the 
correspondence section of your paper be used to obtain the 
views of electrical firms in various towns. " 

Of course, Messrs. Warren Hill's case seems only to apply 
as it reads to an “over counter,” or retail shop trade; but 
does it? It upholds and is relative to a recent article which 
appeared in the Review, “Municipal Wiring, &.“ As 
mentioned in this article, the contractor was a good 
friend to the supply company and corporation electric 

t, and he could still be a greater friend if treated 
as sucb, instead of as a competitor who is doing them no 
- good. The established contractor and the man who knows 
is business has quite enough to fight against in doing 
Proper work at a fair price and competing against 
so-called electrical firms—who are sometimes started 
persons who have no electrical knowledge worth 
calling, either theoretical or practical, who have no 
reputation, experience, conscience, or any other good qualities ; 
their mode of business being, get the work at any price, do 
it in a way, turn the switch, the lam lights, get the 
money and clear out. How many installations have been 
carried out on a system like this, without any regard as to 
workmanship or material, and have been a success? Sarely 
Corporation Electric Light Departments are not formed to 
make ке on retailing fittings and wiring contrasta ; they 
‘should find looking after the supply of current a far more 
interesting item, and the reduction in price per unit to 
make it more general—the contractor will act as a 
canvasser without commission from them. Plenty of Со:- 
_porations Electric Departments, who have the ratepayers in 
mind, are supplying current only, and it will be found 
that they are doing more to interest the cause of electric 
lighting and bringing it as much, if not more, into general 
use than the parties who must have something more to do. 
Perhaps they are considered to be more enterprising than 
those who supply current only, as it may be thought the 
more profit the Corporation make (and you may depend 
they don’t work without a profit); if they do they must 
arrange matters extremely well to work to any extent with- 
out profit or loss; but isn’s it a case of taking out of one 
pocket and putting in the other? Some people may think 
that by excluding them from wiring, &c., the electrical firms 
want to make a large profit and have it all to themselves, 
but competition in this business is too keen, and all the 
intended consumer has to do, is to get the work done at a 
proper rate to include proper workmanship and material, and 
carried out in a proper manner. $5 
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Now, regarding the latter part—the manner in which the 


work is carried out; every electric department (corporation) 


issues a set of rules for the benefit of the contractor, and if 
they only inspected the work while it is being carried out— 
not when it is completed as in some cases—the consumer 
would be under no difficulty and have no doubta regarding 

the work. О бо E 
Trade unions and socicties have and do exist, and in 
several cases have done more to ruin their cause and busi- 
ness generally. Could not a meetiog be called at some 
central town to discuss the matter ко that something could be 
done, and a committee formed to fully investigate а matter 
which is of interest to the electrical engineer and rate- 
р2уег ? ! Т 
| Е. L. Liley, Assoc. N. S. Elec. Engineers. 


[Our correspondent expresses himself badly, but his 


. meaning is fairly clear. We deal fully with the subject in 


our leader pages.—Eps. Егес. Rev.] 


A Plea for“ Six-Wheelers." 


With reference to your interesting article on “ Transporta- 
tion,” will you permit me to express a doubt as to whether 
the disappearance of the horse recessarily means the pcssi- 
bility of our streets accommodating 50 per cent. more vehicles 
than at present ? This is often given as one of the advan- 
tagen to be looked forward to in the development of motor 
traffic; but a little consideration will show that the process 
of removing the shafts from a vehicle and filling up most of 
the interior with propelling apparatus does not leave very 
much space for carrying and therefore profit-earning 


capacity. 


Rather, perhapr, should we expect the succcsful motor- 


vehicle to be at least as long asa horse and van taken 


together,.with six wheels instead of four—namely, central 
driving wheels and leading and trailing wheels acting as 
etzerers. This arrangement, while providing ample length 
and accommodation, gives a sfeering length only half. of the 
actual wheel base. | У 

It is to b» regretted, however, that so far makers of celf- 
propelled vehicles have lcoked to the cart rather than to the 
locomotive for their inspiration. 

In regard to electric vehicles, a further point suggests 
itself in the theoretical possibility of utilising the descent 


‘down a hill as a means of replenishing the charge in the 


cells, but it is unnecessary to dwell upon the great economy 


‘that may be looked for in this direction, if certain practical 


difficulties can be overcome. 
| | Alfred J. Allen. 
London Institution, April 4th, 1898. | 


— — — 


The Iustitution Discussion. 
Oa page 427, third paragraph of the right hand column 


of your issue of April let, 1898, my remarks have been 


summarised in such а manner that anyone reading them. 
would think that the smashes I mentioned had occurred at 
Brighton. I need hardly вау that this is not the case. 

I mentioned Brighton as an example of a large single 
station, and pointed out that Mr. Wright differed from my 
views as to the policy of always generating a large supply 
from two stations, I еп went on to an entirely different 
matter, which was the recent smashes that have occurred 
due to water in cylinders and which in several cases have 
caused breakdown of the coils of high pressure generators. 
This point is, of course, quite distinct from the single 
station question. | Я MON 

. R. E. Crompton. 


Gas Driven Plaut. 


I observe in your last issue a letter asking for particulars 
of gas driven plants. I have erected a very large number of 
gas engines for electric lighting, and in almost every case, 
certainly in 19 out of 20, Е have driven the dynamo direct 
from the gas engine without the intervention of the counter- 
ghaft. 

Henry J. Rogers, M. I. M. E., A. I. E. E. 
| E 
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STORAGE BATTERY TRACTION IN BERLIN. 


IN au article by Mr. E. G. Fischinger, published in the Elektrotech- 
nische Zeitschrift of March 24th, some details are given of recent 
experiments made with a storage battery car on the Berlin-Charlotten- 
burg tramway system. The electrical part of the car has been car;ied 
out by the A. G. Elektricitatswerke vor. О. L. Kummer & Co.; ће 
accumulators were supplied by the Watt Accumulator Works, and the 


car bodies and revolving underframes by the Des:au Gas Tramway | 


Company. It is to be noted that the latter company also supplied 
the car bodies and underframes of the other storage battery cars now 
in operation on the same tramway. The total weight of the particu- 
lar car in question, which is cquipped with two shunt motors and 
provided with four axles, is as fullows:— 


Kilogrammes. 
Car and under frames 26s vet 8,400 
Battery of cells ... re aa dis vas 6,810 
Two motors and toothed gearing . 1,500 
Steering apparatus and other appliances 380 
Total weight without passengers 17,120 


Thus it will be seen that when fally equipped and without any live 
load, the weight of the car exceeds 17 tons. 'The battery consists of 
180 cells of a capacity of from 220 to 260 ampere-hours, and with 
this equipment the car is capable of making 10 journeys per day, the 
distance covered being 96 miles. During the month of December 
alone the performance of the car reached 2,883 miles, the average 
speed being at the rate of 93 miles an hour, although on level sec- 
tions а maximum «f 14°25 miles an hour has b en attained. As the 
presure of the batteries ranges from 320 to 360 volts, which is 

ngerous for the shunt winding, the battery has been divided into 
two halves, and the motor armatures arranged for half the voltage. 
The connections are so arranged that either one or two motors, and 
one or both batteries, can be brought into requisition. In the tests 
made by the author, the meastrements were taken by means of the 
Weston laboratory apparatus, and the results are plotted in curves 
which accompany the article. It appears from these that the average 
consumption of energy, including the mcunting of gradients and 

sing round of curves, amounted to only 18:91 watt-hours per ton- 
ilometre, or, say, 30:60 watt-hours per ton-mile. Thecar has accom- 
modation for 42 passengers, but during the tests the total weight of 
ar aa load reached 20% tons, the length of track traversed being four 


BUSINESS NOTICES, &c 


Agency.—Messrs. John Turner & Sons, of Denton, near 
Manchester, have appointed Messrs. Geo. Piggott & Co., of 110, 
Cannon Stroet, E. C., as sole London agents for their electrical 
specialities, chiefly with regard to the “Turner” dynamosand motors. 


Bankruptey Proceedings,—At a sitting of the London 
Bankruptcy Court, held on Tuesday last, before Mr. Registrar Link- 
later, Bydney George Trehearne and Arthur Haywood Urump, trading 
as Trehearne, Son & Orump, electrical engineers, 155, Fenchurch 
Street, E. O., attended for public examination. The accounts filed 
under the proceedings show debts £1,102 9з. ld., and assets 
£449 13s. 2d. Mr. Trehearne stated that he commenced business 
alone in Jane, 1895, dnd was joined in May, 1897, by Mr. Crump, who 
brought in a cash capital of £750. The business came to a stop last 
| mber when the office furniture and effects were eold off by the 
` Sheriff. The failure was attributed to the heavy expenses of establish- 
ing the business, losses on trading and bad debts. Mr. Trehearne 
was examined at some length as to the circumstances under which 
he had sold off a reversion to which he was entitled, and ultimately 
the examination of both debtors was concluded. 


Birmingham Ele«tric Supply Company v. Barnes, 
—This was a claim, heard at the Birmingham Police Court, for 
£29 10s. 9d. for electric light supplied to club premises in Barwick 
Street. An order for payment was made. ' 


Beotle’s Baby.—At the close of this strange winter 
Bootle finds itself adopting electric light. The Chloride Electrical 
Storage Syndicate have taken the contract for accumulators. 


Dinner.—The annual dinner of the officials of the Glas- 
gow Corporation Gas and Electricity Departments was held on 31st 


Disclaimer.—Mr. F. M. Rogers, of 21, Finsbury Pave- 
ment, E.C., asks us to state that he is not the Mr. Rogers mentioned 


in the case of Crompton v. Liardet orted in i t M 
Zoch, p. $96. р , rep our issue of March 


Dissolation of Partnership.—In regard to last week's 
notice of Messers. Harrison, Coles & Co.'s dissolution of partnership, 
Mr. Pringle asks us to state that though the partnership has been 
dissolved he is still carrying on the basiness as heretofore. 


Fippard & Cooper.—This firm, of Albert Road, Bourne- 
mouth, has at present in hand electric light installations for St. John's 


F Congregational Church, Westbourne, and 


Hodges and Todd v. Watson and Another.— This 
action was brought before Mr. Justice Wright, without a jury, in the 
О зееп'в Bench Court last week, by Messrs. Hodges and d, of 
Hampstead Road, London, to recover damages for breach of contract ; 
the defendants, Mr. Arnold T. Watson, of Sheffield, and Mr. Robert 
Hodgeon, of Hull, denied the breach. Mr. T. W. Chitty and Mr. J. 
Н. Gray appeared for the plaintiffs; Me. R M. Bray, QC, and Mr. 
Marsball Hall for the d: fendants. Mr. Bray, in opening the case, said 
that the defendants agreed in January, 1897, to supply to the plsin- 
tiffe a Priestman oil engine of 24-brake H.P., suitable for working an 
electri-al installation at the residence of a gentleman called Combe. 
The ergine supplied was not sufficiently powerful, and worked in s 
noisy manner. Evidence was called in support; with reference to 
the ncise one witness stated that the engine was generally known as 
" Mr. Combe's artillery,” and another ssid that having lost bis way 
while riding his bicycle he was guided bark by the noise of the 
engice. Mr. Priestman was called for the defence and stated that 
his engine bad been оп the market for about 12 years. The mpo 
in question, when tested, showed a power of 246 H.P. He thought it 
suitable for the purpose required if properly worked. Farther evi- 
d:nce having been called for the defendants, Mr. Justice Wright 
delivered his judgment. According to the Times report, he said 
that the difficulties had arisen to a great extent from а miscalcula- 
tion of the margin of power in these engines. The margin of power 
appeared to be small. He was satisfied that as this engine was 
adjasted in February, 1897, it was capable of working up to 24-brake 
Н.Р. according to the contract, but he was also sfied that as it 
was fixed in July it would not work anywhere near up to 24-brake Н Р. 
The main contention of the plaintiffs failed because it was an engine 
of 24-brake H. P., but they had a cause of action becacsa the dcfend- 
ants had contracted to fix and start it as a 24-brake H.P. engine, but 
did not do so. It was an extremely difficult matter to assess the 
damages, but the defendants had minimised the loss by now agreeing 
to take back the engine and return the money, though they were not 
obliged to do so. In addition, there would be judgment for the 
plaintiffs for £50, but without costs, as the plaintiffs had failed in 
their main contention. 


Lighthouse Illaminants.—In reply to a question put 
by Mr. H. Plupkett in the House of Commons last week, Mr. C. T. 
Ritchie said that the Elder Brethren of the Trinity House did not 
consider that the great additional expenditure necessary for installing 
and maintaining two separate electric light stations would be justified 
in the case of Lundy Island. 'The question whether electricity, gas 
or oil are to be adopted as illuminante in the fature must depend to 
& great extent on the circumstances of the particular lighthouse. 


Liquidation Notices.—A general meeting of Latimer 
Clark, Muirhead & Co., Limited, is to be held at the offices of Messrs. 
Trinder, Capron & Co., 47, Cornhill, E.O., on Monday, гат 2nd, at 
3 o'clock for the purpose of hearing an account of the winding up 
proceedings from the liquidator, Mr. J. Worley. 


Lists.—Mr. William Patterson, of Walker (Gate, has 
issued а list of copper wire gauze dynamo brushes. 

The United Ordnance and Engineering Company, Limited (Messrs. 
Easton, Anderson and G olden, Limited, of Erith), have issued a 
pamphiet well illustrated both by means of photographic and other 
views, in which they describe their multipolar continuous current 
dynamos and motors. In tabulated form there are given particula 
prices, weights and overall dimensions. Views are shown of tbe 
minding, erecting and brass finishing shops, and the test- bod gt 

rith. | 


Parabolic Reflectors.—A sole license has been granted 
to Mesers. Chance Bros. & Oo., Limited, of Smethwick, for the manu- 
facture of parabolic reflectors for search lights by the Oowper-Ooles 
electrolytic prccess. 


Partnership.—Mr. L. Alwyn, of Coworoes Street, E. O., 
informs us that he has taken the Hon. Rupert Craven into Rer- 
ship, and the style of the firm will henc:forth be Alwyn & Craven,” 
of the above address. All outstanding liabilities to date will be 
discharged by Mr. Alwyn. 


Portable Galvanometer of the d’Arsonval Type.— 
The Weston Electrical Instrument Oompany, of America, bave 
recently got cut a new form of testing galvanometer, made up in 
exactly the same sort of form as their well-known ammeters and 
voltmeters. In this instrument the moving coil is exceptionally 
light, and is wound with about 300 ohms resistance. A light pointer 
is provided, and the sensibility of the instrument is such that one 
volt applied to the terminals through an external resistance of 
250,000 ohms gives a deflection on the scale of about 1 millimetre. 
The instrument is in a very compact case, and is very handy for 
portable work in resistance, measurements and potentiometer work 
of all sorte. Messrs. Elliott Brothers, acting as agents for the Weston 
Company, are keeping these instruments in stock. 


* Relugite " Resistances.— From the Electric Insulation 
Syndicate, Limited, of East Moors, Cardiff, we have received a cata- 
logue of the Relugite” resistances and other apparatus manufac- 
tured by them. ^" Relugito" is a new elastic and compressible 
resistance material, the resistance of which can be raised by pressure, 
and by means of this and of improvements in the means of apply- 
ing it,a novel and useful series of resistance appliances is made. 
The following are among the specialities which are described and 
priced : Dynamo and motor shunt resistances, arc lamp resistances, 
regulating ditto, special resistances in standard frames, motor start- 
ing resistances, “ Standard” “ Relugite” electric stoves or regulators, 
and lamp switches. 
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South African Electrical News.—We glean the follow- 
ing itcms of interest from the April issue of the British and South 
African Export Gazette :—Tae el-ctrical installation at the Woodbine 
gold mine, De Каар, comprises three 50. B. H. P. 200-volt three-phase 
motors, two to serve the mill and one the air compressor; two cil- 
transformer-type transformers, of 100 kw. and 60 kw. respectively, 
wound for a high tension of 10,000 volts and a low tension of 200 
volts, and were supplied through Messrs. Reunert & Lens. Orders 
for 500 lampe, with their fittings and accessories, for the electric 
light service of the post and telegraph office now in course of erection 
at Johannesburg, are sbout to be placed by the Transva] authorities. 
The electric lightiog and tram plant which the East London (Cape 
Oolony) Town Council are about laying down is estimated to cost 
£25,000. A scheme for electric lighting the public buildings, shops, and 
private houses of Kimberley is proposed. Among the latest towns in 
the Cape Colony meditating the introduction «f electric lighting is 
Queenstown. Proposals for supplying the light have already been 
submitted to the Council by Mr. E. T. Monteath, E.E., which have 
been handed to the Lighting Committee for consideration and report. 
Woodstock, a municipality situated 14 miles from Capetown, is con- 
sidering the advisability of а similar installation. Repeated exten- 
‘sions mark the tramway system of Capetown, the latest being to 
Plumstead, a suburb situated about nine miles from the metropolis, 
and the project is even being entertained of forming a link with 
Muizenberg, а favourite seaside resort 15 miles from Capetown. The 
track connecting Wynberg with Capetown is expected to be shortly 
ready for This will add another eight miles to the existing 
electric network, which, with the several extensions referred to, will 
make a total of 33 miles. 


Telephone Contract,—Mr. James Pollock, of Glasgow, 
has received an order for the erection of a complete telephone plant 
throughout the Western Infirmary, Glasgow. We understand that 
Mr. Pollock has completed a number of telephone installations of 
this kind, besides having erected upwards of 600 private telephone 
lines on rental throughout the city. 


ELECTRIC LIGHTING NOTES. 


Bath.—Mr. R. Hammond, in his last monthly report to 
the Electric Light Committee, reported that 17 arc lamps had been 
erected in the city, and the total number cast was 53. He also stated 
that with аро, to the switchboard extensions, specifications were 
- sent ouf to different firms, and recommended the acceptance of 
Messrs. Madder's tender at £253. ! 


Brewery Lighting.—Messrs. O. Edwards & Soas, 
brewere, have introduced the electric light into their brewery and 
other premises at Tenterden. 


Brighton.—At the Council meeting on Thursday last week 
the Lighting Committee submitted & report, which contained an an- 
nouncement that Mr. Arthur Wright, the electrical engineer, had 
accepted the post of consulting electrical manager of the British 
Thomson-Houston Company, Limited, the terms of his ment 
enabling him to give at least half his time to the Corporation. The 
committee submitted accounts of tbe past year's trading. The gross 
revenue was £32,722 17s. 10d., of which £18,512 4s. 6d. were expended 

‘on maintenance, and £14,210 198. 4d. carried forward. Leaving 
£110 13s. 4d. of this as provision for bad debts, and adding £5,000, 
balance from 1896, the Corporation had іп hand £19,100, «f which 
£2,000 were applied in aid of the district rate, £3,000 transferrcd to 
reserve fund, £5,688 5s. 6d. paid as interest, £5,547 9s. 1d. to the 
sinking fund, and £2,864 бв. 5d. carried forward to 1898 account. 
Private consumers purchased 1,505,867 unita last year, and the public 
lamps consumed 486,634 unite; 116,693 units were used in the works, 
and 335,977 units represented the extra quantity generated, but not 
accounted. An elaborate report, recommending a reduction in the 
charge for electricity after the first hour's average daily use from 
14d. to 1d. per unit, had been submitted to the committee by Mr. 
Wright, who concluded as follows:—'' I trust that the policy inaugu- 
rated by the Lighting Committee of the Brighton Corporation in 
vigorously encouraging the use of electricity among the vast body of 
small ratepayers, who, either in their business or private residences, 
are in the habit of using artificial light for many hours per day 
throughont the year will be continued, and thus keep Brighton in the 
enviable position which it now holds, of being the first to enable the 
smaller ratepayers and householders to benefit by the many advan- 
tages of electricity.” The committee resolved: “ That from and after 
June 30th next, the charge for electricity after the first hour's con- 
sumption be reduced from 144. to 1d. per unit.” 


Bristol.—The report of the electricity department of the 
Corporation for the year ending March 25th, 1898, shows а very 
p advance upon the working of former years. At the date of the 
return, i e., March, 1897, the department had connected to their 
mains 614 customers with 38,502 lamps. At the present date there 
aie connected 814 customers with 49,917 lamps, showing an increase 
of 200 customers and over 10,000 lamps. The extension of the 
prs lighting bas not yet been carried out, but is in progrese, and 
ore the summer is over it is expected that the number of public 
arc lamps will be increased three fold. Extensions of the mains for 
private ligh have been, or will be made within the next two 
ous roads. The number of sub-stations has been 


increased from 31 to 39. The extensions at the generating station in 
Temple Back have been almost completed. Of the buildings, the 


new chimney and the coal bunkers are practically the only portions 
incomplete. Five pew boilers have been pat in, er with a new 
elevator, conveyor, and mechanical stokers and c motors for 
driving these, and the sundry pumps are now placed in posi- 


tion. One new steam alternator been fixed and brought into 
use, and two others will be put in during the summer (these three 
machines alone are capable of keeping over 40,000 lamps alight at one 
moment). In addition to the alternators other steam dynamos have 
been and are being put in for public lighting and tho supply of power. 
Various im portant buildings have been fitted with electro light during 
the year. The following table showsata glance the financial progress 
of the electricity department. For the purpose of making the aunual 
accounts agree as to date with the other accounts of the Corporati 
these are now made up to March 25th, whereas formerly the finan 
year ended at December 31st, as required by the Board of Trade; 
thus it will be noticed in the following table that between the third 
and fourth year there are included in the figures the working for a 
period of three months only. It is interesting to note the relation in 
the profits arising from such three months, they being during the 
winter season, as compared with the whole year's working. The net 
profits during those three months far exceeded the whole of the 

rofits for the previous year, and were only a few hundred pounds 
los than the profits for the succeeding year. The trading profits for 
the past year exceed 8 per cent. of the capital expended at the end 
of the term, although & considerable amount of this capital has been 
expended on buildings and plant which have not yet come into 
operation, aud thus have not tended to swell the revenue. 


Crry ELEOTRICAL Encinger’s DEPARTMENT ProGress TABLE. 


| Trading ?/, of capital 
profits. | expended 
Amount.: per annum. 


Customers Lamps Net 


Year of working. | connected. connected | profits. 


let ending Dec, 91 240 14,530 | Loss 456 4% 
ond, 95 439 | 24046 | Los. 4.020 4% 
за „ 96 593 30,299 | 2487 | 7590; 7% 
*3 months Mar., 97 617 38 826 | 2738 | 3,722; 13% 
4thecdi-g Mar.,’98; 749 49,719 | 3,290 | 11.397 8% 


* The results given in this line are for three months only, and the per cent. 
capital given as 13 per cent. is unusually high, as it is for a winter quartet only, 
and represents the rate per annum. 


The Bristol Sanitary Authority has refused permission to Messrs. 
Spillers & Baker re laying wires under the roadway on Redcliff 
Backs for electrically lighting their premises. 


Dublin.—The chairman of the Alliance and Dablin 
Consumers’ Gas Company, addressing the shareholders last week, said 
that whatever apparent loss might have taken place by the use of the 
electric light, it was more than made up ру the extended use of gas 
for cooking, heating, and gas engines. y would be interested to 
hear that large establishments were beginning to discover that to 

roduce electric light at a very low cost they must have their own 
installations, and hence within the last 12 months a number of large 
gas engines had been erected in the city for electric lighting. 


Durham.—The Cathedral authorities want to light up 
the Cathedral with electricity, and they have approached the Town 
Council to see if that body would permit the local gas company to 
apply to the Local Government Board for an eleotric lighting pro- 
visional order. The Council is considering the matter. 


Eccles.—The laying of the electric light cables is to 
commence early this month. Rapid progress is being made with the 
station plant. The Electiic Ligat Committee has fixed the rental 
for 5-ampere meters at 2з. 6d. p2r quarter, with a scale up to 100 
amperes at 6s. per quarter. The electrical engineer says that the 
cable included in the private lighting estimate will be totally 
inadequate for the demand. It will supply 2,400 lights, but he 
su, geste one that will be equal to 4,000 lights from Cawdor Street 
generating station to the Polygon. This proposal the com nit£39 
has adopted at an increased cost of £119. | 


Edinburgh.—The Electric Lighting Committee has 
resolved to recommend, on a report from Prof. Kennedy, that the 
charges for current be redaced in Jane to 344. per unit with the 
ordinary discount; for each pois lamp £14 per annum, aud for 
motive power 144. per unit. It is suggested that the salary of the 
resident electrical engineer should be increased from £500 to £600 
per annum. 


Festiniog.—A proposal to light the district electrically 
was recently before the Gas and Water Committee from an electrical 
engineering firm. The Council has resolved to prepare an estimate 
of the coet and to inquire the experience of other towns. 


Fulkestone.—It is stated that the capital of the 
Folkestone Electricity Supply Company bas been subscribed twioe 
over. The amount off to the public was £27,560, and applica- 
tion was received for shares to the amount of £75,000. 


Hampsiead.—Sixtzen tenders were seat in for additional 
electric lightiog plant at the central station, and they have been 
referred to the Lighting Committee. Messrs. Massey & Allpress ace 
preparing specifications for the Guardians for electrically lighting the 
workhouse. 


478 


THE ELECTRICAL REVIEW. 


[Vol.42. No. 1,063, APRIL 8, 1898. 


Kilmallock, Co. Limerick.—Mr. J. J. O'Sullivan, J. P., 
has made arrangements with the Markets Committee for the public 
lighting of this town, and is also putting down a plant for private 
consumers. Tae mains extend in four circuits of about quarter mile 
each, and the current will be delivered to the customera at 200 volts. 
Hitherto the town has depended upon oil as its illuminant, but nearly 
all the residents are now wired for electric lighting, the greater num- 
ber not having more than three lamps and at a fixed contract price 
per annum for current, which has given satisfaction to the consumer 
and should prove remunerative to Mr. O'Sullivan. We wish the 
enterprize every success, as the lighting of small towns by electricity 
is opening a large field for the electrical industry. It has certainly 
given the lead to the neighbouring city of Limerick, whose pro- 
visional order dates several years back. "The engine is being supplied 
by Messrs. J. and R. Lees, of Glasgow, and the dynamo, switenboard, 
wires, and general fittings are by the Edison & Swan United Electric 
Light Company, Limited. 


Leeds.—On 31st ult. a Local Government Board inquiry 
was held at the Town Hall regarding the City Council's application 
for a provisional order (1) to empower the Corporation to create 
irredeemable stock bearing a dividend at a rate not exceeding 5 per 
cent. per annum, in order to issue or transfer the same to the under- 
takers, as е. іп Clause 59 of the Leeds Electric Supply Order, 
1891; and (2) to confer on the Corporation such borrowing powers, 
and powers to create and issue redeemable stock, as may be necessary 
in connection with the purchase of the undertaking of the Yorkshire 
House-to-House Electricity Company, Limited. The position of 
affairs was explained in detail by the Town Clerk. 

The Great Northern Railway Company has asked the Corporation 
to extend the electric light farther along Wellington Street. 


Lincoln.—At the Council meeting on Tuesday the Ele- 
tricity Works Committee recommended that:—(1) The price of 
supply be 6d. per unit for first hour's average maximum demand, and 
24d. per unit afterwards. (2) That a contract be entered into with 
the National Electric Free Wiring Company to “ free wire" any con- 
sumers who wish to take advantage of this method of providing 
themselves with wires and fittings. We understand that the works 


are in а very forward state, snd supply will be given on October lst 
next. 


Peterborough.—4A number of councillora are enraged at 
the stand which is being maintained by the Local Government 
Board in regard to the application for an electric lighting loan. It 
seems that the margin of borrowing power now remaining to the 
Council is not more than £26,160, and as £15,000 or £16,000 is to be 
spent for water supply, there would not then be sufficient to enable 
the Council to meet the city's requirements in this respect, if £15,000 
is allowed for electric lighting. Tue Board, therefore, declines to 
comply with the application. The Town Council has had a very long 


аео, and decided to send a deputation to wait upon the 


Ryde (Isle of Wight)—An inquiry was held last 
week into the application of the Ryde Electric Light and Power 


Company, Limited, fora provisional order. The Corporation opposed 
the application. 


Sheffield.—A special meeting of the City Council has 
been fixed for Wednesday, April 13th, regarding the proposed appli- 
cation for an Act “ То confirm an agreement for the purchase of the 
undertaking of the Sheffield Electric Light and Power Company, 
Limited, by the Corporation of Sheffield, and to confer borrowing 
powers and other powers on the said Corporation." 


Shipley.—The Special Committee cannct recommend the 


purchase of the Baildon Bridge Mills for electricity works site, as the 
price is far too high. 


Southend.—A special meeting of the Ratepayers’ Asso- 
ciation was held some days ago, when Mr. Kershaw, chairman of the 
Shoreditch Electric Lighting Committee, gave an address on the 


merits of electric lighting. He referred to tramways and dust 
destructors. 


Spain.—A central station for the supply of electrical 
energy for lighting and power purposes to several small towns in the 
neighbourhood has lately been completed and put in operation at 
Tarancon. The water-power of the River Tajo is utilised, the plant 
comprising three 120-H.P. turbines, and a large 250-kilowatt multi- 


phase alternator, the latter having been supplied by Messra. Brown 
Boveri & Oo. of Baden, Switzerland. — 7^ 7 


Swansea.—A special meeting of the Corporation is to 
be held to consider Mr. Manville's report on electric lighting. 


М eston-super-Mare.— Negotiations are in progress with 
the Great Western Railway for land for electricity works site. 


Willenhall.—The District Council has affixed its seal 


to the agreement of the Midland Electric Corporation for Power 
Distribution, Limited. 


Withington and Moss Side,—The Manchester Elec- 
tricity Committee held a special meeting last week to considera 
proposed extension of the city electric lighting system to Withington 
uni Moss Side, under agreements with the Witbington and Moss 
Side authorities, Tue estimated cost of extending the system to 
these suburbs, and of completing certain Works, is 2138 000. It was 
decided to apply for sanction to borrow £150,000. 


ELEOTRIO TRAOTION AND MOTIVE 
POWER NOTES. 


Belfast.—It is stated in a Dublin paper that a special 
committee, recently appointed by the Belfast iad aia is at 
present making active inquiries as to the cheapest and most efficient 
means of providing electric tram traction in those districte through 
which the horae car service of the Belfast Street Tramways does not 
at present pass. 

The Secretary of the Tramway Company wrote to the Electric 
Committee on March 7th to the effect that the directors are not 
prepared to establish electric traction upon the Belfast tramways 
for the short remainder of their term, nor do they believe that 
any possible terms can now be suggested which would justify them in 


so doing. The Corporation had a long discussion on the matter last 
week. 


Bristol.— The report of the Bristol Sanitary Committee 
upon electric traction and their negotiations with the ‘lramway Com- 
pany (of which the pith was given last week in the ELECTRICAL 
Review) was discus:ed for two hours by the Town Council, and the 
members appeared to agrce with a concluding remark that the debate 
had “ cleared the air.” The motion of the Chairman of the Sanitary 
Committee was, in effect, to oppose the Tramway Company's Bills, 
but the scope of the discussion was largely influenced by an amend- 
ment moved by Alderman Inskip in the following terms: That this 
Council is of opinion that, subject to the settlement of all proper 
clauses for the protection of the public interests, it is desirable to 
conclude arrangements with the company for the withdrawal of the 
Corporation's petition against the Bristol T'ramwaya (Electrical Power, 
&c.) Bill, upon the condition that the purchase periods of all the 
existing lines, together with all new lines to be hereafter constructed 
within the City and County of Bristol, shall fall in at the expiration 
of 18 years from the passing of the Bill; and the Banitary Committee 
are hereby instructed accordingly.” The purport of that amendment 
seemed to meet with almost general approval, but the wisdom of fixing 
a term in the resolution was criticised by many as fettering the Com- 
mittee needlessly. The horse cars forming the main part of the Bristol 
Tramways.are purchasable in about 14 years, or lines at longer periods, 
во that Mr. Inskip stated that the average period including the present 
extensions was 174 years. He intimated he was in a position to 
say the tramway company would accept 18 years. Mr. George Pear- 
son, Chairman of the Electrical Committee, criticised the tramway 
company's action in offering to Alderman Inskip terms not offered to 
the Committee which had been negotiating, and pointed out there 
were one or two other matters for consideration. The company 
refused to think of anything but the overhead system, although an 
alternative underground system iu a few streets where the overhead 
wires would be objectionable, could be easily worked in conjunction 
with the trolley system generally applied. His view was that the 
company shouid be bought out at олсе, and he believed it could be 
done with financial success by the city. Eventually Alderman Inskip 
withdrew his amendment, and accepted another, which asked the 
Committee to continue negotiations with a view to settle a fixed 
period for purchase of all undertakings, and to make terms and 
arrangements with regard to overhead wires and other matters, and 
report at the earliest opportunity. This was agreed to. 


Coatbridge and Airdrie.—The Light Railway Com- 
missicners held an inquiry at Coatbridge on 29th ult., re ing this 
light electric railway scheme promoted by the British Electric 


; Traction Company. Mr. Morse explained the proposal, which was 


to run a railway from Blair Street, in Coatbridge, to Forsyth Street, 
Airdrie, a distance of three miles. The gauge would be 3 feet 6 
inches. The Councils of Airdrie and Coatbridge wished this exten- 
sion to be the same as the tramways of Glasgow. This the Traction 
Company is prepared to accede if the Commissioners think it 
desirable. The chief objection of Airdrie and Coatbridge Town 
Councils is the using of the proposed railway for the conveyance of 
minerals without their consent. The Council of Coatbridge also 
desire that the railway be extended westward to Woodside Street, and 
а branch line from the Cross to Sunnyside Station. While the Airdrie 
Council request it extended eastward to Carlisle Road, the Traction 
Company was also prepared to allow the Corporation to purchase 
the railway at the end of 21 years, instead of 35 years, as mentioned 
in the order. The N. B. Railway and Caledonian Railway opposed 
the scheme. 


Crowborough.—A meeting was held on Wednesday 
evening at Nutley in support of the proposal to construct a light 
railway from Nutley through Crowborough to Groombridge. It 
was considered desirable to have the railway facilities improved, and 
a committee was appointed. 


Derby.—Messrs. Kincaid, Waller & Manville are proceed- 


ing with the valuation of the tramways for the Corporation. 


Dublin.—The Court of Referees of the House of Com- 
mons had before it last Thursday applications from the Gas Com- 
pany and the Dublin and Wexfora Raiiway Company for locus standi 
as petitioners against the Dublin Southern District Tramways Com- 
pany Bill, under which power to run at increased speed is sought. 
The Gas Company was disallowed, but the Railway Company has 
been allowed a /ocus on the ground that the proposed change would 
create a new form of opposition. 


Llectrie Tramways v. Kew Observatury.—T ae iustru- 
ments used at Greenwich to register the variations in the earth's 
magnetism, and so on, are so delicate that they are appreciably 
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affected by the establishment of the electric railway to Stockwell. 

iments made elsewhere show that the sending of a strong electric 
current through a district can affect these instruments at 12 miles 
distance. On these grounds, says the Financial News, the London 
United Tramway Oompany’s Bill is going to be opposed on behalf of 
the Royal Society’s Observatory at Kew. The scheme of the com- 
pany embodies eight lines between Hammersmith, Ealing, and 
Hounslow, with electric traction substituted for horse-power. Tne 
Richmond Corporation will also oppose, being desirous of working 
the Richmond-Kew line for its own benefit. 


Hanover.—[n 1897, according to the annual report of 
the Hanover Tramway Company, electric traction has been introduced 
on all the tramways within the municipal boundry of Hanover. 
The conversion has been carried out one year sooner than time limit 
fixed by the authorities. Along with the report & map is published 
showing iu different colours the sections of the lines worked by 
accamulators, and the sections worked by overhead conductors; and 
also the positions of the power stations. 'The cost of maintenance 
and renewal of the accumulators amounts to 46:18 marks per car per 
month ; 1:22 pfennig per kilometre of the mixed system ; 2:06 pfennige 
per kilometre of the accumulator system. Although it was not 
possible in 1897 to finish all the projected lines, or to start the 
working of those which were finished soon enough to show a financial 
success, nevertheless the profits have increased by about £13,800. 
The following lines are in course of construction:—1. Laatzen to 
Hildesheim. 2. Rethen to Pattensen. 3. Sieben Trappen to 
Gehrden. 4. Various small sections. The lines one to three are to 
carry goods as well as passengers. Some of these lines, for example, 
that to Hildesheim, run a distance of 20 miles from Hanover. Both 
power and light are supplied to the neighbouring parishes from the 
power stations. The expenses amounted to 63°8 per cent. of the 
total income, as compared with 68 2 per cent. last year. The power 
stations are at Glocksee, Vahrenwald, Kirchrode, Buchhols, Rethen, acd 
Schude. At Glocksee there are four tubular boilers, each having a 
surface of 180 212, and two combined Cornish boilers, each with a 
heating surface of 200 m?. Recently erected, there is one tubular 
boiler with a heating surface of 272 m. As to steam engines, 
there are four horizontal engines, each of 200—250 HP., and one 
vertical engine of 350—460 H.P. The direct coupled dynamos 
have a normal output of 760 kilowatts, and a maximum of 960 kw. 
The report also specifies the plant in the other power stations. 
Buffer batteries &re used to equalise the output from the dynamos. 
The central station at Glocksee is to be connected with the outer 
stations, and the depóts by telephone. The rolling stock at the end 
of the year consisted of 23 motor cars of the old type for overhead 
lines ; nine motor cars of the old type for both overhead and accumu- 
lator working; 110 motor cars of the new type (one motor) for com- 
bined accumulator and overhead working; IT motor cars, new type 
(with two „ accumulator and overhead working; one snow 
plough (one motor) for overhead lines; one snow plough (with two 
motors) for overhead lines, used in summer as a water cart; one 
water cart for overhead lines. The number of horses at the begin- 
ning of 1897 was 253; this number has now been reduced to 50. A 
dividend of 5 per cent. has been paid, after making ample allowance 
for depreciation, &c. 


Kidderminster and Stourport.—According to the 
Birmingham Post tor April 1st, this tramway is now fast approaching 
completion, and we understand that in about a fortnight's time the 
contractors will bave finished the works in hand. The only remain- 
ing piece of the permanent way to be done is that which hasto be 
constructed over the level railway crossing at Stourport. The Great 
Western Railway have the construction of this to do, and it is to 
receive early attention. All the poles used for the purpose of sus- 
pending the trolley wire along the route are fixed, and the greater 
part of the trolley wire has already been attached. The whole of the 
underground cables have been laid. Some important road and 
bridge widenings were included in the scheme, and these have all 
been completed, and long lines of iron fencing have been erected 
where the road to Stourport has been widened. 


London.—The London United Tramways Company's 
Bill for providing electric trams for West London the Stand- 
ing Orders last week, and has been introduced into Parliament. The 
company pro to run electric cars from the Broadway, Hammer- 
emith, direct to Hounslow, passing through Chiswick, Turnham 
Green, Brentford, and Isleworth, whilst another and almost el 
line will run from Uxbridge Road, Shepherd's Bush, to Hanwell, 
through Acton and Ealing. The company promises to permit the 
local authorities of the districts through which the cars run, to use 
the standards for electric lighting, so that the whole of the West 
London suburbs may be lighted with electricity. 


Northampton.—The Northampton Street Tramways 
Company is desirous of reorganising and improving the tramway 
service of Nottingham, but, as the Corporation has power to purchase 
the lines in 1901, the company has written suggesting that the Cor- 
poration should at once purchase, on terms to be arranged, the whole 
of the tramways, or should agree not to exercise the option of pur- 
chase until 1919, or thereabouts. Early consideration of the matter 
is requested. 


Norwich.—It is expected that the construction of the 
electric tramway lines will be commenced shortly after Easter; 500 
tons of rails from Belgian contractors are on the way. Continuous 
rails, with welded joints, are to be used. The trolley poles will come 
from America. The routes to be first taken in hand will be the 
Thorpe Road, Newmarket Road and Dereham Road. 
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Nottingham.—There has been a good deal of local dis- 
cussion regarding the tramway question, and the special committee 
which was appointed a few months ago by the City Council to inquire 
into the matter has issued a lengthy report, the recommendations 
made therein being :—1. That the permanent way of the whole of 
existing system shall be reconstructed. 2. That certain important 
extensions to this system, given in full detail later in this report and 
shown on the sketch plan, shall be carried out as soon as Parlia- 
mentary powers can be obtained. 3. To equip the whole of the system 
on the principle of electric overhead traction. The report discusses 
overhead electric traction versus cable traction, the committee having 
Inspected lines equipped by both methods. The merits of the elec- 
trical systems, i.e., the conduit, accumulator, and trolley, are con- 
sidered. The total estimated cost of the reconstruction of the existing 
tramways and the proposed extensione, including the overhead 
electrical equipment, cara, and car sheds, power station and plant, 
To., is £425,000. The Council is advised to obtain the necessary 


Parliamentary owers, and to empower. the Finance Committee to 
raise the capital required. 


Paris.—The Compagnie Générale des Omnibus has 


applied for official permission to convert three more of its horse 
tramways in Paris into electric lines. 


Whitley.— On 3186 ult. a public inquiry was held at 
North Shields by the Light Railway Commissioners regarding the 
proposed extension of the tramway system, and the introduction of 
the overhead trolley by the British Electric Traction Company. 
Mr. Sydney Morse explained the scheme. He said the new line 
would be partly in the borough of emouth, and partly in the 
Whitley and Monkseaton Urban District. The gauge of the pro- 
posed line would be 3 feet, and the engineer's estimate for the under- 
taking was £11,356. There were to be two new lines or extensions, 
the firet being within the borough of Tynemouth and 2 furlongs 
in length. It would run from the present terminus in Saville Street, 
West, down the Borough Road to the penny ferry leading on the 
New Quay. The second one would Ъз 1 mile 5$ furlongs, and would 
run through Cullercoats and end at the Ship Inn, Whitley. Of the 
latter distances 1 mile 1 furlong were in the borough of Tynemouth, 
and the rest in the Urban district of Whitley. There would be no 
difficulty in construction, the only heavy gradient being 1 in 11, and it 
was very short. It was said that some millions of passengers used 
the ferries iu the year, and, tberefore, with tbis very important 
traffic it was essential that the facilities suggested should be given. 
At present the tramways were run by a slow and unsatisfactory 
method, and the local authorities had long considered that there 
should be some change for the better. Мт. Morse then referred 
to the ‚ past negotiations which had failed between the 
Corporation and the late North Shields Tramway Company, 
and added that although there had been a great deal of 
correspondence on the subject of improving the trams there had 
been no practical results. The Corporation bad an order for supply- 
ing electrical energy to the borough, and in February, 1897, they 

sed a resolution in favour of the trams being driven by electricity. 

xcepting three clauses in the order which the company sought to 
obtain under the Light Railways Act, everythiag bad bec 
upon, but in these clauses the local authorities sought absolute veto 
upon matters vital to the undertaking. There were three objections 
by the Corporation. The first referred to the future purchase of the 
undertaking by the Corporation, the second to the paving and sub- 
sequent repairing of the roads by the company, and, thirdly, that in 
the event of a dispute arising the questions at issue should be re- 
ferred to the Board of Trade. The latter clause was important to 
the company, as they considered it only reasonable and desirable that 
an independent authority should be cslled in to bring about a settle- 
ment. е company could not accept terms which might prove 
dieastrous to them, and if some amicable arrangement could not be 
come to, the company would seek to carry out their business elsewhere. 
Mr. Garcke gave evidence in support of the scheme. 


TELEGRAPH AND TELEPHONE NOTES. 


Fire at Zurich Telephone Station.—A Reuter des- 
patch says that :—'' In consequence of & telephone wire falling upon 
the overhead wires of the electric street tramways at Zurich, the 
central station of the telephonic service, which has 5,000 subscribers, 
caught fire and was completely destroyed. The damage to the 
building jis estimated at over £40,000, while the losses caused 
indirectly amount to at least the same figure.” 


The Pacific Cable.—A Reuter despatch from Hobart 
says that at Monday’s sitting the Inter-Colonial Oonference agreed 
that in the absence of a satisfactory proposal from the Eastern Ex- 
tension Telegraph Company, no fresh arrangement could be made 
with the company. A motion was passed in favour of the speedy 
construction of a Pacific cable. | 


The Telegraph System.—Few people, says the Daily 
Chronicle, have any adequate idea how large the annual balance on 
the wrong side really is. The capital amount of Oonsols created in 
respect of money raised for the purchase of telegraphs, &c., stands 
at, net, £10,868,664, on which interest at 2? per cent. amounts to 
£298,888. The expenditure on salaries, rent, maintenance, buildings, 
stationery, rates, &c., amounted to £3,111,810. The gross receipts 
were £3,287,611, and the net receipts, deducting the amount paid to 
cable companies and telegram moneys refunded, £2,922,449, but to 
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this is added £44,905, being the value of services performed for 
. other Government departments without remuneration, total 
£2,967,354. There has been a deficiency in every year since the 
purchase of the telegraphs by the State, and the aggregate from the 

8 of 1871 to March 31st, 1897, amounted to a total deficiency 
of £6,629,890. 


The Telephone 8ervice.—1n the House of Commons, 
sitting in committee, on Monday last, a resolution was moved autho- 
rising the payment out of the Consolidated Fund of a grant of 
£1,070,000 for the telegraphs. Dr. Clark: Has this anything to do 
with the telephones?—Mr. Hanbury: A sum of money has already 
been paid for the trunk lines of the telephones, and this is to oom - 
р t.—Mr. Lough objected to large sums of money being voted in 


way 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Accrington, — April 19th. The Corporstion wants 
tenders for the supply acd erection of three sets of steam dynamos, 
each set consisting of a triple on condensing steam engine of 
the inverted vertical type, 90 I.H.P., and of a shunt wound dynamo. 
Also a feed water heater, storage battery having a capacity of 
750 ampere-hours, switehboard instruments, apparatus cables, wires, 
street boxes, connections, &. For further particulars see our 
"Official Notices" April Ist. Consulting engineer, Mr. J. N. 
Bhoolbred, 47, Victoria Street, S. W. 


Belfast.—April 18th. The Harbour Commissioners are 
inviting tenders for the supply and erection in the electric light 
station, Abercorn Basin, Belfast, of three compound, two-crank, self- 
lubricating, single-valve quick revolution vertical engines, each 
capable of developing 70 H P., with a steam pressure of 130 lbs. per 
square inch. Alto for three belt-driveu, continuous current, series 
wound dynamos, capable of giving 15 amperes, 2,850 volts, at a speed 
not exceeding 800 revolutions per minute for 18 hours continuous 


running, without undue heating. Specification and further par- 


ticulars from the harbour engineer, Mr. G. F. L. Giles. See our 
“ Official Notices this week for particulars of these two contracts. 


Derby,—April 12th. The Corporation wants tenders for 
the electric wiring of its Ford Street yard and premises. See oar 
“ Official Notices" March 18th. 


Traffic Street Board 


Edinbargh,—April 28rd. The Midlothian and Peebles 
Lanacy Board is inviting tenders for the installation of electric light 
in the Asylum at Rosslynlee, near Edinburgh, including (1) generatiog 

lant, accumulators, switchboard, &o.; (2) wiring, fittings, &c. Par- 
liculars may be obtained on application to Prof. Bailey, Heriot- Watt 
Oollege, Chambers Street, Edinburgh. 


Shoreditch.—April 12th. The Vestry wants tenders for 
the supply and erection of arc lamps and accessories, also for electric 
light А Electrical engineer, Mr. C. N. Raseell. See our “ Official 

otives” March 25th. 

Switzerland.—April 15th. The Works Department of 
the Municipal Council 


whom particulars may be obtained. 


Switzerland.—April 80th. Plans and estimates are 
being invited, says the Contract Recorder, by the Government 
authorities of Fribourg, Switzerland, until April 30th next, for a 
poe electricity generating station to be established at Hauterine. 

ater-power is to be utilised, and the station will have a capacity of 
about 6,000 H.P. A premium of £120 will be awarded to the three 
schemes submitted which are considered to be the best. Plans and 
estimates are to be sent to the Department des Travaux Publics, 
viri Bwitserland, from whence ful] particulars of the competition 
may beo 


The War Office.—April 27th. The Secretary of State 


for War is prepared to receive offers, competitive designs and specifi- 
eations for the supply of portable electric search light 8810s Fall 
Particulars from tte Director of Army Contracts, War О Pall 


Mall, 8.W. See our "Official Notices February 4th. 


Victoria.— June 24th. The Council of the сіу of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildiags, boilers, engines, dynamoa, 

ormers, maius, meters, arc lamps, poles; also running the plant 
for three years. See our Official Notices" March 11th. 


OLOSED. 


Hammersmith.—The Vestry has accepted the tender of 
Mr. Т. W. Thomas (£3,504) for the extension of the electricity 
works. Messrs. W. T. Glover & Co.'s tender for switches for 50 new 
arc lamps at £5 each has been accepted, 


Middlesex.—The Asylum Committee of the Middlesex 
County Council has accepted the tender of Mesars. Veritys, Limited, 
for lighting the recreation hall aud the stage therein by electricity, 
at the sum of £289. 


NOTER. 


Mr. Crompton's Smashes.—It is thought that our 
report last week of Mr. Orompton’s remarks on the, subject 
of Mr. Hammond's Institution p»p»r may suggest that when 
the speaker was referring to а good many smashes he 
had Brighton in his mind. This matter is made clear by 
Mr. Orompton’s letter in our Correspondence " colamne, 
and since that part of this issue went to press we have 
received a letter from Mr. Arthur Wright cn the subject. 
This will appear next week. | 


Magnetism and Diamagnetism.— u the fifth and last 
lecture of his course оп “ Recent Researches in Magnetism 
and Diamagnetism,” delivered at the Royal Institution on 
Thursday last week, Prof. J. A. Fleming dealt with the 
subject of magnetic theories. After briefly pointing out the 
nature of older views on the causes of magnetic action, he 
said, according to the Times report, that all modern physical 
theories were based on the denial of action at & distance, and 
on the conviction that in the ultimate analysis all invisible 
as well as visible physical actions could be reduced to simple 


mechauics. The origin and explanation of physical effects 


were sought for in the interactions of matter, ether, and 
energy, governed by the fundamental principles of dynamics. 
From this point of view electric and magnetic phenomena 
were regarded as events happening in the ether, modified by 
the presenca of matter. The natare of these events cou'd 
only be determiued in terms of some hypothesis as to the 
stracture of the ether, and the suppositions made must be 
justified by their power to prediot new facts. "The leoturer 
on to discuss the probable molecular structure of t^e 
erro-magnetio metals, iron, nickel, and cobalt. After some 
experiments indicating that each small particle of magnetised 
iron was iteelf a magnet, a model magnet made up of 
a large number of small compass needles pivoted on a board 
at equal di:tances was shown to exhibit all the characteristics 
of a piece of iron subjected to magnetisation, and it was 
pointed out that these small magnet: produced by their 
mutual action (as first shown by Ewing) all the 
p of hysteresis, retentivity, and coercivity. Re- 
erring next to the probab'e ultimate causes of the magnetic 
properties of the iron molecule, Prof. Fleming discussed 
various hypotheses and gave arguments for and against the 
well-known theories of Ampère and Weber. Experiments 
and illustrations were brought forward in support of the 
view advocated by the lecturer that the causes of the magnetico 
roperties of the iron molecule were most probably to be 
ooked for in the magnetic field produced by the rotation of 
a molecule bailt up symmetrically of atoms carrying electrio 
charges. This hypothesis led to a simple explanation of the 
disappearance of ferro-magnetic susceptibility beyond a 
certain critical temperature, characteristic of iron, nickel, and 
cobalt. All recent work strongly confirmed Maxwell's 
electro-magnetic theory of light, according to which light 
co asisted of a rapid alternation of electric displacements and 
magnetic flax taking place in the ether et any point. The 
energy of sunlight (equalling 10,000 foot-pounds per cubic 
mile) was half magnetic and half electric, the mazimum value 
of the electric force in a ray of sunlight being «qual to 200 
volta per fcot, and of the magnetic to about one-tenth of the 
earth’s horizontal magnetic force. No proper account, how- 
ever, the lecturer observed, could be given of the nature of 
electricity or magnetism until it was known what was the 
nature of the phyeical change in the ether that produced 
what was called an electric displacement or a magnetic flux. 


Acknowledgment,—T he three notes on үр. 448, 449, and 
450 of our last is:ue, headed In Honour of M. Gramme,” 
Large Continuous Current Dynamos,” and “ French 
Impo.t Duties oa Lead and Accumulators," were trans- 
lations from our esteemed contemporary, L'Industris Elec- 
trique, of Paris. We regret that references to our contem- 
porary were inadvertently omitted. 
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Paris Academy of Sciences Awards.—The Academie 
des Sciences, of Paris, recently awarded prizes to M. Ph. 
Lenard and М. Audré Blondel. That awarded to M. Lenard 
was the La Caze prize for physica, and that awarded to M. 
Blondel is known as the Gaston-Planté prize. Lenard’s 
work in connection with the cathode rays is well known. He 
was the first to prove that these rays, after coming outeide 
the tube, can be made to excite phosphorescent bodies, light 
gases, discharge electrified bodies, and among other functions 
can traverse to various different degrees bodies opaque to light. 
The Paris correspondent of a New York contemporary (Elec- 
trical World) says that M. Blondel received his prize for his 
work in electricity. He has given a great deal ot attention to 
alternate current work. 1n 1891 he determined automatically, 


and by а continuous process of tracing, the carves of tension- 


and currents, and indicated for the first time the method of 
tracing them by photography, and in this way permitted at 
the same time the analysisof the phenomena, of which the alter-. 
nating current arc is the seat, particularly in directly demon- 
strating the fact that a currrent of particles is directed from 
the positive toward the negative carbon; it appeared even to 
measure the velocity of their passage. But the most im- 
portant result was the realisation of a new type of appiratas, 
the oscillograph, capable of transmitting to a mechanical 
system the exact law of variation of currents with time. He 
also investigated such matters as the methods of coupling 
alternators, a theory of synchronous motors, the use of poly- 
phase current, the discussion of methods for measuring the 
power and efficiency of machines, &c. He has likewise made 
а special study of the electric arc. The absence of difference 
of phase between the current and the E.M.F. at the termi- 
nals of an alternating arc led him to think differently from 
the opinion widely held sinoe the time of Edlund, that there 
does not exist in the arc any inverse E.M.F. analozous to 
that of polarisation, An ingenious method recently applied 
to the continuous current arc seems to confirm this conclu- 
sion, and demonstrate that the аго is equivalent simply to a 
resistance. M. Blondel, in his position of engineer attached 
to the lighthouse service, studied the photometric properties 
of the аго, and has undertaken a long series of experiments, 
which have already led to useful improvements in the appa- 
ratus of French electric lighthouses, 


Coherers.—M. Branly has recently (О.В. 125, p. 989) 
repeated and extended some of his original experimenta 
with discontinuous conductors described in La Lumiere 
Electrique, May and June, 1891. He had found that 
the most sensitive substances were those which showed on 
the galvanometer a very feeble conductivity. This con- 
dition was produced, in many cases by applying & 
pressure of 50 to 100 grammes to a layer of filings 1 to 
2 mm. in thickness, contained in an ebonite cup b.tween 
two metallic electrodes. Using mixtures of metallic powders 
and insulating substances, he found that the sensitive 
condition could only be obtained by the application of 
enormous pressures. In practice the sensitive condition 
is obtained by pressing the metallic layer in a small ebonite 
chamber between two electrodes, one of which is actuated 
by a screw, till a small deflection is shown on the galvano- 
meter. It is sometimes difficult to limit the deflection to 
a few degrees of the scale, but in case the deflection is 
too great, it can always be brought back to zero by gentle 
tapping. As formerly, Branly sorts bis powders by 1 
the higher the conductivity of the metals, the smaller the 
filings are made. Many metals and alloys have been 
found to give good results, In giving a list of metals 
suitable for ooherers, it should also be stated what thickness 
of layer is best, and even the age of the layer should be 
stated. A great variety of mixtures of insulators and filings 
have been found to answer, viz., nsins and filings, gumlac 
and filings, balsams and filings, &c. These mixtures are 
sometimes made up in the form of pastilles 1 mm. thick, 
and 2 to 8 mm. in diameter; sometimes it is convenient 
to form films with filings and collodion, gelatine or 
celluloid. These pastilles or films are placed between two 
metallic electrodes and pressure applied by screw till the 
galvanometer begins to deflect as already described. The 
intensity of the tapping back blow ought to be regalated. 
The best E.M.Fs. to employ have been found in some cases 
to be from „sth to ті; ћ volt. Mixtures have been discovered 
which recover without tapping back. 


The Kinetic Motor.—One is во accustomed to hear of 
electricity duplicating all other power agencies on American 
tramways, that the Dodge motor, albeit only a modified form 
of steam moto", comes as something of a surprise. Never- 
theless, we do not doubt that there are occasions where its use 
may be advantageous, This new motor is on general ргїп- 
ciples much the same as the Lamm-Francq system. The 
kinetic system, according t» Ње Ruilway World, to whom 
we are indebted for the account, is made an addition to the 
car, and consists of a small locomotive type double cylinder 
engine and a hot water storage boiler, There is on the roof. 
а tubular air condenser similar to those uscd in this country. 
At the central station water is heated to about 880° F, 
which corresponds with a pressure of 200 lbs. E ch car is 
filled up with 275 gallons, and this represents 50 horse- 
power (50 horse-power-hours we presume). To balance 
radiation losses, a fire-box is provided and supplied at the 
central station with а pan of anthracite coal, which is suffi- 
cient to keep up pressure on the longest trip. In this system 
the driver has a power supply to call upon at once, and his 
duties are no more severe than those of an electric carman. 
Steam from the boiler is dried by the passing of th» pipe 
through the flue and smoke box. Тһе cylinders are 
9" x 10, and are fitted with ordinary link motion. 
Pressure is reduced through a reducing valve to suit the load 
n quirements ; sperd is regulated by the link motion, and the 
car can be handled from each end alike. The wheels are 
80 inches diameter. The driver controle the engine b 
means of two concentric hand wheels on a vertical post an 
rapid reversal of the motor can be made.. A safety valve 
discharges any possible excess of pressure into the condenser, 
and in winter the exhaust is used for car warming. Nothing 
i3 visible to differentiate the car from an electrically-driven 
car, and there is probably a fair opening for these cars in 
cutlying distriota. Th+y have been tried on the West 
Chicago Railway, the Babylon, Long Island line, and a 
branch line of the New York and New Jersey Railroad, the 
“eis on which latter line, are long and heavy, but a 

inetic motor on this line hauled a 33 tons trailer for a 
consumption of water only 85 lbs. per oar mile. Speeds of 
12 to 80 miles an hour have been made, and runs of 20 miles 
with one charge of boiler and farnace. An ordinary single 
truck motor car weighs 28,000 lbs. 


This Year's B.A. Meeting at Bristo),—The next meet- 
ing of the British Association for the Advancement of 
S.ienoe will be opened at Bristol, commencing on Мейпев- 
day, September 7th. The 5 elect is Sir William 
Orookes, F. R. S., V. P. C. S. The vice-presidents elect are :— 
the Earl of Ducie, the Lord Bishop of Bristol, Sir Edward 
Fry, Sir Fredk. Bramwell, the Mayor of Bristol, the Principal 
of the University College, Bristol, the Master of the Society 
of Merchant Venturers of Bristol, John Beddoe, E:q., M. D., 
F. R. S., Prof. T. G. Bonney. Prof. A. W. Rücker is the 
general treasurer; Prof. Schafer and W. C. Roberts-Austen 
are general secretaries, and Mr. G. Griffith is the assistant 
general secretary. The local secretaries for the Bristol meet - 
ing are Mr. Arthur Lee, J. P., and Mr. Bertram Rogers, the 
local treasurer being Mr. J. W. Arrowsmith, J.P. The 
presidential address will be delivered on the Wednesday 
evening, and the conclading meeting will be held on 2p. 
tember 14th. Prof. W. J. Sullas, M. A., F. R S., and Mr. 
Herbert Jackson will deliver the two evening disoourses. 
The presidents of the various sections are: Section A, Prof. 
Ayrton; B, Prof. Japp; G, Sir John Wolfe-Birry. There 
is to be an international conference on terrestria magnetism 
and atmospheric electricity associated with Sction A, under 
the presidency of Prof. Rücker. An interesting feature of 
the Bristol gathering will be the formal opening of a Cabot 
memorial tower on September 6:h by the Marquis of 
Duff-rin and Ava. It was from Bristol that, in the year 
1447, Cabot sailed to discover the mainland of the American 
continent. 


Proposed Technical Iastitute fur Hammersmith.— 
The London Technical Education Guzette says a movement is 
on foot in Hammersmith for providing a technical institute 
adequate for the needs of the district. The Vestry has 
offered a site next the Vestry Hall, and subscriptions will 
probably be obtained. 
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Electric Locomotives at Terminal Stations.— 
Although the day when the electric will supplant the steam 
locomotive on trunk lines may be quite remote, it is, says the 
Scientific American, steadily encroaching upon its domain in 
certain branches of locomotive work. The latest evidence 
of this comes in the shape of an announcement that the 
handsome Union Depot at Boston is to make use of electric 
locomotives, and that no steam traction will be used within 
a mile of the station. The steam locomotives will bring 
their trains up to the electric yard, where they will be picked 
up and brought in by the electric locomotives. Outgoing 
trains will be similarly handled, being picked up by the steam 


locomotives at the limits of the electric yard. The proposed 


scheme is an excellent one, and coald be adopted by the 
existing terminal stations to great advantage. Though it 
might involve a slight delay and greater cost of operation, 
the gain to the travelling public and the locality surrounding 
the great terminals would be valuable in many ways. The 
handsome terminal structures themselves would be healthier 
and more cleanly. Any traveller with an eye to the artistic, 
must have noticed how speedily the fresh painted ironwork 
of euch a terminal as the Grand Central Station in New 
Tork, or the Pennsylvania Railroad Station in Philadelphia, 
is begrimed by the gases from the locomotives. With the 
substitution of electricity, the handsome train shed roofs 
would preserve their proper colouring, and the light graceful 
effect of their ironwork indefinitely. In the yards, more- 
over, the noisy exhaust of the switching engines would give 
way to the quiet hum of the motor—a change devoutly to 
be wished by the residents of the adjoining districts, who 
would, at the same time, be rid of the smoke and ashes that 
add their quota to the general inconvenience. When the 
approach to the terminal is in tunnel, as in many of the 
European citiee, and here on Manhattan Island, the purifying 
of the atmosphere, due to such & change, is to» obvious for 
comment. Before leaving this subject, says our contempo- 
rary, it should be noted that an electric switching locomotive 
has just mede a successful trial on the Hoboken Shore 
Road, New Jersey. It has been built for hauling heavily 
loaded freight trains between the railroad terminals and the 

wharves of the trans-Atlantic liners at Hoboken. The loco- 
motive, which is eight-wheeled, develops a total horse-power 
of 540, on four axles, each motor being of 135 horse-power. 
The substitution of electric for steam traction will prove a 
great boon in the populous district affected by it. 


. Electric Welding.—The Manchester Association of 
Engineers, оп 12th ult., discussed various topical engineer- 
ing questione. One of the questions, as given in the 
Practical Engineer, was :—“ Can defects in iron castings 
be electrically welded?” Mr. Kelsall said if the 
attempt he witnessed at a large foundry in Bolton was 
any criterion, he should answer “No.” Everything was 
arranged iu splendid order. A piece had been broken off the 
edge of a segment of a large pulley, and an attempt was 
made to fill this up. The soft metal used, which was fused 
with the cast-iron, was found, immediately it was cold, to be 
so hard that it could not be dressed. During the melting 
of the two irons—the cast-iron of the pulley and the added 
iron—tke letter became charged with combined carbon from 
the graphitic carbon of the cast-iron, so that it could not be 
dressed owing to the intense heat,the graphitic carbon, 
which was only mechanically mixed in the cast-iron, becoming 
converted into combinéd carbon, and making a steel harder 
than any steel could touch. Mr. Rae mentioned a case of 
the successful electric welding of a large broken fly-wheel. 
The president (Mr. Henry Webb) said he knew of cases of 
steam cylinders, calender bowls, &c., which were effectually 
welded, but which would have been rejected had not this 
operation been performed. Electric welding had saved 
many expensive castings from being thrown into the scrap 
heat. Another question was, “ What is your experience of 
steel castings after electric welding ?" Mr. Daniels said 
his experience was that the parts in which the castings had 
been electrically welded were very hard. These hard places 
were very difficult to overcome. Mr, Kelsall observed that 
he saw no reason why steel castings and forgings should not 
be very successfully electrically welded. The theory he had 
given as the cast-iron did not effect the present question. 
In welding steel they used metals of almost an exact equality 


ay steel carbon, 50 per cent.— whereas in cast-iron they 
might have as much as 3 t» 4 per cent. graphitic carbon to : 
act upon. There was, however, still one rather objectionable 
point, and that was, they could not always get the арр arance 
of the surface alike after tooling, different shades being 
shown. Otherwise, he had seen very good results, and at 
some works electric welding was generally adopted for cast- 
ings and forgings without any detriment. Mr. Butterworth 
related an experience he had had, which went to show that 
the electric welding on some steel pistons was very super- 
ficial, and that it caused warping. Mr. Hodson mentioned 
cases in which he had sent back steel castings to the maker, 
bat which had been electrically welded, and then passed 
inspection, There had been no difficulty in machining after 
the welding. The electric welding of steel by people who 
were experienced in the operation was a perfectly eatisfactory 
process. The president said steel castings and forgings, and 
iron, too, could be electrically welded most successfully. A 
good firm, who had proper appliances, would do it well, and 
those who had made a study of cast-iron thonght it could be 
electrically welded, but not quite as well as steel forgings or 
castings. | | 


“ Майе in America.”—The New York Electrical Engi- 
neer says: — In a letter addressed to the Iron Trade Review, 
Mr. Andrew Carnegie, in а brief but convincing mann r, 
shows that a shipyard built in or near New York Harbour, 
and properly equipped and managed, ought to be able to 
compete with any similar establishment in any part of the 
world. As Mr. Carnegie points out, we can produce steel 
more than 25 per cent. cheaper than at Glasgow, for example, 
while as to cost of labour, the most modern appliances, even 
at higher rates of labour existing here, would reduce this 
item below that prevailing abroad. Mr. Carnegie is any- 
thing but a dreamer, and if confirmation of his proposition 
be desired, the electrical arts will furnish an excellent 
example. As to American electric railway ap us in 
Europe, that has taken so firm a position that it will be diffi- 
cult to dislodge our products permanently, if at all, in the 
future. It may be urged that our experience in electric 


railway work gave us an advantage of which we have reaped 


the benefit. Granted for the sake of argument. But how 
does this explain the continued and increasing shipment of 
dynamos and motors, circuit breakers, &c., to Europe from 
our shores? Only recent'y we were permitted to glance at 
а list of foreign orders in the works of one of our well- 
known manufacturere—a list covering page after page of 
various types of machines and apparatus. But what struck 
us mo:t was the fact that the machines ordered were not 
merely for fan motors and the smaller sizes, but ranged all 
the way up to 60 H.P.! We must confess that the showing 
surprised us. The meaning of it appears plain when one 
considers, first, the cheapness of our raw material, iron and 
copper; and, secondly, the perfection of methods of manu- 
facture, of which machine work is the dominant factor. 
That this is probably the true solution of the question finds 
further confirmation in the fact that an able American elec- 
trical engineer will shortly leave for Germany to design a 
line of dynamo-electric machinery for а firm in that country, 
on the Аша system of manufacture. Reduced to а 

lain 55 Europe is still building dynamos, while we 

ave long since manufactured them. We believe that the 
lend taken by America in this respect will be maintained for 
a long time to come, while, on the other hand, our cheaper 
raw materials will always give us an advantage which ought 
to be of a lasting nature.” 


Lectares.—Before the Royal Scottish Society of Arta at 
Edinburgh on 28th ult., Mr. G. K. Grieve а paper on 
* The Comparative Cost of Gas and Electricity as Sourc.s of 
Light, Heat, and Power.” 

Prof. Barrett delivered a lecture on “ Electric Tramcars : 
Their Propulsion and Lighting,” at the Royal College of 
Science, Dublin, on Monday. 

Before the Chesterfield and Midland Counties Institution 
of Engineers at Derby a paper was read last Friday by Mr. 
W. Maurice on “ Electric Blasting,” this being Part III. of 
а series of five papers on the practical application of electric 
blasting in mines. A discussion followed. A paper was 
then read by Mr. L. W. de Grave on “ Photographs of 
Electric Detonators,” 
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Induction Coils.—A writer in the English Mechanic 
recently asserted that the working of induction coils, when 
used for generating Róntgen rays, may be very much improved 
by increasing the capacity of the condenser. To illustrate his 
point he describes the following experiment made with a coil 
by а French maker :—“ The coil was a perfect one, by an 
excellent French maker, that is to say, needed no ameliora- 
tion, primá facie. Though of rather small size, it gave not 
only the 6-inch spark it should theoretically give, bat very 
nearly 6% inches, and several interesting chirurgical cases 
were radiographed by the instrument. Wishing to try the 
extreme output of the small coil before buying a stronger 
one, my friend doubled the already voluminous condenser by 
a roughly made independent one of 100 tinfoil, not even 
placed in a basement, but left open next the existing one. 
He pressed the conduction wires ee the foil poles by an 
ordinary tron weight, and connected the improvised condenser 
in parallel with the constructor’s one, by winding the two 
conductors round the spring pillar and the contact pillar 
respectively, so that during the experiment the wire could be 
connected or loosened ad libitum. I saw the experiment 
made, and stated, to my great astonishment, that the same 
Crookes tube gave nearly twice as much light upon the screen 
with the two condensers as with one. A bad tube giving a 
bad and much too intermittent image of the bones, gave 
immediately a sharp and permanent one. The effect of the 
additional condenser had been to reduce considerably the 
sparking at contact break, and to utilise better the extra cur- 
rent therefore. Time of exposure for a very strong radio- 
graph of the hand-link is now 10 seconds with the small 
6-inch, and a mercury or some other costly or complicated 
contact breaker is useless.” It does not follow from this that 
the working of every coil will be improved by increasing the 
capacity of the condenser. The condenser of this coil, even 
though made by “an excellent French maker,” may have 
been too small. The best capacity for a condenser should be 
determined by experiment, and should be different for dif- 
ferent kinds of breaks. The effect of making the condenser 
larger than the normal will be to reduce the sparking at the 
break (as the experimenter found), but also to decrease the 
E.M.F. and current in the secondary. The frequency of the 
intermittent discharges from the secondary will also be re- 
duced. It is possible, however, that the best size of condenser 
may be different when different work is performed; so it 
might be worth while to try varying the condenser, and com- 
paring the effect on the Róntgen rays emitted. The whole 
question of the working of coils and Róntgen tubes is still 
too indeterminate to permit of dogmatising on the subject. 


Crystal Palace Compauy's School of Practical 
Engineering.—The certificates awarded by the examiners 
for the Easter Term were presented to the students on 
Wednesday last (6th). Sir Henry ©. Mance presided 
on the occasion, and in the course of a very appro- 
riate and interesting address referred to the great faci- 
ities now afforded for technical education, as oom- 
pared with the time when he himself commenced his career. 
Greater advantages, however, entailed more weighty re- 
sponsibility, and led to increased emulation and com- 
petition. And this not only amongst ourselves as a 
nation, bat we had to hold our own against foreign 
rivals. He mentioned the fact of the contract goin 
to America for the machinery for the great Cent 
London Electric Railway as a warning in this con- 
nection. If trade unionism had anything to do with 
it, he van that recent experiences might lead to the 
removal of that obstacle. He concluded with & few words 
of advice to the students, urging upon them to have 
& definite aim in life, and to endeavour to get early 
into a groove affording work of a kind that will 
prove a pleasure and not a drudgery. If there be such 
а thing as luck, and if, as it is said, it knocks at 
every man's door once in his lifetime, it is of the utmost 
importance to be in every way prepared to take advantage of 
the occasion when it offers. — | 


United States Expurts.—The — Electrical World says 
that the value of the instruments and machinery exported 
from the United States for scientific purposes during 1897, 
was $3,054,453, which was an increase of half a million 
dollars as compared with the 1896 exports. 


Electric Lighting Plant Required for Australia.— 
In our issues of 11th and 18th of March the Council of the 
City of Hawthorn, a rising suburb of Melbourne, Australia, 
invited tenders for electric lighting ра We have received 
copies of the specifications, and shall be glad to show them 
to tenderers. The city appears to be in a sound financial 
condition, having a total debt of only £35,000, or £1 15s, 
per head of the population. Its revenue from a General Rate 
of 18. 9J.in the E on the property valuation is £15,200 a 
year. At the present the Council propose to provide for one 
or two of its main streets only at an estimated cost of £8,000, 
and if the scheme meets with general favour it will in all 
probability be extended over the whole of the municipality, 
comprisiny. some 8 square miles, at a cost estimated at 
£40,000. The central station will be located within 14 
miles of the most distant light, and the plant now desired 
is to provile 50 arca of 2,000-O.P., public, and an equivalent 
of 40,000 C.P. incandescent, private, with a complete unit in 
reserve. The Council are willing to consider any scheme 
that may be submitted, other than that comprised in the 
specification, provided it be complete in itself. 


Method of Sand Paperiug Generator Commutators. 
—A novel appliance for sand papering the commutators of 
generators has been devised by J. D. Lynch, chief engineer 
of the power station of the Hestonville, Mantua, and Fair- 
mount Passenger Railway Company, of Philadelphia, and is 
used in that station. It is designed, says the Street Railway 
Journal, to avoid the necessity of holding by hand a piece of 
Band paper against the commutator, a very tiresome opera- 
tion. The device consists of a bracket of wrought-iron, 
&-inch thick, held against the pillow block of the engine by 


four lag screws. Inside this bracket a long iron bar with 
forged lever and slot running almost its entire length is held 
by means of a bolt. The sand paper is fastened to a wooden 
block at the end of this bar. The method of holding the 
bar in the bracket keeps the sand paper in a plane at right 
angles to the diameter of the commutator, so that the 
surface of the latter will always be flat. At the same 
time the pressure can easily be regulated by the handle. 
The commutators in this station run very smoothly and 
without sparking and evince great care on the part of the 
engineers. 


The Action of the Electric Current upon some 
Alkaloids.—It seems that the use of the electric current 
provides a means for producing certain chemical substances, 
the production of which would otherwise involve complicated 
chemical reactions. As a short-cut to obtaining new decom- 
position products, the electrical method preeents many 
advantages. Some examples of these are given by Herbert 
Pommerehne (vide Arch. Pharm., 1897, No. 235, pages 364 
— 368). He states that caffeine, when decomposed by the 
electric current, yielda amalic acid, formic acid, ammonia, 
and methylamine, whilst morphine, when submitted to the 
same treatment, gives rise to oxydi-morphine and quinine to 
thalleio-quinine. 
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Electrical Features at the Alexandra Palace.—At 
the Alexandra Palace, which opens to-morrow, there are 
several electrical features of interest. The electric railway, 
to which we have already referred, is being laid down by the 
Imperial Electric Light and Power Company, in conjunction 
with Meszrs. Wandruszka & Co., of Berlin. The cars are 
expected to be running on Friday. The power house, which 
faces the east entrance to the Palace, contains txo sets of 
generating plant. The trolley system is employed, and the 
cars are built in the American pavilion style, for 60 pas- 
sengers each. Their speed will be from 8 to 10 miles an 
hour. As this is the only instance of an electric trolley 
tramway either in or near London, it should have an educa- 
tional influence both upon the public and the guardians of 
its interests, the members of the London County Council. 
The lighting arrangements are, of courte, electrical. The 
main hall is lighted by arc lamps, and the lakes are electri- 
cally illuminated for firework displays. Electric motor cars 
will ply about the park. Messrs. Taylor & Field, of West- 
minster, are acting as consulting engineers for the whole of 
the electrical arrangements. 


Aluminium as a By-Product of a Battery.—Judging 
from conversations with some experts on the subject of 
electro-chemistry, it appears, says the New York Electrical 
World, that it is not generally known that a battery was 
invented quite a number of years ago which yielded metallic 
aluminium аз a by-product. The following meagre notes, 
which were made rome 15 years ago, may, therefore, be of 
interest. The primary battery is known as that of Lacas- 
sagne and Thiere, and appears therefore to be of French 
origin. A crucible, which forms the battery jar, contains 
chloride of todium and an iron electrode; a porous cup 
placed in this contains chloride of aluminium and a carton 
electrode. This is placed in a furnace, and is brought to the 
fusing point of the electrolytes, when it is said to yield 
quite a constant current, the by-product from which is 
metallic aluminium. More detailed information of this 
curious battery does not seem to be available, but perhaps 
rome readers have experimented with it, and can enlighten 
those interested in the subject. As it has been known a 
number of years it is not unlikely that practical difficulties 
are involved in its use. 


An Ingenious Form of Armature Cradle,—The ac- 
companying engraving, taken from the Street Railway 
Journal, shows a novel form of armature cradle or truck 
employed in the Glenwood shops of the United Traction 
Company, of Pittsburg. The special feature of this truck 
is that it is equipped with polos forks or rests, so that 
it will pick up armatures when the latter are resting on the 
floor, saving in this way the labour of raising the armature 
by hand or tackle. The armature can then be drawn to any 
point desired in the repair shop. The truck is simple in 


blacksmith. The 


construction, and can be made by ap 
nited Traction Com- 


handle is about 5 feet in length. The 
pany is also employing an efficient kind of sand-box hose, 
The usual hose, of course, is of rubber, and is satisfac- 
tory in warm weather, but in winter often becomes clogged 
by frozen mud. In place of rubber hose, the United Trac- 
tion Company is using a tube of coiled steel wire, which, 
naturally, is just as flexible as rubber, and has the additional 
advantage that when it becomes clogged, it can be stretched 
three or four times by the hands, which breaks up any lumps 
of frozen mud which it may contain. The tube is japanned, 


to prevent rusting. 


Casting a New Ead on an Axle. —4A writer in the 
Street Railway Journal recently gave the following illustra- 
tion, showing a method of casting a new end on a car axle. 
The object of casting the end in this form was for c 
mental purposes. A brick wall was built up and around the 
axle as shown in the sectional view. The lower end of the 
axle rested upon a firm base also of brick. A collar was 
set-screwed to the axle as shown and a plate iron disc set in 
the brickwork just above. The hole in the disc was the 
game size as the outside diameter of the axle, and the axle 
was held in position by this means. The plate formed the 


bottom support of the mould, е, also the bottom of the fire 
chamber. Previously to adjusting this mould, a coke fire 
was made in the chamber and the end of the axle, b, was 
brought to a high heat. Then the fire was drawn, all 
foreign matter removed from the end of the axle, the mould 
put in place, a new coke fire made around the mould and the 
hot metal poured in as the arrow indicates. There was a 
drain at c, leading from the bottom of the mould, through 


which the hot metal escaped to a ladle through the funnel, d. 


This was kept up until the hot metal softened the end of the 
axle, b, when the outlet was plugged and the mould filled. 
After cooling, and removing the axle, the point of union of 
the two metals was turned down and tests proved the axle 
to b» as strong at that point as elsewhere. 


Appointment.— We hear that Mr. T. B. Goodyear, who 
has been in the service of the Birmingham Tramways Com- 
pany, Limited, for the past 104 years in the capacity of 
assistant traffic manager and tratfic manager, has been ap- 
pointed general traffic superintendent to the British Electric 
Traction Company, Limited. 


NEW COMPANIES REGISTERED. 


Electric Supply Company of Westera Australia, 
Limited (56,551).— Registered March 18th with capital £100,000 in 
£1 shares, to acquire the business of the Westralian Electric Light- 
ing and Supply Company, Limited, to adopt a certain agreement, 
and to carry on the business of electricians, electrical and mechanical 
engineers, mortar and artificial stone manufacturers, coal, coke, and 
fuel merchants, &c. The subscribers (with one share each) are:— 
E. K. Muspratt, Seaforth Hall, Seaforth, near Liverpool, gentleman ; 
J. B. Atherton, Manhattan, Gateacre, near Liverpool, manufacturer ; 
J. E. Pearson, 63, Catherine Street, Liverpool, gentleman; W. H. 
Edwards, 4, Olive Street, Wavertree, Liverpool, merchant; D. L. 
Chalmers, 5, Fenwich Street, Liverpool, chartered accountant; F. J. 
Leslie, 15, Union Court, Liverpool, solicitor; A. E. Haptie, 5, Dar- 
ham Road, Seaforth, cashier. The number of directors 1s not to be 
less than three nor more than seven. The first are B. Fitch, E. K. 
Muspratt, J. E. Pearson, W. H. Edwards, and T. Evans; qualifica- 
tion, £200; remuneration £150 each per annum and .£200 for the 
chairman. Registered by F. J. Leslie & Co., 15, Union Court, 
Liverpool. 


F. W. Smith & Co, Limited (56,604).— Registered 
March 22nd with capital £5,000 in £5 shares, to carry on the business 
of electricians, electrical and mechanical engineers, suppliers of 
electricity, and electrical apparatus manufacturers. The subscribers 
(with one share each) are :—F. W. Smith, 126, Sussex Road, South- 
port, electrical engineer; G. F. Travis, 49, Ash Street, Southport, 
gentleman ; В. R. Park, 32, Scarsbrick Street, Southport, iron mer- 
chant; J. Richmond, 16, Derby Road, Southport, Lo» J. White, 
20, Chambres Road, Southport, manufacturer; W. W. Hall, 32, 
Chambres Road, Southport, merchant; В. F. Stephenson, 10, 
Chambres Road, Southport, manager. Registered without articles of 
association, by the Solicitors Law Stationery Society, Limited, 12, 
New Court, W.C. 

Mutual Telephone Company, Limited (56,627).— 
Registered March 23rd with capital £250,000 in £5 shares, to adopt 
an agreement with the Mutual Telephone Syndicate, Limited, and 


$ 
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to establish, work, manage, contro] and telephonic exchanges 
and works for the supply of electric light, heat, and motive power. 
The subscribers (with one share each) are:—N. Bradley, Mosley 
Street, Manchester, merchant; B. Robinson, Pendleton, Manchester, 
manufacturing chemist; W. Lees, Fairfield, Davenport, St«ckport, 
hat manufacturer; G. Evans, Rochdale, merchant; A. Macnair, 20, 
Datton Street, Manchester, drysalter; W Thomson. Royal Institu- 
tion Laboratory, Manchester, chemist; F. Scott, 33, Brasennose 
Street, Manchester, chartered accountant. The number of direct rs 
is not to less than five nor more than 15; the subscribers are to 
appoint the first; qualification, £250; remuneration as fixed by the 
company. Registered office, 75, Princess Street, Manchester. 


Globe Electrical Advertising Syndicate, Limited 
56,673).—Registered March 26th with capital £1,000 in £1 shares 
50 deferred), to adopt an agreement with W. T. Bell, of one place, 
and to carry on the business of advertisers by means of electric 
light, or otherwise advertisement canvassers, and agents, electric»! 
and mechanical engineers, &c. The subecribers (with one share ezch) 
are:— W. T. Bell, 69, Henry Road. West Bridport, lace manufacturer; 
W. W. Hopewell, Broad Street, Nuttingham, lace manufacturer; F. 
В. Whitty, Pilcher Gate, Nottingham, lace manufacturer; @. Middle- 
ton, 5, Baker Street, Nottingham, secretary; L. Mosley, 230, Ask- 
wright Street, Nottingham, clerk; N. Soans, Riverley House, 
Hoveringham, Nottingham, clerk ; H. B. Hopewell, Eldon Chambers, 
Wheeler Gate, Nottingham, mortgage broker. The number of 
directors is not to be less than two, nor more than six; the first are, 
Е.В Whitty, W. W. Hopewell, Н. B. Hopewell, and W. T. Bell; 
qualification, £100 ; remuneration as fixed by the company. Registered 
office, Eldon Chambers, Nottingham. 


Simplex Steel Cordnit Company, Limited (56,684). 
— Registered March 26th with capital £10,000 in £1 shares to carry 
on the business of manufacturer of all kinds of fittings for electric 
wiriog, metal tube manufacturers and dealers, wire drawers, electrical, 
mechanical, and hydraulic engineers, tool makers, &c. The sub- 
scribers (with one share each) аге: —Е. Wain, 252, Moseley Road, 
Birmingbam, clerk; J. H. Rice, Clifton Road, Sutton Coldfield, 
cashier; H. L. V. Pryse. Sarrey House, Leamington, solicitor; Н. R. 
Hodgkinson, Norwood House, Erdington, Birmiogham, solicitor; Н. 
C. Silk, Alcester Road, King’s Heath, Birmingham, clerk; H. Gd. 
Chambers, Frederick R ad, Aston, Birmingham, clerk ; B. Smallwood, 
84, Popular Road, Edgbaston, clerk. The number of directors is not 
to be than two nor morc than five. The first are H. Huggins, 
F. Huggios, and C. Middleton; qualification, £200; remuneration as 
fixed by the company. Registered by Waterlow Bros. & Layton 
Limited, Birchin Lane, Е С. t 


Improved Telephone Patents, Limited (56,698).— 
Registered March 28th with capital £300,000 in £1 shares, to adopt 
an undescribed agreement, and to acquire, manufacture, adapt, 
prepare, alter, improve, rcpair, use and deal with any materials, 
machinery, tools, or things connected with telephones, telegraphs, or 
other means of communication. The subscribers (with one share 
each) are :—J. H. Cuthbert, 58, Beversbrook Road, Tufnell Park, N., 
accountant; W. E. Elmslie, 20, Abchurch Lane, E.C., solicitor; A. 
E. Beamer, 7, Park Place Villas, W., clerk; J. L. Cooper, 6, Union 
Read, Tofoell Perk, N., accountant; J. Perry, 175, Essex Road, 
Islington, N., clerk ; H. Adams, 111, Mayall Road, Herne Hill, S. E., 
clerk ; H. I. Bethell, 128, Beresford Road, Hornsey, N., clerk. The 
nomber of directors is not to be less than three nor more than seven. 
The subscribers are to appoint the first. Qualification, £100; 
remuneration, 5 per cent. of the net profits divisible. Registered by 
E. A. Foster, 6, Great St. Helen's, Е.О. 


Motor Omnibus Syndicate, Limited (56,718).—Regis- 
tered March 29th with capital £6,000 in £1 shares, to acquire Patent 
No. 21,302, of 1896, to carry on the business of electricians, engineers, 
machinists, fitters, founders, millwrights, &c., and to construct, pur- 
chase, equip, maintain and work omnibuses, vans, steamboats, tugs, 
&c. The subscribers (with one share each) are:—E. Н. J. О. Gillett, 
Hunworth Road, Hounslow, engineer; W. R. Manning, St. Maur, 
Henderson Road, Wandsworth Common, surveyor; О. Hayles, Peri- 
vale Lodge, Hounslow, с за] merchant; А. V. England, Bank House, 
High Street, Hounslow, bank manager; W. В. Hurt, 78, Cicada Road, 
Wandsworth, S. W., clerk; R. A. Burrows, 17, Unwin Mansions, West 

i , gentleman ; H. G. Rivington, Ooniston, Epping, Essex, 
gentleman. The number of directors is not to be less than two nor 
more than five; the first are A. V. England, C. Hayles, and W. R. 
Manning. Qualification of the first directors £50, of others £100; 
MUT as fixed by the company. Registered office, 27, Chancery 
Lane, W.C. 


Ernest G. Denner & Co., Limited (56,777).—Registered 
March 31st with capital £5,000 in 


£1 shares, to carry on the business 
of electricians, electrical and mechanical engineers, suppliers of elec- 
tricity, and manufactarers of electrical apparatus, e subscribers 
(with one share eacb) are:—E. Denner, 5, Binfield Road, Sheffield, 
electrical engineer; M. Nicholson, 156, Steade Road, Sheffield; 
W. Haslam, 29, Spencer Street, Chesterfield, clerk; G. Smith, 1, 
Attercliffe Road, Sheffield, licensed victualler; W. Crake, 397, Btani- 
forth Road, Sheffield, chemist; B. Nicholson, 156, Steade Road, 
Sheffield, steel melter; H. H. Ewing, 2, Plumpton Street, Sheffield, 
clerk. The number of directors is not to be less than two nor more 
than four; the subscribers are to appoint the first; qualification, 50 
shares. Registered by Waterlow & Sons, Limited, London Wall, E. O. 


Tyer & Co., Limited (56,760).—Registered March 81st 
with capital £25,000 in £1 shares, to acquire and carry on the busi- 
ness of an electric, telegraph, and railway train signalling engineer 
and contractor, carried on by E. Tyer at Ashwin Street, Dalston, 
N. E., as “Tyer & Oo.,“ and to adopt a certain agreement, The sub- 


scribers (with one share each) are: — E. Tyer, Thurlow, Godalming, 
civil engineer; G. H. Jelfs, 35, Fairlawn Avenue, Chiswick, manager; 
R. W. E. Davey, 17, Walpole Road, Twickenham, clerk; H. J. 
Barrow, 19, Ironmonger Lane, E. C., chartered accountant; A. Barrow, 
29, Heathland Road, Stoke Newirgton, solicitor; W. E. Tyer, 88, St. 
George's Square, S. W., solicitor; H. Field, St. Jude's, Maida Hill, 
clerk. The number of directors is not to be less than three nor more 
than seven; the first are to be nominated by E. Tyer; qualification, 


£500; remuneration as fixed by the company Registered by Need- 
ham & Oo., 10, New Inn, Strand. 
Mechanical Improvement Syndicate, Limited 


(58,778).—Registered March 31st with capital £1,000 in £1 sbares, 
to acquire, own, and wo:k Provisional Patent No. 26,367 of 1897, for 
an improved appliance in connection with electrical illumination, 
and to adopt an agreement with H. Cooney. The subscribers (with 
one share each) are:—A. E. Box, 49, Amesbury Avenue, 8.W., 
engineer; H. H. Farrell, 13, Silverdale Avenue, Tuebrook, Liverpc ol, 
cashier; J. H. Cheshire, 22, Jobnson Street, Liverpool, agent; T. P. 
Martin, 16, Redcross Street, Liverpool, engiaeer; А. E. Boothroyd, 
Lord Street, Southport, cabinet maker; H. Cooney, 71, Lord Street, 
Liverpool, auctioneer; W. R. Carmichael, 71, Upper Stanhope Street, 
Liverpool, accountant. Registered without articles of association. 
Registered office, 71, Lord Street, Liverpool. 


OFFIOIAL RETURNS OF ELEOTRIOAL 
OOMPANIES. 


Direct United States Cable Company, Limited 
(11,597).— This company's annual return was filed on February 16th, 
when 60,710 shares were taken up out of a capital of £1,300,000 in 
£20 shares, and all considered as paid. 


Yorkshire House-to-House Electricity Company, 
Limited (29,235) —This company's annual return was filed on 
February 19th. The capital is £200,000 in £5 shares (100 founders). 
37,474 ordinary and 100 founders' shares have been taken up, and the 
founders’ are considered as paid. £5 per sbare has been called on 
ы a £2 per share on 18,626 ordinary shares, and £131,988 has 

n pal 


London Electric Wire Company, Limited (36,544).— 
This company's annual return, made up to February 9th, was filed on 
March 26th. The capital is £50,000 in £5 shares (5,000 preference); 
4,188 preference and 4,597 ordinary have been taken up, and 3,860 
of each description are considered as paid; £5 per share has been 
called on the others, and £5,325 has beea received. 

Limited 


Madeira Electric Lighting Company, 
(46,371).—This company's annual return was filed on February 9th. 
The capital is £15,000 in £1 shares, of which 10,537 have been taken 
up; £1 per ehare has been called, and £10,537 paid, and £25 has been 
received on 100 forfeited shares. 


Malaga Electricity Company, Limited (48,076) — 
Tnis company's annual return was filed on January 12th. The capital 
is £57,000 in 10,000 £5 ordinary and 7,000 £1 deferred shares. 9,981 
ordinary and 7,000 deferred shares have been taken up, and the latter 
are considered as paid. £5 per :hare has been called on the 
ordinary, and £44,280 has been paid, leaving £5,625 in arrears. 


Madras Electric Tramways Company, Limited 
(96,158).—This company's return was filed on February 26th. The 
capital is £100,000 in £1 (or Rs.15) shares. 64,704 shares have been 

en up, and the full amount bas been called and paid. £2,713 
15s. 1d. also been received on forfeited shares. 


Morley Fletcher Wave Power System, Limited 
(48,648).— This company's return was filed on February 26th, when 
694 shares were taken up out of a capital of £20,000 in £10 shares; 
342 are considered as paid, and £10 per share bas been called on the 
others. £3,375 has been paid, £150 is in arrears, and £5 has been 
paid on 11 forfeited shares. 


National Electric Sapply Company, Limited (29,992). 
—This company’s return was filed on March 3rd. The capital is 
£84,943 15s. divided into 9,050 ordinary shares of £5 each, 10,850 
ordinary shares of £3 12s. 6d. each, and 100 founders’ shares of 
£3 123. 6d. each. 10,850 o and the founders’ shares have been 
taken up, and £39,693 15s. has been called and paid thereon; £20 has 
been received on four forfeited shares. 


Milver Portable Electric Battery Syndicate, Limi- 
ted (44,003).—This company’s return was filed on January 22nd, when 
4,381 shares were taken up out of a capital of £22,000 in £5 shares. 
The fall amount has been called, and £21,869 paid, leaving £36 in 


arrears. 

International Telescriptor Syndicate, Limited 
(49,860).—This company’s annual return was filed on March Srd, 
when the whole capital of £10,000 in £1 shares was taken up; 9,993 


of these are considered as paid, and £7 is in arrears. 


Improved Electric Glow Lamp Company, Limited 
(47,636).— This company’s annual return was filed on January bth. 
The capital is £100,000 in £1 shares, of which 73,390 are taken u 
33,390 are considered as paid, and £39,975 has been paid on 
others, leaving £25 in arrears. 
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‘Lamp Manufacturing Company, Limited (43,920). 
—This company’s annual return was filed on January 14th, when 
6,377 5/6th shares were taken up out of a capital of E20, Oo in £1 
shares. £1 per share has been called, апа £6,377 16s. 8d. paid. 


Julius Sax & Co, Limited (37,435).—This company’s 
annual return was filed on January 17th, when the whole capital of 
£20,000 in £10 shares was taken up. 1,993 shares are considered as 
paid, and no calls have been made on the others. 


Okonite Company, Limited (31,782).—This company's 
annual return was filed on January 24th, when 16,000 ordinary and 
15,595 preference shares were taken up out of a capital of £320,000 
in £10 shares; 9,332 are considered as paid, and £10 per share has 
been called on the rest; £225,665 has been paid, 21,015 is in arrears, 
and £5 has been received on five forfeited preference shares. 


^. Newmarket Electric Light Company, Limited 
(44,450).—This company's annual return was filed on February 28th, 
when 36 sbares were taken up out of a capital of £36,000 in £10 
shares, and paid for in full. 


Neweastle-upon-Tyne Electric Supply Company, 
Limited (27,997).— This company's return was filed on February 
28th, when 9,259 shares were taken up out of a capital of £100,600 
in £5 shares; 301 shares are considered as paid, and £5 per share has 
been called, and £44,790 paid on the others. 


Newcastle and District Electric Lighting Company, 
Limited (28,022).—This company's return was filed on March 11th, 
when 9,918 shares were taken up out of a capital of £100,000 in £10 
shares. £8 per share has been called on 5,000 and £4 per share on 
the others. £59,672 has been paid, and £829 has been received in 
advance of calls. 


Northampton Electric Light and Power Company, 
Limited (28,040).— This company's return was filed on March 10th. 
The capital is £50,000 in 10 “А” and 49,990 “B” shares of £1 each. 
10 “A” and 22,000 В” shares have been taken up, and £1 per share 
has been called on the “ А,” and 17,710 “В” shares, while 10s. per 
share has been called on the rest. £18,594 has been paid, and £1,271 
is in arrears. 


OILY NOTES. 


Eastbourne Electric Light Company. 


In their report the directors state that the gross profit realised on the 
working for the year 1897 was £3,619 7s. 11d., and that the net 
amount available for reserve and dividend, after allowing for the 
‚ interim dividend paid to June, 1897, and £400 carried to the depre- 
ciation fund, is £1,838 98. 9d. They propose that £412 be placed to 
. reserve, and that out of the balance left of £1,426 9s. 9d. a dividend 
at the rate of £10 per cent. for the half-year, making with the 
interim dividend paid in June, £7 108. per cent. for the year, free of 
income-tax, be paid upon all the share capital of the company. 
This, after allowing for the interim dividend, will absorb £974 158. 
and leave £451 143. 9d. to be carried forward to next year's account. 
The depreciation fund now stands at £3,025; and if the proposal of 
carrying £412 to the reserve fund is adopted the reserve will then 
stand at £3,250, making a total reserve of £6,275. 

The capital account shows а considerable outlay in the past year 
for main extensions and for additional machinery and plant, bringing 
up the deficit on this account to £5,553 18. 1d. ; and the directors have 

‚ to provide for a prospective outlay for the next two years of at least 
£4,400, making a total further capital required of £9,953 1s. 1d. 

The directors have had under consideration the desirability of 
placing the depreciation and reserve funds upon a more solid basis. 
The aggregate of the funde, as stated above, is £6,275, but the money 
is actually in use in the company's business and is not represented by 
separate cash. · т 

The lamos in circuit, reckoned upon an average of 8 candle- 
power per lamp, number 19,288, against 16,690 at the close of 1896, 


an increase of 2,538 lamps for the year. The net increase of casto- 
mers tor 1897 was 56. 


Rand Central Electric Works. 


Тнв directors state in their report that steady progress has been 
made in completing various installations and connecting them with 
the main line, and it is expected that the revenue from the constantly 
increasing power supply will show a satisfactory return for the 
current year. It must be borne in mind that up to December 31st 
, last the central station had only been in partial operation, supplying 
but a comparatively small proportion of the power contracted for, 
and therefore the rsvenue derived from power supply during the past 
year is no criterion of future earnings. Тһе earnings of tbe past year 
do not, however, affect the dividend payable to shareholders, because 
Messrs. Siemens & Hal«ke guaranteed tbat the net profits available 
for dividend in the finsncial year under consideration would be at 
least 6 per cent. The necessary arrangements having been made with 
the contractora, the directora have decided to recommend that a 
dividend at the rate of 6 per cent. be declared for the year 1897. In 
accordance with the articles of association, Sir C. Rivers Wilson, 
G.C.M.G., C.B., the chairman of the company, and Mr. Carl von 


Siemens retire by rotation from office as directorp, and being eligible, 
offer themselves for re-election. Messrs. Price, Waterhouse & Co., 
the auditors, also retire, and offer themselves for re-election. 


Electrical Street Car Manufacturing Syndicate, 
Limited, 


A STATUTORY meeting of the shareholders in the Electrical Street Car 
Manufacturing Syndicate, Limited, was held on Friday at the works 
of the syndicate, Wednesfield Road, Wolverhampton. The syndicate, 
it may be remembered, was incorporated in December last, and the 
present meeting—at which there was no business for consideration— 
was held in order to comply with the provisions of the Companies 
Acts. The chair was occupied by Major Flood Page, of London 
chairman of the syndicate. | 

The CHAIRMAN made a short statement respecting the company's 
prospects. He thought that the speed and success with which the 
new works and offices had been erected and equipped, indicated 
great energy and skill on the put of those of his colleagues who had 
directed the work. They had got excellent premises. . Tbe amount 
of money subscribed in cash was a little over £7,000, and there 
was only one very small sum in arrear. That was an element of 
satisfaction in starting the enterprise. They were probably witness- 
ing the commencement of a very great advance in electrical matters, 
and he was sure that electric traction in the streets would ia a few 
years cause a great diminution in the number of horses so engaged. 
They only required a good accumulator and good business manage- 
ment. The fact that Mr. Parker was engaged in the undertaking 
gave it an element of certainty, for chance was, he was sure, placed 
out of the question by that gentleman’s association with the com- 
pany. All over the world Mr. Parker was known in connection 
with electrical engineering, and they conld congratulate themselves 
that so far as electrical engineering was concerned, the undertaking 
would be a success. So far as the business department was concerned, 
he could say—speaking on behalf of bis colleagues and himself—that 
they would do their very best. He thought that their prospects were 
excellent. In four or five years’ time there would hardly be a horse- 
drawn omnibus in the country. The London omnibus companies 
had incomes amounting to over a million, and they repre- 
sented the business which the syndicate was waiting for. He 
thought that the younger shareholders present would live to see the 
day when that business would attain vast proportions, comparable even 
to that of the London & North-Western Railway Company. 


A special general meeting was subsequently held on the requisition 
of eight shareholdera, when a resolution was passed amending No. 86 
of the articles of association, so as to enable the shareholders to re- 
move any director before the normal expiration of his term of office 


if necessary. 


The Indo-European Telegraph Company, Limited. 
—The directors after adding £15,000 to the reserve fund, have 
determined subject to audit, to recommend the payment of a divi- 
dend for the six months ended December 31st, 1897, of 17s. 6d. per 
share, making with the interim dividend already paid, 6 per cent., 
and a bonus of 2us. per share, both free of income-tax, making in all 
10 per cent. for the year. The dividend and bonus will be payable 
on and after May 1st next. , 


Anglo-American Telegraph Company, Limited.— 
The directors have resolved, after p £6,000 to the credit of the 
renewal fund, to declare an interim dividend for the quarter ending 
March 31st, 1898, of 15s. per cent. on the ordinary stock, and £1 10s. 
per cent. on the preferred stock, less income-tax, payable on April 
30th, to the shareholders registered on the books of the company on 
March 31st, 1898. 


Stock Exchange Notices.—The Stock Exchange Com- 


 mittee has ordered the undermentioned to be quoted in the Official 


List:—Milwaukee Electric Railway and 
additional 5 per cent. 30-year consolida 
bonds ot 1926, Nos 7,001 to 7.608. 


ight Company —8603, 000 
mortgage gold coupon 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending April Ist, 1898, were £2,339 118. 6d.; corresponding period, 
1897, £2,025 78. 10d.; increase, £314 8s. За. 


. The City and South London Railway Company.—The receipts for the week end- 


ing April 3rd, 1898, were £1,050; week 111598 April 4th, 1897, 21,026; 
increase, £24; total receipts for half-year, 1898, £14,942; corresponding 
period, 1897, £14,818; increase, £124. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
weck ending Friday, April Ist, 1898, were £358 128. 8d.; corresponding 
week last усаг, 4367 11s. Id.; decrease, £8 188. 5d.; passengers carried, 
62,971 ; corresponding week last year, 60,701; aggregate to date, £5,152 1s. 5d. ; 

aggregate to date last year, £5,514 48. 9d.; decrease to date, £362 8s. Id.; 
mileage open, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the weck ending 
April 8rd, 1898, amounted to £1,313; corresponding week last year, 
£1,324 ; decrease, £10. : 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the weck ending April lst, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany Limited, were £2,895. | 2 
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воск е е 
АМЕ, Dividends for Closing Closing а 
Е ` otation, х 
- .- Р | Sno | даты 
1895. | 1896. | 1897, Highest.| Lowest 
African Direct Lr] Lied., 4 % Deb, eee eee eer 100 л % eee TII 100 104 100 —1C4 eee eee 
Amason Telegraph, shares... LE s.. II eee eee eee 7 — 8 7 — 8 
Do. do. 5% Debs. Red. РЕЯ бее 1:300 1. жы» sea * | 93 — 96 93 — 96 m da 
J а чаз A ées ө - eec vee |Btock|£2 98.2 138.) 3 % 59 — 62 61 — €4 631 | 62 
do. 6% e 05 „ o sw |Btock|£4 185.65 6s.| 6 % |110 - 111 [1114-1124 113 | 1102 
Do. do. Defd.... Zr TII eee eee „ |8 ee LL vee 124 - 13 124— 13{ 13 12] 
Brasilian Ba LI] Ltd, eee eee ... see 10 7 % ee .. 164 Fa 17 1€4 = 17 xd 16 16,4 
0001 ә rA „2 ® Debs, ind seris йм. | 100 | 5 % ES 112 -us па -ue yi 
Ohili og. 1 to 44,006 .. eee ee I XI = —À 
Comment 2 $100|796 | 7%| ... |185 —190 185 —190 xd| ... — 
Do. Do, Sterling 600 year 4% Deb, Stock Red. |Btock| ... | .« | . [104 —106 [104 —106 xd 1054 | 105 
224,850 | Oonsolidated Telep, Const. and Main., Ltd. „% "cu 18851 306 | 2550. ў — 1 $— A 2 vs 
Ouba Teleg., Led. TI eee eee eee eee .. 8 % 8 % 64 — E 64— 74 7 
ро. 18 % Pref. T 955 сое вов - 10% | 10 96 144 — 153 | 144 — 154 "T 
Direct Bpanish „Lied. see eee .. eee ee 4 % 4 % 4 % 4— 5 4— 5 
Do, do, 10 % Oum. Pref. eee eee 10 % 10 % 10 % 10 тер 11 10 —éH 11 eee 
Do, do. 96 Debs. Nos. 1 to 6,000 e 44% | 44%| 44% |103 —10696 [103 — 10696 eve ts 
Direct United Btates Oable, Ltd. ... . 24% 2% .. |10$— 11g |10$— 11g | 11$ | 10H 
Direct West India Cable 44% Reg. Deb  ... өө . | 100 | ... өөө *. | 99 —102 99 —102 18 oes 
Hastera Teleg. Ltd., Nos. 1 бо 400, % rv 64% 885 178 — 18% |172- 18} 17$ 
Do, 6 % Oum. Pref, . or ee 6 96 184 194 184— 193 96 
Do. 5 & Debe., repay. August, 1898929. 100 5 % Б%| ... 100 – 1035 100 —1(3 he y 
Do. 4 % Mort. De Btook Red. eee [III Btock 4 % 4% eee 128 —131 123 5 131 130 128 
Wastora Extension, Australasia and Ohina Teleg, Ltd. | 19 | 7 % 7%| ... | 188— 193 | 182— 19} 1816] 18H 
Do — 6X2 der SD НН Не Н ЫЛ уз | 5x| c |99—18 [99-10 |. 
А ' TT 
100,5007 Do, do. Bearer, 1 975 and 4,827—6,400 | 190 | 5 % 5%| ... 100—103 |100 —103 
reed 4 Morir oo a Btock| 4 % 4% .. |128 —131 128 —131 
and South African Teleg., Ltd., 5 % Mort. De x Б 
redeem. ann. drgs., Reg. Nos. 1 to 2,848 100| 5 % 5% 99 — 103 99 —103 
do. to kearer, 2,344 to 5 100 | 5 96 596 100 —103 |100 —103 
Do, 4% Mort. Debs. Nos. 1 to 5,686, red. 1909 | 190| 4 96 4%) .. 102 —105 102 —105 102 
seda Mt. Debs. (Mauritius Bub.) 1 to 8,800 4% | 4%] .. 107 —110% 107 —110% 
180,227 Globe Telegraph Trust, Ltd. ZI II eee oe 44% 44% TT 112 — 124 117 — 121 12 11 
150,000 Great Northern Teleg Company of Oopontiagen а as 10 2 102 391 — 301 ot 30 n Hie 
, Ы eee ee — — 30 
| à do. — ^ ax Б % Dabs. 5 96 5% 100 —103 100 —103 
Halifax and Bermuda Ca e Co, Ltd. Ist Mort. LS = 
Debs., within Nos. 1 to 1,200, Red. A E pi А Генов 
Е Teleg., Ltd. . eee .. .. ee 25 19 96 10% wee 52 — 55 52 — 55 
100,000 London Р „148.6 % Debs ..  ..| 108/69, | 6%) .. |166 —109 [106—109 sam iru 
Montevideo Telephone 696 , Nos. 1 to 28,008... L b 4 96 eee ee 2 * 24 2 ae 24 . prt 
National Teleph., Ltd., 1 to 484,597... ove ee А 5 | 58% | 54%) 6 X 6— 6 51— 6 68 578 
Do. 6 % Oum. 1st Pref. ... - А 1916 % 6%| 6% 16 — 18 16 — 18 ы eu 
Do, 6 95 Oum. 2nd Pref. өөө 19/6% | 6%) 6% 15 — 17 15 — 17 - 55 
Do. Б % Non-cum. 8rd Pref., 1 to 250,000 5 5 5 * 5%| 51 6 55 — 6 5H 53 
Do. 84 % Deb. Stock Red. Stock 84% 383% 34% 102 — 107 [100 —105 104 101 
Oriental k. & Elec., ‚ Мов. 1 to 171,584, 115% 5 .. $ ose PT 
Pacific and European Tel, Ltd., 4 % Guar. Debs, 1 to 1,008 199| 4 96 | 4%] ... 105 —1€8 |105 — 108 
Reuter’s Ltd. eee eee een [I] LI] ee 8 5 % 5 % TID on 9 8 — 9 
Bubmarine Onbles Trust se. .. „„ oe Oert. ...... 140 145 140—145 143 141 
United River Plate Teleph., eee eee ee eee 514 % 4 = 44 4— 4 
ёо, x Debs. en eee see Stock 5 % eee ee 105 re 108 105 eap 08 eee ee 
Wort African Teleg., Lied., 7 to 23,189 eee eee tee 10 | 4 % nil eee 33 = 44 34 = 44 T eee 
do, do, % Debs, eer eee eee 100 5 % 5% eee 99 — 102 99 — 102 TT eee 
Western and Brasiliaa Teleg., eee eee soe oes 15 8 ^ 2 96 eee 12 UT 124 12 = 12} 12 . 
Do. do. do, % ' Ord. ... 7 5 > 5 % 7%— 82 7 ык 81 7 * 
Do, do, ёо, Del. Ord. _ „| WAS] mw 8 = ið 4| 4H 
Do. do, 4 % Deb. Stock Red... |8 vee ver |.» 106 —109 (106 —109 106 v6 
West India and Panama Teolog., Ltd. „ - LS] 495-1 X WE 1— 1 i PA 0% 
do, 8 96 Oum. 1st Pref. 10/6% | 6% 71— 8 7À— 8 7i 
Do. do. do. a oum. 2nd Pref. 10/6% | 6% 5 — 7 5 — 7 * * 
5 % Debs, 1 to 1,808 ... 9A 5 % 5 % eee 105 —108 105 — 108 eee eee 
Western Union of U. B. Teleg., 7 % 1st Mort. Bonds ., 610000 7 * 7%| ... |105 —110  |105 —110 е à 
&% % 651 si: 100 —105 


6 * 7 % 3i— 144 I3i— 14i 
Do. do. do. Ti % Oum. Pref. e ie) ШЕЕ 64 ie BRS 
26,000 n Electricity Supply, Tad. Ordu, Noe 1 to 10,277.. | 515% 6 ... 10 108ха "^ 10g | 108 


60,000 b. Stock Red. ... Stock 44% | 44%] 115 —117 115 —117 Ph i 
50,000 Oity of London Шоста: Oo., , Ord. 40,001— 90,000 10 5 | 7 7 10 %| 253 — 264 | 26 — 27 273 | 26% 
10,000 { Do, киы КК Pe og о See pt n i38 —49 |. | 
40,000 Do, do. 6% Oum. Pref, 1 to 40, 10 6 % | 6%| 6%/| 175— 18} | 174 — 183 = 
400,000 Do. 5 % Deb. Stock, Scrip. (iss. at £115) all paid. 5% 5%| 5 96/129 —134 129 —134 130 ape 
30,000 |Oounty of Lond. & Brush Prov. H. Ltg. Ltd., Ord. 1—30,000 | 10 | пй | nié | nil | 149— 151 | 148— 154 153 143 
20, Do. до. do, 6% Pref, 40,001—60,000 ... | 10/6% | 6%| 6 X 153— 16 | 154— 16 15b |... 
17, 400| Edmundsons Elec. Corp., Ltd., ord. shares 1—17,400  .. @ tw hi © 31— 32 34— 3 9; 

10,000 | House-to-House Elec. Light Supply, Ord., 101 to 10100 | 5| ` „ | ace 12062 112 110-104 | 71 

10,000 Do. о. 7% Oum. Pret. BT a Gs a ГАЗИ э. dq 
49,900 |* Electric Bu „Lied., 101 to 50,008 wo | 10/4% | 5% 6 * 20 — 21 20 — 21 xd 203 203 
12,500 Ord., 50,001 , iss. at £2 prem. eee 10 eer LIII 3 — 2 204 — 214 204 s.. 
220,000; m iro ock 6 „.|4%| 44%) 44% 1117 —121 117 — 121 

6,452 N Hill Hio Eig " Ltd. eee ee eee 10 2;% A 96 6 96 194— 201 20 — 21 ee TII 
$1, James's & Pall Mall Elec. r Ord. 5 72% | 104%| 144% | 18 — 19 18 — 19 1846 18} 
| 7 X Pret. 20,681 to 40,088 | 5/7% | 7% 7 K 10 — 11 10 — 11 s 1] ms 
60,000 Do. do. 4% Deb. stock Red. , Бой .. | .. | 4 & 107 —110 1107 —110 107 | 
43,341 —— London Electricity Supply, Ord., £2 paid .. «d te ys - 21— 22 | 21— 21 213 2 
79,900! Westminster Blectric Supply Оогр., Ord., 181 to 80,000 .. 517%! 9 955/12 % |17 — 18 17 — 18 өз dis 
о Bubject to F'ounder^s Shares, t Quotations on Liverpool Stock Bzehenge, 
| Unless otherwise stated all shares are fully paid, 6 Dividends paid in deferred share warrants, profits being used as capital. 
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ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES. 
| Business done 
Stock Closing Closing 
Present c or Dividends for week 
екпе. "AME are the lai three years Men | M DR ME i 
| 1895. | 1996. | 1897. Highest Lowest. 
30,000 | British Electric Traction РЕ, 888 deus. - eh гей E. ie А ini E | 163 
90 Brush Bileol. Bn ө Oo., U 1 to 90,009... | 906 "T в ee [EN eee 
90/000 Do. ys Non-cum. 6 96 Pref., 1 to 90,600 2| . ae 28 2} 
125,000; Do. do. 44 96 Perp. Deb. Stock. ... „ [Stock] .. T" "m A 
50,000 Do. do. 44% 2nd Deb. Stock Red. ... Stoch 2 SN us 
19.894 | Central London Railway, Ord. eee os e| 10| .. ids rh 103 
129,179 Do. do. £6 paid „% 10 * У 68 
59,254 Do. do. Pref. half-shares £1 pd. — T " i "a — ** 
67, 680 Do. do. Def. do. £5 pd. M NES zs ке sus á E 
630,000/| Ойу and Bouth London Railway g. Stoch i | 14% | 14% 69 688 
28,180 gr ri Сое 5 n A It LA W ae а 6| nù |... е - - 
son , , x , 
99361 | , ' ers )s 5% | 54% 3| 25 
17,199 Do. do. do. “A” Shares 01—017,189 5 5 * 517% " ae 
194,023 Do. do. do. 4% Deb. stock Red. ... 100 85 on "T 
110,000 | Blectric Construction, Ltd., 1 to 110000... .. ..| 3|5%| 6% 21 2H 
16,943 Do. do. 7 % Oum. Pref.. 1 to 16,943... 217% 17% РА » 
111,100 Do. do. 4% Perpetual Ist Mort. Deb. Stock |Btock| ... ; jue 
91,196 | _Wlmore’s Patent Oop. „ Ltd., 1 to 70,005 ... өөө 1 i $n Я I 
67,275 | Blmore's Wire Mfg., 1 to 69,385, issued at 1 pm. .... A ae | $i ies 
9,6001 Greenwood & , Litd., 7 % Oum. Pref., 1 to 9,600 ... | 18 |10j ivi svn — 
12,500 Henley (W. T.) orks, Ltd., Orc. „, 10 8 9% |10 „ 12 % 22 — 28 | 22 — 23 33 | 22 
9,000 Do. do. do. Pret. [Ir ees 16 7 % 7 % 7 % 184— 193 184 — 193 198 200 
50,000 do, 44 Mort. Deb. Stock Е 44% | 44% 110 —115 110 —115 112 ius 
800,000 do. do. 4 % ist Mort. Debs. 100 eee eee TT 102 —106 109 —106 TI) T 
87,500 Overhead Bail 9 Ord. 00 coe 096 eee 10 21% 81% 34% 10% == 102 106 = 102 ove е 
10,000 ; do. Pref, 619 paid .. — .. 5 5 5 % 158— 164 | 151— 16} — 
^ e de Ma ee ЧИЧЕК 
150 | — — iis vss 
540 00011. Waterloo and Oity Railway, Ord. Stock ...  ... 1000 | . ! .. 135 —138 135 —188  ! 137 1364 
` t Quotations on Liverpool Btock Unless otherwise stated all shares are fully paid. 


Hixchange, 
Dividends marked § are for a year consisting of the latter part of one year and the first part of the next. 
Овоиртов & Oo,—The dividends paid on the ordinary shares (which have not a Btock Exchange quotation), are as follows : 159$—0*/,4 ; 1991—19/,9 1800—8°/ 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


Birmingham Electric Bupply Company, Ordinary £5 (fully paid) 104. 
House-to-House Company, 44% Debentures of £100, 108—110. 


Kensi and Knightsbridge Blectric Lighting Company, Limited 
Bhares 65 y d) 162—171; In Preference 


Oumplative 6%, 25 (full A . Divi 1 
aaa ee 
* From Birmingham Bhare List, 


London Niectrio Варріу Corporation, £5 Ordinary, 4—44. 
* T. Parker, Ltd., £10 (fully paid), 14—15. 


Yorkshire House-to-House Hlectricity Омарзву, £5 Ordinary Shares 
fully paid, 8—84. Dividend for 1896—6 9%. 


Bank rate о: Aiscount З per cent. (October 14th, 1897). 


MECHANICAL STOKERS. 


THE inventor of an American stoker, Mr. Roney, has given a brief 
hiatory of mechanical stokers in Cassier's Magazine, in which, natar- 
ally, the hopeful side of stoking by machinery is looked upon. It is 
over 100 years since machine stoking was first employed, and it 
appears that in Great Britain the mechanical stoker has seen its 
largest employment, over 25,000 being stated as at work, chiefly upon 
the long, narrow grates of internally fired boilers. James Watt 
patented the first stoker in 1785, which consisted of two sets of hori- 
zontal grate bars, worked intermittently by hand levers. It is said 
to have been a success as a smoke preventor. It is a little amusing 


to see the Hopcraft Furnace of 1889 seriously described among a host 


of others, and its complicated construction set down as an evident 
obstacle to success. There never was any necessity to put forward 
the question of complicated construction to account for the failure of 
this furnace. It never was known to be a success anywhere. It never 
even acted in any way as it was claimed; it was hopelessly impossible 
from the first, and was condemned by experts from the beginning, and 
only one of the company’s engineers had the pluck to say so, for which 
—but we will draw a veil; the inner history of this furnace has 
to be written, but the time is not yet. It forms a unique specimen 
of the art of company-mongering, an art which drew £180,000 from 
the eager public for a patent that no practical man would have passed 
as worth 21d. . : 

‘German stckers are rated by the author as merely modified British 
stokers without their advantages. Novelty in design seems, how- 
ever, to have been sometimes sought in America. The Murphy is 
one such. It was the first distinctively American stoker, aud was 
patented in 1879. It is applicable only to under-fired boilers, and 
consiste of a V grate under a brick arch, fed by lateral plungers from 
coal hopper passages in the tide walls about 6 cr 7 feet long. The 
bars of the V grate run parallel with the slopes, which are at an 
angle of about 35°. At the apex is a revolving toothed bar to grind 
out clinker. Allthe sloping bars are hinged at their upper ends, 
and are moved by cams about an inch at their apex ends. This brings 


down the fire as it burns away. It is said that this machine has a 
good record. We can believe it, for, apart from the serious incon- 
| 


venience of the lateral coal hoppers it seems well designed, but it 
appears only specially'applicable to single boiler installations. 
The general trend of American stokers, constructed as they are for 
use with externally fired boilers, is to the use of steeply inclined 
grates sloping down from the firing plafes, and with the separate bars 
moving more or less, so as to induce the fuel to move forward and 
downward. The advantage of these sloping grates, is that the fire 
need never burn into holes, for the grate movement can be 
15 be quick enough to cause the fuel to gather and fill up the voids as 
ormed. | | 

Mr. Roney is in error when he states that the English Jukes grate 
was made with bars crosswise to the furnace. We have seen some 
scores of these furnaces in Yorkshire, and never saw one which had 
not the link belt grate exactly as illustrated in Mr. Roney’s illustra- 
tion of this furnace, as copied by the Babcock & Wilcox Company, of 
New York, Asin England, underfeeding has been attempted. 
American underfeed stokers follow closely оп the design of Holroyd 
Smith. As we have before stated, the patent of Mr. Roney himself 
includes the sloping grate ides, but with transversely placed bars 
which rock and form a rocking-step grate. There isa dumping grate 
at the lower end for cleaning purposes. 

For externally fired boilers, possessing ample space and height for 
liberal. mechanical arrangements, we cannot see how anything much 
better than the Roney idea can be evolved. The ST to usd gravity 
gives the power of overcoming that worst fault of other coking 
stokers, the thinning out of the fires at the back ends of the bars. 
By gravity and grate shaking the fuel can be travelled down the slope 
at a speed sufficient to keep the bars covered, the dumping 
serves to clear off clinker, and, generally, the machine looks a 
success оп paper, and, we believe, is one defacto, as, indeed, is borne 
out by the tendency towards this type. Externally fired boilers are 
not во common in England, and we are, therefore, confronted 
in our internally fired boilers with a far more difficult 
problem mecbanically. Our coals are chiefly bituminous, and 
must be burned on the coking system for perfect smokelees ness, 
and unless there be a bridge against which to travel the fuel on the 
bars, so as to feed up the hollow places burned in the fire, there is 
always apt to be an excess of air, and corresponding reduction of 
efficiency. With Mr. Roney, however, we agree that the stoking 
of the future will be more and more by mechanical means 
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(Concluded from page 5) 


Tus electromotive föras at the — is 
960 volts at 50 cycles, the length of the line 
being 835 yards. The power is transmitted 
through bare overhead conductors, supported 
on porcelain insulators. The station and 
line are fitted with Wurts's lightning 
arresters 


Figs. 5 and 5a show свв of three 
horiz mtal 5 inches by 9 duplex pumps, 
made for the Consolidated кР of 
South Africa. Each pump is capable of 
raising 20) gallons 60 feet per minute, and 
is coupled to a 9 H.P. three-phase motor 
through double reduction gearing. The speed 
of the motor is 1,150 revolations per minute, 
ла 60 cycles and 110 volts between two 


6 is a photograph of an electrically 
Fi coal 1 5 БУР with two 10-H.P. 
three-phase motors. The motors are wound 
for 500 volts, and are switched into circuit 
without any starting device. Their speed is 
960 revolutions per minute, this being re- 
duced to 9 revolutions per minute at the 
cutter through treble. reduction gearing. 
The diameter of cutter wheel is 5 feet 
8 inches. 

This machine has been construc‘ed for 
Messrs. Popa & Pearson, Limited, for use in 
their colliery at Normanton. The distance 
between the generators and coal cutters is 
about a mile. 

The plants deacribed in this paper have 
all been zupplied within the last two years, 
and although, I am sorry to say, it is a very 
small amount when compared with what is 
being done in the United States, Germany, 
or Bwits:rland, it is some satisfaction to 
know that a little progress has been made in 
к: казу їп the manufacture of this class 
of wor 


Even those who do not admit of any or 


sufficient saperiority of the three-phase over 
the contiauous current system to induce 
them t5 take up the manufacture of the 


former for use in England, must acknowledge : 


that many large and valuable orders for our 
colonies and elsewhere are given to foreiga 
firms, which ought to be executed in this 
country, but unfortunately so little has been 
done here that so far we are not in a position 
to compete. 
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SOME RECENT IMPROVEMENTS IN ACCU- 


Z — — У / . M MULATORS AND THEIR APPLICATION TO 
TIEN SAE TRAC TI e 
os UE QD ИШ GU "HE MEE, өк Son: волна 
BR EN S Eun ANAL BS od M | | 
CCC By J. T. NIBLETT. 
Fi san a Means of vehicular locomotion by the aid of some power other than 
| " that of horses is a subject that is now receiving a vast amount of 
attention. Not only is it of interest to electrical and mechani^al 
— - engineers and carriage builders, but it has been taken into serious 
ш ки ак a 8 consideration by all those responsible for the regulation of traffic in 
| | our large towns. The subject is of such huge importance, that it not 
* e | only affects those whose business or pleasure calls for some rapid and 
e means place to place, but it the 
EB. saf of transport from place to place, but it affects the safety 
| | Ж. and comfort of the as well Our present system 
yaa of horse traffic is open to many objections, not only from a humani- 
L1 tarian point of view, but from ite sanitarian and economic aspect as 
„ well. streets in our large towns would present a vastly different 
NS с жир ас ли, тим кало жанара инана 
FFI b were u . 
TINI — Much attention has been given to the application of steam, petro- 
80-H.P. Мотов, 220 volts, 123 amperes. | leum, and spirits to produce the necessary motive power; but there 
| ‘is but little doubt that electricity will eventually su e them all, 
not only on the score of economy, but owing to its freedom from 
heat, steam, disagreeable odour, and to the ease with which it can be 
manipulated. AR n 
In this MR Sua: 17 1 propose ee Be the 
numerous applications o city for the propulsion of tramway 
No. 4 PorxrnasR Osang Мотов, two-phase, 7,200 alts. cars and light railways, but we shall devóté our attention more 
| 8-pole, 200 volts. especially to the subject of the electrical propulsion of vehicles on 


common roads by m ans of batteries. We shall point out some of 
the recent improyements that have been made in batteries suitable 
for this purpose, and shall then indicate in a few words how the 
are best employed, and the most approved methods of dealing wi 
them. An endeavour will be uate to deal with the subject in a 
pores manner, and all technicalities will be avoided as far as 
possible. 

Secondary batteries may be divided into two classes, viz , those 
in which the active material is formed from the substance of the 
element iteelf, either by direct chemical or electro-chemical action, 
and those in which the chemical formation is accelerated by the 
application of some easily reducible ealt of lead. Elements of the 
former type are usually termed “Planté,” and those of the latter 

or pasted, Messrs. Planté and Faure being the respective 


The active materials in all the best known types of secondary cells, 
whether of the Planté or Faure pattern, is peroxide of lead in the 
positive element, and spongy lead in the negative. The medium 
through which the necessary chemical changes occur during either a 


— 

Бетти dum 12 | charge or discbarge is a solution of sulphuric acid and water. There 
100 2222 — \ is still much doubt as to the precise nature of the chemical changes 
EIL E involved in a lead sulphuric acid cell, due to the action of an electric 


e 50 100 150 200 250 300 350 400 4so c current, and therefore this matter will not be discussed 
Enongh, however, is known to enable those concerned in their com- 
Pounds torque at 1 foot radius. mercial manufacture to construct cells of almost any electrical 


capacity, and capable of taking up and giving out any rate of charge 
ordischarge. It isnow usual кари any given type of secondary 
cell as being of so many am ours capacity per pound of plate, 
or per pound of complete In the case the precise nature 
of the containing vessel, whether it be of glass, earthenware, metal, 
or vulcanite, must, of course, be 
One of the earliest to introduce into this country a commercial 
C 
ong on the market. E much atten 
No. 4 РогтрнАвЕ Crane Moror, two-phase, 7,200 alts., to the кту rci of ise аге this and in a recent 
8-pole, 200 volts. ‚ communication to the Institution of Electrical Engineers he promised 
to shortly introduce an improved form of his plate, which he stated 
Speed, torque, time, and temperature curves, was particularly suitable for traction p . Such a promise, 
2 coming from опе во well уне кси MN ЖАЛУ на aver 
real improvement. The original Epstein plate was made by dee 
grooving both sides of a lead plate. The piste, when grooved in 
way, was boiled in a solution of nitric acid and water, or rome similar 
solution. This process is said to so corrode the metal that it is 
easily acted upon electrolytically. Owing to the serrated nature 
of the plate, the active material appears to wedge itself in the 
FCC 


Rise in temperature for 8 hours’ run at 20 H. P. Output, 200 volts; 
primary, 20° C.; secondary, 20° C. 


LEN UR be Ore ton-Howell cell, which do not h h of 
e Crompton-How which we not hear muc now. 
REP еы was anal of plates sawn from a cast mass of porous lead. 


НЮ Ж 


We believe this material was prepared by a system of erating the 
metal while in its molten condition. The resulting plate was of a 
highly porous and crystalline nature, and, owing to its porosity, the 
el easily permeated it, thus rendering the formation quite 
an easy matter. 
A form of cell now on the market, known as the " D.P.” accumu- 
lator, manufactured by the D.P. Battery Oompany, is also of the 
Planté type. The elements in this case consist of a number of 
narrow strips of lead built up one above the other. By this method 
a large active area, enabling the cells to be charged and discharged 
at high rates, is obtained, while disintegration of the active material 
or buckling is said not to occur. Ав in the case of the Epstein cell, 
Lbs. torque at 1 foot radius. the plates are chemically treated to accelerate the formation. 

i The traction cell made by this company is not designed with a view 


* Abstract of paper read before the Self-Propelled Traffic 
Tue NORTHERN Socmrr or ELECTRICAL ENGINEERS. tion, Liverpool , on March 29th. ! 
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to extreme lightness, but rather with the idea of combining durability 
with as little weight as e containing case of this par- 
ticular form ‘of cell is of ebonite, and it contains three plates 

tive and two pé piden The weight of the complete cell is about 
lbs., and three cells are put in a crate for 5 of handling, 


—006 


pacity of four ampere-hours per pound 
of 5 VVV 
obtain Qus 

The “Lamina” accumulator elements, as manufactured by the 
Lamina Accumulator Company, are made up of a series of perforated 
and corrugatéd lead strips. The method of making these plates is 
somewhat as follows :—Lead is received in the form cf rolls of 8 
to 10 inches wide, and of varying thickness of from -h to ud of 
rforated, and is afterwards corrugated by a 

g treated in this way the lead is cut up 
into strips, of the desired sizs. These strips, when built up, are 
encased by a sheet of ресе све, held in position by 


у 
st. The con case is of ebonite, and is of the following 


dimensions :—10 inches long, 44 ‘inches wide, and 12 inches сер. 


The complete ht of the cell, with elements and electrolyte, 
ven as 40 lbs. The dimensions of the positive plates are as 
ollows :—8j inches long, 7$ inches wide, and §ths of an inch thick. 
The візе of the n 
and §thsof an inch thick. The discharging rate of this form of cell is 
20 amperes, but it may be ran up to 100 amperes. The normal 
charging rate is 35 amperes, but this can also be ran up to 100 


Faun, on PASTED CELLS. 


. Messrs. Bellon, King, Volkmar, Philippart, Parker, Swan, aud 
others, have each devised methods of holding active material on grids, 
frames; or plates, These methods, combined with Faure's original 
discovery, conséitate that group of inventions owned by the Electrical 
Power and Storage Company, and are well known shortly as the 
E. P. S. patente. In all cases the actual forming is done by the pnr- 


chasers. 
Of late improvements have been made in the original I. P. fB. 
sides, and these 


cast upon it on ledges are filled in with the 


active material. Plates made on this principle are much thicker . 


than those originally made, and are said to give a greater ca 


saei here. We shall, how- 
to company’s traction cells 


on. | 
Sinos the year 1880, considerably over 1,000 
British letters paten 
have developed into fully published patents. The majorit 
d арго еше are Pi a mechani 5 and 


of the ve 
prevent at pres bugbear of all lead accum 
ckling of the p 


It is поё within the scope of this communication to Tray ang all 
the attempts made to overcome the above-mentioned difficulties, and 
only a few of those batteries now on the market will be considered. 
Tn addition to the improvements noticed here, much has been done 
in this копу OF such workers as Sir Edward Frankland, Messrs. 
Reckensaun, Drake, Gorham, Barber. ervey гч; Bristol; and 
others. On the Continent, Messrs. Reyaier, masi, 
Jacquet, Payen, Laurent-Cely, Р and Blot are each credited 
with improvements; while Messrs. Brush, Eickmeyer, Ernst, Oar- 
penter, nowles, Hering, Gibson, Ourrie and Winkler, in America, 

ve modified, with some amount of success, either Planté's or 
Faure’s origioal inventions. | 

A form of aecumulator which has been received with much favour 


yer of e, oes are then filled in with the 
usual lead oxide. The reason for treating the plates in this 
way is to prevent the formation of sulphate of lead at the junction 


of the holder and the active After 
ment the plates are allowed to dry, and are passed through smooth 
rollers, This last process closes up the grooves, and tends to key the 
active material in. | | 
оеш to Prof. Kohlrausch, who made some testa of the 
original Tudor cell, he found that a capacity of 16 am hours per 
and of plate was obtained by a cell of the following — 
weight of the elements was 29:3 Ibs., the total active surface of 


egative plates are :—8j inches long, 84 inches wide, - 


в шр аше plate, now much used, has a series of ledges 


s for 


clally to:— (ерове of accelerating. formation; - 


Gadot, Hagen, 


the positive plate was 1°29 square feet, the amount of electrolyte 
was six pinte. Such а cell was stated to have 


of 0°015 ohm when charged, an 

best charging rate was found to be 5 amperes, and the discharging 
rate 6 5 am As а mean of six ordinary charges and discharges 
а current e 


Чари агра АЗДА а ез рене еее А 
vo and o 
far better results have recently been obtained. 


( To be continued.) 


AN ELECTRICAL HYPOTHESIS FOR THE 
SOLAR AND PLANETARY STS 8, AND 


SOME OF THEIR АВВОЄТАТ PHE- 
NOMENA. | | 
Br DELTA. 
(Concluded from page 462.) 
Тнк COMETARY Воргкз, 

TEE application of the electrical hypothesis hesis to an explana- 
tion of't is erratio body® is necessarily highly speculative, but 
not more so than that of any other b yet pro- 

It is s that the rotation of the solid element of 
the comet is effected electrically. The rapid movement of 


the body in a state of erratic movement drega along with it 
an atmosphere which streams behind dike the tail of a kite, 
or the steam from a locomotive; this straggling atmosphere 
is illuminated by the passage throngh it of electric energy of 
high intensity and frequency. DN | 


| Tun NEBULA. 
It is assumed in the absence of more specific data—that 


transformers, to be admitted to the interstellar and low 
intensity electrical ocean at low intensity. А 
It is suggested that the coalescence of the stellar portions - 
of the nebule is the result of inter-electrical action acting in 
the same way that electrified particles of aqueous vapour unite 
to from clouds. | 
SHOOTING STARS. 


It is admitted that the luminous streake, known as shoot- 
ra api travel constantly in the same pathway around the 
centre, their orbits of passage being very similar to 
those of cometary bodies. SE 
No doubt somewhat analogous 
pecie lines in the aqueous oceans of деш wb br pde 


STARS. | 
The repulsive force of eleotricjty varies inversely 9a the 


ratio of molecular weight, the lightest particles being driven 
from the great solar elsctrioal conductor. | 


Each star will be, it is suggested, а smsll conductor, and 


must either have its own luminous atmospbere, or be во con- 


stituted, as to offer a resistance to solar electrical emanations, 
sachas toset up in a portion of itssphore a temperature of bright 
inoandesoenoe ; such a form of inferior conductor can be 


-easily imagined, and if thought of in combination with the 


effect of rotation, it should пое the intermittently 
luminous character associated movable stars, 

The fixed stars are probably amenable to the same law, 
and it is likely that this incandesoence effect that induces 


© Ib bas already been admitted by one astronomer that the 
luminous (missions from cometary bi are largely of an electric 
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disintegration resulting in the formation of  aerolites, 
meteorites. | 

The fixed stare may have atmospheres of varying chemical 
character and density, and thus we should have luminous 
effects of varying colours coincident with the density of the 
stellar envelope which is illuminated by the resistance offered 
to the flow of solar electrical energy. Í we 


THE INFLUENCE OF STARS IN THE EXTENSION OF HIGH 
VoLTAGE SOLAR DISCHARGES, 


A high pressurs electrical discharge can be extended in- 
definitely—by the introduction of иш conductor spheres, 
in the line of electrical'discharge—and it is here suggested 
that the. myriad ороп niyrisds of tara that photography has 
disglosed to us may really constitute a means by which high 
pressure colar electrical currents are distributed oyer the 
vast area we know as the stellar and planetary-spice: - - 
The starry elements we already know have varying degrees 
of luminosity ; the greater number do not arany emit 
luminous rays of sufficient intensity to be seen by the 


human eye, although faithfully recorded by the sensitive 


photographic plate. 


A CORRELATIVE THEORY. 


Since the date of the publication of the first and second 
of these articles, the journal Zlectricity, of New York, 
in its issue of February 16th, publishes a new theory pro- 
ponnded by Dr. William M. Gross, which has a certain 
resemblance to the theory formulated in these articles. 

The Gross theory briefly defined, and in his phraseology, 
i; c modified, is as follows :— | 

Петев that electrical force is induced and not static. 

Dr. Groes asserts that the earth and its atmosphere go to 

make up an immense armature, with that portion of space 
between the earth and the sun as the electro-magnet. 


He suggests that the earth in revolving generates a | 


powerful current. 


He says the solar rays are vertical on come parts of the | 
earth all the time,.and that the space between the earth and 


the sun is heavily charged with electricity. | 

Currents of this electricity are induced out of space by 
the revolution of the earth from west toeast. In accordance 
with the law of Lenz, governing electrical currents, they, 
the electrical currents, pass in opposite direction, that is to 
say, induced currents of electricity always move in opposite 
directions to the electro-magnetic force producing the 
current. И "E | ME 

These currents are brought down to, and through the earth 

by the latter's centrifugal force. This force tends from the 
centre and towards the east; the electrical currents ten 
. from the east and to the centre of the earth. 3 

When the centre becomes surcharged, the current flows 
aff at about the 70th parallel, producing the north and 
south winds, — . 


His experiments with ground telephonic wires has satisfied - 


him that the earth is full of electricity. Dr. Gross is making 
гие investigations, more of which we shall doubtless 
ear anon. PEL 


THE INFLUENCE OF ELECTRICAL CONDITIONS UPON 
ORGANIC Вортез. 3 


The importance of the investigation into the electrical 
characteristics of organic bodies has already been emphasized, 
and W. Branly’s recent contribution in December, 1897, to 
the Academie Frangaise, is most opportune, and establishes a 

iking analogy between the effect of continuous electrical 
currents upon the nervous systsm, and upon the coherer; 
Branly, although not prepared to say that the coherer and 
the nervous actions are altogether similar, nevertheless 
considers that the resemblance is sufficient to form a valuable 
guide to the electrotherapeutist,* — ^ 

The author suggests that there is some analogy between 
the cause and effect of Hertzian rays and the strong impulses 


that are oocasionally transmitted between human subjects, in 


strong sympathy with each other, but separated by many 
е . es. . | . 


It is only fair to W. 8. Hedley, M. D., to say that he в 
185 Lancet a similar physiological analogue as far back as May 4th, 
895. Е 


sted in 


The influence on organic plant life is not at all res lised in 
the measure of its importance.“ M" 

In concluding these articles the author asks for the un- 
prejudiced consideration of the hypothesis he has so im- 
perfectly formulated. ' 

We are, even now, а century of years past the time when 
Volta first initiated his researches into the electrical condition 
of the atmosphere, but little in advance of bis knowledge, 
either in the exact knowledge of the electrical characteristics 
of the atmosphere or of the earth itself. | | 

The exact knowledge of the character and proper appreoia- 
tion of the all powerful influence of high voltage rays that 
stream from the solar fountain of electrical energy (which is 
the master influence in developing and maintaining organic 
vegetable and animal life) may permit some of us to find 
means of control and diversion of such energy for the benefit 
of man, and especially in the removal of nervousstress. The 
tendency of modern /in de stécle civilisation is more and more 
in the direction of the suppression of the animal in favour 
of the mental energy. In the train of tbis tendency, and 
const ituting one of the baneful effects of modern life, is the 
increase of diseases of an almost entirely nervous character ; 
and the individual, who is compelled to follow ia the mad 
rush, is becoming more and more susceptible t^ the varying 
conditions of his electrical environment, and, therefore, the 
demand for more light, is not merely the prodact of a desire 
for scientific research, but it is based upon motives having a 
far more serious raison dere. T | 

Given this enlightenment, then the necessity to grope in 
the gloom of uncertain knowledge, promi tin hypotheses 
of more or less speculative character, however logical they 
may be, will vale peat. E. | 

it the author has not safficiently curbed his imagination 
in building up the electrical theory applied to a field of 
immeasurable dimensions, and one that must necessarily 
be of a more or less highly speculative character, he trusts 
that the contribution may lead at least to a proper recogni- 
tion of the importance of correlating the day by 
day changes in the electrical condition, and the other 
physical changes of the atmosphere with that of the 
substrata of the earth, and in geographically well-distributed 
centres. | 

If ardent investigators would devots their serious attention 
to the exploration of this comparatively unknown field of 
scientific research, they would confer inestimable advantages 
on their fellow men. | 
Compared to this field of research, the importance of the 
exploration of Arctic and unknown territorial regions becomes 
puerile. There is no reason why practical science should 
not be able to provide means for testing the electrical con- 
dition of both the atmosphere and the earth at a distance of 
even five miles below or inside, and 10 miles above or outside 
the surface of the earth. | 
The competent and adequate exploration of the electrical 
mystery land offers far more prizes than can be easily 
imagined, and the fruit of such research may. not only 
eventually command the ready and artificial di of 
clouds and the fall of rain, but it may permit the establish- 
ment of conditions that may prevent the influence of effects 
injurious to human life and happiness. 

A society formed from the 28 of physicista, electricians, 
chemists, and from the medical fraternity, along with experte 
in astronomy and meteorology, would find ample scope for 


work in the field of research outlined. That this society 
will be formed, is the ardent hope of “ Delta,” and he trusts 


is also that of your readers. 


* “I have been applying now for nearly a year electrical radiation 
for the purpose improving our native wheats. I pass them 
through the terminals of a Tesla apparatus and find that the 
instantaneous exposure has a marked effect upon the germination and 
upon certain important functional features of the grain. There is а 
violet radiation round the wires, but nothing visible when the grain 
passes them. The defects which this treatment go farthest towards 
remedying exist in Scotch wheat and do not exist to the same extent 
in wheat which are grown with more sunshine, and it is an interesting 
question whether these differences are caused, not so much by the 
variations in the amount of sunshine as by the variations in the 
quantity of violet rays reaching the growing wheat. However that may 
be, I think it points in the direction indicated by your paper, 
the electrical radiations from the sun play & most important 
the vegetable world." 

tter bearing date March 3rd, 1898, received by the author. 


part in 
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THE TELEGRAPH TROUBLES. 


TRR OLERKS’ Рогхт or VIEW. 


Bx CHAS. H. GARLAND. 


Р à (Concluded from page 386.) д 
DukINd the progress of these papers it has been sought, by 
ihe free use of quotations, to show how far the ideals of 
State employment, as formulated by politicians, economists, 
and even barristers, of all shades.of political bias, differed 
from the actual conditions which exist to-day. Whilat the 
whole country seems to be fast progressing towards a more 
real democracy, whilst the pressure of public opinion is 
forcing Ministers to proclaim themselves in favour of the 
most advanced and generous principles of State employment, 
the anent Civil Service of the Ccown remains the strong- 
hold of a labour policy that, viewed in the light of present- 
day economics, is absolutely reactionary. The rights enjoyed 
by ordinary citizens are, in many instances, taken away from 
State servants, and this deprivation is thought to be justified 
by reference to certain illusory benefits, which, in many 
instances, exist only on paper. Thus the statement of Mr. 
Arnold Morley as to the “right to combine” among postal 
servants may be regarded as a sop to the Cerberus of public 
opinion. Any poetal servant knows that the picture there 
painted of the privileges enjoyed by the various unions 
| not the slightest. resemblance. to the actual state of 
affairs. What did Mr. Morley say? In a letter addressed 
to Mr. Murray Macdonald, M.P., on April 1st (an ominous 
date), 1895, the following words occur: “The officers of 
this Department are at liberty to combine in any way 
they may think proper. All the privileges which trade 
unions enjoy, and, in my opinion, rightly enjoy, are thus 
accorded to the unions of postal officials.” The uninitiate 
would gather from this that the most complete liberty of 
combination, as at present understood, was enjoyed by 
Post Office servants. Yet this is far from being the case. 
The publicly-proclaimed rights are cut down to mere 
nothingness by restrictive regulations, which are defended 
on the ground of discipline—a defence which would not pro- 
tect a private employer from censure. During the recent 
debate in the House of Commons on this subject, the point 
at issue was obscured by references to dismissed officials, and 
the real principle was lost sight of in a profitless discussion 
of а disciplinary measure of Sir James Fergusson. Although 
the principle of the right of combination may be said to be 
involved in the defence of this measure, such is the nature 
of Parliamentary debates, that the Honse generally “ cannot 
see the wood for the trees.” The truth is, that although 
unions are perforce tolerated in the Post Office, they are not 
officially recognised by the Department. ВУ 
, The officials of the various organisations are not гесор- 
nised as such by the Department, their communications are 
not recognised as representative of their membership unless 
backed by the signatures of their members, their representa- 
tions are only received at all on condition that they them- 
selves are suffering from the grievances complained ot, and 
they are never consulted by the Department when changes 
are contemplated or disputes are to be settled. Again, the 
union officials are ed as rebels, and it only requires a 
brief survey of the recent agitation history to show that 
danger, difficulties and disfavour корш the tenure of 
office in the unions of postal officials. Men have even been 
discharged for the ventilation of grievances which have 
afterwards been remedied, and the complaint thus justified. 
These things are hard to believe, but are nevertheless true, 
Mr. Morley notwithstanding. Official returns have been 
issned recently, tending to show that the Department has 
improved the condition of its employés, and that the ratio 
of the wages bill to the receipts has increased. It has not 
been contended that these improvements were not necessary. 
In many cases, as I have pointed out, they are illusory; but 
they have never, in one single instance, been initiated by 
the Department. They have all been won by the men them- 
selves in the teeth of opposition, indifference, discourage- 
ment, and personal danger. m | 

Instanoes innumerable could be adduced in support of 
these assertions. It is difficult to say where the blame lies, 


unless one attributes it to so impersonal an entity as the 
system. This administrative system, © iron-bound with red 
tape," forms an impregnable rock against which successive 
Postmasters-General beat themselves in vain; but it is high 
time that heroic measures were taken to change it. There is 
a tendency for the State to take charge of much more of thé 
business of the country than at present, and if ag each great 
industry is successively taken under its wing, the workers 
are to be deprived of the- benefit of the common laws by 
restrictive regulations, we shall soon find ourselves sliding 
down a steep gradient towards a bureaucratic tyranny which 
is terrible to contemplate. In France the climax of this 
condition of affairs is fast approaching. By the same 
specious reasoning the State jastifies the denial’ to its .ger- 
vants of the rights of combination assured to. all. other 
workers by the law-of March 21st, 1884, and as the various 
industries of tobacco preparation, mat ah-making, railways, 
education, telegraphs, telephones, lettsr-carrying, and the 
multifarious duties undertaken by the French Post Office 
come into the hands of the State, the employés are deprived 
of this important part of their civil rights. Z/ Eclair. of 
August 29th, 1896, commenting on the matter, makes some 
remarks which have & peculiar appropriateness to the present 
position in England. © Why are State servants thus denied 
the common rights?” it asks. “ Because they are civil 
servants, which amounts to saying that instead of being paid 
by some sort of commercial employer, a simple citizen like 
themselves, they are paid by His August Majesty the State. 
And the State doesn't like to be disturbed in the peaceful 
possession of its omnipotence. . . , . А fine reason, cer- 
tainly! But this situation from which the State wishes to 
protect itself is the common right. Railway eeryanta and 
miners are combined, and do you think the companies are 
too well pleased with the spirit that these innovations 
delelop in their staffs? Haven't they often complained ? 
Wouldn't they like to get rid of the unions ?. But they have 
to put up with them because it's the law. When the law 
was made it was well known that its effect would be to 
lighten the serfdom of the wage-earner, to diminish the 
power of the master, that in шо сш the one it exposed 
the other, and that these effects would be accompanied hy 
others; the shifting of power, the weakening of authority. 
But the law was passed nevertheless, because it contained а 
principle of social justice before which all considerations of 


. 8 contingent order must bow. Why should the State, then, 


seek to protect itself from obligations which its own jadges 
impose upon all other persons? It sets a bad example by 
trying to disembarrass itself of a law when it does not 
suit it.” . | 

These words apply with equal force to the condition of 
English State employés. The State must either set itself 
the task of initiating reforms and keeping its employés 
abreast of the changing conditions of life, or it must give 
to those employés the full right of combination to enable 
them to fulfil this necessary and useful function themselves, 
At. present, it does not do the first of these two things, and 
placea difficulties and dangers in the way of the second ; and 
the reason that a greater outcry has not resulted is, that only 
among the lower grades of postal employés, who аге во 
meagrely paid as to feel the pinch of the changes around 
them, whose salaries leave no margin for adjustment, and 
who are brought directly into contact with the labour needs 
and problems of the day, have unions grown up and the 
restrictive regulations been enforced. But the sphere of 
those affected is growing, the public conscience is slowl 
awaking, and ere long the model employer, it is to be 0 
will be a useful, if tardy, model in this t also. 

Any summary, however brief, of the telegraph clerks’ case, 
would lack an essential to completeness, did it not contain 
some references to the vexed question of overtime. Pro- 
bably no portion of the trouble has been more subject to 
misrepresentation than this. When telegraph clerks have 
complained about compulsory overtime, it has been assumed 
that they took exception to the performance of any extra 
work that the exigencies of the service under abnormal con- 
ditions demanded. This is far from being the case. Tele- 
graph clerks, despite the discouragements to zeal, are as much 
interested in the efficiency of their service, are animated by 
as much public spirit as many more generously paid bodies. 
They have never objected to giving extra attendance under 
extraordinary conditions; what they take exception to is 
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quite another matter. They object to the chronic overtime 
exacted from them by the ordinary constant pressure, which 
they contend should be met by an increase of staff, and bring 
to them the concomitant benefits of promotion which are 
incident on service development, And when this continual 
oyertime to meet ordinary and calculable pressure is made 

„ and failure to readily undertake it is attributed 


ta the complaint forcibly aud: briefly. * It must be 
remem " it says, “that the hours of duty vary through- 
onè the whole of the day and night, so that any increase 


adds considerably to the disoomforta of а telegraphist's life. 
The papers given to a olerk upon entry iBto the service state 
nothing regarding extra att ndanoe, excepting oocasional 
Sanday duty. The present Postmaster-General issned a cir- 
cnlar stating overtime to be compulsory, and threatened the 
staff with severe punishment should any refusal take place. 
Sir A. Rollit, at the conference with Mr. Hanbnry and the 
Duke of Norfolk, declared the Post Office had no legal right 
to enforce the demand, but the State could compel obedience 
under peu of dismissal, The sre is one that eminently 
calis for settlement, otherwise the eight hours duty is 


* 


extended indefinitely, and telegraphists are in the position of 
having no privileges and no rights. No difficulty has ever 
been experienced by the 


f tment in obtaining volunteers 
for the ordinary flactuations incident. to the ph ser- 
vice, but, owing to the persistent undermanning of the staff, 
overtime is chronic throughout the summer months. The 
secretary of the Post Office indicated before the Tweedmonth 
Oommittee his willingoess to sacrifice efficiency for economy, 
and it being cheaper to compel the present clerks to perform 
overtime during the busy season than to increase the staff, 
the Postmaster-General's recent decision is regarded as bear- 
Ing in the same direction.” | 

We have now traversed the principal points in dispute 
between the telegraph olerks and the postal 
and although the whole matter is far from exhausted, enough 


has been related to show the roots of the difficulties and 


‘bring ont the necessity for a change of policy in treating the 
discontent existing in the minor establishment, The policy 


of forcible repression has failed as utterly as it deserved to 


fail, and discontent is greater and more articulate than 
before that policy was initiated. Such a policy is deeply 
ingrained in the fibre of permanent officialdom, is consistent 
with its traditions, and will doubtless exhaurt the energies of 
many well-intentioned Poztmasters-Ceneral ere it is finally 
efadicated. A recent letter from the Seoretary of the Post 
Office is a glaring example of the uncompromising and 
unoonoilistory attitude assumed. 

N the sittings of the Tweedmouth Committee, 
as, indeed, always, telegraph clerks had been reminded of the 
шешу advantages they enjoy over and above those vouch- 
safed to the ordinary human worker, and not least among 
these trumpeted advantages was the nee of their 
employment. They worked for an employer who never died, 
who never failed, and was, ia many other ways, a model. T 
had heard it so often that, against their reason, they 
begun to believe it. It may be that the soreness caused by 
the failure to get sympathetio, or even just consideration, of 
‘their grievances, had, to some extent, been healed by con- 
templation of these advantages, Bat while the wound was 
still smarting the balm was rudely torn away. In a letter 
to a correspondent, dated August 81st, 1897, Sir S. Walpole 
said :—“ Tel-graphists are not employed in the service of 
the Post Office under any kind of contract.. The Civil 
Service certificate, which they obtain as a necessary condition 


of their employment, contains no contract, and gives ho right 


to the holder; it merely certifies that he is qualified for a 
particular situation, such as that of telegraphist. The poei- 
tion. is, therefore, simply this :—The telegraphist is employed 
during the pleasure of the Postmaster-General, and if he 
does not do what is required of him the pleasure may cease, 
and with it the 3 3 

Of oourse, we all know that the Postmaster-General, as 
steward of Her Majesty, exercises the right of dismissal at 
pleasure, that no formal signed oontraot is entered into by 
the Post Office to provide or maintaia employment for a 
telegraphist. But we also know that the power theoretically 
possessed cannot be arbitrarily exercised in the way more 


. Own merits, and 
administration, 


prime mover and its work, it must show 


than hinted at in the passage quoted, and that there is an 
implied contract which is not, and cannot be, alto dis- 
regarded. It is impossible to dissociate telegraphists from 
the rest of the Civil Servios in this matter of fixity of tenure. 
So the deliverance did not cause a panic of terror. It has 
b»en introduced here merely as an- illustration of the useless 
irritation and possible exasperation likely to be caused by the 
unsympathetic policy of the Department. | 
The time has arrived when the Postal Department should 
depart from the time-worn traditions of an effete coonoinio 
era, and шоо the question of the discontent of its em- 
ployés ia the spirit of the beet employers of the day, to 
whom it professes the róle of model. The spirit should bea 
eonciliato-y one, and the end not the useless endeavour to 
stifle discontent, but a sincere desire to do justic>, and remove 
the causes of disaffection. If telegraph clerks are listened 
to in this spirit, their demands will be found not to be exor- 


ditant, nor will their attitude be found unreasonable, and the 


way will be short to the realization of a contented, willing, 
efficient service. 


|: THE USE OF ELECTRIC MOTORS IN PAPER 


MAKING. 


_ Ir is extremely interesting to notice that nearly every special 


iodu-ty presents to the electrical engineer a series of prob- 
lema new to him, and peculiar to itself. For this reason, 
possibly, it comes about that electrical engineers аге con- 
tinuully engaged in what is real research work of a very high 
order. The application of electrical power to industries. 
hitherto depending upon steam, is not merely a simple 
change from one system to another, but iavolves the most 
ingenious adaptations. Electric power has t» stand upon its 
be accepted or rejected according as it is о? 
is not well fitted for the purpose in view. : 
Speaking broadly, the fewer intermediaries between the 
point at which power is generated and: that at whioh it is 


. utilised, the better for economy so far as power is 


And, therefore, if an electric motor is thrust between the 
Xd cause for ita 
presence. The energy necessarily lost in it must be oom 
pensat:d by a greater ages of energy eomewhere else, or by 
к economy in time or labour sufficient to be worth the 
W 1 e, 

Whenever electric motors have proved important adjuncts 
in any manufacturing process, it has a-ually been for one or 
more of the three following reasons, each of them definite 
and sufficient :— First, they may have enabled a cheap prime 
mover to be substituted for a costly one. Second, they ma 
have materially reduced the energy lost between the prim 
mover and the point at which its power must he applied. 
Third, through their characteristic facility of application 
they may have been ab'e to replace manuai labour at some 
point in the process of manufacture. Beyond this, electricity 
may have an intrinsic value as the source of new processes, 
bat electric power, as such, takes in these no part., ^ 

In the paper making industry, mannfaoturers have been, 
on the whole, somewhat slow to adopt eleotrical power in- 
stead of steam, doubtless feeling а little nervous as to the 
result, being only too well aware of the disturbance which 
&n radical a change would make in their capital, yet a little 
rfl ction will show that paper making іє one of the most 
suitable industries in which this motive power should be 
employed. This industry is invariably situated within fred 
access to water power, and though until comparatively re- 
vently one would have hesit td to advise driving liom 
water power either directly or indirectly, any machinery re» 
quiring uniform speed at varying loa 1. It is po:sible to use 
wut zr wheel governors which are able to help the speed with 
an exactness quite comparab‘e to the governing of s good 

At a meeting of the American Paper Pulp Association, 
held in New York on February 17th last, Dr Louis Bell made 
а *trong plea for electricity in paper making, and gave some 
extremely int:resting and cogent argument: drawn from his 
knowledge of m cages in order to show that if electrio 
motors were introduced, they would be attended not only 
with great convenience, but would effect a very tempting 
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reduction in the cost of working a factory. Of course, 
cheap motive power from water-falls is an essential; this 
once gained, the electric power can generally be developed at 
a lower cost than the local cost of steam power. A great 
‘point in favour of using electric motors in paper making is 
the fact that power is often used continuously throughout the 
whole 24 hours, and this is a condition which is very favour- 
able for electric working. Dr. Bell realises that each case 
has to be considered upon its merit, but he says that the few 
instances in which transmitted power is actually at use in 
paper mills, all the reports received seemed to indicate the 
success that was to be anticipated. 5 

At the same meeting at New York a very interesting 
description of an electrica! plant, yielding good results, was 
given by Mr. Charles F. Scott. We think the following 
extract from this paper may prove suggestive to those of our 
readers who may be in touch with paper manufacturers. 

The factory is a large one, and is located at Cumberland 
Mills, about 4 miles from Portland, M.E. Some 5 miles 
below the mill on the Presumpscot River is a water-power, 
having some 10 feet fall with about 1,500 available horse- 
power. At this point machinery is placed for the trans- 
mission of power back tothe mill. 

At, the station are two 300-H.P. two-phase Westinghouse 
generators, each driven by two 48-inch Victor vertical 
wheels. The generators are operated in multiple and supply 
a current at 1,100 volts to four 200-H.P. step-up trans- 
formers, which deliver the current at 8,000 volts to a three- 
phase line of bare copper wire by which the power is carried 
4 miles to the mill, where the pressure is reduced by four 
133-H.P. step-down transformers to 400 volts for supplying 
two-phase motors, and an additional transformer of the same 
size supplies current for lighting. There are seven two-phase 
Westinghouse induction. motors; four 50-H.P. motors and a 
75 H.P. motor are used to drive pumps and other 
machinery, and each of two 100-H.P. motors is di 
coupled to a 100 H.P. direct current generator which 
furnishes current at 110 volta for electrolytic purposes. 
(Rotaries could now be used for this work, but were not 
available when the plant was installed.) 

This plant drives machinery in the pulp mill and is also 

used for an electrolytic process, and arrangements have been 
made so that the entire mill lighting can be taken from this 
system if desired, but ordinarily this lighting work is done 
by а separate plant. 
In addition to the transmission plant just described, there 
is also a direct current transmission of about 250 horse- 
power from Mather generators, at 500 volts, from a station 
aobut а mile up the stream from the mill. This plant was 
installed. prior to the polyphase plant, and drives various 
machinery in the sorting house, and has been used for 
operating the calenders. All the motors in both systems are 
belted to short lines of shafting or directly to their work. 
The standard speeds of belted motors has been found satis- 
factory. In certain parts of the mill the motora are necessarily 
exposed to chlorine gas, so that the least possible exposure 
of brass work or other metal subject to corrosion by these 
fumes is desirable. The polyphase motors installed about 
two years ago have not suffered interruption or damage from 
this source, and seem to be entirely satisfactory for the work. 
Tt is a serious question whether direct current motors with 
their exposed commutators, brush-holders, &c., would stand 
this.service satisfactorily. In some parts of the mill there 
is considerable dampness, but this has not been so excessive 
as to require waterproof or inclosed motors. The pulp 
pumps are sometimes jammed and absolutely stopped by 
pieces of wood which get into the pump cylinders. This 
necessarily stops the motor, and the characteristics of the 
alternating current motors are extremely valuable, as this 
sodden stoppage does no harm whatever. A direct current 
motor if placed in circuit and treated in the same way will 
be seriously injured, if not burnt out, by the very heavy 
current and the violent sparking which would occur. 

Testa at this plant show an efficacy of 75 to 77 per cent., 
that, is for every 100 horse-power mechanical output of the 
turbines the motors deliver 76 or 77 horse-power to the 
machinery at the mill. The testa of the power consumed in 
the pulp mill, before its operation by steam was abandoned, 
and again after the electrical plant had been installed, show 
a marked and very gratifying saving in the amount of power 
used, resulting from the more direct application of the power 


to the machinery and the elimination of the dead load 'o 
long shafting bevelled gears and belts. 
It has been found advantageous to divide the motors used 
into mapy small units, thereby securing independent control 
of the different classes of work as well as saving considerable 
wer which would otherwise be lost in long shafting, cross 
elta, bevelled gears, &c. Induction motors appear to be 
better adapted for the work than synchronous motors, 
although the infrequent stoppage of such parts of the work 
as the electrolytic process, for example, would make the use 
of the latter permissible. | | 


* ғ 


SCIENCE ABSTRACTS, ” 


To ascertain what work has been done, and what papers have 
been published on any particular subject, has hitherto beep, 
and is still, a matter of considerable difficulty and labour to 
investigators and inventors, and especially so to a scientific 
man who absolutely requires a knowledge of the previous 
work in preparation for his attack on some problem. The 
difficulty, moreover, is rapidly increasing with the number 
of investigators and authors. Papers are continually pub- 
lished discussing problems and modes of operation which 
are well known, and have been worked out many years before. 
Undoubtedly:men will always be found ready to rush into 
print with accounts of their work, without examining closely 
whether it is new and interesting to other people. In some 
cases this may be due to vanity, in others to a desire for 
advertisement ; some do not realise that a subject of absorb- 
ing interest to the author may be old and trite to others; 
but in an immense number of cases the cause is undoubtedly 
ignorance of work previously done. Councils of soientific 
societies, and editors of scientific periodicals, have continually 
to accept or reject contributions submitted: to them, and 
often prefer printing matter, not strikingly original, to dis- 
couraging а new investigator. But all these papers, whether 
the work of students or skilled experimenters, crude specu- 
lations or exact calculations, have to: be taken into account 
by subsequent writers. If it were possible to refer readily 
to an index for the published literature of any subject, many 
of these papers would never be published; or, if published, 
only in confirmation or criticism of previous writers. Some 
writers might then prefer the construction of analyses or 
reports of the previous work in their subjecta, to attempts, 
sometimes ill-directed, at individual advance. Soareference 
to such an index might enable a teacher or editor to assist a 
writer to criticise his own work without diecouragement. The 
economy effected: in the time of advanced and original inves- 
tigators in discovering and looking up previous work, and 
of the authors of monographs and text-books, would be 
invaluable to them. · 

The best method of dealing with the matter is not easy to 
decide; but a great number of experiments have been made, 
and some conclusions reached. "The Royal Society publishes 
a catalogue of scientific papers, similar in general arrange- 
ment to the author's catalogue of a library. Each 
volume of this well-known work is a complete index 
of all scientific papers published during a certain period. It 
is edited with scrupulous care and exactness, and published 
in a style corresponding with the dignity of its source. But 
it bas all the defects of its quality. It is always. of necessity 
some years in arrear; its alphabetical arrangement makes it 
impossible to publish any part of the period before the rest, 
and there is nosubject classification. In past years its pecuniary 
circumstances have caused great delay in the production of 
the geveral volumes, even after the close of tbeir respective 
periods; but this point has been, and is being, greatly im- 
proved. But even if it could be kept up to date, the Royal 
Society’s catalogue would not altogether meet people’s require- 
ments. While an author's index, or still better, a subject 
index, enables a writer to consult readily all the works bear- 
ing on his subject, a set of systematic abstracts saves the 
trouble of consulting many of them at all, by indicating 
their scope and mode of treatment. As an instance, the 
writer having occasion to look up some particular point, 
obtained from indexes and catalogues a list of about 40 
papers whose titles indicated that they might bear on his 
subject. Of all these, only two dealt with the point at issue. 
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Abstracts might have saved consulting the other 38. It is, 
moreover, important that the references should be available 
very soon after publication of the paper. Where many men 
are at work simultaneously on the same subject, as is now the 
case with cathode rays, the Zeeman effect, and electro-mag- 
netic oscillations, the abstracts of newly published work 
should be in the subscriber’s hands immediately after publi- 
cation. 

These conditions, however, are not easily met. Prompt- 
ness in abstraction and publication involves risk of misre- 
presentation, and it is impossible to read some of the 
abstracts of papers published without perceiving that the 
abstractors have their idiosyncracies. fe certainly appears 
that abstracts should at firat be provisional, and afterwards 
be submitted to revision by the original authors, if the col- 
lection is to be a permanent work of reference. The imper- 
sonal and colourless statements of the Royal Society’s 
catalogue free its editors from the sort of anxiety which we 
think an editor of abstracts must occasionally share with 
him of a newspaper. 

For a long time past the journals of several societies have 
regularly contained abstracts of papers bearing on their own 
branches. The Institution of Civil Engineers bave edited 
theirs with great care and completeness, and the Electrical 
Engineers have followed them closely. Since January, 1895, 
the Physical Society has done the work for physics and the 
allied branches of chemistry, and we believe the latter society 
has strained its resources, both of men and money, in carrying 
out their admirable and useful plan. The technical press 
has done its share, we ourselves having regularly read a 
large number of papers, choosing for abstraetion those that 
seem to offer most general interest. 

In all this disorganised work, however, power is wasted, 
many papers being dealt with by several persons, while others 
are overlooked altogether, and we note with great pleasure 
the appearance of a regular publication devoted entirely to 
this kind of work, and organised apparently with care and 
completeness. The Institution of Electrical Engineers and 
the Physical Society have joined their resources to publish 
Science Abstracts under the editorship of Mr. James 
Swinburne and Mr. W. R. Cooper, and give brief 


but fairly s pes précis of all the important articles 


on physics electrical engineering appearing in a 
long list of 53 periodical rcr ci which, we are 
informed, is being enlarged daily. This list does not at 
nt bear on its face ita principles of construction. We 
nd Comptes Rendus but not Philosophical Transactions, the 
Journal of the Society of Arts, but not of the correspond- 
ing French body, la Société d’Encouragement pour l'Indus- 
trie Nationale; but omissions are to be expected at this 
stage. The first number appeared in January, and the 
second in February of tbis year; and the two numbers 
contain notices of 230 papers and articles. The second 
number has been sent to us with an invitation to criticism, 
-but for this we have no desire. We only wish to express our 
cordial goodwill for the new child as well as for its parente 
and its nurses, and we hope it may have a long and vigorous 
life. Its degree of success must depend on the number of 
subscribers it secures, since without outside support it must be 
a considerable tax on the resources of the parent societies. 
We ventare to express а hope that many of our readers, who 
do not receive copies as being members of one of the two 
societies, may think fit to subscribe to it. It is not unlikely, 
we think, that the establishment of a University for London 
may ultimately greatly assist ventures of this sort by the 
informal, though very real, connection they acquire with a 
large organisation, and a united body of scientific men. With 
success might come a farther development that would be of 
great value. The publication from time to time of monographs 
summarising the progress along different paths, somewhat on 
the lines of encyclopaedic articles, or British Association 
Committee reports, would be of great value; and Science 
Abstracts may not only find the bricks, but actively assist 
to build the Temple of Science. 


Lighting Licensed Buildings,—At the meeting of the 
Middlesex County Council on Thursday last week, it was 
resolved that in future all buildings licensed by the Council 
for stage plays, or music and dancing, and where lighted by 
electricity, should have an auxiliary system of lighting. 


NEW PATENTS.—1898. 


Compiled expressly for this journal by W. P. THowrsom & Oo., 
Electrical Patent Agents, 822, High Holborn, London, W.O., is whom 
all inquiries should be addressed. | 


6,773. Improvements in and relating to street lanterns for the 
AEREA of incandescent electric lamps.” J. E. бтвулвт. Dated 
March 21st. 


6,881. “Improvements in electric miners’ lampe" W. О. Woop. 
Dated March 21st. (Complete.) 


6,834. ‘Improvements in safety devices for use in connection 
with пр tension electric conductors.” О. Н. Мовріманлм. Dated 
March 21st. 


6,865. "Improvements in electric conductors and in appliances 
for making connections with same.” J. D. F. Asprews. Dated 
March 21st. 


6,902. “Improved details of electric tramways and railways.” W. 
ALDRED and G. Слвв. Dated March 22nd. 


6,903. Improvements in electric plug connectors.” A. E. Tan- 
March 22nd. 


мев and G. W. Lowcock. Dated 


6,954. Improved holders for electric lamps.” J. О. VAUGHAN. 
Dated March 22nd. Т 


6,989. “Improvements in electrical measuring instruments.” Е. 
Weston. Dated March 22nd. (Complete.) 


6,990. "Improvements in electrical measuring instruments.” E. 
Weston. Dated March 2204. (Complete.) 


6,991. “Improvements in electrical measuring instruments.” E. 
Weston. Dated March 22nd. (Complete.) 


6,992. “Improvements in electrometers.” E. ҰҮивтои. Dated 
March 22nd. (Complete.) 


7,061. “Improvements in telephone transmitters." G. Е. PAYNE. 
Dated March 22nd. (Complete.) 


7,027. “Improvements in dynamo-electric generators and motors.” 
S. G. Brown. Dated March 23rd. 


7,057. “Improvements relating to plug switches and plug con- 
nections for the control and distribution of electric currents.” H. 
Е. Procror and J. R. Buarkis. Dated March 23rd. 


7,058. “An improved method of preventing the corrosion of 
electric battery connections.” W. R. UNDEBHILL and P. W. NORTHEY. 
Dated March 23rd. 


7,129. “An improved means for generating electrical energy." 
T. Ногмез, A. HoLMES, and G. 8. Ногмев. Dated March 24th. 


7,150. “An electric locomotive.” Н. L. Topp and E. HARKER. 


` Dated March 24th. 


7,164. "Improvement in apparatus for electric signalling and 
adjuncts thereto.” F. B. Herzog. Dated March 24th. 


7,170. “Improvements in, or in the construction of, electrical 
storage batteries." F. F. YraTMAN and W. Donovan. Dated March 
24th. 


7,199. “Improved wall socket and plug for electrical fittings.” 
L. G. Tats. ted March 24th. 


7,236. An apparatus, or improved manner of means, for deter- 
mining or ascertaining the velocity of air currents in coal mines and 
other situations by novel electrical and other means.” J. THOMPSON. 
Dated March 25th. 


7,283. ‘Improvements in miners’ lamps and ap for elec- 
trically lighting the same." S. Нлввізох. Dated March 25th. 

7,296. “Differential electric transformation apparatus" Н.Н. 
Leia. (Paul Lemaire, France. Dated March 25th. 


7,305. “Improvements in, and relating to, electrical accumu- 
lators.” J. Таввав and W. WaLLER. Dated March 25th. 


7,306. “Improvements in electrical bulls eye lanterns.” J. 
TABBAB and W. WALLER. Dated March 25th. 


7,310. “А divided cylinder dynamo.“ W. Ронавтт. 
March 26th. 


7,338. Improvements in the construction of plates for electrical 
accumulators or storage batteries.” E. Manian. Dated March 26th. 


7,367. “Improvements in, or relating to, electric indicators or 
annunciators.” A. J. Bourr. (The Antwerp Telephone and Elec- 
trical Works, Belgium.) Dated March 26th. (Complete.) 


7,384. “ System of lever drawbridges with overhead conductors 
for electric railways.“ A. CrLEMENTS. (Union Electricitats Gesell- 
schaft, Germany.) Dated March 26th. (Complete.) 


Dated 


CoRBEOTION. 


6,633. For “ап electrical charge conductor” on p. 464, April 1st, 
read electrical charge indicator. 
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DEGREES IN ENGINEERING. 


Next Tuesday is set down for the second reading of the 
London University Commission Bill. This is a matter to 
be looked to most earnestly by all who desire the welfare 
and progress of engineering education in London. Young 
men who are studying the scientific part of engineering in , 
London, are, and have for many years been, at a serious 
disadvantage as compared with their fellows who may be 
studying in other centres of the British Islands, sinoe by the 
antiquated red-tapism that has dominated the Burlington 
House establishment, they are cut off from the chance of 
taking a degree in engineering. Young engineers studying in 
Glasgow, Manchester, Liverpool, Belfast, Cork, Dublin, 
Leeds, Dundee, or even in Cambridge, find a University 
degree open to them as the culminating point of their 
theoretical studies. The student who goes to University 
College, Londen, to work in the Engineering Laboratory 
created by Prof. Kennedy, or to the Central College of the 
City Guilde' Institute, to say nothing of the engineering 
courses a& King's College, or at any of the newer Technical 
Institutes, finds no such chance open to him. The institu- 
tion some 10 years ago of the Engineering Tripos at Cam- 
bridge has in reality been a severe blow to the London 
schools of engineering, cut off as they are from all organic 
connection with the doctrinaire examining board which 
possesses the title of University of London. 

The Senate of the University seems to think the holding 
of а schoolboy matriculation in Jamaica of more importance 
than the creation of an engineering tripos for London 
students in London. It is, in fact, a London University 
only in name, being, like the Civil Service Commission, only 
an examining body, debarred by its very charter from teach- 
ing, or from appointing professors, or organising laboratory 
instruction, and may not spend on this object one sixpence 
out of the thousands of pounds it receives as fees from can- 
didates. Zt simply pays those fees into the Treasury to 
relieve general tazation ! 

Of its many defects, a most withering indictment was 
recently framed by Mr. H. G. Wells, the well-known 
litterateur, in the pages of the Outlook. He points out how 
the University library is practically inaccessible, owing to 
the room, intended as a reading room (where the books are 
locked up), being nearly always used for examinations— 
sometimes even for practical anatomy examinations, giving 
“a thin, permanent одоог, of dogfish and rabbits about the 
place.” Fancy dissection in a library! Mr. Wells’s 
narrative is, however, too graphic to be dismissed quite so 
briefly :— 

“ Whiles this grey and grimy University is dusty, desolate, 
and empty; whiles great crowds of bearded young fellows, 
callow men, priests from Stoneyhurst and Dissenting 
ministers, medical students, Hindooe, Board School teachers, 
the cheap hacks of private schools, careless school girls, too 
careless to pass! and careful school-mistresses, too careful! 
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and а most variegated tag-rag and bol)-tail of specially hired 
commissionaires and graduates in unaccustomed gowns, also 
(gowns and graduates) specially hired. . . . . Outside 
lark the hirelings of such notorious crammers as Mr. Briggs 
and Mr. Kerin, and so forth, armed with handbills and 
such like bait to thrust into the candidate's hand.” 

The engineering candidate is, indeed, conspicuous by his 
absence, just as the crammer's candidate, who has been 
* prepared " by correspondence for the pass degree in Arts, 
is conspicuous by his superabundance. The only thing that 


the University can offer him—supposing he has passed. 


marticulation and intermediate examinations—is a Bachelor 
of Science degree, to acquire which he. must select to be 
examined in any three out of the following subjects :—pure 


mathematics, mixed mathematics, experimental physics, 


chemistry, botany, zoology, animal physiology, geology, and 
mental and moral philosophy. Engineering is simply 
ignored. 

For some 15 years there has been on foot an agitation for 
reforming the University. Some have favoured the creation 
of а second separate teaching University in London. Others 
have worked to reform the existing University by trying to 
reconstruct it. The former plan has commended itself to 
some who bore little love for the old examining Board, and 
would have gladly seen it superseded by a modern rival. 
The latter plan bas b2en advocated by those who had a real 
attachment to the University with all its defects, and did 
not wish to see it strangled by a younger rival. Two parties 


have grown up—those who desire to see the University re- 


formed and reconstituted, and those who wisn to. see its 
examinations left severely alone, and the work of teaching 
and organising education in London given to a new 
University. It is 11 years since a charter for a second 
University was applied for and refused in Parliament. Since 
that epoch two Royal Commissions have sat upon the 
question, and both—one by a mere majority, the second 
nnapimously—condemned the notion of two Universities, 
and recommended the reconstitution of the existing 
University. 

The Bill now before Parliament is a Bill to create a 
statutory commission under Lord Davey, armed with Parlia- 
mentary powers to carry out in general the recommendations 
of the second Royal Commission, modified, however, by 
certain safeguards which have been introduced as a part of 
а compromise arranged by Sir John Lubbock and his friends 
to meet opposition. The scheme will create a new repre- 
sentative Senate, with boards of studies, an academic council, 
and a board to look after the interests of external students. 
It is supported not only by the present Senate and by the 
Convocation of Graduates, but by all the educational 
authorities in London affected by the Bill, the great Colleges, 
the Royal Colleges of Physicians and Surgeons, the Poly- 
technic Council, the Technical Education Board of the 
County Council, and by the Medical Schools. It is supported 
also by engineers generally, who desire to see the quality of 
instruction in engineering raised to a higher level. It is 
supported by the Royal Society, as tending to raise the value 
of degrees in science, and of science teaching in general ; and 
it is supported by many old graduates because it will tend to 
rescue the University, and particularly the B.A. degree, from 
the lowered reputation into which it has fallen in consequence 
of the vast growth, during the past 20 years, of organised 


cramming. The rage for competitive examinations which 
overtook England а generation ago has left many deep 
traces in educational life. It has effectually crippled 
the University of London, and retarded the progress 
of higher education in London. Under its régime, 
the examination, which ought to have been a mere in- 
cident at the close of a well-directed course of studies, has 
become the end and aim of all. The natural course of 
training is perverted to the sole purpose of examination 
passing. Education is warped, and teachers hampered by the 
trammels of the system. Cram dominates all. The Bul 
now before Parliament, is but the first step toward the 
undoing of this disastrous state of things. Every engineer, 
civil, mechanical, or electrical, who desires to see the Uni- 
versity of London reorganised on modern lines, should urge 
his Parliamentary representative to support the Bill. 


THE memorable crusade against electrical 
quackery some five years ago was imme- 
diately followed by а distinct weakening of 
faith in electrical treatment. Unfortunately, the public 
memory is a short one, and we have for some time noticed a 
distinct revival at the hands of quacks of that blessed word, 
electricity. The claims of the Electrical Hospital of Notting - 
Hill have not, until recently, met with the consideration 
which they merited; indeed, had it not been for the adver- 
tising medium of a coroner and his jary, there is a large 
probability that the institution would have long remained com- 
paratively unknown. It is unnecessary to detail the whole of 
the circumstances that have brought the Electrical Hospital 
into prominence, but the main facts are that John Salter, 
an artist, aged 71 years, was found dead at 51, Peel Street, 
Kensington. The Coroner said the deceased had received 
treatment at а so-called hospital,’ by electricity, but the people 
being unqualified could not give a certificate, and an inquest 
was necessary. In some cases electricity was beneficial, but 
in others might aggravate a disease and accelerate death, 
which made it a serious matter. He could not understand 
why people did not go toa proper hospital for treatment.” 
The evidence revealed the hospital to be an institution at 
Notting Hill, presided over by Prof. D’Odiardi, a name 
familiar to our readers, who claims to be a medical electrician. 
Certainly to our own knowledge this gentleman has been 
associated with medical electricity for a considerable period. 
It was admitted that the Professor" had no medical quali- 
fications, but that proved no obstacle to his treatment of 
consumption, throat affection, blindness, short sight, internal 
diseases, tumors, influenza, and special treatment of the voice 
for public speakers, &c. In the case of the poor aged 
artist he was treated at the Electrical Hospital for muscular 
paralysis and numbness of the legs, but according to medical 
testimony the cause of death was syncope. Apart from the 
very strong rider of the jury and the caution of the Coroner, 
the evidence given was remarkable, most striking develop- 
ments in electro-medical treatment having apparently arisen at 
Notting Hill. Our readers are fairly well acquainted with 
the action of X rays, yet Prof.“ D'Odiardi is actually using 
them in the treatment of disease. The Coroner, in his 
examination of one of the nurses, asked the following ques- 
tions :— 

Nurses are sent out with apparatus, including that for the X rays? 
— Yes, for diseases; they did not take photographs. 

With what object ?—We use them for the eyesight. 

For people who are blind ?—Yes. 

The * Professor," in his testimony, said he “found X rays 
useful in many diseases which caused a weak circulation. 
It re-animated capillary circulation." The cutaneous troubles 
arising from the application of X rays have been commented 
upon in these columns, and it bas been necessary to devise 
methods to obviate them, yet here is an unqualified man . 
pretending to treat blindness and other complaints by X rays, 
with probably disastrous results. The warning of the Coroner 
came not а moment too soon, and in the interests of genuine 
electrical treatment it is to be hoped that Mr. D’Odiardi will 
bear it in mind. 


Forms of 
Electrical Treatment, 
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THE COST OF GENERATION AND DISTRI- 
BUTION OF ELECTRICAL ENERGY. 


(Concluded from page 471.) 


Мв. Нлммонр next deals with the efficiency of the generat- 
ing plant and refers to the great improvement which has 
taken place in the last ten years or во, and to the important 
place which must be assigned to this efficiency as a factor in 
the low cost problem. The conditions usually specified by 
him for steam consumption tests are quoted, and bis method 
of fixing the amount of the penalty for any failure on the 
part of the contractor to obtain the guaranteed results is ex- 
plained. We notice, however, that no mention is made of 
a bonus to the contractor if the latter succecds in getting 
better results than those guaranteed, and we would suggest 
that the offer of a bonus, similar in amount to the penalty, 
would bea further inducement to manufacturers to strive 
after better results even than those which have already been 
obtained. A table of steam consumptions at full load for 
various plants tested under the conditions already specified 
is given, and reference is made to guarantees shio have 
been given for plant now under construction ; bat we should 
have been glad to see figures quoted for the steam consump- 
tion at three-quarters and half load, as these latter are 
коега even more important for central station work than 
the full load figares. 

In this connection, we would say a few words for govern- 
ing by automatic expansion. We are well aware that Capt. 
Sankey and Mr. Moroom, in their valuable papers on the 
Willans and Belliss engines, have quoted ter ts showing that 
with these engines, although there may be some advantege 
in governing by expansion valve if the I. H. P. is taken as the 
basis of comparison, this apparent advantage disappears and 
the balance turns in favour of throttle valve governing when 
the more rational basis of consumption per B. H. P. or E. H.P. 
is taken. Thess results appeat to be due to the considerably 
increased friction of the engine when governing by expan- 
sion, and this particular loss certainly has not the eame re- 
lative importance Їп slow speed engines such as are used 
sometimes for large powers ; whilst the facilities afforded by 
the expansion valve for arranging that the loweat consump- 
tion of eteam shall occur at some other load than full load 
are much to its advantage, owing to the fact that the plant 
load factor during ranning hours can hardly be expected to 
average more than 75 per cent. We remember seeing a 
gaarantee for a slow-speed compound-condensing engine, 
which seemed to us a good example of what is required for 
central station work. The normal full load output of this 
engine was 450 B.H.P., but it had to work up to 550 B.H P. 
as an emergency load, and the guaranteed steam consumptions 

rake horse-power and per hour were as follows:— 
20 9 lbs. at 150 B. H.P.; 18:2 Iba. at 250 B.H P.; 17 6 lbs. 
at 350 B. H.P.; 18:1 lbs. at 450 B. H. P.; and 19:8 lbs. at 
550 B.H.P. It will be seen that, making allowance for the 
dynamo efficiency, it is possible with such an engine to get 
an electrical horse-power at the dynamo terminals at any load 
between half and full load for à corsumption which does not 
vary more than about 5 per cent.; that the best results are 
obtained at about three-quarter load, and that a 20 per cent. 
overload can be obtained with about 10 per cent. higher con- 
sumption. 

In speaking of the efficiency of the generating plant, 

nothing is said about boiler efficiency, and у: there is no 
doubt that a great part of the difference between the coal 
consumption that can be obtained on a full load test, and that 
which is obtained in practice as the average of the year, must 
be debited to losses in the steam raising plant. We believe 
that it is the practice in many stations to measure the feed 
water by meter, and to enter up the amount registered every 
24 hours, and we hope that in the discussion some informa- 
tion may be given as to the efficiency of the boiler plant 
under different conditions of working as regards output and 
load factor. Various schemes for thermal storage have also 
been brought forward in the last few years, and we t hould 
like to know if. any hopeful resulta have been obtained from 
them in ice, and whether there are any prospects of a 
better all-the-year-round efficiency of the steam raising plant 
being obtained in the near future. 
When speaking of efficiency of distribution, Mr. Hammond 


refers to the various views held by engineers as to the 
headings under which the difference between units generated 
and units sold should be entered, and states that in some 
cases the units used for magnttising or lost in the batteries 
are entered under the heading of units used on the works. 
That there should be any engineers who so misunderstand 
the meaning of the Board of Trade form is certainly 
surprising, as the magnetising units can no more be counted 
as units generated than those which are spent in overcoming 
the resistance of the armature o: in iron and frictional losses 
in the machine ; whilst the units lost in the battery should 
uudoubtedly be debited against distribution. We agree with 
Mr. Hammond that the form used by the Westminster and 
St. James’s Companies is an improvement on that prescribed 
by the Board of Trade, but we think that another colamn 
under the heading of units utilised might be added with 
advantage, so that the units used at the generating station 
for lighting might be separated from those used for power 
purposes, such as driving feed or circulating pamps, 
mechanical stoker gear, or elevators for raising coal. We 
suggest this addition because such electric motors take the 
pu of engines that would otherwise be drawing steam 
rom the boilers; and, since the units utilised in this 
manner are again used for generating purposes, they cannot 
strictly be included in the net units generated. | 

In the table given in the paper showing the ratio of the 
units used in distribution and unaccounted for to the total 
number generated, there will be found a striking difference 
between the losses in the low pressure and high pressure 
Systems, and also between the maximum and minimum 
values of these ratios for the various undertakings working 
on the same system. For куше for the year 1896, we 
find that the average value of this ratio for low pressure 
systems is 8°8 per cent., the maximum 14:09 per cent. (at 
Southampton in the sixth year of working), and the 
minimum 2:32 per cent. (at Hull in the fourth year of 
working); whilst for high pressure systems the average value 
of this ratio is 26°2 per cent., the maximum 39:88 per cent. 
(Newcastle: District Company in its sixth year), and the 
A EDS. 9:88 per cent. (Reading in the second year of 
working). | 

With regard to the question discussed in the paper, as to 
whether the coal bill can be considered in any way a reliable 
test of the all-round efficiency of an undertaking, it is 
evident, as is pointed ont by Mr. Hammond, that neither 
the actual cost of fuel nor the weight of fuel consumed per 
unit sold can be taken as а satisfactory basis of comparison, 
owing to the great differences in the average price paid by 
the several undertakings, which ranges from less than 5s. to 
more than 208. per ton, and to the difference of quality 
which naturally increases the weight consumed when cheap 
fuels are used. We must add that we do not think that a 
comparison of the thermal units in the fuel consumed per 
electrical unit will help us much, as with different qualities 
of fuel, the actual evaporation which can be obtained under: 
the most favourable circumstances is not proportional to the 
calorific values of the fuels as determined in the Jaboratory ; 
indeed, this difference may be very considerable, as the 
percentage of the total thermal units that can be utilised for 
evaporation may, with some fuela, be more than 50 per cent. 
greater than it is with others. To get a really fair basis of 
comparison, it would be necessary to make a series of testa of 
actual evaporation with the various qualities of fuel burnt 
in boilers of the several types used in oentral stations, 
ко as to get for each fuel a figure which would represent 
the best possible evaporation that could be obtained with 
it 


It must, however, be remembered that the engiheer in 
charge of a station often finds plant already in service, and 
that the task which is set before him is to get the best possible 
efficiency out of the existing plant, and that he has not the 


chance. perhaps, of replacing it by other plant which could 
give a better result. 


Under these conditions, the all-round 
efficiency which is interesting to him is expreesed by the 
ratio of the average weight of fuel actually consumed per 
unit sold, to the weight of fuel necessary to produc: a unit 
at the dynamo terminals under the best ible test condi- 
tions. We would, therefore, recommend that in all works 
testa should be made on full load with the usual quality of 
fuel, and that the engineer should always keep the results 
of this test before him as the ideal consumption to which һе 


D 


has to approach as nearly as possible; and that testa of 24 

or 48 hours’ duration should be made under working condi- 

tions at various seasons of the year, so that the relative 

importance of the several losses under different conditions 
ascertained 


may be А 

În the course of his paper Mr. Hammond quotes the ideal 
costa given by Mr. Crompton in 1894, and also tabulates 
some ideal costa made up by taking the best results for each 
item obtained by any works and combining all these records 
in one andertaking, and then discusses the probabilities of 
any works obtaining equally good results, He also con- 
cludes his paver with a prophecy as to the oost per unit at 
Leeds when the output reaches 5,000,000 units, and we 
propose to conclude these notes by a few remarks on this 
subject, .As regards fuel consumption, it is unfortunate 
that Mr. Hammond bas not given us any information as t» 
the weight of fuel now used per unit at Leeds, nor as to its 
calorific. value, so that it is difficult to get a correct appre- 
ciation of what is really represented by his prophecy, that the 
cost of fuel will be 1th of a penny per unit when the output 
has reached 5,000,000 units. He speaks, however, in another 
part of his paper of its being possib'e to compare the coal 
results of works drawing from the same coal fields, such as 
Bradford and Leeds ; and if we are to assume that the price 
at Leeds is about the same as that given for Bradford, 
the prophetic figure means a consumption of under 5 lbs. 
of fuel per unit sold. This appears to us to be a figure 
which will be difficult of attainment, unless the increased 


output is accompanied by a considerable improvement in 


the load fastor; as, if this latter remains at about its 
present value, at which the units sold are only 70 per cent. 
of those generated, the consumption of fuel per unit generated 
will be under 84 Ibe. | г 

An examination of the tables of fuel consumption shows 
us that we are still a long way off Mr. Crompton’s ideal 
of 24 lbs. of Welsh coal, the best result quoted in them 
being the 5°8 Ibs. at Oxford, followed by the St. James’s, 
Westminster, and Kensington companies, with 6:4, 6:5 and 
6°6 Ibs. respectively. Improvements may be made by the 
use of larger and more efficient generating units; but so 
long as the load factor remains at its present low figure, 
we believe that the stand-by losses in the boilers and con- 
densation in pipes will prove the great obstacle to a re- 
duction even to 4 lbs. of Welsh coal, no matter how 
much the actual output may be increased. Wages will 
also be diminished by the use of larger units, and auto- 
matic machinery for handling coal, but so far the beat 
result is that obtained at Edinburgh of 20d., or double 
the ideal cost ере by Mr. Crompton; and the same 
difficulty will be experienced in reducing this item if the 
maximum demand on the works increases in anything like 
proportion to the output. 

With regard to repairs and maintenance, we have already 
pointed out that the figures for stations which have been 
running for several years do not show such a great re- 
duction in this item; and, although there is every reason to 
believe that Mr. Orompton's figure of *95d. per unit may 
be improved on, we think that Mr. Hammond underesti- 
mates this item when he puts it at only one-tenth of a 
penny in his prophetic costs. The last items, rent, rates, 

es and management are beyond the control of the en- 

ineer, and depend to a great extent on local circumstances. 

e have already shown that with some of the most im- 
а, undertakings, the tendency is towards a very slight 

ecrease, and in some cases even there is an inorease in 
this item; and there is nothing in the statistics published 
by Mr. Hammond to lead us to expect very material re- 
ductions. On the contrary, we know that there is а 
tendency on the part of local rating authorities to increase 
the assessment on electric light stations far more rapidly 
than is pleasing to the proprietors; that rents are 15 
portionately higher if а station has to extend beyond its 
original bonndaries and acquire leases of neighbouring 
property; that engineers and managers all hope for a sub- 
stantial increase of salary with the growing importance of 
the undertaking; that the expenses of reading meters and 
collecting payments increase and that directors’ fees have to 
be provided as the undertaking becomes more suocessful. 
We are, therefore, of opinion that Mr. Hammond’s prophecy 
is somewhat too optimistic, but at the same time, we sincerely 
hope that he may be able in a few years to show us that we 


THE ELEOTRICAL REVIEW. 


— 


[Vol 44. Мо. 1,064, Арап, 15, 1896. 


- er = - æ — 


-——- : —— =. 


are wrong, and we can assure him that we. shall only be too 
glad when the time comes that we can congratulate him on 


the fulfilment of his prophecy. 


ЫЈ 


SOME NOTES ОМ SINGLE-PHASE MOTORS, 


By A. C. EBORALL. 


| | .' (Concluded from page 488.) 
IT will be seen that these motors show high power factors 
and efficiencies even at low loads, while the drop of speed is 
very little. These good point: are well brought out in fig. 
17, which gives a test of a 2-H.P. Kolben motor desi to 


Electrical horse -porrer. 
Y per eent. eficienry 
«nd power fautor. 


2 
Ф-- 


ov 


----<+ —— -Drap in spoed 
————. . 44. 


x 
Ж 
N 
S 
Е 
Ж 
D 
X 
5 
а 
Ж 


R 
z 
з 


is 
— 
a 
= 

\ 

A 
Ж 
ae 
Ж 
Ж 
bed 


* 
> 
1 : 
г 


Еі 
Se ae Zee; 
e est ev e v" ‘oe 0 p n aM ағ 


Fia. 17. 


ron at 1,500 revolations per minute ona 50 ~ 110-volt 
circuit. The curve marked А a shows the percentage 
рк B B the p2rcentage efficiency, о о the electrical 
orse-power absorbed, D D the amperes at 110 volte, while 
curve E E gives the percentage drop in speed. The general 
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deaigu of the Kolben motors is not very different to that of 
Messrs. Brown. The semi-rectangular stator holes used 
have already been noticed. Another point is that the stator 
core discs are magnetically separated from the case in which 
they are built in. This not only minimises leakage from 


age Ji 
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the stator, thus tending to improve the power factor and the 
starting, but at the same time better ventilation is secured, 
The stator is drum wound with flat coils, as in 
fig. 8. The smaller motors up to 8 Н.Р. are all 
built with plain rotors, and are started up ina 
manner similar to that shown in fig. 124, a 
non-inductive resistance being used instead of 
the condenser. The particular arrangement 
used is well shown in fig. 18, from which it 
will be noticed that the resistance is capable of 
being adjasted for different starting currenta 
and torques. Motors above this size have a 
three-phase winding on the rotor, whose ends 
are connected to slip-rings as before described. 
They start up with the same device used in 
copjanction with a non-inductive rotor reaist- 
ance. Fig. 19 gives the winding scheme of 
such a rotor for a 20-H.P. six-pole Kolben 
motor for a low tension circuit at 50 ~. 

Mr. Kolben has recently been carrying out 
experiments with large motors, using mica con- 
densers, which latter seem to promise the beat 
results, not only for high pressure motors, but 
also for those working at low voltages. In this 
lest case the pressure is transformed up by a 

small converter for the starting phase, as shown 
in fig. 20. A non-inductive resistance is, of 
course, used in the rotor. After the motor has 
тап up, the transformer is switched off. In order to make 
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the motor perfectly safe under normal working conditions, 
the starting winding of the motor is made in two sections, 


Fira. 20. l 


' which are cross-conneoted after the motor has started and the 


transformer switched out, for otherwise the field of the work- 


ing winding would produce a constant high pressure in the 
starting coils, A transformer would not be — in those 


a 


Fig. 21. 


places where the high pressure circuit is direotly available. 
This method of starting should prove very ¢ffective for high 
frequency motors, a 

t is worthy of note that in the case of high pressure 
Brewn motore, the high pressure is redaced for the starting 
windings end condenser, while for the Kolben motors the 
high pressure is directly utilised; and if not available 
directly, is obtained by transforming up. This is, of course, 
because in the first case the condenser is of the liquid type, 
acting by electrolytic polarisation, and caunot stand a high 
voltage; whereas, in the second case, it is an ordinary con- 
denser, and becomes smaller for the same effect as the voltage 
is raised.“ ) 

Fig. 21 shows one of Messrs. Kolben's 6-H.P. motors 
with fast and loose pulley. . 

(D) The Allgemeine Elektricitéts Gesellschaft.—This 
firm (the pioneers of multiphase working in Germany) have 
of late years been turning their attention to single-phase 
induction motors, and with very satisfactory results. Their 
design is on the same lines as those of the other firms men- 
tioned above, but with a special starting winding used in con- 
junction with a non-inductive resistance. Mr. Stóttner, the 
manager of the company’s London branch, recently showed the 
present writer two motors satisfactorily working at 100 ~ 
under trying conditions—one was comparatively small, the 
second, of nominal 6 H. P., driving a circularsaw of large size. 
They were both working wonderfully. smoothly, the latter 
hard ly emitting any noise when fully loaded. This is rather 
а common characteristic of high frequency motors of any 
size, being most prominent at starting. The motor in ques- 
tion started up very quietly indeed, taking about 60 seconds 


to reach full speed on the loose pulley. 


The single-phase motors noticed above are the 200 опев 
that have had a lengthy practical trial and been uniformly 
successful. Many others have been n ate by various 

ple, and with various schemes, to make them self-etarting, 
but it remains to be seen whether they are capable of being 
successfully operated in any but toy sizes. 

Single-phase motors of the induotion type have undoubt- 
edly solved the problem of power distribution from ordinary 
lighting circuits. It is true that all those in successful 
operation are of Continental make, but then the demand for 
power is much greater there than here, and must be satisfactorily 
met. And, as a rule, the alternate current generators on the 
Continent are much better able to take care of a combined 
light and power load than is the case in England, where the 
generators generally regulate extremely badly on any load 
containing self-induction. That this poor regulation on 
inductive loads is unnecessary, is shown by the case of Frank- 


———— ĩ˙ AA AZV. 

* Ourrent through condenser = 2 r ^ x x the secondary E. M. F. 
of transformer. Hence if the condenser is to give a particular 
vom both a high frequency and high E.M.F. tend to reduce its 
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furt, where the lighting is quite as good as in any English 
town, despite the fact that motors of a'l sizes (including 
several of 70 Н.Р.) are running on the lighting circuits. 
The present writer was assured by the engineer of the Frank- 
furt station that the motor load gave him no trouble what- 
ever; in the case of the Jarge motors, he, of course, knew 
when they were coming on. 

In conclusion, considering the excellent performance of 
motors snch as those of Brown, Kolben, &c., it is rather 
difficult to understand why the common complaint heard во 
often here, that ** alternate current motors cannot be run on 
lighting circuits" should exist. It is to be hoped that this 
complaint will disappear, as the present tendency to adopt 
reasonable frequencies becomes more general in this country. 


m. 


THE LIGHTING OF WARSHIPS. 


WiTH the object of reducing the external magnetic leakage 
of dynamos, which was liable to affect the ship's compasses, 
the British Admiralty some years since made trial of a two- 
pole ironclad type of dynamo. This form of machine was, 
however, found heavy, and in order to reduce the weight, 
while : the same time keeping the magnetic leakage at a 
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minimum, the Admiraliy have now adopted а multi-polur 
machine. The illustration represents an 80-volt 600-ampere 
set running at a speed of 300 revolutions per minute, lately 
supplied by Messrs, W. H. Allen, Son & Co. for H. M. S. 
Amphitrite, The armature is of the series- wound drum type, 
the current being collected by two sets of brushes placed 
90° apart. The core is secured to the shaft by means of a 
cast-ifon spider, open at each end to allow free access of air, 
во аз to ventilate the armature thoroughly. The com- 
mutator is built op of hard drawn copper sectors, and is 


insulated everywhere with mica. The magnets are of high 
permeability, cast-zteel throughout, and consist of a yoke 
ring with four radiating poles projecting inwards bolted to 
it. The yoke ring is in two halves, the division being on 
the horizontal diameter, allowing of the easy removal of the 
armature without in any way disturbing the magnetic coils. 
The latter are wound on formers so that they may be 
readily removed or replaced. 

The engine, which, with its dynamo, is mounted on a com- 
bination plate, is of the compound vertical double- 
acting type, having cylinders 74 inches and 15 inches 
diameter x 9 inches stroke. The working parts are of 
steel, having a tensile strength of 30 tons with an elonga- 
tion of 27 per cent. in 2 inches. The bearings have white 
metal linings. The engine is constracted for a working steam 
pressure of 300 lbs. per square inch. The steam consump- 
tion upon trial at the makers’ works was 26 lbs. per electrical 
horse-power per hour, with a steam pressure of 200 lbs. 
square inch, when exhausting into the atmosphere. The 
maximum temperaiure rise of the machine after a six hours’ 
full load trial did not exceed 65° F. above the temperature 
of the surrounding atmosphere. The difference in weight 
between the four-pole set and an ironclad two-pole of the 
Fame se e is over 2] tons. - 

Sets of a similar type, but for 400 amperes, have been 
supplied by this firm to Н.М, ss. Hermes, Highflyer, and 
Hyacinth. j 


INDUCTANCE IN TELEPHONY. 


By W. MOON. 


THE effects of inductance together with that of electrostatic 
capacity are more important in telephony than that of resist- 
ance. The effect of a distributed capacity, as it occurs in 
practical telephony, it is impossible to calculate. But if the 
inductance of the circuit be dealt with apart from capacity, 


— — — сә 


Vol. 42. No. 1,064, Arum. 15, 1888 


THE ELECTRICAL REVIEW. 


‚508 


the figures are not difficult, and I propose in the present 
paper to deal only with such inductance effects. 

he inluctanoe of & piece of apparatus can be readily 
measured by Maxwell’s method, fig. 1. 


Fia. 1. 


The bridge should first be balanced for steady currents, 
without any capacity in the condenser, and a deflection read 
“g,” on closing or opening the battery circuit. The 
apparatus in arm “co” should then be replaced by an induc- 
tionless resistance which should be adjusted to obtain a fresh 
balance for steady currents, and a reading 9, taken on 
opening the battery circuit from the discharge of the con- 

enser, | 

If then the arms * 4 " and “в” are cqual 


-pp 
L=- T 

There is no advantage to be gained by using unequal 
values in the arms “a” and “в” of the bridge. 

The mutual induction of a piece of apparatus can be best 
measured by comparing the discharge 9, from the secondary 
circuit, when the primary circuit is closed, with the discharge 
from а condenser ** 9, through the galvanometer, as shown 
in fig. 2, where the secondary coil is first joined to the 


Fra. 2. 


galvanometer, and the discharge taken with key “a,” and a 
discharge afterwards taken from the condenser through the 
galvanometer with key * p." 


E 
d фһ = М A and 0, = EF 


„ M = Ü" pen S 
where M is the mutual induction, “ в” the resistance of 
the primary cironit, s that of the secondary circuit, and 
“к” the capacity of the condenser. _ 5 

In double wound coils, the inductance of each coil and 
the mutual induction between them is the same. Aud as 
mutualinduction can be more readily measured than self- 
induction, it is sometimes convenient to specially double 
wind particular coils in order to obtain their self-induction 
from the measured mutual induction. | 

When the battery is reversed between each measurement 
of mutual or self-induction, the deflection on closing the 


9 


battery circuit is always greater than that of breaking it. 
This is due to the effects of the residual magnetism The 
two deflections being proportional to “са” and “е b," and 
the residual magnetism effect to “5a” on the magnetisation 
curve, fig. 8. | | | 
Thus the inductance for alternating currents should be 
measured by reversing the battery while the balance is 


Fic. 9. 


steady, or half the sum of the deflections, on opening the 
battery circuit, reversing the battery, and olosing it again, 
may be taken. While for single cutrent working the in- 
ductance should be measured by the deflections produced on 
opening the battery circuit only. | 

In all apparatus containing iron the inductance varies 
with the strength of the current used; and the inductance 
is greater with alternating currents than direct ones. But 


Nc TAN C E 


CURRENT 
A C, alternating current; р c, direct current. 
FId. 4. 


with very small currents the difference between the induct- 
ance with alternating and direct currents is very small, as 
shown in fig. 4. 

And the inductance for telephonic currents is not much 
less than that of the smallest currents by which the induct- 
ance can be measured. 

The following list of inductances is for telephonic cur- 
rents :— 


Henrys 
Nonpolarised relay 1, 000) . . 49 
Polarised indicator relay 1,000 „ 88 
Telephone galvanome ter 4,000“ % „„ ae DAS 
Magneto bell 1, 00co l . ꝙq 15 
Switchboard telephone 757 .. .. . 01 
Bell telephone 150000. 1 
Self- restoring indicator Ic cal cicuit 200? — ... — ... 64 
Salf-restoring indicator line circuit 1, 000“) . 175 
Telephone transformer 2c 0“ each coil we „ 38 
Triple wound transformer primary 1507 . $ 
Triple wcund transformer each secondary 10 ˙ẽÜ  ... 73 
Telephone induction coil 250% ue c 175 
Telephone induction coil, mutual induction ... 016 


When the resistance atd inductance of a circuit are known 
the impedanse сао be calculated from the formula 
In = УВ? + pL | | 
where y? = (2 я nj? und n is the number of pulsations per 
second, 
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In telephony “p” depends on the pitch of the voice, and 


hence there is a maximum and minimum impedance. For 


male voices п ranges between 90 and 140 pulsations per 
Second. And for female voices between 280 and 560 per 


second. So that for male voices p? = 820,000 to 770,000, 
and for female yoices р? = 3,095,000 to 12,400,000. And 


maximum and minimum value of p? might be taken as 


12 x 10*and 8 x 105 and а mean value as 2 x 106. Or 
for rough calculations p? may be taken as 10°. | 

A number of telephonic apparatus are used as a shunt 
across others; the joint impedance of two such circuits is :— 


„. = Afi + ALA) nd SL 
(k + RI)? + V (bL? 


. where R and “L” are the resistance and inductance of 
one circuit, and “в,” and “L,” that of the other. 

The proportion of the whole current passing through “r,” 
Ма фр T v a + р 112 

Thus, an induction coil and В 21 receiver iu series having 


a resistance of 800° and an inductance of 25 henrys would 
have an impedance on short-circuit of 


v 3UU? + 3 х 105 x 257 to V 300. 4 LZ X 108 X "Ze" 
` = 830 to 916 ohms, 


and an indicator relay of 1,000" ала 10 henrys would give 
5,560 to 34,700 ohms. | | 

So that if the indicator relay is used as а shunt across the 
telephone and induction coil it would take 


330 gg 916 
550 + 5,560 916 + 54,700 
= ‘056 to 0257 of the wLole current. 


A magnetic bell of resistance 1,000" and inductance 15 
henrys, if used as a shunt across a circuit would give an 
impedance of*8,250 to 52,000 to speech, but only an im- 


pedance of 1,800" to the current from a magneto generatcr 
when p' is taken as 10‘. 

The principle of mutual induction enters largely into tele- 
phony as apart from the use of transformers for joining a 
single line on to а looped one, or their use in superimposed 
circuits ; the telephonic induction coil acts as a transfor- 
mer and may be regarded аз such. Also the iron cores and 
iron sheathing of coils act as secondary circuits of small 
resistance and inductance. 

The current z in the primary circuit and that “y” in 
E N circuit of a transformer are given by the 

ormula | 


| uu Fin 
N^ — wre — — ез "2 A P or E „ (1) 
VIR + v5, + pg (L—» N) 
| Ein VX 
У Vis AR)? + p72 N — AL? (2) 


where “R” and “L” are the resistance and indnctanoe of 
the primary circuit, 8 and “х” that of the secondary 
cicouit, ' E," is the mean electromotive force apart from 
phase. 
2 4? 2 м2 
A = E di „and = Ж. MR 
ТЕ + 1” 1.2 s + * N? 
where м” is the mutual induction. | 
The current, “т,” without the transformer in circuit would 


En 

Val + Si) + po? Ua TN) ы, 
where the quantities in the denominator are reduced by the 
values of the resistances and inductances of the transformer. 

To get the best effect from a transformer, obviously the 
primary and secondary coils should be so wound that its 
primary resistance and inductance should be in proportion to 
the resistance and inductance of the primary circuit, and 
ite secondary resistance and inductance in proportion to the 
resistance and inductance of the secondary circuit. 


(То be continued.) 


THE WELSBACH INCANDESCENT ELEC- 
TRIO LAMP. | 


Bv A. M. GIBSON. 


So much has been written and spoken in a vague way 
about the latest invention of Dr. Auer von Welsbach, and 
such great expectations bave been raised as to its ultimate 
commercial value, that all who are interested in the pro- 
gress of electric lighting will welcome some definite in- 
formation on the subject. 

The (ORI particulara аге taken from the complete 
specification w has been laid open for public inspec- 
tion” by the Hungarian Patent Office at Buda-Pesth. 

Two kinds of glow-bodies for use in incandescent electric 
lamps, with several different methods of producing the same, 
are described in this patent application. The first is a fine 
filament of osmium of a peculiar form. As is well known, 
osmium is one of the platinum group of metals, It usually 
occurs as a compound known as osmiridium, in fiat, irregular 

ins, and sometimes in hexagonal prisms. In the sept 
tion of the iridium and osmium, the latter is generally found 
to contain ruthenium. It is easy to obtain the pare osmium 
from the ruthenium compound on account of the affinity 
osmium has for oxygen, the tetroxide, O3 O,, forming readily. 
The tetroxide is, however, extremely volatile, and the fumes 
given off in reducing by volatilisation to obtain the pure 
metal, are very poisonous. The vapour of tetroxide destroys 
sight if the eyes are exposed to it. 

The second filament is one formed from thoria, the earth 
metal oxide во largely employed in the preparation of incan- 
descent gas mantles. - | 

Dr. Carl Auer von Welsbach has worked out several different 
methods of obtaining his osmium and thoria filaments, but 
so far these methods are merely laboratory processes, Lampe, 
it is true, have been made whicb, according to Dr. Auer, give 
very remarkable results, and he cluims that a phenomenal 
high efficiency lamp, with a long, economical life, can be 

roduced. While the inventor has not made any public 
statements as to the exact efficiency and life of his filaments, 
it is reported, on no particnlar authority, that the wattage per 
candle is under 2, and even as low as 1:5. 

Osmium has never been fused. At the point at which 
iridiam melts the osmium goes off in fumes, which take fire 
in the air and form tetroxide of osmium. It is possible to 
obtain it in an amorphous powder which can be converted 
int» crystals, Osmium is the heaviest of metals, its specific 
gravity, determined from the crystalline form, being 22:477. 

t is undoubtedly the most refractory metal. 

Dr. Auer claims that osmium does not volatilise at the 
highest temperature obtainable if confined in а vacuum or if 
surrounded by reducing gases. He does not make clear 
what he means by surrounding with reducing but pre- 
sumably it is that the gases are present in such a way as to 
exclude oxygen, because it is undoubted that with free aocess 
of oxygen osmium does vaporise. 

One of the methods Dr. Auer employs to obtain his 
osmium filament he describes as follows:—A platimum wire 
of 0:02 mm. diameter is fixed in a vacuum surrounded by 
vapour of bydro-carbon, greatly diluted with water into 
which small quantities of tetroxide of oemium are blown 
from time to time. "The wire is glowed in this atmosphere, 
and a thin layer of metallic osmium is deposited thereon. . 
The deposit must be effected slowly, and from the context of 
the description of the process it inferentially appears that a 
number of very thin layers must be obtained. There is 
difficulty in obtaining perfectly uniform deposits, anything 
like warte, or nodules, of course, would affect the regular 
resistance of the filamente. The fragility of the coated 
wire as it comes from the flashing apparatus is admitted to 
be great, because the layers contain some oxide, i. s., the 
layers are not in this stage pure metallic osmium. There- 
fore the glowing is continued until the very thin platinum 
core is volatilised, and the osmium coating becomes homo- 
genous, and you have a tube of pure osmium. This is 
described as being elastic and nearly the colour of 
platinum. . 

The coating may also be effected by drawing the fine 
pan wire through a solation of a sulphide or tetra- 

ydroxide of osmium, and then glowed in a vacuam. If 
this method is employed, the operation must be repeated at 
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léast 100 times, in order to obtain the requisite thinness of 
layers. и . 
There is also an electrolytic method mentioned, but there 


is no description of the method of preparing the electrolyte ` 


of: osmium, or of the current required in this operation. It 
is, however, stated that the glowing of the wire must be 


carried out as in the other methods after the electrolysis is ` 


concluded. "This part of the specification is exceedingly 
vague; but before a German or an American patent is ob- 


tained, fuller explanations of the electrolytic method will 
doubtless have to be supplied. К | 
Vegetable or animal fibres can also be employed as the 
foundation for the osmium coating. A liquid. pulp is made 
by mixing the finely triturated osmium oxide with sugar, or 
Organic cementing material and: water, aud the itmpregnated 
thread of fibre, after drying, is brought into thé required 
shape for the lamp, end slightly glowed in a reducing atmo- 


sphere. From this it appears that the osmium particles 


secure conduction. A carbon skeleton, carrying osmium 
unconsolidated, is thus obtained. It can be fixed in the lamp 
bulb, which is filled with reducing gases, and the glowing 


proceeds slowly, team being also admitted to the bulb. The 
intensity of the current is gradually increased, until a very 


high ‘temperature is reached. To secure uniformity of 
resistance, the filament so produced is normalised by flashing 
in a vapour of tetroxide of osmium and hydro-carbon. 
Nitro-cellulose may also be saturated or mixed with 
pulverised pure osmium—the amorphous form, of course— 
or sulphide of osmium, or tetrahydroxide, and the mixture 
is then formed into threads by squirting, or otherwise, 
denitrated, and heated in the same manner as the fibres. 


Instead of cellulose or fibres, a soft, slightly twisted cotton 


thread may be impregnated in a thin pulp of finely divided 
osmium snlphide and water, mixed with a cementine medium, 
as, for instance, sugar. The thread is dryed, and then car- 
bonised in a reducing gas, such as illuminating coal gas. 
Dr. Auer's method of obtaining his thoria filament is 
interesting. He states a fact which is not generally known, 
but which is quite true. A platinum wire brought to a 
white heat by an intense current, or other means, melts. A 
very thin platinum wire held in the hottest zone of a Bunsen 
gas flame will melt; but if the wire is coated with a firmly 
adhering cover of thoria, it will not melt at any measurable 
temperature. This is due to the fact that a great part of 
the energy, coming in contact with the absolutely fire- 
roof material covering the wire (for instance, in the Bansen 
ame) is converted into light radiating energy, or light 
emissiveness. This is as equally true of electric energy as 
with the gas flame. The intense power of the cover to emit 
light and heat withdraws energy from the metallic con- 
ductor. | | 
 Gradually raising the energy in intenseness, a dazzling 
white spot of light will occur at a place in the filament, and 
spread slowly (sometimes quickly) over the whole length. 
About this time a minute ball 
observer to spring from the thread. This phenomens is 
caused by the volatilisation of the thin platinum core under 
the intense heat obtained by increasing the current tension. 
There is now left a tube of thoria, which will withstand still 
higher current tension, and the brilliancy of the light emis- 
sion increases correspondingly. The curious part is, that at 
а current tension which fuses, or destroys any other sub- 
stance, there is very little heat radiated by the brilliantly 
incandescing thoria filament. Continuing the increase of 
current tension, a point is reached at which the thoria tube 
bürsts with a slight explosion. The thickness of the thoria 
cover need be but some tenths of a millimetre, А mere film 
will ко, а which case the colours of the rainbow will, at 
one stage е experiment, appear. 

It is evident, although not во stated in the specification, 
that the thoria covering must be dense, and in no wise 
porous. To obtain such a covering is exceedingly difficult. 

Dr. Auer states vaguely that he uses “a preparation of 
thorium, which gives back an oxide when being glowed.” 
A nitrate or а selenate of thorium will do this. The process 
described in the specification of forming the cover, doubtless, 
will answer in the laboratory, but in manufacture upon a 
commercial scale it must inevitably prove impracticable. 
The thin platinum wire 0:02 of a millimetre in diameter, 
approximating to the tenuity of the split cocoon silk fila- 
ment, is drawn through elastic cheeke, which are moistened 


will be seen by the close. 


with the solution of thorium. After each drawing the wire 
is glowed. The drawing through the moistened cheeks, and 
the glowing, must be repeated at least 50 times. To reach 
perfection by this method the solation employed to moisten 
the cheeks through which the wire is drawn, must be very 
dilute, and the drawing and glowing must be repeated several 
hundred times. A wire of а compound of platinum and 
osmium answers better than pure platinum, because more in- 
fusible. A compound wire of platinum osmium, ruthenium 
and rhodium or iridium, answers better than platinum. 

' It is to be noted that in practice the platinum core is not 
volatilised. The experiment above described is merely to 
illustrate the enormous heat resistance of pure thoria. | 

Although not expressly stated in the specification, it is 
evident that the best resulte cau only ba obtained with 
the filaments of Dr. Auer by the employment of alternating 
currents. | | 

The cost of producing either the osmium or the thoria 
by the processes described must be considerable. Platinum 
wire costs in proportion to the tenuity to which it is drawn. 
Ordinarily pure platinum costs, say, 508. to 553. an ounce. 
To draw down to 0:02 of a millimetre adds enormously’ 
to the price, for workmen can only be engaged in the 
operation a few houra on account of the strain upon their 
eyesight, to say nothing of the other difficulties encoun- 
tered in the drawing. Then the repeating the process of 
coating and glowing several hundred times, no matter what 
mechanical devices are used, means great expense. It is trae 
many filaments are obtained from 1,000 metres in length, 
but incandescent electric lamps are produced by the million. 

There is one noticeable feature of Dr. Auer's specifica- 
tion, and that is the omission in the descriptive part to 
allude to the electrolytic way of producing on a platinum 
core, or any other conducting core, a dense, firmly adher- 
ing thoria coating or covering. It is wel known to a 
limited namber of experts, who have experimented with 
thoria, that such a coating or covering can be obtained 
by electrolysis. This coating can be deposited on platinum 
in айу desired thinness from an electrolyte properly pre- 
pared, and readily and comparatively cheaply. Dr. Auer 
mentions the electrolytic way of securing his osmium coating, 
but for some reason he does not mention in the body of his 
specification the electrolytic method of obtaining a thoria 
coating; nevertheless, in his claims he very adroitly covers, 
indirectly, in the Hungarian patent, the electrolytic prooess 
of coating with thoria. Why this indirection ? 

Because the electrolytic way is not patentable ! 

Neither is it new that thoria is an absolutely fireproof . 
material, nor i3 it novel that a very slight coating of thoria 
protects platinum from the effect of high temperature by 
transforming heat energy into light emission. 

It is not new that platinum wire coated with an enamel. 
like covering of thoria has an enormously increased electrical 
resistance, and consequently a minimal volume of high 
tension current will give intense light emission. 


CORRESPONDENCE. 


Recent Smashes at Brighton. 


In the ELEcTRICAL REVIEW, appearing rather ominously 
on April Ist, there appears an alarming report to the 
effect that Mr. Crompton distinctly stated in his speech 
at the Institution last Thursday evening, that there have 
been recently a great many smashes at the Brighton Electri- 
city Works, and implied that these were due to the use of 
high tension steam dynamos, and to the breaking of steam 
pipes. Perhaps it will be sufficient for me to say briefly : 

1. There have been no smashes at Brighton recently, or 
during the last seven years. 

2. High tension steam dynamos are not used at Brighton. 

8. There are no steam pipes in proximity to high tension 
apparatus. 

4, No breakage of steam pipes has oocurred. 

From the above, it is very evident that there is a Nigger” 
somewhere in the reported speech of Mr. Crompton, who is 
the very laet person to intentionally mislead his audience. 

Arthur Wright. 
Per L. A. D, 
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Weatherproof Wire. 
As a subscriber for four years eg to the ELECTRICAL 
REviaw, as well as the writer of the article on Weather- 


proof Wire," no‘iced in your editorial of March 11th, I sup- - 


pose I should answer the questions asked in the latter part 
of the editorial. | 

‚То the first one, How it is possible to maintain such 
cirouits in wet weather? "—the inquiry referring to the go- 
called weatherproof wire strung in the ordinary American 
fashion on glass insulators— beg to reply that во long as 
the wires remain on the insulators and do not swing into 
cont зоб with other conductors or semi-condactors, the main- 
tenance of the circuit presents no difficulty. The insulation 
resistance of such a circuit is, of course, proportional. to the 
number of insulators, and the resistance per insulator de- 
pends on the shape and size of the insulator, but is usuall 
above 10 megohms during and after а sosking rain. With 
poles spaced 50 per mile, the total leakage from a line of any 
ordinary length is of no commercial consequence. If con- 
centrated on one insulator it might become of consequence 
by breaking down the insulation, but the leakage is not con- 
centrated and the glasses do not break down in practice. 

The result of such construction is, in wet weather, a line 
of low total insulation bnt of sufficiently high insulation at 
each point of support; in other words, a line on which the 
1 е is uniformly distributed. This condition really 
tends to steady running with the large series arc dynamos. 
It is as theoretically perfect but practically it is good 
enough. 

As a contrast to the satisfactory results obtained with 
“weatherproof” main line, there are in this country several 
stations where circuits have been installed to conform with 
theoretical requirements as taught in the schools. I know 

nally several underground systems which test excellent! 
ut break down whenever there is any unusual surge, aaah 
as will occur in service in spite of all customary care. The 
American practice of using series dynamos of high voltage 
for the supply of street aro lights has developed a few 
machines which are unsteady as well as some others which 
are remarkably free from that vice; and the combination of 
а Surging machine built for 125 or 150 arcs with cables 
insulated by ith inch (or thereabouts) of good rubber has 
caused much sorrow to engineers responsible for the com- 
bination. Even an alternating circnit will surge oocasionall 

in consequence of a local short-circuit, and cables whic 
would pass Board of Trade inspection, puncture after a 
fashion that is very trying to a man accustomed to overhead 
lines. The overhead lines do not break down under such 
conditions. 3 

In reply to your second question, as to whether superin- 
tendents are not tempted to let linemen take risks in bad 
weather, I regret to say that superintendents are much the 
same all the world over, and that such officers have at times 
risked their own lives, and other men’s lives, to avoid shut- 
ting down of circuita, which is not a practice to be com- 

mended. Nevertheless, there have been few accidents on 
main lines under the conditions that you suggest; because 
main lines seldom get in trouble; because the risk is well 
known; and because in most cases a makeshift repair 
sd be made in a manner not involving any personal 
risk. 
soaked with tallow, is part of the equipment of a 
&rouble-man; and an old hand does very neat work, 
when occasion requires, in the way of lassoing a “ crossed ” 
wire and bridling it up out of mischief. In a well regulated 
etation the trouble-man has the right to order any circuit 


shut down, and is expected to avail himself of this right as 


often as he thinks advisable. The superintendent who sends 
men into danger has always been the exception, and I think 
їз disappearing altogether from our ranks, The superin- 
tendent who goes in himself, will, I suppose, always remain 
with us. Some of us are not entirely ashamed of scars got in 
our younger days in just this way. Our comment is, when 
the subject is mentioned, that we are now old enough t» 
know better; that it takes а youngster to ba во foolish. 

You will allow me, as a stranger to your columns, the 
privilege of explaining that I have been for years an advocate 
of undergrouud wires, and that the circuits which I have 
p'aced underground have been free from breakdowns. And 
you will appreciate that when I speak of theory as taught in 
the schools, I mean the incomplete theory whioh has grown 


A hand line, usually a cotton sash-cord well 


ont of practice, and which, therefore, is usually а ne or 
two (at least) behind practice. The theory of the line on 
which the leakage is uniformly distributed been studied 
only by the telegraphists, aud their results are only of indirect 
service to the electric light man. The schools, so far, 
condemn low total insulation on any circnit, and are jnst 
b»sginning to understand that a leaky circuit which will not 
break down has been for years the accepted standard of 
American overhead practice. American underground prao- 
tice was influenced at first by the school theory, and the early 
failures were due 2 a belief that high measured insulation 
was all that was requisite, Within the last five yeara we have 
added a breakdown txt to our insulation teet in writing 
cable specifications, and some of us now buy cables without any 
test but а breakdown test. In this we are approximating our 
undergroand theory to our overhead practice. We have not 
апу overhead theory; therefore there continue to be inquiries 
such as yours as to why such circuits аз ours are possible. 
My article, on which you commented, was not so much a 
defence of our overhead construction as an invitation to 
some of our scholastic friends to consider the facts, and to 
evo've from them a theory which would be acceptable to both 
students and workers. 
Alex. Dow. 


Detroit, U.S.A. 


BUSINESS NOTICES, &o. 


Electrical Wares Exported. 
Wir Expina Арап, бтн, 1897. Wm Em d Арап бтн, 1898. 
& 


£ 8. 8. 
Albany ... ie . 32 0 | Adelaide © * 834 0 
Alexandria. Teleg. mat. 61 0 | Alexandria. Teleph. mat. 16 0 
Amsterdam .. 175 0 Amsterdam... .. 60 0 
Antwerp 22 0 | Barcelona 41 0 
Bilbao . 32 0 | Boulogne 84 0 
Bombay. » 18 0 | Bombay 3383 0 
Brisbane 150 0 | Calcutta... 329 0 
Brussels... 920 .. 918 0 | Cape Town А 189 0 
Buenos Ayres. Teleg. Oolombo - 51 0 
cable ... m .. 4,495 0 | East London 51 0 
Bunderberg ... .. 15 0 | Flashing 36 0 
atta... a 691 0 . 500 0 
„ Teleg. mat. 44 0 | Gibraltar 199 0 
Саре Town  .. 85 0 | Malaga aes . 196 0 
Odlogne ove 28 0 | Maderia... T . 40 0 
Oolombo СА 0 | Melbourne  .. .. 135 0 
á Teleg. mat. 24 0 „ Teleg. mat... 500 0 
й й 0 | Odessa ... nes .. 90 0 
De ) з 50 0 | Port Elisabeth 670 0 
Durban .. 165 0 | Reval А .. 815 0 
Flushing .. 14 0 Rio Јапеіго ... * 68 0 
Fremantle. Teleg. mat. 6,318 0 | Stockholm. Teleph. mat. 100 0 
Hong Kong  .. .. 50 0 Sydney » .. 947 0 
Jersey. Teleg. mat. 35 0 | Trieste. Teleg. mat. 400 0 
Malta. Teleg. cable ...8,280 0 | Trinidad. se 16 0 
Ostend ... see d 0 | Yokohama 225 0 
Paris. Teleg. mat. ... 26 0 
Pernambuco Teleg. 
cable ... ae 0 
Port Elisabeth 119 0 
Rangoon „ 10 0 
Singapore К .. 156 0 | 
" Teleg.cable 14,109 0 
Stockholm . 8 0 
Sydney ... iss *. 8315 0 
Wellington .. 251 0 
Yokohama - . 149 0 
Total ... £46,005 0 Total 46,870 0 
Foreign Goods Transhipped. 
£ в. En 
Sydney ... see 66 0 | Oporto ... one .. 191 0 


The Alexandra Palace.—In our“ Note" last week re 
the electrical featares of the Alexandra Palace, we omitted to men- 
tion that the lighting and motor power work of the Palace and 
grounds is being carried out by Mr. Percy Haddleston, on behalf of 
the Acme Motor and Traction Company. It is running ata тоо 
of 250 volts, and the work із being done according to the Phe 
Fire Insurance rules. Tha motive power plant employed includes 
two 10-H.P. nom. Crossley gas engines and a 20-H.P. nom. compound 
Fowler undertype engine. The dynamos and motors were specially 
made at the Acme Motor Company’s works at Brentford. The arc 
lamps used aie by the British Blahnik Arc Light Company, Limited. 


New Offices—Messrs. D.ck's Asbestos Company, of 
Canales Town, have taken offiom at 51 and 52, Fenchurch Street, 


—— 
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Electrical Wares Exported. 


. Waar Жиотие Arn 12тн, 1897. | Wang Rome Арви, 12TH, 1808. 
"E 6 8. 8 s 
Alexandria .. 144 0 | Albany ... b» *. 15 @ 
: 1 Teleg. mat. 99 0 Amsterdam... .. 100 0 
' A .. 100 0 | Antigua. Teleg. mat. 16 0 
Antwerp eee TIS 17 0 Calcutta... eee Тб 56 0 
Auckland T .. 231 0 Cape Town - ..1,102 0 
Bombay...  ..  .. 134 O Delagoa Bax . 16 0 
Brisbane. Teleg. mat... 738 0 Durban. 2)1 0 
"BuenosAyres ... „ 77 0 Gothenburg * 22 0 
Oasino. Teleg. mat. 26 0 | Hong Kong .. 812 0 
Calcutta e А 50 0 La Plata ‘ee .. 12 0 
‘Cape Town ` ... „. 538 0 Lisbon ias . 75 0 
a Tele g. mat... 3,536 0 | North Atlantic. Teleg 
888 TIENE е 0 P eL MR ES о А 
Delagoa . Teleg. mat, 5,837 0 Port Elizabeth ... А 8 
ба; aki р 1 0 | Sydney ... ; „ 653 0 
East London ... 174 0 Wellington 100 0 
Flushing . .. ws 92 0 | | 
Bampun Teleg. mat. 0 
u . mat. 158 0 
Madeira. у 95 0 ; 
Madras eee oe e 45 0 
Malta | MEN [TT TT 90 0 
Marseilles. Elec. launch 225 0 
Melbourne ios . 99 0, 
Ostend eee eee eee 76 0 
Paris eee oes 380 0 
Port Elizabeth ... .. 558 0 
| 5 Teleg. mat. 155 0 
Quilimane. Teleg. mat. 482 0 
Reval 2 60 [I eee 113 0 
Rockhampton ... .. 350 0 
Santos coe seo eee 202 0 | 
Shanghai eae .. 189 0, 
" Teleg. mat... 820 0 
Singapore m" we 54 0 
Stockholm. eleg. mat. 55 0 
Saez. Teleg. mat. .. 190 0 
Vigo. ji .. 26 Q 
Wellington * 18 0 
Yokohama ve .. 200 0. 


+ 
— " 


Total £16,612 0 


Total £14,958 0 


Books Received. — Alternate Currents in Practice,” 
translated from the French of Loppé and Bouquet by F. J. Moffett, 
B.A. Whittaker & Co., 153. 

“Theory and Practice of Electrolytic Methods of Analysis,” by 
Dr. Bernard Neumann, of Aachen, translated by J. В. C. Kershaw, 
F. I. C. Whittaker & Co., 10s. 6d. 

“ Radiography and the X Rays: In Practice and Theory,” by S. R. 
Bottone. Whittaker & Co., 33. f 


Catalogues.—We have received from Messrs. Gent and 
Company, of Leicester, a copy of their price list of pneumatic and 
electric bells, telephones, batteries, wires, &c., in which are given 
numerous illustrations of these classes of apparatus and sundry 
accessorial parts. From the same firm we have also received a 
pamphlet on electric lighting, giving general instructions for both 
town and private plante. The machinery and apparatus, and the 
many small fittings necessary for a lighting installation are illustrated 
and described in the pamphlet. Both lists contain prices. 

Mesars. Dobson & Curtis Bros., Limited, of Suffolk Street, Dublin, 
send us a copy of the third edition of their catalogue of electric bells, 
telephones, &c. This firm, which has also a Birmingham branch, has 
carried out many contracts in both England and Ireland, the 
most recent in England being for the Cycle Components Manu- 
facturing Company, of Birmingham, the Dunlop Pneumatic Tyre 
Company, of Coventry, and Mr. Harvey Du Oros's private residence 
at Cornbary Park, Oxfordshire. 


The Corporation of London v. City of London 
Electric Lighting Company.—At the Guildhall last week, bef ore 
Alderman Sir J. T. Ritchie, an application was made conoerniog the 
City of London Electric Ligh Company, Limited, by tho City 
Solicitor on behalf of the Corporation to ascertain the fees and 
reasonable expenses of an electrical inspector employed by the City, 
who claimed to the amount of £1,142 2s, 7d. under Section 47 of the 
Electric Lighting Orders Confirmation Act, 1890. Mr. Rose-Innes 
represented the Corporation of the City of London, and Mr. Roskill 
appeared for the company. 

Mr. Rose-Ianes opened the case, and pointed out that so far as tho 
public was concerned it was essential that the electric light supplied 
should be kept up to a certain standard. The Electric Lighting 
Order of 1892 provided that an electrical inspector should be created 
by the Local Authority—in the present case the Corporation—and 
that all fees and reasonable expenses, unless agreed upon, should be 
ascertained by a court of summary jurisdiction, or, where appointed, 
the Bcard of Trade. What the Alderman had to decide was the 
amount to be paid by the electric light company to the Corporation 
for the inspection of meters. The electric inspector was to be “an 
impartial poem standing in a judicial position," and the point which 
arose for determination was—apart from the salary which the Cor- 
poration saw fit to allow this gentleman—what were the fees and 
reasonable expenses in regard to tho work which he had done. 


Mr. Наш said he did not dispute the scale of fees settled by the 
0 e. mE | 
Mr. A. A. Voysey, electrical engineer to the Corporation, said in 


respect of his employment as electrical ins pꝛetor, he received a salary 


from the Corporation. He was familiar with Sections 35 to 47, 
showing his duties. He found it necessary to have a testing office; 
this was near the Wool Exchange. The rent was originally £195 a 
year, but it was afterwards reduced to £170. This was paid by the 

te Commissioners of Sewers. His duty was to test meters with a 
view of deciding disputes between the lighting company and the con- 
sumer. The witnees gave the various items of office expenses, which 
he said were paid by the Corporation. Mr. Voysey said he was aware 
that other public bodies had electrical inspectors —the London County 
Council, for instance. 

Mr. Roskill: Are you aware that they never test meters, except on 


‘the premises of the consumer? 


The Witness: Certainly not. | | 

Mr. Roskill: Then you would be surprised to hear that that is so ? 

The Witness: Yes. I should not believe it. 

Bir James Ritchie: In my neighbourhood the County Council 
bave a beautiful building, and outside is written County Council 
Testing Station." 

Mr. Roskill said he was now iaformed that the County Council 
did have their own testing stations, but they made no charge on what 
was technically called the “undertaker.” 

Mr. Voysey, in answer to further questions, said he did other 
work besides testing in his с се. 

Mr. Roekill then at some length argued on the construction of the 
words “reasonable expenses.” He contended that such expenses 
meant those incurred by the inspector travelling to test meters, and 
во forth, but how the Corporation could contend that the company 
were liable for any portion of the items put forward passed his 
understanding. The contention of Mr. Rose-Innes was this: That 
the Corporation appointed an inspector, supplied him with offices, 
instruments, and assistants at any cost they pleased, and then 
charged the electric lighting company for these thing:. 

The Alderman: I have come to the conclusion that these are not 
reasonable expenses within the meaning of the Act, but I suppose 
one will have to hear evidence of what may be reasonable. I do 
not think that the electrical company ате bound to provide offices 
and so on for these inspectors. 

Mr. F. Bailey, chief engineer to the City of London Electric 
Lighting Company, having given evidence, 

Bir James Ritchie said ifa higher Court held that the items 
mentioned could be included amongst reasonable expenses," in 
order to save the parties coming before him again, he would fix an 
amount. Ioasmuch as the inspector had said that he gave about 
two-thirds of his time to testing he would reduce the amount to 
£937 11s. 81. This was merely а formal matter to save the case 
being brought before him again to settle this question should a 
higher Court decide against him. | 

Mr. Roskill: Then the summons is dismissed subject to a special 
case. 


Dissolution of Partnership.—Messrs. Н. W. Ellis and 
E. W. T. Ward (Ellis & Ward, electrical engineers, Edmund Street, 
Birmingham) have diseolved partnership. Mr. Ellis will continue 
the business at the old address under the same name as formerly. 


Electric Clocks, — The Swansea Public Library has 
deferred the question of electric clocks for the lib:ary for six 
months. 


Electric Winding Plant.—On February Ich an elec- 
trical winding plant was inaugurated at the No. 2 south Great 
Eastern mine in the presence cf an iofluential company from Gympie 
and Brisbane. The plant was manufactured and erected by Messrs. 
Trackson Brcs. of Brisbane. A generator made by Laurence 
Scott & Co, supplies current to the motor, the shaft of which is 
coupled to the worm gear, which operates a gun-metal worm wheel 
keyed upon the shaft, which carries the winding drums. The distance 
between the generator in the engine room and the winding plant 
below is close upon 2,000 fect. The directors and manager expressed 
themselves perfectly satisfied at the way the plant handled various 
loads at different speeds. The design and erection of the plant has 
been supervised by Mr. P. Trackson, A.I E.E. 


First Meeting.—The first meeting of creditora in the 
bankruptcy of J. Fletcher and J. A. Hirst (Fletcher, Hirst & Co., 
electrical and mechanical engineers, of Chester and Derby) is to be 
held at the official receiver's office, Byrom Street, Manches'er, on 
April 19th, at 3.30 o'clock. The public examination is fixed for 
April 29th, at 11 o'clock, in the Court House, Burnley. 


Liquidation Notices. — At meetings of the British 
Electrczone Corporation, on February 8th and March 8th, resolutions 
were passed winding up voluntarily, and appointing Mr. A. B. 
Edwards, of Broad Street Avenue, E. O, liquidator. 

A meeting of Messrs. J. C. Howell, Limited, is to be held at 6, O'd 
Jewry, E. C., on May 16th, at 11 o'clock, to receive an account of the 
winding up operations from the liquidator, Mr. S. F. Isi't. Ls 


Parliamentary Bills.— The Daily Chronicle had an 
article on Wednesday giving particulars of the progress of the 
numerous private Bills which ate now before Parliament. "There is 
an increase in the number and value of the Bills deposited for the 
session. There are 30 Bills relating to tramways, aud the propored 
capital involved in them is upwards of £1,800,000. Gas Bills ask 
£4,732,000, and electricity Bills come in with a modest million, and 
measures under the provisional order system account for a farther 
sum of three millions odd, which the promoters seek to raise in 
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respect of schemes for tramway, gas and water, electric lighting, &c. 
Five Bills to authorise the construction of new underground railways 
in the metropolis were deposited. The Charing Cross, Euston, and 
Hampstead Railway Bill has b:en road a third time in the Commons; 
another—the City and Brixton Bill has been by the Com- 
mittee which considered it, and awaits third ing, and the Great 
Northern and werd Railway, which is for an extension of the 
authorised un ng, awaits second readiog. Power to work by 
electricity is also being sought in the Metropolitan Railway Bill, and 
has been granted by the House of Commons Committee, to which the 
measure was referred. Notwithstanding the facilities given to 
promoters by the Light Railways Act, there are bat three measures 
containing schemes for light railways and one for the acquisition of 
a railway which it is proposed to work as a light railway. Upwards 
of 80 provisional orders have been made by the Board of Trade under 
the Electrio Lighting Acts, with a view to their submission to Par- 
1 ²˙· кы paves LTA the Doors Ok 
ө supply о owers bsyon ' 800p8 
the general Electric Lighting Acts. Some of the im nt questions 
во raised stand referred to the consideration of a Joint Oommittee of 
both Houses, which will sit again after Easter, and whose report will 
be awaited with interest. 


Tasker & Sons, Limited, v. London & County Hotels 
Company, Limited.—This case came before the Coventry County 
Court on "Tuesday last week. The plaintiffe, electric light engineers, 
of Andover, Coventry, and other places, sued the defendants for 
goods and work done in the construction of electric light apparatus 
at the King's Head Hotel, Coventry. It appeared that the plain- 
tiffs supplied the hotel in May, 1897, with an installation of four 
electric arc lampe, using the city current. Defendants found the 
humming noise of the lamps annoyed their customers to such an 
extent that the lamps could not be used, and plaintiffs were asked to 
remove them. Mr. J. W. Manley, piaintiffs’ local manager, stated 
that this hamming noise was caused solely by the fact that the city 
current was an alternating one. His firm had on one or two occasions 
made alterations suggested by defendante’ manager, with a view to 
mitigating the noise caused by two of the lamps beiog hung 
under a glass roof. The defendant company's case was that their 
manager was advised by an engineer of the plaintiff company to 
instal arc lamps, when nothing was eaid about the noise. They did 
not defective construction of the arc lamps, but the noise 
caused by them caused the customers to leave the hotel. His 
Honour gave jadgment for £59 8в. 9d. for plaintiffs, striking out some 
ктрк for the fitting of speaking tubes which formed part of the 

m. 


Siemens & Halske.—Messrs. Siemens & Halske, of 
Berlin, are increasing their capital to £2,000,000. The Austrian and 
Hungarian branches of this firm are, it is reported, to be formed into 
a separate joint stock company. 


Volenite,—Lord Lurgan, the chairman of the Fish Oil 
and Guano Company, had a good deal to say to his shareholders on 
the 5th inst. about volenite, to exploit which his company is 
bringing out another company. He said that tests of volenite had 
proved it equal to gutta-percha and superior to vulcanite. Its 
electrical resistance was really extraordinary. They were antici- 
pating the results of some tests for the possibility of covering 
cables with this material, bat a test of 10 to 12 months would be 
necessary, and they had seriously considered whether to wait that 
time before 
other uses and p volenite might be applied. They decided 
to make the latter at once, and they very soon discovered that 
volenite was just as valuable for the purpose of steam boiler and 
steam en packing as it was for electric cable work. "Therefore, 
in view of ite use for various purposes, they decided that they were 
jastified in issuing volenite at once. It was now almost ready for 
registration. The prospectus was prepared. His lordship read re- 
ports made upon the material by Mr. Philip C. Pope, consulting 
electrical engineer, and Mr. J. W. Bevan, and opinions of other 
gentlemen. ith regard to the manufacture of volenite it is in- 
tended to at present confine it to the United Kingdom. Favourable 
offers had been made for the sale of the patent for America, but it 
had not yet been decided whether to increase the capital and make 
it for all the world, or to sell the patent for different countries. 


1(A——————— 


ELECTRIC LIGHTING NOTES. 


imate 


Ayt.—Mr. Faller’s repoit as to extensions has been adopted 


by the Commissioners at a cost of £1,187. 


Balmoral.—The daily papers say that the Queen has 
decided to light Balmoral Castle by electricity, and an enormous 
quantity of large iron pipes has already been delivered. These pipes 
are intended to convey water power from the Gelder, a stream 
running into the Dee at a point about 14 miles from Balmoral, and 
the dynamos will be driven by water power. 


Barnsley.—The Park and Lighting Committee report 
having held three meetings for the consideration of Mr. Miller's 
scheme for electrical supply to the borough. Mr. Miller attended 
and explained the scheme, and the farther consideration stands ad- 
journed until a special meeting on the 23rd inst. 


ucing it, or whether sa Bakea find out to what 


Bath.—Mr. Hammond is to prepare a statement for 
the Council, showing the amount expended upon the electricity 
works together with the outstanding liabilities on the balances of con- 
tracts, and a special meeting is to be held to consider it. The 
Blectric Construction Company has consented to give a guarantee in 
connection with the erection of arc lamps without having a preliminary 
test. Thirty out of 40 new lamps have been erected, and will be: 
connected as soon as the circuit is completed. 


Belfast.— The statement of accounts for the year ended 
December 31st, 1897, showed the electricity undertaking to be 
in a sound financial condition and progressing rapidly in the 
public estimation, and in view of the 5 of having a con- 
siderable sum to pay this year by way of interest on the large capital 
expenditure connected with the new station which cannot be pro- 
dactive for some time, the balance carried forward from last year was. 
ordered to be allocated for this purpose. The meters necessary on: 
the introdaction of Wright's system of c for electric current 
on July 1st, are to b3 purchased, and also a fourth Lancashire boiler 
to complete the first section of the new station. 


Blackpool.—The Corporation passed the following 
resolutions on 5th inst.:— That subject to the confirmation of the 
Local Government Board to the requisite loan, the tenders of the 
firms undermentioned for extensions at the Oorporation Electricity 
Works be accepted, viz.: Boiler and superheaters, Messrs. Babcock 
aud Wilcox, Limited; condensers and storage tanks, Messrs. Cole 
Marchent & Morley; rectifiors, Messrs. B. Z. de Ferranti, Limited ; 
boosters, Mr. Ohas. J. Cowan; cables, British Insulated Wire 
Company; transformers, Messrs. Nalder & Hilton, Limited.“ That 
the approved standard clauses issued by the Electrical Engi 
Plant Manufacturers Association, and the Municipal Electric Asso- 
ciation, for the adoption among the general conditions of specifica- 
tions for electrical engineering plant, be referred to the town clerk 
and borough electrical engineer for ioclasion, if they think so fit, in 
any conditions of specification for electrical engineering plant issued 
by the Electric Lighting Committee." 


Bournemouth.—The following tenders were sent in far 
supplying and fixing cables, conductors, lamps, columns, fittings, &c., 
for the lighting of the pier and Lower Pleasure Grounds :— 


£ в. ё. 
Messrs. Johnson & Phillips s ^ 2,255 18 0 
Brush Electric Engineering Company 1,740, 0 0 
Messrs. Fippard & Cooper oe T 1,521 18 0 
Mr. L. G. Tate es vs i ya НЕ 1,602 0 0 
Messrs. Laing, Wharton & Down, Limited .. 1,707 0 0 
Messrs Cash, Robinson & Co. - we . . 1,25217 0 
Bournemouth and District Electric Supply Company 1,415 0 0 
British Insulated Wire Company, Limited .. .. 1,583 14 9 
Mr. E. G. Bryant ee oe ee ee ee 1,458 6 0 
Messrs. Crompton & Co., Limited 6,204 0 0 


The surveyor recommended the tenders of Messre. Cash, Robinson and 
Co., and the Bournemouth and District Electric Supply Oompany 
for consideration. The Council had a discussion as to whether, 
seeing that the Oorporation license from the Board of Trade for 
electric lighting purposes had only three years to run, it would be 
wise to lay down plant aad spend £2,000 if the plant would be of no 
use at the end of that period. 

Oa Tnureday last week а Local Government Board inquiry was 
held re several sums to be raised for public works by the Corporation, 
including £2,500 for the e.ectric lighting of the pier and pleasure 
gardens. 


Brad ford.—Tne Gas and Electricity Committee have 
decided to reduce the price of electricity for lighting by a $d. per 
unit, and have also fixed a scale for motors, making p 
range from 2jd. to 1d. per unit. 


Brighton.—The Town Council on Thursday last week 
had a debate upon a proposal ty the Lighting Committee to reduce 
the price of the electric current after the first hour's usage from 144, 
to ld. per unit. The accounts for the year ended December, 1897, 
showed that, after making provision for the annual charges for interest 
and the repayment of loans, there remained a net profit on the year's 
working of £2,864. Out of this amount the Committee proposed to 
apply £2,000 to the relief of the rates and to add the £864 to the 
reserve fund. The Council divided on an amendment by Mr. Back- 
well that the price should not be reduced, and this amendment was 
carried by 18 votes to 17. 


Bulawayo.—At a recent meeting of the Municipal 
Oouncil a letter was read from Colonel Heyman, stating the terms 
upon which the contractor (being the Electric Light Oompany), was 
prepared to supply the light to the Council. This was stated to be 
1s. 7d. per unit. It was further stated that the Government was 
prepared to vest its lighting contract in the Council. This matter 
was referred to the P. W. Committee. 


Camberwell.—The General Purposes Committee haa had 
under further consideration the question of the proposed purchase 
of theundertaking of the Oounty of London and Brush Provincial 
Electric Lighting Company, Limited, and bas received a statement 
that the estumated cost of the work done in the ish up to date 
was £3,200. The committee recommended that the proposed pur-- 
chase be nct proceeded with, and this has been agreed to. 


Cardiff.—The Lighting and Electrical Committee has: 
agreed that the conditionally accepted tender of the Atlas Engineer- 
ing Company, Canton, for the supply of a number of junction boxes. 
for the electrical department be rejected, as the company does not. 
comply with the fair wages clause. The contract has been given to- 
Mr. Wilkinson, of Cardiff. 


vol. 4$. Na. 1,064, Aran. 15, 1898.] 


THE ELECTRICAL REVIEW. 


509 


Dewsbury.—The Electricity Committee has approved 
of the doubling of the existing trunk mains at a cost of £5,000, of an 
extension of mains in a part of the borough not yet served 
at a cost of £2,500, and of the purchase and laying down 
of an additional engine and dynamo at a further charge of 
£2,450, including the cost of an extension cf the building at the 
centralstation. The electrician (Mr. Mitchell) baving resigned, to 
take a situation at Southend-on-Sea, it was decided to postpone the 
carrying out of the extension scheme until the appointment of his 
successor. The General Purposes Committee has considered a re- 
commendation that the new electrical engineer should be paid a 
salary of £200, and be allowed to take a pupil, but has decided to pay 
£250, and not to allow a pupil to be engaged. 


Douglas.—Prof. Fleming was yesterday to have an inter- 


view with the Douglas Town Council for the purpose of advising 
them as to the electric lighting of Douglas. 


Dublin.—At the last Corporation meeting the Lord 
Mayor moved the adoption of a report of the committee of the whole 
house recommending the application of the Corporation to the 


Local Government Board for a loan of £20,000 for new electric cables 


and works connected therewith, and for the establishment of sub- 
transformer stations. A pro from the Dublin United Tramway 
Company to take over the lighting of the city on certain conditions, 
and an offer of a similar nature from Messre. Jameson, Cobb, Pearson 
and Co., of London, were considered simultaneously with the report, 
and his lordship moved that they be taken as read. The report 
stated the committee considered a report from Prof. Kennedy, con- 
sulting electrical engineer, and finally decided on his advice to adopt 
cables insulated with vulcanised bitumen as made by Messrs. 
Callender & Oo., and of a system of low-tension distribution. 


Durham.—The Town Council is considering the question 
of electric lighting. The Gas Lighting Committee recommended 
that specifications and estimates be obtained of the cost of erecting 
plant, but an amendment referring the matter back to the Committee 
to obtain terms upon which electric lighting companies would supply 
the Council for street lighting and private consumers was adopted. 


Dundee.—Mr. Tittensor, the electrical engineer, sub- 
mitted & lengthy report to the Gas Committee last week with refer- 
ence to the extension of the electrie lighting area of the city. He 
gives a statement of the development of the lighting within the old 
area since the opening of the supply in 1893 as follows: — 


Lamps connected. Units sold. Increase. 
1893 8,470 66,228 — 
1894 ‘si m 11,860 156,843 90,615 
1895  .. . uw 14,001 202,437 45,594 
1896 des m 17,945 264,278 51,841 
1897 22,897 323,157 68,909 


The length of streets through which mains were laid for supply up to 
the end of 1897 was four miles. The extended area gives a total 
length of street of eight miles. In the new districts he anticipated a 
demand for 25,000 lamps after five years, exclusive of public lighting. 
The distribution mains of the new area would be fed from the pre- 
sent generating stations through four sets of feeder mains. The 
whole of the extended area could be supplied from the present 
station, and the following additions would be required :—Tne present 
engine and boiler house would have to be extended. The additional 
plant required would be:—Boilers equal to 900 horse-power, engines 
and dynamos equal to 900 horse-power, together with the necessary 
steam pipes, pumps, economiser, and switching for. He estimated 
the cost of all these extensions as follows: — Distribution mains, 
£14,400 ; feeder mains, £4,000; buildings, &c., £3,600; boilers, seat- 
ings, and fittings, &c., £1,800; engines, dynamos, &c., £8,000; steam 
pipes, &o., £1,200; switchboards and instruments, £1,400; econo- 
misers, &c., £600—total cost, £35,000. This included spare culverts 
the existing tramway routes for the reception of feeder mains 
in the event of electrical traction being adopted, as recommended by 
Mesars. Urquhart & Small. The most suitable system to adopt for 
the extended area, would be a three-wire system distributing at 200 
volts at consumers’ terminals. This would enable the whole of the 
plant and batteries now in use at the generating station to be used in 
eonjunction with the new plant without much alteration, and 
would also make the new system of mains naly take up the 
i load on the old area, which would thus develop itself into 
8 three-wire system at 200 volts similar to the extended area. He 
did not consider that a higher pressure of supply than 200 volts was 
necessary within tbe limits of the extended area, as the higher the 
pressure adopted, the the disadvantage to those customers 
using arc lamps, in the increased cost of current for the same. At 
the present time there were 22,897 lamps connected in the old area, 
of which 16,000 were supplied at the old pressure of 100 volte, the 
remaining 6,897 being supplied at 200 volts, in accordance with the 
statutory notice given in June, 1897. It would be of great advan 
if the whole were converted into a 200-volt supply, although it would 
entail serious disadvantages to several of the customers. If a com- 
pulsory were made all over the city, the expense would de- 
volve upon Town Council, which would include replacing all 
100-volt lamps with those at 200. It would aleo be necessary to 
exchange all arc lamps burning in pairs at 100 volts for those de- 
signed to burn in pairs at 200 volts, and АП motors in use at 100 volts 
would have to be rewound. The total cost of this would be about 
£1,800. The most serious objection to such a sweeping reform was 
that those customers (of which there were several) having at present 
only one arc lamp installed, would be paying at the rate of 9d. per 
unit for current for the same lamp at 200 volts, being just double 
their original rate. No doubt this objection would be overcome at 


no distant date by the introduction of new and improved lamps. Не 
would therefore recommend tbat all those mains supplying customers 
at 200 volta ba connected up to the new system to be laid as a three- 
wire system at 200 volts, and those mains supplying the older custo- 
mers at 100 volts be inter" connected as a modified fi ve · wire system 
supplying at 100 volts, until such time that 16 might become neoes- 
sary or expedient to gradually change on to the 200-volt supply, after 
which the whole of the old and new area would resolve itself into 
one three-wire system at the higher voltage. He recommended that 
the laying of the mains should be proceeded with gradually as the 
demand arose, thus spreading the cost over several years. The present 
requirements would be the extension of the present buildings at the 
generating station, the laying down of the three-feeder mains to 
the north, east, and west districte, and the erection of one boiler, 
engine, and dynamo, with the necessary piping, &c., at a cost of 
£9,300. The committee resolved to consider the whole question at 
another meeting. | 

The Gas Committee recommends that Mr. Tittensor's salary be 
advanced £50 per annum. 


East Grinstead,—There was a long discussion at the 
District Couucil last week on the proposition made by Mr. Bteer that 
application be made for a provisional order as soon as the probable 
cost t» bs incurred in carrying out a scheme is ascertained. The 
resolution was carried. 


Eccles.—The electrical engineer (Mr. Clirehugh) has 
reported upon the progress of the electricity worke. The buildings 
had progressed very slowly. The main laying will be commenced 
duriog this week. The cables are now all manufactured. Mr. 
Clirehugh’s draft of charges to be made for electrical energy has been 
approved. 


Edinburgh.—The Cleaning Committee recommended the 
Council to light a number of additional streets by electricity, but 
after discussion the matter was re-committed. r. Mackenzie, in 
supporting the Committee's proposal, said that the number of lamps 
sanctioned formerly by the Council, including 37 for Portobello, was 
540. The Council sanctioned 91 additional, which included 12 for 
the Middle Meadow Walk, which had since been withdrawn at the 
request of the Parks Committee, who considered that the Middle 
Meadow Walk was not suitable for the electric light. If these 59 
new lamps were sanctioned the Electric Light Committee saw its way 
to reduce the cost per lamp all over the city from £16 to £14. The 
Electric Lighting Oommittee recommended that the charge for 
electric energy as from May 15.h next be 34d. per unit with discount, 
the charge for each public lamp £14 per aunum, and the charge for 
motor power 141. per unit. On the motion of Bailie Mackenzie, the 
first part of the motion was agreed to, and the second portion was 
re-committed, in view of the discussion that had taken place on the 
report of the Cleaning and Lighting Committee. 


Folkestone,—At the West Cliff Hotel electricity has 
been installed throughout. In all there are 640 lights. . 


Halifax.—The Gas Works Committze entertained the 
members of the Town Council at a banquet recently, and in some 
remarks made by Mr. Wilmshurst, the borough electrical engineer, it 
was stated that the fact that the Electricity Committee had provided 
for many years extension undoubtedly militated against their making 
an immediate profit, but he thought there was a prospect of turning 
the cotner this year. The prospects for the future were váry good. On 
March 31st, 1895, they ha1 92 consumers; a year later they had 179; 
on March 31st, 1897, they had 235, and for the year ending March 
31st, 1898, 309. Во that «lthouga they hed not made a profit, yet 
they were building up a very sound business. 


Hastings.—The Electric Light Compaay is to light the 
front during April and May at £4 per lamp per month, and during 
June and July at £3 per month. 


Hereford.—The Electric Lighting Provisional Order has 


been referred to a special committee for consideration and report. 


Il fracombe.— The District Coancil proposes to expend 
£10,000 in the construction of electric plant, & 3., for the purpose of 
illuminating the town by the electric light. 


Inverness,—The Town Council has been discussing the 
feasibility of introducing the electric light into the town. Messrs. 
Fraser & MacCallum, solicitors, had written to the effect that a local 
company was about to be formed with the view cf lighting the 
borough and vicinity by electricity, and asking if. the Council would 
agree not to oppose the und ." It was considered by the 
Council that the works should be done by the ity, and a 
committee is to be appointed to ascertain whether there is such a 
demand for the light as to justify the Oouncil in taking steps to 
introduce it. 


Lancaster.—Mains are to be laid for supplying current 
to the Bowerham Board School. The Lighting Committee recom- 
mends the Council: “That the Electricity Committee be asked to 
discontinue the charging of rent for the street arc lamps, in order to 
place a larger sum of money at the disposal of this Committee for 
street lighting purposes." The consideration of the matter is to be 


defe for six months. 


Leith,—The Town Council has resolved : “That, owing 
to the great cost of carrying out the electric lighting scheme, and the 
probability that, for a namber of years at least, it will be a serious 
burden upon the ratepayers, the Electric Lighting Oommittee be 
instructed to use the utmost economy, consistent with efficiency, in 
carrying out the work, and that no new expenditure be incurred 


THE ELEOTRICAL REVIEW. 


[Vol 42. Mo. 1,064, APBIL 15, 1898. 


510 
beyond that already sanctioned without first ing and obtaining Stirling.—Mr. R. F. Yorke has submitted a lengthy 
the authority of the Town Council" 'The c an remarked that report to the Police Oommissioners on the water power available at 


the estimates had already been cat down by £3,000. 


Lewes.—4À special meeting of the Council is to be held to 
consider what steps shall bs taken regarding the electric lighting 
provisional order when it has been confirmed by Parliament. 


Liverpool.—The City Council has resolved that from 
April 1st, 1898, the prices to be cbarged for the supply of electrical 
energy at а pressure of 230 volts be:—For general lighting, 5d. per 
unit for each unit up to 1,000 units per quarter, and 4d. per unit for 
each unit in excess of 1,000 units; for Corporation departments, 4d. 
per m for street lighting, 3d. per unit; for power purposes, 9d. 


London County Counci].—The Council has decided to 
lend £13,660 to the Vestry of Islington for electric lighting exten- 
sions. The Finance Committee stated that the Vestry proposed to 
add to tbe Eden Grove generating station two water- tube boilers, 
one 500- f. P. engine, and one 320-kilowatt alternator, and to extend 
the mains in Liverpool, Wellington, and St. James’s Roads. The 
Council is withbolding its consent from the County of London Com- 
pany re-laying mains in several Dulwich and Peckham roads for the 
present, on accountof the appointment of the Parliamentary Committee 
on electrical matters which is shortly to sit. It will be remembered that 
last February the Council accepted the tender of the National Elec- 
tric Free Wiring Company to carry out the electric light installation 
at the chief station of the fire brigade for £992, less the amount of the 
wages of certain of the Council's employés to be engaged on part of 
the work. Referring to this matter, the Fire Brigade Committee has 
now reported that, on further consideration, it has come to the 
conclusion that it would be better for all the work to be carried out 
in its entirety by the company's employés. The company had 

uiesced in this, and the Council's servants employed on the work 

been withdrawn. 


Lyndhurst.—Messrs. Warburg, Dymond & Co, of 
London, have informed the New Forest District Council that it was 
proposed to form a limited liabili company with the object of 
putting down a plant for the electric lighting of Lyndhurst, and that 
they purposed purchasing a suitable site at Glasshayes. It was their 
intention to apply forthwith for a license from the Board of Trade. 
The Lyndburst Parish Council is to have the opportunity of con- 
0 the matter and taking the opinicn of a parish meet ing 
upon i 


Oldbury.—The District Council has withdrawn its opposi- 
tion to the provisional order of the Midland Oorporation, Limited. 


Ossett.—The Town Council has received a provisional 
order authorising the Council to lay down electric lighting plant, and 
to supply the borough. 


Paddington.—The Guardians’ Visiting Committee is 
inquiring into the cost of installing the electric light in the north 
block of the workhouse, the chapel, and the dining hall. 


Rathmines.—At the last meeting of the Commissioners 
Mr. Booth called attention to a report made about 12 months 
ago by Mr. Hamwood, electrical engineer, setting out two methods 
by which the electric lighting of the township might be carried ont. 
Mr. Hamwood was in Dablin in January last, and then promised to 
draw up an amended report for 25 guineas. In that report several 
cf the previous proposals would be altered, owing to the improve- 
ments that had recently taken place in this branch of science. He 
proposed that the board should accept this offer. It was resolved to 
request the Electric Lighting Committee to meet and consider what 
steps the board should take to save their rights under the order in 
Oouncil, and to take such action as they may deem advisable. 


Reading.—The Highways and Lighting Committee has 
received a letter from the B:ard of Trade, enclosing an amended 
description of the systems propseed to be adopted for the supply of 
energy under the Reading Zupply Order, 1893. The committee also 
received Mr. Bowen's report, and on his recommendation approved 
the proposed works, subject to a number of amendments and condi- 
tions suggested by him. 


Salford.—The Council has approved the proposal of the 
Electric Light Committee to purchase land abutting on Bedlam Lane, 
off Strawberry Road, as а site for a new generating station for the 
electric light. The Council were asked to vary the resolution of the 
Council of Jauuary 5th last, authorising an application to the Local 
Government Board for power to borrow £50,000 for the purposes of 
electric lighting. It was now, under different circumstances, pro- 
posed to ask for £33,000. The resolation was adopted. 


Shoreditch.—The cost of laying larger cables in Curtain 
Roed, Great Eastern Street and Old Street (authorised by the Vestry) 
will be about £2,000. 


Southali.—The Town Council has received a letter from 
Messrs. Brewer & Meaby, with reference to supplying electric light. 
This has been referred to the Committee. 


Southport.—The Gas Committee recently opposed a pro- 
posal on the part of the Electricity Committee to add 42 arc lamps to 
the street lighting, andit was withdrawn. The salary of the electrical 
engincer (Mr. C. D. Taite) is to be advanced from £230 to £280. 


Touch for the electric lighting of Stirling. shows tbat b 
utilising the water power which exists in connection with the Touc 
reservoirs, they could, with a moderate expenditure of some £13,000 
to £14,000, deal effectually with the ligh of the extended area, 
viz , 8,000 lamps connected; and that by c og for the private 
lighting at the rate of 4jd. per unit, there would be a considerable 
surplus as soon as the total number of lamps have been taken up. 
His estimate for capital outlay is as follows :— | 


Two 54-H.P. turbines, with frames, suction pipes, de- £ 
livery and ereotion.. ee ee ее oe oe 540 
Two dynamos œ» s МЯ 5 Vs "E M 890 
Bwitchboard е eo ee oe ee ee 80 
Buildiogs.. ee oe oe eo ee ee ое 200 
Fittings, &c. x 5% 2 ЗР v^ xs эз 20 
Underground cable—4 miles concentric 87/18, with 
laying and jointing.. — .. " is »i Би 9,496 
Accumulatora—250 cells = capacity 808 amperes, for 
three hours, or 154 amperes for six hours ға 4,466 
lamps for three hours .. ecco NES XS А 2,525 
Stands and converting buildings. ice vs "n 100 
Allow for continuation of two 12-inch pipes, with 
laying and jointing.. 5% ss са EN э 200 
Allow for trench for cables .. EN 100 
Engineer's fees and contingencies .. 410 
£7,000 
Allow for distribution—mains, meters, &0. ee 6,500 
£18,500 
Working expenses ee ee ee ee oe ee £650 


For yment of generating and distributing plant, with interest, 
allow 5 per cent. of total cost of £13,500 = £675. Although 8,000 
lamps connected is a large proportion for the number of the inba- 
bitants, it will be possible, by utilising the additional power from 
another reszrvoir, to supply current for another 4,000 lampe, i.c., a 
total of 12,000 lamps connected. Mr. Yorke's scheme inclades 
turbines by Messrs. Gilkes, dynamos by Laurence Scott & Oo., cables 
by the British Insulated Wire Company, and accamulators by the Chlo- 

de Electrical Storage Syndicate. e Oommissioners remitted it 
to the Lighting Committee to see whether the necessary consents and 
wayleaves can be obtained, and to report, so that they are not at 
present committed to anything. 


Swansea.—Mr. Manville's report on the electric lighting 
scheme puts the capital expenditure, after adding 74 per oent. for 
contingencies, engineering, &c., at £35,936. In his estimate of the 
revenue derivable, he gives 15,700 8-C.P. lamps for private lighting, 
which would, at 44d. p2r anit, bring in £4,444, whilst the public 
lighting would bring in £733, making a total of £5,177. 


Wednesbary.—The Town Council last week resolved 
by eight votes to five, to make application for a provisional order. 
There was a lengthy discussion. 


Woking.—The Electric Supply Company has undertaken 
to have all the street lamps overhauled immediately and renewed 
where necessary. 

Yarmouth.—The Council has decided to borrow £4,800 
more for further additions te the electric lighting plant, making 
£40,000 in all. In the last three months considerably over £500 has 
been earned bayond the actual cost of production. Mr. George 
Bryant, assistant engineer of the electrical supply station, has been 
1 chief engineer, in succession to Mr. A. W. Ranken, who 

resigned. | 


ELEOTRIO TRAOTION AND MOTIVE 
POWER NOTES. 


Argentine, — At last week's meeting of the Anglo- 
Argentine Tramway Company, held in London, the Chairman said that 
with regard to the question of electric traction, the Board had come to 
the conclusion that favourable results might be obtained by using 
electricity on certain parte of the line. An offer had been made by 
& body of financiers to find the necessary capital for the conversion 
of the system, but he was unable at that moment to enter into 
details. The shareholders would be consulted before any binding 
agreement was entered into. 


Blackpool.—At last week's Council meeting Mr. J. 
Brodie, the chairman of the Electric Lighting and Tramways Com- 
mittee submitted the report of a deputation which had visited Paris, 
Berlin, Hanover, &c., to study the system of tramway traction. It 
was the unanimous recommendation of the deputation that the over- 
head system be adopted. If the Council favoured the accumulators, 
well and good, but they must be prepared to run the tramways at a 
loss. 


Brighton.—The Council has refused to grant a license 


to a Montreal firm to construct and operate an electric trolley system 
in the borough. 


Derby-Ashbourne. — The promoters of this proposed 
light railway have decided to apply to Parliament for further powers, 
this step having been rendered necessary by the decision recently 
arrived at toalter the original plans as to the termini. 
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‚ Dudley.—On Tuesday last week the mayor stated to the 
Town Council that the ib eg day Mr. Albright, Mr. Addenbrooke, 
and Mr. Lowe, of the Midland Electric Power Distribution Oom- 
pany, had attended a meeting of the Electrical Railway and Tram- 
way Committee and quoted ps for local supply of electricity. 
The company would supply electricity and lay mains for the first 
100 hours at 54d. per unit, and at 244. per unit for subsequent 
supply. If the Oorporation provided the mains the prices would be 
54. and 2d. The company would supply the electricity in bulk at a 
uniform price of 31d , they laying the mains; or 22d. if the Corpora- 
tion laid the mains. The price for public lighting would be 1 6d. 
per ш and for electric traction 13d. per unit. It was understood 

the current would only be brought to a given point in the town. 
Subsequently Alderman Garratt and Alderman tt were added to 
the Committee, and Alderman Bagott made а hopeful statement as 
to the future of the tramway undertaking. He was, he said, sure 
that with good ment the proposed electric tramways would 
be a source of great profit to the borough. The Council confirmed 
MAE the recommendations to take the necessary steps for taking 
over the lines. 


Dudley and Stourbridge,—The British Electric Trac- 
tion Company, which recently purchased the Dudley and Stourbridge 
Tramways for £44,000, has entered into & contract for the trans- 
posal of the existing steam tramway from Stourbridge to Hart's Hill, 
Dadley, into an electric system. A site for a power station has been 
secured by the company near Canal Street, Brierley Hill, and electric 
care will be run from Hart’s Hill to Stourbridge within about six 
months, and through Dadley as soon as, and if, arrangements can be 
effected with the Dudley Corporation. The contract for the altera- 
tions to the permanent way and for the electric equipment has been 
secured by Messrs. Dick, Kerr & Co. It may be remembered that 
the British Electric Traction Company, after acquiring the line from 
Stourbridge to Hart's Hill, ob an order to construct a new 


tramway to ( Heath from Dadley, and to Kingswinford and 
Btourbridge. The Dudley Town Council, however, are opporine the 
Dudley ght 


and Cradley Heath order given Te Li Bailway 
Commissioners on the ground that they are desirous of making the 
line themselves. The lease of the of the Dudley and Stour- 
bridge line from Dudley to the boundary at Hart's Hill expires at 
the end of about five years, and it is the intention of the Dudley 
C as the matter stands at present, to seek to work that 
portion also. 
Folkestone,—The promoters of the Folkestone District 
ht Railways have intimated their intention of not proceeding 
the app on to the Commissioners for the construction of 
the proposed railways in Folkestone, Sandgate and Hythe. 


Liverpool.—At the last City Council meeting, Sir Arthur 
, Chairman of the Tramways Committee, moved a recom- 
mendation that the necessary steps be taken to construct a new road 
continuing Park Road into Aigburth Road. rt A were laying down 
a new system of electric tramways to the Dingle. At present the 
lines running from Peel Street, Park Road, to the Dingle dipped 15 
feet, and from the Dingle to Aigburth Road they rose again 12 feet 
The suggestion of the committee was to acquire the property between 
the corner of Peel Street and Aigburth Road voluntarily, so that they 
might then make a direct connection between Aigburth Road and 
Park Road almost оп а dead level at a reasonable cost. After discus- 
sion the proposal was taken back. 


Llandudnmo,—The Town Council last week agreed to a 
scheme promoted by a syndicate for the construction of a light rail- 
way connecting Colwyn Bay, Llandudno, and Deganwy. 


Neweastle,—At a meeting of the Tramways Committee 
on 4th inst., Mr. Laws, city engineer, reported that the total amount 
of double track upon the seven sections already decided on by the 
committee amounted to 12 miles 394 yards. He estimated that the 
cost of laying down this distance, either with eables or the overhead 
electrical sy , would be £245,000. It was agreed, acting under a 
resolution passed by the Council, that Mr. Laws should be requested 
to furnish the committee with the names of two experts—one to 
advise the committee with respect to the cable, and the other with 
respect to the overhead electrical system. Mr. Laws will present the 
names of the experts whom he deems most suitable for this work to 
the next meeting of the committee, to be held on May 3rd. The 
resolution provides that the committee ''shall have power to 
engage an or experts to advise with respect to the best system 
, such experts to be gentlemen who are not connected 
financially with any system of tramways, or any company for the 
promotion of Ы 


Northampton.—In our note regarding the Northampton 
tramways last week, the word Nottingham in line 3, should, of 
course, read Northampton. 


Norwich.—Notice appeared in the London (Gazette last 
Friday of application being made by the Norwich Electric Tram- 
ways Company for additional provision for leave to introduce in 
their Bill various new powers for street widening and alteration, and 
for deviation of the authorised tramway. 


Nottingham.—The report of the Committee recom- 
mending с traction, which we briefly referred to last week, 
came before the Town Council on 4th inst., and after lengthy con- 
sideration had been given to the matter the following resolation was 
unanimously :— That the report of the Tramways Committee 
now presented to the Council be received and adopted as and for the 
first reading, and that the second reading thereof be taken at the 
hae meeting of the Oouncil in May next; that in the meantime 

Tramways Committee be authorised to instruct the city engineer 


to proceed with the neceseary surveys, plans, and sections which will 

be required for the purpose of enabling the Council to give notices 

and take all proper steps to promote a Bill during the next session cf 

Parliament for ing out the recommendations of the Tramways 

ee now laid before the Council if that course be ultimately . 
opted. 


Salford.—A sub-committee has been appointed by the 
Highways Committee of the Town Council to report upon the 
probable cost of taking over and working the tramways, and also the 
cost of electric traction. It has been reported to the Highways 
Committee, on the authority of Mr. Alderman Milling, that it is not 
the intention of the Manchester Corporation to engage an expert to 
advise them, but they will reply upon the advice of their own 
electrical engineer in any matters relating to the future working of 
the tramways of the city. Further that Dr. Hopkinson has been 
engaged by the Manchester Corporation to give evidence on their 
behalf before the Parliamentary Committee against the Manchester 
Carriage and Tramways Company's Bill. 


St. Helen's.—The Electric Lighting and Traction Com- : 
mittee of the St. Helen’s Corporation has definitely resolved that 
electricity on the overhead system ba adopted and introduced 
as the motive power on the Corporation tramways, and that 
accordingly the town clerk be iastructed to apply to the Beard of 
Trade for their consent to the use of electricity for the trams, and 
also for their sanction to borrow £25,000, the estimated cost of the 
generating works and plant, aud the distributing plant necessary for 
this purpose. 

Stretford.—The District Council has decided to give 
notice to the Manchester Carriage Company that in July next, 
directly the statutory term of 21 years expires, it will promote a 
Bill in Parliament empowering the Council to work the emacs Ы by 
mechanical power, including electrical haulage,and to borrow fands 
to defray the cost thereof. 


Waterford.—The Corporation after an interview with 
Mr. Palmer in reference to his application for an electric tramway . 
concession, has granted same on the following terms:—That a lease 
be granted for 75 years at a nominal rent for the first 10 years, and 
that subsequently & rent amounting to 5 cent. on the amount of 
the dividend paid the shareholders be reserved to the Corporation. 
That the concession be from the Terminus of the Waterford, Dun- ` 
garvan and Lismore Railway to the Bridge, along the Qaays, the 
Mall, Parnell Street, portion of the Manor, Lombard Street, William 
Street, and up Newtown as far as the Municipal Boundary. The 
Corporation to reserve to themselves the right to seek for Parlia- 
mentary ол to purchase the tramway after the expiration of 50. 
years. plans and specifications to be subject to the approval of 
the Council. Matters of detail to be subsequently arranged. 4 


TELEGRAPH AND TELEPHONE NOTES. 


Bristol.—The report of the Bristol Chamber of Com- 
merce which will be presented to the annual meeting next, week 
traces the rapid growth of the telephone in the West of England 
and South Wales. In 1893 there were 4,470 lines in this division, 
and there were now nearly 9,000, and the rate of increase was still 
growing. In Bristol, after considerable delay, the underground 
system was now being actively carried out, in Bath the work was 
approaching completion, and in several other towns in the district 
arrangements were in progress for substituting underground cables 
for poles and wires. Tenders fora large new building in a central 
position in Bristol were now under consideration by the London 
Board; there would be a very spacious switch rcom, and a large . 
switchboard with all the latest improvements for ensuring correct- 
ness and rapidity in the transmission of messages, Unexpected 
delays had arisen in opening exchanges at the group of Wiltshire 
towns, but the Post Office was now constructing the connecting 
trunk between Bradford and Bath, and ina few weeks several of these 
towns would have exchanges opened in them and others would soon 
follow. The group included Bradford, Trowbridge, Melkeham, 
Devizes, and Warminster in Wilts, and Frome in Somerset. An ex- 
change had been opened at Pershore in connection with Evesham 
and Worcester. Hereford, after many difficulties and delays, had 
been opened, and Chippenham, Cirencester, and Dursley would soon 
follow. Efforts were made to introduce the telephone a‘ 
Wells, Glastonbury, Street, Cheddar, and Axbridge in Somerset. In 
Cornwall the use of the telephone was rapidly extending. Last year 
Falmouth and Pensance were the only exchanges in the county, now , 
Truro, Bt. Austell, Fowey, and Par had been opened. And Newky 
and other towns were likely soon to be added to the list. In Devon- 
shire exchanges had been opened at Barnstaple and Bridleigh, Sal- 
terton, and it was hoped that Bideford [and neighbouring places , 
would soon follow. О | 


Delaysin Australian Telegrams.—Although no official 
notifications have been received m Berne, still we cau gather 
from the Australian newspapers recently to hand that the Australian 
trunk landlines continue to be periodically interrupted. On Febra- 

26th we read, that European cable messages were subject to 

y on the Port Darwin line. On March 1st the “ telegraphic com- 
munication on the Port Darwin line which had been temporarily in- 
terrupted was again restored." Under date of March 7th we read 
that the Roebuck Bay landline had been interrupted for two days. 
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It will be remembered that the Roebuck Bay line is supposed to 
afford an alternative to the Port Darwin line; which latter on 
March 8th was interrupted near Port Darwin, and the cable traffic 
had to be diverted vid the Roebuck Bay landline, then presumably 
convales^ent. It is to find that as conoerns this latter line, 
the Postmaster-General of South Australia expresses himself in un- 
grateful terms. He says it “is acknowledged to be the worst line 
in Australia, the many fogs on the coast rendering it very hard to 
get signals through.” This may, however, only be the expression of 
friendly rivalry, as judging from the reports concerning the Port 
Darwin landline, for which he is responsible, it is difficult to say 
which is the worst of the two lines. On February 14th, Sir Charles 
Todd, in referring to the delay in the transmiesion of cable mes- 
sages to England, is reported to bave said: “the interruptions 
caused by the crossing of creeks and rivers have been very few. 
In fact, І can only remember four arising from that eause.” It 
would be interesting to know the causes of the numerous other 
interruptions and delays on this line, which this gentleman appears 
to ignore, as we find that for the six months before the date on which 
Bir Obarles Todd is reported as above, there were no fewer than 
18 days on which the Port Darwin line was either totally interrupted, 
or on which messages on that line were greatly delayed. There may 
ibly be other interruptions and delays of which we are not 
ormed, but this is only due to the fact that the authorities in 
Australia appear to neglect the rule of the International Telegraph 
Convention, of which they are signatories, by omitting to advise the 
Bureau International at Berne of such occurrences. On examination 
we find that since the beginning of September last there have been 
24 davs on which interruptions or serious delays have occurred on the 
Port Darwin line, and 17 days of interruptions or serious delays on the 
Roebuck Bay line; these interruptions sometimes occurring simulta- 
neously, and the total of 41 days ie probably much below the 
actual record of default. We observe that the public in Australia 
are at length making serious protest against the present inefficient 
system. 


Dudley Telephones.—The Council has been considering 
the question of the telephone service. The granting of licenses is 
favoured, and the applications of the New Mutual Telephone Com- 
peny and the Glasgow Corporation are supported. 


Havana and Key West Cable.—We understand that 
the telegraph cables between Havana and Key West were interrupted 
and restored on Wednesday. This is the first interruption of com- 
"rra eince the repairs carried out by the Silvertown Company 


Hong Kong-Manila Cable.—The Esstern Extension, 
Australasia, and China Telegraph Company. Limited, with a view to 
improving telegraphic communication with the Philippines, by 
waking it independent of the landline between Cape Bolinao and 
Manila, have extended their cable from Hong Kong to Manila direct. 


Telegraphic Interruptions and Repairs :— 


Down, Repaired, 
Brest. 0. Pierre (Anglo, 1869) April Oth, 1898 . - 
West Indies— 
Bt. Oroix-Trinidad — ... Nov. 80th. 189^ , mal 
Oayenne-Pinheiro ... March 24th, 1898 ... — 
Oompany’s cable— 
Parintins-Itacatiara ... May 6th, bro ese өөө 
Cable beyond Gurupa... April 4th, 1898... Е 
үр ка даз .. Feb. 10th, 1898 .. у 
Leone-Accra ... ... April 9th, 1898  ... : 
Bolama-Bissao МЕ .. „ 12th, 1898 .. 
Larne. 
Trans-Oontinental 
yond Маго! line ad. March 19th, 1896 ... s 
| Barranq .. July 4th, 1898 , ede 
Majunga-Tananarive .. April let, 1898 .. April 7th, 1898 
Saigon-Bangkck ees 000 » 5th, 1898 TI н 5th, 1898 
" »í exe e. 0» 7th, 1898 „ 7tb, 1898 
" в „n OH, 1898 ... „ 10th, 1898 
п 9? 000 ees н 12th, 1898 [II eee 


OONTRAOTS OPEN AND CLOSED. 


OPEN. 


on condensing steam engine 
the inverted vertical type, 90 I.H.P., and of a shunt wound dynamo. 


battery having a capacity of 


* Official Notices" April 8th for particulars of these two contracte. 


Belgium.—May 81st. The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May 31st for 
the exclusive concession for the supply of electrical energy for. 
lighting and power purposes during a period of 26 years, that is, to 
September ist, 1924. Tenders to be sent to the Secretariat de la 
Commune d Trelles, В from whence particulars may be 
0 | 


Bootle.—April 25th. The Corporation wants tenders for 
the ‘supply and erection of arc and incandescent lampe, lamp-poste 
and accessories. Engineer, Mr. Т. L. Miller, Liverpool See our 
“ Official Notices” this week. 


Edinburgh.—April 28rd. The Midlothian and Peebles 
Lunacy Board is inviting tenders for the installation of electric light 
in the Asylum at Rosslynlee, near Edinburgh, including (1) generating 
plant, accumolators, switchboard, &c.; (2) wiring, fittings, &c. Par- 
ticulars may be obtained on application to Prof. Bailey, Heriot-Watt 
College, Chambers Street, Edinburgh. 

Bethnal Green Board of 


London.—May 17th. The 
Guardians invites tenders for the supply of plant, and installing the 
electric light at the new infirmary, Palestine Place. Plans, &c., to be 
obtained from the arcbitects, Giles, Gough & Trollope, 28, Craven 
Street, Charing Cross, W. O. See our Official Notices" this week 
for particulars. 


Milburn, Esher.—Tenders are being invited, says Daily 
Tenders, for the running and maintenance for five years of an elec- 
trical installation, comprising gas engines, accumulators, dynamos, &oc., 
and connected machinery. Further particulars from Messrs. O'Gorman. 
and Cozens-Hardy, 21, Embankment Gardens, S. W. 


Roumania,—April 30th. Tenders are being invited 
until the 30th inst. by the Roumanian Post and Telegraph Authorities 
in Bucharest, for the supply of 50 tons of galvanised iron wire, 
10 tons of galvanised steel wire, and 5 tons of tinned copper wire. 
Particulars may be obtained from, and tenders to be sent to, La 
Direction Générale des Postes et Telegraphes, Bucharest, Roumania. 


Sunderlaud.—April 29th. The Corporation is inviting 
tenders for the supply of a high-speed 225-kw. steam dynamo, and 
two Lancashire or Galloway boilers. Borough electrical engineer, 
Mr. J. F. C. Snell. See our “Official Notices" this week for 
particulars. 

Switzerland.—April 30th. Plans and estimates are 
being invited, says the Contract Recorder, by the Government 
authorities of Fribourg, Switzerland, until April 30th next, for a 
poeren electricity generating station to be established at Hauterine. 

ater-power is to be utilised, and the station will have a capacity of 
about 6,000 H.P. A premium of £120 will be awarded to the three 
schemes submitted which are considered to be the best. Plans and 
estimates are to be sent to the Department des Travaux Publics, 
Fribourg, Switzerland, from whence full particulars of the competition 
may be obtained. 


The War Office.—April 27th. The Secretary of State 
for War is prepared to receive offers, competitive and specifi- 
cations for the supply of portable electric search light a tus. 
Particulars from the Director of Army Contracts, War Pall 
Mall, 8.W. See our Official Notices February 4th. 

Vietoria.—June 24th. The Council of the city of 
Hawthorne (Oolony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. See our “ Official Notices " March 11th. 


Brighton,—The Conncil has accepted the tender of 
Messrs. Willans & Robinson for the supply of two steam dynamos for 


the electricity works for £9,591. 


Derby.—The Town Council has given the contract for the 
supply of carbons to the English Oarbon Company. 


Rochdale.—The Council has accepted the tender of 
of Messrs. Siemens Bros. & Co. to supply steam dynamos (Belliss 
engines), balancer and booster, conditionally upon the granting of 
authority by the Board of Trade and the Local Government Board. 


FORTHCOMING EVENTS. 


| 1898, 
Monday, April 18th, 8 p.m.—The Northern Society of Electrical 
Engineers, at Manchester. Paper on Commercial 
Forms of Electrical КЕ :вівбапсев used for Lighting and 
Power Purposes," by Mr. Li. B. Atkinson. 
At 8 p.m.—Society of Arts. Sources of Commercial India- 
Rubber" by Dr. D. Morris, C.M.G, Two Oantor 
Lectures. 
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Tuesday, April 19th, at 8 p.m.— The Institution of Civil Engineers. 
Paper to be discussed:—'' The Electricity Supply of 
London," by A. Н. Preece, Assoc. M.Inst.O.E. 


Thursday, April 21st, at 8 p.m.—OChemical Society, Burlington 
House. Papers to be read :—'' The Carbohydrates of 
Barley Straw,” by О. F. Oross, E. J. Bevan, and Cland 
Smith; “Isomeric Bornylamines, by M. O. Forster, 
.; “Some Derivatives of Benzophenone,” by F. E. 
Matthews, Ph.D.; “ Researches on Oamphoric Acid,” 
m B. B. Schoyver, Ph.D. Ballot for ths election of 
ows. 


At 8 p.m.—The Institution of Electrical Engineers. “Cost 
Generation and Distribution of Electrical Energy,” 
. (Continuation of dis- 


Friday, April 9204, 5 p.m.— Physical Society. “On a Method of 
viewing Newton's Rings,” by the Rev. T. C. Porter. 

Tuesday, April 2665, at 8 p.m.— The Institution of Civil Engiaeers. 
Annual general meeting to receive report and to elect 
council and auditors. 


NOTES. 


The Electrical Resistance of Thin Films,— An 
article in the Physical Review (America) for January, by 
Isabelle Stone, gives an interesting account of rimenta 
on the conductivity of thin films of silver deposited on glass 
by the Rochelle salt process, Many experimenters have 
endeavoured to construct portable standards of high resist- 
ance by means of lines and films of black lead, and of con- 
ducting powders, and have discovered how unstable such 
devices are, The authoress of the present paper has in 
each case calculated the thickness of the film from the area 
and mass of the deposited silver, assuming ite density to be 
that of solid silver, and has given the resistance correspond- 
ing to that thickness. From films 10 om. long by 1 om. 
wide, and varying in thicknees from about 1 to 22 millionths 
of a centimetre, ahe obtains two principle results. Oae is that 
the measured resistance i8 always enormously higher than the 
calculated, being in one case more than 100,000 times as 

and the other, that the resistance of tbe film always 

ps rapidly after formation, and continues to do so for an 

indefinite time, excepting in the case of very thin films, 

which could not be permanently maintained, and some few 

whose resistance, after a few days, began to increase. The 

changes were rapidly accelerated by heat. The experiments 

appear to show that the metal is deposited in an only par- 

y coherent condition, and ually settles down into 

а more compact mass. It would be interesting to know if 

ic oscillations affect the conductivity of such a film. 

The experiments were suggested to the suthorees by Prof. 

Miohelson, who, as is well known, uses semi-transparent films 
of this kind in his interferometer. 


Does a Diaphragm Exist Preventing Diffasion, but 
not the F ef an Electric Current? — This subject 
is discussed by K. Ochs in the Chemsker Centralblatt, No. 1, 
p. 289. A diaphragm that would prevent diffusion, but 
would allow the passage of a current, might be either (1) a 
membrane not permeable by the electrolyte, but permeable 
by the ions; or (2) а membrane permeable by tbe ions, and 
which wonld absorb the electrolyte, but not allow its trans- 
fasion; (8) or a membrane not permeable by either electro- 
lyte or ions, but which allows passage of the ions when these 
have been deprived of their charges. Membranes of the 
first class are at present unknown. Those of the second 
order appear to be formed by precipitation of both ions in 
the pores of the membrane, as, for example, in the Reynier 
cell (a Daniell cell in which potash replaces dilute sulphuric 
acid), in which copper oxide forms in the pores of the 
тот, dividing the copper sulphate and potash solutions. 

ith the continual formation of the precipitate:in these 

the resistance increases, so that any advantage obtained 
by the non-diffasion of the electrolyte is completely nullified. 
A membrane of the third order might be formed if a suffi- 
ciently thin film of mercury could be obtained, as a metal like 
zinc could diffase through such a film. It does not appear, 
however, that such a membrane would be of any tical 
value. Diaphragms of the required kind for practical pur- 
poses are therefore at preeent unknown, 


Some Researches on Electrical Conduetivity.—OCarl 
Fritsch has determined the conductivity of. a .number of 
solid substances, taken either in the form of precipitates or 
compressed plates, and further examined the effect which the 
addition of small quantities of а foreign solid has on the 
conductivity of the pure solid under examination. The 
effect of the addition of small quantities of a second salt to 
that which is under examination, is, in nearly all cases, to 
largely increase the electrolytic conductivity of the latter; 
this would appear to be best explained by assuming the 
formation of a solid solution, in which the solyent, lead 
chloride, for example, causes ionisation of the dissolved salt, 
say, potassium chloride. It is not impossible that the eon- 
ductivity of the solid salts themselves is caused by the pre- 
sence of traces of impurities, but this point would require 
specially investigating in each case, The conductivity 
increases rapidly with rising temperature, but the changes in 
the temperature coefficients are much emaller than those in 
the conductivities themselves. The aboye is an abstract 
from the Annales de Physique et Chemie (II.), No. 60, pages 
800—818. Some interesting data have also been obtained 
by E. H. Loomis, and are given in the Annales de Physique 
et Chemie, (II.), No. 60, 547—551. Amongst the 
results the following are of interest :— 


Sp. Gr. 18°/4°. К x 10? at 18°. 
NaOH 006 eee eot 1 0418 eee : eee 145 
KOH 006 1 0481 eee [EJ 170 
HCl 10166 „ * 779 
HNO, 1 0324 eee 278 
1/2H, 80, 10308 183 
1/2C, н, O. 1:0199 55 


The electrical conductivities are given in meroury units of 
the solutions examined. 


The Chemical Action of Electrical Oscillations.— 
This interesting subject has been carefully studied by 
Alexander de Hemptinne. The apparatus employed for the 
production of the oscillations was similar to that of Lecher 
(Annales de Physique et Chemie, 1890 (II.) No. 41, 850), 
воі allowed of the ready alteration of the wave length. А 
Wimshurst machine driven at constant speed by & motor 
was employed in most cases, but where greater tension was 
required, a Tesla transformer was used. Researches with 
ammonia at ures of 6 mm., 15 mm., and 50 mm., 
showed that the velocity of decomposition decreases with 
increasing pressure, and а maximum was obtained in each 
case some time after the commencement of the decomposition, 
after which it decreased, indicating a final equilibrium. 
The velocity is also markedly influenced by the energy of the 
discharge. The percentage of ammonia finally decom- 
posed varies with the pressure, being about 50 per cent. at 
49 mm., and 95 per cent, at 20 mm., but the values do not 
agree with the expression p, = k p, p$, which should theo- 
retically obtain in the case of а heat dissociation. The 
decomposition is further lowered by the addition of nitro- 
gen or hydrogen, the latter having, as expected, the greater 
effect, but the quantitative results are not in accord with theo- 
retical deductions. Under the influence of electrical oscilla- 
tions, nitrogen and hydrogen combine to the extent of 8 or 
4 per cent., the final quantity being apparently almost 
independent of the pressure. In all t cases, no action 
occurs unless the tube containing the gas becomes laminous ; 
and it was observed that one tube may soreen another, во 
that if two tubes at slightly different pressures be placed 
between the plates and the discharge adjusted so that only 
one tube lightens, a slight increase of pressure in this tube 
causes it to become dark, and the second tube to lighten and 
be decomposed. Carbon bisulphide is also decomposed, the 
velocity being well represented by the equation dz dt (a-). 
Some thick liquids, such as glycerol, exhibit an increase of 
vapour pressure when to the action of the oscilla- 
tions, а similar effect occurring with oralio bid, whilst 
caloium chloride appears to be entirely unaffected. The 
above is an abstract of a paper in the Zeitschrift fur. Physi- 
kalische Chemie, 1897, No. 22, pages 860-372. 


Lecture, — Bailie Mackenzie, convener of the Electric 
Lighting Committee of Edinburgh Town Council, on 11th 
inst. ad the members of the Edinburgh Association 
of Science and Arts on “ Progress of the Electric Light in 
Edinbargh.” | 
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Continuous Recording Voltmeter.—The use of record- 
ing voltmeters, as at реш made, necessitate for every 
instrument the filing of 365 charts every year, as well as 
daily attention and changing of the same. It is true that 
there is an instrument in the market with a continuous 
strip which obviates the daily attention but does not reduce 
the trouble of keeping the records, To improve this, the engi- 
' meer at the Cambridge Electricity Works devised and adapted 
instruments already iu use to rua on the same chart for a week. 


The principle of moving the drum along its spindle most 
naturally suggested itself, and as a matter of fact was in- 
cluded in the application for patent, but to do this would 
render the horizontal length of the instruments much 
ater, and would not admit of the ready adaption of exist- 
ing instruments to the eontinuous movement. The arrange- 
ment of cams and general principle is said to be shown on 
the accompanying illustration, but this is open to doubt. 
We understand that the principle is patented, and is applic- 
able to most recording instruments. m 


Workmen’s Compensation Act and Electricity 
Works.—At the St. Pancras Vestry's meeting of Wednesday 
evening it was reported with reference to the Workmen’s 
Compensation Act, 1897, which comes into operation on 
July lst next, that a letter had been received from the 
Home Secretary, in reply to & communication from 
the Vestry, stating that “he is advised that electric lighting 
works, where electricity is generated by the use of mecba- 
nical power, and is supplied to eonsumers, are factories 
within the Factory and Workshops Acta, and therefore the 
Workmen’s Compensation Act will apply in all such cases.” 


The Shannon Electric Power Scheme,—A specially 
convened meeting of the Limerick Fishery Conservators was 
held on 7th inst. to hear a deputation from the Shannon 
Electric Power Syndicate with reference to the pending 
scheme for atilising the River Shannon in the uction of 
о Lord Lurgan, Colonel Sir Gerald Dease, Mr. 
Н. J. Fuller, engineer, and other directors, attended to 
explain modifications of the original scheme. That scheme 

posed the impounding of Lough Allen, and the conver- 
sion of the lake into a storage reservoir, the waters to be 
utilised on the gravitation principle. In reply to questione, 
Mr. Fuller said the horse-power to be used all the year round 
at the works at Castle Connell would be 5,000, the mazimum 
being 10,000, 


. Thé Economy of the Corliss Engine,—The success of 
the Corliss engine, as & machine in re of its steam 
economy, has, in a sense, not been an unalloyed blessing. That 
the engine was economical in steam may have been true, but 
the credit was given to the principle of variable expansion 
and sharp cut-off. Designers of engines sacrificed every- 
thing to a sharp cut-off corner in the indicator diagram, and 
this was very greatly over-rated, as though special economy 
arose from it. The claims of the Corliss engine are discussed 
by our American contemporary, Afachinery, and the true 
cause of economy announced, or rather, re-announced. Thie, 
of course, is the use of separate valves for steam and 
exhaust, and the position of the exhaust valve on the lower 
side of the cylinder, whereby it is enabled to more readily 
drain the cylinder of water. If the ordinary arrangement be 
noted, it will be seen that the exhaust valve is so placed as 
to at once catch any water shot into the cylinder from the 
steam valve, and also to drain any water which tries to collect 
in the cylinder. The outrush of the exhaust carries a large 
конон of water with it before re-evaporation can occur 

uring the exhaust stroke. This is the great reason for 
economy. With exhaust valves placed in the cylinder covers, 
and thus not at the lowest part of the cylinder, we think there 
would be far steam consumptions registered. As 
we have already observed, the economy of the Corliss engine, 
really due to good valve arrangement, was long credited to 
fanciful notions as to shape of cut-off corners, and variable 
expansion, as though, for example, an automatic variable 
cut-off could have much influence on the economy of a 
cotton factory engine, which scarcely varies its power the 
day through; and the Corliss engine is not the only example 
showing wrongly credited economies. 


Caoutchone and Gutta-Percha Cements.—A gutta- 
percha cement for leather is obtained by melting together 
100 parts gutta-percha, 100 asphalt or pitch, and 
15 parts oil of turpentine. It is to be used hot. Elastic 
gutta-percha cement, especially for fixing soles to shoes, 
which does not crack in bending, on account of its 
great extensibility, is, according to an article in the 
Farben Zeitung translated in the Scientific American, 

repared by dissolving 10 parts gutta-percha in 100 parts 
nzine and pouring the solution into 100 parts li oil 
varnish, shaking well. The leather must be roughened before 
using this cement, in order to insure greater durability. Bya 
caseine-borax cement a handsome surface gloss is imparted to 
the leather. The borax is dissolved in boiling water and the 
borax solution poured into freshly prepared caseine. The 
durable thick cement is very serviceable. Good caoutchone 
cements, for rubber strips or rubber goods on metal, are 
obtained by dissolving shellac in ten times its weight of 
ammonia. After standing for three to four weeks a trans- 
parent putty results, which is used without heating. The 
cemented p soften at first, bat become hard and firm 
after evaporation of the ammonia, which may be assisted by 
heating. This cement is watertight and gasproof, and is also 
useful for hard rubber articles. A eement made of a mixture 
of ae coer with asphalt is serviceable for the same pur- 
pose. This has to be applied hot and the pieces are to be 
preased together. Very useful cement for leather belting is 
manufactured by kneading 10 carbon bisulphide and 
one part of oil of turpentine with gutta-percha until a thick 
results. The portions of the leather where the cement 
18 to be applied must be unoiled and roughened ; the cement 
is put on and the ends are together until the binding 
agent has become dry. Directions for caoutchouc cements 
are? 100 parts finely cut caoutchono, 15 resin, 10 parts: 
shellac, dissolved in sulphide of carbon. One caoutchouc, 
seven parts mastic, and 50 parts chloroform, left to stand: 
several weeks, | 


The Civil Engineers’ Incoming President.—At the 
recent banquet of the Institution of Oivil Engineers, Sir J. 
Wolfe Barry announced Mr. W. Н. Preece, O. B., as the 
incoming president, and he dwelt upon the fact that Mr. 
Preece will be the first eleotrical engineer to occupy the 
chair. This may be taken as an index of the important 
position occupied by electrical science to-day in all branches 
of engineering, and we congratulate Mr. Preece upon being 
the first of a lengthy list of coming electrical presidents 
of this Institution. 
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А New Application of the Röntgen Rays.—The 
Times correspondent at Vienna says that some interesting 
particulars of a new application of the Röntgen rays for 


curative pu were communicated by Dr. Elward Sshiff, 
lecturer at the Vienna University, at the last sitting of the 


Imperial and Royal Medical Society. A series of experiments 
conducted by Dr. Schiff and his assistant proved that these 
rays could be used for the cure of disease in a manner capable 
of perfect control by means of a more or lees intense appli- 
cation for a longer or shorter period, produciug reaction in 
the exact degree required. In this way it has been possible 
for the lecturer, on the one hand, to remove hair from parts 
of the body where it constituted a disfigurement without 
causing the slightest inflammation, while, on the other hand, 
he has been able t> treat lupus with uniform success by means 
of an artificial inflammation, tbe intensity of which he 
was in a position to increase or reduce at will. The results 
secured. by the new method both in the removal of superfluous 
hair and the treatment of lupus were demonstrated in the 
persons of some of Dr. Schiff's patients. 


Electric Drill in Shipyards.—We illustrate below an 
elestric drilling machine engaged on drilling the rudder 
frame of the Japanese battleship Shikishima, 14,950 tons, at 
the works of the Thames Ironworks and Shipbuilding Com- 
pavy, Limited. This illustration shows very forcibly the 
advantage of being able to take such a tool to the work, 
instead of having to take the work to fixed machine 
tools in the shops. We understand that the performance 


side. He will also be remembered as an occasional con- 
tributor to Cassier’s Magazine and other journals. Mr. 
Perry was only 45 years of age, and but for the sad accident 
mentioned would still be continuing his researches in electro- 
chemistry and the other branches of electrical work to which 
he was devoted. In his earlier days Mr. Perry practised in 
mining engineering, and at one time held the chair of 
metallurgy at the University of Cincinnati. He went into 
electrical engineering in 1887, and was connected with 
several leading electrical manufacturing companies, and in 
1891 became associated with Electricity. He was a member 
of various New York and Continental scientific societies. 
His lengthy contribution to the National Electric Light 
Association in 1895 on the storage of energy essential to 
economy of working in central stations ap in the 
EvecrricaL Review during March and April of that 
year. | : 


The Late Strike.—A Working Man" writes a lon 
letter to Engineering anent the late engineers’ strike, wi 
special reference to the bearing of Sir Richard Tangye, of 
whose gift of £500 to each side he does not approve. He 
thinks Sir Richard ouzht to have joined the Federation 
and locked out the men who were unionists instead of helping 
to prolong the strike by supplying funds more or less 
directly for the unionists to hand over to Mr. Barnes. 
* Working Man" also recommends working men to study 
the n eight months' newspapers, and they will find that 
the labour leaders have been addressing so many meetings 
at so much and their expenses, which means that these men 


of the machine in question has been very good, as 
by its use one man and a boy have drilled §th-inch 
tapping holes, 14-inch deep, in the rough cast-steel 
of which the rudder is com , at the average rate of 
rather more than 100 per working day of eight hours. This 
was not on test holes, or anything of that sort, but is taken 
from the weekly work record sheet, the time including all 
shifting and setting up of the machines, grinding drills, and 
80 on. We understand that the Thames Ironworks Company 
makes these drilling machines in a variety of patterns and 
sizes, 


Obituary.—We hear with great regret of the death, 
under very sad circumstances, of Mr. Nelson W. Perry, who 
until very recently was editor of New York Electricity. On 
March 26th he was experimenting in his laboratory at 
Brooklyn, and when the gas was turned out he drank bi- 
chromate of potassium instead of a glass of water. He 
immediately called for medical and other assistance, but all 
efforts were of no avail, and he died the following night. Mr. 
Perry was extremely Lr dona among the electrical fraternity 
in the States, and his name is also well known in this 
country, his papers read before the American Societies on 
various subjects having been reprinted in the press on this 


were reaping a golden harvest while their dupes and pay- 
masters were walking about in idleness. He further 
suggests that with the £500 returned to him by the 
employers and the £500 which the A. S. E. ought to return to 
him, Bir Richard should either make a payment to his 2,500 
men, or should start a fund to send a few of the more intelli- 
gent and yourg men to trevel abroad and visit the great 
foreign industrial centres so as to get at facts which, if 
known, would go far to prevent future strikes, and so make 
it ne for labour agitators to work honestly for their 
living. 1 it had not ies for the Employers’ Federation 
it might have been Sir Richard would not have had £1,000 
to give away, and if his men had been unionists all his 
boasted friendship with them would have availed nothing if 
the A.S. E. had ordered the men out, for out they would have 
had to come or lose all accumulated benefits. Working 
Man” seems to krow of what he speaks, and does not much 


love the conduct of the A. S E., and makes а good point of 


his description of the behaviour of mild-mannered deputa- 
tions to employers and the braggadocio of the eame deputies 
when speaking at unreported meetings. He concludes that 
neither the men, the masters, nor the oountry at large have 
gained by the strike, but only the agitators, who have reaped 
gold out of their fellows’ idleness and starvation. | 
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The Voltmeter on Series Arc Lighting Cireuits.— 
In an article which appeared recently in the Electrical 
Review of New York, our contemporary draws attention t9 
the frequent neglect of the use of voltmeters on series aro 
circuits in America, although its employment in such a case 
is quite as necessary as that of an ammeter on a constant 
potential circnit, since on a constant current circuit it is the 
voltmeter reading which measures the output of the machine 
at any given moment. Besides being necessary for the 
measurement of output, the voltmeter is a most useful 
addition to the testing equipment, as, by its means, the 
existence, locality, and approximate resistance of a fault can 
be indicated whilst the circuit is running. The utility of the 
voltmeter as a testing instrument has long been i 
by English engineers, and we know of aro lighting circuits 
which are regularly tested by means of an electrostatic volt- 
meter, which is connected between one terminal of the circuit 
and earth, so as to show the potential difference between 
that terminal and the fault, and thus indicate its position if 
the drop of volts per lamp is known. The electrostatic volt- 
meter, however, gives no indication of the fault resistance, 
and, further, if the potential difference between one terminal 
and earth is half that between the two terminals, one cannot 
say whether there is а fault halfway round the circuit or not, 
as the same reading would be obtained if the insulation were 
practically perfect and the small leakages which must always 


exist were equally divided over the circuit. This difficulty is 


obviated by the use of an electro-magnetic voltmeter of known 
resistance, and our contem describes one which has 
been brought out by tbe Keystone Electrical Instrument 
Company, and which is said to give very satisfactory resulta, 
as it is dead-beat, direct reading with a practically uniform 
scale from zero to the maximum reading, and is made for use 
on circuits up to 6,000 volte, withont requiring the 
addition of any external multiplying resistance box. With 
an electrostatic voltmeter, if A is the potential difference 
between the positive terminal and earth, and n the drop of 
volts per lamp, and if there are N эре between the positive 
terminal and the fault, the position of this latter is indicated 


by solving the equation N = - - With the electro-magnetic 


instrament it is necessary to make two other measurements, 
B the potential difference between the negative and earth, 
and c that between the positive and negative, and the 
AC 
D(A + B) 
Also if the R is the resistance of the voltmeter, and к' that 
of the fault, the value of the latter is given by the 
С—(А +R) oe А : 
————— —. It will be noticed that if 
А + В 
R' is very small compared to в, the sum of the two readings 
A + B will be very nearly equal to o, and in the extreme 


case when equality exists the multiplier TI being unity, 


value of N ia then given by the equation N = 


formula В R 


the equations for the two types of voltmeter become the 
same.. 


Operation of T.-H. Arc Dynamos.—As I have never 
seen anything in print about caring for Thomson-Houston 
arc dynamos, I venture, says Mr. C. C. Giles in the American 
Electrician, to send я few suggestions about these 
troublesome machines. In the first place, the commutator, 
brushes, and brush-holders should be well cleaned after eve 
run. Adjmting the machine with too short a spark will 
cause "flashing." The spark can be lengthened by turning 
the commutator slightly forward on the shaft. This weakens 
the machine, however, and if it is well loaded, care should be 
taken not to weaken it so much as to caure the re r to 
rest on the stop. The commutator should not be moved 
more than уу inch at a time. Much trouble is sometimes 


caused by the air-blast being worn ont. The hubs should fit 


snugly in their bearings in the sides of the air-blast. I have 
seen them with as much as т; inch play. The General Elec- 
tric Company will repair them much more cheaply than new 
ones can be obtained for. I have obtained the best results b 
adjusting the air-jeta so that the blast will strike about ] inc 
in front of the brushes wben the regulator is down. Of 


limit should now be fixed by the Board of Trade 


course, if the machine has to work with a light load, this 
cannot be done. If the load is very light the armature will 
get quite hot. This can be remedied by connecting a 
rheostat between the binding post and connecting-rod post 
on the right-hand leg of the machine. This weakens the 
field and causes the regulator to run lower. The height at 
which the regulator runs can be adjusted by turning the 
rheostat. It should not be more than } inch from the top. 
When the rheostat is in use, the spark will be longer than 
usual, and may bea little harder on the segments and brush 
but these are cheaper than armatures. The rheostat shoul 
have not less than 60 ohms resistance. 


Local Authorities and Electric Lighting.—The 
following letter on a very important subject appeared in the 
Times the other day above the signature Electron.” 
The writer says :— 


A list has jast been published of local authorities to whom pro- 
visional orders for supply of electricity have been granted by the 
Board of Trade, but in respect of which no works have yet been de- 
cided upon. The list in question contains the names of no legs than 83 
towns, the orders being granted between the years 1890 and 1897, of 
which number 11 have remained in force over seven years without 
being dealt with. Under the Electric Lighting Act and the pues 
of the Board of Trade a preference is given t6 applications by local 
authorities, commercia] enterprise being exclu in the desire to 
promote the municipalisation of electric supply. This action has 
given, as may be jadged from the above statement, great power to 
the gas interest and other adverse influences among town 
vestries, and boards of works in preventing any practical application 
of the Electric Light Acts. I notice that an arrangement has recently 
been come to between the Board of Trade and the Marylebone Vestry 
for granting а provisional order to the vestry in the Session of 1899, 
on condition that the clauses authorising а transfer of the undertaking 
to private firms or companies are eliminated. If this be an indica- 
tion of а change of policy on the part of the Board of Trade, the 
abuses I have referred to will be prevented in the futare, but in 
order to deal with the deadlock in this important industry in the 83 
towns of which the names have been published, I submit that a time 
within which the 
works are to be carried out or the powers transferred to others or 
absolutely revoked. 


This letter is followed by a more lengthy one signed by 
* A Barner of Electricity and Ratepayer of Marylebone,” 
who says :— 


The Vestry of Marylebone is seeking powers to compete with the 
existing company supplying the district. The policy of patel, | 
vestries to use the money of the ratepayers for large comme 
andertakings is doubtful in any case, but where it isto be employed 
to compete with an existing company for electric lighting it is 
especially so. If it could be shown that in a particular parish private 
Fior! ivi had failed to supply an efficient light, there would be some 
justification in the local authority undertaking the work; but for a 
ке; 5 embark in . business in pda ati. 
pe th an company req strong arguments for its justifi- 
cation. In order to do this lt would have to beshown that the costly com- 
petition would ultimately benefit the consumer by cheapening his light. 
A little consideration will show the fallacy of this assumption. In 
order to supply electric light cheaply, two conditions are essential; 
the one is to the capital expenditure, the other to 
down the working expenses. of doing this, the effect of the 
Vestry com g would be exactly to double the capital, and nearly 
to donble working expenses. Theré would bave to be erected 
and equipped costly stations, and there would have to 
be buried in the ground hundreds of miles of cable. The stations 
would be in close шарен to the existing works, while the cables 
would bave to lie side by side with the present network, the Fines 
works and cables being already amply sufficient. Then, when 
the works had been constructed, the whole of the annual work- 
ing expenses, maintenance, and supervision would have to be 
provided for. Now, who ultimately bas to pay for all this useless 
expenditure? Undoubtedly the consumer will have to do so! 
Neither a vestry, any more than a private company, can afford to 
sell light at less than cost price; the only way, therefore, to benefit 
the consumer 5 the let be sate This is тз 
occurring in districts now supp rate companies, who 
find that as the number of lamps connected with their systems 
increase so much the more cheaply in proportion can they supply the 
light. This, and not competition, is the explanation of the rapid 
reduction in price going on. Four years ago, in the parish in 
which I am writing, and in which, up to the present time, there has 
been no competition, we paid nearly double what is now charged for 
the light, and believe as the company increase their business so will 
it be their interest still further to reduce the price. The safety to 
the consumer consists, not in useless and expensive competition, but 
in the fact that every electric company is doing ite utmost to produce 
cheaper, so that the price charged for electric light may compete 
successfully with gas and mineral oil. If the present companies are 
only allowed to develop without ruinous competition with the vestries 
the time cannot be far distant when every householder will pes 
healthy light at as cheap a rate as he now pays for his gas or lamp. 
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The Production of Electricity by Chemical Means. 
— рю the present it can scarcely be claimed by any inven- 
tor he has succeeded in prodacing electricity by depend- 
ing solely upon chemicals: There are a great many whose 
attention has been devoted to this branch, but the problem 
of economical production yet remains to be solved. Ernst 
Andreas (vide Zeitschrift fur Hlectrochemie, 1895, No. 8, 
page 188), has recently been examining Borcher’s cuprous 
chloride carbonic oxide cell, using carbon electrodes dipping 
respectively into solutions of cupric chloride in water, and of 
cuprous chloride in aqueous hydrochloric acid. A porous 
diaphragm separated the two solutions, chlorine being passed 
into the cupric, and carbonic oxide into the cuprous solution. 
After a time the current rapidly diminished, and it was found 
that the cuprous chloride was completely oxidised. The 
carbonic oxide had taken no part in the change. Of 1,950 
cc, used in one experiment, 10 co. only were oxidised to 
carbonic anhydride. Similar results were obtained with 
electro les of platinum, palladium, or nickel at various tem- 
peratures. A gas bittery, consisting of two pieces of platinum 
gauz» separated by a sheet of filter paper moistened with the 
solution of an electro'yte, hud a very low resistance, and gave 
very emcouragins results with coal-gas and air, oxygen and 
hydrogen, or chlorine and bydrogen. The last combination, 
with the gases under a pressure of about three atmospheres, 
gave в current of about 1 ampereat 1:5 volts. Owing to the 
cost of the platinum, such a cell could not be a commercial 
success ; but fairly good results were obtained by passing 
sulphurous anhydride on the one hand and chlorine on the 
other, under pressure, into carbon tubes dipping into dilute 
sulpharic acid. "This combination gave 0°5 volt, with 1 ohm 
resistance in circuit, and the products are sulphuric and 
hydrochloric acide. With large electrodes, good results would 
probably be obtained with air and eulphurous acid, in which 
case the product would be sulphuric acid alone. 


The Parliamentary Electricity Committee.— The 
Electrical and Allied Trades Section of the London Chamber 
of Commerce passed the following resolutions on March 
24th :— 


1. That the Electrical Section of the London Chamber of Com- 
merce is of opinion that the principle of the reference to the Joint 
Committee of the Houses of Lords and Commons on electrical 
energy (generating stations and supply) should be supported. 
2. That the various municipalities and companies interested in 
electric lighting be asked to support the principles contained in the 
reference to the Joint Oommittee. 

3. That a Committee be appointed (with power to add to their 
number) to take such action with regard to the inquiry of the Joint 
Committee as may be deemed advisable. 


Relative Economy of Steam Plant in Electrical 
Stations.— We quote from an article by M. Van Kesteren 
on the Construction of Tramway Lines for Electrical 
Traction,” that ap in the Bulletin of the Association 
of Electrical Engineers of the. Montefiore Institute, the 
following table, which shows the influence of the choice of 
the steam plant used on the maintenance and working 
expenses of electrical stations :— 


Price per car 


Mode of production of electrical energy. kilometre. 


Direct-coupled Corliss engine, of & power 
above 1,000 с 5 187 to 19 francs. 
igh speed compound oon g engine, 

ets belting Power above 600 I. H. P. .. 206 (о 2939 „ 

High speed compound tandem non - oon; 
densing engine, with belting power 
above 400 LH. P. = sion . . 208 to 296 „ 


E. P. (L' Electricien). 


Geneva Electrical Trust.— The Financial News says 
that there has been a good deal of talk recently about the 
formation of an Electrical Trust, with a capital of a million 
sterling, at Geneva. The project has at length assumed 
definite shape. The chief mover in the matter is the Union 
‘Financiere. Berlin is finding some of the capital, but 
London is responsible for the major portion. 


NEW COMPANIES REGISTERED. 


Flectric Light and Power Company, Limited 
(56,786).—Registered April Ist, with capital £6,000 in £1 shares 
(5,0С0 deferred), to carry on the business of an electric light com- 
pany and supplier of motive power, and the business of electricians, 
electrical, mechanical, and general engineers, electrical apparatus 
manufacturers, &c. The subscribers (with one share each) are :— 
R. S. Rose, 44, Wharncliffe Gardens, N.W., stenographer; R. F. W. 
Martin, Clarendon Villa, Ashford, Middlesex, electrical engineer; 
P. H. Drake, 19, St. George's Road, Wimbledon, clerk; A. Scott, 11, 
Barton Btreet, Westminster, builder; D. Hays, 15, Montpelier Road, 
Ealing, electrical engineer; 8. M. Powell, St. Faith's Road, Norwood, 
secretary ; O. 8. Phillpotts, 2, Bt. Mary's Terrace, Paddington, clerk. 
Registered, without articles of association, by Markby Btewart and 
Oo., 67, Coleman Street, E. O. 


New Electricity Supply Syndicate, Limited (56, 815). 
Registered April 2nd, with capital £40,000 in £1 shares to 
an agreement with A. T. Salisbury- Jones, G. L. Bid well, and F. W. 
Salisbury- Jones, and to promote, construct, equip, maintain, manu- 
facture, improve, work and manage electrical works and appliances for 
electrical lighting. The subvérbers (with 100 shares each) are:— 
Lurgan, Lowndes Square, B. W., peer; F. B. Jameson, 29, Kildare 
Street, Dublin, distiller; J. Hone, Roebuck Grove, Dennybrook, 


director; J. Chambre, Mespt House, Dublin, merchant: T. В. O 


Hardman, 14, Molesworth Street, Dublin, solicitor; d. E. H. Trevor, 
14, Onslow Square, S. W., gentleman; A. A. Baumann, 169, Queen's | 
Gate, S. W., barrister. The number of directors is not to be less than 
two nor more than seven. The first are Lord Lurgan, and A. A. 
Baumann ; qualification, 50 shares ; remuneration, £2,000 annum 
iem Registered by F. King, 28, Park Road, Wandsworth 
mmon, 


Yarmouth (Isle of Wight) Electricity Supply Com- 


pany, Limited  (56,884).—Registered April 7th, with capital 


£5,000 in £5 shares, to carry on in Yarmouth, Isle of Wight, and 
elsewhere, the business of electricians, electrical and mechanical 
engincers, suppliers of electricity, and electrical apparatus manu- 
facturers. The subscribers (with one share each) are :—Heytesbury, 
Heytesbury, Wilte, peer; R. Н. H. Eden, Heytesbury, Wilts, land 
agent; B. M. Aubyn, Tapnell Farm, Freshwater, Isle of Wight, land 
agent; F. Christy Chelmsford, electrical engineer; Mrs. O. Edmonds, 
The R:treat, Yarmouth, Isle of Wight; J. T. Harwood, Yarmouth, 


` lsleof ub cue ironmonger; C. Edmonds, Yarmouth, Isle of Wight, 


solicitor. The number of directors is not to be less than three nor 
more, than five; the first are Lord Heytesbury, В. Н. H. Eden, C. 
Edmonds and B. M. St. Aubyn; qualification, two shares; remunera- 
tion, £50 per annum, divisible. . Registered by Ford & Oo., 6, Dow- 
gate Hill, E.C. 


J. Goodman & Co. Limited (56,886). — Registered 
April 7th, with capital £7,000 in £1 shares, to acquire the business 
of J. Goodman & Uo., of 48, Commercial Street, London, and to carry 
on the business of electric supply merchants and dealers, electrical 
engineers, &. The subscribers (with one share each) are:—J. Good- 
man, 11, Navarino Road, Dalston, merchant ; D. J. Mihr, 7, Dempsey 
Street, Stepney, clerk; E. Gutmaon, 17, St. Phillip’s Road. Dalston, 
traveller; W. Musk, 30, Mount Street, Beth Green, E., lamp 
maker; W. Ashley, 76, Bird-in-Bush Road, Peckham, electric lam 
maker; W. Tatum, 65, Shrubland Road, Dalston, painter; R 
21, Yotton Street, South Bromley, E., engiaeer. J. Goodman is the 
sole managing director. Remuneration as fixed by the company, 
Registered by H. O. Davis, 52, Allison Road, Harringay, N. | 


OITY NOTES. 


The Indo-European Telegraph Company, Limited. 


Іх the report for 1697 the directors express their deep regret at the 
loss of the valuable services of their late colleague, Mr. О. W. Earle, 
who died last June, and who had been connected with the company 
since 1881. The company’s revenue from all sources for 1897 
amounted to £130,347 Зв. 5d., as compared with £123,539 17s. 11d. 
for 1896, showing an increase of £6,807 5s. 6d. The expenses were— 


‘on commercial and general account, £36,765 11s. 5d.; on maintenance 


account (expenses and charges) £32,613 2в.; total £69,378 13s. 5d., 
as against £68,105 10s. for 1895, an increase of £1,273 3s, 5d. De- 
ducting the above ex в, taking credit for £7,704 3s. 2d. brought 
over from 1896, and debiting income-tax, there remains the sum of 
£66,573 48. 1d. From this amount £15,000 has been placed to 
reserve, and that sum, together with £10,625 amount of interim 
dividend, have to be deducted, leaving a balance of £40,948 4s. 1d. 
The directors now pro the declaration of a dividend for the six 
months ending December 31st of 17s. 6d. per share, making, with the 
dividend already paid, 6 per cent., and a bonns of 20a. per share, both 
free of income-tax, making in all 10 per cent. for the year, carrying 
forwaid £9,073 4s. Id. to the credit of 1898. The balance carried 
forward is rather larger than usual; there are, however, several items 
involving an increase of ture that will bave to be provided 
for in the year 1898. The lines of the company continue to work 
satiefactorily, and the introduction of the Wheatetone automatic. 


` apparatus has proved successful: the system is being extended. Mir. 
T 1 directors 


W. Andrews has joined the board. The following retire: 


ave an en 
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by rotation, and offer themselves for re-election :—H. H. Meier, Esq., 
and J. Herbert Tritton, Esq. 

In case any shareholder should be unable to attend the general 
meeting, he is requested to fill up and return the proxy form, 
duly signed, во as to reach the company’s office not later than 
12.30 p.m. on the 18th inst. 


Oldham, Ashton, and Hyde Electric Tramway 
Company, Limited. ý 


Тнв first ordinary general meeting was held last week at Donington 
House, Norfolk Street, Strand, Mr. Emile Garcke presiding. . 

The Oxarnman stated that they had been called together to com- 
ply with the Companies’ Act, which provided that a meeting should 

held within four months from the date of the company's registra- 
tion. The company was registered on December 18th, and the 
prospectus was issued in the following month. The whole of the 
capital offered for subscription, consisting of 4,000 5 per cent. 
cumulative preference shares and 4,000 ordinary shares of £10 each, 
was subscribed for and allotted. They lost no time in applying for a 

uotation on the Manchester Stock Exchange, and they were in- 
ormed that, subject to their complying with & small formality, the 

quotation had been granted. The progress made with the works had 
been satisfactory. Out of the eight miles of tramways two-and-a- 
half miles were already constructed, and other portions were in 
course of construction. They were informed by the engineers that 
the work throughout was satisfactory; and the borough engineers of 
the district were, he was informed, also satisfied with it. Several 
gangs were паро on the worke, which, er were given to under- 
stand, would in all probability be completed in July next. The 
contract for the trical portion of the work was i 
carried out by the British Thomson-Houston Company, an 
they were informed that eatisfactory preparations were 
being made with the view to that part of the work being carried 
‘out expeditiously. They only hoped that there would bs no 
delay on the part of the Ashton Corporation with the completion of 
their part of the work, so that they might have the tramway in full 
working order in the early autumn. The Ashton Corporation had 
made an agreement with the company, under which the latter would 
be supplied with electrical energy. He hoped when they met carly 
next year they would be able to report, not only that the work was 
completed and the line opened, but that they had been already 
carryiog and had secured a considerable amount of the local traffic. 
They would by tbat time be in & better position to state what the 
volume of their traffic was, but во far, they had seen no reason what- 
ever to modity the estimates they had formed. | 

Mr. Alderman T. HEGINB HHN, the representative on the board of 
-the Ashton Corporation, stated that the latter were doing all that 
they possibly could to get the engines at work, and they were well 
alive to what they had to do. 

No business resolution was submitted to the meeting. 


British Electric Traction Company, Limited. | 


HE ordinary general meeting was held on Thursday at Donington 
ouse, Norfolk Street, Strand, Sir Charles Rivers Wi presiding. 
In moving the adoption of the report, the CHAIBMAN said he was 
glad to be able to state that already, at the end of their first year's 
Operations, they had succeeded ia establishing a business of con- 
siderable magnitude, and one which they had every reason to believe 
would become profitable to the shareholders. The gross profits for 
‘the 14 months covered by the accounts, from the date of the forma- 
tion of the company to the end of 1897, amounted to £14,422, and 
after deducting such of the general expenses as were chargeable to 
revenue account, and also the expenses incurred in connection with 
schemes and undertekings they had thought it well to initiate, but 
which, for various causes, they had afterwards dro , there 
remained a profit of more than £9,800. The directors did not con- 
sider it expedient that this net A which represented about 33 
cent. on the capital employed during the year, should be distri- 
uted in dividends. The extensive business they were building up 
quired that the company should occupy a strong financial position, 
and, in the opinion of the board, it would be more to the interests of 
the sharehol that the amount in question should be carried 
forward to next account. Original shareholders would remember that 
the whole of the o shares were offered for subecription at the 
time of the formation of the company, but they were not all sub- 
scribed for, and in order to secure a quotation on the Stock Exchange 
the Electric and General Investment Company, and their friends, 
made up the subscription to 20,000 shares, and the remain- 
ing 10,000 shares were subsequently issued at a small pre- 
mium. Last month the directors made an issue of 10,000 
6 per cent. cumulative preference shares of £10 each, and 
the strong position the company occupied enabled them to 
issued at a premium of £2 103. per share. The 
proceeds of such issue would come into the accounts for the 
current year, and he might add that it was exceedingly probable tbat 
occasion would arise during 1898 for further issues of capital. He 


then referred to the various items in the balance-sheet and profit and 


loss account. With regard to the investments, £148,179, he said that 
this item would always remain relatively large, as it included 
debentures and shares held in certain associated companies, and the 
more they developed their business the larger would become their 
investments in subsidiary and other companies. The fact that the 
company had received nearly £3,000 in dividends in respect of the 


past year, although many of the investments were not made until 


towards the end of 1597, was evidence that they were of a remunera- 
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tive character. Having alladed to a number of the important 
schemes which they were developing, he said it would serve to give 


` the shareholders some idea of the magnitude of their business when 


Ре told them that they had upwards of 50 schemes under considera- 
tion, and that the agreements and contracts they had entered into 
and the concessions they had either obtained or applied for covered a 
total mileage of electrical tramways and light railways in the 
United Kingdom of more than 200 miles. Moreover, it was not looking 
too far into the future tosay that а total capital expenditure of between 
£2,000,000 and £3,000,000 would have to be provided. Owing to the 
spirit which was abroad among the larger corporations to municipalise 
their tramwaysand similar undertakings, the board had, on more than 
one occasion, been discouraged from initiating undertakings within 
pus boroughs. To a certain degree that was a matter for regret. 

e was of opinion, not because he was associated with this company, 
that work of the sort in which they were interested could be better 
and more usefully carried ont by means of a company such as theirs 
than by а corporation. A municipality was only able prima facie to 
carry out operations witbin the limits of its own boundaries, and 
inasmuch as for the economical and efficient working of tramwa 
particularly electric tramway enterprises—it was necessary 
should be communication with outlying villages and other towns, they 
would see at once how desirable it was that the lines should be con- 
structed on a uniform system and be, as far as possible within the 
district, under a single management. One might be in favour of 
municipalisation of electric lighting, because that was a business 
which could be confined within a given borough, but undertakings 
like tramways or railways, which depended for their success on the 
efficiency with which people could be moved about from one 
borough to another, were surely not suitable for municipalisation. 
He concluded by an expression of regret at the death of the Earl of 
Suffolk, who, he said, was only that day fortnight at a meeting of the 
board, of which he had been a member since the formation of the 
company. 

Mr. Ex Gagcke (managing director) seconded the motion, 
which was agreed to unanimously. · 

An extraordinary general meeting was then held, at which resolu- 
tions were passed approviog several proposed light railway orders. 


Douglas Southern Electric Tramway.—The directors 
of the Douglas Southern Electric Tramway, Limited, report a profit 
for last year of £736. Out of this sum, together with the balance 
brought forward, a dividend of 3 per cent. on the 7 per cent. pre- 
ference shares is recommended, carrying forward the balance of 
£265. The retiring directors, Messrs. Lowcock and Fawcus, of Man- 
chester, decline to offer themselves for re-election. 


St. James's and Pall Mall Eiectric Light Company. 
—The amount of electricity sold for the. quarter ended March 25th 
is returned at 1,016,642 units, estimated to produce £21,180, as 
against 907,919 units for the same quarter of last year, which pro- 
duced a net revenue of £19,898. A further reduction in the scale of 


charges made by the company came into force on January 1st, 1898. 


Oriental Telephone and Electric Company, Limited, 
—The directors have resolved to recommend to the shareholders, 
subject to the final audit of the accounts, & further dividend of 8d. 
per share, free of income-tax, making, together with the interim 
dividend paid in October last, 5 per cent. for the year ended 
December 31st, 1897. i 


The Submarine Cables Trust.—This company an- 
nounces that,on and after April 15th, the coupon due on that date 
will be paid in full by Messrs. Glyn, Mille & Co., of 67, Lombard 
Street, E.O., between the hours of 10 a.m. and 2 p.m. The coupons 
should be left with the bankers for examination four clear days 
before payment. : 


British Columbia Electric Railway Company.— 
The half-yearly interest on the 44 per cent. debentures, gnd on the 
6 per cent. income bonds, due 15th inst., will be paid on and after 
that date at the offices of Messrs. Sperling & Oo., 8, Austinfriars, Е.С. 


Eastern Extension Telegraph Company.—Numbers 
are advertised of 451 debentures of £100 each, which will be paid off 
i par on July let next at Messrs. Barclay & Co., 54, Lombard Street, 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
weck ending April Eth, 1898, were £2,810 9s.; corresponding period, 
1897, £2,078 Os. 3d. ; increase, £732 8s. 9d. 


The City and South London Railway Company.—The receipts for the week end- 

‘ing April 10th, 1898, were 4884; week ending April llth, 1897, £1,021; 

decrease, £137; total receipts for half-year, 1898, £15,825; corresponding 
period, 1897, £15,839; decrease, £13. 


The Dover Corporation Electric Tramways.—The receipts for the weck 
ending April 2nd, 1893, £117 l6s.; total receipts to April 2nd, 1898, 
£1,895 14s, 7d. Week ending April 9th, 1898, £119 2s. 7d.; total reccipts to 
April 9th, 1898, £1,514 175. 2d. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
April 10th, 188, amounted to 41,539; corresponding week last усаг, 
£1,353; increase, 4 186. 


The Western and Brazilian Telegraph Company, Limited.—'Phe receipts for 
the week ending April 8th, 149s, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany Limited, were £2,581, 
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LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. . _. 
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| | | By th hes, theref £ the probleme set 
SOCIETY OF CIVIL ENGINEERS OF inn.... C ed c а 
FRAN ; From the point of view of practical utilisation, we might construct 
CE. resistances of great section and short length capable cf being 
iotroduced in derivation in quantities of I, 2,9 or 4 into burners 
i i | similar to those of gas stoves. 
„Sitting of February 4!À, 1898. 


M. LE Roy read a paper on Electrical Heating,” and first spoke 
of the inconveniences of the various other modes of heating (wood, 
coal, ga*) and then proceeded to discuss the methods used up to the 
present day for heating by electricity. At present, heating by elec- 
tricity is effected by making the electrical energy pass through fine 
metallic wires, offering great resistance to the current, so that these . 


wires become heated and by conduction transmit the heat which 


they give off. The heat is transmitted from the wires to the insulat- 
ing material that encloses them, and then to the metal surface con- 
stituting the apparatus itself, sauce boiler, radiator, &c. This 
necessitates the burner being encl in the apparatus itself. 

For domestic purposes, therefore, it is necessary to buy quite a 
fresh set of kitchen utensils and train our servants to use them. 
From a practical point of view, these articles are, from their very 


construction, subject to rapid deterioration. Repairs are expensive 


and very difficult. 
In planning his system, M. le Roy had a double object in view. 


(1) To construct simple and convenient apparatus, capable for 


domestic purposes of being used with the ordinary kitchen utensils ; 
saucepans, irons, &c., so that no material changes need be made. 

(2) To find out theoretically what substances possess the electrical 
and physical properties most suited to the development of heat, and 
80 to determine the choice of the resistance. 

Of all the substances or compounds that M.le Roy has e . 
mented upon at Prof. Troost's laboratory at the Sorbonne, crystalli 
silicium or graphitoid alone seems to give the desired results. 

In a note, presented by M. Trooat to the Académie des Sciences“ at 
the sitting of January 17th last, M. Le Roy gave details of the 
resisting properties of silicium. 

The coefficient of specific resistance of crystallised silicium is 
1,933 times greater than that of coal used for lighting, and 235,294 
times greater than that of German silver. 


* See L'Electricien, No. 372, p. 101. 


M. Le Roy explained in detail the theoretical considerations that 
served him asa 1 be concluded from them that the choice of 
metal for forming a resistance to be employed for heating purposes is 
absolutely irrational. QE 

He then discussed the mean relative prices of the various kinds of 
fuel used for heating. : 

If we consider the various renderings of the spparatus of 
utilisation, the number of calories given off by tach kind of heating 
agent would be as follows:— Би е 


Col. . 1,500,000 large calories. 
for rooms i 1.812 „ 1 
as n 90 * . 825 c M» 
09 эщ Md 2,1007 ?9 » 
MORES or rooms 864 „ A 
Electricity 4 for cooking `.. 777 „ „ 
Assuming that 


The ton of coal coste Э - .. 50 


The cubic metre of gas costs jus 80 „ 
The kilowatt-hour costs... рав T" 25 „ 


The price of 1,000 large calories would be: 


Oo .. .. .. . 7098 francs 
for rooms cee РА - eee E я 
as [212] eee . [EE M ees ‚ 
: cooking eet?) ees eee #06 140 
for rooms T E „ 289 „ 
Electricity in: cooking. re ». "881 " 


From this it follows that, leaving aside the comparison with coal, 
and only establishing one with gas, Which is the most important 
point, for the heating of rooms with the most approved gas 
apparatus, wo shall apend 100 francs where with electricity we 
shall spend 120 francs, and with apparatus like the block burners, 
electricity will come out half as dear as gas. М 
. Oooking at an expenditure of 100 francs worth of gas will eorres- 
pond to 230 francs expended on electricity. 

M. Le Roy observed that the efficiencies claimed for various gas 


4: 
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appliances assume that the mixture of gas and air necessary for com- 
bastion always takes place under the desired conditions: now, these 
conditions are rarely fulfilled in practice; according as the tap is 
more or less turned on, the proportions of the mixture vary and the 
efficiency is considerably lowered. With electrical apparatus the 

remains constant and does not depend on the skill of the 


M. le Roy then explained his system, on which two typical 
appliances, a heating stove and a little coking stove, had 
working since the commencement of the sitting. 

This system consists essentially of the electric block which is 


0 


constituted of a rod of pure siliciam agglomerated and enclosed 


in а glass tube suitable for subjecting it to oxidation. 
For the passage of the electric current this block is brought to a 

temperature of about 1, 000%. The appliances for utilising the system 

can take any shape and any dimensions.— L Electricien. | 


— ;. ан ee 


THE ELECTRICITY SUPPLY OF LONDON. 


Br ARTHUR Н. PREECE, Assoc.M.Inst.O.E. 


Tun supply of electricity on a commercial scale had been started in 
London after the passing of the Act of Parliament in 1888, which 
amended the Act of 1882, principally by extending the date for com- 
pulsory sale to the local authority from 21 years to 42 years, In 1888 
many companies applied for provisional orders, and, in determining 
which were to bs granted powers, and the districts over which the 
powers were to extend, the Board of Trade decided that competition 
would bs advantageous to the public, and that it was advisable to 
allow one direct current system to compete with one alternating 
current system. : 

There were now in London 11 important companies and five vestries 
supplying electricity, and three other companies and three vestries 
were taking steps to start works. The capital invested in the industry 
amounted to £6,000,000, and plant was installed to the extent of 
80,000 H. P., the equivalent of 2,000,000 8-O.P. lamps being connected 
to the mains. The total annual revenue was £800,000, and the total 
annual expenditure, £450,000. 


Of the systems for supplying electricity in London, the alternating. 


current was applicable to large areas where consumers were scattered, 
and it enabled the generating works to be established by the river- 
side, or where land was cheap and coal was easily unloaded. The 
пп gs using this system were: the City of London Company, 
the 3 Company, the London Electrio Corporation, the 
County of London Company, the House-to-House Company, the 
Hampetead Vestry, the Islington Vestry, and the Hammersmith 
Vestry. The direct current systems were divisible into two classes, 
the high pressure and the low pressure. In the former rotary trans- 
formers were used to reduce the bigh pressure to a low pressure, while 
the latter produced and distributed electricity at the same pressure at 
which it was supplied to consrmers. The direct current systems were 
applicable to compact areas, and, with the use of high pressure, to 
tcattered or isolated compact areas. The chief advantages of the 
direct current system were the possibility of using storage batteries, 
which could not be employed with the alternating current systeme, 
greater efficiency in distribution, and greater adaptibility to motive 
power. The undertakings using the system were: the Chelsea Com- 
pany (high pressure), Charing Cross and Strand Corporation (high 
pressure), the Westminster Co ration, the St. Jamea’s and Pall Mall 
Company, the Kensington and htsbridge Com the Notting 
Hill Company, the St. Pancras Veatry, and the Metropolitan Company 
oe kids T 

he generating works of the several undertakings in London con- 
tained many interesting features. No less than 20 different works 
had been erected. T'he boilers used comprised the water-tnbe, marine, 
3 and miscellaneous types; but the preference for the water- 


was very marked. The works were liable to sudden 


demands through fogs, and the quick steaming properties of this t 

of boiler were of great advantage. The boilers were fired chiefly by 
hand with Welsh coal, but in the works of the City of London Com- 
pany and the County of London Company mechanical stokers and 
cheaper coal were used. The use of extensive systems of steam pipes 
was now being dispensed with. The multi licity of valves was un- 
necessary, and the number of valves was bein 

ments were made as simple and with as few joints as possible, 


Р. Some engineers, however, found е es of 350 H. P. 
sufficiently large and the most convenient dait e adopt. The 
dynamos were similar in most works, and were always connected 


direct to the engi Storage by secondary batteries was not exten- 
sively employed in London, аз their maintenance had hitherto proved 
expensive. But a few works used them entirely for maintaining the 
supply after midnight, and in the daytime in summer. The author 
gave the results of а test of а small marine engine and alternator, 
showing the combined efficiency to be 85:5 per cent. The question 
of vibration had been of great importance in many works; no cure 
had been found effective when once vibrations were set up. High- 
speed engines must have three cranks to be free from appreciable 


The favourite methods of distributing electricity were to transmit 
current at a high pressure in heavily-insulated cables in iron pipes, 


* Institution of Civil Engineers, London, April 5th. 


and current at a low pressure in insulated cable in stoneware con- 


duits, or in cables heavily armoured and laid direct in the ground. 


Rubber was now little used, paper and jute, impregnated with insu- 
lating compounds, baving been extensively adopted. | 
The usual system of measurement of the electricity supplied was 
by meter, and the average charge was 54d. per unit. The average 
charge in 1890 was 74d., so that the price of electricity had been. 
reduced in eight years no less than 25 рег cent., equivalent to a reduce ` 
tion in the price of gas from 4s. to 38, A curve was given to show 
the variations in the price of gas since 1870. The average price had 
varied between 4s. and 23.; it was now 2s. 7d. The cost of gene- 
rating and distributing electricity had been greatly reduced in the 
last few years. In 1892 it was seldom supplied for less than 41d. 
per unit. The usual cost was now 244. to 3d. The actual cost of 
generating was about 144. per unit, and the cost of management, &c., 
about 1d. The direct current was everywhere produced at a cheaper 
rate than the alteroating current. The difference was between id. 


` and 14. per unit, or 20 per cent. cheaper. 


Since 1888 an important inquiry had been held by the Board of 
Trade regarding the maximum pressure permissible in consumers' 
premises. The result of this inquiry, in 1896, was to increase the 
pressure from 150 volts to 250 volts. — — 

A comparison was made between the two largest companies in 
London, namely, the City of London Company, which supplied 
alternating current, and the Westminster Corporation, which supplied 
direct current. Both companies had nearly the same number of 
lamps connected to their systems, the number of 8-C.P. lamps con- 
nected being 270,898 and 269,939 respectively. The capital expended 
was respectively £945,829 and £546,434; the annual incomes per 
8.C.P. lamp 11s. 94. and 7s. 9d.; the annual expenditures par 8-C.P. 
lamp, 48. and 3з.; and the costs per unit, 7 6d. and 58d. 

Toe industry was growing so rapidly, that most undertakings had 
to seek new sites for generating works, and the tendency was to 
erect large works on the outskirts of London, where coal could be 
conveniently broughf to the site, and where water could be obtained 
for condensing. The powers granted under provisional orders were 
limited as regards the compulsory purchase of land, and further 
powers were being sought by some companies from Parliament, so 
that they might be placed on the same footing as railway companies. 
No less than 40,000 ШР. was now being installed in London in order 
to meet the demand for electricity in the immediate future. 


— — —' | 


SOME RECENT IMPROVEMENTS IN ACCU- 
MULATORS AND THEIR APPLICATION TO 
TRACTION ON COMMON ROADS. 


Bx J. T. NIBLETT. ; | 


(Continued from page 491.) 


A MATERIAL for making the elements of secondary batteries quite 
distinc’ from any of those already considered is known as lithanode. 
The credit of devising lithanode is doubtless due to Mr. Desmond 
FitzGerald, whose labour in the field of electro-chemistry is well 
known. Batteries, with improvements made on Mr. FitaGerald's 
original invention, are now made by the Lithanode Electric Storage 
Company. 

Lithanode is not compressed peroxide of lead, as is sometimes sup- 
posed, for, however strongly this lead peroxide may be compressed, 


. the re.ulting mass will disintegrate when immersed in a liquid 


electrolyte. It is produced from made into a pasty mass 
with a eolution of sulphate of ammonia, which causes the material 
to “set,” so that it will no longer disintegrate when placed in a 
flaid. The “forming,” according to the original idea, was per- 
formed in & bath of sulphate of magnesia. In ordinary practice 
the elements are made up of a number of small slabs of lithanode, 
whose outer edges are V-shaped. These slabs or pellets are arran 

in a casting mould of any suitable dimensions, and are placed at 
such а distance apart and from the edges of the casting frame as to 
allow of sufficient space for the requisite quantity of metal to run in 
and impart adequate mechanical strength to the completed element. 
After the pellets have been arranged in this manner, an alloy of lead 
and . is run into the interstices, and tnus a complete plate is 
forme 

Before being cast up the positive pellets are converted into pet- 
oxide of lead іп а forming bath; those for the negative plate are 
simply dried and cast up direct, the lithanode in the latter case 
being reduced to a condition of spongy lead by the ordinary electro- 
lytic method. А 

Where lightness is а desideratum, ав in the case of а traction cell, 
the pellets in the positive plates are made larger, while the negative 
pe is constructed of lead gauze, having its outer edge strengthened 

y & rim of lead. The gauze is filled in with the prepared li 
which entangles itself in the thin lead wire, and thus produces a plate 
of great lightneas, and one little liable to fall to pieces. 

Litbanode may be obtained in varying degrees of porosity. For 
high discharges it is made of a highly porous nature, the porosity 
being produced by incorporating in the material cystals of some salt, 
which is practically inert, and which is dissolved out during the 
forming operation. 

The rate of discharge obtainable from lithanode batteries varies 


* Abstract of paper read before the Self-Propelled Traffic Associa- 
tion, Liverpool Centre, on March 29th. 
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between very wide limits, and is regulated by the character of the 
lithanode, whether made bard, medium, or soft. The ordinary 
working rate of discharge is th of an ampere per square inch of 
lithanode plate, but owing to recent improvements very much higher 
rates of discharge can be obtained. 


rate, is almost etactly one 5 per ounce, so that in a 

. а current capacity of 16 ampere- 

3 obtained. In practice, however, this high capacity is never 
reac 

Thinking it may be of interest I have. prepared the following 

particulars taken from one of the company’s most popular types of 


Data ОР CoxPLETB 30 AMPERE-HOUB LrrHANODE BATTERIES, 
INCLUDING Woop CASNS. 


Outside dimensions of battery. 


A ximate 
No, of EME, of | gross weight 
Width, | Height, | battery. | of battery. 
inches. inches. volts. lbs. 
1 7 00 6:37 2 81 
2 7:00 6:37 4 16 
3 7:37 7:00 6 221 
4 7:37 7 00 8 29 
b 737 7 00 | 10 36 
6 7:37 7 00 12 43 
7 737 700 | 14 50 
8 7:37 700 16 
9 7:37 7 00 18 631 
10 7°37 7 00 20 703 
11 737 7 00 22 773 
12 7:37 700 24 844 
DETAILED PARTICULARS OF Сш. 
| 6 25 inches long. 
Vulcanite containing | 2'12 „ wide. 
cell ER woe | 5 „ high. 
weight, 10 oss. 
. :( Two plates in each cell, 5:9 inches long. 
" e. 
Positive element ... 0-25 inch thick. 
weight, 1 Ib. 1$ oss. 
= Three plates in each ie nches ерд 
9 " 
R 0:13 inch thick. 
weight, 111 oss. 
Weight of connectors, 3 ozs. 
Weight of cover, vent plug, sealing, and separators, 2 czs. 
Quantity of electrolyte, 15:6 fluid oss. 


Gross weight of complete cell, 6 lbs. 7 ozs. 
Normal charging rate, 3 


peres. 
scharging rate, 9 to 12 amperes. 
Approximate internal resistance, 0:015 ohm. 

The data given will give a fair idea of what is obtained in actual 
working with this form of cell. Other batteries of larger capacity 
are, of course, made, and as the capacity increases, the proportional 
weight and bulk slightly decreases. These batteries have been used 
extensively for lighting vehicles, actuating coils for X ray photo- 
graphy, and for propelling electric launches and light forms of 

otor-cars. 


m 
The Ohloride Electrical Storage Syndicate make their accumulator 
on-a somewhat similar plan to that adopted by the Lithanode 

ралу, In this case, however, instead of using litharge, chloride 

of lead соте to make the pellets. 
y used for traction pur- 


W received in this country 


A form of cell which is just now exciting much attention on the 
Continent is known as the Marschner cell. Tae Marschner 
battery is at үк! being used on the Dresden tramways, and it is 
said to be be 


—that is, 65 am an energy capacity of 13 watt-hours per pound 
of cell is obtained. d id 

When devising cells for traction purposes many difficulties have 
to be overcome. Owing to their high initial cost, a small number of 
cells should be made to suffice, and these should be so constructed 
that they will ran a vehicle for a reasonable number of hours with 
one charge. They should be capable cf being charged and di: charged 
at rapid rates. Above all, they should be able to withstand the 
jolting and jarring incidental to their being run over rough and un- 
even roads. The cell should be so constructed that the wash of the 
electrolyte does not remove the active material. 

There is at the present moment an enormous field for an inexpersive 
cell which will combine large capacity with small weight and great 
solidity. Some form of mechanically solid cell seems to offer the 
best solution for this problem. Some little time ago great hopes 


were entertained that the solidity problem had been solved by the 
introduction of Dr. Bchoop's solid electrolyte. This so-called solid 
electrolyte was made by adding silicate of soda to the ordinary solu- 
tion, which caused it to set and become of a gelatinous nature. In 
this country some practical tests have been made with Mr. Barber- 
Starkey's method of making solid cells by substituting for the 
el yte & mixture of wood sawdust and plaster of Paris, which 
when set was moistened with dilute sulphuric acid. : 

The accumulator known in America as the Hatch” is of a me- 
chanically solid nature. In this case metallic frames are not 
employed for supporting the lead salte, as they are held within a 
porous earthenware grid serrated on one side, and, having small 
square recesses on the other. Plain lead plates are used as conduc- 
tors, and theso are bedded on the moist lead salts. Aocording to this 
arrangement there is no clear liquid space between the elements, as 
the serrated earthenware plates touch one another, and are so placed 
that the ridges orí one plate are placed at right angles to those on the 
other. Wooden clamping plates with India-rubber bands 
around them are fixed on the outside of each end element, and these 
serve to give the requisite elasticity. The "Pumpelly" oell is 
another American production, and in this case mechanical 
solidity of the cell is arrived at by inserting plain, thick, porous 
earthenware plates between the elements. In this case, however, 
the anam are placed horisontally instead of vertically as in the 

One great drawback to the employment of a viscous, gelatinous, or 
semi-solid electrolyte arises from the fact that when such sub- 
stances are interposed between the plates no free circulation of the 
liquid is possible. Iu all secondary batteries, as already shown, the 
activity of the elements depends entirely upon chemical action, and 
as the electrolyte is a medium through which all these reactions 
occur, it seems highly probable that anything which prevents its free 
access to the active material, or in any way рее its circulati 
must be detrimental, and consequently lead to loss of efficiency an 


CA ty. 
me few years ago, having in view the advantages likely to be 
derived from the employment of a mechanically solid cell, for 
traction purposes, the anthor gave some attention to this particular 
form of , and a number of cells were constructed having 
this object in view. In most cases the elements consisted of a 
highly cellular mass of active material which was capable of 
absorbing a sufficient quantity of electrolyte for the due ormance 
of all the necessary chemical actions. Between each mass of active 
material was inserted a thin, highly porous, inert diaphragm, which 
was not found to materially increase the internal resistance, and 
served to complete the solid of the cell. A large number 
of different combinations with various kinds of active material were 
tried. Owing to the cellular nature of these elements the liquid 
contained in the mass continually circulated, the slight evolution of 
gas which occurred during both the charging and discharging opera- 
tions being quite sufficient to affect this. The active material was in 
all cases so placed that it could not be dislodged. It was found that 
the cellular character of the electrodes gave them a peculiar power of 
ting their own internal resistance: for if the cell was being 
charged at too high a rate, or when it was on the point of being fully 
charged, the gas generated tended to drive the liquid out of the 
pores of the electrodes and remained imprisoned therein, thereb 
greatly increasing the resistance and stopping the flow of current. 
On the discharge, the occluded gas d mr a to re-enter into the 
chemical combination and allow the liquid to refill the pores, 
thereby exposing more active surface. Little or no commercial use 
was made of this plan of construction, as at the time the author's 
attention was diverted into other channels, and the matter was 


dro à 
pped ( To be continued.) 


REVIEWS. 


The Engineers’ Year-Book, 1898. By H. R. Kempr, 
A.M.I.C.E. London: Crosby, Lockwood & Co., 1898. 


This valuable office book of reference has reached ita fifth 
ear, and has fairly kept to its original intention—that of 
Lepus with the times—the various formule and descriptions 
being overhauled from year to year, so ав to keep the book 
up-to-date. 

In this year's section new matter has been added to the 
Earthwork Tables, and to that of Railways in respect of 
Crossings,” and the abstract of the Board of Trade 
regulations, which have been carried out by Mr. C. Seymour, 
of the Midland Great Western of Ireland. Information on 
gas engines has been supplied by Mr. H. Scholey, the section 
being entirely re-written. It is now in better form than 
before, but may still be desirably extended by illustrations 
and descriptions of other gas producers, and, we think, fuller 
reference might be made to the Thwaite system of blast 
furnace gas utilisation, a system which is bound to come to 
the front. Numerous other additions have been made, and 
the book contains 850 illustrations and nearly 700 pages of 
letterpress and index. We are inclined to think that much 
space might ba saved by reducing some of the tables to 
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smaller print. For example, there is a very extended tible 
of spscific gravities. It might be reduced by two pages, or 
even more, if many of the articlea were en out of it. 
This table is very full, but the equally important table of 
specific heats is paltry in the extreme. We required to use 
this, and failed to fiad the specific heat of glycerine, but we 
could find the specific gravity of juniper wood. We never 
knew of anyone who ever needed to know this. Juniper 
berries are used to flavour gin, but of what special use is the 
wood? Further additions might be made in the notes on 
water softening, which are very scanty. 

We should like also to see a little fuller information on 
fuels. We find no statement of the calorific capacity in 
B.T.U. of any fuels solid or gaseons, but only of liquid 
fuels, More might now be given as to liquid fuels, say, an 
illustration of one or two examples of liquid fuel application 
to boilers, rivet furnaces, &c.. Who knows, for example, 
that when using liquid fuel, it will not be practicable to mix 
tar with petroleum with any idea of thinning the mixture 
and increasing its fluidity. The petroleum will simply draw 
out the more b be portion of the tar and send the pitch to 
the bottom to the choking of valves and pipes. 

There is no information on coke ovens or residuals re- 
covery plant—both of some engineering importance. The 
fan section might be extended and so also the pump section, 
two special varieties of which we see are omitted—the 
Hamilton and the Pohlé. We note an error in the formula 
for radial axle boxes. The expression to the right of the = 
should have a denominator 2, the true formula being— 


a? 
on] 6+9 2+7 
= E 


Makers of radial axle box vehicles have been lax ia their 
proportioning, and this accounts for the bad ranning and 
unpopularity of radial boxes. The formula is due to Mr. 
Baldry who was once in the office of Sir John Fowler and, 
we believe, worked out the proportion of the radius bar for 
the eight-wheeled nger carriages sent out under Sir 
John—then Mr.—Fowler’s directions to New South Wales. 

In sewage treatment there should be something given on 
the new system of bicteriological treatment which appears 
likely, as far as present indications point, to prove successful. 

In pointing out these items, we would not imply that we 
look on their omission as serious, but they are items which 
may well be incladed in the next edition. 


Magnets and Electric Currents. By J. A. FLEMING, М.А, 
18585 F.R.S. London: E. & F. N. Spon, Limited, 


This is described as an elementary treatise for the use of 
electrical artisans and science teachers.” "Тһе scientific 
knowledge of the reader is assumed to be practically nil, and 
the subject is taken up from the very beginning. 

“ Electrical artisans” of average intelligence who have 

scientific tendencies will undoubtedly find much to iaterest 
them in the anthor’s admirable and lacid descriptions of how 
to make various pieces of electrical apparatus, from the 
simplest primary battery to the most perfest reflecting 
galvanometer, with things found abont the house; and if 
they will only put such pieces of apparatus to the uses for 
which they are intanded, and at the same time devote their 
attention to some of the less fascinating passages in the book, 
they will most certainly tend to become more useful membera 
of the electrical community. 
- With to science teachers, these are of various 
kinds. Dr. Fleming is probably addressing himself to those 
whose teachings are intended to be of use to the electrical 
artisan, and not to the more familiar class of teachers whose 
teachings produce teachers. 

From the reviewer's point of view, the preface is one of 
the most interesting portions of this substantial volume 
of 400 pages, because it gives him some assistance in dis- 
covering the lines upon which the author's mind has been 
working. 

Dr. Fleming is a staunch supporter of Mr. Heaviside in 
his determined endeavours to eliminate, at all costs, the 
noxious multiplier 4 х from a large number of magnetic 
formule, He is also passionately fond of words, apparently 


. “Whereas,” an 


for their own sake, and he cannot resist the temptation of 
giving names to things, even to mere ratios and multipliera, 
quite apatt from the question as to whether these latter hav 
a physical meaning or not. | Ps 
We all use the word “voltage”; it is a word which was 

wanted, and for this reason it came—quite of its own accord ; 
it was never invented. Bat Dr. Fleming now suggests 
vollivit for * voltage per centimetre.” Amperage is also a 
word he enjoys writing, aud when he gets to gaussage and 
„ he is really happy. All this we can stand, within 
imits; but when he suggests /Гихалв, we think he is going а 
step too far. Flux“ was good enough for us in our young 
days, and the word is only a makeshift in any case. Then 
there is coercivity, which is not wanted, and recenti vit, about 
which there is оше aggressive which annoys us. 

We do not say of a dinner plate that it possesses a pro- 
perty called greasic retentivity or greasivity, simply because, 
when insufficiently washed, it may retain traces of the food 
which has been placed upon it: there is, perhaps, no valid 
reason why we should not use such expressions ; but, on the 
other hand, there is no necessity fo: t ; and although it 
is well for the electrical artisan to kaow what is meant by 
residual magnet isat ion, he dos not require to be told that 
it is the result of a certain quality of the iron called mag- 
netic retentivity. + 

There are many other expressions which the electrician of 
the old school will assimilate with difficulty : thus, on page 
127, is a table giving the “resistivity ” of metals in “ mi- 
crohms per cubic centimetre,” which is equivalent to what 
we have known for many years as the specific resistance in 


microhms per centimetre cube. 


Returning to the preface, the author, after introducing a 
host of new names, remarks with reference to Faraday's 
beautiful conception of lines ог “ tubes of force (which 
has never failed as yet), that the practical student wonld 
benefit by discarding such notions, and thinking only of a 
“physical state existing in a magnetic circuit, which is 
measured in webera and microwebers,” the active cause of 
which is called gaussage, and the thing itself ffuzage. Is he 
sure of this, or is it not possible that he may be mistaken, 
and that the practical student, of all people, is the one to 
whom it is essential that he should be allowed to picture in 
his mind these same magnetic lines or tubes, which have to 
be cut by a conductor in order that the latter may have an 
Е.М F. generated in it? It is to be feared t lat, however. 
much the said practical student may /Aink of a physical 
state (called //uxage), this will not lead him to great things 
unless he be a born mathematician. 

Dr. Fleming is to ba congratulated upon having abandoned 
much that is old-fashioned in his treatment of the subject of 
magnetigm ; the strength of field is, however, still occasion- 
ally considered in relation to the tandency which would be 
experienced by a free magnetic pole (if let loose) to travel 
down it; and there are references to the demagnetising forces 
exerted by the poles of a magnet, which do not fit in well 
with the more modern conceptions of the magnetic circuit. 

The last few pages of Chapter III. deal with Mr. Heavi- 
side and the *disfguring" 4 ж. A list of Mr. Heaviside’s 
suggested units exp in terms of the present C. G. S. 
units is given, and the advantages of the new system (which 
are undoubtedly well worthy of consideration) are pointed 
out; bnt it is to be feared that the average Englishman will 
resist any attempt to change his present electrical units, for 
the same reasons which induce him to resent the mere sug- 
gestion of altering his delightful system of weights and 
measures. 

In Chapter II. the author generalises on the subjects of 
matter and energy, space, time, and force, and describes the 
C. G. S. and other systems of units; and in Chapter V. he 
takes up a certain amount of more or less valuable space by 
giving us the legal definition of the ohm, ampere and volt, 
accompanied by all the customary rigmarole, beginning 
3 ending with Her Majesty's expressions of 
pleasure in approving the “several denominations of 
standards set forth in the schedule hereto appended.” 
Chapter VI. deals with electro-magnetic induction, and 
Chapter VII. is devoted to electro-magnets. The relation 
between the directions of the magnetic flux and indaoced 
E.M.F. is stated in various ways, but not alwaya successfully. 
For instance, the “practical” student who is told to thrust 
his arm through an imaginary ring and give it a positive 
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twist by rotating his hand in а counfer-clockwise direction, 
may be expected to smile, and refuse to do it. 
' What is meant by mutual induction. or mutual inductance 
as Dr. Fleming calls it, is not made sufficiently clear. What 
the student generally does not understand is, where the 
mutuality comes in, and this is not explained. 

In Chapter VIII., which deals with alternating currents, 
the much abused word “inductance” plays an important 
part. Dr. Fleming uses it to denote (as is customary 
nowadays) the quantity which is better known as the 
coefficient of self-induction ; but it is a word with а oon- 
riderable amount of latitude, and as used in many instances 
it would appear to be synonymous with what, towards the 
end of the chapter, is called the reactance. 

Consulting engineers should read the section on transformers 
with the utmost caution, in order that they may not come 
npon the following sentence too snddenly :—‘ The trans- 
former must have cooling surface enovgh to dissipate all the 
core losses without rising above the temperature of boiling 
water." "They will do well to give this idea time to soak in, 
and who knows but what some of them may, in the future, 
have the tense to leave questions of temperature rise to the 
manufacturer. It is true thst Dr. Fleming appears to have 
been carried away by a slight excess of common sense; but 
he shows a total and fearless disregard of public opinion 
which is highly commendable. 

The last two chapters deal respectively with electric 
measuring instruments and the generation of electric currents. 
On page 295 ів a table giving the safe working currents which 
may be carried by Hadfield’s resista wire, and on the following 
page, а similar table for German silver wire. The tempera- 
ture of the wires is, ip each case, supposed to be such as “can 
be easily borne by the hand.” It is, therefore, interesting to 

ote that, in some of the smaller sizes, the safe current for 
the resista wire is three times as great as that given for 
German silver; and as the conductivity of the latter metal 
is four times as great as that, of resista metal, it follows that, 
for the same. amount of cooling surface, and approximately 
the same temperature rise, the watts loet in the one case will 
be 86 times greater than in the other. 

Having picked ont, and sufficiently magnified a few of 
the weak points in this book, it is only fair to add that, as a 
whole, it bas much to recommend it. The author has done 
his best to treat each eubject in as clear and simplea manner 
as possible, and he is to be congratulated upon the admir- 
able way in which he has accomplished an exceedingly 
difficult task, 


PERIODIC CURRENTS. 


By W. G. RHODES, M. Bc. 


THE tendency of late years has been to forsake the old 
methods of conducting alternating current calculations and 
to reduce the difficulties to the physical conceptions of the 
various phenomena. Formerly, no student not well equipped 
with a first rate mathematica] training could hope to read 
intelligently the then existing literature on this subject. It 
was not until the application of graphical methods by Mr. 
Blakesley that alternating currents came at all within the scope 
of the ordinary electrical reader. Many writers followed 
suit, and nearly all writings teemed with diagrams, very inte- 
resting and useful to readers, but apparently demanding an 
altogether outrageous expenditure of mental energy on the 
part of the original writer. Who can look at the writings of 
Bedell and Crehore, Blondell and others, without being 
strack with the idea that the graphical representations of the 
currents and E.M.Fs, their magnitudes and phase relation- 
ships in multiple circuits and combination of circuits, must 
have required an altogether exorbitant amount of mental 
effort? That this feeling is becoming universal is evident 
from the fact that nearly all the prominent writers on 
alternating currents now use methods which, while of an 
analytical nature themeelver, are esgily capable of graphical 
interpretation and representation. All these methcds depend 
upon the fact that the electrical quantities considered are 
capable of being represented by lines drawn of suitable 
lengths and along proper directions relative to each other, and 


upon the ability to represent algebraically directions of lines 
relative to one another by the help of the imaginary У — 1. 

Steinmetz, with the method of the complex variable, 
has materially advanced our knowledge of induction ma- 
chines, and has carried the subject probably further than 
would be possible with the aid of graphics alone. | 

M. Vaschy has recently noticed that on the assumption 
that alternating electromotive foroes and currents can be 
represented by simple sine functions of the time, if e is any 


such periodio function, then os may be replaced by its g-o- 


metrical equivalent, p e У — 1, where p = 2 x n, and n is 
the frequency of the funotion in question. | : 

In the Annales Télégraphiques for November—December, 
1897, M. Pomey draws attention to the writings of Vaschy, 
and shows how, for instance, the transformer equations 


dt at - 
„ yc = 0 ( " 
N 


where Li. L, are coefficients of self- induction; м, that of 
mutual induction; r,, r, resistances; ñ, ig, currents; and 
e sin p t, the applied E.M Е. are geometrically equivalent to 
the equations | 


о о | (2) 
P Lang y — 1 +рм\, Irin = 0. 


It should, however, be particularly noted that equations 
(1) are more general than equations e The complete 
solution of (1) gives the values of currents for all 
time subsequent to the instant of closing the primary 
circuit, whereas from ¢quations (1) only the steady values of 
the currents can be obtained. Further, equations (1) are 
p ectly general whatever be the nature of the applied 

M. F., but for equations (2) to hold good both the applied 
E.M.F. and the currents must be capable of representation 
as а simple sine function of the time. | 

The writer has recently shown in a short series of articles” 
the application of a method leading to equations of a type 
similar to (2), wbich is essentially a vector equation of 
E. M. Fs. It is further demonstrated that vector equations 
can only exist between E. M. Fs. во as to form a vector E. M. F. 
equation, or b:tween currents forming a vector current 
equation. It is seen that by the combined aid of analysis 
and graphics, problems which are otherwise formidable are 
solved with ease, and the analysis itself only demands quite 
an elementary mathematical knowledge. It is of great value 
that any step in the process should be capable of being 
readily represented in a graphical form, thus enabling a 
better physical conception of the problem to bs obtained. 

It is with no hesitation that I say that vector algebra, or 
allied processes, must eventually—and that before long—form 
the basis of calculation for all useful text books on alter- 
nating current phenomena, and that it is to the application 
of these methods we must chiefly look for further advances 
in the theory of the subject. 


THE TRAMWAYS INSTITUTE. 


TEE end of March or the beginning of April might fairly 
be considered rather a late period at which to issue a publi- 
cation bearing date of January, and on receipt of the 
Tramways Institute Journal the other day, we could not 
quite understand the belatedness of the copy sent ur, except 
o1 the supposition that copies are sent out in a leisurely 
fashion. 

The January issue, however, contains plenty of February 
newa, so that the Institute, and its officials responsible for 
the journal, are not quite so out of date as would appear on 
the surface. 

When the tramway interests of this country are strong 
enough, or rich enough, or united enough to support a 


* “The Application of Vector Algebra to Alternating Currente,” 
by W. G. Rhodes, M.Sc., ELECTRICAL REviEW, January 7th, 14th, 
and 21st, 1898. ' 
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flourishing Institute, with an editor on the premises, this 
journal (if it survive so long) may then, perhaps, serve as & 
suitable record of ings; but in its present form it 
hardly justifies any existence at all, in view of the excellent 
appearance given by the electrical and railway journals that 
Tas в special feature of tramways and things appertaining 
‘thereto. | | | 

. The advertisement pages of this journal afford very inte- 
-Testing and instruetive matter for thought. Varnishes, metal 
for bearings, tramcars, tickets, ticket punches, rails and paving 
‘materiale—all these are in order, and wiil probably be re- 
quired even when all our lines are worked by electricity’; 
but what is to be said in this present year of grace of adver- 
tisements in a tramway publication dealing with the advan- 
tages of antiseptic’ ointment and other medicines for horses, 
patent steel whipple trees, fodder of all kiods, chaff cutters 
and similar machines, ha: ness, and horse rags ? | 

We should have thought that the benefits of advertising 
such materials in a tramway paper woul! not be very excce- 
sive, so far as future orders are concerned. i Г" 

е, we find a few counteracting notices of electric 
tramway contractors and mauufacturers of plant: but they 
don't wear a happy look in such company. The whole pub- 
lication, in regard to advertisements, has the app»arance ef 
the American street railway journals of many years ago. 
Turning to the inside pages, the electric car has there a 
field all to itself; the horse is ignored, and cables only. men- 
tioned once or twice. | 
. Although, as stated, some of the items in the letterpress 
` аге rather more recent than the date on the outside cover 
would appear to convey, yet we cannot say very much for 
the contents. It is, and must be, extremely difficult to give 
news in & publication that appears once a quarter or 80, and 
then three months behind time; bat on the other hand, a 
complete summary.of the quarter’s proceedinge—which alone 
would otherwise be worth consideration—would entail great 
labour ou the part of an editor (who sbould have special 
knowledge and experience), whilet the resulting publication 
to be of service, would have а much greater bulk than that 
now before us. 

However, we would not wish to detract from any efforts to 
enoourage eleotrio traction, and therefore welcome the evident 
desire of the Tramwaya Institute to deal more with this 
subject than in time past has been the case. ZEE 


THE PREPARATION OF COPPER SAMPLEB 
FOR CONDUCTIVITY TESTS. 


Br Da. B. SHELDON, Polytechnio Inst, Brooklyn. 


WHILE the electrical fraternity is interested with the subject 
of standardisation of electrical a I should like to 
call attention to the necessity of adopting a standard condi- 
tion of softness for samples of copper whose conductivity is 
to be tested. Of course, users of copper wire are interested 
in the conductivity of the wire in the condition in which it 
is furnished to themi —not in the conductivity which might 
have been given to the wire, if it had been treated differ- 
шш. While the copper losses in most electrical machinery 
are but a small percentage of the output, and while the tem- 
perature at which the machinery will operate is uncertain, 
owing to the uncertainty of the factors entering into the heat 
escape, still in many cases a reduction of the copper loses 
by а few per cent. is worth struggling after. The determina- 
tion of the conductivity of wire used for such purpo¥ s is an 
саву matter. Оа the other hand, the requirement of a 
definite conductivity, frequently found in specifications for 
construction work, where rubber-oovered or similar wire is 
to be employed, gives no opportunity for the verification of 
the fact that the requirements of the specifications have been 
complied with. It is impossible to determine the cross 
section of the wire and the value given by the manufacturer 
must be accepted. Again, the tinning of the wire makes 
the resistance measurement valueless. These difficulties are 
met in some cases by the purchasers sending inspectors to 


* New York K/enrical Engineer. 


‘table: — 


the factories to determine the-conducbivity -before the wire is 


covered. This is, perhaps, the best solution ef the problem 


under the cirenmstances, and, according to Abbott, is the 
pue in American aerial line construction. To electro- 
ytic copper refiners and all buyers and sellers of bulk copper 
for electrical purposes, a standard method of treatment of 
test samples is of utmost importance. Cases have been 
known where copper, contracted for future delivery at a cer- 
tain price, has been rejected at the time of delivery because 
of too low a conductivity, the ruling price at the time of 
delivery being less than at the time of making the contract, 
The American Institute of Electrical Eagineers has adopted 
as ita standard of conductivity for copper the value given by 
Matthiessen for soft copper. This is contrary to the original 
advice of the Committee on a Standard Wiring Table, and 
resulted from statements made in the discussion of the report 
that there were many degrees of hardness, im ising that a 
soft condition was easily obtainable, and could be reproduced. 
To ascertain whether this were true or not, I had two stadents 


of last year’s class at the Institpte, Messrs. Alfred ‘aller and 


"Herman Wallatt, investigate the inflaence of softness upon 


the conductivity. A sample of wire was several times 
throngh holes in a drawplate in such a manner as to yield a 
very hard wire. This wire was cut up into separate lengths, 


Тае assumption was made that the resistivities of these 


lengths were equal. The lengths were then sepa- 
rately subjected to different annealing temperatures for 
a fixed interval of: time, the sample, in one set of ex- 

riments, being placed in a vacuum, and, in another set, 
in hydrogen. The different temperatures were produced by 
sending different currents through the samples. The tempe- 
ratures were calculated from current measurements and 
measurements of voltage between separate potential termi- 
nals on the samples, Kennelly’s temperature coefficient being 
assumed as correct. After treatment, the conductivities of 
the samples were calculated from measurements of resistance, 
length, weight, and Tenge gravity. The results obtained 
for samples annealed in a Yi cuunf'áre given in the following 


Ы à Zu UNES 
Number of sample. ‘Annealing temperature. , Per cent. conductivity, 


| 
| 
20° | 
| 
| 


* 


1 1015 
2 37° 101:5 
3 54° 1015 
4 118° 1016 
5 215° 1020 
6 300 1021 
7 600° | 1014 
8 755° 1027 
9 930^ | 990 


The results for samples which were annealed in hydrogen 
are given in the following table :— : 


Annealing temperature. 


Number of sample. 


Per cent. conductivity. 


20° 990 
45° 99:0 
105° 93:3 
934° 99 8 
360° 1010 
483° 1019 
1,050° 893 


А at 
ла n . i LAN N t€ K 


One end of sample 16 melted after aunealing current 
had been flowing for about a minute. A sufficiently Jong 
wire remained for the conductivity test. This sample was 
very soft, and had lost much of its tensile strength. 

These results show that annealing to a softnese, which 
shall give a maximum conductivity, must take place at a 
high temperature regulated within rather narrow limits. 
The maximum mechanical softness would b» obtained if the 
sample were melted, and, after being cast in a graphi 
mould, were allowed to cool off slowly. Very smooth filiform 
samples can be obtained in this manner. But the condac- 
tivity of opper is so dependent on the amount of sub-oxide 
of copper which is present in it, and this amount is altered 
to such an extent by melting, that the condactivity determi- 
nations on such samples give no indications of the electrical 

perties of the original samples. As has been recently 
stated by Swan, the electrical conductivity of electrolytic 
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copper is reduced by more than 1 per cent. by melting and 
casting into the form of wire bars. It would, therefore, 
appear to be better to subject all аара to the hard draw- 
ing process. Conductivity tests would then properly indicate 
the original electrical quality of the copper. 


COMPARATIVE COST OF STEAM AND 
ELECTRIC POWER. 


IV. 


COAL AT 88. 
— 10 H. P. | 95 H.P. | 50 H.P. | 100 H.P. 

Oasan I. 8. d. d. 
Gost per H. P.- hour. Coal at 86. 216 1:5 1:07 14 
Coal at 16s. m РУ 46 1-73 1:27 107 

Casn II. 
Coal at 8s. see 4:09 2:67 193 145 
Coal at 16e. ies 4°59 9:05 224 170 

Cass III 
Coal at 8s. N oes ... | 10 6 36 4:58 3:29 
Coal at 16s. . | 11:02 7:14 511 8-78 


Considering now the cost of electric power, the point of 
comparison is made at the point of delivery of brake horse- 
wer. 

The same elaboration of detail is gone through, which we 
mano follow ; sufficient that the results are given as 
ow :— 


Cost of power. Pence per B.H.P. honr. | 


H. P. ori! 
plant. 
Load Load Load 
fact or 1. factor 46. factor 18. 

Electric motors 195 9 45 501 
10 | Engines, coal at 16з. 2 46 4:59 1102 
» й 83, 216 419 100 
Electric motors  .. 179 23 399 
25 | Engines, coal at 166. 174 3 05 7 14 
» » 88. 1:5) 266 6 36 
Electric motors ... 173 193 248 
50 | Engines, coal at 16s. 1 27 2:43 511 
A" М Зе. 107 193 4 52 
Electric motors 170 1°69 8:44 
160 | Engines, coal at 16s. 107 170 378 
" " 8s. 1-40 1°45 3 29 


We give the above for what they are worth: the author 
has spent an enormous amount of labour on bis calculations. 
The difficulty of all such estimates comes in with other 


items apart from the power plant in use. We think it diffi. 


cult to work cut the matter as Mr. Taylor has attempted. 
Yet, an р ced engineer, with little electrical know- 
‚ ledge, would walk through a works, note the general appoint- 
ment of the power plant and of the existing modes of 
transmission, and make a shrewd guess at the desirableness, 
or otherwise, of changing the motive power. The actual 
гае will very frequently lie between the inside manu- 
acture of electricity and its transmission through thé works 
and ite purchase from outside supply companies, 

Too frequently it will be & question as to the particular 
supply company one may be on. The calculations for the 
City of London Company, or for the County of London 
Company, to take two extreme cases, would obviously show 
an enormous difference. 


NEW METHOD OF MEASURING THE IN. 
TENSITY OF MAGNETIC FIELDS. 


Br E. BOUTY. 


I HAVE recourse to the inductioh, reciprocal of that employed 
ру M. Lippmann in his mercurial galvanometer. A liqu'd 
conductor, which may be simply river water, flows at right 
angles to the field to be measured. The const int electrc- 
motive force induced between two opposite faces of the 
stream is determined by means of a capillary electrometer ; 
whence, knowing the flow, we can deduce the intensity of 
the field. To take a simple case, suppose the velocity of the 
flow, v, to be uniform over the whole section of a rectangalar 
stream of depth, e, measured in the direction of the lines of 
force, and of width, I, measured in a direction perpendicular 
both to the lines of force, and to the stream. The induced 
electromotive force is constant, and has a valne к, 


‘where Е == не (1) 
The flow is D = vel. (2) 
Whence н = 25 | 08) 


We have to apply this very simple formula. 
а ара (15 hos that the induced electromotive force 
is independent of the nature of the liquid conductor. I em- 


ployed at first solutions of sulphate of copper, both saturated 


and very dilute, flowing through a rectangular conduit or 
tube of ebonite. Two electrodes of copper 01 metre leng, 
and of a width, e, exactly oocupy the side surfaces of the 
tube between the back and front faces of the stream. 
Having ascertained that the electromotive force measured 
is perfectly independent of the concentration of the solution, 
I was able, without making any other change, to substitute 
water from a tap for the sulphats of copper: the facility of 
making measurements remaining the same. Polarisation of 
the electrodes introduces no disturbance.  . | 

Usiug water as the liqnid conductor, high velocities of 
flow can be employed, and the sensitiveness of the method 
indefinitely increased. t With velocities varying from *5 
metre to 17 metres per second, I have proved that the 
electromotive force is exactly proportional to the speed, and 
have detect-d fields of the order 5 C. G. S. unit. I see no 
reason to think that I have reached the limit of possible 
sensitiveness. 

For comparative measurements neither the depth, e, of the 
tabe nor the rate of flow, if it be kept constant, need be 
measured, and the tube may have any convenient form ; but 
perfect insulation of the electrodes is absolutely necessary. 
For absolute measurements, a standard tube must be procured 
in which e is of such а size that the value of v may be treated 
as sensibly uniform over Ив segtional area, as we have 
аро to be the case in the equations. | p 

he copper electrodes of width, e, the depth of the tube, 
must be inserted into the walls so far from the inflow] that 
the velocity of the stream may be uniform over the area 
between them. Moreover, a correcting coefficient is 
required, differing however but líttle from unity. for the 
reduction of speed near the walls of the tube. For tubes 
from 1 to 6 millimetres deep, I find an expression 
в + 13 mm., representing the effective depth, may be 
substituted for e in equation (3): | 

Since the electromotive forces measured with different 
conduits are rigorously proportional to the field and to the 
stream velocity, one may determine by comparison ‘with a 


standard tube the effective depth of any other tabe, which 


may be extremely shallow, and afterwards use the latter as a 
secondary standard. і 
In cases where the electrometer ів inconveniently sensi- 
tive, a large condenser, say of 2 or 8 microfarads, may be 
charged by the induced electromotive force and discharged 
through a ballistic galvanometer. Fields of 50 C. G. S. units 
F eee кесе; ee Се 
have already used my method in the eel of the curves 


of saturation, and of residual magnetisation of electro-magneta, 


‘and propose to apply it in other ways. 


* Translation of a note presented to the French Academy of 


‘Sciences, January 17th, 1898 


P It is only limited practically by the maximum stream at one's 
t Five om. at least for a tube of 5 mm. in depth. 
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NOTE ON CONDENSER SHUNTS. 


By E. RAYMOND-BARKER. 


Messrs. Н. К. С. FisuER and J. C. H. Darby, of the 
“ Eastern Extension” Cable Company's staff, have lately 
brought out a book entitled Students' Guide to Submarine 
Cable Testing.” . | 


There is one matter which might, with advantage, have 


received some attention from the authors of this admirable 
and very practical treatise. "This matter relates to capaoity 
tests on long cables in connection with the rule first suggested 
by F. W.,“ of Alexandrie, in the Electrician of February 
5th, 1892, namely, that if the dielectric resistances of cable 
and condenser be in inverse ratio of the respective capacities, 
8 dead-beat Thomson or Gott balance can be obtained with- 
n: any attendant necessity for correction for difference in 
absorption. 

This means, in other words, that cable and condenser, 
either one, or both, must, for the rule to apply, be so shunted 
that the dielectric resistance (D R) per microfarad be the 
same in both the inductive systems. 


2 


| 1222 
Faf fsa ЮУ : 5, ILE. 
? — — . — 
в„ and в, in above block should be reversed. 


A moment’s thought shows the correctness of this rule, 
and.one or two illustrative examples in this connection may 
not be amiss in this “ Note." | 

A pretty exemplification, by the way, of the above гше is 
the practice, adopted when feasible, of using a real cable of 


comparatively short length, and therefore easily standardised, 
against which to compare a much longer cable, 


as а standard 
the capacity of which is required to be known as a check on 
factory values for, let us say, final tests after the laying of a 
cable. Where this device is practicable, and the cores are of 
similar material, and of like characteristics in regard to D R 
and capacity, a Thomson capacity teat requires no correction. 

This pal pac becomes all the more certain in effect 
if attention be P anis to the law enunciated for the first time 
by. Messrs, Fisher and Darby in their afore-mentioned 
treatise, viz., 

Time of charge = K R seconds. 
where к = total capacity of cable in farads. 

8 = total conductor resistance in ohms. 

Since the D в of a given core varies directly, and its 

capacity inversely as log 2, the D R of any given core clearly 


varies inversely as its capacity, and where, after a correct time 


of charge, this relationship exists on both sides of a Thomson . 
or Gott capacity balance, the expression =: = . holds good 
2 1 


without need of correction. | 

A slight fault in either cable, in the above-mentioned 
example, or a decided difference in the р в characteristics in 
the gutta-percha used in the two cables, would necessitate 
. of the shunting principle. Much more would 
this be во when a cable of comparatively low р R per micro- 
farad is balanced against a standardised paraffin-paper 
condenser of very high p в per microfarad. | 

The following is a practical example :— 


'T, = capacity of standardised condenser = 100 mioro- 
: farads. 


Fi = known approximate capacity of eable = 750 micro- 
f 3 | | 
I, = total р R of cable = 72 8. 


I; = D R to which standardised condenser with a total 
D в of 315 Q (1;) has to be reduced in order to be 
proportionate to т, inversely as the respective 


capacities, 
E t 
I z 
750 
L= d pol xe 72 = 54 0 
po ° F, 100 


What then will be resistance of shunt 5, which, applied to 
I; of 815 Q, will reduce D R to 54 Q rac 


А І. 8 
18 ] that twp 31 
It is olear j nq 
š : 315 x 54 l 
h SA EE pt = 65 Q, 
from which s, nom 55 5 a, 


the application of which resistance between the condenser 


terminals equaliges the respective р R's per microfarad, viz.: - 


Condenser :—54 x 100 Q microfarads = 5,400 О per 


microfarad. 
Cable :—7:2 x 750 Q microfarads = 5,400 © per micro- 
(агай. `. av | 


The shunt of 65 Q may be found inconveniently high; 
the plan may, therefore, be adopted of shunting the cable 
down to, say, 1 О (1,), the condenser shunt being then re- 
adjusted to suit new conditions. 

I; of 7:2 Q to be reduced to 1, of 1 © must be shunted by 
ee еа сиса 

hL — I 72 — 1 E T 


which may be distributed in two leaks, each of 1:16 x 2 

2°32 Q, one at each end of the cable. | | 
Resistance I, to which І, of 315 Q has, under the new 

conditions, to be reduced 


Fi 750 


= = о == комуз =з 1= 7:5 9 
a= т „100 Х "ey 
and for this effect to be produced 1, has to be shunted by 
| 315 x 7:5 
FF а. 
БЕ ga 


The respective р R's per microfarad have now bscome ;— 


Condenser :—7:5 x 100 © = 750 Q per miorofarad. 
Cable:—1 Q x 750 = 750 Q per microfarad. 


By means of glass tubes of distiled water with non- 
oxidisable terminal wires, high resistance shunts are easily 
extemporised and adjusted. 

Distilled water in a tube of 50 mils, (approx.) interior 
diameter was found to give 4°13 О per inch of tube against 
an аша 021 Q per inch for tap water, both at 
60° Fah. | 

With glass tubing bent under heat into a compressed 
helix with non-oxidisable contact wires introduced at short 
intervals, а convenient and. compact adjustable high 
resistance may be devised. | ME | | 

Other liquids of greater or less resistance may be used as 
circumstances suggest. Under certain conditions, plumbago 
or lead pencil lines of various thicknesses on a smooth but 
unpolished ebonite surface prove of service, but liquid : 
resistances show a steadier constancy. 

Anent the Thomson capacity test, Messrs. Fisher and 
Darby remark that it is omitted from their book as the test 
requires a special key. The above diagram shows how an 
ordinary quadrant pole-reverser may be used: 1 and 2 being 
plugged for charge, and 3 for mixing. The best key for 
this test is the Silvertown mixing key designed by Mr. W. A. . 
Price. It is, electrically, the same as the Lambert mixing 
key, but enjoys the advantage of good rubbing contacts, and 
extreme simplicity in construction. 
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NEW PATENTS.—1898. 


Compiled expressly for thie journal by W. P. THOMPSOB й Oo., 
Electrical Patent Agents, 892, High Holborn, London, V. C., te whom 
all inquiries should be addressed.) 


7,398. “Improvements in dynamical machines.” F. STOLZE. 
Dated March 28th. 


7,408. “A new or improved electricity meter.” 
Dated March 28th. 


7,423. “ Process for the extraction of pure metals or metallic 
alloys and carbides by electric heat." H. ASCHEBMANN. ted 
March 28th. (Complete.) 


7,450. “ Au underground electric current delivery for street rail- 
ways." H. Damn. Dated March 28th. ( Complete.) 


7,455. "Improved method of making the active mass in accumu- 
lators." F. FaxsmTzEL. Dated March 28th. 


7,467. "Improved means applicable for use in operating electric- 
ally illumina signs, advertising media, or the like.” W. T. BELL. 
Dated March 28th. 


7,470. “Improvements in apparatus for effecting electrolysis.” 
W. L. Wise. (Solway & Co., Belgium.) Dated March 28th. 


7,471. “Improvements in electrolysis." W. L. Wren. 
and Co., Belgium.) Dated March 28th. 


7,487. “Im ents in electric batteries.“ R. M. Мїнтон- 
Вжиноови and G. F. Exsry. Dated March 29th. 


7,514. “Improvements in plates for battery and other purposes, 
and method of making same." A. WaRBUBTON. Dated March 29th. 


7,545. " Apparatus for electrically winding springs or weights for 
clock movements.” G. К. B. ErPHINsTONE. Dated March 29th. 


7,566. “Improvements in systems of electrical distribution." 
W. L. Briss. Dated March 29th. (Complete.) 


W. Ногмев. 


(Solway 


7,569. “Improvements in electric furnaces.” Н. Н. Laks. 
% Volta,” Anonyme Suisse de l'Industrie Electro-Ohimique, 
witzerland.) Dated March 29th. 


7,570. Improvements in, and relating to, means for connecting 
electric cables." Е. Отоотн. Dated March 29th. 


7,575. “Improvements in furnaces for manufacturing calcium 
carbide, &.“ W. P. Tmoxrsom. (C. L. Wilson, О. Muma, J. W. 
Unger, Н. Schneckloth, A. P. Brosius, and J. О. Kuchel, United 
States.) Dated March 29th. (Complete.) 


7,577. "Improvements in electrical batteries.” N. B. STUBBLE- 
FIELD. Dated March 29th. 


7,583. "Improvements in and connected with electrical switches." 
d E. JaooB* and Wurrm, Јлоовт & Oo., Ілмітвр. Dated March 


7,586. “Improvements in magnetic separators.” A. M. CLARK. 
2 Metallurgische Gesellschaft A. G., Germany.) Dated March 


7,700. Improvements іп and relating to shields for incandes- 
cent electric lampe and the like.” J., Dewar. Dated March 31st. 


7,725. "Improvements in holders for incandescent electric lamps." 
J. M. Human and H.C. Govern. Dated March 31st. 


7,731. “ An automatic electric fog and general signal apparatus.” 
C. Сворр. Dated March 31st. i 


7,754. “Improvements in and connected with electric motors for 
motor vehicles, launches, and for other driving p and in gear- 
ing to be used therewith.” J. T. Rosson, О. H. Manspzm,and Н. W. 
HEADLAND. Dated March 318+. 


7,764. “Ап improved a tus for the electro - deposition of 
metals.” J. H. Hops. Dated March 31st. n 


7,825. “Improvements in interchangeable electric signs and the 
like." C. RALEIGH. Dated April 1st. 


7,855. "Improvements in transmitting electric impulses and 


signals and apparatus therefor.” E. Wirsom, Н. Gopsar, and C. J. 
Evans. Dated April 1st. 


7,862. "New or improved combined globes and shades for in- 
candescent electric lamps and for electric arc lamps and for facilitat- 
ing B ано of advertisements thereto." E. Bomm. Dated 
April 1 


7,873. “Improvements in telephones, electric bell pushes, and the 
like.” A. ANDERS and Vania ыа Dated April 2nd. 


7,895. “ An improved construction of fusible cut-out for electric 
circuits.“ T. Barton. Dated April 2nd. 


7,903. “Improvements in electric interrupters.” J. M. D. Sous. 
Dated April 2nd. (Complete.) 


7,907. An improved electrical cut-out.” 
April 2nd. 


7,929. High insulation electric light switch.” T. L. Jones. 
Dated April 2nd. 


7,940. “Ап improvement in coin-freed electric meters.“ T.H. 
MrwsHALL. Dated April 2nd. 


7,941. An improvement in holders for electrical glow lamps.” 
P. F. W. Simon. ted April 2nd. 


7,958. An improved system of electric propulsion for ships, 
yachts, submarine torpedoes and other purposes.” J. Н. Ваввт. 
Dated April 2nd. 


7,961. “Improvements in electric switches.” A. WiLsow. Dated 
April 2nd. 


L. GREIG. Dated 


ELECTRICAL PATENTS OF 1884, EXPIRING IN 
APRIL, 1896. 


WE are informed by Messrs. W. P. Thompson & Co., that about 90 
applications for electrical patents were filed in the month of April, 
1884. Ооё of these only four have been maintained to run their full 
length of term, viz., 14 years, and being of considerable interest 
we give short abstracts of them below :— 


6,288. “Improvements іп the adjustments of the mariners’ com- 
pass.” 8. М. Mooss. Dated April 12th, 1884. Relates to magnetic 
compasses. The correctors for controlling the errors of the compass 
are attached to the bowl itself, instead of to any fixed part of the 
case, thus securing an invariable position and action of the correctors 
to the compass needle. The magnets for the cardinal errors are 

laced іп а chamber fixed below and forming part of the bowl. 
ey consist of brass rods with a core of magnetised iron of various 
thickness and are made of uniform size to allow of their being 
readily interchanged. They are clamped in brackets working in 
slides of the sides of the chamber, and can be adjusted to any 
position and fixed by set screws. The quadrantal correctors consist 
of two balls of soft iron реч in а line with the magnete of the 
card and adjustable to and fro by screws. They may be fitted either 
inside or outside the bowl with fluid compasses; they are enclosed 
in brass cylinders if in bowl. The final adjustment to make the 
card horizontal is effected by the eccentric weight. 3 claims. 


6,414. “Improvements in apparatus for the extraction of metals 
from their haloid compounds by means of electrolysis." L. A. GROTH. 
(В. Gratzel, Germany.) Dated April 16th, 1884. The haloid salt of 
a metal such as magnesium or aluminium is melted in a vessel. The 
positive and the negative electrodes, the latter, and sometimes the 
former, are surrounded by acylinder of non-conducting material. 
The negative electrode may or may not project through the open 
bottom. The vessel is closed and a pipe is provided for the escape 
of the haloid gas. Regenerative” pieces, consisting of an oxide of 
the metal and carbon may be placed around the positive electrode. 
Several pairs of electrodes may be placed in the one melting pot. 


6,734. ‘Improvements in electric generators and in working them 
by fluid pressure.” Hon. СО. A. Passons. Dated April 23rd, 1884. 
Relates to dynamo-electric machines which are specially constructed 
to be driven by the раро: turbines described in specification 
No. 6,735, д.р. 1884. turbine and dynamo have a common 
axis, and are mounted on the same bed-plate having a bearing 
between them. The bearings are specially constructed to permit a 
slight lateral play, as described in the above-mentioned specification. 
Lubrication and cooling are effected by the circulation of oil supplied 
by a pump, which is forced through the hollow shaft. The armature 
is of the drum type, and the core consists of a number of insulated 
iron discs arranged on the hollow shaft. Atthe ends are insulating 
washers, followed by brass washers forved up by a nut. The iron 
discs are pierced with channels for the reception of the conductors, 
or the conductors may be bound with pianoforte wire. The com- 
mutator consists of several rings of gun-metal segments held by 
locking steel rings. | 


6,770. "Improved means for measuring electric currents.” H' 
Anon. Dated April 24th, 1884. Relates to apparatus for use asa 
coulomb meter or wattmeter, in which the current is caused to regu- 
late the rate of a clock by acting upon the pendulum or balance- 
wheel, a magnet or coil attached thereto being acted upon by „ 
stationary coil or coils, or magnet, in such a way as to vary the rate 
of the clock, and the effect being sometimes increased by iron cores 
or pieces. In the case of а clock with a balance-wheel, the spring 
itself may be magnetised. The measurements are made by comparing 
a clock, influenced by the current, with & normal clock, or by using 
two clocks, one or both of which may be acted upon by the current, 
which impart their motion to a differential counter. Various modifi- 
cations are described. 
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THE LIVERPOOL OVERHEAD RAILWAY 
AND DOCKS. 


A TIMELY article in Cassier's, by Mr. S. B. Cottrell, of the 
Liverpool Overhead Railway, will be welcome to those who 
hold that there is no necessity to go to America for electrical 
railway plant. Everyone seems to have forgotten the excel- 
lent working of this line. 

The bulk of Mr. Cottrell’s article is descriptive and 
general; but we may, at the risk of repetition, give again 
the salient figures of the motive power. The trains 
originally consisted usually of two 45 feet double bogie cars ; 
the bogies, at 82 feet centres, have each four 83-inch wheels. 
Each car carries 58 passengers, first and second class. There 
are now three cars to a train. The motor armatures are 
series wound and ungeared, being direct on the axles of the 
cars, no special locomotive b»ing used. Each motor gives 
1,790 Ibs. traction with 120 amperes, or 107 lbs. per ton of 
train. | | 
A fully loaded train of three coaches weighs 57 tons, of 
which 9 tons 104 cwt. is due to the motor equipment. There 
were originally six 80 feet x 8 feet Lancashire boilers and 
four horizontal compound 400 I.H.P. engines, each driving 
а dynamo of 500 amperes x 400 volts. The combined 
efficiency is 85 per cent. at full load. The additions since 
starting have been two more condensing engines of surface 
condensing type, and also of 400 I. H. P. each, at 100 revolu- 
tions, with 120 lbs. boiler pressure. The fly-wheels are 14 
feet diameter, grooved for 19 14-inch ropes. 

As usual with rope-driven dynamos, we observe that the 
dynamo pulley is placed lower than the top of the fly-wheel, 
go that the ropes, as they travel to the dynamo, are always 
tending to throw off the face of the pulley. This is wrong 
practice. Sudden changes of load are apt to cause the ropes 
to leap in a huge hump and slip badly on the dynamo pulley. 
A dynamo pulley top ought to be higher than the top of the 
driving pulley, во that the rope, running towards the dynamo, 
tends to run under the driven pulley, to encircle as much of 
the pulley rim as possible, and во prevent the humping 
which occurs on change of load. Rope driving is con- 
demned by many electrical engineers. We cannot call to mind 
any place, unless it be at the large Deptford station, where 
proper considerations of the dynamics of rope driving have 
been allowed to influence design. Dynamos are almost always 
placed во that the ropes run down hill to the driven pulley. 
This is never done in factory driving, and rope driving is 
successful there, but the lowest set of ropes is often but little 
removed from the wrong placing, and the slack sides of this 
set of ropes is often noticeable as running so much less 
steadily than the up-running ropes. 

The later dynamos at Liverpool are 500 amperes x 
500 volts each, and they weigh each 244 tons. About 80 
acres of gurface have to be painted every two years. By 
pneumatic process the cost of this painting, including all 
materials, has been reduced from 2°25d..to sc p equare 
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yard. The motors run 40,000 miles before repairs are 
required. They earn £200 in that time, and can be re- 


wound for £25. | 

The importance of Liverpool is to be judged by the fact 
that it is equal to London in the value of its trade, and 
much exoeeds London in bulk of trade, dealing in articles of 
less mass value. Liverpool is the biggest grain centre in 
Europe. It is also remarkable in that its docks extend 


in a continuous line along a river front for several miles, 


and it is the passenger traffic of this line of docks and 
accessories which is served by the electric line. The old 
'bus route only carried 2} million passengers annually; the 
electric line carries now nearly 9 millions, Yet it is certain 
Liverpool has not increased in either trade or population by 
a tithe of the increase of passengers. 

In face of this remarkable fact, we have the management 
of the London Underground shivering on the brink of elec- 
trical enterprise, seeing their trade liable to slip away any 
day in dirt, gloom, and sulphur, yet afraid to make the 
plunge necessary to success. The success of the Liverpool 
line ought to be sufficient to show how traffic may wait for 
facilities and expands as soon as facilities are afforded. Of 
course, there is no comparison between the convenience of the 
electrical line and of the old bus line which used the rails of 
thé dock railway, but the old 'bus line was practically the 
only means of travel along the line of docks, and might have 
been argued to take all possible traffic. Given the facilities 
for more convenient travel, and the travel has at once sprung 
up. It is simply by acting on this principle that America 
owns its thousands of miles of electrical railway, while there 
are во few in England, even with so good an example as 
Liverpool for encouragement. | | 


| In his interesting letter published in our 
Weamerproof last issue, Ме. Dow has unfortunately mis- 
understood the first of our questions. How 
is it possible to maintain such circuits in wet weather?" Our 
query did not refer to the maintenance of a high insulation 
resistance, which we consider, in agreement with Mr. Dow, 
is quite unnecessary for the working of the line 80 long as 
the leakage is uniformly distributed and is not due to one 
or two weak places ; but did refer to its maintenance in good 
repair. The question was asked, because in one part of the 
paper on which we were commenting, Mr. Dow stated that 
the first rainy days of autumn might always be expected to 
produce a fair crop of burn-outs and earths, and in another 
part he stated that work bringing the linesmen into 
proximity with the wires should never be attempted during 
bad weather; and it appeared to us difficult to understand 
how the line was to be maintained in good working con- 
dition, and a good service given, if repairs were not to be 
attempted without stopping down all the circuits, 


-——— — —— 


SOME interesting tests are now being 
made at the general depot of the 
United States lighthouse establishment 
at Tompkinsville, Staten Island, upon a gigantic electric 
beacon known as the Lepaute bivalve or lightning lens 
light. We are indebted to the Electrical World (N.Y.) for 
some interesting details respecting this installation. The 
lantern consists of two lenses, each 9 feet in diameter, 
enclosing between them an electric arc of great power. In 


Testing an Enormous 
Electric Beacon. 


--&he central portion of each lens is a disc having two prismatic 


rings. Outside of this are 190 prismatic segmenti 80 


arranged that the light of the are is totally reflected in each 
add thrown ont in a beam practically non-divergent. In 
. this way nearly the total ligbt of the arc is concentrated in 
two great b»ams, 9 feet іа diameter, direct»d toward opposite 
points on the horizon. The whole apparatus is floated on 


mercury, aud is driven by a powerful clockwork actuated by 
a spring. The period of revolution is once in 10 seconds, so 
that every point on the horizon receives a flash from the 
lens in each 5 seconds, these flashes being of about th of 
a second duration. The lamp, lenses, and suppo:ting frame- 
work weigh about 20 tons, and the friction is so reduced by 
the use of the mercury float that the whole apparatus can be 
easily turned by the pressure of one finger. The arc lamps, 
of which the lens contains two, one at its focus and the other 
arranged to be brought into play immediately upon the 
failure of the first, are of a curiously complicated structare, 
and yet very simple in principle. The arc is struck by hand. 
The two carbon holders are connected together by means of 
a chain actuated by clockwork, the last wheel being a detent, 
in which is engaged а small pawl, operated by ап electro- 
magnet in shunt around the arc. When the arc lengthens 
out and its resistance increases, this coil pulls away the 
detent and permits the clockwork to feed the carbons 
together. The lamps аге of the most elaborats construction 
and finish, but it cannot be said that the complexity com-. 
mends itself to the engineering sense. Both lamp and lens 
were made by Henri Lepaute, Paris, and the whole outfit. 
was exhibited at the World’s Fair, and subsequently at 
Atlanta and Nashville. It was purchased by the United 
States Government, but its location has not yet been 
determined upon, though it will likely be installed at some 
point along the Atlantic coast, if the tests now in progress 
are satisfactory. There is every indication that they. will 
fulfill every condition imposed upon the apparatus. The 
lamps are arranged to carry carbons of from 15 to 60 
millimetres (3th to 2} inches) in diameter, and the current 
consamption varies, of course, with the size of the carbon. 
The original apparatus was provided with an alternating 
current generator of French make, but it has been decided 
to use with the lens an alternating generator made by 
the General Electric Company, driven by a 25 H.P. Ideal 
engine, which takes ita steam from a 25 Н.Р. Fitzgibbons 
boiler. The present tests are being conducted with current 
taken from the local lighting service, the frequency being 140 
cycles per second, and the consumption with 30-millimetre 
carbons being about 60 amperes at 55 volts. It is estimated 
that the horizontal oandle-power of this arc without the 
lenses is not leas than 9,000. Mr. C. A. Lamy, superin- 
tendent of the lighthouse depot at Tompkinsville, estimates 
that the total candle-power of the two beams of light is not 
less than 90,000,000. He arrives at this figure by adding 
together the candle-powers of the various beams emerging 
from the prismatic part of the apparatus and the lenses. 
The beam is of enormous power, and will Ъз easily visible at 
a distance of 100 miles, if mounted in a sufficiently high 
tower. The light can be located even when mounted in 
towers of ordinary height at a greater distance than this, on 
account of the reflection from the clouds of the strong beams. 
When the lantern is installed in service the electric genera- 
ting plant will be in duplicate throughont, to avoid any 
possibility of an accident. It is curious to note that the 
constructors of this apparatus seem to prefer clockwork for 
its rotation. With the alternating current supplied for the 
arc, there seems to be no reason whatever why the rotation 
of the lens should not be accomplished by means of an alter- 
nating motor, a far simpler and more reliable device than the 
elaborate and complicated clockwork now connected with it. 
The lens was set up, and the tests are now being condacted, 
under the supervision of Lieut.-Col. D. P. Heap, Corps of 
Engineers, U. S.A., Engineer of the Third Lighthouse Dis- 
pe zs is ably assisted by Mr. Lamy, Assistant Superin- 
endent. 
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THE UTILISATION OF BLAST FURNACE 
GASES FOR ELECTRICAL POWER TRANS- 
MISSION. 


Br W. H. BOOTH. 


A REFERENCE appeared in these columns some little time 
ago to the tests made by the writer upon the electric light 
д laid down at the Wishaw Iron Works of the Glasgow 

teel and Iron Company for the purpose of proving the 
value of the Thwaite-Gardner system of utilising the waste 
gases from blast furnaces for producing power. At Wishaw 
the power generated is distributed over the works for the 
purpose of lighting up the farnaces, the residuals plant and 
the offices, arc and incandescent lamps being used. The 
gases which leave a blast furnace do во at a comparatively 
low temperature, usually not far from 500° F., more or less, 
or not so hot as the waste gases from many boiler furnaces. 
Possibly it is because of this, and because the waste gases are 
partially employed to heat the hot blast, that it is so often 
claimed that the blast furnace is an economical machine.“ 
True as regards the total heat generated, which may be con- 
sidered as represented by the maximum temperature at the 
zone of fusion, the proportion of heat utilised may seem 
great, but in stating this the true facts are ignored. There 
are only three products from a blast furnace. One of these, 
at present considered the primary product, is iron. This is 
run from the furnace at a temperatare of, say, 2,800° F. 
As the specific heat of iron is only about 0:118, or, say, one- 
ninth that of water, the heat carried away by a ton of iron 
is only equivalent to that carried off by aton of water at 
about 311° F. Assuming 25 cwt. of fuel at a calorific value 
of 15,000 B.T.U. per pound, the heat waste per ton of pig is 
ouly represented by about 46 lbs. of fuel, or 14 p2r cent. of 
the total fuel. 

A further amount of nearly 3 per cent. of the fuel dis- 
appears in the 80 lbs. of carbon which enters into combina- 
tion with the iron. Probably another 3 per cent. disappeara 
in the slag, which is also run out at a high temperature, 
and, if worth the expense of apparatus, could be made to 
give back this heat in heating the blast. Altogether about 
73 per cent. of the fuel energy appears at the tapping holes, 
and certain other heat disappears in chemical changes, in 
setting free CO, from its combination with the ore or flux. 
Then probably there are 15,000 lb. of gases per ton of iron 
with a specific heat of 0°25 at 500°. This represents the 
heat of 125 lbs. of fuel, or about н рег cent. of the fuel. 
This heat is more or less recoverable in heating the blast. 
It is thus perfectly clear that the waste gases must contain 


TABLE I. 
| Blast furnace gas. | 
| A gas 
— | | producer. 

| Wishaw. | Frodingham. 
. P 3 асв NERONE 

| | 
Oarbonic acid .! 575 860 | 66 
Carbonic oxide ... 2475 27:3 19 6 
Hydrogen 2˙33 1˙5 | 6:4 
Marsh gas 075 РЕР | 13 
Nitrogen 6842 | 652 , 661 

= Е | | 
‚ 1000 | 1000 | 1000 
3 | 
Heat units per cubic foot | 978 | 967 | 98:0 
rr eoru ?L⅛wu» 
Calculated cubic feet per І.Н.Р. 7944 ` 8034 | 7927 
— . oe — | | | — 
: | | 

Percentage combustible i 2783 | 28:8 | 273 


— — ——À ꝓö ä öäUi4αtt . ае — —— —— — — — — — ä —— —— 


not much less than 88 per cent. of the total heat capacity of 
the fuel. As this is not visib'e as temperature, it must be 
visible in some other form, and it is so visible as the calorific 
capacity of carbon monoxide, of which gas the effluent 
gases of a blast farnace contain about 28 per cent. 

_ In two samples of gas, No. 1 from Wisbaw where, as usual 
їп Scotch furnaces, coal is the fuel employed, and No. 2 
from Frodingham, where coke will be used and where a 


Thwaite plant is also at work, these percentages are seen to 
hold good. | 

Blast furnace gas is thus fully equal to gas from a pro- 
ducer. A producer is recognised as yielding a gas capable 
of working ina gas engine. Yet the blast furnace gas of 
equal quality has required considerable demonstration to 
convince people of what an analysis ought to have been 
sufficient to indicate to them. | 

Approximately about three-tenths to one-third of the waste 
gases are combustible, the remainder being diluents, and 
calculated on this basis from the analysis of the gas, a full 
half of the original calorific value of the fuel remains, apart 
from the sensible heat, the difference between the 50 or 60 
per cent. remaining, and the above 88 per cent. being 
accounted for in the latent heat absorption of the wet 
materials and the gasefying of locked up CO, of the ore and 
flux as well as in loss by radiation and connection through 
the furnace walls, and by & margin of safety. 

If we base our calculations on the low assumption of one- 
half the fuel being available for power, and we know that & 
liberal allowance for a horse-power-hour in a gas engine is 
1 Ib. of fuel, we may calculate the horse-power of a blast 
furnace as being 1,120 H.P. per ton of fuel u:ed per hour, 
or 1 H.P.-hour per 2 lbs. of fuel, of which 1 Ib. is given 
over to the purposes of the furnace and 1 Ib. remains for 
power purposes. These figures which are calculated on 
liberal assumptions are more than borne out in practice. At 
the time of the writer’s tests, the furnaces were delivering 
a poor quality of gas, yet on the assumption of only 180,000 
cubic feet per ton of fuel fed to the furnaces, the measure- 
ment of the current generated by the dynamo, and of the 
gas drawn from the holder meter in runs of five minutes, only 
showed a fuel consumption of 1:656 lbs. per electrical horse- 
poser, which is to вау, that for each 1:656 lbs. of fuel used 
one horse-power of electrical energy could be delivered 
at the dynamo terminals. If, as seemed probable, the 
furnaces were producing 200,000 cubic feet of gas per 
ton of fuel, the fuel per electrical horse-power would 
only be 1:49 lb. or with an efficiency of 75 per cent. between 
terminals and cylinder, about 1°12 Ib. per I.H.P. The 
works manager obtained better results than these, but not 
more than would be accounted for by known variations in 
the quality of the gas, which may vary its proportion of con- 
stituent combustible between 28 and 38 per cent. As there 
is considerable divergence among different authorities as to the 
number of cubic feet of gases produced for each ton of fuel 
consumed, I have prepared Table II. for the purpose of 
showing in the particular analysis given of the gas at 
Wishaw how much is really produced, observing that this 
particular analysis is of a more than ordinary poor gas, the 
volume of diluent nitrogen being very great—over 66 per 
cent. of the volume. 

From this table it appears that 100 cubic feet of gas 
weighs close upon 8 lbs., so that the average specific gravity 
in pounds per cubic foot is 0°079 as might be expected from 
the large percentage of nitrogen and of carbonic oxide, both 
which hive the same specific weight of 0:0784. The 
heavier carbon dioxide brings up the average slightly. 

From the table it appears that of the total weight of gas, 
1:0503 consist of carbon, the bulk of which is derived from 
the fuel : it is evident that 1 lb. of carbon represents, there- 
fore, 7:525 lbs. of gases. An ordinary blast furnace practice 
allowa 12 cwt. of limestone flux to each 20 cwt. of coke. 
Basing some further figures on this ratio, 6 : 10, we may, 
for a coke furnace, make the following equation :— 


Carbon in 10 cwt. of coke = 10 Р = 10 
j 6 „ flax = 6x Ca CO, = 0°72 
Total ... 10°72 


10 | 
The fuel carbon thus represents 10.7: = 98 per cent. of 


the whole, and we may, therefore, say that each pound of 
carbon in the fuel will represent 98 cubic feet of gas, so that 
one ton of fuel will yield 217,000 feet of gas. 

These figures are not absolate for the particular analysis, 
because it cannot be accarately known how much of the 
hydrogen of the bituminous coal used in this furnace, as 
usual in Scotch practice, is converted into steam and cannot 
appear in an analycis of permanent gases, but they are 
sufficient to indicate that the figure of 180,000 feet per ton 
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of fuel will not be far wrong for a coal burning furnace 
when using a less amount of air. From 80 to 100 feet of 
gas may be therefore asssumed correct per pound of fuel 
used, and as it is very easy to test the volume of gas con- 
sumed by an engine, the power output per pound of fuel is 
readily found. 

The calculations of Table I. are of course besed on the 
customary temperature of 0° Oentigrade. Any test figures as 
to consumption of gas by an engine will show 10 to 12 per cent. 
more consumption than if measured at the base temperature, the 
gas in the holder during my own tests being about 550° F. 
absolute temperature. It need not really concern us how 
much heat disappears in volatilising the cerbonic acid and 
oxygen locked up as solids in the flux and in the ore. The 
only items required are the total carbon which enters the 
furnace and the weight of carbon in the gases. Knowing 
these two quantities it is easy to calculate the amount of 
combustible gas produced by a ton of fuel so long as 
we have the preportions of CO and CO, into which 
the carbon is more or less oxidised. The complicated 
conversions and reconversions, and general chemical 
reactions between the tuyeres and the furnace top 
need not concern us at all It is of course a point 
With metallurgists to obtain as much СО, as possible 


native of a lot of installations thrown back on their hands, 
e partly paid for, and situated in property belonging to 
other eg. 

If, however, some solid security for the payment of this 
class of work could be obtained, the matter would have a 
different aspect; and in a recent report to the Electricit 
Committee of the Plymouth Corporation, Mr. John H. 
Rider, the borough electrica] engineer, sets forth a scheme of 
some boldness, with which it is our intention to deal 
in com with the alternative scheme of the National 
Electric Free Wiring са 

After reciting some of the aims and methods of the 
scheme now ia use by the latter company, Mr. Rider pro- 
ceeds to point out that the system of paying an extra sum 
per unit—this excess being interest on the capital sunk ia 
the house-wiring, &c.—is very unfair to the consumer, 
because the percentage will rise as the price per unit is 
reduced. That is to say, at 8d. per unit an extra charge of 
1d. is 124 per cent., whereas at 4d. it would be 25 per cent. 
He also points out that under this system the more eleo- 
tricity is used the more the customer has to pay 
for fittings, and he classes this as unfairalso. But is not this 
itself an unfair way of looking at the matter? It may be 
assumed that the average consumer will use about as mach 


TABLE II. 


| Weight Weight per 100 | 
P t. 
е Volumes, | cüble. foot. кы 
5 |—————— ecc 
9 oxide = CO | 24°75 0:0784 19404 
yd rogen = 2:33 0:0056 0:0130 
arsh gas = OH, | 075 0:0448 0:0336 
N itrogen -N 66 42 | 0 0784 5:2073 
— — | зс еы ыыы Ый жаныш 
Cubic feet =! 10000 o-o7coss ^! 79038 


| | | 


as an indication of fuel economy, but Lowthian Bell has 
shown there is a limit below which the ratio of CO must 
not fall, and, with power an important рее. the straining 
after a high percentage of CO, would be unnecessary and 
undesirable. The power system thus frees the blast furnace 
management of considerable anxiety, rendering fuel waste 
impossible—indeed, desirable as furnishing a better gas, for 
with all the gas used as power, there would be no object in 
making any more carbon dioxide than could possibly be 
hel The estimate of 1 horse-power from each 2 lbs. of 
fuel is thus well within the mark. | 


(To be continued.) 


"FREE" AND "EASY" PAYMENT SYSTEMS 
OF HOUSE WIRING. 


Br V. ZINGLEB, A. I. E. E. 


Tx above title must not be taken literally, or as the heading 
of a scheme whereby it is sougbt to show that the debtor of 
a wiring company is under no further moral obligation to 
pay his bill to them than he is to his tailor; it is merely a 
summary of the names of two systems, whereby the distri- 
bution of the electric light is to be made more universal, to 
the mutual advantage of the public and the wiring firms or 
electric light companies, the corporations being after all the 
public also. 

With the free wiring system—improperly so called—we 
are all more or less familiar, although there are points in 
connection with its application which have no doubt not 
been fully considered. But with the easy payment system 
the public has not been made familiar, for the simple reason 
that no financial or wiring firm would be able to get their 
shareholders to put their money into a concern which would 
have to spend any amount of money with only the chance 
of getting a small interest in return, and on no further 
security than that of the consumer’s word, with the alter- 


Actual weights of elements per 100 cubic feet of gas. 


Ratio of B 
| Constituents, | ' 
| C. O. H. N. 
8:4 0:8316 1°1088 set бах 
ee eee 609 0:0130 eee 
3:1 0:0252 0 0084 iui 
T $us a | sve 52078 
3 ; 8 0:1935 0 5160 TI) | Tr 
5 
Total 10508 16248 | 00214 62073 
——— ~~ 
7 9038 


electricity whether he pays 4d. or 8d. per unit for it—that is 
to say, the class of consumer for whom the schemes cater. 
He has a fixed number of lamps in his villa, or shop, and he 
uses just those lights which he wants. Therefore, he is not 
likely to use much more electricity at the lower rate than he 
uses at the higher rate; and as there is nothing to prevent a 
supply company from putting down its rate per unit, any 
proportional reduction of the excess for wiring would mean a 
diminution of income to the wiring company unless it could 
be proved that the consumption of electricity increases in 
inverse proportion to the rate per unit. 

As regards the amount of electricity that a consumer 
ee ааг атах аа 
proportion to the actual use he gets out of the wiring and 
fittings rather than for the length of time these goods 
are in his house? If a man hires a piano, he 
has to pay an exorbitant interest on the value of the 
same, irrespective of the fact that he may a use it at 
all; whereas, if he had to pay а certain rate for the number 
of horse-power-hours which he put into the piano, or in 
defanlt of not using it at all, a certain minimum sum 
senting the value of depreciation plus a moderate interest, 
it would be much fairer to all concerned. This is the 
method which the Free Wiring Company have adopted. The 
Board of Trade units used are proportional to the amount 
of benefit that the consumer gets out of his wiring and 
fittings, and there is no reason why he should not pay for 
it at an equal rate, no matter what the cost per unit of elec- 
tricity, as the two things are perfectly distinct. It may, on 
the other hand, be urged that just as it is found profitable to 
give the customer a rebate on the cost of electricity after a 
certain consumption per diem, во it would moat likely also 
be advantageous to all parties concerned to give him a similar 
rebate on the exoess sam per unit for wiring and fittin:s, 
the point at which this rebate should come into operation 
being determined by the sum representing fair interest of 
capital sunk required from him. 

Proceeding, Mr. Rider says that the average consumption 
is about 18 units per 8 C.P. lamp per annum, and he there- 
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fore complains that an excess charge of 1d. per unit for 
fittinge, &c., is equivalent to 74 per cent. per annum, 


аза that the cost of fitting up a house comes to £1 
р T р рег 


ow it is a fair question to ask Mr. Rider whether 


he approves of wiring and fittings being put up for this 
price, even for a large installation. As a borough engineer, 
he will know that good work cannot be done for this price; 
how much less then will it be possible to instal, say, 10 to 20 
lights, the size of installation catered for by this system, 
for £1 per light, including main switch, fuseboard, and 
making good. Even assuming 7} per cent. as being the 
interest paid, is it excessive, when considering that the in- 
etallation is guaranteed for six months, that the consumer 
has no liability as to the time he shall use the installation 
for, and that the company bas to take the risk in this 73 
per oent. of fire, default, and depreciation of a neighbour- 
hood, in which cases they are put to the expense of loss of 
interest or capital, or of taking down the fittings, .—  . - 

The report then goes on to suggest a scheme for spreading 
the payment over a long time во ав to avoid the heavy 
initial cost; such a scheme could not be operated by private 
wiring firms, as we all know that in these days of keen com- 
petition they are more anxious to receive long credit than to 
give it. Mr. Rider also points out that this might be done 
by the Corporation, but that experience has proved that it is 
unwise for Corporations to undertake wi'ing work. This is 
certainly the result of the experiment at Liverpool, where 
the monopoly held by the Corporation for wiring became so 
intolerable that there was not—up to a year or two ago—a 
single good wiring firm in the town. The Corporation 
looked with jealous eyes on any wiring work obtained by 
outside firms, and the latter had no cause to complain that 
the Electricity Department did not enforce their regulations. 
However, this is a digression. 

Mr. Rider's scheme now begins to develop itself in detail. 
He argues: Wiring firms can wire but not give credit; Cor- 
poratious must not wire but cau give credit; ergo, let the 
hin g contractor do the work, and the Corporation give the 

iu! 

Let us give the scheme in his own words :— 

“The wiring contractor would canvass for orders in the 
usual way, and could carry out work for any customer on 
his own terms without reference to the Corporation. But 
when a регғоп wished to avail himself of the easy payment 
system, he would have to proceed in the following manner. 

The quotation to euch customer would be made out upon 
a special form, binding the contractor to carry out the work 
to the satisfaction and under the supervision of the Corpora- 
tion, and naming such a price for the work as would permit 
him to allow a discount of 5 per cent. for cash. 

If the customer agreed to this price, he and the contractor 
would notify the acceptance in writing upon a form of appli- 
cation to the Corporation. This form would set forth the 
terms of the pro agreement, which would be somewhat 
on the following lines, viz. :— | 

(a) That the contractor will carry out the work in accord- 
ance with the conditions, regulations, and other requirements 
of the Corporation, and to the entire satisfaction of the 
borough electrical engineer. 

(b) That the contractor will allow to the Corporation a 
discount of 5 per cent. from the quoted price for payment 
within one month of the date of the work being completed 
and connected to the mains. 

(c) That the customer will pay to the Corporation the 
quoted price in full by means of eight equal instalments, 
the first being sent with the application in the form of a 
deposit, and will pay a similar amount every three months 
ш and after the completion of the work, until the whole 


(d) That the work will remain the sole property of the 

rporation, until the full amount be paid. 

(e) That the customer will be responsible for any damage 
to the work (reasonable wear and tear excepted) while it 


remains the property of the Corporation. 
(f) That all lamp and fuse renewals will be carried out by 
and at the cost of the customer. 


(g) That in the event of а customer's payments being more 
than three months overdue, the supply of current will ba 
liable to be cut off without notice, and proceedings taken for 
the recovery of the whole amount due. | 

(А) That (if required by the Corporation) the customer 


to provide two securities for his due fulfilment of the 
Tf the d ppeared satisf 

If the customer, contractor, and price a satisfacto 
to the Corporation, instructions would be given by the Con. 
poration to the contractor to proceed with the work, and 
upon the proper completion of the same the Corporation 
would pay him the quoted sum, less 5 per cent.” 


(To be continued.) 


A PORTABLE ELECTRIC RAILWAY. 


THE great success of electric street railways has given rise to 
many attempts to apply eleotrio traction to portable or field 
railways. In the earlier attempts the style of construction 
that had been worked out for street railways was applied 
with little chanze to the field railways, no regard being paid 
to the special requirements in the latter case. 

A system, which is designed to meet these special require- 
ments, has recently been worked out at the Field Railway 
Works of Arthur Korpel. From a description of this system 
in the Zeitschrift fiir Elektrotechnik, February 18tb, 1898, 
we give the following summary: 

As in other railways, the track consists of easily tran:- 
portable rail frames, made up of two rails of the usual field 
railway profile 65 to 70 mm. in height, connected together 
by, say, five crossbars (fig. 1). The overhead conductor is 


supported by а fi-shaped yoke which is bolted to extensions 
of the middle crogsbar of a rail frame. These yokes are 
placed about 25 m. apart along the track. The overhead 
conductor is supported at the middle of the upper horizontal 
part of the yoke. The weight of such a yoke is about 50 kg. 
more than that of the ordinary rail frame. 


These yokes are placed closer together at curves, and at 
the sharpest curves it may ba necessary to fit every rail frame 
with a yoke in order to keep the overhead condactor 
sufficiently near the centre of the track. | 

The generating station is fitted in the usual way with a 
dynamo which may be driven by а steam engine, gas engine, 
or turbine, according to circumstances. Two feeders are led 
from the station to one end of the track, one being connected 
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to the end of the overhead conductor and the other to the rails. 
The feeders are fitted with safety fuses. The feeders are sup- 
ported on poles, which may be fixed or transportable, sccord- 
ing to the nature of the line. In the former case they are driven 
into the ground; and, in the latter case, portable stands, fig. 2, 
with disc pedestals are used wben the line is straight, and 
pointed poles with tension wires, fig. 3, at corners. Where 
one of the feéders is connected to the trolley wire, it is 
fastened to one of these anchored poles. : 

A special truck, fig. 4, has been devised for running the 


trolley wire. On this truck is fitted a reel containing the 
copper wire, and a pair of ladders supporting a guide pulley 
at the top. A sufficient length of copper wire is pulled off 
the reel, passed over the guide pulley and the free end is 
fastened to the end of the feeder connected to the anchored 
pole at the end of the track. The fitters’ truck is anchored 
to the rails and the wire is stretched by a block and tackle 
and fastened to the insulator on the yoke. The truck is now 
moved along the track till another yoke is passed, when the 
same operation is repeated. The laddere, reel, and under- 
carriage of the fitters’ truck is made of dry wood saturated 
with some insulating substance, so that current could not 
pass from the trolley wire through the truck to the rails. 

This precaution is necessary because the end of the trolley 
wire is left attached to the truck when the position of the 
track is liable soon to be changed. When the track is to be 
permanent for a considerable time the end of the trolley wire 
is fixed to an anchored pole. 

The solidly constructed motor car, fig. 5, bas, as a rule, a 


motor mounted on the frame of the undercarriage, and 
geared to the driving wheel axes by toothed gearing and two 
pitch chains. The frame of the undercarriage is furnished 
with spring bearings, spring buffers, and coupling arrange- 
ments. Onthe driver's platform is a brake and a switch 
handle. By means of the latter more or less resistance can 
Г put into circuit, and the speed thereby varied within wide 
imita. 

If the gauge of the rails is 500 mm. or more, the motors 
can be fixed inside the under-frame of the cara and be con- 
nected direotly to the axes of the driving wheels by a spring 
coupling. This construction has the advantage of getting 


rid of the dead weight of a special motor locomotive, which 
is of great importance when steep gradients have to be 
ascended. The electric motor has the advantage over most 
other kinds of traction in the great range of its output. 

These portable railways may be used with great advantage 
in connection with factories having spare steam power; ог 
having an electric lighting installation. They may be 
employed for the transmission of. goods during the day, and 
thereby furnish а useful day load to a lighting installation 
which otherwise would have occasionally to stand idle. 


ALUMINIUM WIRES FOR OVERHEAD 
LINES. 


By STUART A. RUSSELL. 


Tue paper on Aluminium as а Rival of Copper and Brass 
for Electrical Conductors,” reprinted in the ELECTRICAL 
Review (March 11th and April 1st), details very ably all 
the points in which aluminium may show itself a formidable 
competitor of copper as an electrical conductor; and the 
author, Mr. A. E. Hunt, whilst allowing that for insulated 
conductors aluminium is beavily handicapped by the extra 
cost of insulation, claims that there is an ample field for the 
employment of aluminium wire for bare transmission lines, 
especially for high potential long distance work and for 
long distance telephone lines. Mr. Hunt quotes figures 
showing that as the weight of copper is three and a third 
times that of an equal volume of aluminium, and as the 
conductivity of the latter is 63 per cent. of that of pure 
copper (Matthiessen's standard), and further as aluminium 
wire i8 now offered for sale at a specially low rate, the prices 
of an aluminium and a copper wire of the same length and 
conductor resistance are equal. A comparison is then made 
between a soft copper wire having a tensile strength of 
32,000 Ibs. per equare inch, and an aluminium wire having 
the same tensile ttrength per square inch and a conductivit y of 
68 per cent. of that of the copper wire, in which it is shown 
that forequal conductor resistance the sectional ares, and there- 
fore also the breaking strain of the aluminium wire will be 
60 per cent. greater than that of the copper wire. whilst the 
“ee of the former will only be 48 per cent. of that of the 
atter. 

Mr. Hunt therefore concludes that the aluminium con- 
ductor could be used in much longer spans than the copper, 
and that the number of expensive poles and insulators could 
be materially diminished. It appears, however, that the 
effect of wind pressure on the larger aluminium wire has 
been altogether left out of account in coming to this con- 
clusion, and the writer therefore proposes to give one or two 
examples to show how this statement must be modified when 
the effect of wind pressure is taken into account. 

Let us assume a wind pressure of 20 lbs. per square foot, 
which is approximately the figure adopted by the Post Office, 
and that the ratio of the effective pressure on а cylindrical 
surface to that on a plane surface is 0 6, then the pressure, v, 
in pounds per foot run of wire will be numerically equal to 
the diameter in inches of the wire, and if w = the weight 
per foot run of wire, the resultant pressure, w, per foot run 
of wire = v w? + pz. Taking as an example the copper 
wire *100 inch diameter, and its equivalent in aluminium, 
of which particulars are quoted by Mr. Hunt, we find for 
the copper wire— | 
0304 lbs. 

100 „ | | 
1045 „ A 
safe working strain with a factor 

| of safety of 4 = 63 lbs., 
and for the equivalent aluminium wire, which will be 126 
inch diameter— 


~~ 
см 


W = 0145 lbs 
Р == 126 „. 
w 1268 „ 
t= 100 ,, 
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To compare these two wires we may find the span, which will 
give the same dip, say, 5 feet for each, using the equation, 


а == 


from which we get a span of 155 feet for the copper wire, 
and of 162 feet for the aluminium one, which shows a slight 
difference in favour of aluminium. This will not, however, 
permit of any saving in poles, as the side strain on the poles 
due to wind pressure on the wires will actually be 25 per cent. 
greater with the aluminium than with the copper wires, and 
therefore heavier poles would have to be used. 

In such small wires the effect of wind pressure is greater 
than with wires of larger sectional area, a3 the surface ex- 
posed to the wind does not increase so rapidly as the 
sectional area; and we shall, therefore, find a greater dif- 
ference in the length of span if we take as an example a 
copper wire of 300 inch diameter and compare it with its 
equivalent aluminium wire, the diameter of which will be 
378 inch. For the copper wire we have 


2736 lb. 


r = 300 5, 
w = 406 y 
t = 567 lbs. 


236 feet, 


whilst for the aluminium wire we have— 


w = 1304 Jb 
P = 378 ,, 
w = 400 _ „. 
t = 900 lbs 
a = 300 feet 


The aluminium line would, therefore, need only four poles 
where the copper line would require five, but part of this 
advantage would be neutralised by the fact that, as the side 
strain on the poles due to wind pressure on the line would 
be 50 per cent. greater for the aluminium line than for the 
copper one, the poles for the former would have to be of 
larger diameter. | 

So far we have followed Mr. Hunt in comparing alumi- 
nium with soft copper, but if we compare the wires in the 
last example with an equivalent hard drawn copper wire of, 
say, 97 per cent. of the conductivity of the soft copper wire, 
and with a breaking strain of about 64, 000 Ibs. per square 
inch, we get the following figures :— 


diameter = 305 inch 
w = 2827 lb. 
Р = 305 ,, 
w = 416 „ 
t 1, 160 lbs. 
a= 334 feet, 


showiog that the advantage as to number of poles and aleo 
as to side strain on the poles lies with the hard drawn copper 
wire. 

Mr. Hunt says in his paper that experiments are now 
being made with an alloy of aluminium having an increased 
breaking strain, and that although these experiments are not 
yet completed, it can safely b» predicted that a wire of 
aluminium alloy can be furnished with a breaking strain per 
square inch equal to that of hard drawn copper, and a con- 
ductivity of not less than 50 per cent. of Matthiessen's 
standard Such a wire would have a diameter about 40 per 
cent. greater than that of the hard drawn copper wire of 
equal conductor resistance, and if we suppose that ita specific 
gravity and price per pound remains the same as for 
aluminium, it would cost from 10 to 15 per cent. more than 
the equivalent copper wire. 

There is another point which should be taken into con- 
sideration, and that is, that the coefficient of expansion per 
degree rise of temperature is nearly 20 per cent. greater for 
aluminium than for copper, so that if the two wires are to 
have the same maximum dip in summer, the aluminium 
wire will have a smaller dip than the copper wire in winter, 
and will be subjected to a greater strain unless allowance has 
been made for this by taking a lower working tension in 
calculating the span from the maximum dip. 


A SIMPLIFICATION OF THE MARCONI 
RECEIVER. 


Dr. Н. Rupp, of Stuttgart, has made an important simpli- 


_ fication in the Marconi receiving apparatus, which he describes 
in the Elektrotechnische Zeitschrift, April 14th, p. 237. To 
restore the resistance of the coherer, Marconi, as is well 


known, employs an electric tapper, working like the hammer 
of an electric bell. This taps the coherer tube, loosens 
the filings and stops the current. This contrivance 
has been found to be somewhat uncertain in its action, and 
when a Morse instrument was used the dots and dashes were 
often not sufficiently separated. | 

Dr. Rupp dispenses altogether with the electric tapper 
in his arrangement, and decoheres the filings by causing the 
tube to rotate on its axis. The rotation of the tube is pro- 
duced very simply by means of the paper ribbon of the Morse 
instrument. The leading-in wires of the coherer are 
mounted in bearings, and a small vulcanite pulley, with 
flanges, is fixed on one end of the tube. The tube is put in 
circuit by two small copper springs, which rub on the rotating 
axes. The paper strip of the Morse instrument passes round 
the pulley between the flanges. | | 

Fig. 1 shows this coherer partly in section. 


Еа. 1. 


The paper spool of the Morse instrument is slightly braked 
by а brass spring, in order to produce a uniform tension on 
the paper ribbon, and thereby a uniform rotation in the coherer 
tube. The arrangement of such a receiving station is shown 
diagrammatically in fig. 2. 


Fia. 2. 


In the circuit of the coherer tube, r, there аге, in addition 
to the battery, E, the resistance, w, and the relay, R. By 
means of the switch, v, either the calling up bell, L, or the 
Morse apparatus, M, with their respective resistances, W, or 
уз, and the battery, B, сао b» thrown into the local circuit; 
W, is a resistance arranged in shunt to prevent sparking at 
the relay. 

Such a station is called up when the tube is at rest, and 
the bell continues to sound until the Morse instrument is 
plugged into circuit, and the paper ribbon set in motion. 

The diameter of the coherer tube to be employed in this 
way must not be too small, and the quantity of filings 
between the silver electrodes must be small enough to roll 
round the glass wall of the tube. When all the dimensions 
are properly chosen the dots and dashes stop at the right 
moment, and the signals are very distiuct—certainly much 
better than with the old arrangement. 


Search Lights and Defence.—A committee of naval 
and military officers at Portsmouth was engaged on Monday 
night testing the position of the electric search lights dis- 
tributed among the forts and batteries of the Solent, and to 
determine whether it was possible for an enemy's torpedo 
craft to steal into Spithead and effect unperceived an entrance 
into Portsmouth Harbour uuder cover of the night. 
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ELECTRICAL ALLOYS. 


Br ROLLO APPLEYARD. 


TEN years ago German metallargists began to study the 
problem of mechanical and electrical ence of the 
cheaper alloys used for resistance coils, They appealed to the 
Reichsanstalt. Metal founders submit Specimens for 
analyais and criticism, elaborate tests were made, and the 
results led to the favour and adoption of manganin and 
„constant an.“ There is still some doubt as to the durability 
of these alloys, but the evidence shows that, with proper 
precautions, manganin constantan may be protected 
against all ordinary sources of deterioration. The history of 
that investigation deserves to be told in full, as an object-lesson 
upon the benefits conferred by a National Laboratory. It is all 
written in Band II. of the Wissenschaftliche Abhandlungen 
der Physikalisch-Technischen Reichsanstalt ; parta of it have 
from time to time been quoted in the ELECTRICAL REVIEW 
and other journals, but several important details have been 
omitted ; it is therefore proposed here to give а summary 
of the investigation more or leas as it appears in the 
original volume. 


J. METALLIC ALLOYS FOR STANDARD RESISTANCES. 


The first step was to investigate the electrical resistance 
of most of the familiar alloys, with the intention of elucidat- 
ing the question of the variation of their specific resistances, 
for it is these variations that most disturb precise measure- 
ments, German silver was next examined, samples being 
taken from that made by Messrs. Siemens & Haleke for 
standard resistances; aleo nickel wire from Obermaier, of 
Nücnburg, and platinum-silver and platinum-iridium from 
Messrs. Heriius, of Hanau. Of these alloye, the particular 
quality of platinum-silver examined was found to be too 
inhomogeneous and too brittle; it had, therefore, to b» 
excluded from the final research. 

Platinum-iridium, on account of its high price and great 
temperature coefficient, was discarded, as it was considered 
to be only of secondary importance for practical purposes. 
In the course of the experiments, the nickel used for coins in 
the Imperial Mint, and mannfactured by Messrs. Basse and 


Belve in Altena, under the trade name of Patent nickel," 
was carefully tested. 

In order to characterise the materials as nearly as possible, 
analyses of the various samples were made in the Chemical 
sr aa of the Reichsanstalt, with the following 
results :— 


TABLE I. 
| че silver Nickel 
— " Messrs. | Siemens 1 Patent nickel. 
and Halske. Obermaier. 

Oopper | 60:16 61:63 74°71 
Zine 20587 19:67 0:52 
Nickel | 14:03 | 18°46 2414 
Cobalt X Trace | 0319 | Trace. 
Iron  ..  .. 00 024 0-70 
Manganese 285 Trace 0:18 | 017 
Tin T - nes m | Trace 
Sp. resistance ..| 300 392 328 
Temp. coefficient | 0`00036 : 0:00030 0 00021 
Thermo-electric ! 

power against Ca. | 144 | 181 291 


For reference, three physical constants are added to the 
table :—(1) The specific resistance in microhm-centimetres ; 
(2) the thermo-electric power against copper in micro-volts 
per 1° C., temperature difference; and (3) the t:mperature 
coefficient. 

In the next case, the effect of rolling the wire was investi- 
gated at various adjustments of the rollers. Copper pieces 
were hard soldered to the ends of the wire under test, and the 
resistance was measured ; then, avoiding tensile strain so far 
as possible, the wire was rolled, and finally its resistance was 
again determined at the same temperature. 

All wires in Table II. show an increase of resistance after 
rolling, varying from 0°04 per cent. to about 0°87 per cent. 


Patent nickel varies least, German silver the most. If the 


diameter of the roller is 40 times that of the wire, only a 


very small increase in the resistance of the patent nickel wire 
is observed; with German silver the increase is about four 


times greater. If rollers of 10 times the diameter of the wire 
TABLE II. 
Resistance in ohms. 
Specimen of wire. Diameter -— | Increase 
of rollers. Before | After Per cent. 
rolling. rolling. 
20 mm. 22408 | 22575, 077 
` 10 „ 22460 | 23594| 060 
1. Standard German sil- 10 „ | 22470 | 226668 087 
ver (Siemens and 40 , | 22425 | 22457| 014 
Halske) 1mm. 410 „ | 22468 | 22561, O41 
40 , 2:2440 | 92500| 097 
10 „ | 19603 | 19698 048 
2. Nickelin (Obermaier) 1 „| 40 „ | 19977 ' 90200) 012 
m " „ 10 „ | 20008 2˙0024 008 
ii ii 03, 3 „ 0099 90198! 049 
3. Platinum -siiver 
(Heraus)... s 03, 4 „ | 20205 20217 006 
4. Platinum-iridium ... 03, 3 „ | 201405, 20190 025 
5. Patent nickel — ... 1 „ | 40 „ | 28687 98701] 0 C6 
" es b wcpod49..3; 11031 ' 10035| 004 
z . . 06, | 24 , | 60106 . 60149, 007 
5 .. 06, 6 „ | 29986 3•0054 093 
A .. 08, | 12 „ |150748 15 0837 006 
й .. 03, | 3 „ | 50683 50973 077 
| 


are used, both of these alloys show a change of resistance of 
about four times the above increment. The canse of this 
increase of resistance by rolling is partly due to stretch, and 
partly to mechanical hardening,. the result of bending and 
twisting. 

Variations due to bending may be prevented чет easily 
and effectively in standard resistances, by 5 wires 
permanently to metal with a strong costing of shellac. 

The quasi-permanent resistance-changes due to heating of 
the material are much more serious. In order to investigate 
them, bobbins of the foregoing metals were heated for several 
hours in a dry oven at 40? G., 100? O., and 150° C., and then 
again at 100" C., measuring the resistance before and after 
every heating. Table III., column 6, shows the alteration of 
resistanoe, corresponding to the various temperature ranges, 


TABLE III. 
| 
Resistan ; 
Specimen of wire. | M тее before e, „fter | маса 
1 9 8 © | 6 | 6 
Hours. Degas. CO. Ohms. & 19705 Per Dod 
А 7. | {40 | 19698) 1 + 
1. бешш оаа 3' | 150 | 19706 19875 | +085 
е). 1mm||;5 100 | 19875 19878 +0 o 
: 7 40 | 20000 0007 | +40 
2. Nickelin Oe 3 150 20007 20146 ` +069 
m. 6 100 20146 | 20147 ; +001 
8 140 208704 101 | 00 
| 2 150 28692 28575 — 04 
3. Patent nickel. 1 mm. 4 9 100 28575 28576)' + 000, 
(|8 100 | 2:8576 | 28577 | + 000, 
(5 100 | 60149 90006 m 0 15 
| ij 4 100 600561 60048 — 
4, Patent nickel. 0°6 mm. 2 150 | 6 0048 59962 E 014 
3 100 59962 59963 + 0:00, 
салю 9963 | 59964 | +0'00, 
8 40 | 150837 150779  — 004 
5. Patent nickel. 0:3 mm. < 2 150 150779 | 16°0067 — 0°47 
3 100 | 150067 | 16-0071 | + 0-00. 
6 40 | 60970 рг — Ds 
: 3 100 | 0094 | 50863 – 0 
(2 100 6°0726 650726 0 


Patent nickel gives a diminution, German silver and nickelin 
an increase, of the specific resistance after heating. The 
first heating, 40° C., produces a alight but definite alteration 
with all the wires. With the next heatings, 100? C. and 
150° C., German silver and nickelin have very nearly 
the same order of in which is approximately 
double of the diminution exhibited by patent nickel. Heat- 
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ing at 100? C., after previous long continued heating at 
150° C., influences German silver and nickelin only very 
slightly; with patent nickel, as a general rule, there is no 
difference within the limits of observation. The important 
results derived from these experiments are: (1) that tke 
specific resistance of German silver and nickelin can ba made 
approximately constant, by prolonged heating at 150? C.; 
and (2) that the specific resistance of patent nickel becomes, 
within the limits of observation, perfectly constant under the 
same treatment, so that it does not undergo any subsequent 
changes even when heated to 100? C. Secondly, the experi- 
ments show that, of the materials investigated, patent nickel 
is essentially better than German silver and nickelin as a 
material for standard resistances. The above variations are 
considered by the Reichsanstalt to be due to the presence of 
zinc in the German silver апі in the nickelin samples. 
Resistance Alterations due to other Influences.—Of the 
other influences that can bring about variations in the re- 


sistance of metullic alloys, oxidation has firat to be con- 


sidered. The results show that shellac is effective in 
preventing oxidation, even with the alloys most liable to be 
attacked. The thermo-zlectric force of the above specimens 
against copper, brings about apparent changes of resistance. 
These changes are most observable with low resistances used 
with large currents; but by suitably designing the resist- 
ances and apparatus they can be nullified. 

Of much more importance are the changes of specific 
resistance with temperature. There is no means for com- 
pensating these change», they can only be held within limits 
by careful jacketing in oil baths, meanwhile observing the 
temperature of the oil. They constitute the principal cause 
of uncertainty in standard resistance coils, and they form 
the starting point of the investigations of the Reichsanstalt. 

Klemencic studied the properties of platinam-iridium and 
several other alloys used as standards of electrical resistance. 
He investigated platinum-iridium, platinum-silver, German 
silver and nickelin, but without giving analyses of the 
samples. The Reichsaustalt have since examined some of 
the nickeliu alloys used by him, and they find their com- 
position to be :— 


Copper. | Nickel. Manganese. 
1. Bare wire us 754 246 Trace. 
2. Covered wire... T 75:5 24˙5 Trace. 


thus corresponding with the patent nickel in Table I. 

The different materials were test:d with regard to their 
specific resistance, their temperature coefficients, and their 
tbermo-electric force against copper, also the change of their 
resistance with time, the influences of mechanical deforma- 
tion, and of moderate temperatures. As a result of the 
whole investigation, it is found that German silver is of all 
the alloys the least suitable material for standards of resist- 
ance, since it is the one most influenced by mechanical 
deformations. In this regard the Reichsanstalt conclusions 
agree with those of Klemencic. The temperature-chances 
in Klemencio's experiments, though comparatively small, 
were quite great enough to produce noticeable acceleration 
of the resistance variations. He himself says: “It would 
perhaps be possible to bring newly-construoted resistance 
coils to a final steady value by submitting them for a coa- 
siderable time to a fairly high temperature." But he did 
not pursue this idea very: far. In his investigations, 
platinum-eilver, such as was recommended 30 years before 
by Matthiessen, proved the best; in the Reichsanstalt experi- 
ments, however, this material seemed to lack homogeneity. 
With regard to the use of “nickelin” (patent nickel) of 
standard resi:tances, Klemencic says: “it has many good 
properties, but its high thermo-electric power against copper, 
and the small degree to which it can withstand chemical 
actions, must be regarded as unfavourable.” This alloy is 
very generally used in the construction of coils for ordinary 


resistance boxes. 
(To be continued.) 


American Pigs for the Clyde !—It is stated that a large 
quantity of American pig iron has been brought into the 
Clyde at 10s. per ton below the price for which English iron 
could be obtained in this country, and should it prove equal 
to spacifications, it is said there will be a large importation. 


SOME FACTS ABOUT WIRELESS TELE- 
GRAPHY. 


THERE have been many wrong conjectures and misconcep- 
tions in this country on the subject of wireless telegraphy. 
The controversy that broke forth on the question of allocating 
credit to the originators is no doubt still fresh in the minds 
of our readers, We are not anxious to revivify the differences 
that have marked the introduction of this new system of 
signalling, and to that end we shall, as far as possible, con- 
fine our remarks to the experiments that are being conducted 
in this country by Mr. Marconi. To begin with, however, an 
error perpetrated by a contemporary which still remains 
uncorrected ought to be swept away. The postal authorities 
are not conducting experiments on wireless telegraphy 
b»tween Bournemouth and the Needles, and never have been. 
A want of knowledge has attributed to the Post Office what 
has really been done by the Wireless Telegraph Company, 
under the supervision of Mr. Marconi. 

We have been in touch with the Bournemouth experi- 
ments for months past, and last week we had the privilege of 
taking some part in the transmission of messages between 
Bournemouth and the Needles by the methods of Mr. 
Marconi. | 

It is hardly necessary to say that successful experiments on 
wireless telegraphy have not been confined to this country. 
In Italy and Germany indefatigable workers have been able 
to give very remarkable demonstrations. The most note- 
worthy are those of Dr. A. Slaby, whose achievements have 
been often quoted in this country аз a means of disparagin 
Marconi’s work. Dr. Slaby himself is more generous, an 
at the present stage it is interesting to quote the following 
passages from his recent work :— 

„Like many others I have also taken up this study, but 
never got beyond the limits of our High School. Even 
with the aid of parabolico reflectors and great capacity 
I could not attain any further. 

Marconi must have clearly added something new to the 
knowledge by which distances of a kilometre long were 
attained. I at once resolved to go to England, where the 
telegraph authorities were making greater experiments. 
Introduced through my friend Mr. Gisbert Kapp to Mr. 
Preece, chief engincer of the English telegraph administra- 


tion, I was graciously allowed to participate in these. What 


I saw was something new; Marconi had made a discovery ; 
he worked with means, the full importance of which had not 
рзеп recognised, and which alone explain the secret of his 
success. | 

“Т ought to have said this at the commencement of my 
subject, as later, especially in the English technical press, 
the novelty of Marconi's process was denied. The produc- 
tion of the Hertz waves, their radiation through space, the 
sensitiveness of the electric eyes, all are known. Very good; 
but with these means 50 metres were attained, bat no more. 

* In the first instance, Marconi has devised for the process 
an ingenious apparatus which, by the simplest means, attains 
certain resalts. He has thus first shown how, by connecting 
the apparatus with the earth on the one side, and by using 
long extended vertical wires on the other side, telegraphy 
was possible. These wires form the main feature of his 
invention; the term ‘wireless telegraphy’ is, therefore, 
really incorrect. It would be more correctly termed spark 
telegraphy, in contrast to the present telegraphy by the elec- 
tric current. 

* I will first of all discuss the constructive apparatus. 
The principal part of the apparatus is the electric ‘eye.’ 
After many experiments, Marconi considered a metallic 
powder, or rather a mixture of metallic powders, 96 per cent. 
hard nickel, and 4 per cent. silver, to be the bæt. It is pro- 
duced by filing with clean and dry files. This mixture is 
sealed in a glass tube between two silver balls, the limited 
surface of which is slightly amalgamated with mercury. 
The finer the layer of powder, the more sensitive the ‘eye,’ 
i.e., the lower the force of the rays, the better the action. 

„The layer is only about 4 mm. thick, and only from 20 
to 25 metallic grains can be introduced. The exact percen- 
tage of silver given is comparatively unimportant; it can 
only be said that & larger quantity of silver grains make the 
tube more sensitive, which is of no advantage, as the more 
silver, the more defective the interruption by concussion 
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after signalling. To effect certain results, which is the main 
point, I entirely omit the silver, and use only nickel filings. 
Marconi further recommended the tubes to be exhausted 
after filliog, and hermetically closed. The former is, accord- 
ing to my views, unimportant; the hermetical closing is, 
however, to be recommended, as it ensures the correct posi- 
tion of the confined silver plungers. The entry is effected 
by platinum wires, which are welded to the silver plungers. 


It is, however, of the greatest importance to select with the 


microscope, metal grains of the moet, uniform size possible, 
the sharp edged, jagged and pointed being the most acoept- 
able, and the round grains being the least. Before filling they 
must be carefully cleaned and dried. In spite of everything 
one is, however, dependent on chance; some have always to 
be rejected, partly through having too little or too much 
sensitiveness, partly on account of an absence of capacity of 
interruption." 

Dr. Slaby, after giving further details of Marconi’s 
apparatus, proceeds to say:— 

* Arriving home, I at once commenced to repeat the 
experiments. I constructed the apparatus in every respect 
according to Marconi’s system. Several simplifications were 
made subsequently which have proved useful.” 

The evidence of Dr. Slaby ought to be fairly conclusive 
that Marconi had made distinct advances on anything pre- 
viously attempted. 

Retarning, however, to the experiments at Bournemouth. 
It is perhaps necessary to say that the Wireless Telegraph 
Company have had since last November a signalling station 
at Bournemouth, and one at Alum Bay, on the Needles, Iele 
of Wight, the position of these places with regard to each 
other being clearly shown on the section of map. The dis- 


tance between the two points is 144 miles, and messages 
are sent between the two ene with facility and accuracy. 
Swanage is to be very shortly brought into electro-magnetic 
communication with the Needles. 

We have at different times spoken of the apparatus used 
in Marconi’s system,“ and at the moment it is scarcely im- 
portant to refer to the aaa po in detail, especially as the 

uotation from Dr. Slaby includes an account of the chief 
eatures of Mr. Marconi’s system. 

A room in one of the houses facing the sea at Bourn: - 
month is fitted up with the eo ee for sending 
and receiving signals. Even in a locality where masts and 
ey ae are common, the height of the pole facing the sig- 

ling station would probably attract attention. It is 
about 115 feet high, and from the top of this is suspended 
either an insulated copper wire, or, as on the occasion of our 
visit, a wire netting some 9 inches in width may be employed. 
The wire netting is suspended from the pole by means of a 
long ebonite stick, two coils of wire at this point being 
employed in order to give &n increased capacity. Means are, 
of course, taken to prevent the netting or ihe wite coming into 
contact with the pole. The end of the conductor is carried 
through a window into the room where the transmitting and 
receiving apparatus is arranged. Upon entering the room, 
tbe scene of such remarkable performances, one is struck 
with the simplicity, indeed, the sparseness of the apparatus. 
On a small table near the window is a large 10-inch in- 
duction coil, and a Morse key, which forms the sending 
apparatus, while close by is a metal box some 2} fert 
in lengtb, which contains the receiving apparatus, 
the coherer, a relay and the tapp2r, while an ordinary Morse 
printer completes the receiving equipment. A few cells 


* A full description of Marconi’s apparatus appeared in the 
Егкотвісаг, Review for July 16th, 1897. d à 


arranged underneath the table completes the apparatus for 
sending messages across space. After an examination of the 
instrumenta, we had various special m gent by the 
operator, with a request that they should be repeated; the 
messages were by no means easy, and, as one was а code 
message, there was no context to enable the operator at the 
Isle of Wight end to guess the words. Yet, difficult as it was, 
the code message came back exactly as it wassent. Al her 
we were sending messages backwards and forwards for 
upwards of an bour, but in no single instance was there any 
trouble in reading the signals. 

As we have already remarked, a 10-inch coil and a Morse 
key constitute the sending apparatus. The coil at the 
Bournemouth end is worked by means of a small battery of 
accumulators. The sparks from the induction coil are made 
to pass between two small brass balls, about 2 of an inch in 
diameter, and placed about an inch apart. In the process 
of sending a meesage one sphere of the induction coil would 
be connected to the end of the vertical wire, while the 
omg на be о to Fa The Р o n of 
the Morse key, by regulating the pessage o current 
between the battery and the coil, governs the discharge 
between the spheres, and gives rise to the electro-magnetic 
waves in the length of vertical wire which affect the appa- 
ratus at the receiving station. It is interesting to mention, 
as showing the tendency to simplify the Marconi appa- 
ratus, that in the Penarth experiments it was necessary, 
for the purpose of transmitting signals over a distance of 
eight miles, to employ an 18-inch induction coil; but 
it has been found that perfect signals can now be obtained 
between Bournemouth and the Needles with a 6-inch coil. 

It is necessary, when the sending and receiving instru- 
ments are adjacent to one another, to provide а metal screen 
between them. 

Both at Bournemouth and at the Needles the whole of the 
receiving apparatus, with the exception of the Morse instru- 
ment, is contained in a metul box. We need hardly dwell at 
length upon the receiving apparatus ; it consiste merely of 
the coherer, the constraction and action of which are well 
known. The coherer puts into action a one-cell battery, 
which operates a relay. The relay makes and breaks con- 
nection бы неш а 12-oell battery апа a Morse instrument, 
which prints the m The coherer is about 14 inches 
in length and about Toth of an inch in diameter. When 
receiving a message the end of the vertical wire is connected 
to the coherer, which then becomes sensitive to electro- 
magnetic waves. The necessity of decohering exista, and to 
restore the coherer to its original non-conducting condition, 
after being affected by the 5 waves, which 
go to make a distinct signal, an electrical tapper is provided, 
which operates automatically and taps the coherer back to 
ita normal state. 

After spending a considerable time at Bournemouth 
dictating messages and having them repeated, we passed over 
to the Needles to examine the station there. The instru- 
menta are arranged in а room in the Needles Hotel, and are 
practically identical with those in use at Bournemouth. The 
vertical wire is attached to a mast about 150 feet high, 
though the entire height of the pole is not utilised. Messages 


were sent backwards and forwards for some time after we 
arrived on the island, and at 9 o’clock in the evening of the 
same day we again witnessed for about an hour and a half 


the transmission and receipt of messages. Moreover, we 
availed ourselves of the m to send a telegram to London, 
the message being sent from the Needles to Bournemonth, 
and there handed in at the local telegraph office. We 
had a further opportunity next day of testifying to the 
facility and accuracy with which signals could be sent 
and repeated, though it hardly necessitated these various 
tests to convince us of the successful working of the system. 
Many of the Morse messages we brought rep uis us, and 
a further examination of them demonstrates beyond doubt 
the clearness and strength of the signals, Admittedly the 
signals were slow, the average speed in transmission being 
probably no more than 12 words per minute, but it must be 
added that no attempts whatever had been made to send 
fast signale, the sim being rether towards reliability than 
жа 


The system has now been in use between Bournemouth 
and the Isle of Wight for some months, and the variations 
in weather have had practically no marked effect upon the 


VoL 42. No. 1,065, Арап, 22, 1898.] 


THE ELECTRIOAL REVIEW. 


589 


— . ————— AVR metal 


signals. If there is any difference, it is that foggy and stormy 
weather is the most favourable for the transmission of signals. 
The experiments have not been entirely confined to signalling 
between shore and shore. Quite a large number of successful 
results have been obtained in signalling between ship and 
shore in the very worst of weather. In this case a mast, 
50 < high, was erected on a steam tug, and gave excellent 
Bign 


The next move in wireless telegraphy is the erection of a 
station al Swanage, which is 18 miles from the Isle of Wight; 
this is in course of construction, and no doubt will soon be 
in о ion. A still more ambitious scheme is in contem- 
plation, and that is 1 between the Isle of Wight 
and Cherbourg, a total distance of 60 miles. We need hardly 
say we shall follow these experiments with the greatest 
interest. 

Mr. Marconi deserves the congratulations of all scientific 
men for the singularly able and ingenious manner in which 
he has bis dn wireless telegraphy to a practical issue. 

Our thanks are due to Mr. ni and to Mr. Jameson 
Davis, the managing director of the Wireless Telegraph Com- 
pany, for freely giving us information and permitting us to 
witness practical tests on the system. 


INDUCTANCE IN TELEPHONY. 


By W. MOON. 


(Concluded from page 504.) 


Тнв condition being fulfilled, and £n being constant, it will 
be found that the greater the difference between 8 and & when 
в + в = constant, that the is the current in the 

dary circuit. For if the value оѓ “А” be filled in 
equation (2) it can be written ' 


Em 


es agian | 


| M? 


and if pL, p Nand p м be written as resistances since they 
are to bear a constant proportion to R and s they may be 
written pL = n R, pN = NS, р? м? = рэт ма = апі вв. 
Filling these values in (4) it reduces to 


Em 
N as {tD i tat 2 0 n] 


where the quantity in the brackets is a constant, and since 
the product & 8 is least at either end of the line, and greatest 
when в = 8, it is evident that the nearer the transformer 
is placed to either end of the line the greater will be the cur- 
rent in the secondary circuit. 

Moreover, at a particular point between the centre of the 
line and. E the current in the secondary circuit would be 
equal to that in equation (8) where no transformer is used, 
and for any position nearer “ =” than that point the cur- 
rent in (4) would exceed that in (8) in proportion to the 
nearness of the transformer to Е. And this is the explana- 
tion of the use of the induction coil with telephone circuita, 
where the work done by the battery is much greater, and, 
consequently, the secondary current is much greater than if 
the microphone were used on the circuit direct. 

The induction coils used with telephones are not of the 
closed pu run circuit type. The primary current of a tele- 
phone induction coil is undulatory but not alternating, so 
that the inductances of such coils are single current induc- 
tances, and it is n to use coils with broken magnetic 
circuits having but little residual magnetism. 

As the presence of a secondary circuit affects the impe- 
dance of a primary circuit, it is interesting to note the effect 
of sheathing such pieces of apparatus as indicators and 
transformers, as such sheathing acts in every way similar to 
a short-circuited secondary circuit. 

If the value of „ be filled in the denominator of 
equation (1) the impedance of the primary circuit works 
out as 


2 273 р? м? i 3 м3 __ 
N в? + p! L3 + ——7 — — (2R8 4 p? м? — 2 p! L н), 


в? + р? м? 

from which it can be seen that the quantity in the brackets 
is positive when 2RS + p? M: > 2 p? L N, is zero when 
2 RS + р? M = 2p? LN, and is negative when 28 8 + 
p! м? < 2 p? LN, and, therefore, that the current in the 
primary circuit is increased by the presence of a secondary 
circuit when 2 R 8 + p? м? < 2 p? L N, and reduced when 
2вв+ D M > ртм. 

Which of these two cases would result depends on the 
relative values of the resistances and inductances as well as 
upon the pitch of the voice. But generally it seems that it 
is not advisable to sheath telephonic coils with solid metals. 
And that if indicators are sheathed with iron to give them a 
magnetic circuit of less resistance that it would be advisable 
to split the sheathing from end to end to prevent it acting 
as а secondary circuit. 

The inductance of a metal sheathing can be calculated 
from the measured inductance of a coil of wire ocoupying 
the same space and having n turns since the inductance of 


the sheathing would be E that of the coil. And the mutual 

induction between the sheathing and the primary coil would 
1 А А І К 

бе — that of the primary coil and the coil occupying the 


space of the sheathing. 

The cores of electro-magnets act as secondary circuits in 
the same way as an iron sheathing, and for this reason 
telephonic induction coils and transformers are provided with 
cores of iron wires oxidised on the surface. It is doubtful, 


Fria. 5. 


however, whether the insulation thus procured is all that 
could be desired. A more efficient core for an induction 
coil can be made by winding iron foil up in a coil with paper 
insulation between each turn, as shown in fig. 5, when the 
straight line representa the iron foil, and the dotted line the 
т, | 

А transformer сап be similarly made with iron foil in 
strips with paper insulation, as in fig. 6. 
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The advantage of these methods over the use of wire, is 
that apart from a better insulation, more iron can be got in 
the same space. 

If, in a transformer in which the inductance of the two 
coils and the mutual inductance between them is equal, the 
inductance of the coils be separated from that of the lines b 
substituting Li + M for L and N, + M for м in equation (4 
this equation reduces to 


En е 
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From which it can be seen that the greater м is made the 
nearer the current in the secondary circuit approaches 
111.11. CREER 
м(в + 8)? + р (Int N)? 

In a tranformer in which LN = м? the current can be 
expressed in the number of turns of wire in the primary and 
secondary circuits, Let L = n? к, N=n,? k, and M=n n, К. 
Then if these values of L, N, and м, be filled in equation (4) 
it reduces to 


у= 


Em 


qum Jue. n eee 
RS M n, . nM 
V 
where Kk is a constant depending on the form and size of 
the transformer, and R and s are the resistances of the 
primary aud secondary circuits which are free from induc- 
tance except in the transformer itself. 

The mean E. M. F. of a generator can be measured by 
comparing the deflection produced in a galvanometer by half 
a revolution of the armature, with the deflection produced by 
the discharge of a condenser. 

If a condenser of capacity “r,” and charged with 
ү E. M. F. e,“ be discharged through a galvanometer 
then 


dy = F 6, 
and the discharge from the generator 


Фл © е 
== =f odt, 


where Ф is the flux of force and n, the turns of wire of the 
armature, and “w” the total resistance of the circuit. 
Hence the mean E.M.F. generated when the armature 
revolves n times per second is 

^ Fe2n vw. 


1 


F., = 2 m ch n = 


Two generators of which the E. M. Fs. were thus measured 
gave 16 and 26 volts respectively. 

It is found that telephone receivers speak much londer 
when they contain a permanent magnet, than when they do 
not. The action of the magnet in the receiver can be thus 
explained :— 

he pull of an element of the diaphragm in the direction 


2 
of the magnet is £ sin 0 d s, where [3 is the induction and 


6 the angle the lines of induction make with the diaphragm. 
Hence the pull on the diaphragm is 


1 J Brio o d s 
8 т 


Assume this equal to Ф Then when a current passes through 
the coil of the telephone the flux would be altered to Ф + @,, 
and the pull to 


(Ф + Ф,)? — ch? + 2 ф Ф, + cb, 


so that the alteration in the pull that determines the motion 
of the diaphragm would be + 2 & Ф, + $;?. Obviously Ф, 
is much smaller than Ф, so that the loudness of the speech 
ig proportional to the strength of the magnetism of the 
permanent magnet. 

If а soft iron core, instead of a magnet is used, Ф still 
represents its magnetism, that is, ita residual magnetism, and 
hence the speech is not nearly as loud. 


CORRESPONDENCE. 


Hoisting Gear for Street Lamps. 


With reference to the Davy hoisting gear which you described 
in а recent issue (р. 469), it would, I fear, be very difficult 
to carry the steel wire rope round the semi-circle of the 
carrier op small rollers, as shown in the drawings. To start 
with, how is one to get the rollers in position in the hole, 
and supposing that possible, not much space is going to be 
left for the two cables. 

The makers must have early recognised this difficulty, as 
the sample lamp at Bath, which is referred to in your article, 


had the steel rope extending from the top of the post to the 
end of the carrier, just above the contact springs; a sort of 
short cut, which does not look so neat as when the rope is 
entirely hidden, but which is effective enough. 

In the 84 lamps which the Electric Construction Company, 
Limited, are now erecting at Bath, the steel wire rope is 
simply allowed to slide on the inside of the tube of the 
carrier, and the cables are kept from fouling it by means of 
a sheet-iron partition, which is slipped into the carrier before 
itis wired; the two electric cables resting side by side on 
this partition. 

The writer thorcughly tested the first lamp-post and gear 
for Bath, and found this arrangement satisfactory, the extra 
friction due to the steel rope rubbing on the tube being 
apparently very small in comparison with the total weight 
requiring to be boisted. A teet was also made to see what the 
life of a n- inch diameter steel rope would be under these 
conditions, and it was found that the wear after 10 years of 
service might fairly be assumed to be inappreciable. The 
diameter of the rope is really governed by the question of 
how large а wind сай be got into the space at disposal 
inside the post. A }-inch diameter steel rope and a 3-inch 
diameter winch seem about right. 

There are several minor improvements in these lamps for 
Bath, thus two pawls working at half tooth are employed 
instead of one, and merely pushing the raising and lowering 
handle home lifts the pawls out of gear by means of a cone. 
The handle is fixed to an aluminium hand-wheel, so that in 
lowering the attendant may use his hand as a brake against 
the rim of the wheel. The contact is slightly different to 
the one you described, and it was found advisable to intro- 
duce a ball and socket joint immediately above it to allow 
for slight swaying in a bigh wind. 

There can be no doubt that this raising and lowering gear 
has come to stay, and great credit is due to Messrs. Davy and 
Davies for introducing it. The fact that when the lamp is 
lowered it is automatically cut off from the circuit acts as 
an additional safeguard, besides the double loop of cable 
which was required. With the old-fashioned type of lower- 
ing gear was an additional expense, very liab'e to foul and 
kink, and the cause of an extra drop in voltage. 

Corner brackets are a bit troublesome to fit with the gear, 
especially when there is à shop-door or window immediatel 
below; but for tramway poles (especially centre poles), whic 
also carry arc lamps, the lowering gear will be very useful, 
because trimming lamps with an ordinary ladder is a trifle 
dangerous, on account of the vibration and the live trolley 
wires close by, whilst, on the other hand, the traffic generally 
prevents a truck ladder being wheeled into position. 


Ernest Kilburn Scott. 


Jerry Wiring. 


I had hoped the day of jerry ee over. Unfor- 
tunately, it is not. The specimen sent herewith is a sample 
of wire which ] yesterday took out of an installation. This 
wire, you will see, is fair outside bell wire. I might mention 
that a large portion of this wire had been ran under the 
floors without any casing, in holes bored ip the joists. When 
will fire insurance companies learn that it is advisable, from 
their point of view, to safeguard their interests ? 

In justice to South Shields, I must mention that the work 
was not done by a South Shields firm. 

Jos. A. Jeckell. 


Blasting. 


The communication from Mr. Barnes, in yours of the 8th, 
is very interesting. The points he mentions to help guard 
against a repetition of the serions accident which arose while 
testing detonators are useful, but it suggests to my mind a 
farther consideration. Is it not a mistake to allow unskilled 
persons to test at all? The sensitive bridge of a low tension 
fuse is easily broken, and thus the fuse is spoilt; hence the 
necessity for constant testing. But with good, reliable, 
properly constructed “ high tension” fuses this is never в0— 
once made good always good. I think the lesson to be learnt 
is: Use a good high tension fuse which needs no testing. I 
speak in their favour with a wide experience of 25 years. 


Frank Brain, A. M. I. C. E. 
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Referring to the testing of electric detonators, your corre- 
spondent of the 8th inet. is in order in stating that, had the 
operator not tried to test the high tension electric detonator 
fuses with the magneto, all would have been well; but it is 
useful to those concerned that some of the points should be 
more directly referred to. 

It cannot be too widely known that high tension electric 
detonator fuses cannot be tested for continuity at all without 
almost certain explosion, as will be realised by the sectional 
sketch in page 9 of Nobel's explanatory pamphlet, Electric 
Shot Firing” (of which copy is enclosed). 

Low tension electric detonator fuses (page 10) are pre- 
ferably tested for continuity with a single cell and galva- 
nometer, and then at a safe distance, or with the detonators 
thoroughly shielded. 

Electric blasting being a safe method, is becoming very 
popular, and it is most desirable that all who use high or 
low tension electric detonator fuses, should obtain from the 
company who make, or the agent who supplies the goods, 
tome explanatory instructions, such as Nobel's issue to custo- 
mers, and there need be no danger. | 

In high tension electric detonator fuses the ends of the 
wires, touching the fulminating mixture, are about ith of 
an inch apart ; it is, therefore, quite evident that they cannot 
be tested for continuity without the “arc” so formed firing 
the flash mixture, which in turn fires the detonating mixture. 

In low tension electric detonator fuses the platinum wire 
bridge is continuous through the flash mixture, so that with 
a single cell and galvanometer one obtains a deflection of the 
needle, showing the circuit complete. As the electromotive 
force and current are so moderate, the platinum wire is not 
heated sufficiently to fire the composition. 

In all matters pertaining to high explosives, the principal 
desiderata are a thorough understanding of the details, and 
the exercise of a little thought and ordinary care. 

Nearly every mishap or accident is due to an omission or 
а commission of some kind on the part of the manipulator. 


John Mackenzie, 
Electrical Engineer. 


— 22 сздн гой E E 


The Welsbach Incandescent Electric Lamp. 


It would, I think, have increased the definite information 
on this subject if Mr. Gibson in bis very able article had 
given the claims of Dr. Auer von Welsbach’s patent which 
has been laid open for public inspsction, and the subjoined 
translation of same, though possibly not literally accurate, 
will probably be of service :— 


Claim 1.—Filaments for incandescent lamps, consisting of— 
(a) Osmium, or; 
(b) Osmium with a percentage of other platinum metals, such as 
platinum, iridium, ruthenium, or; 

- (c) А соге of osmium with a coating of thorium oxide, or; 

d) A core formed from an alloy of osmium with the platinum 
metals mentioned under 1 (b), or of these metals or alloys of same 
and coated with thorium oxide. 

Claim 2.—A process for the production of the filaments described 
in 1 (a) and (b), wherein, 

(a) Osmium or osmium compounds are metallically deposited on a 
thin metal wire (core) by the reduction ofa volatile osmium compound 
such as the tetroxide in reducing gases, and this core afterwards 
volatilised by incandescence, or; 

(b) Osmium or osmium compounds are repeatedly spread in thin 
layers on to thin metal wires (cores) using & cementing material if 
desired, and the metal wire (core) then volatilised by incandescence, 


т, 

(с) Osmium or osmiam compounds ате electolytically deposited on 

to a metal wire (core) and this core afterwards volatilised by in- 
candescence. 
(d) Osmium or osmium compounds in pasty form are repeatedly 
spread in thin layers on a vegetable or animal fibre (using a cement- 
ing material if desired), and converted into osmium by incandescence. 
X) Osmium or osmium compounds are made into an emulsion with 
collodion, denitrated and incandesced. 

Claim 3.—A process for the production of the filaments described in 
1 (a), (b), (c), (d), for electric lamps wherein thin layers of thorium 
oxide are successively and re ly spread on to the filaments 
mentioned and incandesced after each coating and the process re- 
peated until a dense casing of thorium oxide has been formed on the 
filament. 


In regard to these claims, as far back as 1878 (No. 5,306), 
Edison patented & filament made of platinum, platinum- 
iridium alloy, or other metal, which fuses at a high tempera- 
ture, and is pyro-insulated by being coated with a metallic 
oxide, such as lime or magnesia, ceriam or zirconium, which 


is not injured by a high degree of heat, and in a subseqaent 
patent (1879, No. 2,402), he mentions the use of wire во 
coated in a vacuum, whilst in 1888 (No. 2,438) Mr. Lang- 
hans described thorium oxide as a filament for an incandes- 
cent lamp, and the coating of wires electrolytically with this 
material is also described by him in No. 23,137 of 1895. 

The impregnation of carbon filaments with salts of the 
platinum group of metals is frequently the subject matter of 
patents between the years 1878 and 1892. 


H. E. Moul. 


Rubber Cables. 


In connection with the late scare and damaging state- 
ments made concerniog the behaviour of rubber-insulated 
cables at Burton-on-Trent, it would no doubt interest your 
readers to know that, according to the abstract of accounts 
for that undertaking published in one of your contemporaries 
in 1896, the cost of repaira and renewals of mains was only 
£15, and in 1897 on a capital expenditure on mains of 
£14,335, the cost of repairs and renewals for the year was 
only £16. 

Wm. E. Gray, 
Electric Light Department, Silvertown. 


* Note on Condenser Shunts.“ 


Owing to my own omission of certain words in my rough 
manuscript, the final paragraph in the“ Note on Condenser 
Shunte" in the last issue of the ELECTRICAL REVIEW is 
пазах May І be allowed to supply the words omitted 

y me? 

* The above diagram shows how an ordinary quadrant 
pole-reverser may bs used either for Gott or for Thomson 
mixing connections. For the latter the sliding contact is 
direct to earth, and d with make-and-break key inserted 
between either of the capacity quadrants and earth, 1 and 2 
being plugged for charge, and 3 for mixing.” 


E. Raymond-Barker. 


April 15th, 1898. 


MUNICIPAL ELECTRIC LIGHTING. 


AN interesting and instructive paper on Municipal Electric Light- 
ing " was read by Mr. W. C. C. Hawtayne, consulting engineer, at the 
Bishopsgate Ward Club recently. There was a large and influential 
attendance of members, including the chairman of the Watford Elec- 
tric Lighting Committee, Mr. A. E. Pridmore, Mr. H. H. Richardson 
(solicitor to the Watford Ratepayers' Association), and mauy others. 

Mr. Hawtayne's paper struck at the root of the whole question in 
the first paragraph, " who are the proper persons to undertake the 
work, local authorities or private companies ? " | 

Beginning with a short history of the introduction of the dynamo, 
arc lamps and incandescent lamps, giving the several dates on which 
they made their advent, Mr. Hawtayne passed on to the time, only 
a few years ago, when the business men put their heads together and 
the voice of the promoter was heard in the land. Toawaken interest 
in the new industry, the 1881-82 exhibition at the Crystal Palave 
was held, and many for the first time were able to see for themselves 
what could be done, and the great possibilities of the electric lighting 
in the future, and no difficulty was experienced, when batches of 
companies were floated, in obtaining money, for, to use the words of 
the author of the paper, the general public went electricity mad." 
May companies immediately obtained provisional orders from the 
Board of Trade to supply electricity in the larger towns, and a table 
is given, which we reproduce below, of the provisional orders granted 
in 1883. | 


| Still in force. 


==: | Granted. Revcked. | ,— — 
| Companies. Mac m 

— — Deo ык зыл ⅛ ЕНЕНЕ А А Е 

1883 | 69 62 ves 7 

1854 | 4 4 S as 

1885 | . гу ae eos 

1886 1 1 

1887 А 

1888 — 

| 


In 1888, а new Act of Parliament which eliminated most of the 
drawbacks of the Act passed in 1882, had the effect of resuscitating 
the business of town lighting in 1889, when it was in the hands of 
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the true friends of electricity supply, and the Morte which has 
taken place since then is apparent on every side of us. 

In 1889, nine companies obtained provisional orders and only one 
local authority; last year 42 local authorities and only eight com- 
panies, aud only one of the companies’ orders were for a new 
undertaking. These figures are at last convincing of the soundness 
of the business of electricity supply. 

In 1890 the total number of 5 ашке supplied from 
central stations was under 200,000 in don, and in the provinces 
nil. In 1897 London had no less than 1,831,000, and the provinces 
2,130,000. In London companies supply nearly 1,700,000 and the 
local authorities less than 150,000, whereas in the provinces com- 
panies only supply 600,000 and the local authorities 1,600,000. 

These figures speak for themselves. It is not to be expected that 
local authorities will exploit & new industry; this must be done by 
companies interested in that particular industry. When it is 


demonstrated that the business is sound and contains no element of 


risk, then is the time that local authorities step in, and this is what 
has happpened. London is no doubt suffering, especially in the 
City, through what may be called their throwing away of a chance in 
allowing companies to secure the orders, but we think, for tha reason 
given above, 16 was absolutely necessary for companies to exploit the 
new industry, and where could this be done better than in London? 
Moreover, a great many orders secured by companies were orders 
obtained simply by manufacturers of electrical machinery, whose 
members were also members of the various companies. This served 
a double purpose, namely, provided a market for their electrical 
wares and demonstrated the utility and sound commercial nature of 
the industry. Manufacturers have benefited by the change in the 
enormous amount of business done, and perhaps the only individual 
who bas suffered by the action of the local authorities is the company 
promoter, and who cares for him ? 

Mr. Hawtayne gives a long list of reasons for municipalisation, 
many of which were advanced by the Town Clerk of Donglas, Isle of 
Man, ina report compiled by him some time ago. They are so 
strong and clearly stated that we venture to reproduce them here :— 

“1. It is generally admitted that a municipal authority сап borrow 
the necessary capital for the initial outlay under more favourable 
circumstances than can be done by any private company. 

“2. By municipalisation the capital applied to the purpose would 
not be increased by promotion expenses, or by the result of early 
failures, as is the case with во шай companies. 

“3. Electric light can be supplied by a corporation at a price во 
as to be profitable; less than that which would be charged by a 
company, because the latter must charge a price sufficient, after pay- 
ment of all working expenses to provide a good dividend for its 
shareholders. | 

“4. By municipalisation the corporation would simply require to 
пазов sufficient profit to рау the interest on the amount of borrowed 
ca 

23 Where the installation is carried out by the corporation, it is 
not necessary to increase working ex by payments to directors 
for administration, and consequently municipalities can manage 
more economically than compani 

" 6. If the business which would accrue should be so profitable as to 
be greater than the interest required for money borrowed, this ad- 
ditional profit might not only be applied with advantage to the re- 
duction of the rates, but also towards the very large expense which 
would be incurred in lighting the public streets and thoroughfares. 

* 7. In the event of the corporation deciding to allow a company 
to undertake the installation, the first step of the company—assuming 
that the conditions imposed by the Imperial Parliament would apply 
locally—would be to select a compulsory area, limited in extent, but 
which would certainly comprise the choicest portion of thetown, from 
an electric lighting point of view. Ratepayers within the limite of 
this compulsory area would be able by the use of the electric light 
to make their places of business more attractive, to the detriment 
probably of the ratepayers outside, who could not demand a supply 
for two years, and could then only obtain it under onerous con- 
ditions of guarantee, &с. 

“8. Where installations are in the hands of companies, the progress 
and growth of the undertaking is necessarily slow. Shareholders 
naturally believe in quick returns, and insist upon immediate and 
good dividends as the precursor to any contemplated enlargement of 
the capital account. m the beginning business is cramped and 
really obstructed for want of capital, with the inevitable consequence 
bec ind unfortunate ratepayers in the outside area are left out in the 
co 

“9. A corporation can afford to take broader views than a company 
and in the event of the business being sound as.& commercial con- 
cern justifying extensions, the object of the corporation would be to 
develop it on an extended basis as expeditiously as possible. The 
municipality could afford to provide capital extensions without the 
necessity of waiting for a 5 per cent. or 6 per cent. dividend upon the 
work in the compulsory area, the principal aim, with due regard to 
permanent profitable results, being for & corporate body to extend 


the benefits of electricity supply throughout the whole of the 
borough. 


“10. The corporation would be in itself a good customer in the. 


direction of public lighting. The drawback to the electricity supply 
industry is tbat arising from the fact that the demand ceases almost 
entirely at bedtime, and economical working is greatly increased if 
the load can be continued far into the night. 

"1l. Municipal authorities—Esaun-like—in numerous instances, 
һауе sold their birthright by sacrificing the monopoly in gas and 
water, and the same blunder, it is contended with reason, would be 
perpetrated by sanctioning the creation of a similar monopoly in the 
hands of a company providing an installation of electric light. 

` “12. Experience demonstrates that ratepayers as a body will sup- 
port an undertaking in which, as ratepayers, they are personally in- 


terested as predominant partners more readily and more extensively 
than a concern which they naturally look upon as a private monopoly 
worked for private gain only. 

“13. The most important reason, however, which is urged is that 


by retaining tbe manufacture and supply of electrical enorgy in ite 
own hands, the corporation retains for itself the entire control of the 


whole of the industry, while it at the same time applies to the use 
of the ratepayers a system of sanitation as beneficial to the public as 
the system of water eupply or that of drainage. 

“14. Because with increased demand the cost of production will 
become infinitely less while the price charged to the consumer can 
remain the same if desirable. 

“15. That with reduced charges the demand is bound to increase. 
At present electricity has been supplied for little else than lighting, 
but great advances are being made in electric cooking and heating, 
and, of course, in motive power work, and I might safely say that 
within a few years’ time every tramway in the kingdom will be 
driven by electricity. Now the most serious bar toa reduction in 
the price of supply lies in the fact that with an ordinary lighting 
load the plant is only working at its maximum load, that is ite 
highest efficiency for about two hours per diem, during the remainder 
of the day the standing їс are going on and the sales are in- 
finitesimal. Think what a difference there will be when electric 
cooking and heating are in favour and tramways are working for 15 
hours a day. 

The traction load will in moet of the large towns be larger than 
the lighting load, and many tramway companies have already 
arranged with local authorities or supply companies to take their 
supply of electricity from the lighting station, in some cases the 
price to be charged not to exceed 14d. per unit. 

“16. That the municipalisation can do егы lighting at cost 
price. Some local authorities say that they will light the streets at 
cost price, neglecting all depreciation and management 
because they вау we are making a profit ont of our private customers. 
‘The works are there to supply them whether we supply the public 
lamps or not, во we will ош charge the ratepayers for public lighting: 
the extra cost involved by Keeping the plant running a little longer 
and for the extra fuel, &c., consumed and the upkeep of the lamps.” 

Mr. Hawtayne’s paper should be read by every member of the 
councils in the different towns and cities where the question of 
electric lighting is being considered. Unfortunately sufficient 
thought is not always given by those gentlemen when considering 
this momentous question, perhaps on account of the lack of such 
useful information as the paper under consideration affords, and 
which is presented in a light and, in language free from tech- 
nicalities, easily understood. 

The question of electric traction for tramways is engaging the 
minds of local authorities who have established their stations, and 
this fact, combined with the lighting question, should awaken double 
interest in the minds of those who have the deciding for and against 
allowing companies to step in and secure orders which have the effect 
of keeping up the price and depriving the poor man of his light, for, 
undoubtedly, the electric light is the poor man’s light, and we con- 
fidently think electric traction the poor man's brougham. 


BUSINESS NOTICES, & 


Agency Notice.— We understand that Messrs. Gudgeon 
and Co., of 85, Finsbury Pavement, E O., are the newly-appointed 
agents for Messrs. Flather & Son, electrical engineers, of 8. 


Announcement.— Mr. G. Stegmann, of Clapham Junc- 
tion, has taken larger premises at 46, St. John's Hill, Clapham 
Junction, where he intends opening electric light showrooms. 


Catalogues.—Mr. James White, of Cambridge Street, 
Glasgow, has brought out a new price list of Lord Kelvin's electrical 
instruments, also other apparatus for central station and laboratory 
use. The list is bound in brown cardboard covers, is well printed, 
and a good enamelled paper is used, showing off the excellent illus- 
trations to best advantage. Among the many instruments of 
which detailed descriptions are given, we observe the Kelvin standard 
direct-reading electric balances, standard watt balances, special stan- 
dard ditto, Kelvin's standard electrostatic voltmeters of various types, 
dial central station voltmeters, recording ditto for direct currente, 
astatic recording ditto for alternating currents, Kelvin's ampere 
gauges, engine room wattmeter, testing set, Kelvin's electricity supply 
meter, Kelvin's continnous rheostate for current regulation, galvano- 
metere, resistance coils, and Wheatstone's bridges, electrometers, &c. 
In the engineering and general apparatus section is Amsler's plane- 
meter for determining the mean pressure in an indicator diagram, 
Thompson's indicator, tachometers x трека indicators, and pyro- 
meters. The conditione and fees for of Trade instrument tests 
are given at the end of the catalogue. . 

Messrs. Fuller & Co., of 28, Bush Lane, Cannon Street, E. O., have 
issued new catalogues dealing respectively with telephones and 
fittings. The telephone list gives numerous illustrations, weighta, 

rices, and code words of various telephonic apparatus and accessories. 

ortable telephones, wall and desk apparatus, extension bells, inter- 
communication boards, exchange switchboards, lightning arresters, 
safety fuses for protecting telephones from high tension currents, 
also diagrams of connections for systems of various dimensions are 
given in this list. The electric light fittings catalogue shows a 
variety cf plain and ornamental brackets, some very neat designs in 
electroliers, staudards, pendants, shop lighting fittings, ships’ fittings, 
arc lamp-posts, and various acce sories. 
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Electrical Wares Exported. 
WEEK Кира APRIL 19TH, 1897 | WII ENDING Арві, 19тн, 1898. 


£6 £ в. 
Adelaide jst .. 68 0 Albany he .. 80 0 
„ Teleg.mat... 36 0 | Alexandria. Teleph.mat. 34 0 
Baltimore. Teleg.mat. 19 0 Amsterdam .. 120 0 
Beira “ee , 37 0 s Teleg. wire 30 0 
Bombay. ses ee 12 0 | Auckland 5 *. 29 0 
" 16 0 | Bangkok 122 6 
Buenos Ayres ... .. 175 0 ! Barcelona E .. 41 0 
" 97 0 | Batoum. Teleg. mat... 180 0 
Calcutta... «oe 924 0 | Beira. Teleg. mat. ...1,155 0 
Cape Town .. 288 0 Bombay. Teleg. mat... 50 0 
East London ... . 601 0 | Boulogne à .. 189 0 
Gibraltar . 16 0 | Buenos Ayres *. 220 0 
Ham 328 0 á Teleg. mat. 350 0 
Melbourne. mat 0 | Calcutta... .. 337 0 
Monte Video 114 0 Cape Town . 2,160 0 
us 215 0 | Colombo Sis .. 908 0 
s ése .. 280 0 % 55 0 
Port Elisabeth .. 292 0 | Delagoa Bay 500 0 
Rosario ... id . 628 0 ban ... . .. 423 0 
Bt. Lucia. Teleg. mat. 100 0 | East London . 255 0 
Sanda Ram  .. 36 0 | Genoa .. 4. 70 0 
Sn С 12 0 | Geraldton 80 0 
i ‚ Teleg. mat. 13 0 | Hamburg š 110 0 
Hong Kong 28 0 
TAS ... 831 0 
Melbourne 169 0 
New York 150 0 
Ostend ... à 30 0 
Port Elizabeth ..1,723 0 
Rockham 0 

Rotterdam. Tel 
cable ... 16 0 
Santander . 28 0 
Shanghai eos 1,000 0 
Singapore . 150 0 
й Teleg. mat. 25 0 
Bt. Petersburg ... 250 0 
Btockholm .. 255 0 
Sydney ... . 160 0 
Tientein... vis .. 11 0 
Townsville  ... . 67 0 
Valparaiso eed .. 167 0 
Wellington .. 926 0 
i Teleg. mat. 2,847 0 
Yokohama eoe * 437 0 
Total ... £3,731 0 Total . 415,007 0 

Foreign Goods Transhipped. 
£ в. 
| Yokohama vas 240 0 


Electric Lifts.—The City and South London Railway 
Company has T the order for the whole of the electric lifte 
required on their new Islington extension in the hands of the United 
Ordnance and Engineering Company, Limited, of London and Erith, 
with whom Easton, Anderson & Goolden, Limited, are now incor- 

Each lift will be fitted with their patent gear, and will be 
capable of carrying about 70 , and the average stroke will 
be 72 feet. The current req for working will be supplied 
from the generating station of the railway company. This firm has 
recently adapted one of the hydraulic lifts on the well section 
of this line во that it is now worked by electricity. The United 
Ordnance and Engineerin coupe amongst other work of this 
class, has in progress five electric {в for the new Brighton Tower, 
three of them serving to the 80 feet level, and two to the top of the 
structure, which is over 500 feet high, the speed of the latter lifte 
ощ Man 9 9 = the Reval d each ing 30 anui Jura They are 

su g e Agricultural а ectric platform 
lift to raise two tons. 


Electric Organ Blowing.—The new organ which is 
ing put down at Lincoln Cathedral is being supplied with electric 
blowing apparatus by Messrs. Bergtheil & Young. 


Extension Granted of the Parsons Patent.— Before 
the Judicial Committee of the Privy Council Spey оч Wateon, 
Lord hten, Lord Davey, and Sir Ric Couch) a petition 
was heard on 19th inst. for the extension of the term of letters patent 
dated April 23rd, 1884, granted to the Hon. Charles Algernon Parsons 
for an invention of “Improvements in rotary motors actuated by 
elastic fluid pressure and applicable also as pumps.” Mr. Moulton, 
Q.0., and Mr. A. J. Walter were counsel for the petitioner; the 
Attorney-General and Mr. Sutton for the Crown. It was stated, says 
the Times report, that the invention related to machines known as 
steam turbines. Prior to the date of the petitioner's letters patent 
no steam turbine was, so far as the petitioner was aware, in practical 
use within the realm. Many persons had endeavoured to employ the 

i d in a boiler for the purpose of causing 
constant revolution in one direction of moving parts without the use 
of the reciprocating apparatus commonly in use in engines actuated 
by steam, but, so as was known to the petitioner, no practical 
machine had, at the date of his patent, been devised which would 
enable steam to be used in this way. At the time when the petitioner 
first devoted his attention to the subject of steam turbines no one had 
worked out the conditions essential to the manufacture of a practical 


turbine which would be capable of vong WE an efficiency in any 
way comparable to the efficiency of steam in engines of the recipro- 
cating type. The petitioner, after many experiments and long and 
exbaustive ‚ таз enabled to produce a practical steam turbine, 
and to lay down the conditions essential to the successful working of 
sach a turbine. In order to do this the petitioner had to кка 
tions between the velocity 
of the moving parts and the velocity of the issuing steam acti 


attaching to steam turbines known as the thrust. In introducing the 
invention, the greatest ition was encountered from engineers, 
engine builders, and others, and so little was known of the practical 
value of steam turbines at that time, that it was generally believed, in 
the engineering world, that no steam turbine could be constructed 
whose efficiency would approach the efficiency of the ordinary reci- 
procating engine. Many turbines constructed upon the principle of 
the invention were, however, now in use for the purpose of driving 
electric lighting and other machinery, and the public appeared now 
to have recognised the merits of the invention. Evidence was given 
as to the great merit of the invention. Machines made in accord- 
ance with the invention were now being op 
pera bought all over the country. One of the machines had been 
fi to a vessel 100 feet long, which attained a speed of 344 knots, 
a speed which it was believed would be in if the machines 
were fitted to larger vessels.—Lord Kelvin was called as a witness 
in support of the petition, and ssid there was no practical steam 
turbine before the petitioner's. The petitioner's invention gave, for 
the first time, a practical steam turbine. There was a great future 
for steam turbines. The petitioner’s invention had given very good 
results, and for many р it wasgoing to supersede the recipro- 
cating engine, and ite application to ships was & very great step 
indeed.—Lord Watson said their Lordships wonld humbly recom- 
mend her Majesty to grant an extension of the patent for a term of 
five years, and they would state their reasons for coming to that con- 
clusion on a later day. 


Langdale, Hallett & Co. v. Russell & Lennard.— 
Before his Honour Judge Lumley Smith, Q.C., in the Westminster 
County Court on Wednesday, the plaintiffs, builders, of 122, 
Brompton Road, 8.W., sued defendants, formerly in partnership as 
electrical engineers at 135, Victoria Street, Westminster, for £24 
58. 10d. for work done at 41, Bedford Square in conmection with 
making good the walls there after cutting them for defendants to put 
in electric fittings, they baving the contract for the installation. 
Judgment was given for the plaintiffs. 


Liquidation Notice.—A meeting of the Electrio Traffic 
Syndicate is to be held at 6, Old Jewry, E.C., on May 23rd, at 2 
o'clcck, to receive an account of the winding-up operations from Mr. 
Maurice Jenks, the liquidator. 


Melbourne Working Men's College.— We have rd 
& copy of the 1898 prospectus of this College, giving full partic 
regarding the different subjects in which instruction is given, and 
photographs of some of the workshops and class rooms. Mr. W. N. 
Kernot is the instructor in the electricity department, and Mr. L. 8. 
Daniel is instructor in telegraphy. 


Police Electric Lamps.—A sub-committee of the Cardiff 
Watch Committee has instructed the head constable to report on the 
subject of electric lamps for the police. 


The Shannon Electric Power Scheme,—So many 
erroneous impressions prevail with regard to this project, that Mr. 
W. T. Faller, engineer to the syndicate, writes to a Dublin paper, 
giving a brief description of the scheme. Originally the desire was 
to utilise the various lakes of the Shannon River as storage reservoirs 
which should ensure a sufficiency of water for the power required 
during the summer; in short, it was desired to use these natural 
reservoirs to equalise the variable flow of the stream to a certain 
extent, ensuring a fixed summer quantity, greater than the normal, 
between Lough Derg and Limerick. Inthis scheme of storage Lough 
Allen was included; a certain volume of water would have been 
retained there to 5 the flow into Lough Derg when 
the quantity required from that lake exceeded the supply entering it 
at tbe upper end. This procedure was said to spell ruin to the fish- 
ing industry, and rather force it Mr. Fuller advised the directors 
to revert to the use of steam during periods of drought, and to leave 
the summer flow untouched. Various objections have been raised to 
tte company’s proposals. The intention to develop a certain amount of 
power, with ite abstraction of a small share of the river, is 
considered to be generally objectionable. Side by side with that state- 
ment, however, ' we are told,” says Mr. Fuller, "that were we to take 
four or five times the amount of water, and develop four or five times te 
amount of ртт at once, we should deserve support; and, although 
the original proposal was to develop 5,000 H.P. only all the year 
round, and (hong the present intention is to develop 5,C00 Н.Р. 
all the year round, and in addition another 5,000 H.P. during wet 

ods, it has been publicly stated that the capacity of the works 
been decreased. ese things must speak for themselves. I 
shall content myself with pointing out that even 10,000 Н.Р. is a very 
considerable factor in the industrial life of a community, and that 
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the ment that no one should erect a water mill unless it takes 
the whole power of the river concerned, is a novel one. The intake 
and outlet of the power canal are separated by about a mile of river, 
containing fisheries. Down that river flows a volume of water, vary- 
ing from one and a quarter millions of cubic feet per minute to one 
considerably smaller. The height of the flood water at Castle Connell 
frequently prevents good sport. Of that flood, it is proposed to 
divert a comparatively trifling amount and return it to the stream 
lower down. When the water is there, part of it will flow night and 
day, vid the canal; when it isn’t there, the generators will be steam 
driven." 


Ships’ Clinometer.—We illu-t-ate below Hicke’s new 
patent ships’ clinometer, which has been designed to register the 
exact roll of a vessel at sea, or when listing to port or starboard. The 
clinometer shown is made entirely of metal, and the acting part consists 
of a circular tube containing mercury, with a contraction ic the lower 
part to avoid undue oscillation, and is fitted with electric connections 
80 as to record any particular roll of the ship in the captain's cabin or 
other place. For instance, if the captain desired to be warned should 
his vessel roll as much as 46°, he would place the small metal pointer 
marked "riog at," with arrow attached, opposite that point, as 
shown in the illustration. This is done by slightly releasing the 
milled screw head in the centre by giving it a few turns to the left 
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and then turning the pointer gently by the aid of the brass pins until 
the plate ring at is opposite the 45° or other desired point, clamp- 
ing the disc again by turning the milled head to the right. Should the 
vessel ever roll sufficiently to cause the mercury to reach this point, 
contact is instantly msde, and a loud warniog bell would be rung. 
The bell can be placed at any desired distance away from the clino- 
meter. This instrument has also an index to record the greatest roll. 
To re-set the index, release the milled headed screw and turn the diac 
round as described above, but it must be turned sufficiently to cause the 
mercury to pass round the tube and drive the index back. If it is 
desired not to cause the bell to ring when the index is being set, con- 
tact is broken by removing cne electric wire from the terminal, 
replacing it after the index has been pushed round. The small 
quantity of fluid shown on top of the mercury is creosote, which is 
үс there for the purpose of always keeping the mercury pure and 
right. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—The Beach Bathing Station is to be lighted 
by electricity at a cost of £170. 


Ayr.—On the proposal of Mr. A. J. Faller, the electrical 
engineer, 23 additional arc lamps are to be used for street lighting. 


Bedford.—The Electric Lighting Committee proposes 
inviting tenders for a new sub-station, also a new engine room at the 
electricity works, and for a 10-ton overhead travelling crane; and 
farther, for a 30 unit dynamo. Application is to be made to the 
Local Government Board for sanction to borrow a further sum of 
£5,400 for electric lighting purposes. 


Belfast.—The Electric Committee have under considera- 
tion the public lighting of some of the principal thoroughfares, to be 
carried out when the new etation is working, and have instructed the 
engineer to prepare a statement of the comparative cost of gas and 
electric light. The report for the first quarters’ working of this year 
shows that the output is 55 per cent. greater than for the corresponding 
quarter of last year. The statement of accounts for the year ending 
December 31st, 1897, also shows the department to be in a prosperous 
condition, the lamps connected being equivalent to 21,000 8-C.P's., 
whilst the average price obtained per unit is 6:0354., with a total of 
201,832 units sold. 


Bromley.—Mr. Ernest Newton is to design the central 
station buildinga for the Bromley Electric Light Company, the site 
chosen being approached from West Street. It is stated that £7,000 
out of the £20,000 required has been subscribed, and that а gentle- 
man has offered to subscribe the remainder provided he recsives a 
seat on the board of directors, but the offer has been declined. 


Camberwell.—The Vestry has adopted the recommenda- 
tion of the General Parposes Committee mentiooed in our last issue, 
and will not proceed with the proposed purcbase of the undertaking 
of the County of London and Brush Company. 


Cheltenham.—A new "set" has been erected at the 
generating station, and a preliminary ran was made the otber day 
with the arc lighting load b»fore putting it on the actual service of 
the town. It stood the trial to the entire satisfaction of the engi- 
neers, and in the evening took up the greater part of the street 
and private lighting without mishap of auy kind. Tbe new set 
consists of a Balliss engine direct coupled to a Siemens alternator, 
and has a capacity of abont 250 kilowatts. It is the sixth set, so far, 
laid down. Three were in running when the works were opened 
nearly three years ago, vis., two with a capacity of 33 kilowatts each, 
and one of 110 kilowatts. Since then two other szts have been added, 
each of 110 kilowatts, aud the one now erected has a capacity exceed- 
ing these two combined. Another of acapacity equal to it is now 
on order, and will be delivered in time to meet next winter's load. 
The committe3 already has authority to order another set of 400 
kilowatts capacity, when occasion requires. All the sets have the 
Siemens alternator, but while the first three are driven by Willans 
engines, those since erected are engined by Bellies, under contract 
with Messrs. Siemens. The new set should have been in place before 
аша but delivery has been delayed until now by the engin-ers' 
strike. 


Colwyn Bay.—At the last District Council meeting the 
surveyor prodaced plans and specifications for the contract for light- 
ing the promenade with electricity. He had every reason to believe 
that if tenders were advertised for at once the scheme might be com- 
pleted by August let. Mr. W. Davies was inclined to believe that 
the town stood in as much need of electric lighting as the promenade. 
It was agreed to advertise for tenders forthwith. 

Mr, Clirehugh has approved of the Ivy Street site. 


Dewsbury.—We hear that for the post of borough elec- 
trical engineer there were about 60 applicants. 


Dublin.—The Town Clerk asked the Corporation for 
instructions regarding the recommendations set forth in the report of 
the committee of the whole house relative to the proposed new elec- 
trical station at the Pigeon House Fort. The Corporation, after 
considering the matter, passed a resolution referring to a committeo 
of the whole bouse to consider the entire question cf the new station, 
the question of site, and also submitting tbe queation of the station 
and scheme to the best electrical experts for advice; to suggest 
methods of raising the necessary money for erection and equipment 
of a station to supply current for lighting the entire city; to adver- 
tise for tenders for carrying out the work, and report thereon. 


Dumfeles.— The Provost's Committee of the Town 
Council is considering the question of electric lightiag. 


Ealing.—The Clerk has reported that now, at the end of 
the first three years of the Council's working of the electric lighting 
undertaking, 15,209 lamps had been applied for, and of these, 14,495 
had еа connected. The original estimate was for 5,000 
lamps within the first three years. 


Edinburgh.—The Lighting Commiteea has again con- 
sidered its previous recommendation regarding the lighting of a 
number of additional streete—which recommendation was not 
approved by the Council—and has resolved to adhere to ite proposal 
with a slight modification. | 


Hackney.— There is much dissatisfaction expressed 
locally at the unreasonable way the Vestry has been playing with the 
electric lighting question during the past few years, and ratepayers 
are beginning to feel that the Vestry is unable to settle matters 
satisfactorily by itself. Therefore the ratepayers requisitioned 
for a special meeting of the inhabitants, and this was held 
on Monday, the chairman of the Vestry presiding. The meeting 
passed, by 500 votes to 3, a resolution to the effect that the 
Vestry should keep the provisional order in its own hands. 
Mr. Henry Holland, the chairman of the Electric Lighting Com- 
mittee, argued that the Vestry could re-purchase the order at the end 
of 12 years as a guiog concern, and that if the proposed scheme was 
carried out the company would collect the house refuse to be con- 
sumed at the generating station and save the parish £5,090 a year. 
The prices to be charged by the company in Hackney would be con- 
siderably lower than in other London districts. 

The Vestry met on Wednesday to receive the report of the Elec- 
tric Lighting Committee, which recommended the transference to a 
company. In the heated speeches various charges of treating and 
corruption were made, and the matter was adjourned until after the 
next elections. 


Holboro.—The Clerk of the Board of Works reports 
that, for the purposes of electric lighting, it is proposed by the 
Board of Trade to divide the district, one company to have the part 
south of Holborn, and the other the north part. A resolution was 
passed that the Board of Trade be informed that the Board of Works 
ie still of opinion that both companies, who were now applying for 
permission, should be allowed to come into the district. 


(Continued on page 549.) 
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ELECTRIC LIGHTING AND INSURANCE. 


PROBABLY one of the most important, if not the largest 
private electrical installation in the country, is one that has 
been recently completed at the offices of the Prudential 
Assurance Company by Messrs. Drake & Gorham, with 
Mr. J. Landon in charge of the works. Some idea of the 
magnitude of the plant will be gained from the illustretions 
and the following description. 

The Prudential Assurance Company have, during the last 
few years, been extending their premises to a great extent; 
whole streets are being pulled down to make room for these 
extensions, which seem to be never ending. One is 
almost sorry to see such famous localities as Furnival's Inn 
rapidly disappearing, but the demands of life insarance seem 
to be inexorable. 


and Gorbam, who have now completed the plant, have 
adopted slow speed dynamos, running direct between two 
horizontal coupled engines. 

Each set consists of one dynamo and two single cylinder 
engines, weighing 60 tons, the weight on the main bearings 
being 22 tons. The dynamos have eight poles, the magnets 
being bolted to a steel ring 10 feet 5) inches in diameter; 
the armature itself is 6 feet in diameter; the commutator 
has 360 segmenta, and is 3 feet in diameter, the revolutions 
being 85 per minute, A special pit is arranged beneath the 
commutator to enable the attendant to adjust the brushes. 
The weight of the armature and crankshaft is 15 tons, and 
there is a fly-wheel 12 feet in diameter, to ensure steadiness 
in running. There are three sets of this description, each 
of 184 kilowatts, and two smaller ones for light load. 

The brush gear of the large dynamos is in some respects 
similar to that of the electric lighting dynamos employed by 


GENERAL VIEW OF DYNAMOS AT THE PRUDENTIAL COMPANY’S OFFICES. 


The growth of the Prudential Assurance Company is pro- 
bably one of the most remarkable features in the history of 
life insurance, and the alterations in the methods of lighting 
afford a faint indication of the increase in the business of 
this company. 

It has been necessary to entirely re-model the electric light 
installation which Messrs. Drake & Gorham originally 
designed, the old plant having worked without intermission 
for 10 years, The policy which has been found so successful 
in central station work of turning ont less efficient machinery 
and replacing it with modern plant of higher efficiency has 
been adopted in the present instance; in fact, the whole of 
the apparatus is new from beginning to end. Messrs. Drake 


the Great Eastern Railway Company for lighting Liverpool 


Street and adjoining stations. There are 24 brushes arranged 


in eight groups of three brushes, the groups being 
alternatively positive and negative. The positive and nega- 
tive groups are connected to copper rings carried in the main 
bearing of the armature. A hand-wheel and gear enables 
the position of the brushes to be readily altered as required, 
and gives a wide range of adjustment. Connection between 
the dynamos and the switchboard is made by means of rubber 
cables carried in earthenware pipes laid underground. 

In accordance with the above proposal, engines to work up 
to 350 B.H.P. were specially constructed by Messrs. Marshall, 
Sons & Co. They are of the well-known coupled high pressure 
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type, with 18 inches cylinders x 36 inches stroke. The 
steam admission gear is of the Proell type, and the exhaust 
gear of the Corliss type. A central governor controls the auto- 
matic gear for each pair of engines. The smaller engines are 
of the vertical typs, 
one having cylinder 
of 16 inches x 16 
inches stroke, the 
other 12 inches cy- 
linder х 14 inches 
stroke. The portions 
of the dynamo: were 
obtained from Messrs. 
Crompton & Co., and 
erected by Messrs. 
Drake and Gorham 
in situ. This par- 
ticular size and 
arrangement has 
proved so satisfac- 
tory, that. similar 
steam dynamo plants 
have since been con- 
structed. The steam 
is supplied by five 
Cornish multitubular 


by means of 14 circuits, each of which is arranged to carry 
300 amperes or practically 500 lights. Tappings from the 
main conductors are made on each floor, and at this point a 
sub-distribution board is arranged which is bk nae with 

a double pole switch 
and double pole 
fuses. 

In spite of the 
work of the Pruden- 
tial Company being 
chiefly confined to 
the daytime, it 1з 
necessary to provide 
a supply for the com- 
plete 24 hours. The 
light load demand 
during working hours 
is met by the smaller 
machines, but the all 
night supply is fur- 
nished by a large bat- 
tery of accumulators. 

The accumulators 
manufactured by the 
D.P. Battery Com- 
pany are of the new 


boilers, 94 feet long ONE or THE LARGE MACHINES AT THE PRUDENTIAL COMPANY’S OFFICES. central station type, 


and 7 feet 7 inches 
in diameter, supplied 
by Messrs. Marshall, Sons & Co.; they work at a pressure 
of 100 lbs. through a duplex 11-inch wrought-iron steam 
main. The exhaust steam is utilised for heating purposes in 
the building. 

The original design of main conductors for the distriba- 
tion of the current has proved to be so successfal that it has 
been extended. This 
consists of bare cop- 
per strips suspended 
from insulators on 
the walls of the build- 
ing outside the area. 
There are many tons 
of mains on the walls. 
In most cases they 
simply run from 
bottom to top, enter- 
ing the building at 
each floor, so that 
the appearance is 
extremely neat. The 
main distributing 
board is fitted with 
Messrs. Drake and 
Gorham's patent 
spring contact 
switches and Kelvin 
measuring instru- 
ments. 

Practically the 
board is divided into 
two, positive and 
negative. On the 
positive board are 
three main switches 
for the three large 
dynamos, with fuses 
and ammeters con- 
nected to the main 
omnibus bar. In 
addition, are 14 
switches and fuses 
which control the 
circuits into which 


and have several 

novel features, one 
baing that the active surfaces of the positive plates are 
arranged facing one another on the inside of the plate, 
thus exposing a very large surface to the negative. Al- 
though these plates are cast in one piece, they may be 
described as being built up of a number of narrow 
plates facing one another, with ample space for acid and 
electrolytic action 
between the whole, 
forming one plate. 
Now, їй an ordinary 
plate for every inch 
in width there would 
be 9 inches exposed, 
this being the height 
of the plate, but. here 
we have in the width 
of 1 inch three 
strips, each 1 inch 
deep, having, there- 
fore, six times the 
surface exposed, or 
54 square inches. 
This plate, patented 
by Messrs. Drake and 
Gorham, has been 
thoroughly tried by 
the D. P. Battery 
Company for the past 
two years, and 
machines are now 
being put down to 
deal with the large 
demand that has 
already arisen. 

In order to enable 
the machines to be 
wound for 100 volts 
instead of 130, and 
to permit of the 
battery being charged 
from the omnibus 
| bars, а. booster has 
h | been erected which 

raises the charging 


the system is divided. Тнк Lieut Loap PLANT AT THE PRUDENTIAL Company’s OFFICES. current to the neces- 


The negative board 
contains the negative 
fuses of the 14 distributing circuits and the main negative 
fuses of ‘the large machines. The ammeters, switches, and 
fuses of the two small dynamos are also on this board, as 
well as the discharge switch of the battery. 

We have already mentioned that the distribution is effected 


sary charging volts. 

The switchboard 
specially set apart for the accumulators and the motor gene- 
rators is furnished with double pole switches for charging 
the battery, i.e., on the generator side of the booster, and on 
the motor side, in addition is a 500-ampere charge and 
discharge regulator. This board is, of course, only used 
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for charging, the discharge circuit being broken by a switch 
on the negative board. 

The plant, with one set in reserve, is capable of dealing 
with 6,500 lights of 16-C.P. (equivalent to 13,000 8-C.P. 
lamps), a portion of which are fixed, and the remainder are 
being put in as the building proceeds. i 


"Y m А - " * 
THE BOILERS AT THE PRUDENTIAL CoMPANY's OFFICES. 


Owing to the steam being used for a pneumatic arrange- 
ment for sending messages from one part of the building to 
the other, for pumping, heating, and other purposes, it has 
been impossible to determine the actualfigures as regards 
working cost, but the rough tests made have shown the result 
to be very satisfactory in every way. 

The whole of the above work has been supervised on 
behalf of the Prudential Assurance Company by Mr. G. 
Bailey, of the Surveyors’ Department. 

Looking back upon the time when the Werdermann or 
Joel semi-incandescent lamp was first tried in 
the Prudential Offices, the present installation 
enables one to fully realise the progress which 
has been made during recent yeara in electric 
lighting, and Messrs. Drake & Gorham may 
be congratulated upon having erected a plant 
which for на and perfection cannot 
be surpassed in private supply. То Mr. 
Rich n, secre to the company, high 
praise is also due for his indefatigable efforts to 
secure the best and most up-to-date arrange- 
ments for the colossal enterprise with which he 
has so long been associated, and with which he 
must feel eminently satisfied. 


THE ELECTROLYTIC REFINING 
OF LEAD. 


Br SHERARD COWPER-COLES, 
; NM. I. E. E., A. M. I. C. E. 


LEAD, when recovered from its ores by smelting, 
is obtained as a crude metal, the so-called work 
lead, which has to go through a refining process 
in order to obtain soft or market lead. Work 
lead is obtained either by roasting reactions, by 
reduction, by roasting and reduction, or by the precipitation 
process. Refining is effected either by oxidation after fusion, 
or by electrolysis. Lead is never obtained pure when 
smelted from the ore. It is almost always alloyed with all 
the other metals contained in the ore itself. Apart from the 
fact that the useful properties of the metal are affected by 
these other metals, it is, of course, advisable for economic 


reasons to recover the precious metals present, sach a3 silver 
One of the first processes worked on a commercial scale for 
the electrolytic refining of lead by electrolysis was that 
of Keith. In this process the crude or work lead is 
melted at the lowest possible temperature in iron kettles, 
from which it is tapped into moulds. The anodes thus pro- 
duced are fastened to metal rods by suitable 
clamps, and enclosed in close-fitting bags of 
coarse muslin. The electrolysing cells are made 
of wood or iron; the catholes are thin metal 
plates attached to rods in a similar manner 
to thecatholes. The electrolyte is composed 
of lead sulphate dissolved in an aqueous solu- 
tion of acetate of sodium ; it is made by electro- 
lysing with lead anodes a mixture of 1j lbs. of 
acetate of sodium, 27 ounces of sulphuric acid, 
and 1 gallon of water, and is heated to 38° С. 
The sulphuric acid attacks and the acetate dis- 
solves the lead, zinc, and iron of the anodes. 
The zinc and iron, being electro-positive to 
lead in the liquid, are less easily reduced to 
metal and accumulate in the solution, and when 
dissolved in considerable quantity are, to some 
extent, deposited as oxide on the cathode, the 
current density employed being about 1°86 
amperes per square foot. The lead which is 
deposited on the cathode is crystalline in form 
and separates continually from the plates, a space 
being left in the cells for its accumulation. 
When the anodes have been dissolved, the bags 
suspended from their supporting rods are carried 
Lo a reservoir and the residual solid matter from 
the plates is washed and returned to the melting 
kettles. The slimes suspended from the wash 
water are allowed to settle, the water 13 drained 
off, and the residue filtered. The slimes usually contain 
antimony, arsenic, silver, copper, gold, and iron. A process 
that has been recently tried on a commercial scale is that of 
Tommasi. In this case, the electrolyte is the , double 
acetate of lead and potassium (or sodium) the anodes are 
crude argantiferous lead, and two of these are opposed to a 
copper or aluminium alloy cathode, which is in the form of 
a disc rotating at the rate of from one to two revolutions per 
minute. These discs are about 10 feet in diameter and 
three-quarters of an inch thick and are half immersed in the 


THe SWITCHBOARD AT THE PRUDENTIAL CoMPANY’S OFFICES. 


liquid. At the upper part are scrapers which serve to detach 
the small spongy crystals of lead which form during 
electrolysis. The crystals when removed fall into channels 
which convey them to a sieve of wire gauze where they 
are drained and washed, the wash water being concentrated 
by evaporation to 20 Baume (sp. gr. 1:256) and used again 
in the electrolyte. The lead is then compressed and mixed 
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with 2 or 3 per cent. of charcoal powder and fused. The 
silver, with most of the arsenic and permet is separated 
at the anode, and is collected in trays to be f subsequently 
with sodium nitrate and a little borax, by which the silver 
is separated from the arsenic and antimony.* The cost is 
estimated by the inventor at from 8 to 10 francs per ton 
of lead when steam power is used. When lead acetate is 
used as an electrolyte, the resistance is found to be lowered, 
which is probably due to the prevention of lead peroxide 
deposits upon the anodes, which must be at the expense of 
the organic substance itself, which becomes slowly and surely 
oxidised. The products of the oxidation of acetic acid are 
carbonic acid gas and water, which are of no intrinsic value. 
This being the case the acetic acid becomes an expensive 
electrolyte as it has to be constantly renewed. The lead 
peroxide formed at the anode is reduced by a portion of the 
organic acid to oxide, which then diseolves in the acid and 
becomes finally reduced to metallic lead at the cathode. 
The impurities present in the crude metal and the oxides on 
the face of the anodes are usually bad conductors of elec- 
tricity, and, if they do not become detached from the anodes, 
they form an insulating coat over a large portion of the 
anode surface. The natural consequence of this ie, that the 
current passes mainly through those parts of the plate that 
remain freely ex „and so the current density becomes 
greatly in at those portions, with the result that 
the anode is rapidly riddled with holes. The addition 
of fluid carbonic acid when mixed gradually with sulphuric 
acid and digested for some time at a temperature of from 
50 to 100° С. easily converts it into cresole sulpburic 
acid, which is soluble in water, and is capable of forming 
soluble salts with lead. These salts have been successfully 
used for the deposition of lead. 

Maxwell Lyte has suggested converting the lead into 
chloride and electrolysing it in the molten condition. 
Orude lead is fused and oxidised by a blast of air in a con- 
verter, the oxide is then stirred with hydrochloric acid in 
earthenware vessels until it is converted into chloride. Any 
silver compound aseociated with the lead, salt, or oxide 
treated, is chlorodised and is extracted from the mass by the 
application of strong hydrochloric acid or brine. 


MEASUREMENT OF THE EFFICIENCY OF 
CONTINUOUS CURRENT ELECTRIC 
MACHINES OF ALL POWERS: 


By Р. DUPUY. 


WE know what difficulty is experienced in the workshops 
where electrical machines are constructed, in determining 
accurately the efficiency of these machines. 

The brake methods are no longer employed, on account of 
their want of accuracy, and the different sources of error 
arising from their employment. Other well-known methods 
require mechanical appliances and rheostats, that are not often 
available when the power of the dynamos to be tried attains 
а certain importance. The method that we are about to 
describe has not yet been proposed, we believe, and we think 
that it may be of some interest to machine constructors. 

This method necessitates the use of two similar machines. 

The two dynamos, A and B, to be tried (fig. 1) are coupled 


1 = 1,000 amp.; i, 160 amp.; v, voltmeter; s, shunt; n, exciting rheostat ; 
к C, rigid coupling; v, voltmeter 140 v; c, 8rd machine 200 amp. 140 volts. 


in parallel by.means of conductors of short length and con- 

siderable section, so that we need not take into account losses 

of energy from this cause. 'The two dynamos have their 

armatures coupled rigidly by any system, a Raffard coupling, 

175 instance, and the connections are arranged as shown in 
g. 1. 


* The arsenic and antimony are oxidised to the maximum and 
unite with the soda to form scoria. 
L' Eelairage Electrique. 


We send into the whole arrangement the current produced 
by a third dynamo, c, the power of which need not be equal 
to that of the two first. 

We will suppose that we have to try two machines of 
140, 000 watte, at 140 volts; it will be sufficient, for instance, 
to have for the third machine a power of 28,000 watts, or 
200 amperes, at 140 volts. 

The rigid pair of machines to be tried begins to revolve ; 
the excitation of one of them is then Jessened, so as to 
the electrical equilibrium existing before. Precisely at this 
moment, we must observe, one of the dynamos becomes a 
generator and the other a motor. The current resulting from 
this want of equilibrium is theu made to give the normal 
output, ог, in the case under consideration, 1,000 amperes. 
The two dynamos of 140,000 watts then work at their normal 
rate of 1,000 amperes at 140 volts, and it is evident that the 
losses are furnished by the third machine, and we have only 
to measure the output in amperes and in volts to get the total 
losses of the two dynamos. The total loss of one of the two 
dynamos being tested is equal to half the watts furnished by 
the third machine. 

Working thus, we suppose that the efficiencies of the two 
machines are equal—which is not quite correct, as one of the 
machines is a generator and onea motor. This error, how- 
ever, can be di ed, as practically it only amounts to 
some thousandths, and, moreover, the hypothesis is used in 
other methods. 

There is also, in this method, another source of error, which 
we will mention, although it is of scarcely any practical 
importance, especially in powerful: machines, 


n‘short, the watts furnished by the third machine reprc- - 


senting the total loss, include the losses by the Joule effect, 
which should be expressed by 2 R 1°, and which are by 


R (I — i)? ＋ R (I +s? = 2681 + вй, 


or an addition given by the term 2 i'. But we must 
observe that the resistance, R, is very weak in powerful 
machines, and that, moreover, this augmentative error is of 
an opposite nature to the one due to the above-mentioned 
cause, so that for both these reasons it is practically of no 
importance. AN 

If we again take, as an example of the application of this 
methol the two machines of 140 kilowatts, quoted above, 
we get, at the tension of 140 volts: ; 


I — 1,000 amperes 
+= 160 , 
which gives a loss of | 
160 
z = 80 amperes 


for each machine, or an efficiency of 


1,000 — 89 
3 : 1,000 ae | 
As we see, this method is particularly applicable to the 
practical testing of powerful unitg; it has the advantage of 
being quick, and it only requires a very limited apparatus, 
the various appliances being found in all testing rooms of 
machine consiractors. We think, therefore, that this is a 
very practical method, and, as such, we have thought it would 
be worth while to make it known. 
i | 


Interesting Ceremony.—An interesting gathering took 
place redently at St. James’s Hall, Manchester, at which over 
1,100 guests assembled to celebrate the silver wedding and 
at the same time the coming of age of the eldest eon of Mr. 
and Mrs. Isidore Frankenburg. Mr. J. Farness, on behalf 
of the employés of the Greengate Rabber and Oable Works, 
presented a handsome epergne, suitably inscribed, to Mr. and 
Mrs. Frankenburg, and а dressing bag to Mr. Oherton 
Frankenburg. Among those present were Alderman Sir W. 
H. Bailey, Alderman Hall, and the Town Clerk of Salford. 
Alderman Sir W. H. Bailey added his congratulation in a 
neat speech. We also may, perhaps, be permitted to join in 
congratulations, as Mr. Frankenburg has recently entered 
the electrical field as a manufacturer of insulated cables. 


CF ."Z b T ero. M oe A. 2 


si KT 


— — — ae 4- 9 — 


— — — a — —— — — — АЫ — 


Vol. 42. Мо. 1,065, APRIL 22, 1898.] 


THE ELECTRICAL REVIEW. 


549 


——— ———— — — — — — 


ELECTRIC LIGHTING NOTES. 


(Continued from page 544.) 


Horsham.—Warnham Court, Mr. О. J. Lucas’s country 
seat at Horsbam, is to be lit with electric light. There will bə 300 
lights in all, which will be supplied from the farm by a combined 
system of gas and petroleum engines, the power being also utilised 
for pumping and driving farm machinery of all kinds. А D. P.“ 
battery of 106 cells of the latest type will be provided. The contract 
has been entrusted to Mesers. Drake & Gorham. 


King's Lyan.—Prof. Robinson's report on the elec- 
tric lighting question is before the Council, and it has been decided 
to apply to the Local Government Board for sanction to & loan of 
£30,000. 


Kiuning Park.—A Kinning Park (Scotland) Municipal 
meetiog referred back & recommendation to apply for an electric 
lighting order, and the Committee will obtain further information. 


Leyton.—The tenders received for the electric lighting 
extension P eee have been referred to the Electric Lighting Com- 
mittee. For the dynamos, tenders were submitted as follows:— 
Electric Construction Company, £854; T. Parker, Limited, £931 103; 
General Electric Company, £647 163. 6d.; United Ordnance and 
Engiaeering Company, £761; India-Rabber and Gatta-Percha Com- 
pany, £738; Laurence Scott & Oo., £771; Laing, Wharton & Down, 
£732; Brush Electrical Engineering Compauy, £827 7s.; Johnson 
and Phillips, £716 15s.; Siemens Bros., Limited, £737 ; Paterson and 
Cooper, £736. Contract No. 2:—Crossley Bros, Limited, £1,900; 
Wells Bros, £1,707 6s.; Bilbie, Hobson & Oo., £1,803 2s. For 
boildiogs: J. Haydon, £2,643 48. 9d.; F. J. Coxhead, £2,591 15s. 
Mr. Coxhead’s tender was accepted. For switchboards: J. White, 
£181 123. 9d ; Bertram Thomas, £175 15s. 6d.; Laurence Scott and 
Co, £150; Laing, Wharton & Down, Limited, £157 108.; Veritys, 
£153 4s. 9d. ; Siemens Bros., £239 53. Pea-nut anthracite is to be 
included in the next coal contract, and the grates of the present gas 
producing plant will be altered to suit the new fuel. From July 186 
tbe charge for current for lighting purposes will be 5d. per unit for 
the first 14 hours and 2d. per unit after, Wright's demand indicators 
being used. 


London.—Mr. D. J. Ross, the City engineer, has issued 
a report on the works and improvements which have been executed 
in the City during the past year. He says that the number of arc 
lamps in lighting at the end of the year was 494. The question of 
lighting the side streets by electricity is still under consideration. 
The number of defective electric lamps observed during the last 12 
months was 1,620. These returns are made to the Commission daily 
by the police, and the Electrio Light Company is fined for esch 
failure. Beneath the City streets now under the control of the Cor- 
poration, there exist at the present time about 2,360 yards, or 
one and a third miles of subway. The lengths of gas, water, and 
hydraulic maine, telegraph and pneumatic tubes, and electric lighting 
conduits laid in these subways amount to a total of 7j miles. The 
55 N and telegraph conduits contain about 424 miles of wires 
and cables. | 


Luwestoft.— The provisional order has been approved and 
granted by the Board of Trade. 


Ludlow.— The Pablic Lighting Committee reported that 
10 schemes were sent in by engineers, and that of Mr. J. S. Enright, 
5 BEEN, has been awarded the first prise of '£20 by the 

ouncil. 


Mexico.— Further copies of the Mexican papers show that 
several more failures have arisen in connection with the electricity 
supply plant. On one occasion recently a number of the public 
streets were in darkness the whole night, and the Portales, Municipal 
Palace, and other buildings were in darkness for a considerable time. 


Newcastle.—At a meeting of the special committee of 
the Corporation, held on Monday, it was decided to submit to the 
Council a proposition in favour of approacbiog the electric lighting 
i current companies, with a view to buyiag up their interest and 
plant. 


Paris.—The Municipality has decided upon having all 
the principal roadways of the Bois de Boulogne lighted electrically. 


Perth.— Mr. Gripper, managing director of Edmundson's 
Electricity Corporation, Limited, has written to the Perth Electric 
Lighting Committee stating that as the provisional order would soon 
be реве, he should be glad to meet the Committee as to the transfer 
of the electric lighting powers to his company. The meeting resolved 
к the кане were not yet ready to take any definite step in 

is matter. 


Port Adelaide (Australia).— Early last month the 
Mayoress laid the foundation stone of the electricity works which 
are being put down by the South Australian Electric Light and 
Motive Power Company. The architect is Mr. W. W. Crawford, 
who has gone out from England under engagement to the 
company. The plant will consist of three boilers, a Green's 
patent fuel economiser, and four Belliss compound engines. Taese 
will be coupled to three Johnson & Phillips patent shunt-wound 
dynamos, each capable of giving an output of 70 amperes, 420 volta, 
at a speed of 350 revolotions per minute, aud two dynamos of the 
same make, capable of an output of 70 amperes, 2:0 volts, at a 
speed of 420 revolutions per minute. There will, in addition, be the 
usual batteries and switchboards. It is estimated that the whole of 


the works in going order will cost £9,000. The contract provides for 
23 arc lamps of 2,000-C.P. each, and 66 incandescent lamps of 50-C.P. 
each. The arc lamps will be turned off at midnight, and incandes- 
cents kept alight till sunrise. The contract is for 10 years; but at 
the expiration of five years the Corporation may acquire the lighting 
plant at a valuation. 


Portsmouth.—A contemporary says that the Town 
Council will shortly consider a report for the lighting of the ordinary 
street lamps with electricity at precisely the same cost as is now 
incurred with gas. 


Sheffield. — Тһе Town Council held a special meeting the 
other day, and passed a resolution approving of the Council pro- 
moting a local and personal Bill in the present Session of Parliament 
to confirm the agreement for the purchase of the undertaking of the 
Sheftield Electric Light and Power Company, and to confer borrow- 
ing and other powera on the Oorporation. 


Shoreditch.—The report made by Messrs. Kincaid, 
Waller & Manville to the Electric Lighting Committee of the Shore- 
ditch Vestry was discussed at considerable length at the Vestry 
meeting held on Tuesday evening. The consulting engineers recom- 
mended the Vestry to instruct them to prepare detailed plans and 
specifications for the alteration of the destructor house and the 
erection of new coal and accumulator house, and for the boilers and 
requisite steam and feed pipe connections and necessary accessories ; 
and also to furnish a further report on the terms as to which the 
makers would be prepared to increase the siz: of the battery. The 
cost of the work was estimated by the consulting engineers at £13,200, 
which included a provision of 10 per cent. for contingencies and 
extras. Having been advised on the matter by the chief engineer 
(Mr. Russell), the Lighting Committee recommended the Vestry to 
generally adopt the scheme proposed, and that it should be referred 
to the Committee to advertise for tenders for the work. An amend- 
ment was moved and seconded that pending the making up of the 
accounts, the report should be referred back to the Committee. 
Replying to criticisms made upon the report and electric light station, 
Mr. Kershaw, chairman of the Lighting Committee, stated that during 
the third quarter the whole scheme of electric lighting had resulted 
in a profit of £1,700. With regard to the thermal storage plant, that 
had not yet had a practical test, but if the terms of the specification 
were not fulfilled the contractors would not be paid. They were, 
however, now treating at the rate of from 30,000 to 40,000 tons of 
refuse per annum, aud it was believed they would have the lowest 
worke’ costs in London, and perbaps less than those of the Leeds 
works, where coal only cost from 6s. to 7s. per ton. It was proposed 
to put down five dry back boilers to supply steam to the engines 
ordered scme time ago, and this would enable the present output of 
407 kilowatts out of a possible 456 kilowatts to be considerably 
increased. Only six members voted for the amendment, which was 
lost, and the original motion was carried. The Vestry authorised the 
Lighting Committee to order from the Electric Construction Company 
a 30-kilowatt transformer and four switchboard panels for the arc 
light aystem. The Lighting Committee reported having received an 
inquiry from the Electric Vehicles Syndicate, asking for a supply of 
current at làd. per unit during the day. The Vestry resolved to 
inform the Syndicate that the offer made was not acceptable, but that 
they would be prepared to consider a proposal on lines similar to the 
terms made with the London Electric Cab Company. Fifteen tenders 
were received for the supply of arc lamps in connection with the 
extension scheme. These were referred tothe Lighting Committee. 


Southampton.—At tte last meeting of the Town Council 
the Electric Lighting Committee submitted a report, showing that 
the number of units metered at the works during March was 19,186, 
being an increase of 425 per cent. over the number for March, 1897. 
Having considered an application from a corporate committee with 
respect to lighting the public parks, the Committee had resolved to 
defer the consideration of the matter until the question of public 
lighting was somewhat further advanced. The electrical engineer 
reported to the committee that he had been in communication with 
several firms upon the matter of electric lanterns for the police, but, 
having regard to the cost, weight, and other circumstances connected 
with the samples submitted for his inspection, he could not recom- 
mend them to the committee. The committee's report was adopted. 


Southport.—At a receat Council meeting, the Gas 
Committee opposed a proposal made by the Electricity Committee 
to add 42 arc lamps to the street lighting, and the motion was 
eventually withdrawn. 


Southsea.—A Committee is to consider the desirability 
of lighting 8t. Jude’s Church, Southsea, with electricity. 


Stockport.—The Local Government Board has granted 
the application of the Council for a loan (£24,600) fcr electric light- 
ing purposes, and has approved of the land lately occupied by the 
Millgate gas works as a suitable site for electricity works. 


St. Pancras.—At last week's Vestry meeting, Mr. 
Thornley submitted a special return, showing that a beginning had 
been made at the destructor in generating electricity from dust. 
The committee hoped to bring up a more complete return on a 
future day. They had already generated some hundreds of units. 


Sunderland.—The Town Council bas adopted a report 
recently submitted by Mr. Snell, the borough electrical engineer, on 
the subject of electric lighting extensions. Application will in con- 
sequence be made to the L:cal Government Board to sanction a 
further loan of £26,000 to carry out the scheme, and subject to such 
sanction leave bas been granted to borrow £10,000 for immediate 
requirements. Mr. Snell is drawing up specifications, and invitin 
tenders for two Lancashire or Galloway boilers, and all piping an 
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accessories, one new Weir's pump, one new steam dynamo, complete 
with piping, &c., and two motor transformers. Mr. Snell has been 
also authorised to take steps so that the change to the 440-volt system 
may be effected in the spring of 1899, subject to the approval of the 
Board of Trade. In the report referred to the figures were given 
showing the increased demand which bad rendered extensions 
necessary :— 


| ; Capacity 
No. | 8-С.Р. „ | Max. . | Capacity 
e of соп: | lamps Nd load 1 ol station, 4 nts 
ng. sumers.| fixed. E. H. P. E. H. P. stand-by. 
FC — — — m 
Dec. 818%, 1806 118 | 11299 | — 294 — 815 210 
Dec. 81st, 1897 170 | 19,177 | 7,888 | 499 | 205 115 480 


Dec. 8184, 1898 (E) | — | 93,750 | 4,578 | 680 | 181 


To the present date the number of lamps connected has increased to 
20,411, as against 19,177 in December last, or an increase of 1,234 in 
two months, to which must be added some 800 more applied for. 
The number of consumers has also increased from 170 to 191. The 
following table was also given :— 


k 
tric nnits total ing and nking 


Net 
capital | sleep- | " Total Re 


costs. | venue, "i rofit 


‚Р. | 

ma à nd in- 
re- outlay ing or year. 

quired. 212 to end of costs. terest | 

° ear. | 

—  —_—_— ð— ——ͤ——-H ——— | i—— 
1896-9 680 | 418,550 | £46,300 | £8,680 ' £2,870 | £5,950 | £6,055 | £105 
1900 1900 800 | 529,470 | £56,000 | £3,860 | £3,180 | 27,040 | £7,800 £760 
1900-1 1,000 | 660,960 | £69,000 | £4,360 | £3,700 | £8,060 | £9,430 | £1,870 


The estimate for all кашешоша to the end of 1901 is £12,728, 
but for immediate requirements the outlay will be £7,800. The 
report under the 3 of “mains” says: — The alternating plant 
is gradually being loaded up, and I expect will be loaded up by the 
year 1900. Instead then of adding to this plant, I propose to serve 
that district by direct current, and to lay a feeder (in the existing 
conduits which convey the high tension cable) to, say, the corner of 
vedere and Btockton Roads, looping up tbe now isolated pieces of 
distributing mains; a much more reliable, safer, and more economical 
system will thus be provided ; a 24 hours’ supply given with economy 
to all consumers, residents, and others alike, and the whole supply 
will be derived from one system instead of two. It must be dis- 
tinctly understood that I do not propose to do this yet; but I shall 
require your sanction to tbis scheme to enable me to pave the way 
gradually for the change. Iam confident, after the most careful and 
engthy consideration of the matter, that this will be the best system 
for Sunderland, both immediately and when considering the future. 
The alternating plant could still be made use of for pioneering 
another district,{e.g., Roker, until such time as that outside system 
had grown to such extent as to warrant its transference to the general 
system. It may be necessary, when effecting this change (unless 
some arrangement is arrived at between the Corporation and con- 
sumers), to change the lamps in most of the consumers’ premises, and 
to effect some minor alterations therein. The cost will not be large, 
compared with the very great advantages otherwise obtained. I wish 
to point out that the present mains will carry from three to four 
times the amount of energy without increase of section hy this 
method, and therefore a very great saving will thus be effected. 
Estimate: — Extensions of feeders in present district, required at once, 
£675; mains to the workbouse, £2,200; new feeder to residential 
district, £1,665; three years’ ordinary extensions of mains and ser- 
vices, meters, &c., £7,000; allowance for new lamps and alterations 
to consumers' wiring in certain cases, £1,000; £12,540.” 


Taunton.—The Taunton District Council long ago made 
itself conspicuous for its debates on electric lighting, and that 
a deo it bas maintained up to the present time. No fair- 

ded man would wish to prevent legitimate discussion on the 
electric lighting question in any council chamber, but in some parts 
of the country there is a tendency among councillors to take every 
T of finding fault with either the electricity works or the 
administrators thereof. There has been considerable heckling at 
Taunton from time to time, and one member in particular bas been 
very much in evidence in the debates. Where the desire to oppose 
existe it is not unusual that actual facts should be ignored and gross 
mis-statements made. And it may often bappen that these mis- 
statements will doa considerable amount of barm anless they are 
ublicly contradicted. At Taunton it seems that the mis-statements 
ave been во and so often repeated that the Flectric Lighting 
Committee has felt itself compelled to give & quietus to two cour- 
cillors who bave circulated them. That body has, therefore, drawn 
up and issued to the local public a lengthy explanation, showing on 
the one side the mis-statements of Messrs. Btandfast and Clement 
Smith, and showing, on the other side, item for item, the actual facta. 
The dccument is duly signed by the 10 members of tbe Electric 
Lightir g Committee. A comparision cf the facts and the mis-state- 
ments, allowing the necessary grain of salt on either side, is evidence 
of the extent to which public men can go in trying to prove their 
case. The matter is not of more than paseing interest, though we 
suppose the issuing of this statement may lead to further protracted 
discussion both in the local press and in the council chamber, but 
borough electrical engineers and sometimes electric lighting com- 
mittees in different parts of the land have to listen to most absurd 
statements from ignorant councillors, and though in most cases the 
statements are only worthy of contempt, there is yet such a thing as 
going too far. Then is the time to meet the matter in the way 


adopted by the Taunton Committee. It ought to have a healthy 
effeot upon the Council generally, | | 

Councillor Standfast has issued a circular in reply, in which ha 
proves to his own satisfaction the inaccuracy of the Committee's 
statements. 


Wallasey.—A Local Government Board inquiry was held 
on 14th inst. into the Council's application for a loan of £20,785 for 
electric lighting extensions. The sum is made up of £17,725 for 
electric lighting extensions proper, and £3,060 for purposes of street 
and promenade arc lighting. e amount of £17,725 lis required to 
extend the engine and generating power, and to supply 150 more 
consumers. The sum of £3,060 is composed of £1,380 intended to be 
spent on 46 arc lamps and standards for the streets, and £1,680 for 
16 arc lamps for the promenade, together with the necessary cables 
and attachments. The electric light was installed in the district and 
first used in the month of January, 1897. There were then 2,000 8- 
C.P. lamps in connection with the supply, but at present the number 
is between 5,000 and 6,000. The number of consumers is about 100. 
The prcfit for the 11 months ending March last was £840. Applica- 
tions for energy were being received so fast that the committee 
were unable to comply with them owing to insufficient 
power. Since the system was installed the price had been redu 
from 7d. to 64. per Board of Trade unit, and a reduction had also 
been made for prolonged consumption. Evidence in sup of the 
application was given by Mr. J. H. Orowther, lighting eng s 


West Ham.—The West Ham Board of Guardians has 
been considering the question of improved lighting of the Workhouse, 
and it was thought advisable to consult an' engineer Hier fro down 
electric lighting plant. The Leyton District Council o to supply 
е at Sd. рег unit. The matter stands adjourned for а fort- 

t. 

In the Corporation Bill power is sought to amend the provisions 
of the West Ham Electric Lighting Order, 1892, with noe to 
power to supply and let electric fittings. 


Weston-super-Mare,—The Municipal Electric Sapply 
Company, having offered to take over the Council's electric ligh 
order, the Council has written stating that, if it determines at any 
пи к to dispose of its order, the company’s terms shall be 
considere 


Winchester.—The Winchester Electric Light and Power 
Company bas written to the City Council on the subject of street 
lighting. The present lighting contract terminates in a few months, 
and as a special arrangement was made for supply of current for all 
municipal purposes at 4d. per unit, the company has raised the ques- 
tion. The worksare now about ready to supply current. We under- 
stand that tenders are being invited for lighting the streets for three 
or five years. 


Wycombe.—The foundation stone of the electricity 
works was laid by the chairman of the Electric Lighting Committee 
last Saturday. 


Yarmouth.—The new plant referred to last week com- 
prises a 150-kw. steam alternator. Mr. Ranken, in bis report recently, 
stated that the number of "up ts connected has during the last two years 
been increasing at the rate of about 2,500 lamps per annum. Taking 
this figure as likely to continue during the next 18 months, he esti- 
mated that the number of lamps connected will, in September, 1899, 
be about 14,700, increased to 15,300 if the Council carried out the 
illumination of the Drive by festoons of coloured glow lamps. 
Towards the end of the season 65 cent. of the lamps arc in use 
at one time, so that before the 1 season it will be necessary to 
provide enough machinery to supply 10,000 lamps alight simulta- 
neously, with sufficient reserve plant. The new plant will enable 
the works to supply 12,000 lamps at one time, leaving one 
150-kilowatt set in reserve. No addition to the boilers will be re- 
quired until it was necessary to increase the engine room plant, which, 
at the present rate of growth, would not be till 1901. It would be 
ad visable to order tbis plant not later than June next, as most of the 
manufacturers have so much work in hand, that they will require a 

ear to execute the contract. The Council resolved to apply to the 
Local Government Board for sanction to a further loan of £4,800, 
and that Mr. Preece be consulting engineer for the new and 
alternator. The items in the application would be as follows:— 
Steam engine, 1,500 kw., alternator and steam pipes, £2,800; addi- 
tional high and low tension mains, £1,600; transformers and trans- 
former stations, £400; total, £4,800. The quarterly electric light 
statement showed that the receipts totalled £1,203 5s, leaving a 
margin of £564 2s. 9d. over the cost of production, which is sufficient 
to pay all capital charges, interest, and sundries. The accounts for 
the nine months ending December 31at showed that the income had 
met expenditure, including repayment of capital, within £327. Out 
of capital repayments during the year of £852, the surplus revenue 
from the light had paid £526. 


ELEOTRIO TRAOTION AND MOTIVE 
POWER NOTES. 


Ayr.—There was a brief discussion at last week's Council 


meeting regarding electric traction, a proposal to put down overhead 
trolley lines having been submitted by Mr. Bickerdyke, of Montreal. 
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Brad ford.— The deputation which went to the Continent 
early in March to inspect electric traction with reference to 
the supply of electricity for electric lighting and electric traction 
purposes from the same plant, has issued ite report. The deputation 
consisted of the Mayor, Councillors Dixon and Shaw, and Mr. 
Gibbings (borough electrical engineer), and paid visita to Brussels, 
Hamburg, Berlin, Dresden and Leipzig. After taking into consideration 
all that the deputation saw they express themselves satisfied that the 
arrangements already made at the Valley Road electricity works for 
running the Bolton Load and Great Horton tramways, are as complete 
за anything seen on the Continent, but the Continental generating 
stations are very much larger and finer than anything in this country. 
Instead of making undue haste in the matter of electric traction 
or lighting the committee says that we are considerably behind the 
development which bas already taken place in each of the towns 
visited. It appears to bethe practice to utiliseeither the accumulator 
system or the conduit system for crossing the more important 
thoroughfares in the centre of the town with electric trams, “thus 
doing away not only with the unsightliness but possible danger of the 
overhead wires," and althougb the initial cost of the conduit system 
is considerably higher than that of the overhead, it was found to be 
far preferable in the centre of the cities visited. 


Bristol.— Pursuant to the instruction of the Bristol City 
Council, the Tramway Committee of that body have taken steps to 
continue, or rather to re-open, negotiations with the Bristol Tramway 
Company with regard to the extension of their system and the 
adoption of electric traction. One of the points upon which a dead- 
lock had occurred was as to the period at which the new lines should 
be parchasable by the city. The committee desired they should be 
purchasable at the same time as the old horse lines,in other words, 
about 14 years hence. The company stuck out for the full 21 years 
allowed by the Tramway Act. An intimation had been since given 
that the company were prepared to throw their varions lines together 
and to give the city power to purchase the whole in 18 years. The 
Bristol city engineer has calculated what the period would be on 
simple mathematical lines and finds it works out to 16 years and 
7 months. Thereupon the committee suggested the term shonld be 
- 16 years 6 months, so that 18 months only separated them from the 
company upon this point of the negotiations. The company’s repre- 
sentatives asked for an interview with a deputation from the com- 
mittee, and on Monday the Sanitary Committee commissioned their 
chairman (Alderman Cope Proctor) and vice-chairman (Mr. George 
Pearson, who happens to be chairman of the civic electrical depart- 
ment) to meet the company’s nominees and talk over the whole 
subject. The citizens, the great majority of whom are anxious 
electric traction should not be delayed, are now hopeful that terms 
will still be arrived at. 

The Kingswood Council has been informed by the Light Railway 
Commissioners that they propose issuing the order applied for by the 
Bristol Tramways Company to authorise the construction of a new 
line from St. George to Hanham. The Council was asked to make 
any suggestions thought necessary. 


Cable Traction.—It is interesting to note that Messrs. 
Dick, Kerr & Co., have just secured a contract for the equipment of 
cable tramways at Edinburgh for the sum of £89,000. : 


Christchurch and Poole.—The Pokesdown District 
Council has resolved to grant the representatives of the British 
Electric Traction Company an interview in order to discuss their 
new scheme of a light railway from Ohristchurch to Poole. 


City and South London,.—AÀn evening paper says that 
the contract for the construction of the extension of the City and 
South London Railway from Stockwell to Clapham Common has 
been placed. This extension is to be completed in 15 months. 


Cork.—The electric tramway and lighting plant and un- 
dertaking, which was commenced last November, is said to be 
approaching completion. It is expected that the lighting will be 
in operation by the end of May, the tramways before July Ist. 
Orders are being booked for lighting current. There is a local free 
wiring com . The chief engineer of the undertaking is Mr. 
Horace Ё. ‚апа Mr. Wrigbt, of Brighton, is stated to be in 
charge of the lighting ments at Cork. Mr. Richard D. Walsh, 
О.Е., of Dublin, is tha eng aaar for the tramway construction, and 
Mr. Merz and Mr. Beverley Griffin are the resident engineers for the 
electric works and tramway construction respectively. 


Coventry.—The work of extending the electric tramway 
system is being rapidly carried out in Coventry. The extension is 
nearly six miles in length, and will open up communication with the 
worin тар зоа pud existing rsh ыо ае клды successfully 
w or se years, con ven th Bedworth, a 
distance of about seven miles. т i 


Dublin.—Before the Judicial Committee of the Privy 
Council, sitting at Dublin Castle last Saturday, application was made 
by the Dublin United Tramways Company for an order in Council to 
authorise the construction and extension of several tramways in the 
County of Dablin, in the Townships of Rathmines and Rathgar, 
Pembroke, Drumcondra, Clonliffe, and Glasnevin, and Clontarf, in 
the City of Dublin. The matter was adjourned for four or five weeks. 
The Dublin Corporation had the previous day passed a resolution 
approving of the scheme conditionally. 


Liverpool.—The Corporation Tramways Committee on 
Friday last inspected specimens of an American-made, and of a 
German-made, electric car for the new experimental electric line to 
the Dingle, and they bave decided to order a number of cars of each 


Leeds.— The Tramways Committee i8 to purchase 10 
additional trailer oars. 


New Conduit System.—A model car and tramway on 
the Munson electric conduit system has been fitted up at the Glasgow 
Corporation Tramways works, in St. James Street, by the Munson 
Electric Conduit Company, of Chicago. There was a press inspection 
on 15th inst. Mr. Wm. Arnot, late electrical engineer to the 
Corporation, explained the working of the system. The system is 
described in the Glasgow papers as follows:—" Within the conduit, 
placed at intervals regulated by the 1 of the car, are small 
gun-metal rollers. These rollers are fixed on the end of a plunger, 
to the other end of which there is attached a tongue, which is in 
metallic connection with the roller. Opposite the tongue are two 
contacts connected with the main wire, which is equivalent to the 
trolley wire on an overhead system. This main wire is laid in solid 
insulating material, such as hard bitumen. Opposite the roller is a 
second one connected similarly, and having the main return wire on 
the other side. The action that takes place while a car is running is 
that, when the plough which protrudes underneath the car comes 
between the two rollers it forces them inwards, the tongue on the 
end of the plunger in both cases going in between the two contacts 
which are oonnected with the main cables, and completing the 
circuit, the motor is actuated in the usual way. Whenever the car 
leaves these two rollers they are forced out, and then become quite 
dead—that is to say, no electricity is in them. The plough of the 
car, before leaving one pair of rollers, makes contact with the pair in 
front. The great point claimed for the system is, that the entire 
system is an insulated one on both sides, that the return current is 
not taken back by the rails, henoe there can be no trouble with the 
electrolysis, and that no bonding of the rails is required." 


Paisley.— At a meeting of the Town Council on the 12th 
inst., it was stated in the minutes of Council that at a recent com- 
mittee meeting Mr. Emile Garcke, manager of the British Electric 
Traction Company, Limited, was introduced and heard with re- 
ference to the proposed construction of electric tramways in the 
burgh and as to the probable requirements of the company for supply 
of motive power from the Corporation works. After a lengthened 
statement, he asked that the Council should agree to the principle 
on which the proposals of the company are based, subject to the 
rms of the provisional осеги to be аас the com ny» а 

е system they propose to t, tory. . Garcke 
having retired, the clerk read tatters Жы the Simplex Electric 
Tramway Conduit Syndicate, Limited, and from Mr. R. Bickerdyke, 
vice-president of the Banque d'Hoch: Montreal, calling attention 
to the merits respectively of the gp in " and " American Electric 
Trolley " systems of electric traction. ese he was directed to hand 
to Mr. Teague, and it was agreed to defer consideration of these and 
of Mr. Garcke's proposals until Mr. Teague has reported in terms of 
instructions. 


The Electric Power Schemes,—The Clerk to the Derby- 
shire County Council has informed the Blackwell District Council that 
the General Electrical Power Distributing Company has decided to put 
certain clauses into its Bill that would meet a good deal of the 
opposition now directed against it by various public authorities. 
The introduction of these clauses would practically wipe out the 
Blackwell oppos ыо 

As there has been so much opposition raised to the scheme of the 
General Power Distributing Company, the Derbyshire Times dis- 
cusees the advantages of the scheme at some length. 


Roumania.— The Helios Company of Ehrenfeld, Cologne, 
is reported to have secured a contract for the construction of an 
electric tramway in the town of Braila, Roumania. 


Sheffield.—The question of site for the electric tramway 
power station is occup attention at the present moment. Various 
sites have been suggested, and various opinions are held as to their 
suitability. The Tramways Committee recommended, and the 
Council approved, of the Kelham Island site, and Mr. H. F. Parshall, 
of the British Thomeon-Houston Company, expressed the opinion 
that this was in all ways suited for the purpose. Dr. Hopkinson 
in his report discussed the ve advan of half-a-dozen 
sites, and we abstract a few of his remarks:—" Kelham Island is in 
reality less advan us in position than would appear at first sight, 
because it will not be convenient to lead out conductors in the most 
direct way for the supply of the district to the north-west and west. 
The conductors for direction must be brought back to Alma 
Street, and part of them as far back probably as the Borough Bridge. 
The station further is actually at a greater distance from the centre 
of the district than any one of the remaining four. Water for con- 
densation is, of course, readily obtained, but the whole of the coal 
required would have to be brought in by cart. Johnson 
Street is favourably situated in regard tothe work to be done. Com- 
paring it with Kelham Island, it is a little more central; it is equally 
advantageous with regard to condensation, and it may be better 
placed for bringing in coal if the overhead gantry can be carried out. 
. . . Assuming that the foundations were all , and not re- 
quiring piling, I should on the whole prefer Johnson Street. But the 
advantage of one over the other is not so great that it would be 
worth while going into any very large expenditure in purchasi 
one site rather than another. A perfectly successful result shoul 
be obtained with any one. It has further been suggested to me that 
the tramway generating plant might be placed on a part of the land 
occupied by the present electric lighting station. The station is 
well situated in relation to the work to be done, and I understand 
there is water for condensation. There is also sufficiea room in the 
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existing buildings for enough machinery for present requirements. 
I see no objection to the plant immediately required being placed 
there, and to leaving the question of where a larger plant shall be 
fixed to be settled later." 


Sunderland.—The Council has decided to send a deputa- 
tion consisting of the Mayor, Tramways chairman and vice-chairman, 
borough engineer, and the borough electrical engineer (Mr. J. F. C. 
Snell) to the Continent, to obtain information respecting electric 
traction. 

West Derbyshire Light Railway.—At a meetiog of 
the Derbyshire County Council last week it was reported that the 
promoters desired to increase the width of the gauge from 4 feet to 
4 feet 84 inches. The Council decided to raise no objections, on cer- 
tain conditions, among them being:—That no steam power shall be 
used on the line; that the length of the trains shall be restricted 
to two carriages, in addition to the carriage carrying the motor 
power. 


Whitley.—A poll was taken on Saturday of the parochial 
electors and ratepayers of the urban district of Whitley and Monk- 
seaton, to ascertain the feeling with regard to the proposed intro- 
duction of electric tramways. The result of the ballot was: For the 
tramways, 260; against, 220; majority for, 40. 


TELEGRAPH AND TELEPHONE NOTES. 


Australian Overland Lines.—It appeara, says the 
Financial News, that the South Australian Government has decided 
upon the desirability cf duplicating the overland telegraph by 
the erection of a second wire to Port Darwin. The subject bas 
claimed attention as a result of the recent interruptions in the 
existing wire, and the complaints they have entailed. The double 
wire, when the intended addition is ccmpleted, will bave a working 
capacity nearly four times greater than the existing single one, and 
this will greatly facilitate the transmiss‘on of messages and prevent 
a block on the line. The cable company has two cables to Port 
Darwin, aud, as South Australia has only one wire, the cable has at 
present an advantage over the land line. There are over 2,000 miles 
to be traversed, and it is expected that the work will be completed 
about the end of the year. The total cost is estimated at something 
over £50,000. The Agent-General in London bas been advised of 
the materials required for the work, aud is now only awaiting the 
receipt of a cablegram to put the order in hand. 


The Cuban Crisis.— It is stated that the Minister of the 
Colonies for Spain has N dde of a contract for the laying of a 
telegraph cable between Cadiz and Havana vi« Teneriffe and Vieques, 
an island near Puerto Rico. 


Delays in Australian Telegrams.—We reprint an 
extract from the Sydney Morning Herald of the 12th ult, which 
shows that the Australian public is perfectly alive to the incon- 
venience caused by the very frequent interruptions to the Australian 
landlines. We believe tbat the South Australian Government ргорсве 
to remedy this very unsatisfactory state of affairs by putting another 
wire оп the same Poles as the present line from Adelaide to Port 
Darwin is carried upon. It is estimated that this proceeding will 
cost something over £50,000, but it seems absurd to expect that by 
putting additional weight on these poles they will stand sny better 
than they do at present. It has been stated in the House of Commons 
that the Colonies are making no movement in favour of a cable across 
the Pacific, but it is difficult to understand how the public can do 
more tban protest in the press, and how the Premiers of the Colonies 
can express themselves more strongly than they have done at the 
recent Federation Conference, where it was agreed, with regard to 
the Pacific cable, That if Great Britain and Canada would contribute 
each one-third of the ccst, the four eastern Colonies, Queensland, 
New Bouth Wales, Victoria, and Tasmania, would favourably con- 
sider the proposal to provide the remaining one-third of the contribu- 
tion." As regards the official notification of the delays in Australian 
telegrams, a correspondent in the Sydney Daily Telegraph writes con- 
cerning the telegraphic department of South Australia, which, he says, 
" tends tothe Sydney office the most misleading information regarding 
the state of cable business. To go no further back than yesterday, the 
Official notice read as follows:—‘ London, 8.28 p.m., March 2nd. 
Received Adelaide 7.7 a.m., March 3rd, equal to 87 a.m. Sydney.’ 
Whilst the actual experience of business people was :—‘ London, 6.50 
pma March 2nd. Received Sydney Telegraph Office 5.40 p.m., 3rd 

dem (after businers hours) or a difference of no less than 11 hours 
11 minutes between official representation and actual facts, whilst for 
business purposes the difference was cqual to 24 hours." 

T he extract above referred to from Sydney Morning Herald runs as 
follows (we would merely premise that '" Broome” is identical with 
Roebuck Bay) :— 

“CABLE COMMUNICATION. 
“A Series of Interruptions. The Record since January. 


“The imperfections of the present means of communication 
between Australia and Europe bave been the cause of increasing dis- 
satisfaction among commercial classes. Local feeling on the subject 
was expressed on Thursday by the deputation (from the Sydney 
Chamber of Commerce) that waited on the Postmaster-General; and 
although it cannot be said that that deputation exhausted the possi- 
bilities of the subject, it brought the question into prominence, and 
gave the movement towards reform an impetus that it much needed. 
The main ot ject of the deputation was to advocate the claims of the 


Pacific cable. A more general question, and one in which all sections 
of the public are directly interested, is that which is concerned with 
the reasons for the interruptions, their increasing frequency, and the 
possibility of an improvement in the present state of affairs. That 
there bas been morc trouble with the cable service of late than was 
the case formerly Mr. Cook admitted. Аз а well-known merchant 
said to a Herald representative yesterday, messages are delayed, and 
it is impossible for the person who receives them to be certain how 
long the delay has continued. He is unable to say whether the 
message was put in half an hour, an hour, or 10 hours ago. To the 
commercial world & doubt of this kind is often attended with 
serious consequences. The uncertainty is, in fact, the worst feature 
of the case. 

" Speaking generally, it may be said that the interrupticns which 
have occurred during the past few months have occurred on the over- 
land service. There are practically two overland lines connecting 
Sydney with Europe. The bulk of the work falls upon the line 
between Port Darwin and Adelaide. This is the principal medium 
for transmission of English and Continental intelligence. Thera is 
another line which crosses the south of the continent and connects 
Broome in the west with Port Adelaide in the south. This line 
serves аз a sort of second string for the line running north and south, 
but it is in an almost chronic etate of disrepair. As far as the lines 
between Adelaide, Melbourne, and Sydney are concerned, there is 
teldom any difficulty. Occasionally, as happened two or three weeks 
ago, heavy rains and swollen rivers may delay communication for a 
day or two. But the question practically narrows itself down to the 
condition of the line between Adelaide and Port Darwin and that 
between Adelaide and Broome. It is these two which transmit 
foreign intelligence to the more central colonies, and it is witb their 
efficiency, or otherwise, that the public are chiefly concerned. 

“Probably only those immediately interested are aware how 
rumerous of late have been the interruptions to the overland tele- 
graph service. O.casionally something is heard of a deep-sea cable 
going wrong, but, taking the period from the present time back to 
the beginning of the year, it may be said that the difficulty has been 
entirely with the overland route. In the prees, the heading Tele- 
graph Interruption’ has appeared with monotonous frequency. On 
Thursday last it was announced that the Port Darwin line is 
unworkable, and cables are being transmitted vid Broome.’ On the 
Tuesday previous, March 8th, the announcement appeared that the 
Port Darwin line was interrupted between Katherine amd Port 
Darwin. On March 7ththe familiar heading was again in ewidence, 
and this time it was the Broome line that was out of order. Ол 
March 2nd there was an interruption on the Port Darwin line. On 
February 26th the Herald explained that there was no English news 
of the previous day, as the Port Darwin circuit was affected. An 
announcement of February 11th stated that the Port Darwin line 
was interrupted north of Woodnadatta. On February 9th came the 
news of another interruption to the same line; and going back to 
February 2nd there is still another, this time the news being accom- 
panied by the additional intelligence that the line between Perth 
and Roebuck was working badly. On January 31st over 200 poles 
were down on the line between Overland Corner and Renmark. On 
January 24th an expedition had to be sent from Port Darwin to 
enable communication to be restored. On January 13th European 
meseages were delayed through an interruption to some part of the 
overland line. In all 18 interruptions—some of them trifling, some 
were serious—bave occurred on the overland line during the begin- 
ning of the year. The numbers are taken from announcements made 
in the columns of the Sydney Morning Herald. No official record 
has been kept locally, and it is possible that no mention has been 
made of interruptions of the more trifling kind. But enough has 
been said, however, to show that the representations of Thursday's 
deputation were well founded. 

“ Ав has already been announced, the South Australian Govern- 
ment has und en the continuation of a duplicate line between 
Port Darwin and Adelaide. The line will, however, for the most 
part be worked upon the same telegraph poles as those which support 
the present one, and for this reason the scheme is not received with 
much favour by commercial men in Sydney. Mr. H. C. Mitchell, 
Becretary to the Chamber of Commerce, said yesterday that he was 
confident that nothing but the construction of the Pacific cable would 
satisfy local requirements. The convenience would be very great, 
and the saving would, he thought, be enormous. The Eastern 
Extension Company, while offering to lay a line from Natal to Port 
Darwin, made no offer to reduce the cable rates. The proposed 
Pacific cable would convey messages at a rate cheaper by 1s. 9d. & 
word than that at present in force. ‘In five years’ time,’ said Mr. 
Mitchell, ' there will be four million words passing annually between 
here and Europe. A saving of 1s. 9d. a word means a saving on that 
of £360,000 & year. If the work is to be done, it should be done by 
the Government. The overland line may be interrupted, and the 
proposal of the Eastern Extension Company does not seem satisfac- 
tory. The Pacific cable would pass through British territory, and 
would be the cheapest in the end." 


Interruption to Cape Cables. During the present 
morth two of the cables which form of the main line from 
England to the Cape along the West Coast of Africa have been in- 
terrupted. The cable which connects Sierra Leone with Accra was 
interrupted on the 9th and was restored last Tuesday (19th). Another 
cable, which runs from Mossamedes to Cape Town was interrupted 
on the 14th and is not yet repaired. Thus, since the 9th of this 
month we bave been depending for communication with the Cape on 
the cables along the East Coast from Aden; of which only the Mo- 
zambique-Zanzibar section is duplicated. The frequency of the in- 
terruptions to the Cape cables emphasises the necessity for laying the 
proposed alternative line vid St. Helena and Ascension. In addition 
to the above we learn that another cable on the West Coast, i.c., that 
from Mossamedes to Bengueld, broke down on Wednesday. 
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The Privacy of Telegrams.—In reference to the order 
recently issued to the staffs at the various Post Offices on this very 
important subject, a correspondent of the Standard asks, What 
is the use of this order, when the contents of telegrams are 
telephoned from  sub-offices to the Central Telegraph Offices 
in such a way that anybody in the sub-office can hear the 
whole contents of the telegram, together with the names of the 
addressee and sender? The other day he had occasion to senda 
telegram, and some question arising respecting it, he was catechised 
across the public office (then full of people) by the clerk in commu- 
nication with the telegraph room. What made the circumstance the 
more annoying was that the message was perfectly in order. Bat at 
the busiest hour of the day the receipt of telegrame at a “ first-class ” 
provincial office was left to the care of one girl. 


The Telegraph Wire Export Trade.—Qaite an active 
trade was done in the exports of telegraph wire and apparatus con- 
nected therewith during the past month, the total value of the m 
mente amounting to £135,583, a8 com with only £75,276 
February last, and against £139,642 in Msrch, 1897. The total 
value of the exports for the first three months of the year may be 
considered satisfactory as it amounts to £248,788 as compared with 
£245,472 in the same period of last year, and only £188,302 in the 
first quarter of 1896. 


Telegraphic Interraptions and Repairs :— 


CABLES. Down. Repaired. 

Brest-Bt. Pierre (Anglo, 1869) April Oth, 1893 ... - 
West Indies— 

St. Oroix-Trinidad ... Nov. 80th, 1896  ... - 

Oayenne-Pinheiro ... March 24th, 1898 ... ste 
Amason Oompany’s cable— 

Parintins-Itacatiara ... May 5th, 1896 ... m. 

Obidos-Parintins . Dec. 7th, 18998 ies 


Cable beyond Gurupa... April 4th, 1898  ... 


Cyprus-Latakia : ... Feb. 10th, 1898 T 

Sierra Leone-Accra .. ... April 9th, 1898 April 19tb, 1898 

Bolama-Bissao ye „ 12th, 1898 Em 

Cape Town-Mossamedes ... „ 146}, 1898 . Sas 

Maranham-Para  .. woe „ 17th, 1898 .. ssi 

Lamm. 
Trans-Oontinental 
yond Masol line be} Marcb 12th, 1898 eee 

Oartagena-Barranquilla .. July 4th, 1896 Vas 

Majunga-Tananarive ... April 1st, 1898 April 7‹Ь, 1898 

Saigon-Bangkck .. .. „ 12th, 1898 „ 13th, 1898 
i 55 885 „ 14th, 1898  ... » 14th, 1898 
5 Е io „ 14th, 1898 „ 15th, 1898 
и і; „ 15th, 1898  ... » 16th, 1898 
» г „ 16th, 1898 


wee » 19tb, 1898 
is 7 А „ 20th, 1898 woe 


The Telephone Service.—The St. Pancras Vestry, as 
the road authority for the parish, has refused to give sanction to the 
National Telephone Company to place their mains, pipes or wires 
underneath the streets of Bt. Pancras until the interests of the public 
in regard to the telephone service are duly secured by statute. 


CONTRACTS OPEN AND OLOSED. 


OPEN. 


Aberdeen—The Council invites tenders for the supply and 
laying of about 10 miles of 67 single core feeder cable, 5 miles of 
`2 three-core network cable, and 3$ miles of arc lamp series cable. 
The cable is to be armoured and laid in wooden casing. Under 
another contract the Harbour Commissioners invite tenders for the 
supply and erection of 62 arc lamps and three leadiag lights, each 
consisting of four arc lamps. All lamps to be Brockie-Pell or 
Crompton-Pochin. Both the contracts will have to be completed by 
August 31st, and particulars in both cases can be obtained from the 
Corporation Electricity Works, Cotton Street. See our Official 
Notices” this week. 


Belgium.—May 31st. The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May 31st for 
the exclusive concession for the supply of electrical energy for 
lighting and power p during a period of 26 years, that is, to 
September Ist, 1924. Tenders to be sent to the Secretariat de la 
Commune d'Ixelles, Brussels, from whence particulars may be 


Bootle,—April 25th. The Corporation wants tenders for 
the supply and erection of arc and incandescent lamps, lamp posts 
and accessories. Engineer, Mr. T. L. Miller, Liverpool. See our 
“ Official Notices” April 15th. 


Dadley and Stourbridge.—The Dadley, Stourbridge, 
and District (Staffs.) Electric Traction Company is inviting tenders 
for the erection and completion of & power station (with chimney 
stack), car shed, walling, &c., on a site near Dadley Road, Hart's Hill, 
Brierley Hill. Drawings, ification, &c., from Mr. Thomas 
Robinson, architect and surveyor, Victoria Ohambers, Stourbridge, on 
deposit of £1 1s. 


Edinbargh.—April 23rd. The Midlothian and Peebles 
Lunacy Board is inviting tenders for the installation of electric light 
in the Asylum at Rosslynlee, near Edinburgh, including (1) generating 
plant, accumulators, switchboard, &c.; (2) wiring, fittings, &c. Par- 
ticulars may be obtained on application to Prof. Bailey, Heriot-Watt 
College, Chambers Street, Edinburgh. 


Hyde.—May 5th. A Corporation Committee invites 
tenders for the supply and fixing of gas engine, dynamo, wires, 
fittings, &^., for electric lighting at the new technical school and free 
library. Engineers, Messrs. Lacey, Olirehugh & Sillar, 78, King 
Street, Manchester. See our “Official Notices” this week for 
particulars. 


London.— May 17th. The Bethnal Green Board of 
Guardians invites tenders for the supply of plant, and installing the 
electric light at the new infirmary, Palestine Place. Plans, &c., to be 
obtained from the architects, Giles, Gough & Trollope, 28, Craven 
Street, Charing Cross, W.C. See our “ Official Notices" this week 
for particulars. 


Roumania.—4April 30;h. Tenders are being invited 
until the 30th inst. by the Roumanian Post and Telegraph Authorities 
in Bacharest, for the supply of 50 tons of galvanised iron wire, 
10 tons of galvanised steel wire, and 5 tons of tinned copper wire. 
Particulars may be obtained from, and tenders to be sent to, La 
Direction Générale des Postes et Telegraphes, Bucharest, Roumania. 


Sunderland.—April 29th. The Corporation is inviting 
tenders for the supply of a high-speed 225-kw. steam dynamo, and 
two Lancashire or Galloway boilers. Borough electrical engineer, 
Mr. J. F. C. Snell. See our “Official Notices" April 15th for 
particulars. 

Switzerland.—April 30th. Plans and estimates are 
being invited, says the Contract Recorder, by the Government 
authorities of Fribourg, Switzerland, until April 30th next, for a 
раси electricity generating station to be established at Hauterine. 

ater-power is to be utilised, and the station will have a capacity of 
about 6,000 H.P. A premium of £120 will be awarded to the three 
schemes submitted which are considered to be the best. Plans and 
estimates are to be sent to the Department des Travaux Publics, 
Fribourg, Switzerland, from whence full particulars of the competition 
may be obtained. 


The War Office.—April 27th. The Secretary of State 
for War is prepared to receive offers, competitive designs and ifi- 
cations for the supply of portable electric search light a eas ; 
Particulars from the Director of Army Oontracts, War ce, Pall 
Mall, 8.W. See our “ Official Notices” February 4th. 


Victorla.— June 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 

ormers, mains, meters, arc lamps, poles; also running the plan 
for three years. See our Official Notices March 11th. 


Waterloo (Lancs.).—April 26th. Tenders are invited 
for wiring and fitting the Town Hall forelectric lightiog. Particulars 
from Mr. F. 8. Yates, surveyor to the District Council. | 


OLOSED 


Bootle.— The Town Council has accepted the tender of 
the Chloride Electrical Sto Syndicate for supplying and fixing 
two storage batteries at the electricity supply works for the sum of 
£1,079, and for the maintenance of same at £64 per annum. 


Dudley and Stourbridge.—4An inclusive contract for the 
electrical equipment of the Dudley and Stourbridge tramways has 
been placed with the British Thomson-Houston Company, Limited, 
and work will be commenced immediately. 


Portsmouth.—A contract has been given to Mezsrs. 
Yates & Thom for the supply of boilera, feed pumps, mechanical 
stokers, coal conveyor, &^»., at a cost of £7,900. 

Walsall.—The Council has accepted the tender of 


Callender’s Cable and Construction Company, Limited, for supplying 
and laying new feeders and relaying old ones for £1,815 odd. 


FORTHOOMING EVENTS. 


1898. 
Friday, April 22nd, 5 p.m.—Physical Society. “Оп a Method of 
viewing Newton’s Rings,” by the Rev. T. C. Porter. 


Monday, April 25th, at 8 p.m.—8S ciety of Arts. Second Cantor 
lecture on “Sources of Commercial India-rubber,” by 
Dr. D. Morris, C.M.G. | 


Tuesday, April 25th, at 8 p.m.— Tha Iastitation of Civil Engiaeers. 
Annual general meeting to receive report and to elect 
council and auditors. 

Wednesday, April 27th, at 7.30 p.m.—Institution of Electrical Engi- 
neera. Students’ meeting. Paper on The Commercial 
Development of the Electric Lightiag of Small Towns," 
by O. Milton and H. Bell. 
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NOTER. 


Prevention of Vibration.— Apropos of the recently mnch- 
advocated felt mat for deadening noise on solidly laid tram- 
ways, Casswr's Magazine names a case where a noisy engine 
was completely checked of jar and tremble by bedding it ina 
shallow pan of hair felt placed between the stone bed and 
the engine frame, the pan sides preventing the lateral exten- 
sion of the felt. Noise due to rigid connections may be 
deadened considerably in this way, vibration or sound waves 
being probably unable to propagate themselves batween 
diverse materials. Resonance is the best term to employ in 
respect of many cases where noisy machinery is found. The 
same applies to the resonance of a rigid rail or tramway 
which it Ре to check by the felt mat, which is made 
from one-third of an inch in thickness and upwards. Such 
deadness of sound ought, however, not to be thick, or they 
will yield under passing pressure, and place vehicles in the 
position of always running uphill, which it is the object of 
the rigid girder rail to prevent. Mr. Deacon, of Liverpool, 
professes that an elastic supported rail is productive of great 
saving, but he does not advance figures to show the difference 
in traction where a rail is rigidly supported, or has a yielding 
elastic support. 


Some New Galvanic Cells.—Carbon electrodes immersed 
respectively in concentrated chlorine water and sodium thio- 
sulphate solution, form essential features of a new cell 
described by Н. Pauling in the Zeitschrift fur Elektrochemie, 
No. 5, page 332. The liquids are separated by a porous pot 
soaked in brine. During action the sulphur se 8 out 
from the thiosulphate solution. Pauling has tested this cell, 
and found that the electromotive force fell on short circuit, 
from 0°64 volt to 0°47 volt, and then remained constant for 
five hours, the current passing being 0`7 ampere. In another 
cell, which is aleo described by H. Pauling, the electrolyte 
is a concentrated solution of ferric chloride, and the elec- 
trodes are of iron and carbon respectively. The author 
considers that the following reactions take place in this 


oell:— 
63 3 Fe Cl, = 5 Fe Cl, + 3 Cl. 
(2 Fe + Cl = Fe C. 


The chlorine gas reconverta the ferrous chloride into ferric 
chloride. The principal advantages of this cell are its 
cheapness and freedom from odour, whilst the electromotive 
force is only 0°9 volt. Depolarisation is, of course, the chief 
difficulty, but by means of a simple mode of construction a 
constant fiow of ferric chloride solution is maintained 
throughout the cell, and this is claimed to be sufficient to 
ensure complete depolarisation. In the same number of the 
Zeitschrift, page 888, there is a paper by F. W. Kuster on 
the last-mentioned cell. Kuster considers that the process 
which takes place in the cell is better represented by the 
equation 
2 Fe“ + Fe = 8 Fe’, 


the dashes indicating the number of positive charges of elec- 
tricity. Since the iron is always contaminated with finely- 
divided carbon or iron carbide, local galvanic action must 
occur of the same kind as the main reaction taking place in 
the cell. That this is the case was proved by an experi- 
ment in which the iron plate lost 1°66 grammes in weight, 
whereas the loss corresponding to the quantity of electricity 

roduced should have been 0°31 gramme. That the iron 

issolves as ferrous chloride and not as ferric salt was shown 
by immersing the iron plate in а solution of sodiam chloride 
and the carbon plate in a solution of ferric chloride. After 
allowing the current to pass for some time, the solution in 
the vicinity of the iron plate was found to contain ferrous 
Balt alone without a trace of ferric iron. 


Lectures, &c.—A demonstration of the application of 
electricity to cooking and heating purposes was given on 
Monday last week before the Edinburgh South Side 
Merchants’ Association by Mr. Hugh Fleming. 

On 11th inst., before the Royal Scottish Society of Arts 
at Edinburgh, Mr. William Shaw, Pleasance, read a paper, in 
which о a detailed description of an electric system of 
mechanical ventilation which he had invented. 


Tramways and the Light Railways Act, 1896.—In 
reply to an application addressed to the Board of Trade, we 
have received the following important communication :— 
“ With reference to your letter of 13th inst. on the subject 
of the above-named Act, I am directed by the Board of Trade 
to state that they have b2en advised by their solicitor that 
there is no reason why an application under the Light Rail- 
ways Act, 1896, for a light railway entirely within the limite 
of a borough should not be entertained, provided the order 
is properly framed." 


Appointment Open.—The Government of Lagos, West 
Africa, want an engineer of Government vessels (£350 per 
annum). йаша must be marine engineers with a 
knowledge of electric lighting plant. Preference will be 
given to marine engineers who are now in electricity 
works. See our “ Official Notices " this week for conditions 


of engagement, &c. 


The Electrical Work at Newington Baths. —Meeers. 
Sharp & Piper, in equipping the recently opened Newington 
Baths with electrica plant, have completed a most interest- 
ing installation. The plant consists of a Thwaites-Orichton 
double 6 inches and 10 inches x 6 inches compound engine 
developing at 80 Ibs. pressure 35 B. H. P. at 470 revolutions. 
This is coupled to an Easton, Anderson and Goolden dynamo 
(Fynn's patent), of four-pole shunt-wound type. This 
machine has an output of 80 amperes at, 225 volte, and is fitted 
with shunt regulating resistance. There are 125 11-plate 
R type Ohloride Eleotrical Storage pire age cells having a 
total capacity of 276 ampere-hours, when discharging in six 
hours. The battery is used mostly for the light loads. The 
lighting is done by arc and incandescent lamps, there being 16 
32-hours 10 amperes Brockie-Pell lamps placed as follows :— 
Four in series in first class swimming bath, four in series in 
second class swimming bath, two on pavement on ornamental 
standards in series with two in ladies’ swimming bath, and two 
in manure in series with two on brackets on outside of 
building. Street standards, fitted with two 32-C.P. each, 
to turn on after 12 at night. The incandescent lighting is 
done by 820 incandescent Ediswan lamps, 16 and 8 O.P., 
having a terminal voltage of 220. The wires and mains 
through basement and wash-houses, &c., are enclosed in iron 
armoured insulated conduita, fitted with drawing-in boxes, 
&c., and we must say, from our observation, that the 
character of the work done at the Newington Baths 
is certainly an argument in favour of interior conduits. 
The wires and mains in the dwelling portions are enclosed 
in casing thoroughly varnished inside and out with 
shellac varnish. As we have already indicated, the fittings 
throughout are specially designed for 220-volt work. 
The electrical work in the stables is interesting, because it 
comprises both lighting and electrical driving. There are 
82 16-C.P. 220-volt lamps, arranged on special fittings, and the 
whole of the provender machinery is driven by electric 
motors. The whole of this pert of the contract, including 
the shafting, motor, chaff cutter, corn mills, friction hoist 
and elevators, was supplied and fixed by pgi: & Piper, and 
designed by Mr. J. B. Cumberland, chief of the j 
staff of the above firm. It comprises a 123-13 H.P. Sharp 
and Piper motor, 50 amperes, 220 volts, 780 revolutions, shunt- 
wound, and fitted with patent starting resistance, driving a 
2} diameter shafting, which runs at 200 revolutions. To 
this is geared the chaff cutter, fitted with fast and loose 
pulleys and bell-striking gear, capable of outting ‘and 
sifting 25 cwt. of chaff hour, the power required 
being seven to eight B.H.P. Then there is the oat 
mill, fitted with fast and loose pulleys, capable of crushing 
25 bushels oats hour, the power required in this case 
being four B.H.P. In addition is a bean mill, fitted with 
fast and loose pulleys, and capable of splitting 25 bushels 
of beans, peas, or maize per hour, the power required being 
14 B.H.P. There is friction hoist for raising light loads, 
which can be made to raise, lower, or break by means of one 
pull on cord running off the shaft. It is pe hardly 
necessary to say that the character of the installation 
is very complete, and reflects mueh credit upon the 
contractors, 
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Internal Resistance of Galvanic Cells.—Last year, 
Ernst Hangn, in the Zeitschrift fiir Physikalische Chemie, 
No. 28, pages 97—129, described a method for the determi- 
nation of the internal resistance of cells, which is funda- 
mentally similar to the Wheatstone bridge method for the 
comparison of the capacities of condensers, the known ratio 
of the capacities giving the ratio of the resistances. The 
availability of the method for various classes of cells is first 
proved by comparison of the results obtained with those 
obtained by other methods. The experiments afterwards 
show that the internal resistance of cells during electrolysis 
is quite independent of the current strength or current 
density. The slight variations which were found to occur 
are traceable to alterations in the concentration of the solu- 
tions. Inthe case of accumulators during discharge, the 
resistance at first slowly increases, the rate of increase being 
more rapid towards the end, whilst during the charging of 
the cell the reverse changes occur, the resistance at first 
diminishing rapidly, and afterwards more slowly. The cause 
of this variation is partly the change in concentration of the 
sulphuric acid, and ly alteration of the surface of the 
lead plates. Haagn continued his researches, and has 
more recently turned his attention to the determination of 
the resistance of galvanio cells with small polarisation ca 
city. If the resistances in the arms of a Wheatatone bridge 
are Bi, Ro, Ri, and B, (B, and в, referring to the halves of 
the bridge wire), and the arms 1 and 2 contain in addition 
capacities, о, and C, balance is obtained when Ri, / в, = 
R; / RA, and R, / в, = с, / С, simultaneously. The present 
method is based on this. The cell, of which the resistance 
(R, вау) is to be measured, has a capacity, c;. The measure- 
ments are made by the telephone method. and in order to get 
а good minimum, the arm of the bridge containing the com- 

ison resistance, Rz, must also contain a condenser of capa- 
city, Cs, fnlfilling the requirements of the above equation. 
A suitable condenser may be made by immersing two alami- 
nium plates in sulphuric acid of maximum conductivity; a 
current is then passed between them with an E.M.F. of about 
10 volts for & minute, when the aluminium plates become 
polarised, so that a smaller E.M.F. than 10 volta causes no 
current to pass in the same direction, and this condition is 
retained for a considerable period. The capacity of the con- 
denser is varied by varying the depth to which the plates are 
immersed in the acid. In order to prevent direct current 
from the cell passing through the telephone circuit, an air 
condenser is included in it. The measurement is made by 
firat adjusting the bridge contact to an approximate minimum 
of sound in the telephone; a nearer approximation is ob- 
tained by adjasting the depth of immersion of the alaminium 
plates, and then the final adjustment of the bridge contact is 
made. The method is applicable, whether current is flowing 
through the cell or not. 

Manchester Electric  Lighting.—The Manchester 
Electricity Committee’s estimates for the year ending March 
91st, 1899, set down the estimated expenditure on revenue 
account at £53,829; estimated income, £66,000; balance, 
£12,171; out of which it is expected that £12,000 will be 
devoted to the relief of the rates. The capital expenditure 
is put down at £143,900. Last year the surplus was 
£14,080. : 


Personal.—As we go to press we hear that Mr. George 
ше, managing director of the Bristol Tramways and 


Company, was yesterday (Thursday) elected presi- 
dent of the Bristol Stock Exchange. 


Earl Russell Studying for the Bar.—It is stated in 
T md papers that Earl Russell has entered his name for 
e LÀ 


NEW OOMPANIES REGISTERED. 


Mansfield Motor Car Company, Limited (56,901).— 
April 9th, with capital £5,000 in £10 shares, to carry on 

the business of шо апа rer 5 рес i a 
manufacturers, electrica], gas, and mec engineers,cycle manufac- 
turers, ship and boat builders, machinists, fitters, &. The subscribers 
(with 10 shares each) are :—W. J. Chadburn, Grove House, Mansfield, 
brewer; G. A. Fish, Nottingham Road, Mansfield, ironfounder; F. 


Hameyer, Nottingham Road, Mansfield, ironmonger; O. Manners, 
Edenbank, Mansfield, printer; F. A. Robinson, The Park, Mansfield, 
ironfounder; R. F. Vallance, The Ridge, Mansfield, architect; J. J. 
Ward, The Park, Mansfield, manufacturer. The number of directors 
is not to be less than three nor more than seven; the firet are W. J. 
Chadburn, G. A. Fish, F. Hameyer, F. A. Robinson, R. F. Vallance, 
and J. J. Ward; qualification, £100; remuneration as fixed by the 
company. Registered by Jordan & Sons, Limited, 120, Chancery 
Lane, W. O. Registered office, Leeming Street, Mansfield, 


Mexico Electric Tramways, Limited (56,932).—Repis- 
tered April 13th, with capital £500,000 in £1 shares, to adopt an 
agreement with Wernher, Beit & Co., and to construct or purchase, 
equip, maintain and work any tramways, railways, telephone or tele- 

ph lines, electric lighting and other works, &c. The subscribers 
(with one share each) are: —W. Martin, Avondale Road, Manor Road, 

ichmond, gentleman; R. W. Brown, 79, High Street, Beckenham, 
5 A. J. Swan, 124, Peckham Rye, S. E, gentleman; E. T. 

ouse, 1, Avenue Gardens, Mill Hill Park, W., accountant; G. F. 
Barnett, 12, Weston Park, Orouch Eud, N., clerk; C. Field, 27, 
St. Margaret's Road, Brockley, S. E, clerk; A. W. Rogers, 8, Denning 
Road, Hampstead, N.W., clerk. The number of directors is not to 
be leas than three nor more than nine; the subscribers are to appoint 
the first. Qualification, £500; remuneration, £500 per annum divi- 
sible. Registered by Ashurst & Oo., 17, Throgmorton Avenue, E. O. 


OFFICIAL RETURNS OF ELEOTRIOCAL 
COMPANIES. 


Eastern Telegraph Company, Limited (6,338).—This 
company’s return, made пр to February 3rd, was filed on 9th. 
The capital is £4,700,000 in £10 shares, of which 469,089 have been 
taken up. The full amount bas been called and paid. 


Pontypool Electric Light and Power Company, 
Limited (36,109).—This company's return was filed on March 25th, 
when 1,143 shares were taken up out of a capital of £10,000 in £5 
shares. £5 per share has been on 669, and £4 per share on 
474, and £5,241 has been paid. | 


Birmingham Electric Supply Company, Limited 
(30,296).—This company’s annual return was filed on March 28th, 
when capital of £200,000 in £5 shares was fully taken up. £5 
per share has been called, and £199,926 10s. has been paid, leaving 


£78 10s. in arrears. 


Peru Telephone Company, Limited (56,290).—This 
company's return, made up to January 14th, was filed on 8th. 
7 shares have been taken up out of a capital of £100,000 in £5 shares, 
but no calls have been : 


Westminster Electric Supply Corporation, Limited 
(27,061) .— This company's annual return was filed on March 10th, 
when the whole capital of £399,500 in £5 shares was taken up and 
paid for in full. 

Limited 


Cnba Submarine Telegraph Company, 
(4,710).—This company's return was filed on h 9th, when the 
поа capital of £220,000 in £10 shares was taken up and paid for 

Auglo-American Telegraph Company, Limited 
(2,891).—This company’s return was filed on March 23rd, when the 
whole capital of £7,000,000 stock was fully paid up. 


Charing Cross and Strand Electricity Supply Corpo- 
ration, Limited (29,122).—This company’s return was filed on 
March 24th, when 49,999 shares were taken up out of a capital of 
£250,000 in £5 shares. £6 рег share has been called, and £249,996 
paid. £1 has been paid on a forfeited share. 


St, James’s and Pall Mall Electric Light Com ny, 
Limited (26,015).—This company's return was filed on 15th. 
The capital is £300,000 in 100 founders' shares of £1 each, and 39,980 
ordinary and 20,000 preference shares of £5 each. 100 founders’, 
$1,980 ordinary and 20,000 preference have been taken up, the full: 
amount called, and £260,000 paid. 


National Telephone Company, Limited (15,066).— 
This com 's return was filed on April 6th. The capital is 
£4,000,000 in 150,000 first preference shares of £10, 150,000 second 
preference shares of £10, 250,000 third preference shares of £5, and 
490,000 ordinary shares of £5 each. these shares, t 5,403 
ordinary have been taken up, and 28,284 third preference and 44,413 
ordinary are considered as paid. The full amount has been called on 
the others, and £3,609,500 has been paid. | 

ny, Limited 
h 10 


Scarborough Eiectric Supply Com 
(97,569).—This company's return was filed on th. 4,000 
shares have been taken: up out of a capital of £50,000 in £10 shares, 
and £9 per share has been called. £35,967 has been paid, and £33 
is in arrears. 


G. В. Blot & Co., Limited (54,459).—This company’s 
statutory return was filed on Feb 24th. 30,693 shares have 
been taken up out of a capital of £75,000 in £1 shares, of which 
14,400 are consi as paid. The fall amount has been called, and 
£16,293 received on the, rest. 
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OITY NOTES. 


The Oriental Telephone and Electric Company, 
Limited. 


THE report of the directors for the year ended December 31et, 1897, 
to be presented at the fourth ordinary general meeting of tbe com- 
pany, to be held at the Cannon Street Hotel, London, on Wednesday, 
April 27th, 1898, at one o'clock p.m., atates that the revenue account 
shows а balance to credit of £10,909 18s., transferred to profit and 
loss, and including £629 14s. 3d. brought forward from 1896, and 
after deduction of £2,858 88., representing the interim dividend of 
4d. per share paid on October 30th last, there remains £8,681 4s. 3d. 
to be dealt with. The directors recommend the appropriati' n of this 
sum as follows :—£5,716 168. in payment of a final dividend of 8d. 

sbare, free of income-tax, making 5 per cent. for the year; £1,000 
to extinguish the balarce at debit of Colombo Exchange “ suspense 
account ”; £1,000 to reserve fund; and to carry forward £964 88. 3d. 
The revennes of the Indian companies continue satisfactory. The 
Bombay Company bas paid a dividend of 6 per cent., as against 5 per 
cent. for 1£96, and has reserved from profits of the year a further sum 
of Rs. 30,000, which has been deemed desirable, in consequence of the 
continuance of the plague in that city and the unsatisfactory outlook 
in connection therewith. The Telephone Company of Egypt has 
declared, as hitherto, a dividend of 6 рег cent. on its preferred shares, 
and the business still continues to develop. The China and Japan 
Telephone Company has paid its debenture interest, and makes fair 
progress both at Shanghai and Hong Kong. The electric lighting 
branch of the Company's business, carried on at several of ita stations, 
has paid ite way for the past year, and the current year opened with 
a fairamount of business in hand. In accordance with the articles of 
association, Mr. Lloyd and Mr. Frost retire at this meeting. Mr. 
Lloyd offers himself for re-election ; Mr. Frost does not do so. The 
auditors, Messrs. Deloitte, Dever, Griffiths & Oo., also retire, and offer 
themselves for re-election. 


The Great Northern Telegraph Company of 
Copenhagen. 


THe working accounts for the year 1897 states that the net receipts 
during 1897, including the balance brought forward from 1896, 
amount to £332,474 11s. 2d., exclusive of interest on the investment 
of the reserve and renewal fund, which has been credited direct to 
this fund. Deducting £39,361 2s. 3d. for interest and authorisation 
of debentures, and £75,000 for interim dividends (already paid), 
there remains a balance of £218,113 84. 11d., which the board pro- 
poses to distribute аё follows:—Extra dividend (making the total 
dividend for the year 10 per cent.), £75,000; reserve and renewal 
fund, £77,777 158. 6d.; pension fund of the staff, £2,777 15s. 7d. ; 
directors’ remuneration, £1,500; balance to be carried forward, 
£61,057 17s. 10d. 


Indo-European Telegraph Company. 


THE ordinary general meetirg of this company was held on Wednes- 
day at Winchester House, Mr. J. Herbert Tritton presiding. 

The CHAIRMAN, in moving the adoption of the report, expressed 
regret at the death of Mr. Earle. He said Mr. T. W. Acdrews had 
been elected to the board in Captain Earle’s place. The business 
compared very favourably with that of last year. The revenue had 
increased by £7,C00. They had made last year certain concessions, 
апа as a result they had nct sustained any loss. It was pro- 
bable there would be an increase in expenditure during the 
coming year—for instance, they were going to put down another 
wire between Warsaw and Odessa, permission having been granted 
by the Russian Government. They werealso making some alterations 
in Persia. They had adopted the automatic Wheatstone apparatus 
with satisfactory results. Тһе line had been working for 30 years, 
and there had been great improvements, but more were possible, 
especially in the wild country of the Caucasus. Mr. Т. W. Andrews 
had been all over the line, and was satisfied with its condition. 
Replying to a question as to what would happen in the event of a war 
between England and Russia, the chairman said that he could not eay 
what might happen to them, but it was agreed that their line was 
neutralised. 

The report was adopted. 


Calcutta Tramways Company, Limited. 


At the ordinary general meeting held on Tuesday at the offices, 11, 
Abchurch Lane, Mr. E. O. Moraan, in moving the adoption of the 
report, said that the negotiations proceeding with the Calcutta Cor- 
poration last year for the use of mechanical traction had not, he was 
sorry to say, been brought to a satisfactory corclusion. In December 
last a propos al was received from tke Corporation, but it was cf such 
a nature as to render its acceptance impossible. A reply bad been 
forwarded by the directors in which they stated that if the Ccrpora- 
tion were prepared to ‘agree that elcctric traction by the overhead 
trolley system should bs applied to the Calcutta tramways, 
and any extension of the present system, and to give every 
necessary and reasorable facility for its introduction and use, 
the board would be prepared to recommend the shareholders 
to sanction an agreement by the company with the Cor- 


poration to the following effect:—(1) That the perpetual 
rights of the company to the tramways under the existing conoes- 
sion, unless purchased by the Corporation at 140 per cent. on the 
capital invested, be surrendered, and that, in lieu thereof, (2) the 
Corporation should have the right, on giving six months’ previous 
notice in writing to purchase the tramways at the end of 42 years 
from January 1st, 1901, or at the end of any 10 years thereafter, 
on paying the company iu cash 25 years’ purchase of 
the average profits of the undertaking during the last three 
years of the term; (3) that thé company would take at its own 
charge the necessary steps for applyizg electric traction to the 
tramways without aek/ng the Corporation for any other concession 
or alteration of the existing concession, and would provide all the 
means necessary for that purpose, and pay R:;.30,000 annually by 
way of track rent throughout the term of the concession. This 
reply of the directors had been referred by the Corporation 
to a committee, which, so far as the board knew, had not 
yet met. If the Corporation continued to let the matter drag on, the 
directors proposed to represent to the Lieutenant-Governor of Bengal 
the actual state of affairs, and ask him to bring some pressure to bear 
on tbe municipal authorities, because it was impcssible for the board 
to keep their offer open indefinitely. In the meantime their traffic 
had so far improved that they would be able to go on working the line 
gatisfactorily with horses. | 


Submarine Cables Trust. 


THE report of the trustees for the year to 15th inst., to be submitted 
to tbe annual meeting of the certificate holders to be held in London 
on 27th inst., states that the revenue for that period, including the 
balance of £159 brought from the previous accounts, amounted to 
£23,156 Daring the past year the following coupons have been 
met :—Dnue April 15th, 1897, paid 103. balance July 16th, 1897; due 
O:tober 15th, 1897, paid £3 in full on due date; due April 15th, 1898, 
paid £3 in full on due date. The expenses of the trust amounted to 
£1,150, and the payments on account of the coupons to £21,976, 
together £23,136, leaving a balance of £20 to be carried forward. 
The trustees, in accordance with reasons given in last year's report, 
have sold the balance of their holding (£69,200) in Anglo-American 
Telegraph Company, Limited, deferred stock, and by a unanimous 
resolution of the trustees passed at a meeting called with express 
notice of the object, at which all the trustees were present in п, 
decided to invest the proceeds of such tale in the purchase «f other 
securities of the character mentioned in the deed of trust. The 
certificate holders will be asked, in accordance with the provisions of 
the deed of trust, toconfirm the resolution of the trustees and sanction 
such investments. | | 


 Apostoloff Automatic Telephone Parent Syndicate. 
—Mr. J. W. Cohen, of 13 and 14, Abchurch Lane, E.C., the liquidator 
of this syndicate, has declared a first dividend at the rate of 10s. in 
the £ upon the amounts of the respective debts of the creditors of 
the company whose debts have been admitted and proved. The 
liquidator states that there will be more than :ufücient to pay 
creditors 208. in the £, which payment he hopes to complete 
shortly. 


Rand Central Electric Works, Limited.— This com- 
pany announces that warrants for the dividen 1 at the rate of 6 per 
cent. per annum for the period ended December 31st last have been 
posted to the shareholders registered in the books of the company as 
on March 31st. 


Stock Exchange Notices.—The Committee has been 
requested to allow Chelsea Electricity Supply Company, Limited— 
Farther issue of 8,C00 ordinary shares, Nos. 32,501 to 40,500, to be 
quoted in the Official List. i 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending April 15th, 1898, were £3,278 4s. 4d.; correspon period, 
1897, £2,219 78. 7d.; increase, £1,053 16s. 9d. 


The City and South London Railway Company.—The receipts for the week end- 
ing April 17th, 1898, were £945; week ending April 18th, 1897, #845; 
increase, £100; total receipts for half-year, 1898, £16,771; corresponding 
period, 1897, 4 16,681; increase, £87. | 

The Caba Submarine Telegraph Company.—The receipts for the month of 
December were £4,595, as compared with £8,418 in the corresponding 
month of last year. 


The Dover Corporation Electric Tramways.—The receipts for the week 
ending April 16th, 1898, £180 7s.; total receipts to April 16th, 1898, 
£1,695 4s. 2d. 

The Dublin United Tramways Company.—The receipts for week ending Friday, 
April 15th, 1898, were 43,388 9s. 2d.; corresponding week last year, 
42.640 9s. 9d.; increase, £697 198. 5d.; passengers carried, 5€8,181; corre- 
sponding week last year, 456,744; aggregate, to date, £40,629 4s. 1d. ; 
aggregate to date last year, £87,726 4s. 7d.; increase to date, £2,98; 
mileage open, 31 miles. Р 

The Liverpool Overhead Railway Company.—The receipts for the week ending 
April lith, 1898, amounted to £41,736; corresponding week last year, 
£1,478; increase, 4258. 1898, includes Easter Monday. 1897, includes 
Good Friday and Easter Sunday. 


The Western and Brazilian Telegraph Company, Limited.—The жесеірів for 
the week ending April l5tb, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany Limited, were £2,630, 
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БЕ кы Заа ЫРА eremi MM EY , T a Tiaa af a 
150,000 | Great Morthers Teleg. Company М Copenhagen . 0% | 10k 16 & 299 20 | 39] 80 
7 е "TIS TT H 10 = = 
000 SM as " efh eee ar PE dis фае 596 5%/| 5 1.100 —103 100 - 03 
an u o., - et Mort. =x FE 
es — Devt Within Nos, 1 to 1,200, Bed E Ж p 5 p 
1 " ando- y Мв. .., өөө өөө 00 eee 1 TD * — 
100,000 рас Шиораш Poesie „ 148.6 96 Debs. ... T 6% 6%| ... 166 —109 [106 —109 
‚г 28,000 Teleph 6% Nos. 1 to 28,006... eee 4% 4% 4% 4 — 34 2 — 
484,597 | National Teleph., Ltd., 110484597... .. А 5% | 9% 6 W 51 6 51— 6 
‚ 15,000 Do. | 6 % Oum. ist Pref. ... “ di 6% | 6%| 6%|16 — 18 16 — 18 
` 15,000 Do. 6 % Саш. 2nd Pret. Te 69,| 6%! 6%| 15 — 17 15 — 17 
. 250,000 Do. 5 96 Mon-cum. Srd Pref., 1 to 250,000 5 * 5 * 5%/ 5 6 53— 6 
395 Do. 24 ig Btock Bed. xis bes 83% | 34% 34% iLO —105 |100 —105 
171,504 | Oriental Teleph. & Des., ‚ Mos. 1 to 171,504, fully paid 5 „ 5 7 5% — d 
100,000 Pacifie and Muropean TeL, Léd., 4 % Guar Debs, 1 to 1,088 47% 49%| .. 105 168 |105 —108 
| 11,839 Neudert Led. eee eee vos eee ее eee sœ 5 % 5 % 8 Ре 9 8 zd 
| Күзе, United Hiver Plate Teloph. led. eee eee oer v a9 soo 1 a a 136 = 141xd 
$ eee oee oot vee 5 == 4 — 
15600 | West Аймаа тыга. Lad, тып озы л. í : x "uc d 106 =108, 
213,4004 Do. do, ёо. 5% Debs. - * NS 6% 5% 99 — 102 99 —1 
64,269 | Western and Brasilian Teleg, DOG. ... se .. oo 896! 2% 19 — 194 | 114 — 191 
^ $9,139 Do. dio. dio. B % Pref. Ord. sis бе| 6% 72— 84 7$ - 8 
83,129 Do. dio. dio. Def. Ота. es 1% | nd 44— 5 4— 42 
889,521 Do, do. do. 4 % Deb. Stock Bed. ... ioe 228 106 —109 |106 —109 
88,321 Wes and Panama Teolog., Bea. [rri өзө coe 3% 1 % . i = 1 — 
do. do. 6 % Oum. 1st Pret. 6% | 6% 71— 8 7à— 72 
4,609 do. do. соза вар, 6% | 6% . 5 — 7 5 — 7 
‚000 dio. 5 % Debs. 1 to 1,808 - 5 5 % 105 — 108 105 — 108 
1,169,0008; Wastora Union of О. В. Teleg., 7 % 1и Mort. Bonds . 7% 7% 105—110 [105—110 
160,1004 do. 8 9 Der. Bonds. 6% 6% 100 —105 1100 —108 
ELECTRICITY SUPPLY COMPANIES. 


000 Gross and Strand Шоу. Bupply eee 690 5 5 6 7 1 T 14 1 == 1 eee 
20.00 Do. do. do. do 44 % Cum. Pret. 5 = dis da 8 — af Е Hi m ius 
26,000 |*Ohelsea Nleotricity Lad., Ord., Nos. 1 to 10,277 ... §|5% 5 * 6 * 103 — 102 10 — 11 10 .. 
60,000 Do йо. % Deb. Stock Bed. .. Stock 44% 41% 44% 115 —117 115 117 | 
50,000 | Oity of London Niec.Lightg. Oo., , Ord. 48,081— 90,000 | 10 | 5 $ 7%|10 % 26 — 27 26 — 27 262 201 
10,000 Do. do. Prov. Certs. ir О зо wa [ow | we 19 — 20 |19— |.. 
40,000 Do, do. 6 96 Oum. Pref., 1 to 48,000 | 1016 6 6 17 1 174 — 1 18 
400,000 Do. 5 96 Deb. Btook, „ (iss. at 6115) paid. |5 2 5% 5 Б 1 —1345 ies cise ёх 
80,000 | Jouaty of & Brush Prov. B. . Ltd., Ord. 1—90,000 | 10 * nti | 142— 153 144 — 15 142 
20,000 Do, do, do. 6% Pret., 40,001—60,000 sige 10 | 6 96 696| 6 % | 154— 16 1 16 16 154 
17,400 | Edmundsons Hiec. 4 Ltd., ord. shares 1—17,400  ... dE Ads is Ass — 32 
10,000 | House-to-House Elec. Light Supply, Ord., 101 to 10,100 5 4 961 10$— 11 10 — 11 104 | 10% 
62,400 |° Electric Supply, Léd., 101 to 62,500 oe | 10 | 4 % 5 * 6 % | 19$ — 204 18 — 19 1 168 
220 е 4% first debenture stock вое ee eee 44% 44% 44% 117 —131 117 — 121 117 
6,452 R Hill Ligh J Ld. eos eee eot 10 2% 4 % 6 % 20 == 21 19] — 208 20 
% 10 P ANDARE E ME S 
Do, do. 4% Deb. “ook Rel ' eot Btock IT] [TII 4 Ф 107 —110 107 —110 oes ee 
43,341 | South London Electricity Supply, Ord., £2 pad. .. | 5| .. | ND Е — %— 2 
* Subject to Founder's Shares. t Quotations on Liverpool Btock Exchange, 
t Unless otherwise stated all shares are fully paid. § Dividends paid in deferred share warrants, profits being used as capital. 
Dividends marked § are for a year consisting of the latter part of one year and the first part of the next, 
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SHARE LIST OF ELEOTRIOAL COMPANIES -o 


ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL, COMPANIES, 


| Business done 


Closing Olosing | 


Present or Dividends for азат. during week 
Issue, NAME. ае she lass three узага. Drall 1808. NA Ape! Dto. == 
| З — 1895. | 896. | 1897. E abet | Lowest 
30,000 | British Electric Traction a. Є cs 10 | e so | 16 — 163 153 — 16} 164 — 
90,000 Brush Elecl. Enging. Oo., Ord., 1 to 90,000... * - e | 24% nil nil 1? 2 18 18 14 18 
90,000 Do. do. Non-cum. 6 Y Pret., 1 to 98,990 213 nil |4% | 21— 21 23 24 2] T 
125,0007 Do, do. 44 % Perp. Deb. Stock.. . — Stock - vos 11 114 110 114 — ise 
50,000 Do, do. 44% 2nd Deb. Btock Red. . Stock}... | ... | . [102—105  |102 —105 | 1034 | 1024 
19,894 | Central London Railway, Ord. Shares 505 o" 10 Уд im M 101— 105 10] — 10 102 104 
129,179 Do. do. do. £6 paid 10 |. uu ж ps 61— 6% 6} — 6} 64 T 
59,254 Do. do, Pref. half-shares £1 pd. oes ees ees T. 1j— 2 14— 2 ass - 
67,680 Do. do. Def. do. £5 pd. Р i TT Ages 41 43— 4$ җә 
630,0007| Oity and South London Railway  ... vi ё „ Stock I 1 14% | 68 — 70 68 — 70 691 684 
28,180 | Orompton & Oo., Ltd., 7 % Oum. Pref. Shares, 1 to 28,180 5 | nd "S ivi 2— 2 2— 924 TT 
r Жа Las, Lok, "A dr SA ШМ. gene] ey 22- 98 | 2 2 
17,139 | Do. do, do, “A” Bhares 01—017,139 5 5 55%! 4— 5 4 — b 
194,023 Do. do. do, 4% Deb. stock Red. ... | 100 р T | 103 —105 103 —105 tee 
116,000 | Electric Construction, Ltd., 1 to 110,006 ... 0 ... 213% 6901 3. 28 - 24 28 — 22 2H | 24 
16,343 | Do. do, 7 % Oum. Pref., 1 to 16,343 .. AES MEE IT 38 58 9à — 38 375 
111,100 Do. do. 4% Perpetual 1st Mort. Deb. Stock Stock e| o 106 —108 |106 —108 Ме 
91,196 | Elmore's Patent Оор. Deposg., Ltd., 1 to 70,909 ... 2 7 "E 12 -£ $— 3 
67,275 | Elmore's Wire Mfg., Ltd., 1 to 69,885, issued at 1 pm. ... 2 ж КЕР B- $ );— 3 
9,6007, Greenwood & Batley, Ltd.,7 % Oum. Pref.,1 to 9,688 ...| 19 10% 7 % 7 5| 9 — 11 9 — 11 X ma 
12,500 | Henley's (W. T.) Telegraph Works, Ltd., Ord. ... » | 10 18 % |10 %|12 9| 22 — 23 214— 224 223 214 
8,000 | Do. do. do. >» 7.1. T e| 18 | 7% | 7 96| 7 9% | 184 193 184 — 193 -» 28 
50,000 Do. do. do. 44 Mort. Deb. Stock Stock 44% 43% | 44% 110 115 110 —115 — 
50,000 Iadia- Rubber, Gutta Percha and Teleg. Works, Ltd. ... | 19 10 % 10 % 10 % 21 — 22 21 — 22 21 214 
820,000 Do. do. do, 4 % Ist Mort. Debs. | 100 | .. ЧР .. 1102 —106 102 —1C6 T 
87,500 |t Liv 1 Overhead Railway, Ord. ... ose eee ove 18 | 24% 24% | 32% 104$ 1013 |1011 104} 
19,000 || Do. do, Pref, £19 paid „| 10/5% | 595| 5 9 | 15¥— 164 15¢— 164 T ә, 
87,850 | Telegraph Consta. and Maintce., Ltd. sos 14 |15 % | 15 % |15 95 | 35 — 38 95 — 38 364 | 36 
150,000 Do. do. do. 5 % Bonds, red. 1899 | 100 5% 5%| 5 % |102 —105 102 —105 7 (т 
540,000?) Waterloo and Оу Railway, Ord. Stock ...  ...  .. 100 . | .. 1185 —138 135 —198 137 1362 


t Quotations on Liverpool Stock Hxchange. 


1 Unless otherwise stated all shares are fully paid, 


Dividends marked | are for a year consisting of the latter part of one year and the first part of the next. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


* Birmingham Electric Supply Company, Ordinary £5 (fully paid) 102. 
House-to-House Company, 44% Debentures of £100, 106—108. 

K and Knightsbridge Шіосётіс Ligh Oom. ; Idmited 

Shares 65 жинар, - Lt Preference 

Oumulative 6%, 65 (fully paid), 8—8}. 

Dividend, 1897, on Ordinary Shares 10 


* From Birmingham Shar List. 


SOME RECENT IMPROVEMENTS IN ACCU- 


MULATORS AND THEIR APPLICATION TO 
TRACTION ON COMMON ROADS. 


Bv J. T. NIBLETT. 


(Concluded from page 522.) 


PROBABLY no individual type of secondary cell will be found to 
answer for the very varied and ever-increasing purposes to which this 
class of apparatus is now being applied, and it follows that some form 
of specialisation must occur. 

For central electric light stations, or for such work as levellin up 
the loads on electric tramways, where moderately constant work is 
required, & battery whose weight is large, or whose bulk is great, 
may be safely used. For self-contained electric light installations, 
weight and space occupied by the battery is of some moment; and 
where intermittent charging only is resorted to, absence of local 
action is desirable. The battery, under there circumstances, may 
have to stand idle for considerable periods, and it would not do for 
it to lose its charge while thus waiting. For traction purposes, 
where charging each day, or even several times per day, may be 
practised, local action is not such sn objection, and the loas sustained 
thereby may be neglected. For some forms of vehicles, such as 
bronghams, dog-carts, tricyles, and the like, which may be only 
occasionally required, and may have considerable waits between the 
periods of use—waits which may extend over days and even weeks— 
tbe absence of local action is essential. A fifth class of apparatus in 
which storage batteries are now-playing a most important part is 
that of self-contained portable electric lamps, so largely used for 
medical and other purposes. In this case absence of local action, 
lightness, and compactness, together with great mechanical strength, 
is absolutely essential. In many cases such lamps are required to 
hold their current for many months, and this can only be obtained 
where there is little or no local action. Араіп, аз the plates used 
in these small batteries are of small dimensions, the form of con- 
struction may be such as is not permissible in any other class of 
apparatus. 


* Abstract of paper read Petore ше Self-Propelled Traffic Associa- . 


tion, Liverpool Oentre, on 


Debentures, 105—107. | 
96. 


London Electric Supply Corporation, £5 Ordinary, 34—4. 
* T, Parker, Ltd., £10 (fully paid), 154. 


Yorkshire House-to-House Blectricity Oom ‚ £5 Ordinary Shares 
fully paid, 8—8}. Dividend for 1896-16 J 


Bank rate о: discount 4 per cent. (April 7th, 1898). 


Local action," it may be explained, is the term given by elec- 
tricians to tbat frittering away of energy wbich frequently occurs 
while a cell is at rest. This wasting is experienced in nearly all 
forms of primary cells, and in many types of secon cells. In 
the case of secondary celis it is due to the establishment of voltaic 
couples between the metal support and molecules of lead salt when 
in the resence of sulphuric acid and water. This troublesome com- 
plaint leads to the destruction of the peroxide and the formation of 
sulphate of lead, and it not only reduces the capacity of the cell, but 
it frequently leads to its ruin. In the Planté cell, with ite large 
metal surface and thin layer of active material, local action is far more 
prevalent than in the Faure, with its comparatively smooth and 
small metal surface and thick masses of lead oxide. 

To accurately test a storage cell is no easy matter, and unless great 
care is exercised very fictitious results may be obtained. A laboratory 
test as a preliminary may be very well, but for practical results such 
teste should not be relied upon. Testing under actual working con- 
ditions, and for an extended period, is the only reliable means of 
ascertaining the capabilities of cells intended for traction work. 

To obtain a capacity test by discharging through a constant 
resistance, noting the fall of current and potential, is quite easy of 
manipulation, and is much used when comparative tests only are 
required. A more reliable method, however, is to discharge at a 
constant current, stopping when a prescribed fall of ntial occurs. 
For traction work, where a uniform output for a given number of 
hours is required, it is very much the best plan to take the capacity 
of the cell in terms of watt-hours. Under these circumstances the 
discharging rate in watts must be kept constant. Testing for local 
action, noting the effect of high rates of charge snd discharge, are 
more serious matters, and require careful manipulation. 

The internal resistance of a cell depends upon the total active 
surface area of the opposing plates, the nature of the electrolyte and 
its condition and temperature, and the distance between the plates. 

There are many methods for determining the internal resistance 
of batteries. If the cells be as nearly as possible of the same dimen- 
sions, capacity, and state of charge, then two cells may be placed in 
opposition (poles of like polarity joined together) and their joint 
resistance may be measured by the ordinary Wheatstone bridge 
method. If the cells be exactly similar, then one-half the resistance 
indicated will oe ehcp the resistance of each cell. 

A far more reliable and accurate means of ascertaining the internal 
resistance of cells is the differential method, as expressed by the 
following formula :— | 
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where r is the resistance required, р and р are the values of 
deflections obtained on a high-resistance sensitive galvanometer, 
and n expresses the value of & small but known resistance, used 
as & shunt. 

When making tes!s by this method, a high-resistance potential 
galvanometer should be used, and one whose scale readings are either 
of uniform value, or whose tangents are strictly proportional to the 
angle cf the deflections. To determine т we bave to obtain a deflection, 
D, when the cell is on open circuit, and then obtain another reading, 
р’, when the cell is shunted by в, then by the formula given the internal 
resistance may be ascertained. The shunt resistance, B, should be 
small in comparison with the galvanometer coils. Good results may 
be obtained if the resistance of the galvanometer is, вау, 5,000 oh ms, 
and the shunt not more than 1 to 5 ohms. 

The total current, or y capacity, of a storage cell is the maxi- 
mum amount of штеп or Сено] energy which it is capable of 
storing, without reference to any loss that may occur by it being 
allowed to remain idle, nor does it take into account the rate or 
manner of its discharge. 

The working current, or energy capacity, is that amount of cur- 
rent, or electrical energy, «hich can be obtained from the cell at 
any specified rate of discharge. When estimating this, the dis- 
charge is always stopped as soon as the cell ceases to do useful work. 
um working capacity of storage cells may vary between very wide 

imits. 

The absolute current, or energy efficiency, of an accumulator cell is 
the ratio between that amount of current or energy put into it and 
that obtained by a total discharge, without reference either to its rate 
of charge or discharge, or to the time allowed to elapse between these 

rations. 

The working current, or energy efficiency, of a storage cell is the 
ratio between the value of the current or energy expended in the 
charging operation, and that obtained when the cell is discharged at 
any specified rate. 

In a lead storage cell, if the surface and quantity of active material 
be accurately proportioned, and if the discharge be commenced im- 
mediately after the termination of the charge, then a current efficiency 
of as much as 98 per cent. may be obtained, provided the rate of dis- 
charge is low and well regulated. In practice it is found that low 
rates of discharge are not economical, and as the current efficiency 
always decreases as the discharge rate increases, it is found that the 
normal current efficiency seldom exceeds 90 per cent., and averages 
about 85 per cent. 

As the normal discharging electromotive force of a lead secondary 
cell never exceeds 2 volts, and as an electromotive force of from 24 
to 25 volts is required at its poles to overcome both its opposing 
electromotive force and its internal resistance, there is clearly sn 
initial loss of 20 per cent. between the energy required to charge it, 
and that given out during its discharge. The normal discharging 
potential seldom exceeds 2 volta, and as this preseure is continually 
being reduced as the rate of discbarge increases, it follows that an 
energy efficiency of 80 cent. can never be realised. As a matter 
of fact, a maximum of 75, and a mean of 60 per cent., is the usual 
energy efficiency of lead-sulphuric-acid storage cells. 

What the ordinary commercial man will be most interested in are 
tests which give him reliable information at to the cost of the up-keep 
and life of the battery ; also data as to the initial cost, and as to the 
mode of it doing its work. Such information cannot be obtained in 
a laboratory, and has to be obtained by actual trials. . 

We have already shown that no one type of cell is capable of doing 
all the very varied kinds of work accumulators are now called upon 
todo. Before building up a battery, it is, therefore, wise to ascer- 
tein definitely the class of work it is intended to do, and construct 
accordingly. | 

Perhaps а short description of опе or two of the present applica- 
tions of secondary batteries for propelling motor cars will beat serve 
to show the usual method of practically dealing with them. 

In this country, the vehicles put upon the London roads by the 
London Electrical Cab Company may be looked upon as a pioneer 
enterprise, and its development wil be watched with the closest 
interest by all those concerned. | 

The battery used is a special Faure-King type, and is supplied ага 
maiotained under contract by tte E.P.S. Company. The plates used 
are thin, and to prevent the active material being “washed” out, 
the surfaces are covered with a layer of silicated asbestos held in 
position by thin sheets of perforated vulcanite. The whole of the 
cells are mounted in a tray, which is slung underneath the cab by 
four suspending links. These links are supported by springs under 
compression, and, as an extra safeguard against vibration, the 
ordinary carriage springs again support the battery tray. The total 
weight of the battery is 14 cwt. The total weight of the complete 
vebicle, including driver and its full complement of passengers, is 
El cedere £0 owt. 

© battery consists of 40 cells, and, as previously stated, it weighs 
complete about 14 cwt. Тһе capacity of each cell is 170 ampere- 
hours at а normal discharging rate of 30 amperes. The electrical 
pressure at the battery terminals is 80 volts. Thus the battery has 
а storage capacity of 13,600 watt-hours ata discharging rate of 2,4C0 
watts, or about 34 electrica] H.P. When fully charged the battery is 
said to be able to run the cab a distance of 50 miles over the ordinary 
London streets. The mean current drawn from the battery when on 
a level road is 30 amperes, on rougher road from 40 to 45 amperes is 
required, while climbing steep gradients the cells are called upon to 
give as much as 120 amperes. The motor, although constructed to 
give a normal output of 3 H. P., is capable of a maximum of 4 НР. 


without unduly heating, so that a margin of 25 per cent. is obtained 
for eventualities. 5 


In New York some electric hansom cabs have recently been put 
on the roids. The cabs are made by the Electric Carriage and Waggon 
Company. In some respects they resemble our London hansoms, but 
the vehicles are fitted with four wheels instead of two. The back 
wheels are used for steering and the front for driving. The chief 
feature of this cab is that two motors are used, one for each of the 
driving wheels. By employing two motors, various variations of 
speed can, of course, be obtained by running them in parallel or 
series; апа by having each wheel under separate control, quicker 
turning power (f the vehicle can probably Ъз obtained. This is 
doubtless the object the designers of the New York hansoms had in 
view, although it is very problematic if any very real advantage is 
gained by such an arrangement, unless it be used in heavy vehicles 
such as coal lorries. 

The New York cabs are said to weigh 3,000 lbs. Each motor 
develops 14 H.P. with 75 volts, and at a speed of 800 revolutions per 
minute. This represents a speed of 8 miles per hour for the vehicle. 
The battery used coneists of 44 cells placed in trays containing 11 
cells in each. The four sections are placed in a receptacle in the 
rear of the vehicle. No loose terminals are used, contact between 
the sections and other parts being established by means of plates 
and contact springs. Each cell contains three plates of the 
cbloride form, and they have a useful capacity of 100 ampere-hours 
when discharged at 21 amperes—the normal rate. The whole battery 
weighs 900 lbs Speeds varying from 4 to 15 miles hour can, it 
is said, be obtained with varying battery discharges of from 124 to 40 
amperes. 

L'Electrique Szcieté Anonyme of Brussels have recently introduced 
an electrically propelled dog-cart. In this vehicle, and according to 
the usual practice, the battery cells are placed underneath the seats. 
48 celle of the Pianté type, having a capacity of about 75 amperes, 
аге шей. The total weight of the battery is 850 lbs. The motor is 
wound with the coils of the fields and armature in series, and it 
weighs about 260 lbs. А speed of 1,750 revolutions per minute is 
attained with a battery discharge of 21 amperes. The motor is con- 
nected to the driving wheele by reducing gear and chain bands, while 
differential movements of the driving wheels are obtained by the use 
of an intermediate clutch. 

The dog-cart has four wheels, and is made to seat four passengers, 
including the driver. The carriage, including batteries, motor, and 
geariog, weighs, complete, about 2,500 lbs. The maximam speed is 
10 miles per hour, and at this rate it is stated a distance of from 40 to 
50 miles can be travelled with one charge of the battery. 

As a means of regulating speed iu a self-contained motor car, 
actuated by batteries, two methods are at present in vogue. The 
first ia by splitting up the battery into sections by a suitable commu- 
tating arrangement, thereby putting the sections either in series or 
parallel, as required. The objection that may be raised to this plan 
is that the cells may be unequally discharged. A more practical 
method, and one adopted on the London cabs as explained, is using 
the battery as a complete unit, and obtaining the various speeds by 
commutating the coils in the fields and armatures of the motor. 16 
is possible that some method may be adopted, by which the motor 
may be run at constant speed, while the speed variations in the car 
are obtained by suitable gearing. According to present practice the 
motor, when starting the vehicle, is ranning slowly, and therefore in 
its most inefficient condition. If the constant speed idea were 
utilised, the motor might be of smaller power, and it could also be 
run at a bigher and more uniform efficiency. 

For the Paris electric cabs Messrs. De Puydt & Poncin, of Birken- 
head, are supplying some special motore, which appear to compare 
favourably with those used in our London cabs. It is stated that 
these motors, which weigh only about 170 lbs., will develop 8:5 Н.Р. 
for 20 minutes, or 45 H.P. for continuous running, without any 
undue heating or sparking. The normal is given as 1,700 revo- 
lutions per minute, and a commercial efficiency of 81 per cent. is said 
to be obtained. 

As regards the prevailing method of connecting the motors to 
the driving wheels by the system of gearing, probably with our 
present knowledge it is the best that can be done. Some way of 
dispensing with gear and running direct will probably be devised. 
If this could ba done, not only would it lead to great economy in 
working, but it would greatly add to the comfort of the passengers. 
When riding, for instance, in one of the London electric cabs, in 
addition to the hum of the motor, which is not at all unpleasant, one's 
ears are assailed by the clanking and rattling of the gearing and 
chain. If direct running or some more silent method of gearing 
could be devised, it would be a desirable improvement. Improve- 
ments in the wheel tyres will doubtless be made, and such improve- 
ments would tend to reduce road friction, and thereby save power or 
give increased speed. They would also reduce the depreciation in 
the working parts and give the battery & better chance. 

Methods of electric locomotion on common roads present enormous 
possibilities. Electrically-propelled omnibuses, broughams, dog-carte, 
and light parcel delivery vans may now ba seen running along our 
thorougbfares. There is no reason why the same plan should not be 
adopted for driving vehicles for the cartage of goods generally. In 
the latter case appearance need not be studied to such an extent as in 
the passenger- carrying conveyances; therefore, in this case the elec- 
trical engineer would have a freer hand, and better results might be 
anticipated. 

Methods of recharging will bave to be seriously considered. 
There seems no reason why, in all our large towns, charging centres 
should not be established. The ordinary cab is stationary a great 
part of the day, and there seems no valid reason why the charging 
operation should not be rendered so simple that a cabman of ordinary 
intelligence could easily perform it. With an “in-and-out” elec- 
tricity meter placed on the vehicle in a convenient position cn the 
battery circuit, the driver could sce at a glance how much energy 
had been put in and taken out of his battery; therefore, would know 
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when a recharge is required ; also, when charging, by reference to the 
meter, he could see when his battery is satisfied. Such a measuring 
instrument, with the small range required, need not be an expensive 
addition. A supply system, worked on the penny-in-the-slot principle, 
could easily be arranged. The battery, of course, would not be 
removed, but would be connected up to the source by suitable flexible 
mains. Under these conditions the driver could buy his supply of 
electricity much in the same way as a carman can now buy fodder 
for his horses. 

The form of battery required for driving a self-contained motor 
car over common roads may need to be of a different nature to that 
required in cars running on a permanent way, where the tractive 
force remains more nearly constant, and where there is less jolting 
and vibration. Possibly some form of mechanically solid cell with a 
Faure type negative and a Planté type positive element will fulfil 
the requirements. 

As to the probabilities of the self-contained electric motor car com- 
paring favourably with horse haulage, this will entirely depend upon 
its economic aspect. However the convenience of electric 
haulage, 11 its reliability, ease of manipulation, sanitary 
aspect, and general convenience, the question as to whether it is best 
or nct has still to be satisfactorily answered. In ita present experi- 
mental stage trustworthy figures of the daily or weekly cost of up-keep 
cannot be expected. It is only by taking the average expenses in- 
curred during months or years that anything like an accurate estimate 
can be arrived at. The initial cost and cost of maintenance of the 
batteries employed will, we believe, be the controlling factor. What- 
ever turn the idea of electrically propelled motor cars may take, it 
must necesearily always involve the use of some apparatus for storing 
and giving out ele:trical energy. 

The modern secondary battery leaves very much to be desired, but 
stil there are several very good batteries for this purpose obtain- 
able, and these may serve to tide the electric traction man over the 
period intervening before the advent of the ideal cell which we all 
wish to see. 


ELECTRIC LIGHTING OF MAIL COACHES. 


Somm interesting particulars have been published concerning the 
electric lighting of German mail coaches. The £lektrotechnische 
Zeitschrift, which discusses the subject in a recent editorial, 
states that the 15-volt lamps employed for this purpose 
are of 12 candle-power and are replaced by others after 
being in service for 200 hours, notwithstanding the fact that the 
filaments are still intact. The glass bulbe are tolerably larger in 
order to delay the blackening of the bulbs as much as possible. As 
the lamps are arranged in suitable positions before the Post Office 
officials, a greater illumination of the working places is obtained than 
with intensive gas burners suspended from the roof behind the 
sorters. 

In the case of the 12-metre mail coaches a battery of 32 cells of 
the Boese type is used, whilst the coaches 10 metres long are 
equipped with 16 cells arranged in four boxes. The weight of the 
16-cell battery, which has a capacity of 120 ampere-hours, is 184 
kilogrammes; but in a newer type with the number of plates 
reduced from 9 to 7 per cell, the weight has been diminished to 172 
kilogrammes. | 

At the present time the re-charging of the batteries is effected at 
18 depóte, and three farther charging stations are now being erected. 
Where tbe railway administration & charging station of its 
own, the batteries are connected in series of 16 cells, or from boxes to 
omnibus bars between which there exists a pressure of 45 volts. If 
the current is obtained from municipal supply works, the pressure as 
a general rule ranges from 100 to 110 volts, and in some cases, as at 
Breslau, it amounts to 220 volts. In these instances a lot of useful 
energy would be dissipated in resistances unless a larger number of 
cells were simultaneously charged in series. The batteries delivered 
at a charging station are, however, not all in the same condition, and 
for that matter it would be impracticable to select and group them 
according to their electrical condition. As a result the inconvenience 
arises that highly exhausted batteries do not receive a sufficient 
re-charge, whilst those slightly exhausted receive too much; hence 
the life of the plates is injuriously affected. 

In order to overcome this difficulty, Post-Inspector Argrath has 
suggested a method whereby each battery, where the pressure be- 
tween the bus bars at а charging station is too high for the purpose, 
only receives a charge of current at а pressure of about 45 volta, or 
at that pressure required by the condition of the battery. This object 
is attained with a current at a pressure of 100 volts by the employ- 
ment of a middle bus bar between which and the outer bars the 
batteries are connected in a manner similar to the Edison three-wire 
system. If the number of batteries on both sides of the middle bar 
is the same and the batteries are all in the same condition, only about 
5 volte bas to be absorbed in each charging conductor by the rheostats, 
which must be used in any case for each battery. Should, however, 
these conditions not be fulfilled, the pressure on one side of the 
middle bar will be higher than that on the other unless a special 
means of artificial compensation is provided. This is now at- 
tained by the use of a main rheostat which can be arranged on 
one or the other side of the system. This rheostat is placed parallel 
to the batteries on the side of higher pressure, and во that 
rs requisite compensation is effected. iss the current available 

& pressure of 200 volts, it is provided that the above arrangement 
shall be doubled. F 

It has been possible to ascertain some figures concerning the cost 

of ,lighting 627 mail coaches in this manner from nine charging 


stations, which have been in operation for overa year. After pro- 
viding 4 per cent. for interest on capital and 10 per cent. for 
redemption (20 per cent. for the batteries), the lamp hour with a 
12 candle-power lamp works out at 3:52 pfennige (42d.) This com- 
with 4°59 pfennige (:544.) in the case of gas lighting, showing а 

ifference of nearly one pfennig in favour of electrical illumination. 


ELECTRICITY IN CHEMICAL WORKS. 


ALTHOUGH power in chemical works does not occupy во important a 
position as it does in other industries, for instance in the textile 
industry, where the whole of the transformation is effected by 
mechanical means, it, nevertheless, plays an important part in 
numerous subsidiary operations, such as grinding, pulverising, pump- 
ing, compressing air or other gases, actuating cranes, hauling, 
And во great is the competition in all chemical manufactures, that it 
becomes a matter of prime importance to determine what shall be 
used as a source of energy, whether steam, gas, electricity, or water. 
At a recent meeting of the Manchester Section of the Society of 
Chemical Industry, Dr. Bowman examined this question to some 
extent, but we do not think that he has dealt with the subject so 
exhaustively as it deserves. He has much to say regarding the use 
of steam, and gives some very interesting figures respecting the 
efficiency of this agent. The paci Bony the gas engine is also ооп- 
sidered briefly, and data are given, but electricity is dismissed as 
impracticable, and those who read the paper are not likely to be con- 
vinced because the statement is merely supported by Dr. Bowman's 
opinion. If the paper were to be a useful contribution to an 
important subject, comparisons between gas, steam, water, and elec- 
tricity should be properly drawn, data should be given for each 
source of power, which should be entirely comparable. This Dr. 
Bowman has failed to do entirely, and the matter is in the same position 
as it was before he touched it. 

Of course, it is advisable to avoid mechanical operations as much 
as possible in chemical works, and when they are necessary the 
machinery should be simple. Chemical works abound in dust, dirt, 
gases, and liquids which injure the machinery, and we agree with Dr. 
Bowman that it is advisable to use the very simplest forms of engine 
which can stand the wear and tear to which they have to be subjected. 
Then again, chemical works usually cover a large area of and 
operations are rarely simultaneous, and tbe general practice is to rely 
upon small independent engines—a very bad plan indeed, for even 
under the best conditions the steam engine is & wasteful machine. 
In large chemical works power has to be distributed over miles of 
pipes exposed to the condensing action of the air, which of itself 
accounts for avery large percentage of inefficiency. Indeed, Dr. 
Bowman himself admits a doubt whether, in many of the small 
engines, more than 5 per cent. of the power originally in the fuel is 
actually used. In addition to all this, steam is not a good vehicle for 
obtaining power, because it can never be a perfect gas unless abso- 


lutely dry, and the moment it begins to expand—which it must do if 


worked economically—it ceases to be a dry gas. 

Although these considerations seem to point directly to electrical 
distribution as the most economical method of working a chemical 
factory, Dr. Bowman contends that it is almost impossible, for dust 
and gases have a marked effect on conducting wires and electric 
motors. He says that lead-covered wires, even with a coating out- 
side, are eaten through in a short time, and except where motors 
can be enclosed in special rooms or boxes, and conducting wires kept 
out of reach of corrosion, electric distribution of power is not suit- 
able for chemical works. It seems to us that this form of distribut- 
ing energy should not be so jauntily dismissed. It is quite true that 
there у difficulties in the way; а manufacturer does not like 
to risk having his installation worn out by corrosion shortly after he 
has laid it down. But have we probed all the possibilities? We 
wonder in how many instances electric distribution has been tried 
with such disastrous uences as Dr. Bowman seems to imply 
would necessarily follow. Surely it is possible to place the genera- 
ing plant in some part of the works, which, as Dr. Bowman says, are 
always large, where it can be safe from corrosive gases; or the con- 
struction of а special building, with double doors and windows, 
ought not to be impossible. If either of these two courses can be 
suocesefully observed, then the problem of protecting the wires 
ought not to be insurmountable, whilst the motors themselves could 
surely be enclosed in special rooms or boxes. We do not think that 
Dr. Bowman has made out a bad case against electric distribution in 
chemical works, for he has simply dismissed it with & meagre state- 
ment of difficulties and a strong statement of his own opinion. 

On the other hand, he concludes his paper with a remark that 
electric distribution can beet be applied in chemical works to light- 
ing. He says that at least twice thequantity of light can be obtained 
by the arc lamp than by burning gas ог even Wells's light, and, 
finally, he says that to compete with steam as the motive power, 
electricity must be supplied at not more than id. Board of Trade 
unit, or half this cost to compete with gas. These , however, are 
statements which are entirely unsupported by com ve data, and 
we are invited to accept Dr. Bowman’s opinion. oughtful people 
will require a good deal more than that, and we hope that the atten- 
tion of electrical engineers will be aroused by these statements, and 
that some comparative data may be obtained from an actually work- 
ing installation. 

As regards electro-chemical processes, the conditions are somewhat 
different from those obtaining in chemical works generally; but we 
shall await with interest Dr. Bowman’s promised paper on the sub- 
ject. We hope that it will be more copiously illustrated with facts 
than his present paper. 
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ELECTROLYTIC TREATMENT OF SLIMES. 


I» we were asked what among the Ap of electricity is the 
one which seems the most remarkable, there would be & majority in 
favour of wireless telegraphy, which, however, has not yet oome into 
general practice, and is only just emerging from the experimental 


stage. 
The admirers of X rays, and those of the utilisation of the Niagara 
Falls energy, would be numerous; but for an electro-chemist, and 


percolate, 
the greatest achievement accomplished in the electrical world. 

Mr. Oharles Butters in bis address to the Chemical and 
Metallurgical Society of South Africa, of which he is the president, 
described the treatment of the slimes, in which, up to the present, 
large treasures were buried and considered as lost for ever. 

Ten years ago, the great question was to extract the gold from the 
heaps of tailings which were lying as barren sands. To-day, it is the 
turn of the slimes, with this difference, that gold can be recovered 
from tailing solutions by means of sinc, although not во well as by 
the electric current, while the precipitation of gold from an extremely 
weak cyanide solution is quite an easy operation by electrolysis, but 
cannot be effected by sinc shavings. 

This question is of so much importance to the mining industry that 


it marks an epoch in the metallurgical world that is well worthy of | 
sideration. 


con 

It was only the production of such gold-bearing material as tailings, 
and the enormous quantities in which they were produced that 
brought the necessity of the treatment of tailings before the public 
in a very marked degree; and in the same manner the enormous pro- 
duction of slimes, their storage and value, demanded an economic 
method of treatment. 

It was found that if they were allowed to be deposited in dams for 
& comparatively short time, oven for a few days, decomposition of the 

took place, and the question of their treatment directly as 

received from the mill thus became a subject for study. These 
researches have successfally resulted in the working out of a practical 
method which consists essentially in the coagulation of the slimes in 
battery water, by means of lime, their concentration by spitskasten, 
and final settlement in continuous overflow vata or pits. The coagu- 
lation of the particles in clayey soils in agricultural operations by the 
addition of lime has long been known and practised, and the use of 
lime for the flocculation and precipitation of the slimes suspended 
in battery pulp is but another adaptation of the same principle. 


Gm. FmaTURES OF THE Stores PROBLEM. 


"In slimes, says Mr. Butters, we found a substance which could nof 
be backed, or through which the solution would not percolate, but 
which we were obliged to wash per decantation. With decantation, 
the washing of the material takes place by dilution, one wash does 
поё displace another wash, but simply mixes with it; aud since the 
amount of solution or wash which this clayey mixture retains is from 
40 to 50 per cent., the amount of dilution necessary to extract a satis- 
factory percentage of the gold necessitates the use as washes of from 
6 to 8 tons of liquid per ton of slimes treated. Consequently, in 
sand treatment, where 4 dwts. are extracted from 1 ton of sand, with 
2 tons of solution, the average value of the solution is 2 dwts.; while 
in slimes treatment, if 4 dwts. are extracted from 1 ton of slimes. 
the average value of the solution would be 12 grains. In the case of 
the sand, the value of the first solution leached off might easily be 
6 dwte., while with slimes, the first solution would probably not be 
over 1dwt. The result is, that in the latter case you have a very 
large volume of much diluted solution to deal with, and at the same 
time the slimes retain a moisture nearly their own weight of solu- 
tion. In order, therefore, that slimes may be economically treated, 
it is necessary to use a very dilute solution of cyanide, so that too 
much cyanide may not be lost with the residues when discharged, 
and that too much may not be decomposed during treatment. How 
to obtain gold from this solution presents an entirely new problem 
to the metallurgist. Dilute solutions containing from 0°01 to 0:001 
кее cyanide, and from 6 to 24 grains of gold per ton, had not 

been successfully handled." 


Тав SOLUTION or THE GOLD. 


“The dissolving of the gold in fresh slimes is a comparatively 
simple matter in comparison with the dissolving of the gold in acou- 
mulated slimes. In fresh slimes, there are usually very few 
reducing or oxygen-consuming compounds, while in accumulated 


— Blimes there can be various substances which will absorb oxygen; and 


if we wish the cyanide gold-dissolving solution to act, oxygen must 
be present. In old slimes, decomposing organio matter, arising from 
different sources, as well as the various products of the decompo- 


sition of pyrites, are always present; all these substances have, in 
common, the property of absorbing oxygen in a more or less degree. 
Therefore, during the operation of dissolving the gold in old slimes, 
“ee must be constantly supplied. 

principal of oxidation of the reducing substances in slimes by 
means of aeration, was put into practical use by Mr. W. A. Caldecott, 
who has given the reasons that render this operation у neces- 
sary in the treatment of accumulated or acid slimes. operation 
was first carried out at the Robinson slimes plant by the introduc- 
tion of poral Orde air through a perforated pipe in the bottom of 
the vat containing the charge of pulp undergoing agitation. After 
preliminary oxidation of the pulp had taken place, in order to lessen 
cyanide consumption, cyanide was added, and aeration continued. 
It was found that the gold dissolyed as readily by this method as in 
the case of fresh slimes.” | 


Tus PREOIPITATION OF THE GOLD. 


In the foregoing operations the ordinary methods of metallurgy 
have been reversed. In every other metallurgical operation, succes- 
sive concentration is the means by which we finally obtain the metal 
for which we are working; but in this case we pursue the opposite 
course. The final operation of winning the gold takes place from a 
grade of material worth less per ton than was the material with which 
we started. We have simply changed the ротаси conditions of the 
gold from the state of a solid into that of a liquid, and it is with this 
diluted ae that we have now to deal. Precipitations of metals 
from solutions present many curious and interesting problems, and 
one of these is, that with the same re-agents, it is very much more 
difficalt to produce perfect precipitation from a very dilute solution 
than from a concentrated solution. 

In electrolytic precip ration we have a different set of laws govern- 
ing the electro-deposition of metals from those which operate in 
chemical precipitation. In the course of our experiments on the 
precipitation of dilute cyanide liquors, we have tried many methods 
of precipitating solutions containing 6 to 12 grains of gold per ton, 
but failed completely with such dilute liquor; whereas the same 
methcds acted perfectly оп 5 dwts. or 10 dots. solution. With a 
solution of gold down to 6 dwts. per ton, which ia about one part in 
100,000, it would be natural to think if it was one part in 100,000, or 
one part in a million, or one part in 10 millions, there would not be 
a very great differenca in the resistance of such very minute propor- 
tions of dissolved gold to precipitation, whether by electromotive 
force or by chemical reaction; but the difference between the action 
of a liquid containing 6 dwts. per ton and one carrying 6 grains per 
ton is most marked, both in chemical precipitation and in electro- 
lytio deposition. In general, we have found that we could effect the 
preoipitation of the gold in these dilute solutions best, and most 
economically, by means of electrolysis. 

The principal points in electrolytic precipitation that it is 
desirable to study are the amount of current per «quare foot of anode 
and cathode, and the time the current is exerted, taken in conjunction 
with the value of the solution. One of the first points requisite in 
the electrolytic deposition of gold is that the liquor shall contain no 
solid matter ; that is to say. that it will be absolutely clear. 

The liquor from accumulated slimes contains a considerable amount 
of iron and lime salte in solution, and the settlement of the fine 
clayey particles is retarded. This may, possibly, also be due to the 
organic matter which it contains. 

Other substances in the liquid which affect the surface of the 
cathode are those salts which are in solution upon entering the box, 
and are there deposited on the large surface exposed, or are elec- 
trolysed. Lime, which has been used for settlement, and also to 
neutralise acidity, is in the form of carbonate of lime, sulphate of 
lime, or hydrate of lime. This precipitates partly as carbonate and 
partly as sulphate npon the snodes and cathodes, more especially on 
the former, and is precipitated by means of the electrolytic current. 
Then there are the products of the decomposition itself, which (in the 
case of iron salts resulting from the decomposition of the pyrites in 
the ore) are separated in the form of Prursian blue and hydrate of 
iron. These, again, are the products of the decomposition of the 
anode plates. 

The clearness of the solution depends largely on the solution of 
the anodes. The iron plate anode in use to-day in the Siemens aud 
Halske boxes, with properly proportioned current, is a very perfeot 
anode, easy to be obtained in any quantity, and as easily manipulated 
and secured in the boxes. With a ourrent density as low as 0°03 or 
0:04 am por Nune foot, very little decomposition of the iron 
anode takes p An anode ths of an inch in thickness and with 
а current density of 0:035 ampere per square foot, should last for 
five years, and possibly much longer. There seems to be a limit of 
current density up to which an iron anode will show very little 
corrosion ; but beyond that point, oxidation seems to take place more 
rapidly than the proportionate riee of current density would indicate. 
Where the division and tension of the current has been very care- 
fully studied and regulated, very little decomposition of the anode 
need take place. 

With the peroxide of lead anode, which was discovered by Mr. 
Emile Andreoli in the early part of 1895, practically no corrosion of 
the anode takes place, and although, up to now, this anode has only 
been used in a small way, one is confident that its introduction into 
this country on a large scale would prove satisfactory. With per- 
fectly filtered conditions, and with perozide of lead anode working 
with fresh slimes, and by watching carefully the amount of lime 
added to the slimes, there should be very little trouble in maintain- 
ing a perfectly clear anode surface for the plating of the gold. 

The subject of the production of suitable anodes for precipitation 
of gold from cyanide solutions is probably not exhausted, but the 
field has been very thoroughly explored by able electricians and 
chemists, aud beyond the two anodes mentioned, we do not know of 
any that will fulfil the required conditions. The anode has attracted 
a good deal of study, but the subject of the cathode is not less 
interesting and important. Many substances have been tried, which 
bave performed their functions more or lees completely. Lead bas 
been used in thick plates, in thin sheets, in ribbons or strips, and in 
sociated platos anil ы Main. аы ‘copper DM fave 
ga plates and as В сор в have 
timilarly been tried, together with iron plates an й рн other 
forms of iron; and the same with mercury. Zinc, copper and iron, in 
various forms have been utilised by Mr. Andreoli for this purpose. 
Mercary is in use in the United States in the Pelatan-Clerici process; 
on these fields, at present, lead strips and lead shavings are in use, 
and zinc shavings are used by Mr. Bettel at the Comet. Each of 
these various cathodes have their peculiar advantages. Lead strips 
are used everywhere in the plante using the Siemens process except 
at the Central works, where part of the boxes are charged with lead 
shavings. 
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We may look upon the slimes treatment as it has been rend диг 
in this country by the members of this society as a new metallurgical 
process, which will be adopted all over the world, and we think that its 
main features will be practically retained. The use of lime for settle- 
ment, the use of spitzkasten for collecting, tanks for natural settle- 
ment," dissolving the gold by means of agitation or centrifugal pumps, 
the decantation of the liquid, and the precipitation by electrolytic 
method, are, probably, 
modified to some extent, but which will remain with us. 


SUBMARINE TORPEDO BOATS. 


A PAPEB dealing with the subject of torpedo boats and their influence 
on torpedo boat architecture, by Captain W. H. Jaques, was pre- 
sented at the recent conference of the Institution of Naval Architects. 
The author, after referring to the four preliminary submarine boats 
built in the United States under the direction of Mr. John P. 
Holland, proceeded to describe the Plunger and the Holland, which 
are now receiving considerable attention in that country. 

The boat constructed by the Holland Company for the United 
States Navy ment was named the Plunger by the Department, 
and was launched August 7th of last year at the constructor’s yard in 
Baltimore. She is the fifth one designed by Mr. Holland, and is 
84 feet long, of circular section, 11 feet 6 inches diameter, surface 
displacement 149 tons, submerged displacement 165 tons, with a 
reserve buoyancy of about a quarter of a ton. The guaranteed speed 
is 15 knots on the surface and 14 knots with ber steam machinery 


while awash, with 1 foot of the turret above the water. Her totally. 


submerged electrically running speed must be 8 knots for six hours. 

There is a turret amidship with 4 inches of protection and a 
superstructure fora fair water. Two down-baul screws have been 
added, although they are not considered by Mr. Holland a requisite 
of the system. There are two openings in the nose-piece through 
which service-torpedoes are to be discharged. In addition to hand- 
gear for horizontal steering and diving, there are automatic devices 
for maintaining submergence at predetermined depths. A camera 
lucida has also been fitted. The hull has been constructed to admit 
a submergence of 75 fect. Some of the water-tight compartments 


serve as water- tanks; others contain oil fuel; others are employed 


for compenesting discharged weights. A special device compensates 
for the oil consumed. There are four rudders, two for steering 
horizontally and two vertically, controlled by automatic devices. 
For running on the surface or awash, steam generated by petroleum 
is сару while electricity from storage batteries is used under 
water. There is one water-tube boiler of the Mosher type of 3,000 
square feet heating surface, fitted with a system of oil fael capable of 
consuming 2,000 lbs. of oil per hour. There are two main, vertical, 


triple-expansion steam engines of 600 H.P. each, and one auxiliary 


of the same type of 300 Н Р, The electric machinery is composed of 
one main motor of 70 H.P. for propelling the boat when submerged, 
operating either the side or centre shaft, or used аз a dynamo for 
rec ing batteries. There are additional electric motors for 
operating down-baul screws and performing other services as required. 
Air for tank and ventilation service is supplied from commercial 
reservoirs. There are special fittings for closing smoke pipe and air 
ducts quickly before submerging, and the tank operations aré very 
simply controlled by Kingston and compressed air reducing valves. 
The Plunger has three propellers (in addition to the down-baul 
screws), any one, or all of which can be operated by either steam or 
electrical machinery. 


The author then referred to the Holland, a smaller and similar 


type of boat, and росе to suggest the possibilities of such craft 
to take the place of second-class torpedo boats on battleships, and of 
semi-submerged boats of almost any dimensions, having armour 
enough above water to afford ample protection, at the same time 
protecting all the rest by water. In conclusion, he pointed out that 
the great need of the hour for barbour and coast defence is a small 
torpedo boat that can be submerged, baving within it a storage 
battery of sufficient power to give it a submerged range of a few 
hours, with 9 or 10 knots surface speed, and from 6 to 8 knots 
submerged. 


WATER POWER DIAGRAM. 


THE accompanying diagram, for which we are indebted to the 
Electrical Engineer of New York, is due to Mr. O. H. Landreth. It 
is a graphical representation of the formula, H.P. = T$ * 
H is the effective bead in feet, o is the quantity of water in cubic feet 
per second, р is the weight of а cubic foot of water — 62:4 lbs, and 
Е is the percentage of efficiency of the wheel. 

There are two sets of radiating lines from the left lower corner of 
the di Those which pass to the top line are lines of supply; 
those to the right hand vertical line are efficiency lines, except the 
dotted line near the 90, which is a conversion line for horse-power. 
To use the diagram there is assumed as an example a head of 15 6 feet, 
at which a supply of 40 cubic feet per second is used in a wheel of 
75 per cent. efficiency. 


here 


ent features, which in detail may be 


— 


The following is the mode of nsing the dotted line showing the 
rocedure: From the left vertical scale of head in feet, vis, at 15-6, 
raw а horizontal to touch the inclined line from the 40 cubic feet 

division on the top scale. From this point of intersection, a, drop a 
vertical to the inclined line from the 75 per cent. division of the 
efficiency scale. From this second point, 5, draw a horizontal to tbe 
conyersion line. From this final intersec;ion, c, a vertical line to the 
lower scale shows the horse-power, 53 2. | 

The conversion line is drawn at such an angle from the vertical as 


makes the tangent = 4 (01194) 75 7 where v and À are the numerical 
values of the vertical scale of. head and the horizontal scale of 


Water, Cu. ft. per Sec. 
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Horse Power. 


quantity, the j being introduced to make the scale of horse-power 
half the scale of the upper line of quantity, and the decimal 0:1134 
being the coefficient in the formula Н.Р. = 01134 н о E for horec- 
power on the basis of the weight 62:4 lbs per cubic foot. For 
amounts of head and volume beyond the range of the scale, the 
figures may be used as though of tenfold value, or to any con- 
venient other multiple, the final reading being similarly multiplied. 


CARBON BRUSH-HOLDERS. 


By ERNEST KILBURN 8COTT. 


Part I. 


ALTHOUGH Prof. Forbes first suggest.d using a block of 
fine grained carbon on dynamo commutators so long ago as 
1885, practically nothing was done to develop the idea until 
about 1892. Since then, however, the carbon brush has 
rapidly pushed its way into favour until it threatens to oust 
the metal brush out of the field altogether. 

As the published information on the subject is somewhat 
meagre, the writer pro „in the following article, to give 
afew of the rules which govern the application of carbon 
b-ushes, and also to describe some of the leading types. 

One point on which there is a lack of definite information 
is :—How many amperes per square inch of area of contact 
on the commutator should be allowed for carbon brushes? 
So far as the writer's experience goes, 40 amperes per square 
inch is a good average, but some makers employ as low as 
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25 amperes рег square inch of area of contact, whilst others 
allow as much as 60 amperes per equare inch. A good deal 
depends on the size of the machine, the density being usually 
lower in a small macbine because it may be convenient to 


use standard s zes of carbons. On the large gener-tors for 


the Waterlco and City Railway, for example, giving 450 
amperes at 550 volte, a quite sparkless collection is obtained 
by five carbon brushes, each with an area of contact on the 
commutator of 2 inches long by 1 wide. This gives 
450 

9x 2 * 1 

The ordinary 25 horse-power tramcar motor geared at 4:8 
to 1 to a 38 inches tramway wheel, usually takes 15 amperes, 
but it may be suddenly called upon for five times that amount. 
The brush has an area of 24 inches by 4 inch. In the more 
recent motors there are two carbons, each 1} inches by 4 inch, 
or а total of 1] equare inches, and we see, therefore, that 


== 45 amperes per square inch of contact. 


: 15 
the current density is usually somewhere about 1.235 12 


amperes per square inch, but it may rise on an emergency (о 

60 amperes per square inch. No doubt there is sparking at 

the high loads, but the results taken over a long period are 

undoubtedly much better than if metal brushes were to be 

employed for the purpose, even if they could be got to work 
el with the armatures running both ways. 

It is interesting to compare the above with what is allowed 
for ordinary gauze brushes:—On a large 180-kilowatt 
dynamo giving 1,500 amperes at 350 revolutions per minute 
and with a commutator 12 inches in diameter, the current 
was collected by 12 brushes each 2 inches by j inch on 
face. They were arranged in three sets of four in each set 
and a space of about } inch was left between adjacent 
brushes. — | 

The contact density works ont ab . -L. = 200 

e contact density works ont at 3 4 75 = 200 
amperes per square inch. Again, a multipolar macbine with 
series armature has five brushes, each 2 inches by } inch, 


(1 inch face) to collect 1,150 amperes, d ү * 115 
amperes per square inch. 

ith reference to the actual conductivity of the carbon 
itself, this will vary with the quality. The Carré brushes, 
made from lampblack, naturally give the highest con- 
ductivity, but they are expensive, and a commoner quality 
made from petroleum coke, tar, and plumbago, in about the 
proportions of 70, 20, and 10 parts, is now most generally 
used. The plumbago acts as a kind of lubricant.: 

Good conducting carbon specially supplied for the purpose 
will easily carry 60 to 70 x eh per square inch of cross 
section without getting unduly hot, but, of course, the current 
density may be higher in small section carbons than in those 
of large section, on account of the proportion of the cooling 
surface to the area being so much greater in the first case. 
The curve given in fig. 1 shows how the temperature varies 


Fig. 1. CU Rv SHOWING THE HEATING OF Олввон BRUSH PRESSED ~ 


ON TO a COPPER PLATE. 


with the carrent fora carbon block 1 inch equare. In actual 
running it should be mentioned that the carbons are kept 
cool by the draught of air, and owing to the loose carbon 
dust the contact resistance is improved. 

_This matter of conductivity does not enter into the ques- 
tion so much with those brush-holders giving a metal support 


to the carbon to within, вау, 1 inch of the commntator; but 
where there is considerable overhang, a3 in the heavy Siemens 
type, conductivity becomes important. In fact, one objection 
to the use of carbon brushes on large dynamos, especially if 
they must pass a strict guarantee clause for efficiency, is 
that there may be an extra loss of 1 or 2 per cent. due to 


Еа. 2.—PrAR. | 
GazEMwOOD & BaTLRY'8S Олввоң BRusH-HOLDER. 


the brushes themselves. For example, the dynamos for the 
Leeds tramways were specified to have carbon brushes. The 
guaraptze teet for efficiency was made with metal brushes, 
with the result that Messrs. Greenwool & Batley, Limited, 
earned a good bonus, whereas if the carbon brushes had been 
used they would have only just scraped through. Fig. 2 
shows the type of brush-holder (made of aluminium) in use 
on these machines, and it; may ba mentioned that the col- 
lection is as nearly perfect as possible, there. isn’t a sign of a 
spark however the load may vary. 

One of the earliest recognitions of the fact that the use of 
carbon helped to stop sparking was made by Messrs. Oromp 
ton & Co., Limited, on some large machines which they 
suppliel for aluminium reduction. The current taken. off. 
the commutator was considerable, and in order to reduce the 


Fic. 3.—MertaL Brusa witH Олввок TIP. 


sparking as much as possible the ordinary metal brushes 
were fitted with carbon tips. Since then this method has 
been adopted on many other machines, especially where there 
were great variations in the load as well as large currenta to 
deal with. A simple method of carrying the carbon block 
is shown in fig. 8. Arc lamp carbon may be used for the 


564 


THE ELECTRICAL REVIEW. 


[Vol 49. Мо, 1,065, Арат 22, 1898. 


or the little dovetail blocks clamped to the end of a 
at spring. 
Before going on to describe the various types of brush- 
holders it would perhaps be as well to enquire into the 
reasons why the mere substitution of a block of carbon in- 
stead of a metal brush improves the commutation. In order 
to do this properly, it will be necessary to consider for a 
moment the various causes of sparking. For, although 
armature reaction is the fundamental cause, there are other 
reasons, such as the impedance of the coil under short 
circuit, the time interval, and the thickness of the brush, 
which есь the question to a greater or less degree. 

In the single core continuous current transformer the 
armature coils connected up to one commutator are paralleled 
by another set connected to the other commutator, and thus 
the magnetio effect of one is neutralised by that of the other. 
In other words, there is very little armature reaction and 
practically no lead to the brushes. Yet those who have 
worked these machines know that sparking is not necessarily 
eliminated.* 

There is Messrs. Mavor and Conlson’s combination of an 
auxiliary pole and the Sayer’s reversing coils, also Messrs, 
Р. В. Jackson's development of the latter. The partial 
reduction of the cross magnetising effect by an exaggerated 
chord winding as described in Mr. Mordey’s paper on 
“ Dynamos,” and the thorough lamination of the poles (at 
right angles to the lamination of the armature core), as 
sug by the writer, see Proceedings of Institution of 
Electrical Engineers, Vol. xxvi., page 598. Partial lamina- 
tion of the field poles and shaping the poles away at the 
horns which tend to be strengthened by the cross magnetism, 
is, perhaps, the simplest method of reducing the lead. 

these arrangements are good as far as they go, bot 
there are other causes of sparking which require to be 
attacked from the entirely external standpoint of the brushes 
themselves. 

Any device which makes good commutation possible with 
& considerable lead on light loads, means that the machine 
can be successfully operated. with little or no change of lead 
under varying loads. | : 

Now, experiment has shown that this may be effected by 
placing an extra resistance in the circuit of the short- 
circuited coil. With a metal brush this can be effected by 
making it in several sections with a high resistance coil of 
small area (platinoid wire) between each. The heat waste 
and sparking caused by the difference of potential between 
adjacent segments respectively in contact between the 
advance and hinder sections of the brush is thus prevented. 


(To be continued.) 


NEW PATENTS.—1898. 


Compiled expressly for this journal by W. P. Тиомгюн а Оо, 
Mectrical Patent Agents, 823, High Holborn, London, N. O., to whom 
«П inquiries should be addressed. ] 


8,019. “Improvements in or relating to alternating motors.” A. 
J. Восит. (O. Patin.) Dated April 4th. Г 


8,024. "Improvements in means or apparatus for electro-plating.” 
H. V. R. Buap and N. G. THOMPSON. ted April 4th. 


8,037. ‘Improvements in the manufacture of the peroxide ele- 
n of secondary batteries." D. G. Frrz-Gzmarp. Dated April 


8,049. “Improvements in sockets or holders for incandescent 
electric lamps" J. W. MackBENziB. (Allegmeine Electricitats- 
Gesellschaft, Germany.) Dated April 4th. 


* Dynamos have been designed (Prof. Ryan) on the lines of a con- 
tinuous current transformer with the second or neutralising coils 
wound in slots in the pole faces. As these slots were filled with 
copper they added considerably to the reluctance of the magnetic 
circuit, and it was therefore proposed to make the conductors of slabs 
of wrought-iron insulated from, but bolted to, the poles. The writer 
went into this with Mr. Mordey in 1893, but came to the conclusion 
that the cost of machining, insulating, and connecting up at the ends 
was too stiff a price to pay for the somewhat doubtful advantage of 
eliminating the lead of tbe brushes. 


8,054. “Improved means for fixing or fitting incandescent 
electric lamps into lanterns.” J. Moores and Н. О. FABBNELL. 
Dated April 5th. 


8,059. “Improvements in apparatus for lighting miners’ 
lamps by electricity.“ B. D. WiLLiAMS. Dated April 5th. 


8,070. “Improvements in electric trolly wire section insulators.” 
W. Woop. Dated April 5th. | 


8,085. ‘Incandescent electric light decorations.” А. A. Рогтоск. 
Dated April 5th. (Complete.) 


8,097. “A medical electric generator or hot-air bath for the 
application cf heat to the human body.“ A. I. бввүпги. Dated 
April 5th. (Complete.) gs 


8,101. “Improvements in electrical measuring instruments.” F. 
М. Bxnurr. Dated April 5th. 


8,140. “Improvements in switches for electric circuits.” G. 
Waricut. Dated April 5th. (Date applied for under Patents, &0., 
Act, 1883, Section 103, September 18ch, 1897, being date of 
application in United States.) 


8,142. "Improvements in systems of electrical distribution.” B. 
G. Lunz. Dated April 5th. (Date applied for under Patents, &c., 
Act, 1883, Section 103, September 18th, 1897, being date of 
application in United States.) 


8,149. Pr acceded in electric welding machines.” О. Nmrson. 
Dated April 5th. 


8,179. "Improvements іп and connected with means for electri- 
cally lighting railway carriages.” H. Drox. Dated April 6th. 


8,192. “Improvements in electrical connecti switches, and 
terminals" R. F. Hart. Dated April 6th. та 


8,202. "Apparatus for quickly and tightly closing, and quickly 
opening portable electric batteries.” 8. F. WALKER. Dated April 6th. 


8,929. “Improvements in clatches and brakes for arc electric 
lampe.“ G. Bine and A. E. Анаогр. Dated April 6th. 


8,293. “Improvements relating to electric tram and like cars.” 
J. Т. Нтммковв and J. CBowrLEv. Dated April 6th. 


8,969. “An improved controlling device for electric motor 
vehicles and the like.” G. H. Rayner. (H. Leitner, France.) Dated 
April 6th. NE 
8,273. “Improvements in and connected with electric bells." 
Н. OPPENHEIMER. Dated April 7th. 


8,274. "Improvements in and connected with electric bells.” 
OPPENHEIMER. Dated April 7th. 


SOM Improvements in and connected with annunciator move- . 
ments" Н. OprrxXBEIMER. (Actien-Gesellschaft Mix & Genest, 
Germany.) Dated April 7th. 


8276. "Improvements in and connected with primary batteries." 
Н. OPPENHEIMEB. Dated April 7th. 


8,2277. "Improvements in and connected with keys or switches for 
multiple switchboards.” H. OrPzwHEIMBR.  (Actien-Gesellschaft 
Mix & Genest, Germany). Dated April 7th. 


8,278. Improved fuse box for electric light cables requiring resin, 
oil, or other compounds as an insulating material at terminal jointe, 
&o." D.B. Втвлиа. Dated April 7th. | 

8,208.  ' Electro-photo-telegrapb." A. Bum and J. Bazume 
Dated April 7th. r к 

8,901. "Improvements in the construction of Morse's registering 
telegrapbio instruments" H. Doonzrer. Dated April 7th. 
(Complete.) 

8314. "Improved electric pile.” 
Dated April 7h. 


8,919. “ Improvements in electrodes, and in the method employed 
for producing them." K. Kress. Dated April 7th. 


8,328. Improvements in or relating to electric arc lamps.” А. 
Ross. Dated April 7th. 


8,948. “Improvements in electrical measuring and indicating 
instruments.” А. О. Heap. Dated April 7th. | 


8,971. * Improvements in electro-magnets" M. Boucmmr. Dated 
April 7th. 

8,974. "Improvements in arc lamps.“ G. О. Fricxma. Dated 
April 7th. 

8,391. Improvements in high-tension transformers and induction 


coils for Röntgen ray work, and for other purposes.” A. L. Davis, 
Dated April 9th. 


8,393. "Improvements in electric arc lamps" H. V. JAMES. 
Dated April Och. 


8,398. ‘Improvements in electric motors.” 
April 9th. 


8,441. “Electric recording system.” 
Apnl 9:h. (Comp'ete.) 


8,442. “Improvements in electric meters, cores, and circuit con- 
trollers.“ W. D. Manxs. Dated April 9th. (Date applied for under 
Patents, &, Act 1883, Вес. 103, September 10th, 1897, being date of 
application in United States)  (Complete.) 


8,477. "Improved electric accumulators.” B. A. Bouvier and 
G. L. Avarmras. Dated April 9th. 


G. Rosser and J. Rossmr 


Р. S. Swan. Dated 
О. L. JagGER. Dated 
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THE SHIFTING SITE OF NATIONAL 
INDUSTRIAL SUPREMACY. 


THE aspects of national industrial supremacy in the iron 
trade have been ably dealt with of late in the Engineering 
Magazine by Mr. Jeans, who now again writes under the 
above title, and argnes the question of cheap and dear 
labour. Mr. Jeans has left over this article until he could, 
in come measare, estimate the result of the strike, and he is 
optimistic on the prospect. He endorses cur already ex- 
pressed opinion, that if the result of the strike be to put a 
stop to the bad and dishonest conditions which have been 
prevailing, there is much brighter prospect for British 
industry. Great Britain, says Mr. Jeans, has suffered more 
loss of prestige to her industrial character from the bad side 
Mr. Jeans 
has otherwise a bigh estimate of British labour—its skill, 
doggedness and capacity to produce good work, and no 
Eaglishman need be afraid of comparison with Continental 
producta. 

A factor in industrial supremacy is a large home Дйн, 
This it is has built up trade for the United States. Home 
demand brings works into existence, and these expand, and 
finally are able to produce for outside. The absence of 
home trade has kept unprogressive countries in a backward 
condition as regarcs metallurgy. For example, take Ruse ia, 
with a population in 1880 of 100 millions, and a pig-iron 
manufacture of only 465,000 tons, of finished iron 292,000, 
and of steel 307,000, whereas undeveloped America pro- 
duced four million tons of pig and three million of finished, 
or partly finished, products. America was progressive, and 
has now obtained the first place in iron production, though 
still second in production per head of population, and very 
low down in production per area. Mr. Jeans is of opinion, 
and he claims that bie opinion is based on experience, that no 
country possesses such resources as to give it asupremacy in во 
widely diffased an industry as iron and steel making for a very 
long time. The ore and coal depositsof New South Wales are во 
great as to afford the expectation of production as cheaply as 
in any other country. Then there are the resources of British 
India, of China, Siberia, Japan. In India especially the 
coal and iron resources are great and are widely spread. 
In Spain there are good prospects, and the newer Spanish 
ironworks are well equipped, and there are the conditions 
in embryo that would enable pig to be made as low as 288. 
per ton—practically the cheapest price in Europe. Russia 
is now progressing, and the demand in Siberia may 
become great now that railway facilities are provided. The 
total iron production of the world, which was not five 
million tons in 1850, grew to 12 million tons in 1870, and 
then in 1880 to 18, and now to 32 millions. It will be 
46 millions in 1916, and 60 millions in the lifetime of most 


of trades unionism than from any other cause. 
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young engineers now living, if the present rate of growth be 
continued. 

Where can anyone at present see the source of the extra 
50 million tons of ore to provide for the demand in 36 years 
hence? Great Britain certainly cannot hope to do more 
than put out her present annual 15 millions of tons. 
Germany is in no better case. France has stack for many 
years at 84 millions, despite the large deposits of the 
Meurthe-et-Moselle district. That country, apparently, 
must be first which can put out the biggest weight of ore. 
But it is not materials alone which tell. Much depends on 
the character of the people. A skilled and industrious 
populetion is necessary, such as found in Great Britain or 
the United States, and rarely in semi-civilised countries like 
Russia, or in fallen-back nations like Spain. The unques- 
tioned efficiency of the British workman—when he chooses 
—may in the future be found allied with the willingness of 
the American, and show itself in the running of plant for all 
it is worth. If so, the change will greatly modify the pre- 
sent conditions. In the best American works it may be 
assumed there is now little or по reserve of force. In 
Great Britain we have a reserve of 30 fo 60 per cent.—the 
italics are ours. 

If Mr. Jeans be right, and he only voices our own ideas, 
the geographical and climatic advantages of Great Britain 
must tell powerfully in the future as in the past. Already a 
few of our leading works, Barrow, Dowlais, Bolckow, 
Vaughan & Co., now compare favourably with any in 
America as to coste, and the oid country has plenty of 
“kick” still left, and one of the surprises of the future 
may be a resurrection of British supremacy on a scale quite 
undreamed of. John Bull is so very pessimistic—he does 
not magnify his powers or achievements, and when it is 
considered that Great Britain has everything but ores, and 
they can be so readily and cheaply imported, it is unlikely 
that she will suffer eclipse. 

Lately, conditions have not been fair. Germany and 
America have kept up home prices by pools and syndicates, 
and dumped surplus production into neutral markets at 
prices only possible under the pooling conditions at home. 
In fact, the German and American public have been really 
presenting iron to foreigners in the way Frauce and Germany 
present sugar. | 

The near future, probably everywhere, will bring the legis- 
lative cost of production a little higher. Already this is 
18. 3d. to 1s. 6d. per ton in England, and it is considerable 
in Germany. It is likely to increase in America as greater 
care of life increases. The United States also are not likely 
to be so free of war burdens, or Europe maybe will drop 
some of her crushing load by federation. With a quarrel- 
some America the Continent of Europe might find it necessary 
to federate for its existence, and America has already evinced 
strong desires to go outside her own territory and drop the 
Munroe doctrine of non-meddlesomeness. 

The present Spanish imbroglio seems likely to result in 
heavy war expenditure in America, demanding taxes which 
will even up costs of production and place American 
industry under charges more approaching to those borne by 
others. Such would seem to be the outcome of the note 
struck by Mr. Jeans in his article, for already he states few 
of the leading American works have been of late making 
large profits. One notable exception remains, which we 


take to be the Carnegie Company, and this has made hand- 
some profits on account of efficiency of administration and 
singleness of purpose rarely equalled in manufacturing 
annals. 


Ат the time of the much lauded trials of 
The Belleville Boiler H. M S. Powerful we ventured to doubt the 
propriety of such an expensive and serious 
experiment. Hints as to the fearzome coal consumption of 
this fine ship do not tend to re-assure us. A paper just pre- 
sented to the Institution of Engineers and Shipbuilders of 
Scotland by a Russian engineer detailing his experience on 
board the ss. Kherson adds further testimony to the 
inadequacy of the circulation in Belleville boilers. In the 
Kherson there are 24 boilera placed back to back athwart- 
ships—this position, to our mind, being specially suited to 
put a check on proper circulation. In each boiler are eight 
elements of 20 44-inch tubes each, the lowest tubes 
&-inch, the two next ү, and the top two rows 4 thick. 
When first tried the port side boilera did not work so 
well as those on the starboard, the bottom box joints to 
feed collectors leaking. When the trial was over it was 
found the ship listed 101? to the starboard. At a second 
mooring trial the list was 5° and reversed, and the same 
faults were repeated, but also on the opposite side, and the 
faults were less pronounced, owing, perhaps, to less list and 
a shorter run. The faults developed consisted of the bending 
down of the tubes from 1 inch to 14 inches. Throughout 
the voyage faults always occurred on the side opposite to that 
towards which the ship listed, and & point of peculiar interest 
was that previously bent tabes tended to become straight, and 
коше even bent upwards, as, indeed, is the normal tendency 
of the lower tubes of Belleville boilera. Mr. Gretchin 
attributes, we think rightly, the trouble to the list causing 
the odd rows of tubes to become horizontal if the list is 
21^, and to incline the wrong way when the list exceeds this 
amount. Mr. Gretchiu’s experience points to the need of very 
skilful firing of fires 3 to 4 inches thick, and he details the 
system of routine working, continuous repairs at sea and in 
port, and, altogether, his paper is lively reading for anyone 
who knows even a little of life at sea, and oan picture the 
succession of bent tubes, leaks, split welds, the rattling of non- 
retarn valves as the ship rolled as if to prove the need of 
these in the mud boxes. Nothing that has yet come to light 
concerning the Belleville boiler has tended to re-assure ug as 
to ita suitability for steam raising in defence of the empire. 


Permanent Indicator Rigs.—The Street Railway 
Review describes а convenient permanent indicator rigging 
which gives a thoroughly perfect movement. It consists of 
a shaft parallel with the piston rod, and supported in bear- 
ings bolted to the underside of the upper guide. The shaft 
is sufficiently to one side to clear the crosshead, yet close to 
the guide frame, to allow free access to the gland, &c. To 
the shaft is fixed a brass strip, во carved as to form a portion 
of a high pitched helix. This is engaged by a fork belted 
to the crosshead. The fork carries rollers, A movement 
of the crosshead of 60 inches gives the shaft, by engage- 
ment of the fork and helix, a rotation of something leas 
than 60°. Motion is carried by means of cranks and con- 
necting rod from the shaft to a second shaft, carried in 
brackets on the side of the cylinder. Small cord wheels on 
this second shaft carry the cords to the paper barrel. We 
think we have somewhere seen a similar arrangement carried 
out by means of a slightly twisted square bar, such as is 
used in the valve gear of a fire engine. Auy device to be 
successful at high speeds needs to provide for the shortest 
possible cords, and should b» of great rigidity compared 
with its weight, or at least its moment. 
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“PREE” AND “EASY” PAYMENT SYSTEMS 
OF HOUSE WIRING. 


By V. ZINGLER, A.LE.E. 


(Concluded from page 533.) 


Now there is no doubt that Mr. Rider has only put for- 
ward this ingenious scheme with the idea of enabling the 
Corporation to inorease their electricity supply, and 80 to 
каны the public not only by the general distribution at 
cheaper 
their pockets from the heavy initial outlay otherwise in- 
volved by the adoption of the electric light. It is question- 
able, however, whether the scheme will commend itself in 
its financial aspects to students of scientific economy. 

It is a curious medley of municipal socialism and re- 
actionary individualism. Much as we all desire to 
see the general application of electricity eitber by private 
or by municipal enterprise, it is doubtful whether such 
a scheme as this should not be considered as dan- 
gerous — alike from the nature of the thing and the 
abuses it may bring forth. For what does it amount 
to? It is a scheme by which a municipality—a public 
body—takes upon itself the compound function of money 
lending and the support of one-man businesses. And 
what can it lead to? Nothing but bribery and corruption. 
What is to prevent councillors from having interests in the 
wiring firms thus supported, or from being themselves in 
receipt of relief on account of such work done for them, 
with the aocompanying possibilities of fraud, commission, 
&c., which it is better not to enter into? 

Consider the litigation which the Corporations will get 
into over clause (a) ! Suppose tbat the satisfaction of the 
consumer does not correspond with that of the borough elec- 
trical engineer, and that the consumer refuses to pay any- 
thing further. Also, to whom will the installation belong 
during the period from completion to payment on the part 
of the Corporation? Who is to adjudicate upon extras, 
guch a favourite item in a wiring contractor's bill? No doubt 
these are only minor points, and could be duly allowed for in 
any agreement; but the broad principle of the thing remains 
the same. We have not got so far in our social conditions 
that the community should be called upon to pay the debts 
of one of its items, or to suffer loss through the defaulting 
of a member. 

It may be argued that there is no difference between this 
scheme and the Corporation wiring the man’s house them- 
selves, as in any case they spend the ratepayers’ money. But 
there is a difference between paying a man’s debts in money 
and in kind; if the consumer absconds or declares himself 
bankrupt, the money is as good as lost, as it does not follow 
that another consumer will always take the same house at 
once, or, having done во, will use the electric light; and he 
could not be compelled to do so, as the agreement would 
only be between the original tenant and the Corporation ; 
whereas, if the Corporation wired the house themselves, they 
could come to terms with the landlord, so that their ultimate 
payment, with interest, would be assured. 

hese remarks are merely looking at the question from 
the standpoint of the community, and, apart from the fact 
that altruism does not flourish sufficiently among us that we 
should have a rabid desire to advance each other money 
ad lib. (for where electric light trades have this advantage 
others will also require it), it is questionable whether such 
powers could be exercised by a corporation without the per- 
mission of Parliament, or whether Parliament would give 
that permission. 

Mr. Rider summarises the advantages of his scheme from 
ое standpoints of Corporation, consumer and contractor, as 
ollows :— 

To the Corporation the advantages would be— 

(a) The accession of a large number of consumers who 
m otherwise not be able to afford to adopt the electric 
ight 


(6) The excellent control the Corporation would be able 
to exercise over the wiring of the premises, and the conse- 
quent raising of the standard of work. 

To the consumer the advantages would be— 


rates of a healthy illuminant, but also by saving 


(c) The adoption of electricity as an illuminant without 
any heavy initial outlay. 

(d) No extra price for current, as in the free wiring 
scheme. 

(в) The cessation of all ponen for wiring after a certain 
time, when the work would become the property of the con- 
sumer. 

(f) The guarantee of first-class work, under the direct 
control of the Corporation. 

To the contractor the advantages would be— 

(9) A large increase of work in wiring premises. 

(^) The certainty of payment on the satisfactory com- 
pletion of the work. 

Let us just consider these :— 

(a) is no doubt the best advantage that the scheme 
has to offer. It may, however, be asked, are there many 
consumers who, if they could not afford to pay £100 down, 
would readily assent to a quarterly tax of over £12 for 21 
months for the sole object of afterwards owning certain 
fixtures iu a house which does not belong to them ? 

(b) If the control were to be greater than that adopted 
now, the Corporation would have to engage a larger staff. 
Besides, the controller would always be subject to being 
squared, or to getting on too friendly relations with con- 
tractors, as often happens now. 

(c) The same remarks apply to this as to (a). 

(d) This will be dealt with afterwards. 

(e) Dealt with under (a). 

(f) Dealt with under (0). 

(g) Excellent for the wiring companies, subject to the 
scheme becoming popular with the public. 

(Л) Also good for the contractor, if no legal difficulties 
such as have been suggested before intervene. 

We may now consider the scheme of the Free Wiring 
Company in conjunction with that of Mr. Rider’s, in the 
relative positions of their advantages to the consumer, i. s., 
to his pocket; for, after all, this is what the average man 
considers, and rightly enough, before all. And this comes 
in special relation to (d). 

The consumers catered for under either of these schemes 
are those whose incomes are from £500 downwards, and who 
could not afford to pay £100 (or a proportional amount as 
their income decreases) in cash down for electric light. To 
these people—and they form the great majority of possible 
consumers—the question of the general application of the 
electric light and the consequent reduction in the charge 
per unit or in the parish rates, is as nothing compared with 
the sudden expenditure of one-fifth of their income. No 
doubt they would be glad to have the rates reduced, but not 
by the offer of such a sacrifice. What such a man has to 
consider then, under these alternative schemes, is this: 
Assume, for convenience, that he has 100 lights to be wired 
for at £1 each, consuming 18 units each per annum. Under 
Mr. Rider’s scheme he will pay £100 + 5 per cent. = #105, 
in eight quarterly instalments of £13 28. 6d. each, spread 
over 21 months. As Mr. Rider points out, this is equivalent 
to getting credit for the fall amount of £105 for 104 months, 
or at the rate of about 53 per cent. per annum. Не will 
thus not only lose his interest on the £100 he spends, but he 
has to pay ап additional 5 per cent. for the loan. His con- 
sumption per quarter will be, at 6d. per unit, 


18 x 100 
4 


Of course he may not barn anything like this, but the figures 
may be taken for purposes of comparison. 

Now, if he takes up the scheme of the Free Wiring Com- 
pany, he will have to add one-sixth to this latter sum, 
assuming that the charge is 1d. extra per unit consumed. 

This will make his quarterly bill for current £13 2a. 6d., 
or, curiously enough, just equal to what he would be paying 
off quarterly under Mr. Rider's scheme for nearly two years, 
to obtain certain fixtures as his own property which are of no 
more value to him than the water-pipes in his house. 

The sum he pays under the Free Wiring Company’s 
scheme per quarter is £1 178. 6d., or at the rate of 74 per 
cent. per annum. | 

To sum up, under the one scheme he will be paying 
£24 78. 6d. per quarter for two years, and £11 58. per 
quarter afterwarde, and own certain fixtures in, probably, 
another man’s house, which would not realise anything ; to 


x 6 = #11 58. 
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this would be added legal prozeedings if he got into arrears. 
On the other hand, he would pay £13 28. 6d. per quarter as 
long as he liked, with no disabilities attached except the 
cutting off of the light if he failed to pay. 

It is for Corporations anxious to take up a scheme of this 
sort to consider human nature first, and to ask themselves 
which scheme they would prefer if they were in the position 
of this man. 

As the writer is not aware whether Mr. Rider’s scheme 
has been adopted at Plymouth or elsewhere, no figures as to 
its operation can be given; but there is no doubt that the 
scheme of the Free Wiring Company is being taken up by 
many supply companies and corporations. It must be evi- 
dent that it is of great assistance to the supply companies 
and corporations for increasing their load; in fact, this is 80 
to such an extent that some of them bave decided to charge 
the consumer nothing for the hire of the wires and fittings— 
presumably instead of reducing the cost of the unit as the 
load increases. If the thousands of small houses in the 
suburbs which are without the electric light are considered, 
the possibilities of any scheme of this sort are immense; and 
that it is not only the small consumers who sometimes take 
advantage of it is shown by the fact that in one district 
worked on this scheme and started contemporaneously with 
the supply authority, considerably over one half of the con- 
sumers have been free wired,” and these used over 80 per 
cent. of the total current supplied. 

Under this system the-consumer has the option after five 
years of purchasing the installation on payment of the 
original cost plus 20 per cent., and less ib per cent. per 
annum from the date of installation for depreciation. It is 
not probable, however, that many consumers would avail 
themselves of this. Certainly, 20 per cent. seems a large 
profit, and 1} per cent. a small depreciation after five years, 
and after paying 74 per cent. interest. | 

. But the system has this advantage—that the landlord does 
not in any way become responsible for the defaulting of any 
tenant, as the wires and fittings remain the property of the 
company, who can remove them if payment is not forth- 
coming. They are, however, bound to make good any damage 
caused by this removal. 

In conclusion, it may be pointed out that when the gas 
companies saw their lighting business threatened by the 
introduction of the electric light, they applied themselves to 
encouraging gas cooking and heating by lettiny out stoves, 
c., on hire for a very moderate sum. That there is a 
demand for these is shown by the fact that the gas companies’ 

rofits have not decreased, despite the great progress made 

the electric light. As borough engineers and others are 
ways grumbling at the great valley in their load curve, 
because most of their machines have to stand idle during the 
daytime, it is curious that no effort is made, either by the 
supply authorities, or some company, to let ont on hire elec- 
trical cooking and heating apparatus, not to speak of motors. 
Owing to their cleanliness and economy in heat, there would 
no daubt be a ready demand for them, and the item of 
wiring would be extremely small. 


THE MECHANISM OF ELECTRICAL 
CONDUCTION.* 


WE print in another column of the present issue (page 596) the 
latter part of an interesting and suggestive paper recently read 


by Mr. Reginald A. Fessenden before the American Institute of 


Electrical Engineers. The paper consists of two parts ; the 
first, highly speculative, discusses the mode by which elec- 
tricity is conveyed through solids, liquids, and gases, and 
supports the general view that all conduction is essentially 
convective, if the circumstances of the constitution of 
materials, solid or fluid, which determine whether they are 
conductors or insulators, are considered. We confess we do 
not follow throughout the reasoning of this part of the paper, 
but some account of its argument may induce our readers to 


* "Insulation and Conduction.” A paper read by Mr. Reginald 


A. Fessenden before the American Institute of Electrical Engineers, 


New York, March 23rd, 1898. 


refer, perhaps more intelligently than ourselves, to the 
original. The second part of the paper deals with the pro- 
perties of insulating substances used in engineering practice, 
and appears to us of so much practical intsrest that we print 
it in exrtenso, That many of Mr. Fessenden’s views admit of 
much controversy does not detract from their interest. 

The author begins by drawing a careful distinction 
between the two qualities necessary to an insulator, viz., non- 
conductivity and dielectric strength ; to both which qualities, 
he complains, the term resistance has been indiscriminately 
applied. He points out that water is, so far as the latter 
quality is concerned, at least as good an insulator as India- 
rubber, and, in another section of the paper, that only its 
enormous solvent power prevents its being а good non- 
conductor. 

The paper then considers the mechanism of conduction in 
four sections: conduction by convection, conduction in 
solids, fluids, and gases. 

Liquid insulators, even very perfect non-conductors, will 
conduct by convection, and this may cause serious leakage 
in high potential distribution. Convection is not recognised 
as occurring in solids, but is well marked in gases, vapours, 
and fiuids. The mechanism of convection is the repulsion 
from a charged body of other bodies which have b»en in 
contact with it, which move away carrying with them part 
of its charge. Now, small bodies charged from another, 
comparatively large and smooth, are not repelled from but 
attracted to it; and though it is stated that the relation 
between the size of the particle, the voltage, and the radius 
of the charged conductor, when the particle after touching 
the conductor is neither attracted nor repelled, can bs 
obtained by the method of images, no numerical results are 
given, for which omission the author apologises, Leakage 
between conductors in a liquid insulator, so far as it is due 
to convection, is caused by a motion of a portion of the oil 
as а whole, and not of its individual particles. Leakage by 
convection in а liquid insulator can be prevented in three 
ways: 

“1, By using oil of great viscosity, in which case, how- 
ever, we lose the chief advantage of oil insulation, i. 6., its 
ability to re-insulate quickly after a discharge.” 

* 2. By putting pure dry oellulose in some form or other 
between the charged surfaces loosely, во that the oil can 
filter through it easily and any air escape readily, but suffi- 
ciently close to prevent any rapid flow. Pare cellulose has 
the great advantage that when well boiled in the oil it has 
approximately the каше specific conductive capacity as the 
oil. No varnish or shellac should be used in the oil for 
reasons given later." 

* 8. By dissolving a solid, non-dissociating substance in 
the oil in such excess that it crystallises out at ordinary 
temperatures and forms with the oil a soft gelatinous mass, 
not fluid, but yet capable of allowing the oil to ooze throngh 
its substance. This has many of the disadvantages of 1, 
but it has one advantage, in that the substance chosen may 
ba one, like paraffin, having a large specific heat of liquefac- 
tion, and consequently an overload will not raise the tem- 
pr of the oil above a fixed point till the paraffin is all 
melted." 

No rapid movement of the liquid can occur in any of 
these arrangemente, and the convection currents must be 
very small. It is further pointed out that the well known 
discharging effect of points is due not only to the great 
density of the charge at places of large curvature, but largely 
to the fact that very small particles are repelled from pointe, 
and can move rapidly awuy, carrying their charges, while 
they would not be repelled at all from rounded knobs or 
surfaces of small curvature. | 

Iu relation to the conductivity of solide, the author refers 
to a relation between the properties of а metal which he 
discovered and announced in 1892. | 

The conductivity of a pure metal is proportional to 


* Сао =- valency: ог in other words, the product оѓ 
density 

the conductivity of a pure metal and its valency is propor- 
tional to the speed at which it conducts sound. In evidence 
of this law figures are given of 10 other metals referred to 
silver, but they closely satisfy the formula in only three cases, 
viz. gold, aluminium, and cadmium; the values in those 
cases being as follows :— 
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| | 


| В. calculated. | R. observed. 


— —— — па а таа | 
i 1:00 | 100 


Silver. 102 108 | 1 

Gold. 102 )97 . 1 | 130 137 
Aluminium 105 ! 27 3 152 159 
Cadmium 13 1122 4 458 450 


In other cases there are discrepancies from 13 to 88 per 
oent. The worat case is that of iron, in which the calculated 
resistivity is 480, and the observed 616. Iron is taken to 
be octovalent, and if tetravalent the figure would be only 


240, but Mr. Fessenden observes that the magnetio metals, 


as iron and platinum, are very difficult to obtain pure. Their 
true resistance is, therefore, at present doubtful.” The values 
attributed to the valencies of the metals seem somewhat 
arbitrary, and upon this poitt the author, referring to a 
diagram, ia which, by the way, cadmium is assigned a 
valency 2, writes: Bat there is no very definite rule. 
Among the univalent elements some unite with bivalent 
stoms, as does copper, and in general all that can Ъз said 
ie, that a certain valency holds generally and not in 
general. Consequent'y when we find that by taking a group 
of metals having very closely the same value of Young’s 
modulus, as, for instance, gold, silver, and aluminium, their 
conductivities are, within the limits of errors of observation, 
орыс to the velocity of sound — valency : and tbat 

any of the group of metals having the same valency, the 
conductivity is directly proportional to the velosity of sound. 
within experimental errors, we are to a oertain extent justified 
in making a choice of valencies when this is needed." 

If this law be established it points clearly to convection as 
the mode of conduction in solids. To quote again: —“ This 
formula throws a certain light on the nature of conductivity 
in solide, and why some solids are insulators, For the 


formula А / "demit is the same as that for velocity of cound 


ina body. Now, in the convective discharge, the electricity 
was handed on with the same velocity as that with which the 
rticles moved. In fluids, as we shall see, the electricity is 
ded on with the velocity with which the ions move. In 
both cases the electricity travels along on the particles of 
matter.” A long quotation from Prof. Lodge follows indi- 
cating that this idea was well founded in his mind 10 years 
sgo, and it is suggested that had he known of a formula 
Хна rad discovered by Mr. Fessenden, and published in 
the Electrical World (New York), August 22nd, 1891, his 
views would have been much strengthened. 
The formula refered to is: 
78 x 10" 


Young's modulus — Gon d) 


“ Hence it is possible to predetermine the velocity of sound 
in wires by the formula : 


88 x 104 

atom. vol. X « density, 

“and the electric resistivity is given roughly by: 
Resistivity = 45 x 107? x atom. vol. x / density x valency. 


“ This formula 5 a general interest, inasmuch as it 
would seem that while the strain in the dielectric is propa- 


gated with the velocity of light, i., Ук р, the actual elec- 


Velosity in cms. per seo. 


tricity in the wire were handed on with the velocity of sound, 
and is proportional юм 5." l 


p 

Mr. Fessenden thus arrives at the general conclusion that 
metals probably conduct by handing on charges to one 
another as they meet or collide in the oourse of their nataral 
vibrations, aad that the rate at which charges can be passed 
through their substanoe, s.¢., their conductivity, is proportional 


-to the number of collisions in a given time, and invereely to 


the valency. The action of a high valency in reducing the 
conductivity of the metal is not very clear, but, we under- 
stand that Mr. Fessenden looks ona high valency as in- 
volving amall freedom of motion among the molecules, and 
во fewer collisions. Au ingenious mechanical arrangement 
of balls carried on stretched strings is described, which 
would behave analogously to the author's conception of а 
oonductor. | 


We fiud it difficult to follow the writer in his discussion of 
the molecular qualities necessary to produce solid dielectrics. 
He pointe ont from a table of the elements constructed on 
Mendeléeff's principle that, as we proceed from the highly 
conducting metals used in commerce towards those of lower 
rows and higher valencies the eubstances get more crystalline, 
highly polymerised, and capable of existing in allotropic 
forms, and adds a number of general considerations on the 
effect of highly complex : tructure on the transmission of 
vibration. He concludes that for rolid insulators we require 
“substances which are strongly linked together, of great 
density, and of small modulus of elasticity.” In considering 
the conductivity of liquids the results arrived at by a 
number of well-known physicists are briefly stated, the 
condition that determines whether a given solntion is an 
electrolyte or an insulator being the attraction of the mole- 
cules of the solvent for the ions of the solute. If this 
attraction is sufficiently great to overcome the cohesion of 
the molecule of the solut>, and break it up into ions, the 
liquid is an electrolyte, but if not it remains an insulator. 
To quote Mr. Fessenden :— 

„The conductivity of a solution is thus dependent upon 
the following : 

*1. How powerful the attraction of the molecules of the 
solvent is for the ions of the solute, for on this depends how 
much of the solute is disassociated, s.a., how many ions are 
get free to carry the current. | 

* 2. How fast the ions move. 

* 8. What the valency of the ions is. 

In designing insulations the first is the important point, 
for from it we see that two good insulators mixed do not 
necessarily make a good insulator. A solid may dissolve in 
one substance and be an insulator in solution, but in another 
solvent may conduct quite well. | 

“This is what makea the chief difference between fluid 
insulators, for practically all the fiuids which are not simple 
elemente, like mercury, have very high ohmic resistance, and 
all have practically about the same dielectric strength. The 
ohmic resistance of pure water is, according to Koblrausch 
and Heydweiller, about 1 megohm per cubic centimetre, 
consequently on account of its non-inflammability and great 
specific heat, its great heat of vaporisation and low boiling 
point, it would be a very valuable insulator for some types оѓ 
apperatus were it not for the fact that it dissolves almost 
everything in slight proportions and splits them up into ione. 
Varnished paper will dissolve in some high resistance oils, 
forming a conducting solution.” "e 

In treating conductivity in gases, Mr. Fessenden adds 
little to what he has already said. Looking on all conduction 
as essentially convective, calling it electrolytic when the 
charges are conveyed by disassociated ione, he has no doubt 
that conduction by gas is usually electrolytic, but thinks it 
may take place by convection, using the word in the usual 
sense, in the arc and in the vacuum tube. “As 
regards the electrolytic discharge, this can only take place 
when the gas is disassociated by heat or by a strong slope 
of potential." 

Our copy of this paper is an advance proof kindly sent to 
us from America. 


A GREAT SCHEME OF ELECTRICO 
TRAMWAYS. 


THE moat ambitious scheme of electric tramways ever pro- 
mulgated in this country is one that will provide a quick 
service of electric cars between Uxbridge Road Station and 
Uxbridge on the one hand, and Hammersmith Broadway and 
Hampton Court on the other hand. The proposed rontes 
are clearly shown in the annexed map, from which it will be 
seen that the echeme embraces the equipment of existing horse 
lines with electrical plant and extensions into new districts. 
The present tramways are owned by the London United 
Tramways Company, of which Mr. Clifton Robinson is the 
engineer and managing director. It is perhaps hardly 
necessary to say that Mr. Robinson has been, and is, asso- 
ciated with most of the electrio tramways that have been 
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laid down in this country, so he may Ъз said to be well fitted 
to fight the cause of electric tramways in West London. For 
there has been a battle royal waged round electric tramways 
in the two parishes of Ealing and Chiswick; indeed, so high 
did local feeling run that the elections of the Chiswick and 
Ealing District Councils, which took place some two or three 
weeks ago, were fought on the question of permitting or pre- 
venting the admission of electric traction into thedistricts. The 
result of the elections was a signal victory for those candidates 
who sought the suffrages of the electors on the grounds that it 
was desirable to permit the tramways company to introduce 
electrical working on to that part of the system which 
passed throagh the district. The result of this appeal to the 
ratepayers is distinctively interesting, because it reveals in the 


clearest possible manner the attitude of the public on the 
subject of electric tramways, despite the insidious attacks 
and unfair arguments of its opponents. 


The existing lines of the London United Tramways Com- 
pany are nearly nine miles in length, and the system com- 


* 


* . 


HESTON 


districts which appear to offer greater p ts for the suc- 
cessful working of electric tramways than the neighbourhood 
west of Hammersmith. The thoroughfares are wide and the 
population is exceedingly dense (in numbers) A well- 
po tramway system would prove a real blessing to the 
inhabitants and would, moreover, open up the country beyond 
Ealing and Hanwell which would be advantageous to property 
owners and residents alike. We have never seen a better 
equipped horse line than the system of the London United 
Tramways, the һогвев аге excellent specimens and the track 
is kept in a highly perfect state; it needs only electricity to 
make it an ideal system. 

It is not only, however, the inhabitants along the pro- 
posed route that will benefit from the efforts of the London 
United Tramways to introduce electrical working, for 
they are successful in inducing Parliament to grant them 

wers, they will have broken down the barriers that have 

itherto prevented the introduction of electric tramways 
into London. 
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rises lines from Hammersmith Broadway to Kew Bridge, 

xbridge Road Station to Acton, Goldhawk Road connect- 
ing Uxbridge Road with Hammersmith and Kew Green to 
Richmond. The Bill, which is now before Parliament seeks 
to extend the Acton line to Hanwell, and the Kew Bridge 
-line to Hounslow, connection being made between Hanwell 
and Brentford. 

Mr. Clifton Robinson is not, however, satisfied with this 
very considerable extension, because he is seeking on behalf 
of the company powers under the Light Railways Act to 
carry the system to Uxbridge on the one side and Hampton 
Court on the other, as shown in the map. Although the 
scheme is meeting with much favour from inhabitants, local 
authorities are inclined to resist the invasion of electric 
tramways, and no doubt a big fight will ensue. Some days 
ago we the privilege of inspecting the present tramways 
systems and passing over considerable portions of the pro- 
posed route, and we must confess that we have visited no 
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THE NATIONAL TELEPHONE COMPANY’S 
STAFF DINNER. 


For the fifth time the members of the staff of the National 
Telephone Company have met and dined together. The 
event took place at the Trocadero Restaurant last Friday 
A when we say that it was as successful as former 
gatherings we are according it great praise, 

This annual meeting of the staff of the Telephone Com- 
pany is an imposing, and at the same time, an interesting 
ceremony, because it may be regarded as the only occasion 
in the year that permits a representative gathering of the 
engineers and managers responsible for the telephone system 
of the country. It also furnishes an excellent opportunity 
for letting a little daylight into the arguments levelled 
against the existence of the Telephone Company. 

A noticeable negative feature of the dinner was the absence 
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of Post Office officials, so we may take it that the ardent and 
disagreeable reformer, who last year made their presence at 
the annual dinner the subject of a Parliamentary heckle, has 
achieved his purpose. The directorate of the company was 
strongly represented, though the absence of the president, 
Mr. J. Staats Forbes, was regrettable. Lord Harris and Sir 
James Ferguson were there, while Prof. Hughes, Mr. Henry 
Edmunds and Mr. Gustay Byng were among the principal 


It was a dinner of few toasts, and was, perhaps, no worse 
for that. Mr. Gaine, the general manager, in proposing the 
National Telephone р о of ita healthy condition. 
Daring the past year they ned 90 new exchanges, 
and had increased their subscribers by 12,000, after allowing 
for those who ceased to be subscribers. They had been very 
active during the year in laying lines underground. The 
great municipalities had recognised the commercial ad- 
vantages of this means of communication, and had recognised 
that it was advisable in the public interest to make arrange- 
ments with the Telephone Company. The consequence had 
been that they were enabled to make great strides in all 
the large English towns in placing wires underground, 
and bringing the plant into officient condition. He 
denied that the service was an inefficient one. Where 
facilities had been afforded the National Telephone 
service would compare favourably with that in any part 
of the world. Mr. Gaine, in speaking of the стара 
апа telephone вао arcum out-that by means of the 
latter, 480 millions of effective messages were sent last year, 
while the telegraph system sent 73 millions. Then the 

er passed on to consider the telephone systems of other 
countries, though he did not attach very much importance 
to the figures. Germany, with a population of 52 millions, 
had 107,000 snbscribers ; while England, with a population 
of between 38 and 39 millions, had 106,000 subscribere, 
that is, there was one subscriber in every 300; in Germany, 
1 in 400; in France, where there were 30,000 subscribers, 
lin 1,200; in Austria, 1 in 1,500; in Belgium, 1 in 680; 
and in Holland, 1 in 1,000. He was not going to trench on 
political affairs, but it had been proved by experience that 
competition in their business was an ров Шш е 
system should be under one control and that an Imperial 
one; it always had been a monopoly and always would be. 

Lord Harris in responding on behalf of the compan 
compared face to face conversations with the telephone. If 
they saw a friend across the street engaged with someone else 
or if they called at his office when he was engaged, they had 
to wait till he was disengaged. The same thing applied 
to the telephone service. If a subscriber used the tele- 
phone to a very great extent, the real remedy was to have 
more instruments All they asked for was fair justice; 
they sought a fair inquiry, and they did not fear the 
result if the judges would hear not merely those who con- 
demned them, but those impartial critics who were judges 
of the difficulties of telephony. 

The toast of the guests was responded to by Sir James 
Ferguson, and shortly afterwards the gathering dispersed. 


THE EXTENSION OF THE PARSONS 
TURBINE PATENT. 


THE steam turbine is so very new an application of the 
direct action of steam, that we think every one will concur 
in the extension of the patent fora further term of five 
years. Now that the turbine has established itself as an 
economical steam engine and has, in the Turbinis," given the 
world a taste of its qualities, we think the patentees will be 
able to look after themselves fairly well during the period of 
extension. Undoubtedly engineers have required a good 
deal of bringing round to the side of the turbine, and we 
believe they were at one time equally sceptical in regard to 
that other direct user of steam—the injector. Like the 
steam turbine the injector has a peculiarly economical side. 
Excepting so far as it has to lift its water supply we can- 
not see how the injector spends any heat excepting only 
what it loses by radiation, for all the steam it uses is returned 
to the boiler plenos it came either as heat or in the form of 


run without vibration at 


motion of the water jet, which becomes converted into heat 
by friction with the water in the boiler. In the steam 
turbine а loss common to all heat engines of cylinder type is 
entirely avoided. We refer to the logs due to the phenomena 
of cylinder condensation and re-evaporation. These arise 
from the varying temperature of the working fluid, be this 
steam or the products of exploded gas, and the endeavonr of 


the cylinder to approximate its temperature to that of the 


fluid in contact with it. The cylinder metal is in & continual 
state of change of temperature, and this is a condition 
which is universally conceded to be extremely inimical to the 
possibility of economical working. In the steam turbine, 
however, the working fluid flows in a steady ttream through 


‚ һе various passages. True it falls steadily in pressure as it 


from disc to disc, and ite temperature continuously 
alls also as it p towards the exhaust outlet. But 
at any one portion of the turbine passages the steam which 
passes that portion always presents itself at one steady 
temperature, and as this steam passes forward to other 
portions of the tarbine ea, 1 inch, 2 inches, 7 inches 
or 2 feet distant, it will still encounter surfaces at each 
portion of its route which are at its own temperature. There 
18 no interchange of heat between the turbine and the fluid 
passing through it unless it be the small amount required to 
make up any slight radiation losses. The steam will lose 
some heat by conversion into work, and to such 
extent will become moist, but the moisture will not 
be re-evaporated by the metal of the turbine; it will 
simply be carried along with the steam, and to 
some extent will retard the flow of this steam, and generally 
it will, we should say, act prejudicially, but only in а. 
mechanical sense, and even this slight condensation will be 
prevented by a little initial superheat sufficient to provide 
the heat which disappears, or a portion of it. Indeed, the 
free expansion of the steam itself which probably occurs 
without performance of work will be effective to some degree 
in making good the heat which is changed into work. The 
enormous velocity of steam and the difficulty in applying 
such velocities to direct driven mechanism have been against 
the success of the direct use of steam. These difficulties 
have been very well overcome in the Parsons turbine, 
and such as they are, they are counterbalanced by the entire 
abolition of that 5% noir of the reciprocating engine, loss by 
cylinder condensation—a loss which, though by some 
considered to be over-estimated and to be partially debited 
to leakages, is nevertheless a very serious item. The turbine, 
like the dynamo, can laugh at balancing troubles. If only 
made well and balanced, as вос are balanced, it ought to 
the highest speeds. With five 
years for farther effort in front of them, we hope to see 
greater improvements still effected in the economy of the 
steam turbine by its makers. 


‘THE PURIFICATION OF SEWAGE EFFLUENT 


BY ELECTROZONE. 


WE have been favoured with a pamphlet, The Sterilisation 
of Sewage Effluents and Purification of Water Supplies b 
the Electrozone Process," containing reports made by Prof. 
Henry Robinson, Prof. A. A. Kanthack, and Dr. Samuel 
Rideal. The introduction of this pamphlet begins as 
follows :—“ Under the о owned by the British Electro- 
zone Corporation, by the application of a current of elec- 
tricity to sea water, or to an artificial salt solution, a steriliser, 
deodorant and purifier, called Electrozone, is obtained.” 

Electrozone is then no longer what a well-known QO. C. 
said in 1896 before the Board of Trade, something in which 
* there is neither electricity nor ozone." | 

We are not told what these nts are, nor what sort of 
electrolytic plant was erected near the ontfall at Maidenhead 
in December, 1897. What strikes us primá facie is that the 
conclusions of these reports are much more favourable to 
this electrolytic disinfectant than the previous reporta made 
during the last few years by specialists and scientists on the 
same disinfectant. 

We must be pardoned if we declare that we do not merely 
see in this the question of the deodorising and sterilising 
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wer of an hypochlorite of sodium produced by electrolysis. 

he discussion of the bacteriological reports of Messrs. 
Robinson, Kanthack and Rideal on the germicidal properties 
of chlorine is not in our province; the main point which 
interests us is the production of the chloriue, and, to a certain 
extent, we should be justified in complaining of the reticence of 
the experts on the electrolytical question. 

* Asregards theefficiency of production of chlorine (expressed 
in grains of e Ee oard of Trade unit), says Prof. H. 
Robinson, I have carefully ren i the figures contained in the 
daily reporta from Maidenhead, and have made special trials 
with a view to ascertain the best conditions of working such as I 
could obtain from plant of а more permanent type than that 
now in use. орон of 8,000 grains of chlorine can be pro- 
duced per Board of Trade unit in regular working with the 
exit ting plant, but I have obtained 4 fficiencies, even with 
this plant, for short periods as high as 4,939, 4,818, 8,784, 
8,588, 8,480, 8,420, 8,280, &c., and I am confident that 
much higher ‹ fficiensies than have hitherto bꝛen obtained 
in continuon: working can be obtained in permanent works 
where the detailed arrangements of the plant and of the 
working are properly considered. 

* [n my estimates of the costa of the eleotrozone system, 
given hereafter, I have adopted only 9,500 as the efficiency 
to ks relied upon in properly equipped plants for permanent 
wor Aid 

We do not in the least deny the disinfecting properties of 
eleotrozone; the whole affair is a question of E s. d., but once 
more we must protest against the misleading name of Elec- 
trosone; it is simply ridiculous. © Eleotrozone " made by 
chemical means is Eau de Labarraque, hypochlorite of 
sodium or potassium ; made by eleotricity, it is the Hermite 
electrolytic hypochlorite. 

We must defer giving our opinion until we know some- 
thing more about the eleotrolytio installation, the voltage, the 
amperage, the nature of the electrodes, the density of the 
electrolyte, &0. How much chlorine is produced with 
different densities of electrolytes? What is the yield of 
chlorine per kilowatt when the electrolyte used is sea water, 
and when the density of the liquid is 5, 10 or 15? B? This 
is rather important, as when tons of chloride of sodium 
solution are run into the sewage e ffluent, there is an enormous 
quantity of salt lost, owing to the considerable proportion of 
undecomposed salt. | 

We are decidedly partisans of the electrolytic production 
of chlorine for the purification of sewage. Whether it will 
be by the Webster, the Hargreaves, the Electrozone, or 
any other is rather immaterial to us. In this respect 
we are like Iago, who does not care “ whether he kills Cassio 
or Cassio him, or each do kill the other." 

Provided we have plenty of chlorine at a low prioe, we are 
satisfied. Will it be the chlorine of the Electrozone that will 
solve this problem? This remains to be proved. And it 
is not out of place to ask what has baen done by the American 
Eleotrozone Company during the last three years? Has it 
sterilised the effluents of Philadelphia, Bo:ton, Chicago? 
We remember having read some very promising American 
reports on the purification of sewage by Electrozone. Is it 
possible that this work of sanitation has been discontinued, 
and if so, why ? 

We should like to see that the disinfecting liquid formed 
by the electrio current is a great and indisputable success. 

Bat although Messrs. Robinson, Kanthack, and Rideal 
may be very good electro-chemists, and know how to get 
the highest yield of chlorine from an eleotrolysed chloride of 
sodinm solution, we are very desirons to ba enabled to inves- 
tigate the electrolytic method adopt d by the British Elco- 
trozone Corporation and its superiority over other electrolytic 


We ougbt to have, for instance, one or two reports 
prepared by electro-chemists of high standing who would 
tell us how much chlorine is ргсйасей in a continuous pro- 
сезз for a given expenditare of electrical energy in sea water 
or cther ohesp chloride solution. In plain words, we want 
to know the сое o! chlorine per kilo. 

There has been а good deal of controversy on the quantity 
of chlorine produced per amp re-hour, since the publication 
of the report, by some. known experts, who stated that 1:45 
grammes of chlorine was produced by 1 ampere-hour and 
5 volts, equivalent to 80 kilos of chlorine per 272,300 watts. 
Prof. Robinson says that he can get 3,500 grains per kilo- 


watt. This would make 226°64 grammes per kilowatt ; and 
in round figures 272 kilowatts would give only 41 kilos 
646 grammes, about half of what the Hermite experta, 
Raoul Pictet and others found. | | 

We are the more inclined to insist on this, as Dr. Samuel 
Rideal himself, one of the scientists who report on this 
Electrozone process, does not seem to find that the electro- 
lytic work is either admirable or perfect, since he says: I 
estimate that the amount of available chlorine in the form 
of Electrozone could be obtained from a much smaller 
quantity of salt, whilst the power and labour would not 
materially differ.” 

We are asking in 1898 almost the rame questiona. which 
Dr. Rideal asked in February, 1894, in a letter to Ingustrias 
and Iron, in which he said : . | 

“ When we come to consider the behaviour of chlorine as 
a bactericide, the case is entirely different, ar, without doubt, 
in order that it may b» an effectual gern destroyer, goffi sient 
of this element must be present over and above that required 
for the oxidation of the products of decomposition. It is 
very doubtful if the oxidising value of the Hermite liquor is 
sufficient to perform both these functions, and the adverse 
report on the sterilisation of the sewage at Havre points to 
the soundness of this conclusion.” 

“ When information is forthcoming as to the actual 
quantity of salt electrolysed in the water, and the amount 
recommended for treating a given quantity of sewage, it will 
be easy to see whether the inventors of this ргосева- have 
made due allowance for the oxidation of the organic .com- 
pounds which are associated with the bacteria whose destruo- 
tion is aimed at.” 

His conclusion, then, was that it was desirable to ob‘ain 
the following data:— — . 

“1, The quantity of sea water electrolysed, and the effi- 
ciency of the electrolysis, i.¢., what percentage of the salt in 
the water is dissociated. 

“9. The quant'ty of sewage treated, and the amount of 
chlorine required to oxidise it. 

“8. The surface of metal expo:ed to the action of the 
electrolysed sea water, its rate of flow over it, and the loss 
of free chlorine in the passage of the water from the elec- 
trolyser to the sewage." | | 


THE WAYS OF MUNICIPALITIES. 


THE electrical industry of this country is affected far more 
than it should be by the moods and fancies of Town and 
District Councillors, Veetrymen, and others. The scientific 
knowledge of these local dignitaries is seldom so accurate or 
extensive as it needs to be to make fair and reasonable 
criticism possible. The sum total of the knowledge of 
which they are possessed is, in nine cases out of ten, informa- 
tiou rond. in some quasi-ecientifio m specially 
intended for their edification, or in a daily or weekly news- 

per. Of course there are ao sep for in certain 

roughs—few and far between—there are chairmen and 
members of electric lighting committees whose methods of 
dealing with electrical matters might be assimilated by the 
many councillors who have more delight in a heated squabble 
3 paltry quibble than a legitimate and reasonable dis- 

п 


оп, 
This is one of the evils attending the oe ot 
electrical undertakings, and ав one oocasionally sees how 
disastrous are the effecta of the municipal magnate’s ignor- 
ance upon the settlement of a quetion of this character— 
often delaying the carrying out of electrical works for geveral 

ears, or tying the hands of those managing existing plants 
И an unreasonable manner, and hampering them in the 
fulfilment of their dnties—then it is that one is convinoed 
that the evil is of no mean proportions, but represents a atate 
of things requiring to be grappled with. 

To convince councillors that they don't know of what they 
talk is no easy matter, to instruct them were a better manner 
of dealing with them. If matters are to be satisfactorily 
settled, the municipil man must keep silence on points with 
which he is incapable of dealing. Otherwise there will be 
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рош of the blind leading the blind with the usual 
resalt. 

To merely state half the truth may sometimes do more 
harm than a downright falsehood, and the question of half 
truths is making itself felt in certain parts of the country at 
the present moment where electrical schemes are being con- 
sidered. Some councillors having made up their minds to 
oppose a scheme make a practice of bringing forward facts 
and figures showing that similar undertakings have been 
failures in other towns, but they fail to mention or to take 
into account in any way the more numerous instances of 
suoces3fal and profitable operation which would far out- 
balance the quoted failares—if they are genuine failures. 

The 1 mind is not beyond reproach. There is 
even now such a thing as unfairness and corruption in 
English municipal life. But that it should have touched 
electrical work is a matter to b» deeply deplored. That con- 
tractors or promoters should lend themselves to practices 
making municipal corruption possible comes to us ава 
"р and calls for a complete exposure. 

ar contemporary London has been waging a righteous 
war in the camp of the Hackney Vestry, and has also been 
making oertain investigations which do not redound to the 
credit of Fulham. In regard t» Hackney, it will be remem- 
bered that for several years past there has been trouble re the 
electric lighting question, and the chairman of the Electric 
Lighting Committee seems now to have a barning desire 
that the Vestry should hand its provisional order to a private 
company upon certain conditions, and insert in the agreement 
a clause of early purchase if desirable. He considers that loss is 
certain, and we remember being present at a meeting of the 
Vestry a few months ago when this gentleman brought forward 
some figures of municipal plants which he said had resulted 
in а loss. His statements showed that he had inquired into 
the electric lighting question leas than an electric lighting 
committee chairman should do, for he quoted as losses plants 
which are earning a profit. The Vestry consequently invited 
offers from companies willing to purchase the powers, and 
one of the offers sent in has been seen by London, and is 
quoted from at length. Curiously enough, the electrical 
engineer of the very successful municipal electrical works at 
Brighton—who, as most of our readers have heard, is now 
connected also with the British Thomson-Houston Company 
—champions the cause of the company, if London's state- 
ments be correct, by trying to dissuade the Hackney Vestry 


from doing exactly what he has been enabled to do with se great 


success at Brighton. It appears that Mr. Wright says that 
it would be an almost inevitable logs due to mistakes of 


licy and ча during the fit risky years of euch a 
аек e quote : “ The serious natare of this risk may 
be jadged from the fact that all the following municipalities 
who put down their own plant made last year in their elec- 
tricity departments very considerable losses, which in nearly 
all cases had to be made good by the ratepayers,” this state- 
ment being followed by names of 26 towns. Our contem- 
porary's reply to this is worth quoting here :— 


The list of places has been ingeniously selected. They either 
refer to works newly started or to places which have committed 
mistakes which a town now starting would avoid. Islington, for 
instance, had only a loss last year of £318, which is more than ba 
out by the profit of the first quarter of this year. Mr. Wright 

y omits Hampetead, which in the second year of its 
enterprise had a surplus profit of £1,832. The loss in Bt. Pancras 
was incidental to the expansion of the undertaking. The profit in 
the previous year was £1,200, and on the whole of St. Pancras this 
enterprise has been profitable. The loss in Aberdeen was trifling, 
and in the ee ee a profit of £435. Scotch towns 
do not seek to а profit on such un . The loss in 

i was only £265, in Bolton it was £101, in у £188, and 
in other towns the amounts were not considerable.” But we 
decline to consider the deficits in the light of losses at all, as out of 
the. gross profits the municipalities pay not only interest on the 
capital invested but set aside annual sums for depreciation of sinkin 
fund. Judged by the same standard as companies would be, we fin 
that the return per cent. on capital invested was as follows:— 


Bt. Paneras ... * 5 25 Dewsbury 7 21 
ar is oe 860 Dablin 4°95 
Brighton i .] 683 Hanley 3:26 

ord dés e. 974 Leicester ae 466 
Bolton sis e. BSL &. cc. 


Cardiff +06 eee 9:04 


instance, have cited Tunbridge Wells, which in the first year of its 
enterprise had & retarn of 11 per cent. on its capital and a surplus 
profit of £887, and other places where the first and second years have 
turned out profitable, and where the profits on the third [ч wiped 
out all the small deficits. Mr. Wright could have gone further, and 
shown how the municipal works in Brighton which he manages make 
& profit of £6,000 a year; how Bradford brings a return of nearly 
12 per cent. on the capital invested; that Mancheeter made a profit 
of £17,000 last year, Edinburgh a profit of £3,400, and so on. Nor 
isit right to make comparisons with other places where the pro- 
duction of electricity is not mixed up with the disposal of dust, as 
is contemplated in у. This entirely introduces a new 
condition of things, with possibilities of enormous economies, as 
Shoreditch is already demonstratiog. | 


Our contemporary challenges Mr. Wright to deny that the 
return per cent. of gross profit on capital invested is not on 
the average higher in the case of municipal electricity works 
than for private undertakings. 

There have been all sorts of charges flying about 
Hackney in respect of this electric lighting affair since the 
offers were invited. 'The committee are charged with being 
* treated" in a variety of ways, bat by whom is a question 
not yet cleared up. It has even been said that a cheque for 
£400 was paid to one vestryman and smaller cheques to othera. 
But by whom? "That isthe question. If by any of the parties 
anxious to secure the provisional order then there is room 
for an immediate inquiry to b» instituted. For the present, 
without actual evidence, we cannot bring ourselves to the 
belief that such a state of corruption and bribery exista 
in connection with electrical affairs. We do not like to 
think it possible, bad as the appearances are. 

. To turn to another matter in connection with the muni- 
cipal man and electrical works. There have been in p 

for some months past, two schemes having for their object 
the distribution of electric power over large areas at cheap 
rates. The scheme of the Midland Electric Corpora- 
tion for Power Distribution takes in the towns of 
Wolverhampton, Coseley, Weduesbury, West Bromwich, 
Dudley, Oldbury, and a number of other places in that 
neighbourhood; but this company has been hindered by 
several of the municipal authorities. The West Bromwich 


Council had & discussion regarding it, and in regard to the 


financial side of the question one of the councillors bronght 
forwerd some figures as the result of the working of nine 
companies, from which it is shown that the revenue of 
these companies was £527,938, and the cost of working 
£202,890, leaving a profit of £265,508, and that after 
setting aside £78,999 for depreciation they had distributed 
in dividends £179,507. These facta, taken in this way, 
are misleading as р to the case of a town like West 
Bromwich, especially as bearing on the proposal that the 
Town Council should generate a supply of electrio current 
themselves. To make the profits appear too great is a 

of many who are enthusiastic for munioipalisa- 
tion, in the same way as to magnify losses is a means 
adopted by those championing the cause of private enter- 
prise. . Allbright, one of the promoters of the 
scheme, writing to the local preas on the subject, points out 
that ап analysis, not of nine companies, working under 
most favourable conditions, but of the &ooounts of all the 
5 supply works in the Kingdom should 

ө. 


He su that it is not fair to pick out say nine of the 
best and largest electric lighting undertakings working in 


localities where the consumption is very great, and where 
the price which can be obtained for electricity is etill very 
considerable, and then on these figures to assume that such a 
town as West Bromwich can produce results of approximately 
the same description, or that such. figures can even be taken 
as a basis on which to form a reliable opinion. 

Figures can be made to prove anything, either for the 
purpose of municipalities or companies, and the municipal 
mind is powerfully ioflaenced by them. Bat whoever produces 
them should first be assured of their accuracy, and no cooking 
shoald be resorted to for the sake of proving a case where an 
industry of this kind is affected. | 

As showing the unreasonableness of the Wednesbury 
Corporation in respect of this Midland power scheme, we 
may mention that after the promoters had been for many 
months negotiating, the Council at the last moment decided 
by a majority of eight votes to five to apply for an eleo- 


tric lighting provisional order in opposition to the com- 
pany. The ucil is acting within its legal rights, but 
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whether the Wednesbury Council can do as well for itself 
as the company could by putting down its immense scheme— 
which would, of course, result in very low costs of generation 
and distribution—is questionable. However, municipalities 
have, in some parts of the country, treated companies in a 
merciless manner, for after securing powers they have often 
refrained from carrying them into effect, as the recent Times 
correspondence, reproduced in our issue of April 15th, 
goes to prove. We may, perhaps, juat mention in connection 
with this power scheme a parallel case where gas interests 
were involved. There was formerly in the South Stafford- 
shire district, а large gas company covering much the same 
area as the Midland Electric Corporation now proposes to do, 
and this gas company also supplied Birmingham. When 
Birmingham determined to go in for ita own gas, some of 
the smaller authorities thought they would do likewise, and 
they set up their own plants in order to make a profit. 
Two of these authorities, at any rate, are now charging 
their ratepayers 44. per 1,000 feet more, or about 12 per 
cent., above what they could have been charged by a large com- 
pany. Asthese authorities, we believe, make some profit, it is 
seen that by their action they are not only keeping their 
ratepayers out of the advantage they might enjoy, bnt they are 
actually spoiling the use of gas in favour of the local rates, 
besides this the local authorities have incurred debts in each 
case of probably over £50,000. In the face of these facts, 
Wednesbury, a town of 24,000 inhabitanta, has decided to 
oppose the Midland Electric Corporation and go in for its 
own installation, although the whole of the town is prac- 
tically taken up with works, and there is very little outlook 
from an ordinary lighting point of view. 


— ав) 


ACCUMULATOR ELECTRIC TRAMWAYS. 


A DEPUTATION of the Blackpool Corporation, together with 
their electrical and tramway engineer, have issued an inte- 
resting report upon what they saw and heard on a tour 
through those Continental cities which have added electric 
tramways to their other means of locomotion. 

Whether these trips in search of useful knowledge really 
have any influence in the decision of the questions regarding 
the systems to be adopted is very doubtful; at any rate, in 
one case, an important Yorkshire city corporation burriedly 
settled the contracts for an American system of overhead 
trolley traction, and then sent aut a deputation on a Conti- 
nental tour, with their electrical engineer. Adopting a system 
first, and then making the grand tour, saves all bother in 
making reports and comparisons. 

In the case of Blackpool, however, a really instructive 
report has been issued, with an earnest endeavour to arrive 
at facta regarding the resulte of actual practice on the Con- 
tinent with the four systems of electric traction on tramways. 
They examined the overhead trolley, the conduit, the 
combined trolley and accumulator, and the accumulator 
systems, 

Blackpool was a pioneer town in electric traction, and there 
the failings of the conduit system were laid bare. The depu- 
tation started out to ascertain the results of tice in accu- 
mulator traction, and it is from that point of view the report 
is interesting. Although it is not to be accepted asa correct 
comparison, nor its conclusions as authoritative, yet the 
information it gives is valuable so far as it goes. 

They find that many disadvantages which were dis- 
covered in early accumulator systems have been entirely 
overcome, that the system is quite practicable, and has some 
advantages peculiar to itself; and the only reason why they 
cannot adopt it is one of expense. An accumulator system, 
to be worked successfully, costs much more in capital 
outlay and in maintenance than a trolley system, bat not 
quite so much as the Blackpool deputation estimates. 

The members do not take account of recent improvements 
in accumalators whereby an output of energy of 13 watt- 
hours per pound of battery has been reached ; that is, nearly 
double the output of cells used for traction on the Continent. 
It may be said that these results require confirmation in 
practice before being considered, but still they show that the 


cost of battery traction (and that is ita chief drawback) is 
being considerably lessened. 

Then in calculating out the relative costs, no allowance is 
made for the fact that a battery charging plant costs less 
on capital outlay and in maintenance, and works at much 
higher efficiencies than a trolley traction power plant. 

In the trolley system the power factor is very low, with 
the battery method it can be made over 90. per cent., while 
in the case of the trolley it is under 40 per oent. 

The dynamos and engines in a trolley раш require to be 
large enough for the maximam current while ranning most 
of the time under half load, and the whole шоп has not by 
any means been decided by the report of the Blackpool Cor- 
poration deputation. The cost of current at a battery 
charging station properly laid ont would be leas than the cost 
of current from a trolley station, and still less than that 
from an electric light plant. 

At present, of course, the accumulator electric tramways 
are in their development stage, while the trolley is in its 
fully matured state, so that corporations are not inclined to 
undertake much in the nature of experiments; but all the 
game accumulators go on improving, and we hope in the 
near future to find this system an active competitor with 
the successful trolley system. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. | 


On Thursday evening last week the Institution of Electrical 
Engineers met to resume the discussion on Mr. Robert Ham- 
mond’s paper: The Cost of Generation and Distribution 
of Electrical Energy.” й 

Mr. Preece being unable to be present, sent а written com- 
munication thanking the anthor for his excellent paper. 
Prof. Kennedy opened the resumed discussion by expressing 
his intention of, as time was short, not wasting any time in 
flattery. His succeeding remarks showed, however, that he 
fully appreciated the value of the paper. He endorsed Mr. 
Crompton’s opinions, and thought that to those who are 
dealing with the question of costs everyday, figures tell a 
great deal, and are readily capable of interpretation. An 
immense number of points might be dealt with, and things 
said, bat he preferred to confine himself to one or two 
matters of some importance. 

He did not regard with favour the method of arriving at 
ideal costs by taking the best figures from different stations, 
as we do not know how or why the various items are co- 
related. It is impossible to get the very best results for 
them all in any one works, Again, the table (No. XII.) 
showing load factor and units used in distribution, tells more 
distinctly than any other how complex the problem is; dif- 
ferent systems astoundingly far apart, give more or less the 
same result. He hoped the uncomfortable on who 
ср he had discovered the best way of distributing eleo- 
trical energy by a particular system, was dead and buried 
as anyone who thought there was one, and only one, way о 
running a station, might learn something from a perusal of 
the figures in the table cited. 

It would be foolish to deny that load factor is a very im- 
portani matter, but he would not put it so high as Mr. 

ammond does. Of course, if one could manage to get a 
nice comfortable rectangle it would be a boon, but the fact 
should be faced that apparently we shall always get a peek. 
Even if one could aim at a load diagram giving a rectangle, 
the rectangle in summer would enclose & much smaller area 
than in winter. Take the two Newcastle Companies, for 
example, with widely different load factors ; it is a remarkable 
thing that the costs are practically the same, and the coal 
item is even higher for the company with the larger load 
factor. Many other features as striking as that might be 
cited. 

Comparing the Charing Cross and Westminster Com- 


* Вее page 305, No. 184, Vol. xxvii. of the Journal of the Institu- 
tion of Elcctrical Engineers, or page 59 of the paper in proof. 


Vol. 4%. Mo. 1,066, Арап, 99, 1896.] 


THE ELECTRICAL REVIEW. 


575 


panies, the costs are practically of the same order, and there 


E nothing to indicate that the difference in load factors 


differences do not affect the result sufficiently to leave their 
mark. If the author had done nothing else, this deduction 
from his paper would have been valuable. 

The engineer factor is a very big factor indeed, but can’t 
be put on а curve, Prof. Kennedy does not su that 
the form on Table XVII. (p. 842 of the Journal) is any 
better than any other 


struck within 14 to 2 per cent. of the whole, and believed 
it was very much worth everyone's while to know it. 
Many items fall pro rata as the units increase, but stations 
are not working que comfortably when up to *4d. per unit 
has to be paid to the parish anthorities. 

Mr. Raworth first referred to the paper asa ificent 
result of Mr. Hammond's labour on behalf of all those who 
had to do with electricity supply, and remarked briefly upon 
its bearing on the schemes for general supply of electric 


wer over large areas. The personal element tells at once 
in a station. Thus, at Huddersfield, the item of oil, waste, 


&о., had been reduced to an infinitesimal 0°02d., and the 
most curious thing in the world is that this station 
is equipped with open type engines, which certainly do 
throw the oil abont. Com is remarkably low figure 
with stations at the end of the list, and it is found that 
several are using op to 0°40d., or 20 times the coat of oil, 
&o., at Huddersfield, while many stations spend actually lees 
on 5 than eer = do for oil, &о. ia 
ming to and management, it is apparent that 
London companies are much more liberal than munici- 
palities, Some companies, such as the City of London, will 
never beable to show any record figures, as owing to the da 
load being variable, due to clouds passing over, a large staff, 
and many boilers under steam are the rule. The moment a 
man becomes financially interested in an electricity supply 
company he cannot be happy while the sun shines, and posi- 
E y gloats over a fog. Prof. Kennedy, Mr. Raworth 


ought, was right, as works cost is not much improved 
load factor. T РЫ 


b7 he effect is marked only when the increase 
of load factor is large enough. Thus the total cost of pro- 
duction in a certain works where a steady demand existed 


rises. 
Mr. Patchell agreed that “salaries ” ought logically to go 
into generation costs. He believed the statement of Mr. 


Arthur Wright that at Brighton the “charge is 14d. per - 


unit for all consumption beyond the average of one hour per 
day” was a most unhappy statement. So many people 
stopping short at the ed “consumption.” Mr. Patchell 
is by no means the only one who has found a wide-spread 
belief in this direction. He characterised ideal costs as 
“crazy patchwork.” One station with 380 kw. installed and 
maximum load of 190 kw. is referred to in the table, and 
such should have practically no repairs. The Charing Cross 
Company found their theatre load lead to sudden calls upon 
the t owing to rehearsals, and necessitated considerable 
stand-by machinery, thus affecting steam used and boiler 
loses. He wished he could get a huge, big, thumping 
battery, and rely on it. The speaker then drew attention to 


where 


the «аге that must be taken if accurate results of ungs 

generated are desired, and thought stress should only be put 

on units sold. Не noted that the sudden rise in “ renta, 

а а item synchronised with the new assessment іп 
ndon. 

Mr. Addenbrooke pointed out that the “‘load-factor ” did 
not take into account how the units were generated before 
or after the time of maximum load : the reet of the load will 
vary with the breadth of maximum load in two load curves 
having the same maximum and factor. He elaborated this 
point by showing how the costs are affected by varying 
qualities, and mentioned that an article from his pen had 
appeared in the ELECTRICAL RevIEw some 18 months or 
two years ago bearing ou the matters under discussion. 

It was noteworthy that at this point the statement was 
made, that although Mr. Wright in a bold way called 
attention to the incidence of works’ cost, the matter was 
perhaps being pushed a little too far, and people were 

who wanted to use the current for a short time. 

e have had indications that a feeling is gradually growing 
that the present Brighton scale is not perhaps quite fair to 
the short-hour consumer when the supply is under the 
control of the municipality, although perfectly logical from 
the works engineer’s point of view. 

Mr. A. J. Lawson showed that the interest, &c., on capital 
on London stations as an average represented (taking 50s. 
per lamp for the capital expenditure) 3d. per unit, and that, 
therefore, a unit could not be sold for much less than 4d 
He next indicated that the heavy salaries and management 
charges in London tend to prevent very low prices in the 
metropolis, and deplored the multiplication of аш 
stations by every little local authority. Не found that the 
day load caused by the trams at Dover reduced the works’ 
cost 1d. per unit. Regularity of supp! is not peculiar to 
continuous or alternating supply, while the loss is only 
0 different. In the case of two stations he had to do 
with :— 


WANDSWORTH AND BT. Luxx 's. 
i loss on the alter- 


RICHMOND. 
Direct current loss was 10 per Magnetising 
cent. only. nating system did not exceed 15 
Economy in small stations of per cent., owing to care taken in 
batteries very great,as one shift switching off idle transformers. 
of men suffices. 


Mr. Sayer proceeded to explain how losses could be 
separated and classified in direct current and alternating 
current stations. The load factor he thought was controlled 
by the tariff. At Bournemouth 


1895. 1806. 1897. 
8d. per unit. 7d. with rebate. 7d. with rebate. 
7:1 per cent. load factor 11:2 per cent. 12 65 per cent. 


a gp coal might be cheaper than low price coal. The 
calorific value is not much guide, as the hydrogen calories 
are practically useless in a boiler furnace, . Sayer’s 
remarks are worthy of attention when thé uuthorised report 
of the discussion reaches our readers. 

Mr. Gadsby gave an equation representing the price he 


thought a corporation ought to charge for supply, say, to 


trams or similar load : 

y = ‘002 z + 100 

y = £ monthly paid for current 
and z = units taken monthly. 


Mr. Cowan believed that the mean radius of supply from 
mean centre of supply influences the cost of supply, and 
briefly discussed the incidence of distance to which units 
are distributed upon works’ oost. 

After Mr. J. W. Swan had contributed to the discussion, - 
Mr. Hammond replied. His principal points were: the Board 
of Trade should amend its form so as to give us all the 
facta and actual figures; no difference should be made 
between companies and corporations; the form should 
embrace schedule of losses and statement of unite, which 
should be made an integral part of the accounts. No works 
has reached finality in capital expenditure. Mr. Hammond 
rather set himself to press home the objects of his paper 
than to meet critical remarks, as time did not permit a full 


reply. | 
The meeting then adjourned the formal and proceeded to 
the informal discussion. | - 
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ELECTRICAL ENERGY (GENERATING 
STATIONS AND SUPPLY). 


Viscounr Cross presided on Thursday last week over the firat sitting 
of the joint committee of the House of Lords and Commons appointed 
to inquire into the above subject. At the commencement of the pro- 
ceedings a large number of applications were made by gentlemen 
representing companies, local bodies, &c., asking to be allowed to be 
heard before the Committee by couneel. 

The CHarnman said the Committee would consider that question 
later on іп the дау. · 

Sir CounrENay Boyzs, in reply to the chairman, said he was the 
permanent secretary of the Board of Trade. The number of orders 
which had been granted since the year 1888 for electric lighting was 
316, and at the present time there were 274 still in force. The total 
number of electric lighting licenses in the same period was 25. 

How many of them exist at the present time?— Only three. 
Witness said that they took the period since 1888, because the Act of 
that year extended the tenure to 42 years, during which the local 
authorities could purchase the undertakings. 

Although the particular Act refers to electric lighting only, there is no 
limitation in the Act ? —No, but the procedure under Electric Light- 
ing Acts has always been for the provision of energy for electric light- 
ing purposes, but that energy could be used for lighting, telephoning, 
for propelling vehicles, or for cooking, or other purposes. 

As regards powers of compulsory purchase of land? — Tue Board 
cf Trade have no power under the Electric Lighting Act to authorise 
by order the acquisition of land for such purposes otherwise than by 
agreement. Asa consequence of that, no lands are scheduled in the 
orders. The fact is, tne undertakers get their land by private 
agreement, 

I presume you have acted upon the general principle that electrical 
works, primi facie, ought to be condacted without causing a 
nuisance ? —The Board of Trade have always had that in view, but, 
of course, it is very difficult to avoid vibration, smells, &c. 

As to compulsory powera of purchase, what are the sort of con- 
siderations that arise ?—The first consideration is, is it desirable that 
there should bs large generating stations, and that is a point upon 
which I have very little doubt the Committee will have a great deal 
of expert evidence. From one point of view there are great advan- 
tages ina few lirge generating stations supplyiog energy in large 
quantities under specially guarded circumstances and conditions, 
but if that is done the generatiog stations must, in the nature of 
things, b» outeide the area of supply of the various undertakers. 
Consequently there would arise the necessity for more frequently 
breaking up the streets. At present you have the generating stations 
of the undertakers in the area of supply, and they break up the streets. 
1а London, as a general rule, there are two undertakers in every 
parish who supply electricity. If, in addition, you have a generating 
station outside the area of supply, you will get another party breaking 
up the streets. On the other hand, the diflicalty of acquiring sites is 
unquestionable. Undertakers find it very difficult to acquire Bites for 
generating stations. Generating stations must be an inconvenience, 
but they need not necessarily be a nuisance. 

Undertakers are prohibited from supplying energy or erecting 
works beyond the area of their supply ?—1f they do so there is power 
to revoke the order. 

Bat there is nothing to prevent their erecting generating stations 
outeide their area, provided they can get leave ?—T'he local authorities 
in some instances have given undertakers power to break up streets 
outside theic own areas. Tae law officers have advisad the Board of 
Trade that such а proceeding is ultra vires. 

If you have generating stations outside the area of supply, there is 
а diflicalty when the question of purchase by the local authorities 
comes to be considered. That is a very great difficulty, and un- 
doubtedly there must be some inconvenience caused. 

What is the period of purchase generally ? — Forty-two years, as a 
rule. It is variable, however, by provisional order. 

Oa the question as to what pressure should be allowed, the WITNESS 
said that no doubt the Committee would have witnesses before them 
who would say that it was just as easy to convey electrical energy at 
a very high pressure as at a low pressure, bat perhaps they might 
hear from others that electric energy was like a wild beast in a cage, 
always trying to get out. For ordinary purposes, 3,000 volts might 
be considered high pressure, but the Board of Trade had given power 
in certain cases to a higher pressure than that. 

About the telephone and telegraph systems; are you afraid they 
might be injuriously affected by high pressure mains ?—Well, there 
is no doubt that high pressure currents, if there is anything like 
leakage, are & considerable danger to the telephone and telegraph 
systems, and there is considerable danger caused by le e from 
high pressure mains. Sir Courtenay Boyle then referred to the Bill 
of the General Power Distributing Company, and of an application 
which had b-en made for a provisional order for the supply of electric 
energy in a large area in the Midlands from a generating station 
situated at Wolverhampton, and said there were many important 
questions which would have to be considered before those powers 
were granted. 

None of the companies have a monopoly ?— Oh no. They have no 
monopoly, and it is contended by the promoters of this Bill that if 
they get the powers they seck, they will be able to supply electrical 
energy for the use of mines, factories and lighting purposes at a very 
low price. The Witness, continuing, said he was unable at that 
moment to give the Committee accurate information as regarded the 
generating syetems of America and Germany; but he would take 
care to give the Committee information on that point at a later stage. 
It would be very difficult to apply the principle of purchase by local 


authorities to such & case as the General Power Company; in fact 
he did not see how it could possibly be done. 8 

By Lord Knursrorp: He would not give local authorities power 
to compulsorily purchase worke outside their own area. 

Replying to Mr. KiuBEB, WrrNESS said that if generating stations 
were a long distance from the area of supply, the voltage power 
allowed must be higher than if the station was їп the area. 

And in consequence of that, the interference with other electrical 
industries, such as telephones, telegraphs, electric tramways, &c. 
would tend to be very serious ?—My own opinion is that it would 
tend to increase the risk of interference; but there are many eleo- 
trical experte who do not think so. 

Lord BALOARRES: What was the reason which led the Board of 
Trade to allow two competing companies ia every district in London ? 
— Wrrness replied that that was really the result of a compromise, 
arrived at after a very long and elaborate inquiry in 1889, which was 
held with a view of determining whether competition in London 
should be allowed, or whether companies should be granted a 
monopoly. It was held as a compromise that it was desirable to 
grant two companies power over the same area. 

And that gives a certain amount of competition ?— Yes. 

Is there any parish in which there are more than two companies? 
—Yes; there із a parish not far from here in which there are three, 
but there is no parish in which there are four. 

Lord Mosiey, Chairman of Committees of the House of Lords, 
was next examined as to the procedure relating to the granting of 
provisional orders. He said that, except as regarded tramways, the 
Electric Lighting Acts made no distinction b2tween light and power. 
All companies applyiog for a provisional order must be limited com- 
panies incorporated under Act of Parliament. He said that Parlia- 
ment was very jealous in respect to giving compulsory powers of 
purchase for any purpose, and the cases in which such powers had 
been given were generally under the Public Health Act, where it 
pen clearly shown that the powers would be for the advantage of the 
public. 

Would you be against granting compulsory powers simply to a 
limited company ?—I don’t like to go quite so far as that, but it is 
worth while the Committee considering whether the rule should be 
broken. It is an important rule, and I don't think it ought to be 
broken without the very clearest necessity being shown for it. 

lf compulsory powers are to be given, there are two ways to do it; 
either to come to Parliament, or to give the Board of Trade authority 
in the matter. Which process would you agree to ?—I have rather a 
difficulty in answering that question. On the one hand I am ex- 
tremely anxious not to break down the existing system, which has 
worked extremely well up to the present time by provisional order; 
and on the other hand I am reluctant that Parliament should give up 
its powers. It has been suggested that it might be possible, where 
companies require compulsory power, that they might come to 
Parliament first, and then go to the Board of Trade; but I think 
that would be too expensive and cumbrous. 

Lord Кнотвковр: On the whole you are in favour of compulsory 
powers being granted only to companies that are incorporated ?— 
Generally that is my opinion. | 

Of course companies cannot be incorporated under & provisional 
order, and therefore parties applying for a provisional order must be 
incorporated to meet your views?—Yes. Continuing, the Witnees 
said that that delegation of compulsory power to the Board of Trade 
would throw a lot of extra work upon the department, and would 
introduce a new element of contention when provisional orders were 
asked for. : 

By the CHAIBMAN: It seems to me а very common sense point of 
view that it is desirable to get these large generating stations out of 
the large centres of population, the same way as gasworks arc; but 
there are difficulties in the way. | 

By Mr. Кімвев: He was not prepared to say that he would recom- 
mend the insertion of a “nuisance” clause if compulsory powers 
were granted, but he thought the Committee might very well con- 
sider how far these generating stations could be worked without 
creating a nuisance. 

Lord BALCARBRES: With regard to the difficulty of se at the 
end of 42 years—is it at all likely that a local authority would wish 
to buy mains without plant, or plant without mains?—I should 
imagine not. 

Need we take that into consideration when coming to a decision as 
to whether outside generating stations should be allowed or not ?— 
Well, I believe thus far all the generating stations are within the 
area of supply. 

Mr. Кїмвєв: Excepting Deptford. 

Lord BALOABBES: But in the event of this General Power Distri- 
buting Company and this provisional order for the Midlands being 
passed, there would be two fresb cases in which a great central 
station will supply energy from pointe at from 12 to 26 miles distant ? 
—That is во. 

In considering this scheme, do you consider it necessary that we 
should contemplate that at the end of 25 or 30 years tbe local 
authorities would wish to buy bits of plant ?—Of course it would be 
absurd for the local authorities to buy bits of plant. 

By Lord Кхотвғовр: It was quite possible they might wish to buy 
pipes in their own district, and have powers over them. | 

Mr. CHAN DOS Leran, Q. C., the speaker's counsel, was then briefly 
examined, and said that, generally speaking, he endorsed what the 
two previous witnesses had said. 

The Committee then consulted in private for some time, and on the 
re-admission of the public the CHAIBMAN said the Committee had been 
considering the course of procedure in the matter. He wanted to call 
attention very specially to the exact order of reference, which was 45 
follows :—To consider and report: (1) Whether, notwithstanding the 
provisions of Section 12 (1) of the Electric Lighting Act, 1882, powers 
should be given in any cases for acquiring land oompulsorily for 
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generating stations; and if so, under what conditions as respects 
liability for nuisance, notices to surrounding owners, and otherwise. 
(2) Whether compuleory powers of acquiring land for generating 
stations, if proper to be given in any case, should be given where the 
propoeed site is not within the area of supply. (3) Whether, in case 
of a generating station, however acquired, not being situate within 
the area of supply. power should be given for the breaking up of the 
streets between the generating station and the boundary of the area 
of supply. (4) Whether powers should be given in any case for the 
supply of electrical energy over an area including districts of numerons 
local authorities, involving plant of exceptional dimensions and high 
voltage ; and, if such powers may properly be given, whether any, 
and what, conditions should be imposed—(a) With respect to system 
and plant, and to the construction and location of generating stations, 
in view of the powers of purchase conferred upon local authorities 
by Bections 2 and 3 of the Electric Lighting Act, 1888; (b) with 
respect to the relations of the promoters to other undertakers and to 
local authorities within parts of the area. (5) Under what conditions 
(if any) ought powers to be conferred upon promoters seeking to 
supply electrical energy to other undertakers and not directly to 
consumers. The Committee had determined not to travel out of that 
record by one single inch, and they would have nothing to do with 
particular Bills which were before Parliament at the present moment, 
as they were only there to discuss questions of general principle. 
They had aleo decided that all applicants who desired to be heard 
should send in their applications in writing, stating the particular 
points upon which they wished to be heard, and the names of the 
witnesses they wiehed to bring. As regarded counsel, the Committee 
would only hear one counsel upon one particular head, and the parties 
interested must agree among themselves as to the witnesses they 
wished to produce and as to the counsel. 

After another adjournment, representations were made to the 
Committee by counsel and Parliamentary agents on behalf of the 
parties interested in the inquiry as tothe matters desired to be raised 
from the points of view of various electric lighting companies and 
local authorities. 

The Committee adjourned until Monday. 


Lord Cross presided on Monday over the second sitting of the 
Joint Committee. 

Mr. FRANE Kina, engineer-in-chief to the Chelsea Electric Supply 
Company, was examined on the first head of the reference, and said 
that in 1895 his company acquired the reversion of a certain lease. 
À portion of the ro was covered by houses and shops, and in the 
area was а row of houses known as Steer’s Buildings, and a stone- 
yard коиш ee the Vestry. The total area of the site was 65,700 
equare feet. There were certain unexpired leases on the land. The 
London County Council authorised them to build on the site, and 
there was partly built a generating station thereon. The station had 
been constructed во as to be economical to themselves and innocuous 
to other people. One of the principal features to consider in making 
a generating station was the minimum plant required. They could 
p on 1 square foot of land generating plant which would light 74 

mps at an ordinary equivalent of 8 candle-power. The houses on 
the site were of a very small class and in very bad order. They had 
a chimney 100 feet in height and one 150 feet high. The result was 
that the air was very much clearer than it used to be. The Alpha 
Place station was approved by the London County Council two years 
ago, and they commenced the erection of works immediately. They 
found great difficulty in getting the site cleared, and they had to pay 
extraordi prices to get them out in anything like time, and 
the result was that they had baen delayed very considerably while 
they were under statutory obligations to supply the demands of the 
district. In one case they had to pay £600 for a little fried-fish shop 
which was not worth £100. It took six months for them to safely 
erect a chimney shaft, and it took them at least 18 months to com- 
plete a generating station. The result was that if they were delayed 
six months they found they could not meet the demand. They 
desired to extend the station, and they had to acquire a cottage worth 
about £150, but the vendor wanted them to buy other property at a 
cost of £39,000. It was obvious that if they were to meet the grow- 
ing demands of electric light, their plant must be commenced at the 
earliest possible moment. They machinery ordered now, but no 
place to put it in. They could get on if they could get a portion of 
the Vestry yard, but the Vestry would not listen to any negotiations 
whatever. If they got the whole of the site, its capscity would be 
about 150,000 lamps. They believed that the area under their pro- 
visional order would absorb 750,000 lamps, and their present accom- 
modation, adding the stations together, was for about 400,000 lamps. 
It was only ible for nuisance to arise from vibration or smoke 
and steam. For the purpose of obviating the first, they had twice 
substituted machinery, and they had now an engine which was abso- 
lately free from vibration. They had eight engines at work at 
present, representing over 2,000 horse-power, and on examination in 
the adjoining house, they had failed to find апу vibration. With 
respect to smoke, they burned the best smokeless Welsh coal that 
money could buy. They were watched very assiduously by the 
Vestry, and never received any complaint at all. They failed to find 
any condensed moisture in the neighbourhood. They did not intend 
to build any shafts less than 150 feet in height. 

Іа answer to Mr. Cowagp, representing various Corporations, 
Wrrnues said be had no objection to Corporations having similar 
compulsory powers to the companies. 

- CowaRD: You are seeking here compulsory powers. Do you 
вее any objection to local authorities having notice of your seeking 
compulsory functions, and to them being heard if they think fit in 
the interest of the ratepayers ?—I can understand that in the case of 
Xs new company ; but in the case of an old company, I think it would 

mper ш. A 

By Lord Кнотѕеғовр: The engine he referred to as being free 


from vibration was Willans. It was largely uged by other companies. 
The man who wanted to sell them his property complained of the 
vibration. 

By Mr. KiMBER: There would be no objection to having the con- 
struction of the chimneys supervised so as to avoid smoke nuisance 
whatever the coal used waa. 

Mr. KIMBER: Are you prepared to say as an expert that adjoining 
properties would not be affected by the vibration or smoke ?—I am 
not prepared to say that. 

The CHAIRMAN: Have you considered whether the action of your 
company would in any way interfere with the telegraph or telephone? 
—It would not. 

Mr. J. I. Courtenay, chairman of the Chelsea Electric Supply 
Oompany, was next called, and, in reply to Mr. Coward, said he saw 
no reason why local authorities should not have the right to be heard 
before the companies got compulsory powers. : 

The CHAIBMAN said that was a matter of policy for the Committee 
to consider. | 

Mr. SvpNEY Monsz, solicitor for the Chelsea Electric Supply 
Company, chairman of the Electrical Trade Section of the London 
Chamber of Commerce, and member of the Council of the Institute 
of Electrical Engineers, gave evidence regarding the standing orders 
of the Houses of Parliament before the change in 1893 and after. In 
а number of electrical railways Bills a clause was inserted with respect 
to generating stations. There would be great difficulty in incor- 
porating electric light companies, because incorporated companies 
could only borrow to a certain extent, whereas the majority of the 
electric light undertakings had, under Stock Exchange rules, borrowed 
considerably in excess of the standing orders. 

Answering Lord BALCARBES, WITNESS said progress had been made to 
prevent nuisance arising from generating stations, but, of course, an 
engineer might not consider a thing a nuisance which a householder 
would. 

Mr. ALBERT Gay, engineer to the Islington Vestry, said his Vestry 
had experienced some slight difficulty in regard to their generating 
station for the want of compulsory powers. They selected a site 
for the station which was bounded on two sides by & railway, but on 
one side there were several small houses they endeavoured to buy, 
but found a certain life interest in two of the houses which prevented 
them being sold. 

This concluded the evidence on the first head of the reference, 
except that Sir Frederick Bramwell may bacalled. The Committee 
then proceeded to deal with the next two heads of the reference, 
dealing with generating stations outside the area of supply for the 
power of breaking up the streets. 

Mr. Eustace Влгғоов said he was chairman of the St. James’s 
and Pall Mall Electric Lighting Company, which started in 1888. 
He was also the chairman of the Central Electric Supply Oompany, 
which had a scheme before Parliament that session. It was pro- 
posed to acquire a site and supply electric current both to the St. 
James’s and Pall Mall Company and the Westminster Company. The 
St. James’s Company had had to pay very heavily for sites, and he 
did not know where it was possible to acquire a new site in the area. 
They had two stations, and there was no railway or canal convé- 
nience for bringing coal. Their coal consumption roughly came to 
about 200 tons a week. To get a generating station outside the area 
they would have to get compulsory powera to lay mains or else get 
the consent of the local authorities. It would, however, only mean 
the laying down once of a trunk main. The Central Company pro- 
posed to acquire a station in the parish of Marylebone which would 
furnish current to St. James’s and Westminster. The demand for 
electric current was largely in excess of anticipation. 

By Mr. Cowarp: The power sought to be acquired would enable 
the undertakers to break up the streets without the consent of the 
local authority, but considering the small amount of interference 
required, he did not think there should be any objection. He was 
not aware that in Manchester all the mains under the streets were 
acquired by the Corporation for the purpose of obtaining proper con- 
trol over the streets. He was prepared toagree to a reasonable clause 
in conjunction with the local authorities. He would have no objec- 
tion to paying a moderate rent for the use of the streets. | 

By Mr. Stevens: He did not know how far the principle of the 
General Company supplying other undertakers had gone, but if the 
St. James’s Company had a breakdown, they would go at once to the 
London Company for a supply of current. ‘TheCentral Company did 
not intend to supply the public. 

Examined by Earl SPENCER: The rapid growth of the use of 
electricity had forced them into having a central company to supply 
electricity to other companies. 

By Mr. Kimper: In saying there would be one trunk line, he took 
it that they would keep others out; but still, if there was a rival the 
breaking up of the streets would not be what it is now. ; 
- Replying to Lord Кмотвғовр, WrrNess said the Central Company 
had arranged to supply two companies, bat they did not ask fora 
monopoly | 

By Lord Cross: He agreed that England was behind other coun- 
tries in electrical progress, and the compulsory purchase by the local 
authorities in 42 years had crushed many earlier attempts. He had 
not worked the figures out to see if it would pay to form a great 
central supply station to supply electricity for 50 miles rouad, bat if 
it would he thought it would be a good thing. А 

Prof. KENNEDY, F. R 8, engineer-in-chief to the Westminster 
Electric Lighting Company and joint engineer cf the Central Supply 
Company, which had a Bill in Parliament to obtain compulsory 
powers, said that in two years’ time the St. James’s aud Pall Mall 
Company and the Westminster Company would be at the end of 
their tether in supplying current. His company worked very 
smoothly with the local authorities. | 

Raplyiog to Mr. KIMBEB, WITNESS said they hoped in the future 
to be able to supply current even cheaper. What they wanted «v. 
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was power to be able to contiaue to falfil their statutory obligations. 
The average price the Westminster Company charged to the con- 
sumer was 54d. per unit. The cost of production was about 3d. per 
unit. He thought the only company that produced more cheaply 
was the Pall Mall Oompauy. The Oentral Supply Company was 
promoted by the Westminster Company and the Bt. James's Company 
to obtain energy cheaper if possible. 

By Sir Leonard LYELL: The mains they proposed laying down 
would not require to come up for 30 years. 

By Mr. Авнтон: The longer the distance away the generating 

on was the bigher voltage would be required, but there had been 
no accident in London yet. The highest voltage in London was 
10,000, and they only proposed to have 2,000. 

Mr. Donson, engineer to the St. James’s and Pall Mall Electric 
Light Company, said they had had considerable difficulty in getting 
sítes for stations in the area. They could put in enough plant in 
their . stations to carry them through two more winters; they 
would require 2} miles of mains to connect their station with the 

station of the Central Supply Company, and those mains 
d be carried through by streets. 

Mr. Мовви recalled, produced а copy of the Bill of the Brompton 
and Piccadilly Б” Act, showing a generating station to be out- 
side the district served. The station of the Strand Company was in 

beth, and originally at Bournemouth, the site was outside the 
area of supply. It was a common thing for companies to cover 


several areas. He thought it would be impossible to turn electric 


lighting companies into incorporated bodies, for all electric lighting 
companies were limited liability companies. 25 


CORRESPONDENCE. 


Re-winding Field Coils of Dynamo. 


I have & two-pole dynamo coupled to Willans GG 
engine, wound to give 115 volts and 275 amperes. With 
my load this is attained at a speed of 350. I wish to 
re-wind the field ooils to get 135 volts and 275 amperes 
at 400 revolutions. Present coils are wound with No. 8 
B.W.G. wire, covered to 5 B.W.G. They heat badly at 
115 volts. There are 82 coils of wire outside, measuring 
around outside 6 feet 74 inches, and the depth of the wind- 
ings is 213 inches. The inside of the coil frame is 1 foot 
100 inches by 10} inches. What diameter of wire, covered 
and unoovered, should I use for the new winding, and what 
will be the approximate length on each pole? 

Subscriber. 


[There is, evidently, not enough wire on the field-magnet, 
and probably no room for more. To get 135 volts the speed 
would require to be raised to 415, and No. 10 B.W.G. wire 
used on shunt laying on as much as space will allow. Моге 


specific instructions had better be obtained from the makers 


of the dynamo.—Eps. Егко. Rzv.] 


Jerry Wiring. 


As в wireman of about 17 years’ experience, during which 
time I have been engaged on bell, telephone, and telegraph 
wiring, arc and incandescent lighting (both s nien, 
and continuous), transmission of power, accumulator anc 
tramway work, and also in connection with electro-chemistry. 
I think 1 may speak with some authority on this matter, an 
I can assure Mr. Jeckell that the jerry wiring fiend still 
flourishes in other places besides South Shields, in spite of 
regulations and testing sets. I have known ‘personally of 
tests made which never reached beyond the first group of 


branch cut-outs, these being placed close to the ceiling and . 


the fuses left out, and the testing i 


r кн: 
himself with the assurance of the man in charge that all 


fuses were in. Turning in another direction, I once worked 
for a firm in this town for nearly four years, and carried out 
many fairly large installations for them. A slack time came 
and every man in the shop, except myself, was discharged 
for want of work. I was promised by the senior er, in 
the presence of the only other partner, that if I would 
stand by them they would find me as much work as they 
possibly could during the slack time, and send me ont in 
charge of the first decent job they got. This was about 
Christmas. About April I discovered accidently that they 
had on at a popular watering place, a job of 800 incandescents 
and eight arce, and that they had about 10 men on it, all work- 


I did. But were they wiremen? 


ing overtime, while I and my family were scraping along as best 
we could on about three days per week. Оп reminding the firm 
of their promise to me, I was very coolly informed I had 
not been, and oould not be sent tothe job, as I was too 
expensive, as these fellows were working for 64d. par hour, 
while I wanted 84., and asked for no expenses, whereas I had 
always had from the firm 148. per week without any d»mur. 
You will see, therefore, that on a 50 hours’ ‚ 88 We 
worked, these fellows each cost £1 Os. 8d. per week less than 
To my own регьопа! 
knowledge four of them had never done an inch of wiring 
in their lives, having been for a short time previously labouring 
for wiremen, one of them having been an outside telephone 
labourer. Now what can you expect under these circum- 
stances but jerry wiring of the worst possible kind? When 


‘the better class of contractors combine with consulting 
engineers and insurance companies to induce the Board of 
"Trade to oust the jerry wiremen and the Jerry contractor 


from the business by establishing a scheme of compulsory 
registration for wiremen and persons in charge of jobs or 


electrical departments, each having to pass а practical ex- 
-amination before being registered and receiving his certifi- 


cate, then we may kill jerry wiring, but all the exposures in 
the world will not do it, as they will still revert to their old 
tricks in dark places, such as false roofs, &c. 


Wireman. 


Back E.M.F. 


Will you please advise me whether the method I vid for 
determination of the back electromotive force (B.E.M.F.) 
of an electrolytio bath is oorrect. 

At a slow speed I get at the brushes 84 volts (к) and 
148 amperes (c). At an increased speed I get 116 volts 
(E + в) and 249 amperes (с + c). 

Difference in reading 32 volte (в) and 106 amperes (с). 


The B.E.M.F. = (к — 6) — (° s = e) = 40°9 volts. 


If this is correct, is the actual electromotive force 
generated in the dynamo at full speed 116 + 40°9 = 156°9 


and the electrical horse-power кыны ? 


E. р. 


Steam Relief Valves. 


Several serious accidents have recently taken place owing 
to water in engine cylinders, The small steam space in 
many y water-tube boilers has, in some instances, contributed 
to thi 

In the description of electric works in your oolumns, I 
have not found reference to precautions against such acci- 
dents. It ap to be admitted that ordinary relief valves 
cannot get rid of any serious rush of water. What are the 
best means to adopt? Is a large steam se sufficient 
to hold, on an em су, the water due to bad priming, or 
due toa burst or failure of another engine ? go, what 
are the proportions ? 


Colonial. 
[Our descriptions may not perhaps make special reference 
to the means for overcoming the effc ts pol Ey ing, because 
these appliances are by no means general. At the same 
time, we have referred to such means in other articles—one 
recently in which we discussed the recent breakdown at 
Yarmouth. It is hardly possible to say how big a separator 
should be, but we incline to the use of a separator of aap ча 
or U type between огы ee we are 
of opinion that engine steam pipes should branch from the 
top of а steam main, not from its side or bottom. We 
certainly would not trast to cylinder relief valves for relief 
of priming due to overfilling of boiler. With the steam pipes 
arranged as above, the steam main ought to be well drained 
at its lower end, and such abominations as ring mains ought 
not to be allowed with their multiplicity of valves and con- 
nections, which introduce far more complication amd 
accident than is likely to ocour with a well-designed steam 
main.—E»ps. ELEC. Rkv.] 
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Shoreditch Destructor. 


I have been very much interested in reading the report of 
a deputation from Tunbridge Wells to Shoreditch. Please 
read enclosed сору; can you give any explanation of the 
very extraordinary fact that the great fan of the whole 
affair, * thermal storage,” finds no place in the said report, 
also that the financial statement is now “expected” to be 
issued in June next—if I remember right it was to have 
been at the end of March—and further, that no particulars 
of cost, &c., for comparison could be obtained, &c. 


Power. 


[From the cutting enclosed the report appears to be that 
of a deputation from Maidstone.—Enps. Exec. REv.] 


BUSINESS NOTICES, &c 


Electrical Wares Exported. 
WEEE ENDING Арвп, 26TH, 1897 WEEK ENDING APRIL 26TH, 1898. 


£ R £ s 
Adelaide ses . 21 0 Adelaide T i 199 9 
Alexandria iei .. 200 0 Alexandria * „% SS D 
Е telephone 64 0 T Teleg. mat. 205 0 
rdam.... .. 332 0 Amsterdam as JAM D 
Antwerp ~~ .. 394 0 Bangkok « 28 0 
Auckland - . 28 0 | Barcelona. Teleg. mat. 41 0 
Bombay... eee .. 20 0 | Beira. Teleg. mat.. 47 0 
Buenos Ayres ... . 413 0 » Teleph. mat. ... 372 O0 
= Teleg. mat.110 0 | Bombay. Teleg. mat.... 416 0 
» Teleg. wire 338 0 Bordeaux. „ a ue 34.0 
Calcutta.. .. 273 0 | Boulogne өз up "Ar n 
Cape Town 311 0 Brisbane. Teleg.mat. 1,251 0 
Christiana. Teleg. mat. 73 0 | Buenos Ayres ... .. 280 0 
Colombo see 53 0 | Calcutta... HR no $44 Ө 
Copenhagen  ... 75 0 CapeTown >... .. 292 0 
Durban ... "is 1,138 0 Christiana P? a A B 
„  Teleg. mat 2,971 0 | Colombo - .. 83 0 
East London 352 0 Copenhagen ^ 175 0 
Flushing 213 0 Delagoa Вау ... *. 490 0 
Ghent . 14 0 Demerara Sis Р 8 0 
Gibraltar „„ s Teleg. mat.... 104 0 
Grenada. Teleg. mat.. 15 0 Durban ini .. 984 0 
Hamburg. Teleg.mat. 610 0 » Teleg. mat. ...1,780 0 
Kurrachee iis .. 166 0 | East London „% 215° 0 
Madeira . — 882 0 Flushing "T . 49 0 
Melbourne. Teleg. mat. 280 0 Fremantle ĝi .. 105 0 
Port Elizabeth... | 1,205 0 Hamburg ivi .. 185 0 
„ Nolloth ... ipe e 0 3 * 2% = A 
Teleg. mat.... 0 | Malaga ... T .. 953 0 
Reval. Teleg. mat. 15 0 Melbourne — 882 0 
Rio Janeiro. Teleg.mat. 510 0 | North Sea. Teleg.cable 5,996 0 
Rockhampton ... .. 17 O0 Oamara... „ 5и: BOF 0 
Rotterdam .. 250 0 Piræus ... T „ RO 0 
St. Petersburg ... „ | Port Elizabeth... wx ЗОГ О 
Shanghai. Teleg. mat. 24 0 Porto Alegre. T«leg. mat. 30 0 
N "a .. 110 0 Rio Janeiro. в » 4,704 0 
Stockholm vas .. 156 0 Saigon .. jhi хе 90: O 
- Teleg.mat.... 214 0 Santander y" "w^ 02.0 
Sydney .. . — ..1132 0 Shanghai — ..  .. 37 0 
Wellington .. 851 0  Stcckholm. Teleg. mat. 165 0 
а Teleg. mat... 66 0 Sydney XN .. 966 0 
Yoko a .. eee 40 0 | Townsville tee eee 400 0 
| Trieste. Teleg. mat. 400 0 
Vera Oruz A ae. A 
Wellington  ... .. 291 0 
| - Teleg. mat. 337 0 
Total £14,791 0 Total ... £422,919 0 
Foreign Goods Transhipped. 
£ в. | £ s, 
Calcutta... idi 55 0 New York 177 0 


An Improved Electric Furnace, Welding, or Brazin 
Machine.—The investigations and experiments by M. Moissan, Prof. 
Roberts · Austen and others, as to the behaviour of metals, alloys, ores, 
and other materials when subjected to the intense heat of the electric 
arc, together with the practical use of electric furnaces for the 
reduction of ores, notably those of aluminium and others of a re- 

! nature, have resulted in the desire of other investigators to 
enter the same field and rendered the subject of some importance in 
technical education. The want of efficient apparatus at a low cost 
for the purpose of experiment and illustration has hitherto resulted 
in the tor manufacturing his own out of materials at his com- 
mand. meet the demands for such apparatus, the following—origin- 
ally designed some years by Mr. W. Clark Fisher for private use 
—has been placed upon the market by Mr. R. W. Paul, of Hatton Garden. 
In the design it was sought to provide an instrument alike suitable 
for furnace, crucible, open hearth, welding, brazing, and hard solder- 
ing, &c., for which purpose it was desirable that the carbons should 
be capable of universal movement admitting of their being placed at 


any avgle in any plane. In order to achieve this, as shown by the 
illustration, the framework supporting the carbon holders consists 
of a slotted arch of metal cast in two halves mounted upon a fire- 
resisting and insulating base and efficiently insulated from each other 
at the top where they are bolted together. The carbon holders have 
a swivel action fitted with thumbscrews so that they may be clamped 
in any position, the swivel action is attached to an insulated bolt 
which passes through the slots in the framework and allows of ad- 
justment to any height. Each carbon holder having an action 


entirely independent and thoroughly insulated from each other and 
the framework, it is easily seen that they may be arranged as in the 
illustration for crucible, welding, or brazing work at a suitable angle, 
or both placed horizontally, or one horizontal and the other vertical, 
&c., for furnace work, and to suit requirements. The apparatus at 
present is made in two sizes, one for 10 to 15 amperes at 50 to 100 
volts, the other 60 to 80 amperes at 50 to 100 volts. 


Chain Gear Catalogue.— We are in receipt of an 
advanced copy of the chain gear catalogue of Mr. Hans Renold, of 
Manchester, who has made chain gears a specialty, and by his i 
system of chain has overcome the objections which formerly 
obtained on account of wear, which varied the pitch of the chain. 
In Mr. Renold's chain the variation of pitch due to wear of the pins 
corrects iteelf by the assumption by the chain of a larger radius of 
revolution, and the design of the links is such that they enter and 
leave a wheel without rubbing friction. Mr. Renold claims to be 
able to run these chains up to a velocity of 1,600 feet per minute, at 
which speeds the chain is no more noisy than a leather belt. Like 
many other mechanical appliances, the chain has fallen into perhaps 
undeserved disuse on account of its bad construction. Mr. Renold 
aims to make a chain perfect, and expects thereby to make it satis- 
factory, and from all we hear is doing well, and producing good and 
reliable cbains equal to claim. 


Change of Address.— Messrs. Allingham & Fennell, 


electrical engineers, bave removed from 27, Bower Road, Victoria 
Park, to Harrow Green, Leytonstone, N.E. 


Church Lighting.—Messrs. Calvert & Company, of 
Manchester, have recently out a number of church ligh 
installations, near Manchester. The latest, the Emmanuel Church, 
Southport, was completed for the o service on April 10th. 
The installation consiste of some 250 16-O.P. lamps, in fittings of 18, 
12,and 10 lights inside the church, and 100-C.P. lamps on orna- 
mental posts outside, the lights being arranged so that either one- 
third or two-thirds may be switched on at once from the main board 
in the lobby. This firm have also carried out the electric lighting of 
St. Luke's Church, Southport. 


Electric Light Cables and Wires,—Mr. Isidor Franken- 
burg, of the Greengate Rubber and Cable Works, Salford, Manchester, 
has sent us a list and samples of electric light cables and wires 
manufactured by him. The conductors of all the cables and wires 
which are given in the list consist of the best copper wire having a 
guaranteed conductivity of 100 per cent. of pure copper (Matthiessen's 
standard). In the various tables there are given P erm weights, 

and capacity of tbe conductors, and prices appear of 
taped wires and small strands, taped and braided ditto, taped and 
braided vulcanised electric light cables, wires and cables for aerial 
work, also cables and wires insulated with pure rubber. We have 
examined the various samples sent, and they all appear to be well 
made mechanically. 


Electro-Zincing.—We understand that electro-zincing 
has been adopted by Mr. Peter Brotherhood for his air compressor 
tubes, and a plant is now being erected at his works on the Cowper- 
Coles regenerative system. 


The Hook of Holland.—After many Wen Sosa, BAYS 

the Times Rotterdam correspondent, about the insufficiency of the 

hts at the entrance by the Hook of Holland, the Minister of 

has decided to ask for a credit in next Budget for two elec- 

tric lights of the highest power to take the place of the present two 
red oil lights. 


m 


580 


THE ELECTRICAL REVIEW. 


[Vol. 42. No. 1,066, APRIL 29, 1898. 


Dry Cap Lamp.—The dry cap lamp shown in the 
illustration is specially recommended by the Edison & Swan United 
Company for use in damp places or outside lighting. The lamps are 
specially suited for mines, pier lighting, or damp cellars, where it has 
been found that the plaster of Paris softens after the lamps have 
been ia use for a little time. The cap is attached by means of a 
brass disc and is fastened to the glass bulb by specially prepared 
cement, which is thoroughly damp-pro2f, and the leading-in wires 


are perfectly free, so that the lamp has an air insulation in the 
interior of the cap. It is important to note that although there is 
an air insulation, by using the thin layer of cement between the 
brass and the glass, it acts as a non-conductor and consequently there 
is very much less heat conducted than there would be if the brass 
and glass were not intercepted. 


Meeting of Creditors.— At the offices of the Man- 
chester Official Receiver, on 19th inst. а meeting was held of the 
creditors of James Fletcher and John Arthur Hirst, trading as 
Fletcher, Hirst & Co., electrical and mechanical engineers, av the 
Bankfield Works, Curzon Street, Burnley. The statement of the 
debtors’ affairs showed liabilities expected to rank for dividend 
£2,184, and assets £424. It was stated that debts to the amount of 
£1,131 had been proved. The debtors made an offer of 6s. in the 
pound, to be paid—3s. within seven days of the creditors’ acceptance 
of the cffer, and 3s. after the lapse of six months. The creditors 
present.were willing to close with the offer, but it was pointed out 
by the chairman that it was neither within their power nor that of 
the Court to do $o. The lowest composition that could be accepted 
and approved was 73. 6d. The meeting was therefore adjourned for 
a month, to give the debtors an opportunity of making a further offer 
to the amount required by the statute. 


Price Lists,—Messrs, Laing, Wharton & Down, Limited, 
have issued some advance lists of new alternating and continuous 
current apparatus which they are introducing. The lists particularise 
" Whardown" transformers, G type, illuminated dial measuring 
instruments, transformers for voltmeters and wattmeters, economy 
coils, single - phase motors, also Whardown" continuous current 
motors and dynamos and combined fans and motors. We understand 
that the firm attaches great value to the entirely new style of switch- 
board instruments which are illustrated, and although they are only 
listed for alternating current work, they may shortly introduce a line 
of continuous current ones. Special attention is directed to the 500- 
volt motors and motor fans in view of the demand likely to arise for 
motor current at this voltage in connection with the supply of current 
for electric traction. 

Messrs. Wilhelm & Co., London agents for Mr. K. Wienert, of 
Berlin, sends us a list of the ''Sonja" long hour arc lamp with 
enclosed arc burning from 100 to 200 hours for continuous and 
alternating current. 


The Vestry of St. Mary, Battersea, v. The County of 
London and Brush Provincial Electric Lighting Company, 
Limited,—On Thursday, April 21st, Sir Francis H. Jeune, sitting as 
an additional judge of the Chancery Division of the High Court of 
Justice, resumed the hearing of the above-named action, which was 
brought in order to have the question decided whether the defendant 
company, who hold a provisional order enabling them to supply the 
electric light within the district of Wandsworth, were entitled there- 
under to lay their pipes in Trinity Road, Battersea, part of which was, 
admittedly, in the parish of St. Mary, Battersea, and within the area 
of supply of the Battersea Electric Lighting Order. For the defence 
it was contended that this was not a case for a mandatory injunction, 
even if the defendants were in fault. Mr. R. Bray, Q.C., and Mr. 
Chapman appeared on behalf of the Vestry, and Mr. Cripps, Q.C., for 
the defendant company. The case was opened before His Lordship 
on March 9th, and a note on the subject appeared in the ELECTRICAL 
Review at the time. 

On Thursday last week, when the case came up again, His Lordship 
pronounced judgment, and said he should have been very glad if the 
case could have been settled between parties, but that had b2en found 
impossible. Public bodies as well as individuals were entitled to have 
their rights adjudicated upon, even although they afterwards might 
вее fit to arrive at an arrangement. Dealing with this ca e purely asa 
matter of law, the only question he (the judge) had to consider was 


that of the remedy to which the plaintiffs were entitled. That the 
defendants were wrong in what they had done, was, to His Lordship's 
miad, beyond doubt. 'The Act of Parliament approving the order 
under which the defendants worked, clearly defined their rights and 
powers, and it was equally clear to his mind that the plaintiff Vestry 
had vested in them— whatever the words might mean—the area in 
which the defendant's wires had been laid. It was also clear that 
the defendants had no right, without the consent of the plaintiffs, to 
lay their wires in that area. 'The defendant company was clearly 
wrong in what it did, and he felt bound to say that their conduct 
was as wrong as the principle under which they had acted, because 
it appeared that sometime before the particular act complained of 
the company had acted in a precisely similar manner, and laid down 
wires in another part of the same road, and when their attention 
was drawn to it they took up the wires and apologised. After- 
wards they applied for leave to place their wires in the same area, 
but that being refused, they took the law into their own hands, 
in the manner which had been put before the Court. Under the 
circumstances the question was what was the remedy to which 
plaintiffs were entitled, and as to that he thought the case was 
governed by that of Goodson v. Richardson, which was a decided 
authority in plaintiffs’ favour. The conclusion to which he (Sir F. H. 
Jeune) had come, was that the defendant company should Ъз called 
upon to remove the wires in question, and that there ought to be 
judgment for the plaintiffs for a mandatory injunction, and a 
declaration as prayed for with coste. His Lordship, however, on the 
application of Mr. Cripps, suspended the operation of the injunction 
for three months, with liberty to apply in the meantime for leave to 


appeal. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—The Gas and. Electric Lighting Committee 
had under consideration last week the suggestiona by Prof. Kennedy, 
with reference to the extension of the electric lighting to the west 
end of the city. It was decided to carry out the proposal by which 
the extension could be effected at a cost of £5,700. The Committee 
also resolved to extend the Union Street electric main at a cost of 
£168. The offer of Mr. Henry Brechin to supply steam coal for the 
electric station at 83. 6d. per ton has been accepted. 


Ashton.—4A circular re electric lighting, drawn up by 
эме 3 on behalf of the Council, is being distributed in the 
rough. 


Bangor.— The City Council has resolved upon gas exten- 
sions, and at the same time has decided to establish electric lighting 
works for supplying current for Garth Road and High Street at a 
cost of about £10,000. Ratepayers have given a guarantee of £500 
a year for the electric lighting. 


Barking.—On 21st inst. a Local Government Board 
inquiry was held into the Urban Council’s application for a £15,000 
electric lighting loan. The Barking Gas Company and a body of rate- 
payers appeared in opposition. Mr. W. C. C. Hawtayne, the con- 
sulting engineer, explained the scheme in detail. He estimated the 
working expenses as 2}d. per unit, and the annual gros: re venue at 
£2,600. After paying for working expenses and allowing for renewals 
and repayment cf capital and interest, and assuming that in addition 
to the public lamps the Council supplied private consumers with an 
equivalent of 3,000 8 candle-power lights, there would be a profit of 
£309 available for the reduction of rates or other purposes. 


Bradford.—The Bolton Road and Morley Street tram 
routes are to be lighted by means of arc lamps at a cost of £500 а 
year. The charge for lighting current is to be reduced from 5d. to 
43d. per unit, with a sliding ecale for the motive power. 


Belfast.—The engineer recently present:d a report on 
the comparative cost of electric and gas lighting for streete, with 
particular reference to some of the main thoroughfares, which, 
briefly summarised, conveyed the information that the present 
method of lighting the principal streets is, if considered sufficient, 
the cheaper, taking into account the fact that it is done at a loss; but 
if electric current were employed for the purpose, 3:75 times the light 
could be given for 2:2 times the cost, without loss to the department, 
while the ordinary street lamp could be replaced by incandescent 
electric light at the price at present paid. The report, in an amplified 
form, will again come before the committee. | 


Chislehurst.—The Board of Trade have approved of the 
Chislehurst Electric Lighting Order. - 


Сгоуйоп.—Мт. G. W. Willcocks held an inquiry at 
Croydon, on behalf of the Local Government Board on Tuesday, 
respecting the application of the Town Council to borrow money for 
the purpose of additional plant in connection with the electricity 
works, for additions to the electric lighting station buildings, and for 
£1,000, the sum payable by the Corporation to the British Thomson- 
Houston Company, Limited, upon the Corporation determining the 
period of working at the end of the first year, as referred to in 
Clause 18 of the agreement dated March 12th, 1896, and made be- 
tween the British Thomson-Houston Company, Limited, and the 
Corporation. The total amount required by the Corporation 15 
£6,772; but the inspector said an item of £2,772, required for the 
additional plant at the electric lighting station, did not really come 
within the scope of that inquiry. Alderman Miller said they asked 
for sanction for these items in consequence of the increased demand 
for supply. They already had double the number of customers, and 
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were still increasing at the rate of about 150 lamps per week, and 
they were compelled to hold over applications until additional plant 
was put, Unless ey got this by September, they would be unable 
to supply the demand during the winter. 


Dart ford.— The District Council has appointed a Special 
Committee to deal with the electric lighting question. 


Edinburgh.—After referring the matter back to the 
Lighting Committee, the Council has now adopted the recommenda- 
tion to light certain streets by means of arc lamps. The salary of 
the resident electrical engineer has been raised from £500 to £600. 


Fermoy.—The Town Commissioners have resolved that 
the agreement with Mr. Haynes Reed with reference to the electric 
lighting scheme for the township shall be signed without further 
delay, so that the lighting may be introduced before next autumn.“ 


,Fulham.—A special meeting of the Vestry, held on 
Wednesday last week, decided to carry out the provisional order and 
proceed with the erection of an electric lighting station, a dust 
ое and disinfector. The cost of the scheme is estimated at 


Glasgow.—The Corporation has agreed to supply current 
to the Clyde Trustees for the lighting of the Qaeen's Dock and Prince's 
Dock at 2d. per unit, the trustees to provide all the necessary lamps 
and carbons for same, and to undertake the trimming of the lamps. 
Negotiations are to be opened with the Glasgow Harbour Tunnel 
Company, Limited, for obtaining a wayleave for laying and maintain- 
ing one or more electric cables therein. 


Greenock.—The application of the North British Elec- 
tricity Sapply Company to the Board of Trade fora provisional order 
to supply electric lighting to Greenock, Port Glasgow, and Gourcck 
has meanwhile declined by the Board. Reprerentatives from 
the three towns and of the company interviewed the Board of Trade 
on Friday last, and Sir Courtenay Boyle said that in the event of the 
Greenock Corporation not taking advantage of their provisional order 
for the supply of electric light to the town and district within a 
year, the application of the company would be favourably con- 
sidered. 

Hack ney.—Deputations appeared before the Vestry on 
Wednesday, both in favour and against the disposal of the electric 
lighting order to a company. No conclusion was come to, however, 
for the matter was referred to the joint committee. It appeared 
from the proceedings that Mr. Medhurst has served a writ on the 


тешу. A special committee has been appointed to deal with the 
matter. 


Hampstead.—The Lighting Committee received a report 
from the chief electrical engineer explaining the &dvantage of adopt- 
ing the use of demand indicators on the premises of all consumers of 
electric current, and recommended that demand indicators be fixed 
on all consumers' premises, present and future, in order that the 
charge for current supplied may be uniform throughout. Mr. Cottam 
stated that the indicators would cost about £2 each. The total out- 
lay would be nearly £1,600. The recommendation was defeated by 
18 votes against 15. 


High Wycombe.—The Electric Lighting Committee, 
after having an interview with Mr. Bastian (on behalf of Messers. 
Hodges & Todd, the electrical engineers appointed by the Corpora- 
tion), and also with Mr. Wigham (engineer on behalf of Edmondson's 
Electricity Corporation, who are constructing the works for the 
Wycombe Borough Electric Light and Power Company), have made 
various recommendations to the Council regarding the general details 
of the undertaking, and these have been adopted. The positions 
for the arc lamps for street lightiog are to be settled later. 


Huddersfield.—The Electric Lighting Committee re- 
porte that the number of consumers this month is 650, an increase 
of 18 compared with March. The Jamps connected during April are 
44,047, an increase of 752, compared with the previous month. 


Kimberley.—According to the last advices, + private 
Bill is to be introduced during the next Session of Parliament to 
empower the Borough Council of Kimberley to supply electricity for 
the purpose of lighting, heating, or furnishing power to public build- 
ings and other places, and to borrow a sum of £25,000 for this 
purpose. 


. Leyton.—On 20th inst. a Local Government Board 
inquiry was held into the District Council's application for sanction 
to borrow £15,000 for electric lighting purposes. Mr. Bishop, the 
electrical enginc er, explained matters. There are at present 6,780 
lamps (public and private), 29 being arcs, and 500 or 600 lamps 
waiting for connection. 


Longton.—The Corporation of Longton, who have re- 
solved to take up the question of municipal electricity supply, have 
retained Mr. Ro Hammond as their consulting electrical engineer 
to lay & scheme before them. | 


Loughborough.—The General Purposes Committee has 
resolved, upon the Gas and Electric Lighting Sub-committee's recom- 
mendation, to apply for an electric light provisional order, and to 
spend £50 for поа assistance for the purpose of the proposed 
application. e matter will come before the Council. 


Lowestoft.—The General Purposes Committee of the 
Town Council considered last week the alterations made by the 
Board of Trade in the electric light provisional order. 


Lyndhurst.—Before committing themselves to the elec- 
tric light, the Parish Council want to kaow terms. A letter from an 
electric lighting company has been before the Council. 


Maidstone.—The Maidstone Town Council have resolved 
by eleven votes to six to defer the matter of the electric light until 
the result of the first year’s operation of the Shoreditch electric light 
and dust destructor scheme has been ascertained. 


Manchtster.— We briefly mentioned in a “Note” last 
week the estimated surplus of the Corporation electricity under- 
taking for the ensuing year. We now give the exact figures as stated 
by Alderman Higginbottom at last week's meeting of the Electricity 
Committee. The estimated expenditure on revenue account is 
£53,829. The leading items are: coals, £7,700 ; oil, waste, water, &., 
and current used on works, £4,300; repairs and maintenance, re- 
newals of plant (transfer), £9,000; interest on mortgage debt, &c., 
49,700; and sinking fund, £10,328. The estimated income, by sale 
of current and meter rentals (including £1,500 receivable from the 
city fund for public lightiog) is £66,000, leaving & profit balance of 
£12,171, out of which it is anticipated that £12,000 will be devoted 
to the relief of the rates. Last year the estimated income was 
£55,000, and the actual income £57,800, which yielded а surplus ot 
£14,080. The estimate of expenditure on capital account for the year 
ending March 31st, 1899, is as follows: land (sub-stations), £6,900 ; 
buildings (sub-stations), £5,090; buildings. and foundations (Dickin- 
son Street), £5,000; machinery, £59,000 ; mains, £60,000; meters, 
£3,000; cable stores and workshops, £5,000; total, £143,900. The 
estimate of expenditure on street lighting for the same period is: 
current for public lighting, £1,500; lamps and connections, £5,500 ; 
making the amount required to be raised in the current year's rate 
£7,000. . s 

At an adjourned meeting of the City Council on 20th inst., with 
the consent of the Council, Mr. Alderman Higginbottom was pér- 
mitted to introduce, out of the ordinary course, the recommendation 
of the Electricity Committee to make application to the Local 
Government Board for their sanction to the borrowing of the further 
sum of £150,000 for the purposes of the electricity undertaking of 
the Corporation. In moving the adoption of a resolution approving 
the Committ:e’s recommendation, Mr. Higginbottom said the 
money was required for electricity purposes in the city, Moss Bide, 
Lavenshulme, and Withington, under orders which had been sanc- 
tioned by Parliament. In Manchester it was needed to provide (1) 
six new feeders to supply the old network. These would be песев-. 
sary to convey the current from the new generators to the distri- 
butiog mains. (2) Distributing mains ia Chester Road and City 
Road. These mains it had already been determined by the Com- 
mittee to lay forthwith. In addition to these, it would be desirable 
to connect up with Moss Side along Denmark Road and Moss Lane,’ 
and also along Preston Street. Borrowing powers would also be 
required for the erection of cable stores and & testing room.on the 
land at the Polygon, and for purchasing sites for transformer sub- 
stations in various parts of the city. The high pressure foeders 
would be necessary for supplying some of these sub-stations, and also 
the sub-stations in Moss Side and Levenshulme. Provision was also 
made for carrying out the street lighting which it had been decided 
to provide for winter. There had likewise been included a sum for. 
new services and meters in the city area. In regard to Moss Side, 
the money was required for the distributing mains in the compulsory 
streets and for the high pressure mains. At Levenshulme the 
money was required for a site for a transformer sub-station, 
for distributing mains in the compulsory streets, and for high 
pressure feeders. At Withington the money was required for sites’ 
for transformer sub-stations, for distributing mains in the compul- 
sory streets, and for high pressure feeders. The following was a 
summary of the estimated cost :—Manchester, £73,3C0; Moss Side, 
215,600; Levenshulme, £8,970; Withington, £48,920 ; total, £146,790. 
This. would leave a sum of £3,210 for “ sundries and contingencies.” 
Sir John Harwood suggested that the sum asked for should be 
£200,000, and moved an amendment accordingly. This was seconded 
by Mr. W. Pollitt, and the Council agreed to it. 


Metropolitan Asylums Board.—At the meeting on 
Saturday the Worka Committee submitted a report in regard to the 
proposed electric lighting of the Northern Hospital. The Oom- 
mittee stated that Messrs. Burstall & Monkhouse, the consulting 
engineers, had informed them that in view of the great rush in'the 
engineering trade, and in order that the engines and dynamos, as well 
as the boilers required for the electric lighting, might be delivered 
before next winter, it would be desirable to issue the specification 
for these works in advance of the specification of the wiring and 
other electrical work. The consulting engineers suggested further 
that, from the nature of the work, it was desirable to obtain tenders 
from a limited number of approved firms, rather than by advertise- 
ment, The Works Committee therefore recommended, and it was 
decided to apply to the Local Government Board for assent to obtain 
tenders for the engines, dynamos, and boilers for the electric 
lighting of the Northern Hospital in the manner suggested by the 
engineers. | 

Messrs. Handcock & Dykes, of Westminster, S. W., have been 
appointed consulting electrical engineers in connection with the elec- 
tric lighting of the Tooting Bec Asylum. | 

The Brook Hospital Committee reported having consulted Prof. 
Kennedy, who designed the installation at that hospital, in regard to 
the maintenance of the storage battery. The Committee suggested 
that an agreement should be entered into for the maintenance of the 
battery for three years, but by the consent of the Board the recom- 
mendation was withdrawn for the time being. 


Newmarket.—The Council does not approve of the site 
suggested by the electric light company. 
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Norwich.—A local paper says that the construction of 
the tramway track is now being proceeded with. 


Peterborough. — Official intimation has been received 
by the Town Clerk that the Local Government Board has, upon 
further consideration, agreed to sanction the Peterborough Corpora- 
tion borrowing a loan of £15,000 for electric lighting. 


Plvmouth.—'The foundation stone of the Corporation 
electricity works was laid by the Mayor (Alderman J. T. Bond) on 
91st inst. Mr. A. R. Debnam, chairman of the Electric Lighting 
Committee, explained the extent to which it was at first intended to 
provide current for lighting and traction purposes. 


Portsmouth.—Lact Saturday a visit wan paid to Ports- 
mouth hv Mr. Gilbert, the president of the Boston Electric Light Oom- 
pany (U.S. A), and Mr. Hosman, the engineer and secretary to the com- 

y. They are stated to be making a tour of Eurove to discover 

е best system of electric street lighting, in order that it may be 
introduced into Boston, which already boasts tbe largest plant in the 
world, the street arc lamps there numbering no less than 2,800. Mr. 
Gilbert is reported to have declared that though he had been all over 
the Continent, be had never seen so good a system of arc lighting as 
there is at Portsmontb. | 


 Ripley.—A petition is being signed in Ripley in favour 
of electric lighting. 


Shapklin.—The Shanklin Trade Union had a disoussion 
on electricity v. gas a few days ago. 


Sheffield.—A publio meeting of the owners and rate- 
payers of tbe city was held on Tuesday to cons'der the Council's 
to promote a Bill for the purchase of tbe electric light 
aot peated and raising money for the purpose. The proposal was 
not a 
in May, the result to be declared on May 25th. A Sheffield paper 
implies that the meeting was attended by a number of electrical 
traders who were afra‘d that the Corporation might take away their 
wiring and fitting business, and they seem to have been responsible 
for the voting. 


Southampton.—4At the last meeting of the Harbour 
Board. the Works Committee reported tbat the electrical engineer 
(Mr. J. G. W. Aldridge) bad submitted plans of the necessary electric 
mains for the new cranes at tbe Quay, estimated to cost about £350. 
He stated that the cable conid be purchased of the makers and laid 
by the Board's staff. The Boerd accepted the Committee's recom- 
mendation to adopt the plan of the electrical engineer. 


St. Pancras.—The profit on the last year's working of 
the electricity undertaking has sufficed not only to wipe out a deficit 
ge y 5 year's accounts, but to provide a balance in 


Swansea.—Ata special meeting of the Corporation on 
Friday a report of the sub-committee was received showing that they bad 
failed to arrange with the British Electric Traction Oompany to supply 
the latter with electricity for the trams at 14d. per unit up to 400,000 
units, and 13d. per unit for any subsequent amount per annum. The 
T that it was undesirable that the tramway power 
should be secondary to the lighting, and continuity of supply was 
imperative. The company aleo could not pay any more than the 
actual cost of production, and therefore would provide their own 
works. The sub-committee advised the immediate proceeding with 
the Corporation’s own scheme, in combination with a dust destructor, 
as it was most necessary to bave the station in theirown hands. Mr. 
Manville, the electrical engineer engaged, attended, and after a long 
discussion it was decided, with only two dissentients, to proceed with 
the scheme, and to borrow £60,000 for the purpose. 


Taunton.—The Council last week adopted a recom- 
mendation of the Electric Lighting Committee that the sum of 
£11,500, instead of £10,000, as proviously agreed upon, should be 
applied for in order to provide for renewal of plant. Messrs. 
Sault ed erg hich MEE Mr Mx ville, who 

a w was exp y Mr. Manville, who 
attended the meeting. He said the electric light installation in 
Taunton was one of the first in the Kingdom for public lighting pur- 
pores, and they necessarily һай to start with plant which was usual 
in those days, and in fact the only plant that could be obtained, and 
in the extensions made by the Bill since they took the works over 
from the old company they had proceeded on the lines originally laid 
down. Those lines did not involve the greatest amount of efficiency 
in tbe running of the station, and his firm were anxious that the 
whole system should be brought up from the present somewhat 
antique design to the most modern lines, so that the station might be 
as efficient as any existing. If his recommendations were carried out 
а gross saving of £539 a year would be effected on the basis of the 
present output, and there would be a net saving of £373 a year after 
providing for payment of capital and interest on the money required 
for the proposed alterations. The report was adopted. 


Tipton.—The District Council on Tuesday heard repre- 
sentatives of the Midland Electric Corporation, and, after discussion, 
resolved to withdraw the opposition to the scheme. 


West Ham.—Last Friday a Local Government Board 
inquiry was held with respect to an application by the Town Council 
for sanction to borrow £2,841 for the purpose of lighting the publio 
buildings in the borough by electricity, 


Binitary Committee (Alderman О 


pproved by a majority of those present, and a voll is to be taken 


r 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. | 


Bristol.—The chairman and vice-chairman of the Bristol 
Proctor and Mr. G. Pearson) 
having talked over questions of electric traction still in dispute 
with the representatives of the Bristol Tramways Company, reported 
to their committee the result of their negotiations and made certain 
recommendations as to the course to be taken. A draft report to the 
Council was drawn up and this was dealt with and revised «t another 
ineeting of the Committee held on Monday It will be presented 
to a meeting of the City Council on Friday. It shows that there 
have been concessions on both sides, but there are still terms 
remaining unsettled. One poiat upon which the company has agreed 
is that of the capital required for works not less than £200,000 is to 
be raised in such a way that the rate of interest thereon shall not 
exceed 4 per cent. They are also willing that the fares shall be 
reduced po da io Average 10. per moe ое coat) Perera 
and zd. per mile for workpeople's cars, the times for running whi 
are to be extended. The controversy over the period at the end of 
which the Oorporation shall be tted to purchase resalted in 17 
years from May, 1898, being upon. The draft set forth 
that the company should not red to pay a wayleave for the 
permission to use electric traction, but this the Committee at their 
second meeting altered, and the advises the Oouncil that no 
arrangement would be satisfactory which does not require the com- 
pany to pay a moderate wayleave, tbat there should be a farther 
reduction of fares, and that the Corporation shall have the right to 
veto the overhead system in certain limited areas of the city. — 


Bournemouth.—The British Electric Traction Com- 
pany and the Bournemouth, Poole and District Light Railway Com- 
pany baving informed the Council that they үе amended 
schemes, the Council has resolved that it is still undesirable that 
tramways should be laid down in the borough, and that steps are to 
be taken to prevent powers being granted. 


Buenos Ayres.— The chairman of the City of Buenos 
Ayres Tramways Company, Limited, addressing the shareholders last 
week in London said tbat the question of the adoption cf electric trac- 
tion instead of horse-power had been folly considered by the board and 
by the local committee and general manager. They bad received a 
report from’ the local committee regarding the poseible advantages 
and disadvantages of the adoption of electric traction. That report 
was handed to an eminent firm of experts, who arrived at the same 
conclusion as the local committee—namely, that the substitution of 
electricity for borse-power was not desirable either in the intereat of 
the public or of the company. After serious consideration of the 
whole question, the board had come to the decision that although 
the electric motor system might possibly be adopted with advantage 
to suburban traffic, it was absolutely unsuitable to the narrow streets 
in which their lines were laid. 


City and South London Railway.—Lord Morley s 
Committee of the House of Lords has passed the City and South 
London Railway Bill, which con fers extension powers. The com- 
pany is also to raise 192,000 мош "ar ш capite ius 

wers Originally sought for the purpose о a portion o 
undertaking to the City and Brixton Company have been struck out 
of the Bill. - 


Dundee-Barnhill.—A private meeting of the Broughty 
Ferry Police Commission was held last week at which representatives 
of a Leeds firm submitted plans of a proposed electric railway be- 


tween Dundee and Ba . The system pro is of the over 
head trolley type, and tbe proposed route will be from High Stteet, 
Dundee, thence along Seagate, Blackscroft, and Ferry Road, crossing 


the railway at the Oil Mills, and onwards to Broughty Ferry, slong 
Queen Street, Monifieth Road, to Barnhill. The Broughty Com- 
mission is stated to have agreed to support the soheme. Official 
notice of the scheme, published in a Dandee paper, is signed by the 
solicitors and Parliamentary agents, and also by Messrs. Greenwood 
and Batley, Limited, Albion Works, Leeds, ponnn; Mr. Robert 
Ord Ritchie, M.I.E.E, Albion Works, L'eds, electrical engineer; 
and Messrs George Hopkins & Sons, 30, Parliament Street, West- 
minster, 8.W., civil engineers. | 


Ealing.—The old District Council pledged itself to 
strenuously oppose the scheme of the London United Tramways 
Company, but now that there is a new council in office, eight of its 
members being in favour of electric traction, there seems to be some 
prospect of the matter receiving carefal reconsideration. Notice of 
motion has been given for the question to Ъз discassed at the next 
Council meeting. 


Hastings—On 20th inst. the Town Council held а 
special meeting to discuss the tramways question, and a reso ution 
was passed by 24 votes to 14 applying to the Light Railways Com- 
missioners for an order authorising the Council to construct and 
work light railways in various parte of the borough. 
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MRRKTI.— According to recently published statistics, the 
115 miles, of which 64 miles were worked by electricity. In the past 


гет the introduction of electric traction on the street railways of 


uda-Pesth was completed, and, besides two new railways worked 
by electricity were opened, namely, the Miekolezer electric street 


railway,” and the “Maria Theresiopoler electric railway.” The 


traffic on some of the Buda-Pesth electric railways show a consider- 
able falling off in 1897 when compared with 1896; a result whioh is 
ascribed to the Millenial Exhibition in the latter year. 


Malaga.—It is proposed to convert the horse tramways 
in the town of Malaga, Spain, into electric lines. 


Moscow.—The April Board of Trade Journal has some 
interesting notes regarding the proposed electric tramway schemes 
for Moscow. It seems, according to H.M. Consul at that town, that 
the municipal authorities.of that city purpose converting the present 
horse tramways of Moscow into electric tramways. The two tram- 


way companies of Moscow have placed themselves in communication 


with two financial syndicates in Barlin and Dresden, and certain pro- 
positions have been made to the Mayor of the town— Prince Galitzin 
—who bas referred the whole business to a special commission to 
draw up a report and furnish H.M. Consul with a statement of what 
is actually required.  Tbis document will not be ready for some 
months, but should the Mayor eventually receive tenders from 
British firms, he promises that the same will have carefal attention 
from the Commission and exactly the same chanoe of being accepted 
as the tenders from other countries. 


Richmond.—On Friday night a meeting of the Richmond 
Town Council was held, when objection was made to the scheme of 
the London United Tramways Company for an electrio tramway to 
traverse Richmond—by a “back road" route- and Kingston to 
Hampton Oourt. 


ton, , 
Chatham. The two Town Councils and the Urban District Council 
of Gillingbam are in favour of the project. 


Nt. Helens.—Major Cardew, R. E., has been holding a 
Board of Trade inquiry into the application by the St. Helens 
Corporation for sanction to use elec power on local tramways 
on the overhead system, and to the borrowing of £25,000 for 
purposes connected with the adaption of the line, &., to electrical 
traction. 


Switzerland.—The three-phase electric railway which is 


CCC. . for 
the ways. The 


ease, with a fully load The new rack railway has a length of 
98 km., and a maximum gradient of 20 in a 100. The power is taken 
e Findelenbach, which drives four turbines of 250 H.P. each, 


9 per cent. above the speed of 
back power to the leads. When 


this 
The line from Burgdorf to Thun, in the canton of Berne, will 


year 
also be built on the three-phase system by this same firm. 


TELEGRAPH AND TELEPHONE NOTES. 


Cape Towa to Blantyre Telegraphs.— Mr. Cecil Rhodes 
recsived the following letter on 91st inst. from the Postmaster- 
General at Cape Town :—" Through telegraphic communication from 
Оаре Town to Blantyre (British Central Africa Protectorate) was 
established yesterday (Wednesday). Oongratulations.” The distance 
between the two points exceeds 2,000 miles. | 


Communicatiou with the Cape.—We learn from the 
Cape Argus of the 23rd ult., that during the od when the West 
route was interrnpted last month, at the same time that the 
Delagoa Bay-Natal cable was interrupted on the East Coast, messages 
from the Cape to London had to pass vid the Transvaal. It can 
hardly be t reading for many of the merchants, and others 
connected with the Ospe, to know that they have to thank the South 


African Republic for affording them at that time the only means of 


transmitting their telegrams. 


length of street railways in Hungary at the end of 1897 was 


advices from Honolulu announce that the 


: and Western Australia; 


The Delays in Australian Telegrams.—In our various 
notices concerning the delays aud interruptions to Australian trunk 
landlines, we find we omitted to mention that on Feburary 23rd last, 
" West Australian section: Owing to the presence of a hurricane 
between Israelite Bay and Eucla, that section of coastal line worked 
only simplex very badly; inland line also affected by heavy weather 
between Balladonia Eucla, which prevented q lex working 
on this wire, fair duplex circuit available; our inward business suf- 
fered delay. Bouth Australian seotion: Both lines worked duplex 
well till 10 p.m., when reduced to simplex; the new line 
badly, and the old wire fairly well till clear. Outward clear by 
West Australia 11.35 pe Oatward clear by South Australia 
2.80 a.m.” From this it is clear that as regards the inefficiency of 
the South Australian, as compared with the West Australian land- 
lines, there is little or nothing to choose; both appearing to be 
equally infirm; and yet it has been suggested that such lines as these 
should form a portion of the cable system which it was proposed to 
extend from London to Australia vid the Cape of Good Hope. 


A Pacific Cable.—An American exchange says that late 
Hawaiian Legislature is 
considering a ВШ] authorising the construction by the Pacific Cable 
Company of a cable between the United States and the islands. The 
Hawaiian Bill gives the company exclusive cable rightefor 20 years. 
The cable must be laid within 18 months after the passage of the 
Act by the American Congress, and extended to Japan within three 
years. It must be capable of transmitting 15 w a minute, and 
the toll rate between Honolulu and San Francisco is not to exceed 
35 cents a word, and to Japan it is not to exceed 90 cents a word. 


Queensland and the Pacific Cable.—In a speech 
made last week at Brisbane by the Hon. T. J. Byrnes, the new 
Premier of Queensland, as to the past and future policy of the 
Government of that Oolony, amongst othér statements the 
said : “ He was thoroughly favourable to the Pacific cable, and the 
Government were prepared to take a strong lead in the matter." This 
is quite in accordance with the conclusions arrived at by the majority 
of the Premiers of the various Colonies at the recent conference held 
in Melbourne, where “It was resolved that if Great Britain and 
Canada each contributed one-third of the cost of the Pacific cable, 
New South Wales, Victoria, Qaeensland, and Tasmania would be in 
favour of contribu the third. Mr. C. O. Kingston 
(South Australia) and Bir John Forrest (Western Australia) dissented 
from the resolution, expressing preference for the cable route vid the 
Cape of Good Hope.” The dissentient vote of the two latter is, of 
course, easily understood, as it is in the interest of the colonies which 
they represent to retain as long as possible control of European 
traffic, which at present over the landlines of South Australia 
ut it seems that, in view of the great fre- 
quency of interruptions to both lines, these gentlemen would have 
advanced the interests of Australia as a whole by voting with the 
majority. 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired, 
Brest-Bt. Pierre (Anglo, 1869) April Oth, 1898 ... 85 
West Indies ts 
Bt. Oroix- Trinidad . Nov. 80th,1 өөө - 
Oayenne-Pinheiro . 2Ath, 1 eee Й 
Oompany’s 
Parintins-Itacatiara ... May 5th, 1898  ... " 
Obidos-Parintins eee Dec. 7th, 1896 eee 606 
Oable beyond Gurupa... April 4th, 1888  ... 
0 ras-Latakia 9 0 еөз Feb. 10th, 1898 eee eee 
Вов Bissso Р .. April 12th, 1898  ... isi 
Oape Town-Mossamedes ... „ 14th,1898 .. 07 
Maranham-Para [IIl 006 , 17th, 1898 [II] eee 
Benguela- Mosoamedes ^. y» 20, 1898 .. m" 
LANDLINES. 
Trans-Oontinenfal 
yon d Masol line nd: March 12th, 1898 TII coo 
O wtagena-Barranguilla — ... July 4th, 1896 ... eis 
Saigon- Bangkok ... April 20th, 1898 ... April 20th, 1898 
ў " m coe n 21806,1898 ., » 2 rd, 1898 
5 eee eee $9 24th, 1898 eee ” 25th, 1898 


The name of the company should be Bermudas, not Bermuda. 


West African Telegraphs.—A Reuter despatch, dated 
Lagos, April 25th, says that tel врше communication has been 
established between Lagos and the British post of Jébba, situated on 
the Niger a little north of the ninth parallel. The whole of the 
work through the Ilorin State has been successfully carried out on 
the Lagos side by Captain Turner, R.E., and Mr. Stone, of the Lagos 
Pablic Works Department. 


CONTRACTS OPEN AND CLOSED. 


Aberdeen—The Council invites tenders for the supply and 
laying of about 10 miles of 67 single core feeder cable, 5 miles of 
2 three-core network cable, and 3$ miles of arc lamp series cable. 
The cable is to be armoured and laid in wooden casing. Under 
another contract the Harbour Commissioners invite tenders for the 
supply and erection of 62 arc lamps and three leadiag lights, each 
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consisting of four arc lamps. All lamps to be Brockie-Pell or 
Crompton-Pochin. Both the contracts will have to be completed by 
August 31st, and particulars in both cases can be obtained from the 
Corporation Electricity Works, Cotton Street. See our Official 
Notices” April 22ad. 


Belgium.—May 31st. The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May 3186 for 
the exclusive concession for the supply of electrical energy for 
lighting and power purposes during a period of 26 years, that is, to 
September 1st, 1924. Tenders to be sent to the Secretariat de la 
Commune d'Ixelles, Brussels, from whence particulars may be 
obtained. 

Edinburgh.—May 6th. 'The Corporation wants tenders 
for the wiring of the St. Leonard’s police station. Particulars from 
the resident electrical engineer, 5, Dewar Place, and see our '' Official 
Notices " this week. 


France.—May 5th. The French Post and Telegraph 
Authorities in Paris are inviting tenders until May 5th for the supply 
of about 139 kilometres of electric cables (gutta-percha insulated). 
Particulars may be obtained from, and tenders to be sent to, Le Sous- 


Secretariat d'Etat des Postes et des Telegraphes, Rue de Grenelle, 


Paris. 


Great Eastern Railway.—May 12th. The directors 
invite tenders for the supply of stores and materials. For particulars 
see our Official Notices" this week. Forms of application from the 
secretary's office, Liverpool Street Terminus, Е.С. 


Hyde.—May 5th. A Corporation Committee invites 
tenders for the supply and fixing of gas engine, dynamo, wires, 
fittings, &c., for electric lighting at the new technical school and free 
library. Engineers, Messrs. Lacey, Clirehugh & Billar, 78, King 
Street, Manchester. See опг “Official Notices” April 22nd for 
particulars. 


London.—Msy 17th. The Bethnal Green Board of 
Guardians invites tenders for the supply of plant, and installing the 
electric light at the new infirmary, Palestine Place. Plans, &c., to be 
obtained from the architects, Giles, Gough & Trollope, 28, Craven 
Street, Charing Oross, W. O. See our Official Notices April 22nd 
for particulars. 


Roumania.—April 30th. Tenders are being invited 
until the 30th inst. by the Roumanian Post and Telegraph Authorities 
in Bucharest, for the supply of 50 tons of galvanised iron wire, 
10 tons of galvanised steel wire, and 5 tons of tinned copper wire. 
Particulars may be obtained from, and tenders to be sent to, La 
Direction Générale des Postes et Telegraphes, Bucharest, Roumania. 


Sunderland.—April 29th. The Corporation is inviting 
tenders for the supply of a high-speed 225-kw. steam dynamo, and 
two Lancashire or Galloway boilers. Borough electrical engineer, 
Mr. J. F. C. Snell. See our “Official Notices" April 15th for 
perticulars 


Vietoria,— June 24th. The Council of the city of 
Hawthorne (Colony of Victoris, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. See our Official Notices March 11th. 

West Ham.—May 10th. The Council wants tenders for 
certain electroliers, standards, &c., required for its public buildings. 
Mr. J. J. Steinitz, borough electrical engineer. See our Official 
Notices” this week for particulars. 


OLOSNMD. 


Bournemouth.—The following is a list of the tenders 
sent in for supplying and fixing cables, conductors, lamps, columns, 
fittings, &c., for the ligbting of the Bournemouth Pier and Lower 
Pleasure Grounds by electricity. F. W. Lacey, M. Inst. O. E, borough 
engineer and surveyor, can perhaps inform us how the enormous 
differences originate : — 


— Pier | Pleasure p np. 
installation., B'Ounds . гре Total. 
| installation. 
| square 


£ s.d. £ sd; £ s.d. £ s.d. 
Crompton & Co., Limited.. 2,900 0 0 1,780 00 524 0 0 5,208 0 0 
Johnson & Phillips .. .. | 1353 6 0 1,386 120 66 0 0 2,805 18 0 
Brush Electrical Engineer- | 

ing Company "A Ке 816 17 6 702 0 0 221 2 6 1,40 0 0 
Laing, Wharton & Down, 

Limited г xí ia 7-6 0 0 694 00,2327 0 0 15701 0 0 
Leonard G, Tate Hn ix 825 0 0 507 0 0 270 00 1,602 0 0 
British Insulated Wire Com- | 

pany, Limited si va 725 4 7 532 0 2 326 10 0 1,583 14 9 
Bournemouth and District 

Electric Supply Compan 576 17 8 485 2 8 352 19 8 1,415 0 0 
Cash, Robinson & Co. s 588 3 0 472 0 0 0 1,252 17 0 


| | 
The following were informal:—Scott, Anderson & Beit, R. Whipp & Co., Bow, 


McLachlan & Co., Mendham & Co., Lovell-Simons & Co., Fippard & Cooper, 
E. G. Bryant. 


Leyton.— We understand that the Council has accepted 
the tender of Messrs. Siemens Bros. & Co. for the supply of dynamos 
at £737, that of Messrs. Wells Bros. for gas engines (£1,708) and 
that of Messrs. Laurence Scott & Co. for switchboards at £150. The 
buildings contract is in the hands of Mr. Coxhead. We gave par- 
ticulars of the tenders last week. 


Newcastle.—The Lunatic Asylum Visiting Committee of 
the Newcastle Corporation has considered the tenders for the instal- 
lation of the electric plant for the lighting of the new extension at 
the end um and that of Messrs. Corlett & Company (£2,388) has been 
accepte 


Watford.—We understand that Mr. Henry J. Rogers, 


Watford, has received instructions to supply all the arc lamp columns 
and arc lamps for the Watford electric lighting scheme. 


FORTHCOMING EVENTS. 


1898. 
Saturday, April 20th.— Association of Municipal and County Engi-. 
neers at Wimbledon, 11.15 am. Paper by Mr. A. H. 
Preece, electrical engineer to the Wimbledon Council, 
on The Works to be carried out for the Supply of 
Electrical Energy to the District"; at 4.15 p.m. the 
members will inspect the Conduit and Insulation 
Company's worke at Summers Town, and а paper will 
m read by Mr. F. H. Bathurst on “ Electric Wiring 
ractice.” 


Monday, May 2nd, at 8 o’clock.—Society of Arts. The first of a 
series of four Cantor lectures on “Electric Traction,” 
by Prof. Caras Wilson. 


Thursday, May 5th, at 8 p.m.—Chemical Society. Papers to be 
read:—"The Reactions of the Carbohydrates with 
Hydrogen Peroxide,” by O. F. Cross, E. J. Bevan aud 
Claud Smith; “The Properties and Relationships of 
Di-hydroxvtartaric Acid,” Part II., by H. J. H. Fenton, 
M.A.; “The Affinity Constants of Certain Hydroxy- 
Acids,” by S. Skinner, M.A.; “Molecular Weights in 
Solution of Permanganates, Perchlorates and Perio- 
dates," by J. Murray Crofte, B. A., B.Sc. 

Extra meeting of the Institation of Electrical Engineers, 
to be held at the Society of Arts, to hear a 
paper by Mr. Leonard Andrews, A. I. E E., on The 
Prevention of Interrupt ions to Electricity Supply." 
This arrangement was subject to the discussion on 
Messrs. Parshall, Cardew and Trotter's papers finishing 
last night. 


Friday, May 6th, at 8 p.m.—The Institution of Junior Engineers 
at the Westminster Palace Hotel. Paper to be read 
and discussed: — Evaporative Oondensers and Inde- 

ndent Air-pumps for Same,” by Mr. Harry Fraser 
(кеш). | 


Monday, May 9th, at 8 o'clock.—Northern Bociety of Electrical 
Engineers at Manchester. Paper by Mr. W. C. C. 
Hawtayne. | 


Friday, May 13th, at 5 p.m.—Physical Society. Paper on Galvano- 
ae Part II. By Prof. W. E. Ayrton and Mr. T. 
ther. 


NOTES. 


Iostitution of Civil Engineers.— At the annual general 
meeting of the Institution of Civil Engineers, held on April 
26th, Sir John Wolfe Barry, K.O.B., president in the chair, 
the result of the ballot for the election of officers was 
declared as follows :—President, Mr. W. H. Preece, О.В. ; 
vice-presidents, Sir Douglas Fox, Mr. James Mansergb, Sir 
William Anderson, K.C.B., and Sir William White, K.C.B. ; 
other members of council :—Mr. James Barton (Dundalk), 
Mr. Horace Bell, Sir Alexander Binnie, Mr. Thomas Forster 
Brown (Cardiff), Mr. Henry Deane (Sydney), Mr. W. К. 
Galbraith, Mr. George Graham (Glasgow), Mr. J. С. 
Hawkehaw, Mr. Charles Hawksley, Mr. G. H. Hill (Man- 
chester), Dr. Hopkinson, Mr. J. C. Inglia, Mr. Alexander 
Izat (Ladia), Dr. Alex. В. W. Kennedy, Mr. John Kennedy 
(Montreal), Sir James Kitson, Bart., M.P. (Leeds), Mr. A. G. 
Lyeter (Liverpool) Mr. William Matthews, Sir Guilford 

olesworth, K. C. I. E., Sir Andrew Noble, K.C.B. (Newcastle- 
on-Tyne), Mr. Alexander Siemens, Mr. Thomas Stewart 
(Cape Town), Mr. F. W. Webb (Crewe), and Sir Leader 
Williams (Manchester). 


Institution of Electrical Engineers, — Before this 
Institution last night papers were read on * Earth Returns 
for Electric Tramways,” by H. F. Parshall, member; and 
* Notes on Electric Tramways,” by Major P. Cardew, R. E., 
and A. P. Trotter, members. 
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Cables in War Time.—In the House of Commons on 
Tuesday Mr. Nussey (Pontefract) asked the First Lord of 
the Treasury whether he could inform the Hou:e if either 
belligerent had the right, and if so to what extent, to inter- 
fere with cables between the territory of the opposing power 
and any other part of the world. Mr. Balfour ia reply said: 
“ А convention, to which Great Britain, Spain, and the 
United States were parties, was concluded at Paris on March 
14th, 1884, providing for the protection of submarine cables. 
Bat by Article XV. thereof in time of war a belligerent 
signatory to the convention is free to act with respect to 
submarine cables as if the convention did not exist. I am 
not prepared, therefore, to say that a belligerent, on the 
ground of military exigency, would, under no circumstances, 
be justified in interfering with cables between the territory 
of the opposing power and any other part of the world." 

The Times concludes a leader on the war by some remarks 
on the fate of the cables. The article says :— 


Messrs. Eyre & Spottiswoode write to us to-day quoting a decision 
that they are commercial property, not liable to seizare, or at least to 
destraction, even if they carry war messages among others. But Mr. 
Balfour last night, in reply to a question, quoted a convention to 
which England, Spain, and the United States were parties, providiug 
for the protection of submarine cables, yet reserving toa belligerent 
the right to treat them as if the convention did not exist. It seems, 
therefore, to be an open question what is the precise position of 
submarioe cables under existing usages, though there can be none as 
to the position that ought to be assigned to them in conformity with 
the spirit of the Declaration of Paris. As the Power which can cut 
them can generally tap them and stop all messsges injurious to its 
interests, there seems the less reason for exempting this form of 
neutral property from the protection of the neutral flag. 


A telegram published early in the week in the Vew York 
Herald from its special correspondent at Key West says :— 
“The United States lighthouse tender Mangrove has picked 
up the cable between Havana and Key West. All the 
despatches passing over the cable to or from the Cuban 
capital are being read. The Government now has its own 
operators in Key West and a cable office. All despatches 
are subjected to censorship.” 

The Postmaster-General on Tuesday notifiel that tele- 
grams for all places in Cuba by the North American cables, 
via Key West, must be handed in at telegraph offices under 
the control of the British Post Office, written in plain 
largaage, and will be accepted only at the sender's risk. 


The Physical Society.—Before this Society on Friday 
last, Dr. S. P. Thompson exhibited a model apparatus made 
by the Helios Company, to illustrate the three-phase method 
of transmitting power. It consists of a small generator, 
driven by hand, and a small motor. The generator is sepa- 
rately excited by & small secondary battery; it has three 
independent coils. The six ends of the coils are connected 


to six commutator ringe. The motor has three corresponding 


pairs of opposite coils; these can be grouped in various ways 
for connection to the brushes of the generator. The six 
coils are on a hinged frame, so that, if necessary, they can 
be laid down flat for other rotation experiments. Two arma- 
tures are provided, either of which may be used. The first 
is an iron wheel, with peripheral copper bars arranged like a 
squirrel-cage ; the other is a simple iron disc, without added 
conduetors. 


Electric Wiring at Buenos Ayres.—The editor of the 
Review of the River Plate recently inspected several electric 
lighting installations carried ont for some private houses in 
Buenos Ayres by Messrs. Rufino Varela (hijo) & Co, and 
found that in nearly every instance the entire installations 
were being made without a single joint in the wires. This, 
says the writer, is certainly a move in the right direction, as 
jointe, as a rule, are the initial cause of all trouble in these 
installations. In many cases they are either not soldered, 
or else the work is scamped ; then they are badly insulated ; 
very often the wire is burnt by careless workmen, and breaks 
whenever any strain is placed upon it. This jointless work 
has, in our contemporary's opinion, a great advantage over 
all others, as it doss away with the primary cause of out- 
breaks of fires, keeps up the insulation resistance, and the 
special fittings used for branches are strong and neat, and 
the work easily lends itself to inspection and revision in 
case of faults. 


Municipal Authorities and Electric Lighting.—On 
Monday а conference of municipal authorities of England and 
Scotland, convened by the Municipal Electrical Association, 
was held at the Westminster Palace Hotel, to ascertain their 
views ав to what course should be taken before the Joint 
Committee of the two Houses of Parliament, which is now 
considering the question of electrical energy, generating 
stations, and supply within extensive areas, and has agreed 
to certain clauses. Manchester, Wolverhampton, and 
Glasgow had already agreed to take common action, and 
the representatives of the other municipalities on Monday 
agreed to eupport the course that they had decided to take 
before the Select Committee, and that their interests 
should be represented by Mr. Worsley-Taylor, Q.C., Mr. 
Pritchard, Q.C., and Mr. Lewis Coward. After debate, the 
conference unanimously decided that, notwithstanding the 
provisions of the Electric Lighting Act, 1882, powers should 
be given to municipalities for acquiring land compulsorily 
for generating stations, and that us to liability for nuisance 
and notices to owners, they should be under the same statu- 
tory powera аз railway companies as to their liability for 
compensation or damages for neglect; that compulsory 
powers should be given for acquiring land for generating 
papo not within the area of supply; that power should 

e given for breaking up streets between the generating 
station and the boundary of the area of supply ; that powers 
should be given for the supply of electrical energy over an 
area including districts of numerous local authorities, with 
the consent of such authorities; and that powers ought to be 
conferred upon promoters seeking to supply electrical energy 
*to other undertakinge, and not directly to consumers," 
with the consent of the local authorities. 


Röntgen on the Röntgen Rays.—Such a host of inves- 
tigators have devot d themselves to the development of Prof. 
Röntgen's great discovery, thet it would be no matter for 
surprise if there was nothing left for the discoverer to find 
out about his own discovery. Some novel properties of the 
X rays, however, have been described by Prof. Röntgen in a 
third communication on this subject to the Berlin Academy. 
Among these the following appear to be especially int rest ing. 
If a fluorescent screen is covered with a plate completely 
opaque to the X rays, a slight fluorescence can nevertheless 
b2 seen when the tube is in action. Róntgen has shown that 
this is due to rays proceeding from the air of the room, 
which emits X rays wherever it is itself exposed to their 
action. This fact pointe to the necessity of placing photo- 
graphic plates in a sheath of lead when used for long ex- 
posures, to prevent them being fogged by d'ffused rays from 
the back or sides. Of the raya which are given off by the 
platinum plate of a focns tube, those are moet effective for 
producing pictures which leave the platinum at аз great an 
angle as possible, within a limit of 80°. The specific trans- 
patency of bodies is greater the thicker the body. The 
ratio of the thicknesses of two equally transparent plates of 
different material is dependent on the thickness and the 
material of the medium through which the rays have to pass 
before they reach the plates. For instance, the ratio of the 
thickness of platinum and aluminium plates of equal trans- 
parency will be reduced to one-half if the rays are passed 
through a thick glass plate before they strike the metal 
plates. Röatgen, like Swinton and others, has shown that 
the contrast between bodies of different transparencies de- 
pends on the E M.F. used to excite the tubes. A spark gap 
in the secondary circuit acta in the same way as an inter- 
calat:d Tesla transformer; both produce more intense and 
less easily absorbed rays. By the use of a Tesla transformer 
and wire electrodes in a narrow tube, X rays can be produced 
with а vacuum of 3:1 mm., the usual vacuum being, of 
course, about 00002 mm. Hard tubes, аз Röntgen calls 
those tabes which require a very high E M. F., can be 
£o'tened, as is well known, by heating, or by re-admission of 
air, or, as is not so well known, by heatiog limetree charcoal 
placed in a side tube, or by sending through the tube a very 
powerful discharge. The composition of the rays given off 
by the platinum anti-cathode depends essentially on the time 
change of the discharge current. The quality of the rays 
is not affected by the change of the primary current, but 
their intensity is proportional to the strength of the primary 
current.— Elekíro-Zeit., 19, p. 192. 
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Auxiliary Wastes.—The Chicago Electric Traction 
Company are now alive to the saving in substituting 
electric motors for steam in driving auxiliary plant. 
Their large engines developed 217 H.P. on a water con- 
sumption of 3,903, or at the rate of 18 lbs. per I.H.P.-hour. 
The small engines used steam as follows :— 


Economiser engine 38:4 lbs. per hour. 
Stoker engine „ 004 " 
Air and feed pumps. 685°0 " 


The total is 759:8 lbs. per hour, or nearly 20 per cent. of 
the consumption of the main engines. While true that the 
exhaust went to heat the feed, the Street Railway Review says 
this was the function of the economiser, and it is scarcely 
an economy after all to employ a wasteful engine as a feed 
heater, when unavoidably wasted furnace products are avail- 
able for the purpose. 


011 Fuel.—Oil fuel has been used for several weeks past 
at the Chicago Elevated Power Station, one of the 
2,000-H.P. units having been run six hours daily on oil 
fuel. Storage tanks and pumps, with duplicate pipes, are 
completed. 


Exhibition of Acetylene Apparatus.—The Executive 
Council of the Imperial Institute has on foot a scheme for 
holding an exhibition of acetylene gas generators and illumi- 
nation by acetylene gas. The generators admissible are 
divided into three groups, viz., (1) those in which the gas is 
generated by water being allowed to drip, or flow in a small 
stream, on to the top of the carbide; (2) those in which 
water rises round the carbide; (3) those in which the 
carbide falls into the water; these being again sub-divided 
into automatic and non-automatic. Forms are being sent 
out for applications for space; but the Council will not 
undertake to ho!d the exhibition unless, by May 2nd, there 
is a sufficient number of applicants to cover the actual outlay 
which will be involved. 


Street Lighting at Buenos Ayres.—The streets of the 
city of Buenos Ayres are at last to be lighted by electricity, 
as the municipality has we i says a River Plate ex- 
change, the tender presented by the Compania General de 
Electricidad de la Ciudad de Buenos Ayres. To commence 
with, 300 8-ampere lamps are to be installed in various 
districts. The prices are:—120 lamps, burning all night, 
at $27 each, $3,240; 180 lamps, burning up to 1 a. m., at 
$20.25 ½ $3,645. Total, $6,885 per month. The 
saving under this a ment as compared with the gas 
bill is expected to be considerable. 


Electric Motor Printing Presses.—The Electrical Age 
says that the largest printing press ever built is being driven 
by a Crocker-Wheeler motor. This press was constructed by 
R. Hoe & Co., and is an octuple, stereotype ecting press 
and folder. It prints, folds, counts and delivers 96,000 
eight-page newspapers in an hour. A 75 horse-power motor 
built by the Crocker-Wheeler Electric Company, of Ampere, 
N.J., and New York, has been installed under the floor for 
direct connection to the gigantic press above it. 


Steam Engine Trials.—At the South Western Poly- 
technic, Chelsea, S.W., a special class in * Steam Engine 
Trials,” intended for draughtsmen and advanced engineer- 
ing students, will be conducted by Prof. Pullen, Wh Se, 
A. M. I. C. E., and Mr. H. A. Clark, Wh. Sc., A. I. E. E., on 
Tuesday evenings, from 7.30 to 10 p. m., commencing 
May 17th and terminating June 28th, 1898. Inquiries 
to the head of the engineering department. 


Gas Producer Feeding.—The importance of even feed- 
ing of gas producers is insisted upon by Mr. Bildt in a 
paper to the American Institute of Mining Engineers. The 
familiar hopper and cone introduces large masses of fuel sud- 
denly into the producer, generating large volumes of gas at 
one time, while at another the gas becomes small in quantity 
and there will be excess of air with formation of carbonic 
acid, or when the gas is used in furnaces, oxidation of the 
metal from excess of oxygen. The cone is, moreover, an 
uneven distributor, depositing more fuel on one side than on 
another, and variable gas results. An ideal feeding device 
should be continuous in action, feeding just so much coal as 
will yield the gas required in a given time, and it should 
evenly distribute the coal over the surface of the already 
deposited fuel so as to give an even resistance to the rising 
column of air im order to prevent uneven action. The 
author has patented a device consisting of a spiral revolving 
in the upper ра of the producer, and receiving coal through 
a shoot and slide. The description of the revolving spiral 
and its action is not very clear. Analyses are given of two 
gases, one from a producer using little water, the other from 
a steam-blown producer, which shows a large percentage 
of hydrogen and a very much smaller percentage of nitrogen. 
One is cited as from Domnarfoet, the other from the Wash- 


burn and Moen Manufacturing Company. They are as 
follows :— 
Domnarfoet Washburn. 
DO od РЕТ -— 2:00 aida - 4°90 
O bes das oi 0 10 - 6% nil 
DD. 27:90 26 80 
C, H, 0:10 0:40 
А 2°60 18°10 
CH, . г 350 
E. = 67 60 46:30 
100 00 100 00 
Percentage combustible 30°60 48 80 


In the steam-blown furnace some of the CO has been made 
from oxygen produced by decomposing the steam jet. This, 
of course, saves using so much air, and reduces the nitrogen, 
thus producing a much richer and more combustible gas, as 
well as utilising the heat of conversion of carbon into 
monoxide to dissociate the steam. If the result is a cooler 
gas an economy will have been effected, but there is evi- 

ently a greater production of CO, with the steam jet, 
which, however, may not be due to this. 


M — — 


Presentation.—On Saturday last the staff of the King’s 
Road Central Station, St. Pancras, presented a testimonial 
to Mr. H. R. Burnett (who is leaving the service to take 
up the position of borough electrical engineer at Barrow-in- 
Furness), consisting of a silver stop watch with suitable 
inscription. The presentation was made by Mr. Sydney W. 
Baynes (chief electrical engineer). 


Lecture.—A lecture оп. * Wireless Telegraphy, with 
experimental illustrations, will be given on Wednesday, 
May 4th, at 8 p.m., also on Thursday, May 5th, at 8 p.m., 
at the Skinners’ School for Girls, Stamford Hill, by Mr. J. 
E. Taylor. The proceeds are to be devoted to the Hackney 
Technical Institute movement. 


The Spiral Globe, Limited.— We understand that 
within a few days the public will be asked to subscribe to 
the capital of a company with the above title. The spiral 
globe is a new form of lamp reflector, consisting of a closely- 
wound spiral of small glass rod around the bulb of the 
incandescent lamp. Asa means of increasing the effective 
illuminating power of the lamp, it has been favourably 
reported upon by Mr. Hugh E. Harrison, Mr. W. H. Preece, 
and Mr. F. J. Down, the latter of whom ventures to esti- 
mate the company’s probable sales at 2 million lamps per 
annum, and its profits at not less than £26,000. 
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Obituary. —We hear with regret of the death of Mr. 
George Greenwood, of the well-known firm of Greenwood 
and Batley, of Leeds, which occurred at his London reei- 
denos on 16th inst. Mr. Greenwood was 57 years of age. 
Ten years ago, when the business was turned into a limited 
company, the deceased gentleman came to London and acted 
here as director. Mr. Greenwood was a member 
of various institutions, inclading the Institution of Civil 


Engineers. 


Early Electrical Appliances.—We understand that by 
request of the secretary of the Institution of Civil Engineers, 
Mr. Killingworth Hedges, of Emery Hill Street, Ashley 
Gardenr, Weetminster, is gathering together, for the purpose 
of an exhibit at the May Conversazione, a representative 
collection of early electric lighting appliances used from 
about 1876 to 1886, excluding large objecta, euch as 
dynamos. This is, we understand, in -honour of the new 

t, Mr. W. H. Preece, C. B., &c., and if suocessful, 
we believe the exhibit may take а permanent form. Mr. 
Hedges will be glad t» receive exhibits, ard to hear from 
all who are able and willing to render any assistance in 
this matter. 


Davy Davies Hoisting Gear.—The Davy Electrica 
Construction Company write “ ќо thank Mr. Ernest Kilburn 
Scott for his good opinion of the Davy Davies patent hoist- 
ing gear” in our last issue. ‘The gear, as illustrated," 
they say, “is merely one of our methods of carrying out the 
invention, and we see no difficulty in applying the gear to 
all kinds of street and private arc lighting. 


NEW OOMPANIES REGISTERED. 


Lancashire Electrical Engineering Company, Limited 
(56,992) —Registered April 19th, with capital £5,000 in £1 shares, 
acquire the business carried on by J. 
а . Barratt at Ar bz Old Btreet, Ashton- -under-Lyne, as 


neers, Крра 
each) are = McDermott, Old Street, Ashton-under-Lyne, electrical 
scared 8 lor, 40, Bentwick Street, Ashton-under-Lyne, 
„асат 175, Old Street, Ashton-under-Lyne, 
EL J. O'Oonnor, 28, Rycroft Street, Ashton-under- 
Lyne, J. a; J. Ватан, Trafalgar Street, Ashton-under-Lyne, 
ae У атм 13% ne Road, Gorton ; 5 
Igerton treet, Higher pens w, pattern maker. number of 
ш. than two nor more than three; the sub- 
scribers are to a са аа сто 50 shares. 
office, Volt W: Piá Btreet, ton-under-Lyne. 


Electric Horse Promotion Syndicate, Limited 
(56,996) .—Registered April 19th, with eapital £5,000 in £1 shares, to 
Aopt an agreement with J. Lambert and to promote or assist in 
а company for the acquisition of certain undescribed 

and inventions. The subscribers (with one share each) are: E. 


, 191, Earls Oourt Road, Kensington, clerk; A. J. Biss, 53, Elisa- 
beth Street, Walworth, clerk; W. C. Choke 0 6, eee a pA 
Кене ET x H. Harman, 11, 


Lancashire Light Railways Company, Limited. 
7 ,018).— Registered А 21st, with capital £50,000 in £1 shares, 
urchase, | contract for or otherwise acquire, equip, 

traen re i work light railways and tramways in Lancashire о 
elsewhere, and to oarry on the business of electricians, деше. 
suppliers of electricity, and electrical apparatus manufacturers. 
The subscribers (with one share each) are:—J. B. Atherton, Man- 
hattan, Gateacre, ire, man ; F. J. Leslie, 15, Union 


Court, Liverpool, solicitor; W. M. M. Forwood, 15, Union гое 
Li 1, solicitor; C. О. Grindrod, 11, Knowsley Road, Rock F г 
Chesh gentleman; A. E. Haptie, 5. Durham Road, Seafort 
Live 1, cashier; A. Rackley, 8, York Road, Seacombe, Oneshire, 
clerk ; J. G. Setterfield, 16, Thorndale Road, Waterloo, clerk. The 
number of directors is not to bə less than three nor more than seven; 
the subscribers are to appoint the first; qualification, £200; re- 
muneration as fized by the company. Registered by F. J. Leslie and 
Company, 15, Union Court, Liverpool. 


Sphere Lighting Company, Limited (57 040), —Re- 
gistered April 22nd, with capital £12,000 in £1 shares, to adopt an 
agreement with F. Gallsworthy, to acquire any inventions, patents 
and rigbte, for the lighting of billiard tables and rooms by electricity 
or otherwise, and to carry on the business of billiard 
quisite manufacturers, electricians, electrical, 

metallurgical engineers, &c. The subscribers (with one share each) 

аге:—Ё. Gallsworthy, 17, Wellington Street, ds, leather factor; 

J. J. Gordon, 1, Bond Btreet, Leeds, chartered accountant; J. M. Bar- 
wick, 24, Basinghall Street, Leeds, solicitor; A. O. Peake, 24 
Basinghall Street, Leeds, solicitor ; E. О. Simpson, 47, Albion Street, 
Leeds, solicitor; T. H. Cooper, Great Northern Hotel, Leeds, 
manager; G. H. Hebblethwaite, Westroyd, Mirfield, belt manufac- 
turer. The number of directors is not to be less than three nor 
more than seven; the first are C. E. Bulliog, F. Gallsworthy, J. 


- Gordon, G. H. Hebblethwaite, A. O. Peake and E. O. Simpson; 


qualification, £100; remuneration as fixed by the company. Re- 
gistered office, 47, Albion Street, Loeds. 


OITY NOTES. 
Huddersfield PROBABLY the best way of showing the sound 
Corporation and steady progress that is being made at the . 
Electricity Huddersfield Municipal Electricity Works is to 
Works Accounts. reproduce the comparative statement which is 


included in the abstract of accounts for the year 
ending December 31st, 1897. From a fairly heavy deficiency of 
£2,547, which was encountered at the end of the first year’s work 
(1893), the management has been able to show a very substantial 
profit, after providing for interest and contribution to sinking fund. 


The following table gives the cost per unit :— 


1897. 1896. 
Total capital expended £69,415 £58,117 
Number of units sold 438,848 304,163 
Number of lamps connected 41,702 28,983 
Revenue from sale of current e 00520 — 28,598 == 
Net revenue .. e e 44,964 — 
Average prioe obtained per unit 4°06d. — 
Cost of production. 4 Per unit. 1806. 
Comics. ub A 901 “494. — 
Oh waste) water, and engine room { 104 „06d. — 
stores 
alee and wages at generating | 985 „54d. — 
on 
Repairs and maintenance of build- 794 ("152 d 48d. a 
ings, ngines, boilers, dynamos, &c. 
Rent, rates and taxes $11 17d. — 
Management expenses, directors’ re 
muneration, salaries of managing 
engineer, secretary, clerks, &c., J 1.001 55d. — 
stationery and printing, general 
establishment charges, auditors, 
law charges, and insurance 
Depreciation of buildings and plant) Е ыл — 
account 
Renewal fund account .. PT = xm 
Total £4,096 9.944. е, 
А 
"om 
Revenue. & d. per unit, 
8,533 0 0 4°66d. 
By sale of current А ae 
Meter rents, &c. .. T a iis 458 0 0 = 
Supply of steam .. ў T = = 
Transfer fees as "E si sa == = 
Other items 69 0 0 — 
Total £9,060 0 0 4:668. 


Total cost per unit (exclusive of depreciation and renewal 
accounts), 2°24d.; works’ cost, 1:534, 


— = — . — ö 


REVIEW. 
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| T | | | | Balance. 
No. of BCP. | — 
No. of B. T. units ' : | 
Ү ded. lamps Income. Expenditure. " ia | 
еме | consumere gonnected, , Old | о алома Rate in 4, 
| | fund. | 
EE dua e ж  & d | £ s d | & s d £ s. d a. 
Dec. 31st., 1893 .. 112 | 9,618 43,224 1067 311 | 361411 8 | 2,547 0 0 € | 14, 
и 1891... 214 15,342 158.169 3,560 8 7 5,625 13 4 2,065 0 0 "T | 14 
i, 1895 .. 280 ' 90,889 | 922,753 5,351 Б 0 | 6724 9 0 1373 0 0 "t 07 
„ — 1896. 335 ; 28933 ^ ' 304163 6.864 2 5 | 6429 13 4 se e 
„ 13897. 598 | 41,72  , 438,848 9,060 12 1 7,876 12 1 | im | 1,184 0 0+ бпрепсїевассошшь 
i 


Submarine Cables Trust. 


THe twenty-seventh ordinary annual meeting of the certificate 
holders of this trust was held on Wednesday at Winchester House, 
Old Broad Street, the Marquis of Tweeddale presiding. 

The OHAIBMAN, in moving the adoption of the report cf the 
trustees, said, that the revenue for the past year amounted to 
£22,997, being an increase of £105 over the previous year. Only 
£3,300 of the dividend to be received from the Eastern Extension 
Company for the quarter ending December 31st had been brougbt 
iato the present revenue account, instead of the full quarter's divi- 
dend, as in former accounts. The total dividend and bonus for that 
quarter would amount to £4,315 7s., as in former years, во that, had 
they taken credit for the whole sum, the increased revenue would 
have been £1,120 instead of £105. At one time the December 
quarter's dividend was generally received before the closing of their 
books on April 15th ia each year, but latterly it had not been received 
until the end of April or the beginning of May, in consequence of the 
half-yearly meeting of the Extension Company being held somewhat 
later than it used tobe. It was hoped, however, that next year they 
might be able to pay the two coupons in full upon the due date with- 
out bringing in such a large portion of that interest, and the trustees 
looked forward to the time when the interest could be left out of the 
revenue account altogether until it was actually earned. The total 
expenses for the year had amounted to £1,159, which was an increase 
of £96 over the previous year. That was principally duetothe extra 
cost of printing new notes for each of the existing 3,381 certificates. 
Notwithstanding that unavoidable expense, it would be observed 
that the total expenses were considerably less than was provided for 
by the trust deed. Coming to two principal features in the past 
year, the first was their return to the payment in full of each half- 
yearly coupon, and the second the completion of the salo of the 
Anglo-American Company's deferred stock, and the re-investment of 
the proceeds in dividend-payiog securities. The reduction in the 
rate of theannual dividend which tock place ia 1885 prevented them 
from meeting certain coupons on their due dates. Between 1888 and 
1891 they were one coupon behind, but since the latter date they had 
been able gradually to recover the lost ground, and for the last seven 
years they had paid an average of £6 83. 7d. per cent., and therefore they 
had at last reverted again to the payment in full of the two last 
coupons on their respective due dates, which was a matter on which 
all connected with the trust were entitled to be congratulated. The 
proceeds of the sale of the Anglo-American deferred stock had 
amounted to 469, 200, and the money had been invested in other 
securities of the character approved by the trust deed, and as the 
securities covered a wide area be thought they gave greater security 
to the trust. As showing the satisfactory position of the trust he 
might say that their investments showed an average appreciation of 
over 76 per cent. 

Mr. J. Denison PxDIa seconded the motion, and the report was 
adopted. 

The retiring auditors having been re-elected, the proceedings 
terminated with a vote of thanks to the chairman for presiding. 


The Calcutta Electric Supply Corporation, Limited. 


THE first report of directors, to be presented at the annual general 
meeting of the shareholders of the company at the City Terminus 
Hotel, Cannon Street, in the City of London, to-day, at 2 
o'clock p. m., states that immediately upon the formation of 
the corporation, instructions were given to the managing agents 
in Calcutta to negotiate for the purchase of a site upon which 
to erect the generating station. After some little time a suitable site 
was acquired; but owing to the fact that the land was covered with 
native buildings, and to the necessity for the vendors in some cases 
taking ejectment proceedings to get rid of the occupiers, the corpo- 
ration has only just recently obtained possession of the ‘site. The 
question of the use of overhead wires in some of the streets of Cal- 
cutta has involved very protracted negotiations with the Government 
of Bengal, the Telegraph Department, and the Municipality of 
Calcutta. These negotiations have recently been concluded, во far as 
to permit of the contractors making arrangements for shipping the 
neceasary cables. Now that the eite for the generating station has 
been obtained, the contractors have entered into sub-contracts for the 
erection of th» buildicga and chimney; the whole of the cables and 
copper for the maias have been ordered, and a good portion of the 
generating plant is well advanced towards completion, so that ship- 
ment can be made immediately the buildings are ready to receive the 
plant. The question of the renewal of the company’s concession at 
the expiration of the period for which it was originally granted, viz., 
21 years, for а further like period, has been the subject of negotiation 
with the Government, and the directors have no reason to doubt that 


| #1618 9 1 


the assurance, given to the company before the issue of the prospectus, 
will be carried out. The auditors, Messrs. J. H. Duncan & Co, 
appointed by the board in the first instance, offer themselves for re- 
election. 


The Oriental Telephone and Electric Company. 


Tue fourth ordinary general meeting of this company was held 
at Cannon Street Hotel on Wednesday, Mr. William Addison pre- 
siding. 

The CHaIBMAN said that the net profits exceeded those of the 
previous year by £1,000. The expenditure had increased by the 
removal of the exchange to a move central position, and providing a 
new switchboard. They might expect similar expenses to arise. The 
rate of exchange had been more favourable to them than it had been 
for the past seven years. Business all round had been making steady 
progress, and the electric lighting bad turned the corner. They were 
hopeful that the business already secured would show a fair profit. 
They would remember that the board had built up a reserve fund 
of £12,000, which was still intact, but owing to reconstruction could 
not be touched. They now. suggested that a new reserve fund 
should be made to meet contingencies, repairs, and extending 
buildings and plans. | 

The report was then adopted. 

Sir Auckland Colvin was re-elected a director in the place of Mr. 
Frost, a retired director, who did not seek re-election. - 


Stock Exchange Notices.—The Stock Exchange Com- 
mittee have (1) appointed special settling days as under :—Thursday, 
May 5th.—Babcock & Wilcox, Limited—further issue of 8,000 


. ordinary shares of £10 each, fully paid, Nos. 14,001 to 22,000 ; South 


London Electric Supply Corporation, Limited —further issue of 9,159 
shares of £5 each, £2 paid, Nos. 55,842 to 65,000. And (2) ordered 
the undermentioned securities to be quoted in the Official List :— 
Babcock & Wilcox, Limited—4,666 vendore’ ordinary shares, Nos. 1 to 
4,066, 3,333 vendors’ 6 per cent. cumulative preference shares, Nos. 1 
to 3,333, and а further issue of 8,00 ordinary shares, Nos. 14,001 to 
22,000 ; Chelsea Electricity Supply Company, Limited — further issue 
of 8,000 ordinary shares, Nos. 32,501 to 40,500; House-to-House 
Electric Light Supply Company, Limited—further issue of 5,601 
ordinary shares, Nos. 10,101 to 15,761; South London Electric Supply 
Corporation, Limited—further issue of 12,500 ordinary shares of £5 
each, £2 paid, Nos. 43,342 to 55,841, and & further issue of 9,159 shares 
of £5 each, £2 paid, Nos. 55,842 to 65,000. 


Eastern Extension Telegraph Company.—Subject to 
confirmation by the shareholders, the directors have declared а 
dividend for the quarter ended December 31st last of 28. 6d. per share, 
together with a bonus of 4s. per share, or 2 per cent., making a total 
distribution of 7 percent. for the year 1897. The dividend and bonus 
will be paid on May 12th. Ё@ 


West India and Panama Telegraph Company, 
Limited.—The directors recommend a dividend for the six months 
ended December 31st of 6d. per share on the ordinary shares. 


The City of London Electric Lighting Company, 
Limited.—Mr. George Herring has been elected a director of this 
company in place of the late Lord Suffolk. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending April 22nd, 1898, were £2,609 13s. S.; corresponding period 
(Easter Week. 1897, £2,963 9s. 10d. ; decrease, £353 16s. 2d. 

The City and South London Railway Company.—The receipts for the week end- 
ing April 24th, 1898, were £998; week ending April 25th, 1897, £928; 
increase, £70; total receipts for half-year, 1598, £17,709; corresponding 
period, 1897, £17,612; increase, £157. 

The Dover Corporation Electric Tramways.—The receipts for the week 
ending April 23rd, 1808, £125 188.; total receipts to April 23га, 1898, 
£1,421 2s, 2d. 

The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Friday, April 22nd, 1898, were £576 13s.; corresponding 
week last year, £893 Us. 7d.; decrease, £306 "s. 7d.; passengers carried, 
92,160; corresponding week last year, 117,731; aggregate to date, £6,592 
ls. 5d.; aggregate to date last year, 47,117 58. 3d.; decrease to date, 
£225 3s. 10d.; mileage open, 8 miles. . 

The Liverpool Overhead Railway Company.—The receipts for the week ending 
April 24th, 1898, amounted to £1,452; corresponding week last year, 
£1,770 ; decrease, £318, 1897, includes Easter Monday. 

The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the weck ending April 22nd, 1898, after deducting 17 per cent. of the 
gross reccipts payable to the London Platino-Brarilian Telegraph Сөй: 
pany Limited, were £2,964, Я Т 
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SHARE LIST OF ELEOTRIOAL COMPANIES. 
TELEGRAPH AND TELEPHONE COMPANIES. 


Closing Closing a : 


Dividends for 
Quotation Quotation, week 
Share. the last three years. Apri 90th April 27th. Ap UM 


1897. | Highest. Lowest 
100 —1C4 ` 100 104 [ITI eee 


eos е eve? eee ' өөө — — 8 
eee еее TIO m ITI 93 — 96 93 m 96 TT "T" 
V. s 168 13а) 3 % | 59 — 62xd | 59 — 62 60 | 59 
° А 188. 65 6s.| 6 % |1096 1103xd/109 - 110 1092 | 1084 
е 0 eee ITI TT 12 — 12 124 — 13 123 114 
И" 79| 79| 16 — 164 | 159 162 | 16 | 158 
do. 5 96, 2nd series, 1988 ... e - .. 1118 .n6 112 116 
Г Léd., Ros. 1 to 44,062 eee eec soo eo 4 % eee 3 — 33 3 — — 
Gable Oo. TII seo TII eee eee Bed. 8 % TY) i ERU 57 ane 041 TT 
Sterling 500 year 4% Deb. 0 eee [III eos 04 —1 C == 104 1084 
Telep. Const. and Main., Led. ove eee 14% 2 % eos ў — — ETT TT 
eve 206 [TU] rr) eot 8 96 8 96 7 % 64— 5 — 
eee ooe eee өөө eee 10 96 10 96 144 d 153 14 — 15 
4% | 49| 4% — 5 4— 5 
10 * 10 10 — 11 10 — 11 
44% | 44%] 44% |103 —106% [13 -106% | ... 
24% 21% ... | 104 - 102xd| 10 — 103 | 10%] 10 
s 99 —102 93 —101 100 99 
6% | 64% 174 Perd 16р 174 | 274 | 16g 
6% 8 19axd|18 19 18} | 13 
5 5%| — 100 из 1.0 103 ves 
1% . 1127 130 125 129 125 
^ 


7 % |18} 182 174 - 18} 188 172 
5% HAE: 103 |99 103 » 


5%| ... |100 —168  |100 —103 
4% 4 9% 127 130 [427 130 


. 90 108 100 103 

5% ... 100 —103 100 — 103 

4% саа 102 —105 102 —105 . ee 

4% ТТ 107 —110% 107 -110 % eee e.. 
44% | 44%) ... | 114 12 lij - 11$ 11 11 


6%] .. | 174 — 178 |16$- 173 17 16$ 
10% 10 %| 294 – 304 | 39 — 30 as’ aes 
% 5%| 5 9 |100 - v3 [100 —103 was ice 
ios 95 —100 95 —100 
10 96 10%| ... | 02 — 55 62 — 55 
6% 6% . [106-109 106 —109 : 
4% 47 4% 2 — 2 2— 3 
64% | 54%) 6 | 533- 6 | 5— 5 5i 
6% 6 96| 6%/ 16 - 18 15 — 17 163 
6% 6 %| 6 %| 15 — 17 15 — 17 aa 
6% | 55 5%) 5- 6 5 — 68 | 5 
83% 33%| 34% 100 —105 100 —105 ies 
5% 59| 5%, 8 - H 
453 4% 105 - 108 10b 108 224 
5% | 5% 8 | 8 — 9 
eos ve 186 141d 136 — 141 
453 5 4— 4 4— 
5 % iy 105 —:08 |105 — 108 107 
4% | ni 9j - 44 | %- 4i ш 
|а ai 1112 115 n 
А = = 11 
НЕШЕ ЕЛЕ 
1% | йй |. — 4 — 4 4g 
1% iy, ° 106 —109 Pu 108 
1 ; — == 
6% 3 . | 72- 7% |7- | "1| 75 
6% | 6% . — 7 5— 7 
6% | 5%. 105 —108 |105 —108 
: ы; 105 —110 |105 —110 


90,000 Oross and Strand Шоу pply eos eee coe 5 6 7 1 т 1 18 — 14 ees 

36,000 |*Ohelses Electricity Supply, Léd.,’Ord., N Pc Ia ve м ay res a a 1l ip 
L] L] 08. eee — 

60 d Deb. Stock Red. at 449, mi 1156—17 115 —117 


= 
з 
a 
© 
© 
de 
& 
| 
8 


000 gh 
50,000 of London Blec.Lightg. Oo. , Ord. 40,001 90,000 
Ону Ро, до. * Prov. Certs. Nos. 90,001 to 


10,000 ini 171— 183 18 174 
40,000 Do. do. 6 96 Oum. Prof., 1 to 48,008 6% | 6%] 6%| 17$ — 18h | 174— 18) Р 
400,000 Do. 5 % Deb. Stock, . (iss. at £115) all paid 5% ы 5 % |129 —134 29 —134 aise 
30,000 |Couaty of Lond. & Brush Prov. E. Lig. L4d., Ord. 1— 30,000 ni ; nil | 144— 15 14 — 15 14 143 
10,020 Do. do. do. Nos. 30,001 to 40,000 £4 pd. А 208 Secs “agar ees 84— 9 jus 
20,000 Do. do. do. 696 Pref., 40,001— 60,000 m 6% 6 * 6%) 154— 16 15 — 16 154 15H 
17,400 | Edmundsons Elec. Corp., Ld., ord. shares 1—17,400 £4 pd. РА з 3 4— 4 
10,000 | House-to-House Elec. Light Supply, Ord., 101 to 10,100 4 96| 10 — 11 10 — 11 
eyes 2 Electric Bapply Lad. А 6400 к И ы Н 2 Н 2 18 — 19 17.— 183 81 177 
Ш ? , eee 4 5 % 18 — — 1 1 7 
220,0003 . 4% first m eee 0 44% 44% 44% 117 — 121 117 — 121 117 eon 
6,452 Notting Hill Ligh a Г) Led. nee 00 ese 2 % 4 % 6 % 191 — 204 19 — 20 19% 194 
31,980 k. James's Pall Mall Neo. tOo., Led., Ord. ... “as 7196 | 108% | 144% | 17$— 184 174— 183 18 174 
30,000 Do. do, 7% Pret, to 49,898 75473 7% 10—11 |10—11 " 
50,000 : Do. | do. 4 * Deb. Red. eee ә 4 Ф 107 —110 e. e 
43,341 South London Electricity Supply, Ord., £2 paid. vis à 22— 23 29 28 
79,900 | Westminster Blectric Supply Oorp., Ord., 101 to 80,000 ... 9 * 12 96! 164— 17 16$ — 17} 160 
* Subject to Founder Shares. t Quotations on Liverpool Stock Exchange. 
5 Unies otherwise stated all shares are fully paid. | Dividends paid in deferred share warrants, profits being used as eapit 


A аге tor a year consisting(of the latteripart of опе year and the бги part of the nent. . 
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Stock Closing 
— * Ghare| the last three years. Tori eh. | April gb. 
1896. | 1806. | 1897. 
30,000 Өн agi саса Ee АРУ m nus 10 ses „ | 154—164 | 15j— 16 
10,000 { 9 9: (ected at £3 zen prem. all paid 10 T) ee ese eot 71— 81 
90,000 | crash Hileci. Enging. Oo., Urd., 1 so 90,000... | 3 2% | ni | mit] 18— ц | WR 1 
90,000 Do, do. Non-cum. 6 95 Pref., 1 to 90,000 183% nil | 4 24 2i— 2 
195,000, Do. do. % Perp. Deb. Stock.. Stoc... . [10—14 110 —114 
50,000 Do. ag 2nd Deb. Btock Red. eee Stock eee oe 102 —105 102 —105 
19,994 | Oentral London Railway, Shares кз. ж cw 399 ss ‘ 104— 102 10 — 14 
129,179 Do. do. £6 paid eee eee 10 ТИ eee 64— 6{— 
‚254 Do. do. Pref. half-shares £1 pd. oes eos eee oon eee 14— 2 14— 2 
67,680 Do. do. Def. do. £5 pd. өө do eee eo TI 4§— 44 44— 48 
690,000; Ойу and Bouth London Railway ove ee aes TI) Stock 1496 14% 11% 68 = 70 67 =r 69 
48,180 VC b| "di ... sea 2— 23 2— 9 
99,261 Bdison & Bwan United Lgt., Ltd.," A pror )s 5% | 59% $)— 2 2— 3, 
17,189 Do. do. do. “A” Shares 01—017,139 515% | 54% 4— 5 4— 6 
6 Blectric ee eo жынсы — 
ТҮҮ" a 10 J ыры t 16,49 21796, 17% 8%— 34 9)— 3 
111,100 Do do. 4% 3 1st Mort. Deb. Stock |Btock| ... m 106 —108 |106 —108 
‚196 B . LI] » 1 to 70,008 oe eee 2 eee est E C 
87/275 | Mlmore’s Wire Mig., Ltd., 1 to 69,585, issued at 1 pm. | 3| .. |... — i 
14500 Eme Т Klingt Works Pr „ ., 87 naa mpi | зц— d 
| р do. ` Y% Pret. .  ..| 10/73 | 4 3| 7 4 180—194 | 184—1 
Е inne nue a CIE PAP E 
Lr v LL DIL ff ШЫ ff fl 
10000 do Pret 216 la. . 10|5%| 53 5 ib т 
37,350 | Telegraph Осава. and Млівбсе., Led. iss Pu % | 18 15% |15 96116 95 — 38 35 — 38 
150,000 Do, do, do. 5 % Bonds, red. 1599 | 108 | 5 % | 6% 5% 102—105 102 —105 
540,000! Waterloo and Oity Байта s Ord. Stock eee eee eee 100 eee eos eee 185 —138 133 — 196 


t Quotations on Liverpool Stock Exchange. 


t Unless otherwise stated АП shares are fully paid. 


Dividends marked § are for а year consisting of the latter part ef one year and the first part ef the next, 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


е Birmingham Blectric Bupply Company, Ordinary £5 (fully paid) 10§. 
House-to-House Company, 44% Debentures of £100, 108—110. 
h Blectric Oom ‚ Ldmited 
gp ere rtm paia) ае ; 1M Prefermece 
Сата 6%, £5 (fully paid), 8—8}. Debentures, 107—110. 
Dividend, 1897, on Ordinary Shares 10 %. 
* From Birmingham Share List, 


London Blectric Supply Oorporation, £5 Ordinary, 3—4. 
* T, Parker, Ltd., £10 (fully paid), 153. 


Yorkshire Hoate-to-House Hloctricity Company, £5 Ordinary Shares 
fully paid, 8—84. Dividend for 1896—6 9. 


Bank rate ot diséount 4 per cent. (April 7th, 1808). 


MARGINS FOR ECONOMY. 


Wa sete’ Mone ToS Ago опе very margins for econom 
which existed everywhere in this country, and which, if taken in hand, 
would go a way to the routing of foreign competition, which has 


become formidable from not having these wasteful margins. We 
might instance an example which came recently under our notice, 
and which serves to illustrate our meaning. In passing through a 
F locomotive type boiler in course of being 
stayed. Two men were at work upon it. They were tapping the 
holes for the stud stays, using the customary long tap ише meris 
pe i apa lates, and which in our young days was ous] 

бат by hand labour i 


and rapid auxiliary, and put the taps through the plates in 
ble br hand. On the boiler whioh 


men was armed with a flexible shaft, but the other man was putting 
his tap through at about treble the speed effected by the flexible 
shaft. He was using a little compressed air three-cylinder engine 
contained in a small cylindrical box, and coupled up by a flexible 
Indís-rubbet tube to an air compresser. At the rate be was doing 
the work he would save, as compared with his fellow workman, about, 
shall we say, only 10s. a week. It would be more. This would soon 

y for a new apparatus to replace the old flexible shaft, which, in its 
kann, had replaced the hand work. But it occurred to us that if the 
shaft were ged for a small motor, the new tool would put to 
shame the rapid air tool we so much admired, and very soon the air 
tool also would be displaced by an electrical tapper. 

We would not quarrel with the use of compressed air in the work- 
shop. For some purposes it is better than electricity. For example, 
we think air is better than electricity for operating small direct lift 
cranes, such as are employed to lift work from the floor to a lathe. 
These small cranes are direct acting and easily controlled; they 
might as well be water-worked, except that water has the freezing 
objection to contend with, and there is more or less riek of leakage. 
They may not be very efficient, but they are cheaper than a small 
electric crane would be. But for portable drills, reamers, tappers, 
&c., electricity is certainly more easily applied, and more efficient 
than compressed air. For this class of work, involving the reaming 
or tapping of hundreds of holes, the element of speed is important 


a small er and a engine. In a recent 
investigation by the writer of the conditions of one of small 
workshops, it that the only regular work to be done every 


engine seemed to record about tbe same number of losions. The 
gas engine might have driven a dynamo, and all the chafting might 
have been abolished. It is all very well to say that if shafting is 
kept in order it will absorb much less power than is usually the case. 
But in practice it is the small shop which is worst off for shafting, 
because there is not the staff to look after it, and in every respect the 
small shop is at a very great disadvantage, both in respect of the fuel 
consumption for the energy output of the engine and in respect of the 
mec efficiency of the organs of transmission. The dead load 
bears so large a ratio to the live load, and moreover, the dead load is 
run 10 hours a day, where the live load is run from two to six hours 


only. Gas engines pay in small shops as compared with steam, but 
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dig арі not enable us to dispense with shafts and belts, and 
ey must run all day. It is very much in the time not worked 
that such large economies are possible with electricity. 

Even where steam is employed the attempts to economise it are 
very half-hearted. We have seen live steam used for heating where 
exhaust steam would have done as well. We have seen а 
stove heated by the steam pipes to the engine, which were left 
on purpose to help the stove. The owners would not listen to any 

that the resulting wet steam was very prejudicial to the 
economy of the engine, and there was no water separator. This sort 
of economy—for the owners believed that in thus using the engine 
steam pipes they were saving a set of pipes, and also so much non- 
conducting covering is really very common. Moreover, these same 
pipes had nine bends where two only were necessary. Had this 
pipe been made direct and covered the lengths of pipe saved would 
ve been sufficient to have made up the stove heat, for the steam 
pipes were not wholly on the stove. Some of them were out in the 
open air and bare in places to the rain. 

And le talk of bard times. All the examples cited have come 
under the writer's direct attention; they аге but samples of thou- 
sands more or less parallel instances of waste, and we are bound to 
“oh бызаа in many similar cases ure to remedy has come from 

—from the man at a few shillings a week, and has been blocked 
by the man above, whose refusal was usually that he did not see why 
such or such an action would save fuel. Electrical driving, even 
when it comes from outside generated power, appeals to such men 
when they happen to get it because they are keen to reduce a metered 
charge. These mme men will goon paying for coal in eroess because 
they have not the knowledge to teach them how to estimate where 
the losses come in. We have known them pay for expert advice, 
and refuse to follow it because they could not understand “why it 
was so.” i 


COMMERCIAL FORMS OF ELECTRICAL 
RESISTANCES FOR LIGHTING AND 
POWER PURPOSES. 


Br Lr. B. ATKINSON. 


Tum functions of a resistance being primarily to regulate or deter- 
mine the amount of the current, which it s by its resistance, 
its second function is to dissipate the heat produced by the electric 
power expended on the resistance. This becomes a matter of cooling 
surface, and leads to a wide range of peeve designs. 

§ generally, then, in considering electrical resistan the 
points to be considered are the (1) material of which the electrical 
resisting circuit is composed, (2) the nature of the support for such 
circuits, and (3) the material for insulating the circuit from the sup- 
port, and, in addition, the nature of the switching mechanism for 
varying the amount of resistance in circuit. 


(1) MATERIAL OF WHICH THE ELECTRICAL Resistance CrBOUIT 


I8 COMPOSED. 


Bince all conductors offer resistance to the passage of the elec- 
tric current, any conductor may be used as a resistance. The fol- 
lowing table shows the resistance of 1 centimetre in length of 
various metals and alloys, carbon, and liquids, the cross-sectional 
rai dore specimen being 1 square centimetre and the tempera- 


TABLE or SPECIFIC RESISTANCES. 


Tasty I. 
Resistance per cubic Percentage variation 
centimétre. per degree Centigrade. 
Silver See 1:504  microhms 877 
Copper - 1:598 " 388 
Iron ... és 9716 " 453 
“German silver” 20 93 03 
Platinoid .. 510 " к i 
“M nin ” ..| 520 practically nil 
"Eureka" ... ... | 600 ji 5 
% Rheostene " ..| 1000 i > 
Oarbon is .. | 4,200-40,000,, — 2 
саду И ..| 32 to 3,200 ohms — 2 
ution of 10 : 
cent. solution) 115 ohms di 

Solution of zinc sul- 

phate (density 283 „ EM 
"| me 

4 ensity ЕЕ 
1-10) 137 „ 17 


This table is only to be used as a guide, since, except with pure 
silver and copper, as all the other materials are of somewhat undefined 
composition, and the resistance of alloys and carbon varies greatly. 


* Abstract of paper read before Northern Society of Electrical 
Engineers. 


Amperes. 
tu 
о 


with their chemical and physical condition. It will be observed 

the materials used are special alloys, for the 
cng he pig гч agen ича ала benny a 
very high resistance, have a very small tem ure coefficient, which 
is important, as resistances are often worked to a temperature of 200° 
C., causing a very considerable variation of resistance. 

An interesting example of this is in the use of iron wire when 
it is approaching a red heat, in which case it will be found that the 
resistance rises so rapidly, that а very large increase of E. M. F. will 
only cause a very small increase in the current, because as the H. M. F. 
is raised, causing a small increase of current, this raises the tempera- 
ture, so that the resistance rises almost as fast as the E.M.F. 

The writer some years ago used this property for aro lamp resist- 
ances, when even if the lamp was cut out, permanent rise in 
current was quite small. 

The metals, solids, and liquids shown in the table are those which 
are most frequently used for resistances, and with regard to 
these, the usual form of the metals and alloys is ip the shape of wire 


or strip, the former generally wound into оов. 


Oarbon may be used either in rods, in which case the ends should 
be electro-coppered, and the connections clamped and soldered to the 
copper, or the carbon may be used in the form of flat plates piled on 
one another. 

The material, Relugite," shown in the list, is a new material, now 
being put on the market by the Electric Insulation Syndicate, of 
Cardiff, and having an incombustible base, such as asbestos, in which 


speci 
C the limits given, and this material 
also may be used 


attached, whilst the liquids also leak or evaporate, so that they have 
good, and the composition and resistance is constantly 
varying. 
Слввүїна CaPacrrY or RR rann MATERIALS. 


It is important to determine what is the carrying ca of the 
wires, strips or plates, of which a resistance is emet eed tats being 


defined in relation to some particular allowable rise of tem 

The rise of temperature to be allowed is probably the point on 
which the greatest difference of opinion seems to exist among manu- 
facturers. 
It is somewhat curious that the fire insurance offices who define 
to a nicety the insulation of the circuit and other quantities, are 
exceedingly vague on what is probably one of the chief 


cted 
incombustible material, and that no combustible material sh be 
within a foot of the resistance. 


pated OB ES RR DAE UR 


II 
. 


о ʻo 02 G3 064 55 46 07 08 09 | 41 11 |!) (4 15 16 7 18 
Diameter in inches. 


4, Iron wire coils on 4-inch bar, 280? C.; B, Rheostene 150° C.; c, Rheostene 
100° C.; D, Iron 60° C.; E, Silver 50° C.; r, Rheostene 50° G.; c, Tinned 
iron maximum safe current, 


Since most organic matters and fabrios char at a ra ania of 
200° O., the writer thinks that that limit at all events should never be 
passed, and probably the rule defining that the maximum кир 
ture of the hottest at the maximum working load should not 
exceed 150? C. would be a safe rule. 
The principal methods of dissipating heat from resistance are by 
iation, air currents, and in certain cases by circulating liquids, 
such as oil or water. | 
The amount of heat radiated at the temperatures discussed is not 
large, and the use of liquids for cooling is not common, so that practic- 
ally s g cooling by air or currente is the usual method. 
It is obvious, therefore, that the designs should be such as to 
allow a free circulation of air through those parts where the heat is 


being produced. 
WM RESISTANCES. 


For this reason where wires are used, it is advantageous that the 
diameter of the wire should be small, so as to give a maximum surface 
for a given cross-sectional area, and to the requisite current a 
sufficient number of wires should be placed : 

Again, where wires are wound into coils, these coils should be open, 
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and there should be a space between successive turns of the coils of 2 
or 3 diameters to allow an effectual passage of air. 

In the case of long coils placed үөр the upper parts of the 
coil become far the hottest, as the air h by the lower coils is the 
on os medium. —— — 

t is almost impossible to give any general rule as to the carrying 
a T of wires in coils. 

he shows the relation between the diameter of the wire 
and the carrying capacity of wires stretched ont straight in the air, 
and for certain eee 

If the wires are in coils drawn out so that the space between the 
wires is about 2 diameters, the current the wires will carry for the 
same temperature will be about one-third of that given by the 


One of the moet effective forms in which wire can be used is in the 
form of wire gauze, and the best class of gauze is that in which the 
longitadinal wires carry the current, the wires all being in parallel 
connection, whilst the cross threads carry away the heat, and in this 
сое load to be carried by а given wire is double that given іп the 

A great difficulty occurring with wire resistances, particularly 
where alloys, such as German silver, are used, is that the wires 
кошо brittle or rotten, and break, causing short circuits, апа danger 
of fire. 

In the case of resistances enclosed in boxes so that only the out- 
side surface will dissipate the heat, the carrying capacity of the wires 
is much less than that given in the table, and the ultimate carrying 
capacity of the resistance will depend on the surface of the casin 

to the air, and for a temperature of 150° C., the total external 
surface should be about 16” per watt to be dissipated. 

The surface for this may be increased, if of metal, by 
casting ribs or fins upon the casing, во as to increase the surface. 

Some resistances are only required for a short time at intervals, 
such, for instance, as resistances for starting motors, and here the 
element most to be considered is not the surface on which depends 
the power cf steadily dissipating heat, but the total specific heat of 
the parte on which d ds the rise of temperature with the given 
load in the time for which it is to be used, and in this case materials 
having a high specific resistance with large bulk may be used to ad- 
vantage, or if fine wires are used, they may ba imbedded in materials 
such as enamel or sand or asbestos, which will absorb, by conduction, 
the heat from the wire itself. 


CARBON RESISTANCES, 


A common form of carbon resistance consists in the use of ordi- 
nary lighting pencils, with the ends coppered and connected up by 
cla 


mps. 

These resistances for testing purposes can be run at a very high 
temperature, but they dissipate heat badly, they are very liable to 
be broken, and are not often used for resistances which may have 
to be transported. | 

Carbon resistances made wp of plates placed in a frame are often 
used, and they have the advantage that the resistance may be varied 
by screwing them up more or less tight by a clamping screw. 

In this case a very large part of the resistance is due to tho resist- 
ance of the surface of the contact between the layers, and due, also, 
to the fact that tbe current travels in the plane of each layer from 
the points of contact at the surface, of one set of plates to those of 
the next set; these, in most instances, not coming opposite to one 
another on the plates. 

In other words, except when the plates are screwed up quite tight, 
the current is travelling by a sig- ng course through the pile of 
plates, and it is principally this which enables the resistance to be 


The material previously mentioned, viz., “ Relugite,” is used in 
the same way, and with the same results, but it has a great advan- 
tage over the carbon resistances, in that the material being fiexible 
and elastic, a much wider range of the screw is obtained, so that the 
resistance can be varied more gradually, whilst the tendency with 
solid carbon resistances for the plates to actually break contact and 
so set up an arc is got over. 

The chief difficulty with carbon resistances is that they present a 

very small cooling surface. 
116887 has been с 1 8 5 ” resist- 
ances by interposing me tes between the plates material, 
which metal plates are larger than the plates of the material, and 
thus serve to conduct the heat from between the plates, and to pre- 
gent a large surface for the air to pass through to cool them. 


Ілостр RESISTANCES. 


The commonest form of liquid resistance is a wooden tub filled 
with water in which is sulphuric acid, common salt, washing soda, or 
other metallic salt, to render it more or less conductive, and in which 
are immersed plates leading in the current. 

Buch resistances cannot, of course, rise above the temperature of 
boiling water, and they absorb a large amount of heat due to the 
large latent heat of steam. 

uch an arrangement is, of cdurse, a very rough one, and only used 
for temporary purposes. 

For permanent installations iron or earthenware jars or pots are 
used, containing solutions, and having electros of various forms which 
can be moved in relation to one another. 


(2) MATERIALS ғов BuPPonTING Resista WIRES OR 
MATEBIALS. 


In the early days of the use of electric power, resistance wires or 
coils were usually in wooden frames, and the writer believes 
he was the first to introduce into the market standard of 
resistances, in which the supports were wholly jenna e 
bustible material, that is say—iron frames carrying slate or 


porcelain insulating parts, to which were attached the resisting 
wires. 

These resistances may be, and аке provided with a switch 
having a number of contacts, which enables, more or less, the resisting 
wire to be included in the circuit. 

A class of support previously mentioned is the use of enamel on a 
base of iron. In this case the iron is first enamelled, to give it an insu- 
lating coating; the wires, which are very fine, are then pu on the 
enamel, and covered with thick of enamel, w is then 
fused, so that the wires are firmly imbedded in it. 

The resistances known as the Carpenter resistances, and the resist- 
ances in most heating and cooking apparatus, are arranged in this 
manner. In thiscase the enamel carries the heat from the wire to 
the iron supports, which then distributes it, and forms the cooling 
surface 


In the case of the " Relugite ” resistance material, this is carried in 
iron frames, generally on pillars or bolts passing through it, the insu- 
lation being enamel, and in certain cases mica or asbestos sheets are 
used where fiat surfaces are to be insulated. 

In a form of liquid resistance which the writer has used, the cur- 
rent enters at the bottom of one tube and leaves at the bottom of 
the next tube, & wire fork or bridge being raised or lowered in the 
tubes. 

A curions phenomenon occurs with such an arrangement, the 
complete explanation of which the writer is unable to give, vis.: 
That using lead plates at the bottom of the tubes and a copper or 
iron brid piece, the resistance and heating effect is not equally 
divided between the tubes, but is largely concentrated in one of 


them. 
(To be continued.) 
; , 


TRIAL OF THE SULLIVAN UNIVERSAL 
GALVANOMETER ON A TORPEDO BOAT. 


Tax Sullivan Universal Galvanometer has recently been tried in the 
English Channel on an Admiralty torpedo boat steaming at various rates 
of в The object of the trials was to determine the effect on the 
working of the instrument of the excessive vibration experienced on 
those vessels. Throughout the observations the galvanometer was 
mounted in a cabin aft almost immediately over the propeller, with 
the instrument facing towards the bow, and in the first instance was 
screwed to the cabin table in the usual way without a cushion of 
India-rabber or other vibration absorbing material interposed between 
instrument and table. Thus the vibration of the boat was com- 
municated direct from table to galvanometer. The distance between 
mirror and scale was 42 inches. The following is а record of the 
behaviour of the galvanometer under these conditicns : — . | 
The boat was found to be most vibratory at 300 to 350 revolutions 
of the engines per minute (about two-thirds full speed). The obser- 
vations noted below were all made at that speed. | 
. Bo severe was the vibration then experienced that a glass of water 
8 tbe table was in a few minutes more than 
emptied. Nevertheless, the instrument behaved very well. 


Showing galvanometer in tray and 
rabber stays at four corners. 


Side of tray removed showing 
the hair felt pad. 


Only an occasional movement of 30 to 50 soale divisions was notioe- 
able.. In every case this disturbance was of the nature of a pons 
eri the spot y шан 5 returning to sero without . 
ing or passing int. At all other times there was no perce 
tible unsteadinese. ET | E 
The galvanometer was then mounted as follows, and a further 
series of observations made :—A thin wooden tray was screwed down 
to the table, and inside were laid two thicknesses of hair felt, each of 
them °8 inch thick, together & pad or bed about 1:5 inch thick 
when not compressed and 1 inch thick when the galvanometer was on 
it. The internal dimensions of the tray were 12 inches by 12 inches 
by 3 inches deep, thickness of sides } inch, and bottom & inch. The 
flat portion of the wooden base of the galvanometer stood just below 
the top edge of the tray. At each corner of the galvanometer base 
(and in its screw holes) and at each corner of the tray was a screw, 
an India-rubber band connecting each pair of screws, so that at each 
corner there was an elastic stay sufficiently strong to keep the galvano- 
meter in position when the boat rolled and pitched heavily, and yet 
the India-rubber bands did not transmit vibration from the tray to 
Pith this ar d the propeller doing 
i arrangement and the ite worst the galva- 
nometer disturbance was reduced to an occasional throw of five 
divisions only, increasing at odd intervals to about 20 divisions. 
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Ap tly this oocasional and slight increase of unsteadiness оо- 
in with sudden changes of the helm which combined with 
the oeaseless vibration from the propeller produced a severe jarring 
effect. At other times the spot again was absolutely steady, and in 
allcases the coil immediately resumed the sero position without 
oscillation. 

Hitherto the galvanometer had been on open circuit. It was now 
short-circuited. The result was to still further reduce the maximum 
and occasional throws which had besn noticeable upon changes of 
the helm from 20 to 10 divisions. 

.  Bome measurements then were made over the full range of the 
scale with ease, the coil when deflected being as steady as 
when in the sero or resting position either on open or closed circuit. 

During one part of the trials a short and choppy sea was 
encountered causing the boat to be very “lively” with sudden 

lar movements, but, notwithstanding this effect and the 
excessive vibration of the propeller, the galvanometer, as before, 
preserved its equilibrium. It should be mentioned that the delicately 
suspended coil was in perfect balance. 

An ordinary and less sensitive iron-clad marine galvanometer s:t 
up alongside the Sullivan, and in the same way, vibrated to such an 
extent that the spot of light continually left the scale on either side 
and was often invisible, observations of any kind with it being cut of 
the question. 


The Sullivan Universal Galvanometer, mounted on a cradle board 
to imitate the rolling and pitching of a vessel, may be seen in 
operation at the offices of Mr. H. W. Sullivan, 19, Great Winchester 
Street, E. O., the inventor and sole maker. 


T——Sr—— Há 
SUBMARINE CABLES IN TIME OF WAR.“ 
_ TBADB AND TRLUGBAPBS. 


AMEBICA, it is stated, has claimed the right to cut cables connecting 
Cuba with the islands of Jamaica and Bermuda, and Spain bas 
objected on the ground that the Telegraphic Convention protects 
these lines. Already the electric communications between Key West 
and Havana have been seized by the Americans. The whole ques- 
tion of transmission of cablegrams through neutral territory and 
along wires owned by neutral shareholders bristles with delicate 
questions and interesting points. In tke course of inquiry into the 
subject, which not only concerns the belligerent Powers, but inti- 
mately affects our own trading and commercial relations with the 
Western hemisphere, a representative interviewed a gentleman whose 
position and experience entitle bim to express an authoritative 
opinion upon the manner in which hostilities may interfere with the 
working of the submarine channels of communication between the 
Old World and the New. 

“The Americans,” he said, “I have no doubt, were within their 
rights in taking control of the cables between Key West and Havana. 
They belong to an American company, and the Government of any 
country granting a license to land cables invariably reserves to itself 
the rigbt to enter into possession and to work them, accounting to 
the shareholders for the receipts meanwhil». The proprietary oom- 
pany of the Key West cables is the International Ocean Telegraphic, 
which is leased to the Western Union, the great company of Amerioa. 
Bat when you of the Americans cutting the cables which con- 
nect Ouba with the British island of Jamaica a different question is 
raised, as the line from Batahano to Cienfuegos, and the double line 
thence to Santiago de Cubes, on the southern coast of the island, are 


both British for they are owned by the Caba Submarine 
Oompany, which its offices in London. It isan English concern. 
From Santiago de Cuba to Holland Bay, in Jamaica, another British 


company—the West India and Panama—owns the cables.” 
“Is there any provision in the Convention to protect this 


Ф" 

“Cables are not neutral in time of war. The Submarine Telegraph 
of 1885 scheduled an international Convention, which authorised 
e it This Convention between the civilised States of 
was for the protection of submarine cables against wilfal 
с., but there was this express provision in it: It is under- 
the stipulations of the present Convention do not in any 
ct the action of belligerents' I imagine, therefore, that 
nothing to prevent any belligerent cutting cables, but if he 
does во, in the case of a cable belonging to a neutral country, 
antry, or the company owning the line, would have a ciaim 
againet the offending Power for the destruction of property. But 
still, the countries of the world could not complain diplomatically of 
as they would be justified in doing ворровігр that a 
t fired upon the Geneva Cross. Let us take it that we were 
at war with Russia. Russia would be at liberty to cut any of our 
cables without raising an international outery, but if Russia, at war 
with us, were to cut the cables of an American company, my impres- 
sion is that the ved party would have a claim against the 

Russian Government for damages. Bat it is a legal question.” 
“If the United States and Spain both recognise the principle, 
as they now do, that the neutral flag covers enemy's goods, except con- 
traband of war, and that neutral merchandise, except contraband of 


* Daily Telegraph. 
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war, is not seizable under the enemy's flag, why should not the same 
protection be afforded to cables ?” 

“Well, it may be argued that a cable is an effective engine of 
destruction, ordering troops and fleets to move, and so forth, as 
any other appliance used in war, which Spain has declared 
contraband.” 

“ How do the two belligerents stand in regard to cables?” 

“Should the United States cut cables in the West Indies, Spain 
may retort by grappling up cables, say, three miles off the Irish 
coasts—i ¢., outside our territorial limit. The Western Union Com- 
pany have two cables across the Atlantic, and the Commercial have 
three, from Waterville in Ireland, to Cansoin Nova Scotia. I should 
say that Spain could break these lines without breach of international 
Mere ent It would be equivalent to & gun fired upon American 

roperty." 

“But sopposing Spain should not only grapple the American- 
owned cables— those of the Western Union dud Commerclal—bat also 
cut the lines belonging to the Eoglish or French companies, what 
would happen ?” . 

“I should think that such wilful damage to neutral property would 
be resented by the proprietary companies, backed up by the British 
Government.” 

How can Spain communicate with Havana and Puerto Rico? 

" Bhe can do so by using lines that run through British territory 
throughout; for. as far as I know. there is no intimation of tele- 
graphic interruption with Puerto R'co. The route for a Spanish 
message wculd, therefore, be by one of the Eaglieh companies to 
Halifax, Nova Scotis, and thence to Bermuda. The British have 
now a cable from the Bermudas to Jamaica, calling at Turk's Island, 
and between Jamaica and Puerto Rico there are, as I have said, two 
cables. So that Spain could have communication with both of her 
ы possessions in the Weet Indies without touching American 

ry. 


“But she would be entirely dependent upon the good offices of 
Eogland. Has she no alternative route? 

“ She can cable direct from Cadis to Teneriffe; but from Teneriffe 
to Bt. Louis (Senegal) the cable is French, and from St. Louis to 
Pernambuco, crossing the Equator djagonally, the cable is British. 
England is placed in rather a singular position. To reach the Wind- 
ward Islands we must enter Spanish territory at Puerto Rico. І can 
conceive it would be a wise measure to divert one of the cables from 
Jamaica, at present landing at Ponce, in Paerto Rioo, to the Danish 
island of Santa Crus direct, and thence to Trinidad and Demerara; 
and that plan, I should say, would be adopted. It would still leave 
Puerto Rico with one cable, landing at S:n Juan, from Jamaica. The 
French can, on the other hand, reach their coaling station at Marti- 
nique without toucbing Spanish territory. They have lines which go 
from Breet to Саре Cod, near to Boston, and they have recently laid 
a cable from New York to Hayti, which lies midway between Puerto 
Rico and Cuba, and thence to Martin'que and to Oayenne. The 
French have also a cable from Santiago de Cuba to Hayti.” 

Po it 8 possible to reach Jamaica and Cuba by way of South 
erica?” a 

“Yes, by a roundabout route, traversing the Continent. Our 
Admiralty would probably direct the movement of ships in the 
Pacific by sending messages through lines owned by Boglishmen and 
worked by Englishmen, first to bon, and thence to Pernambuco, 
in Brazil, the cable being the property of the Brasilian Submarine— 
a British company—thence to Monte Video (Western and Brasilian 
Company, also British), then to Buenos Ayres (nominally Argentine, 
but actaally British), thence to Mendosa, and so on to Valparaiso 
(Chili), and along the West Ooast of South America to Ohorillas, in 
Perv, hugging the land, whilst a competitive American Company 
takes a seaward curve to the same place. From Chorillas there are 
two lines—one to Bt. Helena, and the other to Payta, and one of 
them going on to Buenaventura, and then to Panama, across the 
isthmus of which, at Colon, a cable, which is British, connects with 
Jamaica, and thus completes the circuit. But you will notice that 
the “paper would be reluctant to use this route, és the links from 
Ohorillas to St. Helena and Payta are owned by Americans. Simi- 
Jarly, though the map shows a possible communication vid the North- 
East Coast of South America from Pernambuco to Oayenne, the 
section between Para and Cayenne is invariably broken, so no tele- 
graphic communication with the West Indies by that route is 
possible.” 


SUGGESTIONS FOR IMPROVEMENTS IN 
POWER PLANTS. 


1 of certain ships of the American Navy, aud also of our own 
ps, notably the Diadem, has its 

е subject is discussed by 
nting 
direct 


acting pum 
the small 


fact, if flae feed heatern were applied to use the waste gas tempera- 
tare there would be no field for using the exhaust of wastefal small 
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steam auxiliaries, and their place would be seen to be better filled by 
electrical motors. We need not follow our author into his recom- 
mendations of the flue fced heater or economiser, for though com- 
paratively new to America it is old in Engiand, at least in the nortb 
where fuel is cheap, though much less common in the south, where 
ite economy would be so very much more marked. 

The economiser is as necessary a step in steam production as is the 
second cylinder of the compound engine in steam using. It repre- 
sents the principle of stage heating or counter currents, and in large 

lante may well Ъз divided into two or more divisions in series во as 
to leave to the boiler proper little else to do than to give the latent 
heat necessary to turn hot water into steam. By tbis means alone 
can the waste gases be reduced to a temperature sufficiently low to 
fully justify a mechanical draught. If the waste gases are sent away 
very hot they may just as well assist to produce draught by a chimney, 
and it is not of much use adopting & power driven fan unless at the 
same time the waste gases aro oorpore ney reduced which can 
only be done by étage heating of the water, which is finally boiled off. 

Moreover, where electricity is available there is no great need of a 
wasteful steam engine to drive the draught fan. Economisers are some- 
what of a check upon а good draught, and are desirably associated with 
a fan which will revolve for less heat expenditure than a chimney 
will perform the duty, but as raid above, if the chimney is to be 
abolished there must be a properly low temperature of the escaping 


gases. 


THE SOCIETE INTERNATIONALE DES 
ELECTRICIENS. 


. SITTING or APRIL бтн, 1898. 


E 


ual general meeting took place on April 6th, with Dr. 
D'Arsonval in the chair. The general secretary was absent through 
illness, his 3 filled by M. J. Laffargue, secretary. After 
report had been , the names of some candidates for admission 
nted, and also some books. The voting list was then 


ABMENGAUD read "the report of the Committee of Accounts, 
which was received with approval. 

М J. LarrABGUB then read a paper on The Distribution of 
` Electrical Energy in Germany.” i | 

He mentioned that last January һе had the pleasure of acoompany- 
ing on somé professional business in Germany, M. Charles Bos, 
municipal councillor of Paris, and reporter on various electrical 
questions. He had occasion бо visit a large number of distributions 
of electrical energy, and be wished to bring before the notice of the 
society some of observations, confining bimself, however, to 
technical matters. 

Installations in Germany are on a large scale and very numerous, 
both for distribution ly so-called and for traction. 

Sometimes these inst ons are combined, and a single central 
station effects both distributions. We have already given the 
statistics of the central stations of Germany. To these must be 
added since September Ist, 1897, 56 towns provided with 
957 kilometres cf electrical tramways, absorbing a power of 
21,465 kilowatts; part of this power is furnished by the central 
stations used for both distribution and traction, of which we 


near rivers, and sidings are always to bring the coal up to 
the station. The boiler rooms are high and well ventilated; the 


The engine rooms are 
further. One can walk about freely amongst the engines, and 
approach all the The distribution boards can be seen well 
from all parts of the room and the regulation is . For street 
canalisation only armoured lead-covered cables are used in Germany, 
made either by Siemens & Halske, or Felten & Guilleaume. 
Under the pavements they are generally laid directly in the earth; 
under the roads they are sometimes protected in iron tubes, or in 
iron cases made specially. The wires intended for traction are nearl 
always overhead, at least as far as distribution wires are co : 
At various places, in order to prevent the falling of the telephone 
wires, iron wires are stretched across which add still more to the 
unsightly a ce of the overhead wires at cross-roads. 

The indoor installations of the consumers are very bad in Germany. 
Notwithstanding the very strict regulations that we read of 
various journals, we meet with few good installations. We see wires 
laid pe against the walls, and merely held in place by hooks. In- 
8 ons on porcelain insulators are numerous. The fitting up is 
often defective, metal covers tcarcely fixed at all being used. In- 
stallations used both for gas and electricity are very numerous, and 
the wires are laid over the gas app prin without any precautions 
being taken. Several engineers told ue that this state of affairs was 
now going to be looked into and altered. 

We then examined some of the installations in the principal 
distribution stations. 

At Frankfort we found a municipal central station under State 
management for the last two years. It was installed and is still 
worked by the Brown and Boveri оараг of Baden. The engine 
room contains four compound tandem horizontal steam engines of 


750 H.P. at 70 revolutions a minute, each driving directly four 
alternators of 500 kilowatts at 3,000 volts; a fifth engine of 1,500 


. Н.Р. is in course of erection. Г 


The distribution board is in the centre of the room placed af a 
certain height; in the basement are the appliances for condensation. 

The mains are formed of Felten & Guilleaume concentric cables; 
the transformers are placed at certain centres of distribution. At 
the end of the season of 1897, the installation incladed 40,825 incan- 
descence lamps, 624 arc lamps, and 133 motors of 1,063 H.P. The 
ри lighting included 100 arc lamps of 10 amperes and 800 inoan- 

escence lamps. Amongst the various installations of motive power, 
we particularly admired that of the Frankfort Gazette where three 
motors of 30 H.P. drive printing presses, and where there are a 
series of smaller ones for passenger and luggage lifts. 

The cost of supplying the electrical energy is 16 franc the 
kilowatt-hour for lighting and ‘15 franc for motive power At 
Frankfort, experiments are now being made in traction by aocumu- 


` lators, and are being carried on by the Pollak Accumulator Company. 
8 


This company has extensive works where the manufacture is 
developed considerably. Besides Messrs. Pollak’s special commu- 
tators, which serve for the formation and the charging of the accu- 
mulators made at the works, there are rotary transformers and 
motors driving dynamos. Cables connected to a post placed not far 
from the works enable the charging to be effected with a constant 
difference of potential of the accumulators placed in cars under the 
seats. The car passes under movable contacts and the charging at 
a automatically. In four minutes the charging is con- 

u : 

We also visited while at Frankfort the works of the old firm of 
Lahmeyer, and of Hartmann & Braun; we found everywhere exten- 
sive works with electric transmissions and driving gear, and also 
FF construction for extending the installa- 

ions. 

At Саев there has been a municipal electrical station since 
1891, established under the best possible conditions, luxuriously even. 
The distribution is effected by alternating currents at 2,000 volts, 
with transformation at the consumers’ houses to 72 or 110 volta. 
The engine room, which is elegantly fitted up, contains four Sulser 
compound engines of 650 Н.Р. at 85 revolutions per minute, working 
directly four Helios alternators of 450 kilowatts, and exciters of 110 
volts and 300 amperes. The alternators are coupled in parallel with 
auxiliary resistances. The distribution board is in the middle 
of the room against the wall at a certain height. The arrival and 
departure wires are placed for each machine on & 1 board. On 
the fore-part is a switchboard, which, by the aid of levers, enables the 
chains to be manipulated that work the interrupters, and the circuit- 
breakers of the high tension circuit and of the exciting circuit. The 
circuit-breaking interrupters, the starting point of the high tension 
feeders, and also the сар resistances, are, in fact, in а 
special closed room, situated below and behind the distribution 


The mains are in the form of concentric armoured lead-covered 
cables, placed in woodsn cases. The central station has undertaken 
the ligh of the streets in certain quarters, and the feeding of some 
motors; sub-etations for transformation into continuous currente for 


traction are going to be su 


pplíed. 

At Hamburg, the new station in the Oarolinens-Strasse supplies 
three sub-stations of accamulators placed within the town, and 
furnishes the tramways with the necessary electrical energy. This 
station has a large boiler room containing 16 boilers, each with 
250 square metres of surface, and an engine room of 17 metres by 50, 
in which are installed six triple pn vertical steam engines of 
1,200 H.P. at 100 revolutions per minute. T'wo of these engines each 
work two Schuckert dynamos of 500 kilowatts at 300 volta, three each 
work three similar dynamos at 600 volts, and the sixth engine drives 
a dynamo of 1,000 kilowatts at 600 volts. The distribution board is 
very well arranged; on the wooden part are placed all the arrival 
дее the engines, and on the sides are the departure wires of the 

There is also at Berlin the Post-strasse station, situated within the 
town, and containing five compound vertical steam engines of 500 H.P. 
at 120 revolutions a minute. These engines work five Schuckert 
аш в of 400 kilowatts at 250 volte, which effect a special dis- 

ution. 

The first electric station was established at Berlin in 1885. The 
distribution is effected by three wires at 220 volts. There are now 
four large stations one sub-station, all connected with one 
another and feeding the same system of distribution. The station of 
the Markgrafenstrasse contains six compound vertical steam engines 
of 300 Н.Р. a£ 82 revolutions per minute, working dynamos with 
internal poles and also three rotary transformers of 400 kilowatts. 
The primary of these transformers is fed by the triphased currents 
coming from the station of Schiffbauerdamm. 
circuit is formed by a dynamo of 250 volts. The station of 
Mauerstrasse contains two steam engines of 300 H.P. at 82 revolu- 
tions minute, four engines of 1,000 H. P., and two of 
1,500 H.P. Amongst the dynamos are two of 238 kilowatts, four of 
364 kilowatts, and four new dynamos of 650 kilowatts. In the 
station of the Spandauerstrasse are three steam engines of 1,000 H.P. 
and four of 1,500 H.P., and also six dynamos of 364 kilowatts 
and eight of 650 kilowatts. The station of Schiffbauerdamm 
contains three ines of 1,000 H. P., two of 1,500 H.P. worki 
respectively six dynamos of 364 kilowatts and two trip 
alternators. 

The substation of Königin Augusta Strasse is fitted with two 
batteries of 138 accumulators of a capacity of 12,000 am hours. 

There is now in course of installation at Oberspree a station 
of 50,000 H.P. which is to effect the distribution of electrical energy 
in the suburbs of Berlin. Up to the present the electrical tramways 
in Berlin have been worked partly by overhead wires and резу by 
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cables, the energy supplied by the station of 
to Же! and from Treptow to 


chaft. and at Charlottenburg, the workshops of the firm of 8 
and Halske. The central station of Leipsig is situated outside the 
town; it comprises a system of distribution by continuous currents 
consumers living near, and a transmission by triphased 
currents to a sub-station situated within the town. A rotary trans- 
former works a continuous current dynamo of 350 kilowatts at 
250 volta, and also three survolteurs for Tudor accumulators. The whole 
of this installation was provided by the Siemens & Halske Company. 
At Leipsig there are two different traction companies working 
systems, one running 80 cars and the other 185. 

The town of Munich has up to the present only undertaken public 
саб аас experiments in traction. The distribution is eff. at 
660 and feeds about 850 arc lamps. The station of Muffat- 
werk contains at presenta turbine of 200 H. P., working by trans- 
mission two Bch machines of 66 kilowatts at 330 volts, and 
three similar machines of 26 kilowatts; this same transmiseion is 
engine of 300 H P. Two other engines of 
950 H.P. have also just been installed, and one of 700 H P., and one 
of 1,000 H.P. is now in course of installation. M. F. Uppen 


; 
M 
] 


central stations ш тр 

continuous currents, whole comprising ра power or 21,000 H.P. 
770 M10 co station which 

our 


electric , experimenting rooms, foun 

and rooms. The company is erecting by the side of the 
Arst a second, which will perhaps be still further 
At „ the central station supplies electrical energy for 
distribution, y so-called, and for traction. The steam engines, 
five in number, are com d vertical engines supplied the 
Bocióté 200 H.P. driving at the same а 


со Generally the cost of coal is from 13 to 18 
are ton, and we about 3 kilogrammes per kilowatt-hour 


ing interest and sinking fund. At 
cost are respectively 192 and : uding 
fund. The selling prices vary from 08 to 1 fr. the hectowatt- 
hour for lighting, and from :025 to 035 fr. for motive power, with 
reductions amounting to 40 50 percent. We will conclude 
1897, Germany possessed 1,025 
ee e of 50 watts, 25,024 arc lamps of 10 am 
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6 
of various kin 
remembered that in 1888-89 there were 
„ in 1892-93 about 232 motors of 785 H.P., and 
motors of 4,813 H.P. 
Роос asked M. атата if the prices named include both 

of administration ; 
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are given ; it is quite 
le between concessions whose 


results of the elections. The 
candidates elected were as follows :— 
President (1899—1900), M. Violle; vice-presidents, Mesars. Clérac 
and Monnier; ies, Messrs. Abraham and Grosselin; treas 


{| 
| 
Y 


secretaries, urer, 
M. L. Violet; Members of the Committee: Messrs. Blondel, Blondin,’ 


Bouchard, Desrosiers, Ebel, Gaiffe, Gauthier-Villars, 
Oh, Ed. Guillaume, OL Sher, E ap; A. Larnande, Margaine, 

oincarr De utter, J. Voisedat; Members 
of the Committee of Accounts: Armengau Berthon 
and G. Masson. 


d, jun., A. 
V pie pen doth eres vi 
M Pung poked с | until the next sitting the 
customary speech, and the meeting then broke up. 


"y 
S 


ELECTRICITY IN WARFARE. 


Tam establishment of the Electrical Engineers Volunteers Corps in 
tus oun] DM ос юкер DEDE MAAR n Mio Mme стола D the 
United A 20 ago y when there seemed some ood 


. very short space of time, 


Now, however, that America is in a state of actual warfare with 
Spain, and requires, we suppose, all her forces to be ready within a 
is a somewhat similar movement on 
foot in that country. Over seven years ago the attention of the 
U. S. was forcibly drawn to the advisability of айыры. such а corps, 
and if advantage had been then taken of the g, the 

would probably by this time have possessed a well-equipped 
body ready for emergencies. There is no doubt that the 
Hispano-United States conflict will teach many lessons in 
w. to both countries, though what the result of the affair 
may be it is unwise to attempt to conjecture. Batin the matter of 
electrical engineer volunteers, the States may perhaps regret that 
steps were not taken earlier instead of waiting for us to set the 
example. However, at past the eleventh hour, Captain ene 
Griffin, U.S. A. retired, the first vice-president of the General Hlec - 


Dised this. deficiency of skilled workers, and, with the permission of 
the Secretary of War, formed his plans, and has carried them out to 
success. He has, acco to our New York namesake, obtained the 
names and the day and night addresses of a large number of skilled 
workmen in the employ of the General Electric, Westinghouse, and 
other electrical concerns in New York and the New England States. 
This information was sent direct to General John M. W U.S. A., 


over 1,000 men. 


mines and torpedoes, for establishing means of communication 
between the coast defence fortifications, and for feeders to supply 
current to the searchlights located at advantageous points along the 
coast. Nearly all the large wire manufacturing companies were at 
the beginning of April working their plants day and night, and the 
orders of many of their regular customers had to be side-tracked on 
the patriotic understanding that the government's needs at such a 
time must take precedence. Пов тма ош was ordered to 
manufacture all the cable of a certain type it could turn out by a 
specified date some months in the future. | 

There was great activity in the manufacture of searchlights, 
large orders being received. In this connection,’ it is interesting to 
note that central stations located near the Long Island coast, such as 
the Edison Company in Brooklyn, have to supply all the 
current required to operate searchlights on the fortifications in their 
vicinity. ricians familiar with setting and connecting sub- 
marine mines were in great demand. The army ir officer in 
charge of the fortifications in the vicinity of New Orleans has made 
T spared. The General Elec- 
trio prs din & party of 20 experts to be placed at the 
service of the government for torpedo work and connecting up search- 
lights. The Western Union and the Postal Telegraph companies have 
formed two corps of копарып composed of 50 men each, 
equipped with pocket kite of tools. 

The telephone companies along the coast have also made arrange- 
ments to assist the government in every possible way. 

The later technical journals to hand by this week’s mail are, of 
course, well stocked with news regarding electrical work in connection 
"И. ты J. 8 f the 8 Electric Oo is 

. . Sprague, о prague mpany, 
of electricians and electrical engineers 


generato 
vy Yard, for use in the installation of бони роне and 
lighting рашы on board the merchantmen, old monitors and coasting 
steamers equipped by the ent. 
President McKinley has an executive order establishing the 
ratings of chief electrician, electrician first class and electrician 


establishment in one day's time of ite own 9 system for 
secret service along the entire Atlantic coast. will 
be divided into districts. The government intends to build houses 
on the beach, where naval reserve officers will be stationed with 
telescopes to keep watch and report to headquarters in the city all 
ships sighted at sea. The system will have connection with the 
Western Union telegraph wires and the long-distance telephone. 
Three operators will be stationed in the main office in Savannah, 
which will be in fall charge of the office and the signal сотре Тһе 
Savannah office will be in direct communication with Navy 
ent at Washington. | 
New York, Boston, and other harbours, the work of connecting 
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the coast defences for electrical communication is proceeding with 
energy. Asa result of representations made by Capt. James Allen, 
signal officer stationed at Governor's Island, to General A. W. Greely, 
chief signal officer, of the absolute necessity of the expenditure of 
more than $25,000 in the telephonic and telegraphic connections 
between the fortifications in New York harbour, New York will get 
$25,000 more to complete this work according to the original plans. 
Boston will get about $10,000, Philadelpbia about $5,000, and Wach- 
ington, Bal'imore, Newport, and Portland, Me., will also get increased 
appropriations. The total increase for the Department of the East 
is $96,000. This increased appropriation will make it possible to do 
an especially important work. All coast fortifications are provided 
with range finders for the purpose of determining the distance from 
the fortification of an enemy's vessel. These, if they ате to be used 
effectively, must be supplemented by telegraphio apparatus, to enable 
the man in the tower t» telegraph to the gun pits the range of the 
‘approaching vessel. The maj rity of the range finders in the forti- 

3 ig are now so equipped. Every one will be cquipped within 

ув. ; 

One serious problem is the possible interruption of cable service in 
the West Indies. An arrangement was recently made by which the 
United States and France will co-operate through their ministers at 
Denmark in the establishment of a public cable station on the Danish 
ieland of Bt. Thomas. Toe cable is owned by a French company, 
but its use has b: come of vital importance to the United States 
Government, owing to the possible base of naval operations in the 
Leeward 
baving this cable arrangement effected. As a result of conferences 

a dispatch was sent to the United States minister at Oopenhagen 
‘asking bim to srcure the consent of the Danish Government, and at 
the same time the French authorities arranged to have their minister 
at Oopenbagen exert similar influences. With the Leeward Islands, 
of which St. Thomas is a centre, as the probable centre of any naval 
operations which may result from the present crisis, it is recognised 
ав of vital importance to sccare cable facilities not controlled by 
Spain. At present the cable line touching at Puerto Rio», and sub- 
ject to Spanish control, is the only means of communicating with 
these islands. The French cable lands at St. Thomas, but the station 
is mere) are not received or 


torpedoes. E 
kit of tools, which, undér orders, he carries with him day and night. 


apparatus could be finished in a week. The great help that the X ray 
would be to surgeons lies in the quick method of locating a ballet or 
splinter in a man's body, a fracture of a bone or other serious injury. 
It is said that the government has practically closed a contract with 
the General Electric Company for eight 400,090 (projected) candle- 
wer searchlights with dynamos, to be set up in the fortifications in 
ew York harbour. This order will be supplemented in a short time 
by one for severai more to be placed elsewhere. | 
The largest searchlight that had a place on the top of the manu- 
factures buildiog at the World's Fair has been brought from Sandy 
Hook to Fort Monroe, Va. 16 will illuminate Hampton Roads from 
shore line to shore line. | 


HIGH RESISTANCE INSULATION.’ 


By REGINALD A. FESSENDEN. 


IN laboratory apparatus in many cases, for instance, with 
tlectrometers and resistance bores, we need as high ohmio 
resistance as it is possible to get. Here, however, we are 
met by the fact that the two substances most commonly 
used, s.¢, hard rubber and glass, are among the poorest 
insulators known for this class of work. 

Rubber is very objectionable from the fact that whilst it 
presents a nice bright appsarance when new, it contains 
sulphur and is very easily oxidised, especially when exposed 
to light. A film of sulphuric acid is thus formed on the 


* Extract from a paper read before the American Institute of 
Electrical Engineers. From an incomplete advance proof. 


Islands Secretary Long was particularly desirous of 


- electrical instrument work. It сап be melted in a 


‘gurface, and if the tongue be applied to a pieco of rubber 


which has been in use for some time the taste of the acid is 
very strong. I have seen the top of a Wheatstone bridge, 


-_варрозей to be capable of measuring accurately to one part 


їп 5,000, in which the total length ex to leakage, 
divided by the average distance between which leakage 
could take place and the average volt ge was only 008, with 
the top so acid that the tongue could hardly be allowed to 
touch it. 

As a rule it is very hard to remedy this; rubbing the sur- 
face does no good as the acid extends in to some distance. 
Rubbing with cigar ashes is advocated by some, but I 
should fancy it would be almost impossible to remove the 
last traces of alkali. The. method used by the writer is to 


Bteep the rubber in warm 10 per cent. caustic soda, then in 


warm distilled water, frequently renewed, then drying in the 
dark quickly and rubbing with pure paraffin, treated as 
described прег paraffin, then polished while warm. This 
does good for a time, until the paraffin takes up dust. 
For rods, а good way is to treat as above and coat half an 
inch thick with paraffia; then run over the rod with a 
wooden die and cut a thread in the paraffin. Run over the 
thread about once a month, and good results will be 


obtained. 


Wit^ bridges, however, it is гоа to remove the top, 
and the only thing which can done is to keep them 


covered up from light. 


Rubber has alo one other disadvantage, in that it does 
not 8how dirt, and where rubber oomes in oontaot with 
copper it is apt to rot. | | 

Glass is very bad because the alkali in it has a great 


affiaity for moisture. The alkali is slightly soluble, and 
с 


hence it is the custom with analytical chemists to boil all 
beakers used in exact work for several days before using, so 
as to get ths soluble alkali and silica out of them. When 
possible this should be done with the glass of electrical 
apparatus. Another very serious t"ouble is that the angle 
of contict between water and glass is zero, во that when a 


drop of water is pes in the mid lle of a pane of clean 
y 


glass it immed spreads all over it ina thin film. This 
method is used by chemists to determine when a glass is 
clean. Nothing much can be done with glass but to it 
dry. Sulpharic acid is generally used, but it sometimes, if 
allowed to get dust in it, gives off vapours which coadense 
e the sides of the apparatus. This, Lowever, does not often 
өп. | 

f vidently we need some substance of high ohmic resist- 
ance, and one which water will not wet. Boys, who has 
earned the thanks of electricians for his happy discovery of 
an almost perfectly elastic fibre, has given us also, as he him- 
self has pointed ont, sach an insulator in quartz. Dipa 
thread of glass in water and lay it between the knob of a 
charged electrometer and the ground, and the leaves close 
almost at once, the whole fibre being covered with a film of 
water. Treat a quartz fibre similarly and the water slides 
off it, or remains in little drops, each separate from ita 
fellow, and the insulator is apparently as good as the air 


itself. 

Quartz should, therefore, be used as much as possible in 
powerful 
gas flame furnace, and though it can never be melted down 
free from small bubbles, these make no difference exoept in 
appearance. It is, however, po:sib'e to obtain glass which 
contains no alkali, and resembles quartz in that is not wet 
b7 water. Such a substance is Faraday’s borate of lead 
glass, as he himself points out. This is, however, too brittle 
for most work, but by an admixture with silica a glass could 
no doubt be made which would be perfectly satisfactory. If 
some glass manufacturers would take ap this question and 
furnish us such a material for electrical instrumenta, the 
greater part of the present annoyance met with in making 
delicate expariments would vanish. It would nct leak, would 
show dirt, could be readily cleaned, and would ba free from 
one of the great disadvantages of rubber, Фе, a large co- 
efficient of expansion, which is always muking trouble by 
bending terminals of resistance coile, thus changing their 
value and sometimes opening the circuit. - 

It is also probable that a tine grade of porcelain would be 
a great benefit to the electrical profession, if coated with a 


good non-alkaline glaze. 


For insulating the coils of resistances it is doubtful if we 
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have any good solid material. For paraffin cannot be used, 
as its expansion and contraction are so great that large 
pressures are put upon the wire and the resultant strains 
change the resistance. It might be easy enough to prevent 
the strain on the first solidification in a way similar to that 
devised by Rowland for cementing flat mirrors without 
buckling them, i.e, by mixing a little glycerine with the 
beeswax ; the glycerine not dissolving in the beeswax makes 
it act like a viscous fluid, i.e, deform under the action of 
infinitesimal forces in time. The glycerine, however, finally 
works its way out like zinc in a resistance alloy (as first 
pointed out by Mr. Weston), and if a similar method were 
used with the coils, it would still be subjected to strains on 
change of temperature. Another objection which has been 
made in England is that paraffin absorbs moisture. It is 
possible that this is due to the dissimilar methods of. pro- 
ducing American and English paraffin, as I have never had 
to complain of this, except, of course, when cold paraffin was 
placed in saturated moist air. The insulation resistance of 
paraffin seems, however, to ba markedly increased by the 
treatment mentioned below. The great objection to paraffin 
is its tendency to collect du:t. Shellac has been recommended, 
and since the coils are in the dark, the material will oxidise 
bat slowly, and if care be taken to use pure alcohol for a 
solvent, and not denaturised spirit (which sometimes contains 
conducting impurities), has a very high resistance when dry. 
Some forms of Japan lac seem to remain flexible permanently, 
as, for instance, the sample a (composition unknown), which 
is 10 years old. 

Oil is sometimes used for resistance coils, and this is with- 
out doubt the best method, since the great point in the use 
of resistance coils is to know their temperature. The writer's 
experience with manganin and constantin, as practical labo- 
ratory standards, has been unfortunate, and he has hence 
decided to use only standards of pure lead run into glass 
tubes, and kept in water. The reason is that, other things 
being equal, the most sensitive Wheatstone bridge is that 
which takes the greatest current without appreciable heating, 
and in the ordinary torm of resistance coil, a very small 


current will heat the interior up to such a temperature, as to 


alter the value. Moreover, if the coil is of a material not 
affected by such changes of temperature, it (with our present 
alloys) will have a larger temperature co-fficient, and as the 
temperature of the interior of the coil is not known, this 
introduces another uncertainty. With the oil mounting, 
however, this is all done away with, and pure oil has a very 
high resistance for low voltages. 

For condensers and induction coils it is not only necessary 
to have materials of great ohmic resistance and of great 
dielectric strength; they must also be perfectly pure, and 
free from admixture. For the first two properties there is 
nothing so good as paraffin, when properly used, all compo- 
sitions such as beeswax (cerotic acid), &c., being quite in- 
ferior in both respects. Paraffin, and what is practically the 
same thing, pure ozokerite, will stand, according to the tests 
of Mr. Chesney, which I had the pleasure of witnessing, at 
the rate of 500,000 volts per inch. This I have confirmed 
up to 600,000 volts alternating. Most substances, such, for 
instance, as glass, are at once cut out from consideration, 
from the fact that they have too much electrical absorption, 
and heat when subjected to a fluctuating voltage. 

We must have an electrically homogenous dielectric, i. a., 
one of the same specific inductive capacity all through. This 


is for two reasons. First, because if we have a dielectric, A, . 


between two charged conductors, the introduction of a 
dielectric of greater specific inductive capacity, even if of 
infinite dielectric strength and ohmic resistance, will cause A 
to break down. To take a numerical case—suppose we have 
two platea, 1 cm. apart, and attached to the terminals of a 
10,000 volt, A.C. dynamo (fig. 5). Suppose the dielectric, 


air, to support 50 per cent. more than this pressure. Intro- 
duce two plates of glass of к = 8, each } om. in thickness, 
Since the voltage divides itself up inversely to the capaci- 
tance, we will now have 8,889 volts between c and р. This 
being at the rate of 17,778 volts per cm., and as it only 
supports 15,000, we will get a spark between с and р at 
every reversal of the voltage, which will quickly heat the 
glass and make it conduct. The fall potential of 10,000 
will then be between c and p, and a regular arc will form. 
Thus we see that the introduction of a good insulator will, 
in all cases where an intermittent or alternating voltage is 
used, have the paradoxical effect of weakening the insulation, 
unless the whole space is filled up with the material. This 
weakening is not generally apparent at once, as the spark 
takes some time to eat its way back, and this explains why 
many induction coils only last for a few yeara of operation. 
Another cause is that treated of by Poisson, Clausius and 
Maxwell.* This is, that layers of dielectrics of different 


— 


Fia. 7. 


| Fig. 8. 


capacities and resistances show electrical absorption, and 
this theory has been proven experimentally by Muraoka, 
who showed that by taking two fluids, neither of which 
showed absorption, a layer of one on top of the other did do 
80. Maxwell treated the general case. It has, however, 
b»en treated in a more specialised way in La Lumiere 
Elec., in 1891. In this paper are brought out the following 
ints :— 

l. A dielectric, as in fig. 6, containing conducting par- 
ticles of water, for instance, may be considered as an 
arrangement of condensers and resistances in series and 
shunt with each other. Two cases, shown in figs. 7 and 8, 


m 

= 

# 
_|/| | x | 
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are worked out, and fig. 9 gives the curve of charge in the 
cases of fig. 7; Е is the voltage on the condenser part, and 
E' that on the condenser and resistance. | i 

2. A condenser can show large residual charge, though its 
true ohmic resistance is infinite. 

8. With dielectrics showing absorption, there will be found 
some discharge time at which the amount of discharge will: 
be constant at all temperatures. 


— — — 
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4, Why in some tests insulation seems to be lower with 
higher voltages. 

5. Why the presence of conducting particles increases 
apparent capacity. 

6. That to get true ohmic resistance of most dielectrics, 
voltage must be kept on for a long time, even for days. 

7. Why Siemens’s method of taking the rate of loss of 
charge by electrometer does not give correct results. 

8. That specific inductive capacity of such dielectrics can 
only be determined by rapidly alternating currents. This 
possibly explains an effect noticed by the writer many years 
ago, t.e., that an A.C. static wattmeter immersed in water 
did not give anything like the torque it should have if the 
true value of к for water were 80. 

9. The importance of getting out the last traces of water 
in gutta-percha and paper when used for cables. 


(To be continued.) 


A NEW INTERRUPTER FOR INDUCTION 
COILS.” 


By V. CREMIEU. 


IN consequence of the working of the interrupters used in 
Ruhmkorff coile, the induced electromotive forces, of 
opposite nature, are not equal in absolute value; they may 
be represented by the curve (fig. 1) in which e r shows the 
electromotive force induced on the breakage of the primary 


Еа. 1. 


circuit and e f that which is induced on the closing of the 
circuit. This difference, which is considerable, is productive 
of much inconvenience in the use of induction coils. 


By sending into the electro-magnet an alternating current, 
we can, for low voltages, overcome this inconvenience ; but 
this method cannot be used when we wish to obtain sparks 
several centimetres long. 

I have solved the question by means of the little apparatus 
I am about to describe. 

An electro-magnet h E is excited by an alternating cur- 
rent (fig. 2). Between its two poles oscillates the end of a 


* Note presented to the Académie des Sciences, February 17th, 
1898, and reproduced from L’ Electricien. 


rod T T’, movable at 0, on an axis perpendicular to the plane 
of the figure. The part o T is of soft iron and the part o T' 
of ebonite or some other insulating material. On the part 
о T is wound a little bobbin, v, traversed by a continuous 
current. From it we get at т a determinate magnetic pole. 
When the alternating current traverses E E', an oscillatory 
movement is imparted to the rod T, the period of which is 
equal to that of the alternating current. On the part, o T', 
of the oscillating rod are fixed two platinum plates, рр’, 
connected by two flexible wires with the terminals, с с’. 
During the movement the two plates, р р’, come 
euccessively in contact with the terminals, а B, a’ /3’; these 
are connected two by two with the arrival terminals, B в’, of 
the inductive current; the arrangement of the apparatus 
shows therefore that if, for instance, the + pole of the 
current is at n, and the — pole at в’, the current which 
circulates between c and с’, in consequence of the successive 
closings of the current due to the movement of the rod, will 
go alternately from c to c', and from c' to c; the nature of 
the current between these two terminals will be reversed 
between two successive breaks. We see, therefore, that the 
induced electromotive forces of opposite nature (fig, 8) will, 


FIG. 3. 


at each movement, be the sum of two quantities that are 
always the same, and of the same sign. They will therefore 
be equal in absolute value. 

The apparatus works very well. For an intense inductive 
current, the contacts, a a’ and [ [3', and the part o T' of the 
rod should be immersed in some suitable liquid. 

The only drawback which can, however, easily be provided 
against, is a somewhat considerable loss of energy ; in order 
to obtain sparks of the same length, it is n to send 
into this interrupter a current of double the electromotive 
force required with a Foucault interrapter. The apparatus 
is, moreover, reversible, i. e., if we connect the terminals сс’ 
with the two poles of the alternating current, a derivation 


Y 


Ета. 4. 


of which excites the magnet, E E', we get between the 
terminals, BB’, а reversed alternating current. If the 
current arriving at c C is represented by the curve shown 
in fig. 4, that received between B в will. be represented by 
the curve shown in fig. 5. 

But we must avoid producing the successive breaks at the 


Y 


Fig. 5. 


moment when the periodic electromotive force has its maxi- 
mum value, or even a large fraction of this value. 

A very simple arrangement enables us to produce the 
breaks at the moment when this electromotive force is nil: 
the screws of the contact terminals, a a’, G G, are hollowed 
out in the direction of their axis, with a cylindrical cavity 
(fig. 6). At the bottom of this cavity is a very flexible 
spiral spring and a cylindrical piece of platinum, ТР, 
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in the form of a plunger, the rod of which, т, would slip into 

a brass screw сар, c, screwing on to the end of the screw. 
The rod T T' being at rest (fig 2), the four screws are re- 

gulated so tbat they touch, without pressing, the contacts 


P 


BV E - 


Fia. 6. 


D D', the end T being equidistant from the two poles of the 
magnet E E'. 

As soon as the rod T T“ oscillates, the contacts рр’ are 
drawn right and left, alternately repelling the plungors a 3 
on leaving a’ (3', and then “р a’ В' on leaving a [3. 

If we observe, moreover, that the rod T T’ passes through 
its position of non-acceleration just at the moment when the 
electromotive force of the alternating current which excites 
E E is also nil, and that the breaks are made at this very 
moment, we see that there will be no break spark at a a, 6 B. 

In practice, very feeble sparks are produced. The loss of 
energy does not exceed a quarter of the original energy. 


BOILERS FOR CAPE TOWN ELECTRICITY 
' WORKS. 


MESSRS. CLAYTON & SHUTTLEWORTH, of Lincoln, have 
supplied two large locomotive type boilers for the electricity 
works at Cape Town. These are of the type shown in the 


photograph and known as the Belpaire.“ The boiler is con- 
structed of mild steel throughout, and the fire-box plates are 
of a special quality in order to withstand high temperatures. 
The Belpaire type of boiler is claimed to offer great advan- 
tages in respect of the staying of the fire-box crown, as 


* 
i s 


through stays can be used, which for large fire-boxes 
and high working pressures are thought to be better 
than girder stays, because they leave the top of the 
fire-box comparatively clear for cleaning purposes. 
There is also said to be a saving in weight. The 
scantlings on plates and stays are to suit the Board of Trade 
requirements for a working pressure of 150 lbs. per square 
inch. The extreme length of the boiler is 22 feet 6 inches, 
Ив width 6 feet, and the height, exclusive of ashpan and 
fittings, 7 feet 9 inches. The longitudinal seams are fitted 
with double butt strips, and all rivet holes are drilled in 
position. The main diameter of the barrel 1з 5 feet 6 inches. 
The barrel plates are үз inch thick. Front plate, throat 
p'ate, and fire-box casing ;*; inch. Tube раа 3 inch, and 
the fire-box plates т; inch. The inside dimensions of 
fire-box are: Length, 6 feet 0,°; inch; width at top, 5 feet; 
width at bottom, 5 feet 82 inches; total depth, 5 feet 2) 
inches; depth to ficc-bara, 4 feet 6} inches. There are 98 
steel tubes in the boiler, each of 3 inches external diameter, 
10 S.W.G. thick, and 12 feet 14 inch long between the tube 
plates. This includes six stay tubes, with nats on each 
side of the tube plat в. The total heating surface is 1,080 
square feet, and the grate area 82:2 square feet. The 
guaranteed evaporative performance is 5,860 lbs. of water per 
hour. The manufacturers subjected the boiler to а hydraulic 
test pressure of 280 lbs. per square inch, aud a steam 
pressure of 150 lbs. per square inch without any sign of 
leakage or any weakness. 


AMERICAN TRACTION PLANT. 


THE Street Railway Review is grieved because an esteemed 
English contemporary expressed the opinion that there was a 
good field for British made eleotric traction plant in America. 
To send electric plant to America would savour of sending 
coals to Newcastle, saya the Street Ratlway Review in its 
wrath, and it procesds to give advice to Englishmen as to 
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learning from American experience. We are not ourselves 
disposed to question the fact that American experience is 
very great in traction supplies manufacture. At the same 
time, we doubt altogether the conclusions drawn from the 
sale of American plant in England. In the first place, 
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while Americans are buaily engaged in cutting each others 
throats, or rather prices, we observe that they all, with one 
accord, keep an eye on the topmost brick of the high 
tariff wall they have built around the domestic cockpit. 
Americans can beat the world: they declare this to be 
their conviction. At the same time, all the world can 
see they have not got the courage of their convictions, 
and whether they could do so or not, they dare not 
face the world except from behind the high wall. 
Wisely or unwisely, business on this side is conducted with 
some idea of profit, and either because of this or because we 
are too slow in adopting cheapening devices and machinery, 
we cannot afford to sell the equipment of a car, including two 
25 H.P. motors and all accessories, for £140, which is, we 
believe, the price at which American plant is sold to 
England. e are not informed as to whether American 
manufacturers can make a profit on these rates, nor are we 
told whether these low prices are available for American 
purchasers. Wherever we have investigated the relative 

rices of American goods at home and in England we have 
invariably found that the prices for identical goods were very 
much less in England, and the conviction has forced itself on 
us that England has the chance of buying a good deal of stuff 
at less than it can be bought behind the tariff wall. All 
Queen Victoria Street speaks to this conclusion. Protective 
tariffa always produce these results. Another instance is that 
English sugar users pay lees for sugar than its makers in 
France or Germany. It may be that the overflow of American 
manufactures is alone sold here at such low figures. What- 
ever the cause, it is certain that American goods are not 
able to compete in the open market, whereby we mean not the 
neutral market alone, but the home market also. Americans 
themselves do not yet believe in their ability to compete on 
fair terme, or they would knock a brick or two off their 50 per 
cent. wall of tariffs—or is it 75 рег cent.? a few per cent. 
makes no difference, however—and come out into the open. 
While we English are ries d likely to purchase a good deal 
of bounty-fed sugar and tariff-cheapened machinery for some 
time, we cannot agree with tbe Street Railway Review, that 
American factories can give us as good and enduring appa- 
ratus as we are likely to evolve at home. It is not as our 
contemporary supposes, a question of conditions, nor is it 
that English engineers decry American experience. 

With an equal amount of experience, we venture to say 
that English traction plant will surpass that of American 
make. At present we have not the experience, and 
Americans take very good care that we shall not gain that 
ехрзгіепсе by manufacturing for them. Our contemporary 
would retort that they know better than buy from such 
inexperienced people. We anticipate the retort, and would 
reply that they dare not give us the chance of selling, nor 
dare they offer their own public the chance of buyinz. 


NEW PATENTS AND ABSTRAOTS OF 
PUBLISHED SPEOIFIOATIONS. 


NEW PATHNTS.—18998. 


Compiled expressly for this journal by W. P. THOMPSOM & Oo, 
Electrical Patent Agents, 822, High Holborn, London, N O., to whom 
ali inquiries should be addressed. | 


8,489. Improvements relating to the electro-deposition of metal." 
Н. W. Waiaut. Dated April 12th. 

8,495. “Improvements ia electric switches and fuses” J. 
McFARLANE and Ноггамр House ELTOTRICAL MANGOFACTUBING 
Company, LIMITED Dated April 12th. 

8,528. Process and apparatus for concentrating magnetic iron 
ores and brickiog the same for market." B. J. B. Мила. (Т.А. 
Edison, United States) Dated April 12th. ( Complete.) 

8,539. Improvements in and relating to electric heaters.” E. F. 
Ровтев. Dated April 12th. (Complete.) 

8,550. "Improvements in automatic magnetic circuit breakers.” 
W. M. Scorr. Dated April 12th. (Complete.) 

8,584. “ An automatic switch for electric cooking utensils.” F. J. 
Down and J. Eck. Dated April 13th. 

8,602. “Barriers for the outside entrance of tramway, elcctric 
tramway and railway carriages.” C. LINDNER. Dated April 18th. 

8,603. “ Waterproof contact apparatus for electric railways with 
underground conductor.“ а. IHLE. Dated April 13th. (Complete.) 


8,638. “ Improvements in electric furnaces for the manufacture of 
carbide of calcium or other electro-chemical or electro-metallurgical 
products of the like kind.“ P. Овтввмв. Dated April 13th. 

8,645. "Improvements in telephone directories.” J. D. BROWNING. 
Dated April 13th. (Complete.) 

8,710. Improvements in and relating to electrical incandescence 
lamps.“ J. R. Quan. Dated April 14th. uu 

8,713. “Improvements in and connected with generators for 
electrical igniters in gas or like engines.” B. Mol mmm. Dated 
April 14th. ( Complete.) 

8,718. “ Improvements in telephonic apparatus." M. FREUDENBERG- 
Dated April 14th. : 

8,735. "Improvements in telegraphic transmission over long 
submarine cables by Wheatstone's automatic apparatus." 8. Roos 
and P. Вівлані. Dated April 14th. 

8,823. "Improvements in or connected with drum apparstus for 
electric generators and motors." V. A. Fynn. Dated April 15th. 

8,829. “ Ар improved apparatus for counting telephonic conver- 
sations.” F. GAT. Dated April 15th. 

8,832. “ Improvements in electricity meters.” C. E. O'Kuunan. 
Dated April 15th. | 

8,848. "Improvements in the method of and means for the elec- 
trical propulsion of railway, tramway and other similar vehicles." 
W. G. Heys. (J.J. Heilmann, France.) Dated April 16th. (Complete.) 

8,856. “An improved method of intercepting dust arising from 
the commutator of dynamos.” J. MoLa BER. Dated April 16th. . 

8,864. "Improvements in electric devices for theatrical purposes." 
М. Sanson. Dated April 16th. (Complete.) | 

8,901. ‘Improvements in or relating to electrostatic machines.” 
L. 8. A. Соненрет & Co., and Р. Авонат. Dated April 16th. (Date 
applied for under Patents, &c., Act, 1883, Bec. 103, h bth being 
date of application in France). | | 

8,913. “A method of and means for transmitting electric currents 
through musical instruments to players or performers.” H. B. 
KNoBLAUCH. Dated April 16th. 

8,920. Improvements in trolley poles and standards for electric 
traction.” SrEMENS BROTHERS & Co., Lrp, and F. Ayton. Dated 
April 16th. 
` 8,927. “Improvements in electrical appara s for gaa lighting and 
other purposes.” J. Е. Bennerr and W. APPLBYARD. ated 
April 16th. i 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any оу these Specifications may be obtained of Messrs. W. Р. 
TuoxPsom & Oo. 822, High Holborn, W. O., price, post free, 9d. 
(in stampe).] 1957 | 


5,136. Improved electric tan bark bath and apparatus therefor.” 
J. J. Sram. Dated October 9th, 1897. relates to an 
improved tan bath for use against rheumatism, gout, &c. There is a 
bath filled with tannin solution, to which the electric current is 
supplied, so that the main conductor is in connection with the 
electrodes. These electrodes are carbon and do not contaminate the 
tannia solution. They are inserted in slotted wood frames placed in 
bath, and are easily removable. Upon a plate there are placed a 
rheostat, a reversing switch, a current meter, and a bell in such a 
manner that these apparatuses which control the current at will are 
easily accessible from the bath. 3 claims. 


4,183. "Improvements in electric incandescent lamps.” O. 8. 
DoLL NT, В. Hawxiws, T. M. Licatroor, Н. Р. Goopwis. Dated 
October 16th, 1897. This consists of an electric lamp, which has an 
incandescent filament compressed between two non-conducting plates 
of mica one or both of them being transparent. The air has been 
exhausted from between these plates, which are set in a hermetically 
sealed boundary frame. The carbon conductor is farnished with 
platinum wire connections. 3 claims. 


9,178. “ Ап electro-therapeutical lamp.” R. I. Mayer. Dated 
October 16th, 1897. This consists of a handle, on end of which 
there is filled an incandescence lamp within a suitably arranged 
refl.ctor, through the core of the handle passthe conductors. 1 claim. 


19,035. ‘Improvements in electrolytic apparatus.” Н. SEFTON- 
JONES. (A communication from E. Balbach} Dated October 16th, 
1897. This consists of a cathode case composed of a trough having 
its bottom divided in two portions, one of which is horizontal. 
The other portion sloping down and connecting the horizontal 
portion throughout its length. It is provided with & cathode plate 
and an anode suspended therein, arranged to cover the horizontal 
portion of the bottom only. The anode case is ompa of an 
exterior frame which has a grated bottom, and an inner e fitting 
into the exterior case, with a filter cloth bottom. Instead of one 
5 case there may be a series, arranged transversely sida by side. 
5 claims. 


20,041 “Improvements in metal for telegraph and other poles.” 
G. W. Guazten. Dated October 16th, 1897. This consists of a pole 
to the end of which is secured segmental metal base sections by 
means of bolts; the lower ends of these sections are made outwardly 
flaring, and are provided with a series of perforations through which 
the earth is rammed after these sections have been placed in a cavity 
in the ground. On the outside of these sections are strengthening 
ribs which, besides serving to increase the strength, also in а measure 
conceal and protect the heads and nuts of the fastening bolts. 
2 claims. 
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the aid of an electrified squirt; to-morrow, that the 
electric fluid has at last been tracked dowa and bottled, and 
can be supplied in various colours, and at the most reasonable 
prices, for the enre of diseases of diverse kinds. The pabtio. 


finds no difficulty about the reception of these stupendous 


yarns, and like the young gentleman in fiction, asks for 
more! Of the unknown and the mysterious, it argues, all 
things may reasonably be expected. 

Ав а matter of fact, however, the theory of electricity is 
as firmly established now as are the theories of light and 
heat, and far more so than that of gravitation, the most. 
familiar of all the forces of nature, and at the same time 
the most incomprehensible. The time is yet to come when. 
anything even approaching a satisfactory explanation can be 
given of the fact that а stone released from the hand falls to 
the ground. We are not, however, always anticipating 
. revolutionary discoveries in thermo-dynamics, optics, or 
mechanics ; we have a distinct and practical idea of the 
limita of probable development in those sciences, of the 
boundary between the possible and the impossible. 

Moreover, there are limits which we can discern even in 
the absence of a perfect knowledge of the ultimate nature 
of electricity. We make our dynamos and transformers 
now with an efficiency of about 95 per cent., leaving small 
room for improvement when theory goes still deeper into the 
nature of the medium we work with. The uncertainty we 
may feel on such subjects as the dissociation of electrolytes 
and the migration of ions is not incompatible with a practical 
working knowledge of electro-chemical equivalents, the 
corresponding thermo-chemical equations, and armed with 
this knowledge we are able to turn a deaf ear to the wiles of 


the primary battery promoter in the certainty, much to be 
regretted, that apart from the solution of the great problem 


of the direct conversion of the energy of carbon into electrical 


© American Electrician, reprinted from the Annual Journal of the 
Brotherhood of Electrical Workers. 


602 


THE ELECTRIOAL REVIEW. 


[Vol 42. No. 1,067, May 6, 1898. 


energy, no revolutionary change in the cost of production of 
the latter can be expected. The solution of this problem 
means an extension of the life of our coalfields of many 
centuries, revolutionary changes in scores of established 
industries, the disappearance of such evil-smelling anach- 
ronisms and architectural monstrosities as gas works, and 
incidentally, the enriching of its discoverer beyond the 
dreams of avarice ; but it may well be that our ooalfields 
will Ъз exhausted, and, perhaps, our spendthrift race with 
them, before the realisation of that great idea. 

Mr. Weaver discusses two other attractive problems to 
which it has been thought that electricity might furnish а 
eolution—the production of light without heat, and the 
transmission of energy across space without the use of a 
conducting wire. Much was hoped from Tesla’s work on 
the former subject, but little practical result has been 
achieved. There is no prospect of the direct production of 
currents having a frequency of even 4 x 10!* periods per 
second, the radiation from which would be just visible to 
the eye as dull red light. The smallest wave length reached 
even in the oscillatory discharge of microscopic condensers 
is measured in centimetres instead of in their hundred- 
thousandth part, and it is only by molecular impact, as in 
a vacaum tube, that vibrations of a sufficiently rapid order, 
unaccompanied by heat, have been obtained. 

The problem of the transmission of energy across space 
has recently been brought vividly before the mind in con- 
nection with the Marconi system of telegraphy. There is 
something singularly fascinating in the idea of the Morse 
key ticking away its message in the room at Bournemouth,“ 
and the printing instrament over at the Needles recording 
the words just as certainly as though a cable linked the 
instruments together. But it is a far ory from this achieve- 
ment to the transmission of energy for power purposes 
across space. Even the small amount of energy required 
for the printing instrament is not transmitted, only the 
infinitesimal quantity required to operate the coherer, which 
serves as an almost incredibly sensitive relay. The energy 
from the transmitter is scattered in all directions through 
space, and the waves can only be gathered into a 
parallel beam with difficulty and with considerable loss. 
As yet, moreover, we have no means of generating this 
particular form of wave energy in sufficient amount to serve 
any practical purpose, quite apart from the difficulty of 
transmitting it when obtained. It seems likely, therefore, 
that we shall have to put up with copper mains, and the 
С? R losses contingent thereon, for some time to come, in 
spite of the advantages that wave motion in the ether seems 
to offer as a practically wasteless mode of transmission. 


THE Scientific American states that from 
four of the Lake Superior iron mines, viz., 
the Marquette opened in 1856, Menominee 
opened in 1880, Gogebic opened in 1884, and the Mesabi 
opened in 1892, there have been produced over 98 million 
tons of ore. The last mine alone produced in five years over 
8 millions of tons, one half of which ore is of over 60 per 
cent. iron, and contains only 0°06 per cent. of phosphorous. 


The American Iron 
Tradé Prospects. 


» ELECTRICAL. Review, Vol. xlii., p. 538. 


In this mine there is in sight or indicated some 400 million 
tons, or sufficient at present production for 50 years. As all 
the above mines must continue at present rates if the present 
rate of iron manufacture is to be maintained, there will need 
to be a vast further body of ore if America is to keep the - 
lead for an indefinite period. There appears good reason to 
endorse Mr. Jeans's prediction that the centre of iron pro- 
duction may yet shift to other countries, as, for example, 
Australia. But for many years to come the continent of 
North America is likely to increase its output of iron. It is 
still considerably behind the production of the equal area of 
the European Continent; indeed, has only just exceeded the 
production of England, a small section of Europe, about half 
the size of a moderate American State. The advantages of 
the Lake Superior ores generally are their great accessibility, 
being often surface mined and well placed for cheap working ; 
they are very rich in iron and low in phosphorous, and so 
are eminently Besse mer ores, and the ore beds are of great 
extent. Some samples assay over 67 per cent. iron, and out 
of nine grades of ore in the Vermilion ranges none went less 
than 60 per cent. Phosphorous is very rarely over 0°1 per 
cent. On the Mesabi range a steam shovel can load 500 
tons per hour at 74d. per ton on the cars, and at times it is 
claimed cars have been loaded for 5d. perton.  Evidently 
there will be no scarcity of iron in the lifetima of anyone 
living to-day. 


Mr. MacFíaRLANE Gray has again 
' Economy of H drawn attention to what Mr. Kirkaldy 
firet discovered, that it pays to heat feed 
water with live steam drawn from the same boiler into which 
the feed is being pnt. Mr. Gray only attempts to explain it 
by increased mobility of water. Our contemporary, the 
Electrician, attempts a more scientific explanation, that the 
economy due to this live steam feed heating is due to the 
better thermo-dynamic efficiency of heat transmission from 
fire to hot water than from fire to cold water. The larger 
temperature drop in the case of cold water is useless. Heat 
ought to be transferred as near the maximum temperature as 
possible. If this feed-heating question can be explained 
thermo-dynamically, what a chance the men have missed 
who, like Mr. Gray, are thermo-dynamicians and yet have 
failed to fit the practice to theory. Are we again to see а 
thermo-dynamio theory fitted to a proved practical fact, for 
there seems now no reason to doubt the facts. It is an 
unfortunate shortcoming of moet scientific men that they 
are not possessed of the ability to foresee facts from their 
theoretic knowledge, though they are very ready to assert 
themselves in picking the flesh off the skeleton and 
exposing the hard dry bones beneath. Practical men would 
be glad of a few X rays of scientific research to show the 
bones in the living creature without the process of stripping 
off the flesh. It has been held that the only duty of the 
furnace ought to be to supply the latent heat to the 
water in a boiler. To a very large extent this has been 
followed in north country practice where heat of low degree, 
otherwise going to waste, is employed to heat the feed in the 
economiser or flue feed heater, and this may account to some 
extent for the good evaporative resulta obtained there from 
plain boilers. 


"Institution of Electrical Engineers.—Last night at 
the ordinary (extra) general meeting, held at the Society of 
Arta, 8 paper was read on “The Prevention of Interrup- 
tions to Electricity Supply,” by Mr. Leonard Andrews, 
Associate. 
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CARBON BRUSH-HOLDERS. 


By ERNEST KILBURN SCOTT. 


Parr I. 
(Concluded from page 564.) 
Tue other more widely known but, perhaps, little under- 


stood method, is by the use of a solid carbon block, or, better 
still, by a multi-section carbon brush. Fig. 4 shows such a 


Section a B. 
Fia. 4. 


brush and holder designed by the writer, from which it 
will be seen that the brush is made up of the scrap ends 
of ordinary arc lamp carbons bunched ther, as shown in 
the section A B. Type metal is cast round them at one end, 
and in order to get the metal to hold properly they are 
spaced about ;',th inch apart, thus giving the multi-section 
brush. When the carbons are worn away the type metal 
can be melted off and used over again. In connection with 
this xe n 5 noted that н - tial 

keeping the brus y against the holder casting, can 
us be fully utilised when the armature is revolving гй ће 
direction of the arrow. 

The immediate effect of increasing the resistance in the cir- 
cuit of the short-circuited coils may be explained as follows: 
When working at full load the coil under short circuit must 
be in a field of considerable strength, in order that the 
current may be properly reversed. It follows, therefore, 
that if the load is allowed to fall off without the lead being 
proportionately reduced, the field will naturally tend to 
cause an excessive flow of current through the short- 
circuited coils. This is where the above-mentioned extra 
resistance comes in, as a check against the rush of current 
and consequent arcing and waste of heat. 

Another point in connection with the design of brushes 
and commutator is, that the interval of short circuit, or, in 
other words, the width of a brush, has a marked effect upon 
sparking. On a given dynamo, with single-wound arma- 
tures, for example, commutation can be more easily effected 
in a strong field if the brushes cover several segments in- 
stead of only one. One may therefore argue that a high 
induction density in the armature is not only a good feature 
because it reduces the weight of copper and iron per kilowatt 
output, but that it also allows of a thick brush being used, 
or, in other words, it shortens up the commutator. Where 
currents running into thousands of ‘amperes have to be dealt 
with, the advantage of this is obvious, for even with double 
or quadruple wound armatures the cost of the commutator is 
а heavy item in large ontput machines. | 

When а commutator appears to work well at first, but 
afterwards becomes badly scored, it will generally be found 
that it is caused by the proportions being such that the con- 
tact surface between the metal brush and the receding seg- 
ment of the commutator decreases more rapidly than the 


current which is flowing; the result of this being that too 
big an amperage is crowded into the surface of the brush, 
causing it to fuse and stick. It is this fusing of the metal 
(shown when it is very pronounced by yellowish sparks) thut 
scores the commutator, the small bluish sparks which spit 
off from the outer edge of the brush being comparatively 
ee Carbon brushes being infusible prevent this 
roub'e. 


Part II, 


As the designs igns of €— E very numerous, A 0 
necessury to confine the purely desoriptive part of thi 
article to a few typical types.. Most brush-holders intended 
for metal brushes have the one great fault of not allowing 
the brush to be automatically set up by a parallel feed. On 
many holders, for example, it will be noticed that as 


Feber 
ә 


Fra. 5. 


the brushes are worn down, the wearing end gradually 
drops away from ita proper pou until (if left without 
adjustment for a long enough period) it becomes almost 
square acroes, and causes sparking by reducing the lead. 
Designers of carbon brush-holders appear to have borne 
this in mind, with the result that in most types the brush 
remains in the same position relatively to the commutator. 


Fra. 6. 


It has also, no doubt, been partly due to the fact that carbon 
wears perfectly with a square end; in fact, reversing motors 
must of necessity have the carbon in the radial position. 


* 
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Fig. 5 shows a type of brush-holder which was designed 
for the earlier Goolden motors for use in colliery work, haul- 
ing, coal cutting, &c. It was one of the first to take advan- 
tage of the tangential action of the commutator to prevent 
chattering, a point of considerable importance not only on 
account of the noise and sparking at the commutator, but 
also because it is liable to set up sparking between the carbon 
and its holder. 

The barrel with its concentrically coiled spring, shown in 
sectional elevation in the figure, makes a very neat arrange- 
ment, but in the event of the spring breaking or loosing its 
temper, it is a trifle awkward to replace. The carbon blocks 
were 24 inches long x 1} inches х inch thick, and were 
covered with a layer of electro-deposited copper. 


Fic. 7.—Ввовн-Ногрив оғ тне STEEL MOTOR Company, 
JoHNSTOWN, U.S.A. 


Fig. 6 shows a side and end view of the brush-holder of a 
Thomson-Houston tramcar motor as made by the General 
Electric Company of America. ‘The finger or hammer 
lever is shown in the raised position with the spiral 
spring just below the centre of the pivot. The end of the 
finger is also shown dotted resting on the top of the carbon 


Ета. 10. 


block as it would be in actual work. When new, the carbon is 
33 inches long and has a ing surface on the commutator 
of 24 inches by 5 inch. The slot in the brush-holder casting 
is deep enough to allow the carbon wearing down to 14 inches 
long, the pressure due to the spring being about the rame 
during the whole of the travel. 

Fig. 7 is taken from a photograph of а pair of carbon 
brush-holders made by the Steel Motor Company, of Johns- 
town, U.S.A. The carbons are removed, and the right-hand 
holder is shown with the hammer lever caught back ready 
for a carbon to be put into position. The brush-holder yoke 
is fastened to the top half of the motor frame, and it can be 
removed along with the brush-holders without disturbing the 


adjustment, this removal being affected through a malleable 
iron cover on the top casting of the motor. 

The Walker Manufacturing Company, of America, makes 
the type of holder shown in fig. 8, which allows the carbon 
block to adjust itself to a bearing, whilst at the same time 
advantage is taken of the rotation of the commutator to 
keep the carbon firmly against the metal part of the 
holder. The current does not therefore have to pass through 
bearing surfaces or springs, and the type is on this account 
very suitable for currents, The facility with which 
the old carbons can be removed and а new set put in, is a 
very noticeable feature, and it will also be noticed that 
chattering is entirely prevented. 


Еа. 9. 


Spiral or coiled springs are always more or less a nuisance, 
and attempts have therefore been made from time to time to 
use flat laminated springs for the purpose. Fig. 9 shows 
a brush-holder with a spring of this type similar 
to those used on the motor-generators at the Electric 


Cab Company’s charging station, Lambeth. The design is 
somewhat crude, but judging by the appearance of the 
commutator it seems to answer its purpose very well. 

Fig. 10 shows a well design жы Дн made by 
Siemens Bros. & Co., of Charlton, and fitted by them to the 
large dynamos for the new Waterloo and City Railway. The 
carbon block is 7 inches long, 2 inches wide, and 1 inch thick, 
and in order to make it bed more easily it is held in 
B ее imp brush as shown in the figure. 

action of the holder is as follows:—Casting в moves 
round the fixed spindle, c, whilst the casting, л, may be 
firmly clamped to с in any required position by the screw, р. 
The main part of the current is conveyed from the brush 
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casting, B, to the spindle; through the flexible copper strips, L, 
and the carbon blonk. к, can be lifted and held off the рача, 
tator by means оѓ the spring catch, к, which is fitted with an 
insulated end. The brush is drawn back into position 
when this catch is released by means of the spring, F, 
which also allows the pressure of the carbon on the commutator 
to he regulated. E 

Fig. 11 shows a carbon brush-holder suitable for a small 
machine. As will be seen it is very simple in construction, 
and, of course, it conld only be used for small currents, 


Fia. 11. 


The following tabulated particulars of brush gear, &o., 
may be found useful to designers and others:—Assuming the 
amperes per square inch of contact for carbon brushes at 
about a quarter of that allowed for metal gauze brushes, and 


ургы ш usual standard sizes of machines and for brushes, 

the following particulars will hold good. | 

Amperes. Metal gauze brusbes. | Carbon brushes. 

Number. Bize. Number. Bize. 

20 1 7 Xx 2 * 3 1 81 x 2x 4 
45 2 7 * 2 N { 2 34 x 2x 4 
75 2 7x2x4d 3 31 x 2x 4 
115 3 7х3 * 1 3 31 x 2x 4 
165 3 7 Xx 2 X 4 4 5 x2 K # 
225 4 7х2 х { 4 5 х2х 3 
30 4 7 Xx 2 * 4 5 5 X21 
4to b 7 Xx 2 * 4 5 7 X 2 * 1 
бео 6 7 * 2 * 4 6 7 X 2 * 1 


The sizes of brush flexibles may be taken as given in the 
kollowing table, which is based on a current density of 
about 2,000 amperes per square inch. | 


Diameter of copper Area in square Maximum safe current 
. in inches. inches. in amperes. 
boc 0: 9 20 
й 021 45 
i 037 75 
ye 058 115 
8 083 165 
т, 112 295 
150 300 
Two т 224 450 
Two à '3 600 
Three $ 45 900 
F. о: 4 в 1,200 
Five j 76 1,500 


The widths of commutators vary a good deal, bnt they are 
all based more or less of the standard 7 inches x 2 inchs 
х } inch brush, as follows: 


| Width of commu- Diameter of 


Number of brushes side by side. ' tator in inches. rocker spindle. 
Two 1” or one Y is 28 ў" 
The 107 or tao 2”... "E 1 
Four 14” or three 22 eal rw 

Four 27 * 
Five 2" 1” 
Six =" 1" 
Beven 2" 11" 


Eight 2" 


THE UTILISATION OF BLAST FURNACE 
GASES FOR ELECTRICAL POWER TRANS- 
MISS IN. 


By W. Н. BOOTH. 


(Concluded from page 582.) 


From a careful consideration of resulta obtained, it would 
appear that the amount of power that may regularly and 
continuously be obtained from a blast furnace is 10 horse- 
power per ton of coal per week. Thus a furnace burning 
1,000 tons per week would yield 10,000 horse-power con- 
tinuously under correct conditions of work, including the 
driving of the blast by gas power and sandry other economies 
into which it is not necessary more fully to enter. The fore- 
going figures will probably be sufficient to show that there is 
a calculable saving of enormous extent to be made. My 
tests of the actual plant more than confirm the figures, and 
it is beyond cavil that the system is: a success, commercially 
as well as mechanically. Several other plants of utilisation 
are either at work or projected, including one at the 
Frodingham Ironworke, one at Barrow, and an entirely new 
plant, including a new furnace in France; bat of more than 
special interest is one to be put up at the Wigan Iron Com- 
pany's works in Lancashire, the special interest attaching to 
this being that a length of 1j miles of canal has been 
selected on which to make a trial of electrical traction as 


TABLE I. 
Blast furnace gas. 
————— — IE €: 
— | producer. 
| Wishaw. | Frodingham. 
Carbonic acid ... be "" 5 75 60 66 
Carbonic oxide ... & з | 24°75 273 196 
Hydrogen as € — 2:33 1:5 6'4 
Marsh gas aa ан - 0 75 Sa 1:8 
Nitrogen a ; 66:42 653 66 1 
1000 1000 100:0 
Heat units рег cubic foot ...| 978 96 7 98:0 
Calculated cubic feet p«r I.H.P. 79:44 80:34 79:27 
Percentage combustible 27 83 28:8 27:3 


applied to canal barges. In this installation a gas engine of 
about 30 H.P. will be employed, generating electricity for 
three separate purposes. One of these is the lighting of 
the ironworks as is being done at Wishaw; the second 
is the purification of the blast furnace gas itself by 
electrification, the gas passing through a highly 
charged field, and depositing its load of dust whi 

aggregates and coalesces and drops by gravity out of the gas 
stream. The third use of the current is, as , for canal 
barge traction by means of small motors running upon a 
lattioe-framed rail carried on posta along the towing path. 
There is, perhaps, nothing in the mere transmission of elec- 
tricity along a short length of canal, but the matter has 
nevertheless considerable interest as being the first use of. 
electric current generated by furnace gases for power pur- 
poses outside the premises on which the waste gas is manu- 


faotured. Electrical transmission of power is common, and 


the problem of the wasteful blast furnace only waits the 
application of this solution to be at once reoognised as a 
source of power of almost unlimited extent. 

If about 10 million tons of fuel are used annually in 
Eaglish and Scotch blast furnuces, then about 2 million 
horse-power is running to waste. Unlike huge water powers, 
or even small ones, the utilisation of blast furnace gas does 
not involve a great capital expenditure on works of prepara- 
tion such as dams, tunnels, pipe lines, aqueducts, &c., as 
required where a water power is sought to be developed. 
Seeing that this 2 million horse-power is located at about a 
score of centres all over the land, there is an average of 

p 


———— —— — — — — — 
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each. Electrical transmission alone is possible in this 
matter. It would be sheer waste of time to consider any 
other system of transmission than that afforded by electricity. 
The only cost is that of gas engines and cheap light holders, 
scrubbers, and pipes. To what use can all this current be 
applied ? 

The whole of the cotton mills in the country would not, if 
properly driven, absorb a fourth of the supply. The most 
obvious use, apart from factories, is that of transportation 
and light. Between them none of the gas produced in the 
country need go to waste. Electrical traction may be looked 
on as the next coming industry, the application to which of 
the new power involves no rejection of old plant, no change 
in existing conditions, and no subversion of established ideas. 
The obvious power for most new tramways is electricity, and 
it is bound also to be applied to most old lines, if these are 
to live in competition with new ones. 

The application of electricity to main line service may well 
wait until the tramway system of the country has been 
modernised and extended. No engineer who had the means 
at his command need hesitate to undertake the supply of 
ample power to the London underground railway from the 


about a hundred thousand 5 to distribute from 


w 


demand exceeds the rate of supply, the addition of a holder 
will tide over the of the demand “curve.” Farther 
growth in demand can be met by further storage. The ques- 
tion of storage will not be of immediate urgency. So much 
power is going to waate that it will be a long time before 
unbelief is overcome sufficiently to absorb all the power 
available. In no industry, however, has the production of 
a large and apparently useless waste been allowed to pt 
indefinitely. In the production of the ordinary illuminating 
gas, the bye-products, once so difficult to dis of, have 
become almost the primary profite, and gas has me, in a 
sense, the bye-product. In the Scotch blast furnaces using 
raw coal the tar and ammonia recovery has added a v 
welcome margin to the profits of pig-iron production ; 
so in many other industries. Yet in none is there so huge a 
waste as that represented by the gases, still ically thrown 
away, of the blast furnace, and only capable of employment 
to their full capacity by the combined agency of the internal 
combustion engine and the dynamo, with its attendant long- 
distance transmission. 

The recent articles of Mr. J. S. Jeans dealing with the 
subject of supremacy in iron manufacture have a very close 
and special relation to this question of waste utilisation. 


TABLE II. 
- — Weight Weig ht per 100 T€ de weights of elements per 100 cubic feet of gas. 
. ; А е 5 a 

Volumes. euti. fout: of mixed gas, | Constituents, А 5 e = 

Oarbonic oxide = CO 24:75 00784 1 9404 3:4 0:8316 1:1088 2 Mer 

Hydrogen = H 2:33 0:0056 0:0130 i TE Не 0:0130 eos 

Marsh gas = CH, 0°75 0:0448 0:0336 3:1 0:0252 n" 0 0084 T 
Nitrogen = N 66 42 0 0784 5:2073 7 „25 ^ T" 5 2073 

Carbonic acid = CO; 5 75 0:1234 0 7095 3:8 0°1935 0:5160 sas rr 
Cubic feet = 100-00 | 0`079038 7:9038 . Total 1 0503 1:6248 0:0214 52073 

tip — —— DG 
| 7 9038 


iron furnaces of Northamptonshire. Some of the furnaces 
are at rest. With a very moderate payment for the gas now 
sent to waste, the profitable joint production of iron and gas 
would keep these furnaces alight. To Wellingboro’ is only 63 
miles from London, and the Wellingboro’ furnaces are pro- 
bably the nearest to London. A transmission of 60 miles is 
nothing to be afraid of. Greater distances are now finished 
or in hand in America on water-power transmissions. Hence 
it is perfectly possible and practicable to transmit power to 
‘London from Wellingboro’ for railroad purposes, adding 
at one stroke to the prosperity of the decaying iron 
indastry, and rendering the sulphnrous underground 
tolerable. The question of electric traction seems 
to turn so much on the constant expense of fuel that 
where this can be had for a fraction of its normal cost 
there would be great inducement to undertake the building 
of the transmission line. 

It must not be overlooked that the production of blast 
furnace gas is continuous ; furnaces do not stop, but work on 
for years under blast. The volume of gas produced is enor- 
mous, and from one furnace may be a million feet per hour. 
‘It is thus essential that, in order to avoid blowing gas to 
waste, there must either be an immense storage system or the 
use of the gas must be as uniform and continuous as it is 
possible to make it. For power purposes of manufacturing 
establishments there is a fairly constant load over 12 hours 
of the day, and there is the night load for lighting purposes, 
but there is rarely much of a load for any purpose beyond 
street lighting between 12 p.m. and 6 a.m. Assuming that 
a given furnace is capable of yielding & continuous 6,000 
H. P., the possession of sufficient storage capacity to absorb 
the production of the six night hours would increase the 
power capacity during the 18 hours to 8,000 H. P., and 
similarly very much more than 8,000 H.P. would be possible 
at the hours of maximum demand, such as from 9 a.m. to 
noon, or the evening overlap of large power and light demand 
which occurs between 4 and 6 p.m. in winter, where a system 
‘of storage is adopted. The storage resolves itself into a 
question of demand. As soon as the maximum rate of 


8,350, and this is liable, indeed certain, to be v 


By ita means the production of iron in a small country of 
short distances is placed in a better competitive position than 
is the case with the furnaces of a large country more sparsely 

pulated and lees able to absorb the рот er production of а 

urnace within a reasonable radius. is consideration is of 
great importanceto the British iron trade, and, indeed, to the 
country at large, which is placed in the same advantageous 
position that is now occupied by countries of large water 
owers—Switzerland, Scandinavia, or America, Given also 
Increased powers of electrical transmission, and the injus- 
tice to Ireland which she has suffered in the denudation 
of her carboniferous strata may be considerably amelio- 
rated in the not far distant future. These are, however, 
mere speculations; the solid fact remains that a new 
power source, of at present unlimited extent, is к 
{о our hands, and comparatively small expense is needed 
to utilise it for every purpose of light, power, and even of 
warmth. 

It has been argued that the waste gas might ba utilised 
for similar power purposes by burning them under steam 
boilers, as now done for the purpose of raising steam for the 
blowing engines. This argument overlooks the fact that the 
heating power of all these producer gases and their congeners 
is very poor. One pound of carbon prodaces about 7 Ibs. of 
gases, and the minimum air supply is another 6 lbs., so that 
at the very least a pound of сло resalts in the production 
of 18 lbs. of products of combustion. The carbon has only 
a calorific value of, say, 10,000 units, one-thirteenth of which, 
or 770 units, is apportioned to each pound of the products 
which have a specific heat of about 0°23, so that the maximum 
possible temperature attainable beyond the initial is 907 
mu 
reduced by the excess of air always present. The flame of 
carbonic oxide is not a suitable flame for boiler heating 
purposes, being too transparent, and therefore devoid of 
radiating capacity. On the other hand these poor gases are 
very suitable for gas power purposes, and lend themselves 
readily to the peculiarities of the gas engine, especially 1n 
respect of that still unavoidable water-jacket. Rich gases 


Vol. 49. Blo. 1,267, May 6, 1888.) 
must be diluted, and the poor gas is already dilute and only 
requires that a slight variation be made in the ordinary pro- 
portions of the air and gas inlets and ia the piston base for 
purposes of greater compression. There is no difficulty in 
igniting these poor gases, in the cylinder of a gas engine, 
under compression. Gases almost too dilute to burn in the 
open will readily ignite when compressed. 
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THE EFFECTS OF ALTERNATING CURRENTS 
ON THE HUMAN BODY. 


By Dr. W. 8. HEDLEY. 


THERE have lately been recorded (Hlectrotechnische Zeit- 
schrift) a series of experimenta undertaken by Prof. Weber, 
of Zurich, to determine the effecta upon the living body of 
alternating currents at different voltages. Two metallic con- 
ductors at opposite potentials were held, one in each hand. 
With the hands damp, an effective electromotive force of 30 
volta, and 50 alternations a second, the whole arm seemed 
paralysed ; extended, it could not be flexed; flexed, it could 
not be extended. At the same time, the pain was во severe, 
that it could not be borne for more than five or six seconds. 
It was not without effort that the hands could be detached 
from the electrodes. When the voltage was raised to 50, 
fixation occurred ; that is to say, the hands could not by any 
voluntary effort be released from the electrodes, and the pain 
was not supportable for more than two or three seconds. 
With the voltage raised to 80, even with the hands dry, all 
the above phenomena were accentuated. 

Other experiments followed to observe the effect of a cur- 
rent passing to earth through the body; thus, standing on a 
damp macadamised road, but with dry вһогв, a person 
touching with his hand a conductor at a potential of 1,000 
volts experienced a marked burning sensation, and when the 
conductor was grasped with the whole hand a violent tremor 
oscurred, with complete fixation. 

In the same journal М. Emile Kolben gives а case of an 
accidental contact of several minutes’ duration, where the 
body was placed in the р of a current passing from hand 
to hand at 200 volts. In our present ignorance of the exact 
conditions which make electric currente dangerous, experi- 
ments of this kind are of great interest and value, and it 
is desirable that all such cases be assiduously recorded. But 
it is altogether premature to conclude, because the voltage 
of electric lighting currents may but little exceed that used 
in some of these experimenta, that therefore such lighting 
currents are free from danger, or that a person with dry 
shoes, standing to earth on moist ground, need never be 
afraid of an alternating current whose potential does not 
exceed 1,000 volts. In a recent number of the ELECTRICAL 
Revıgw, reference is made to four fatal cases of accidental 
contact with live wires, in three of which the potential could 
not have exceeded 115 volts. Data must for a long time be 
accumulated, and a great deal more learnt about the human 
body as an electrical condactor before the line can be drawn 
beyond which electrical currents begin to be dangerous to life. 


BALANCING OF ENGINES. 


Tue recent paper by Mr. Whitcher, read before the Man- 
chester Association of Engineers, deals with engine balancing 
on the lines, | come into fashion, of the bob-weight, a 
method so obviously correct in theory as to need no demon- 
stration, and, indeed, a method which has been often 
attempted ош у, As the author points ont, the 
balancing of an engine is an endeavour to hold fast ita 
centre of gravity. Slow moving engines having small 
energy of motion in any part are sufficiently balanced if 
they will remain at rest in any position in which they are 
placed. Such are the old beam engines which can be 
balanced by a weight in a fly-wheel. In such engines we can 
neglect the twisting moments about a vertical axis, due to 
revolution of balanced parts, and their balances in different 
planes, More quickly moving engines can be balanced by 
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tail cranks and fly-wheel weights, the weight being in the 
same angle as the crank and the tail opposite, a method ve 

efficient for long stroke engines up to 900 feet, piston speed. 
But these methods do not reelly balance the piston and other 
ts which move in right lines; they introduce a vertical 
tnrbing force in horizontal engines, or a lateral force: in 


vertical engines, which have to be dealt with by the abeorb- 


ing power of more or less heavy foundations. : 
The conviction of most engineers that a steam engine 

with two cranks must have these cranks at right angles, has 

prevented a good deal of excellent work being done. With 


‚а three-cylinder engine very good balancing can be effected 


by keeping the middle crank opposite the two outer cranks 
and of equal weight to the sum of the two. 

Mr Whitcher considers one of the most important effects 
of balance to be the effect on bearing surfaces, and he shows 
how alternating etresses on bearings which produce knock 
may be converted into rotary stresses free from knock. А 
revolving counterweight does this at the cost of introducing 
a general vertical want of balance. He describes briefly 
various methods, and regrets that the three-cylinder engine 
with cylinders at 120° on one crank is so inconvenient a 
machine, being perfectly balanced by a single weight oppo- 
site the crank. Не criticises the six-cylinder Willans idea, 
considering the four-cylinder idea of Messrs. Schlick, Yarrow 
and Tweedy to be superior and simpler where the cranks are 
placed nearly 90° apart, but so far different from 90° as to 
correct the irregularity due to angularity of rods. He recom- 
mends his hearers to attack the problem from this point. 

For two-crank engines, nothing, of course, can be better 
than a crank angle of 180°, with cylinders as near as possible 


to each other to suppress twisting moments. With three 


cylinders there is a fair balance possible. Four cylinders are 
better. For single engines there is the bob-weight system, 
and the author questions if it be not better always to treat 
every cylinder alone, and give up the attempt to balance 
moments by means of multi-cylinder schemes. . 

One of the author's methods is to lengthen the connecting 
rod beyond the crank-pin, and put a bob end to it, 8o as to 
balanoe the transverse component introduced by the rotary 
crank tail. The same effect is shown by a system of linkage 
which will obviate stresses otherwise brought on the cross-head 
slides by the previous system. 

Mr. Whitcher makes a severe dig at locomotive engineers 
who of all men, with unbalanced vertical components in a 
heavy machine, set to run over rails supported at intervals 
only, and over costly bridges easily damaged by vibration 
iud ita cumulative effects, ought to seriously consider 
balance. He suggests how locomotives ought to be balanced. 
The present writer would balance locomotives by giving them 
three or four cylinders with the cranks of the outer cylinders 
180? from the inside crank or cranks, and with equal mass 
moments, But locomotive engineers apparently dare not 

from their antiquated ideas of cranks at 90? so as to 
be able to start from any position. 

They will not accept the little tarning engine, во easy to 
be applied, nor will they try the above system with the 
cranks slightly off the 180° position, which would generally 
secure a start, and yet would so greatly reduce the present 
vertical component so destructive of rail joints, bridge floors, 
and girders. | 

Mr. Whitcher's paper is deserving of study and attention, 
becanse balancing, though really a simple matter, is by no 
means always so simple in practice as in theory. Its diffi- 
culties arise with frequent reciprocation of parta, and dis- 
appear altogether in electric motor’ work and steam turbines. 


ELECTRICAL ALLOYS. 


By ROLLO APPLEYARD. 


(Concluded from page 537.) 


II.—Nrw ALLOYS. 


It was thought that some further diminution in tempera- 
ture coeffioients could be obtained, for it was found that 
with some specimens of patent nickel examined at the 
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Reichsanstalt this constant had fallen to 0°00017. It 
oe that this diminution resulted from increase of 
kel 


in the constitution of the alloy. A number of experi- 
menta therefore 


made with co 
nen pper 


metals, in order to investigate the effect of the 


quantity of nickel upon the temperature coefficienta. Alloys 


of copper and manganese, such as were being made by Dillen- 
burg at the Isabell foundry for parts of machinery, were 


examined. The Reichsanstalt were encouraged to pursue this 


investigation by the success of the patent alloys of Weston, of 
Newark (American patents Nos. 881,804 and 881,805), 
which were described as having negative temperature coeffi- 
cients. Twelve nickel-coprer alloy», with d'ff-rent quantities 
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Fig. 1. 


Variation of the resistance of alloys of manganese 
and copper with temperature. 
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of nickel, were therefore specially manafactured for them by 
Basse and Selve, in Altena, Westphalia. The specific resist- 
ances and temperature coefficients were determined from 
wires of 0'5 mm. diameter aud about 2 m. long, soldered to 
copper contact pieces, and, after their diameter and length 
had been measured, wound don ble upon a strip of mica, as 
represented in fig. 1. Afterwards these wires were kept in a 
thermostat at 120° O. in a dry heat for 24 hours. The wire 
was then put into an oil bath, and its resistance was measured 
at different temperatures. The results corresponding to both 
groups of alloys are given in curves in figs. 2 and 3. 
Abecisz in fig. 2 represent different alloys of nickel, the 
ordinates marked p represent the epecific resistance in micro- 
ohms per cc.; those marked a represent the temperature 
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coefficients, giving the significant figures after four decimal 
places. The ordinates drawn to meet the curves represent 
the observed values. Fig. 8 sets forth the same data for 
manganese alloys. Fig. 4 shows the variation of resistance 
with temperature for various alloys of manganese and copper. 
These alloys can only be examined up to 30 per cent. of 
manganese, as alloys beyond that limit cannot be worked. 
Both with copper-manganese and copper-nickel alloys, the 
specific resistance increases in proportion to the added man- 
ganese or nickel ; up to this 80 per cent. value, the resistance 
of copper-manganese increases about 2:5 times as rapidly as 
copper-nickel. With the latter alloy, the resistance then 
diminishes up to 46 per cent. of nickel, and then remains 


Temperature coefficient a, specific resistance p and thermo-electric force (against copper) 9 
the constitution of the alloy of nickel and copper. 
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fairly constant up to 62 per oent.; after that, it falls steadily 
until the metal is all nickel. | 

With manganese-copper, the temperature coefficient 
diminishes at first very rapidly, then gradually slower, until 
at 7 рег cent. of manganese it becomes nil. B-yond that 
point, increasing the quantity of manganese produces an 
alloy which at 0° С. has a small positive temperature 
coefficient; this vanishes at from 40° C. to 50° C., and 
beyond that temperature assumes increasing negative values. 
In fig. 4 the ordinates of the seven curves show these various 
results, each represents the change in resistance experien 
by a тка of 1 ohm when its temperature is varied from 0° С. 
to 100° C* 

With nickel-copper the diminution of temperature 
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coefficients as the nickel is added, is slower than the change. 


noticed when manganese is added to шке ориг ; it 
is slower in the same proportion as the increase of specific 
resistance is leas. Close to the zero-line there is а bend to 
the curve of alteration of temperature coefficiente, the second 
of the curve is not horizontal, but has a slight upward 
inclination, and then falls somewhat rapidly towards the 
zero line at 46 per cent. of nickel. This alloy gives the 
least temperature coefficient. At this same 46 per cent. 
value the specific resistance also attains ita maximum. 
The alloy represented by F (fig. 2) has approximately the 
chemical formula NiCu. In these alloys it may be sup 
that the combination of one molecule of nickel with one of 
copper is mixed with different quantities of copper and 
nickel, and that these possess high specific resistances and 
negative temperature coefficients. The practical result of this 
investigation is to show that it is possible to obtain two 
kinds of alloya with vanishing temperature coefficients. With 
manganese-copper only 7 per cent. of manganese is required to 
produce an alloy of infinitesimal temperatare coefficient. In 


practice, 12 parts by weight of manganese, 2 of nickel, and . 


Temperature coefficient а, specific resistance р the constitution of the 
alloy of manganese and copper. 
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86 of copper are adopted. Nickel has the effect of raising 
the thermo-electric force against copper, besides delaying the 
bend of the curve of resistance variation with temperature by 
about 20° О. (see fig. 4). This alloy has received the name 
of manganin. It is specially made at the Isabell Foundry for 
standard resistance coils. Fig. 5 shows the change in resis- 


tance of а 1-ohm coil of manganin at various temperatures; 
the observation-pointa on thecurve are numbered for purposes 
of reforence. 

From the curve given in fig. 8 it appears that there are 
only two alloys of nickel and copper for which the tempera- 
ture coefficient vanishes. The relative merits of these two 
alloys remain to be studied. Messrs. Basse & Selve, of 
Altena, who have made all the sample alloys for the Reich- 
sanstalt throughout this investigation, make an alloy with 
40 per cent. of nickel, corresponding to the first coincidence 
of the curve with the abscissze axis, and they have given this 
alloy the trade name of “ constantan." 

Important as is the production of an alloy possessed of a 
vanishing temperature coefficient, such an alloy cannot be 
adopted for standard coils until the permanence of the 
specific resistance has been firmly established. Experiment 
seems to have proved that manganin and constantan are, in 
this regard, as suitable as patent nickel. In considering 
other properties, the thermo-electrio power against copper 
comes tit under notice. The table given below fig. 8 shows 
that manganese-copper has only small negative values for 
this power; this can be got rid of altogether by adding a 
trace of nickel to the alloy. On the other hand, nickel- 
copper, and especially constantan, have high thermo-electric 
power against copper; these are given in mioro-volts in 
fig. 2, for different proportions of nickel. | 

The recorded values were determined by soldering the 
ends of the specimen wires to copper wires that were con- 
nected to а galvanometer. All the wires were contained in 
an oil bath kept at constant temperature by a heating spiral 
and a stirring wheel. The thermo-electric power distur bad 
the resistance measuremente, especially when low resistances 
and strong currents were employed. It is true that these 
defects can generally be eliminated by care in the construc- 
tion of the apparatus, but for resistance measurements of 
great precision, it is almost essential to have a material such 
ав manganin, for which the thermo-electric power against 
cop 18 nil. vani ; 
піп is rather easily oxidised; this, по doubt, is due 
to the affinity between the manganese and the oxygen of the 
air. At 100° C. the wire soon tarnishes, and during anneal- 
ing, the surface manganese is perceptibly oxidised out of the 
alloy, leaving a surface of copper beneath the oxide. As 
might be expected, the electrical qualities suffer in conse- 
quence. The surface of copper can be removed by “dipping” 
in nitric acid, after which the good qualities of the manganin 
are restored. 

. Surrounding the manganin with powdered charcoal during 
beating does not sufficiently preserve it against oxidation. 


Moreover, dipping in acid is impracticable with the finer 


wires. At firt this question of T oxidation at annealing 
temperatures presented a great difficulty to manufacturers of 
manganin wire, but the wire drawers have now learnt how 
to draw manganin cold, even to very fine gauges, so that the 
trouble is very much lessened. By varnishing the finished 
coils with shellac, it is found tbat the wire is rendered proof 
against oxidation, at any rate up to 150° О, 

OConstantan, on the other hand, resists oxidation. It can 
be heated with impunity up to 800? C. On account of its 
strength and flexibility it can be drawn into fine wires or 
rolled into strips. For many electrical purposes—for instance, 
where considerable heating is to be expected—the qualities of 
constantan are of great value ; but for standards ot resistanoe 


manganin takes preference, chiefly because of ite small thermo- 


electric power against copper. In jointing manganin wires 
to the copper connecting pieces for standard resistances, tin- 
man’s solder was previously used, applied with a soldering 
iron. But this method is found to be detrimental; it pro- 
daces in the course of time very perceptible changes ia the 
resistance. The soft solder causes fisures, and generally 
alters the structure and | ies ef the manganin. The 
present method employed is to solder the wires with silver 
solder to copper lugs that are screwed under the contact 
pieces, so that they сап be removed if necessary. All coils, 
after varnishing several times with shellac, are dried for 
some hours at 140? О, In winding, the insulated wire is not 
touched by the hand, but is passed through a clean dry cloth. 
The bobbins are made of as large diameter as possible, and 
other precautions are taken to avoid bendiog of the wire. It 
is often found better to use several thinner wires in parallel 
than a single thick one, 
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CENTRAL STATION PLANT ON BOARD 
| SHIP. 


IN connection with the, of late, frequent reference to the 
extravagances of auxiliary plant, we note the remarks of 
Mr. W. S. Aldrich in a recent paper read to the American 
Society of Naval Engineers. Oa board ship the distances 
are so small that line losses are negligible. They are not, 
however, negligible in the case of steam. Compressed air is 
perhaps the best means of storing energy on board ship. 
Hydraulic accumulators as well as secondary batteries are 
dismissed as quite unsuitable. Electricity alone seems alto- 


gether suitable to economically transmit power from a central 


point where engines of economical type can be installed near 
to the source of steam. The power plant should consist of 
a number of similar self-contained units. The range 
of power will be less on any one unit than on 
the several steam engines used to drive scattered 
auxiliaries, On board ship there can also be arranged 
very steady loads, and the plant may run day and night 
at nearly uniform load, the light by night being set off 
during the day by additional motor loads, while certain 
pumping machinery can be operated at any time to com- 
pensate for unavoidable load variations. The one in charge 
of such a plant could, in fact, so work it as to secure a load 
curve the envy of ashore station manager. Quoting from 
Transactions American Institution Electrical Engineers, 
Vol. xiv., it is shown from Mr. Foster’s paper that plants 
above 200 H.P. show a remarkable uniformity in the fixed 
charges of interest, depreciation, taxes, and insurance. 
Operating expenses gradually decrease in plants from 200 to 
1,000 H.P., above which they remain very uniform and 
irrespective of load variations. Large stations E 
many smaller industries are scarcely affected by the 
instantaneous load changes. On board ship the mains can 
be safely and securely ran through watertight bulkheads, and 
gencrally the system is, like the cables, most flexible. 
Only distribution losses on branch circuits need to 
be considered in detail. Main line losses are too 
small for consideration. Direct current in all cases 
isto be used. Distant motors can be controlled with known 
certainty from the central point. The author states that 
there is not a single auxiliary which cannot be electrically 
operated with certainty, efficiency, and economy, and he 
enumerates all fans, pumps, blowers, hoists, shifting and 
steering gear, turret gear, and gan mounts as daily reaching 
towards the system of electrical operation, also the air com- 


pressors for refrigeration purposes. 


JOINT TEST: AN ACCUMULATION NULL 
METHOD. 


By E. RAYMOND-BARKER. 


Іх all joint tests hitherto employed two operations are 
necessary. Whether in Clark’s accumulation, the discharge, 
or the electrometer methods, the main feature of the test lies 
in the comparison of two deflections. 

These deflections are proportional to the amount of current 
which, in а given time, has leaked into or out of a condenser 
or into an electrometer, through the respective dielectrics of 
joint and standard core. 

In эрек, indeed, frequently three operations are gone 
through, viz., testing loss on (1) trough; (2) trough and 
joint ; (8) trough and standard core. 

lt is quite possible, especially in work at sea, for 
atmospheric conditions accompanying the two main opera- 
tions of a joint test to be not perfectly constant. Brine 
laden gs o intermittent with sunshine, will cause varia- 
tion of leakage, which scouring of ebonite would seem, at 
times, powerless to wholly get rid of. 

For these reasons a teet in which both joint and standard 
core are tested simultaneously, would appear to have points 
in its favour. It was under the influence of this idea that 
some two years ago—the writer devised the subjoined test. 

The accompanying diagram shows the connections of this 


test which is practically an accumulation null method. T is 
a double trough of ebonit». The usual precautions are taken 
as regards good insulation, and to prevent leakage between 
the two trough compartments. 

The core with the joint, and an equal length of similar 
and perfect core, are laid in their respective compartments 
and are immersed in salt water. The joint will previously 
have been hardened in ice or freezing mixture. 

P, and P; are copper uas for effecting connection between 
the water in the respective trough divisions, and the instru- 
menta. | 

с, and с, are two mica condensers of equal capacity, each, 
say, one microfarad. 

Kı кз is a Price mixing key (shown as a Lambert for ease 
of illustration). | 

K; is an ordinary make-and-break key. 

G is а sensitive mirror galvanometer. 

B is a battery of high voltage. 

For the test, к, is depressed during в certain fixed time, 
say, for one minute. The current leaks through core and 
joint respectively into c, and c, in which charges of opposite 
polarity accumulate. 

K, is then raised, allowing the accumulated opposite 
charges in С, and с, to mix and tend to neutralise. к, and 
к; are at once depressed, thus discharging through а any 
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residue of unneutralised charge. The consequent deflec- 
tion throw will be to the one side or the other of scale zero, 
according as joint or standard core has the higher insulation. 
If the two are equal the deflection will be nil. 

The side of scale zero indicating that the joint has the 
higher resistance can be decided once and for all with any 
given arrangement of instruments, by simple experiment 
with two lengths of core or leading wire of known aoa ba 
of insulation; or, again, by testing for loss on the troug 
with an artificial leak on one side of the same. | 

For the joint test proper, when a considerable length of 
cable may be in circuit with the joint, c; and Cz ought each 
to be short-circuited until к, has been depressed. С, and c; 
are then simultaneously unplugged, this operation determin- 
ing the moment from which the time of charge is to be 
noted. 
By the use of slides or of two high resistances, one being 
adjustable, this test may be modified so as to afford a perfect 
null method. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Two interesting papers occupied the Institution at its extra 
meeting on Thursday, April 28th. Mr. H. F. Parshall pre- 
sented a detailed review of his practical experience of the 
return circuit in electric traction in his paper. Earth 
Returns for Electric Tramways,” while the question of return 
feeders was dealt with by Major Cardew and Mr. A. P 
Trotter in a joint paper entitled, * Notes on Electric Tram- 
ways.“ 
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After the papers had been read, Mr. Gadsby opened the 
discussion by referring to Mr. Parshall's statement that, 
where lead-sheathed cables run parallel to earth returns of 
tramways, the results have been entirely unsatisfactory, since, 
in the absence of bonding, the lead sheathing is rapidl 
eaten away. The serious difficulties which arise with suc 
cables makes them unsatisfactory indeed; holes as large as a 
shilling are sometimes eaten out by the return currents; in 
tropical climates, where the soil is dry for the greater ра. 
of the year, it is found that when rain does fall, and these 
places are exposed to wet, the cable breaks down. Mr. 
Gadsby thinks that track welding will ba adopted for all 
tramway work in the next few years; where cast-welded 
bonding is adopted, good resulta might be obtained by per- 
mitting the metal to overflow or run out at the other side, 
вә ав to raise the temperature of the rails sufficiently, bat it 
is a mistake to try and get the weld on so as to have an 
extremely small amount of clearance. Where rails are laid 
on white oak sleepers on broken etone, as is the practice in 
the United States, the conditions are different from what is 
customary in the country, where a concrete foundation is 

t in, and there is not much likelihood of trouble with the 


ter system. 

Mr. Gadsby has designed a rail with a separate tread, with 
the idea of renewing that part of the rail which is subject to 
wear, and of making the tread of the moat durable grade of 
steel. By stepping and breaking the joints the rail can be 
made to bond the tread and the tread the rail, With refer- 
enoe to the apparatus and method used in measuring the 
resistance or joints and rails in position, Mr. Parshall has 
not stated if or how the resistance of the shunt or parallel 
path provided by the earth between the teat points has been 
allowed for. 

Coming to Major Cardew’s paper, Mr. Gadsby considered 
that it would be impossible to apply the “different voltage " 
arrangement to a complicated tramway system, but there 
seem to be some cases in actual practice where the use of. 
feeders of different resistances might be of use. | 

A certain tramway, not 100 miles from London, exhibits 
certain interesting features. The tests taken as set forth by 
Board of Trade Regulations give for the drop in the rails a 
figure not more than 1 volt, but the leakage to the eartk- 
plate shows 10 per cent. of the total current, the explanation 
of this being that the generating station is over 300 
yards from the line, and an insulated feeder runs from the 
station or power house to the line terminus. On this feeder 
there is a drop of from 5 to 6 volte, with the result that the 
er of the rail system is some 4 or 5 volts above the 


Another ев referring to the cast-welded joint, thought 
that it should be bonded electrically, otherwise it does not 
moe at all a successful system; while Mr. Heaviside 
ribed an experiment he bad made showing that rails 
must be insulated completely if it is desired to prevent currents 
flowing through the earth. се | 
Mr. A. J. Lawson thought that Mr. Gadsby did not reoog - 
nise the effects of pipes in the subsoil, and the circumstances 
he had mentioned might be not altogether, but only partially 
due to the cable in the return, ав water and other pi 
being connected across and buried in different soils leading 
up to the generating station would modify the direction of 
current flow. | 
‚ А mixed contribution, partly Prof. Ayrton and partly 
Prof. Perry, followed. Prof. Perry had sent his remarks in 
writing to Prof. Ayrton for submission in the discussion, 
and as the speaker and the writer did not always hold the 
same opinions, the result was somewhat amusing. Prof. 
Perry thought the most important explanation in the paper 
by Mr. Parshall was his experience that well-made bonds do 
not increase in resistance. The exposed surface of the rails: 


is very large, some 50,000 equare feet per mile, and the 


consequences of this should be carefully considered by elec- 
trical engi Again, in the interests of the companies, 
Pref, Perry would say that the return should be insulated ; · 
whether there should not be a rule, for example, that all 
electrical conductors should be insulated, even though it is 
known that the Board of Trade rules will partially protect 
pipes, &c., buried in the ground. New York and Boston have 

y insisted upon this point—the extra expense need not 
prove excessive. Prof. Perry ventured to disagree with Prof. 
Ayrton as to the degrees of importance of educational 
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or teaching institutions being guarded against disturbance 
from earth currents. Magnetic observatories, however, 
suffered severely. The value of all records of the Washing- 
ton Observatory is now destroyed, although two miles away 
from the source of disturbance, while those of Toronto are 
useless. At three-quarters of a mile the variations may 
amount to a half or more of the diurnal variations it is 
desired to record. While а laboratory may be protected, it 
is impossible to defend an observatory, and if Kew were 
interfered with, no money compensation would be commen- 
Burate with the damage inflicted. There seems to be no 
other way in which to obtain a knowledge of the cause 
of the earth’s magnetism than the study of magnetic records. 

Then there is the amount of harm that may be done by 
uninsulated returns to pipes and lines in their neighbour- 
hood. When sewage was cast into rivera the general rights 
of the community suffered, and steps were taken to prevent 
future interference. As Prof. Ayrton has before stated, he 
repeated again, that the use of earth returns was an evidence 
of conservative feelings of the human being. As earth 
returns are used for telegraphy, it seems natural to some tt at 
we should bring back the current of tramway lines in the 
same way. ‘There is a talk about zero pressure on the return 
lines (and of apparatus for effecting this). Who wants 
them to be at zero? Why should one interfere with the 
pressures at all? It is an old-fashioned idea that one must 
do everything by the same means. In ancient days a hole 
in the roof of a hut let in light and allowed smoke to escape, 
in later times separate provision was made. 

Prof. Ayrton has mentioned on previous occasions that all 
the railway companies which had Bills in Parliament for the 
construction of underground railways near South Kensington 
had undertaken and did insert clauses to the effect than an: 
entirely insulated system would be employed ; all had given 
undertakings that whether a two or three wire were used 
every bit of the system should be insulated to the satisfaction 
of the City and Guilds of London Institute and the Science 
and Arts Department, and had agreed to their right to see 
that the undertaking was duly carried ont. It was to the 
interest of the companies, who could then construct their 
lines with best consideration from a purely engineering point 
of view. Not only would other people not be disturbed, but 
an enormous benefit would be derived by the companies. 

Prof. 8. P. Thompson agreed that a standard laboratory 
should not be interfered with. It was true that Toronto can 
no longer make magnetic records, but a student's teaching 
institntion is on quite a different focting, and he saw no 
reason for protecting a laboratory of this kind; rather let 
the students find out what occurred. He did not apparently 
favour the plastic bond, and urged the absolute inadvisability 
of having anything to do with quicksilver. Referring to the 
thermo-electric effect which interferes with resistance measure- 
ments such as Mr. Parshall had taken, he pointed out that 
the Peltier effects suffered reversal when the testing current 
was reversed. As Mr. Parshall did not find the tests un- 
altered by change in direction of current, this was evidence 
of commenting else that was not mentioned, as one did not 
have symmetry. Again with respect to “gathering ” the re- 
sistance of a conductor is a minimum when the current flows 
equally tbrough the cross-section, and it is obvious that the 
useful section diminishes close to a bond, but the professor 
was utterly astonished to fiad the “ gathering ” resistance 
was represented by 39 inches of good steel rail and hardly 
thought that ** gathering " could be responsible for all that. 
He thanked Major Cardew for hia clear account of how to 
keep down the drop by return feeders and boosters. 

Prof. Thompson was aware that there had been much 
grumbling at the Electric Lighting Act of 1882, but it is 
now regarded as а blessing in disguise, as it has saved us 
from a great deal of abominably bad work: the Board of 
Trade Traction Rules are a blessing, and. not this time 
in disguise—one need not have quarrelled with them on 
question of economy had they been more severe than they 


are. | 
Mr. Wordingham had come to the conclusion tbat there 
was no alternative in some cases to insulating the return. A 
great objection to slot and conduit systems was the length of 
time the highways had to be closed for laying—three weeks 
to a month. Insulated overhead returns had resulted in 
failure. B | AS 
` Mr. Parshall replied by urging the survival of the fittest. : 
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The four rails of a tramway system represented 6 square 
inches of copper conductor. The *'hole-in-the-roof ” argu- 
ment suited him perfectly ; on his basis the hole-in-the-roof 
became the roof itself! He explained how some of the testa 
in his paper had been taken, his remarks may be of interest 
to those who read the paper and reply together in the 
Journal, 

Major Oardew briefly replied : He thought that the dis- 
turbance at an observatory would depend very largely upon 
the angle subtended by the tramway at the observatory. 

The meeting then adjourned, after а notice by the Presi- 
dent that the next paper would be on “ The Prevention of 
Interruptions to Electricity Supply,“ by Mr. Leonard 
Andrews. 


CORRESPONDENCE. 


Carbon Brash-holders. 


With reference to the historical note in the first paragraph 
of Mr. Scott's article on “Carbon Brush-holders" in your 
issue of the 22nd ult, I may say that although carbon, as 
Mr. Scott says, does not appear to have been very much used 
on dynamo commutators until 1892, I remember it being 
experimented with in the early part of 1889, and largely 
adopted later by the West Ead Street Railway Company, 
of Boston (U. S), on their street railway motors of Bentley- 
Knight, Sprague & Thomson- Hou ; ton constructions. 


The use of this material was a decided success, and 


relicved those in charge of the running of a lot of anxiety 
owing to the small amount of attention necessary; sparking 
being practically overcome and wear on the conmutator 
hardly noticeable. 

The almo t universal adoption of carbon brn:hes at the 
present time for street railway work provides ample proof of 
their superiority on all pointa over metal brushes, and electric 
traction engineers have certainly much to thank Prof. 
Forbes for in suggesting the use of such a satisfactory 
material. 

It is a small detail certainly, but one that has assisted 
towards making electric traction the suocess it is. 

Gus, C. Lundberg. 
April 80th, 1898. | 


í Generation of Electricity at Gas Works." 


According to the Daily Mail, January 26:h, 1898, there 
are in the United Kingdom 483 private gas companies, 208 
municipalised gas undertakings, the majority of which are at 
the present time making a considerable profit from gas and 
the by-products or wastes. 

Daring the year 1897 an p med for provisional pro- 
tection for * Generation of lectricity at Gas Works by 
Utilising the Waste Gases and Heat,” was passed by the 
Patent Office, and the applicant is of opinion that it is 
possible to generate 30 to 50 units of electricity os 
well as 9/10,000 feet of coal gas from a ton of coal as well 
as the usual by-products, coke, &c. 

If such is possible, what will be the u:timate cost of elec- 
tricity ? | 

The capital expenditure of these gas undertakings is stated 
to be abont £66,500,000, and the expenditure on electrical 
central stations is increasing so fast that the figures can 
hardly be correctly stated; but it is certain that a large 
amount expended on land and buildings, if it were possible 
or practicable to make gas and electricity at the same works, 
would be saved, besides which there would be considerable 
saving in the departments of distribution and collecting. 

Another featare is the question of Dowson or power gas, 
made from cheaper coal, having less illuminating but greater 
motive power; and the combination of some of the systems 
would obviate the necessity of storing the electricity, which 
forms the most costly of an electrical undertaking when 
“ worke' cost is calculated. 

The great increase of electrical tracticn, and the com- 
parative low cost and advantage of electrical motor power 
and its di-t ibution, and the question of “day load" may 


be solved by utilising gas works for the production of 
electrical light and power as well as illaminating and power 


as. 
: All this hinges upon one question : Is it possible or prac- 
ticable to utilise the present waste gases or heat at gas works 
for the generation of electricity ? 

Also, whether the gas companies, which for many years 
have d us with light, heat, and power, are to be 
superseded ? : 

ow, a8 many municipalities are owners of the gas 
undertakinge, and have applications for electric light, would 
it not be worth their while to consider these questions 2 

Gas engineers have been studying how to improve their 
light, and electrical engineers how to cheapen theirs, and 
both have overlooked the fact that it is possible to produce 
gas and electricity at the same time from the same оов]. 

What the pablic want is cheap and good light, heat, 
power, and quick transit, and the profits thereof to go to the 
reduction of the rates, and it may be found ticable b 
combining the production of gas and electricity at one 
the same time at gas works. | 

| Sam. Thos. White. 
Bristol. 


Free Wiring. 


In an article on this subject by Mr. V. Zingler, com- 
mencing in your is ue of the 22nd alt. and concluding in 
the current number, it is argued that it is fairer for the con- 
sumer, who has the wires and fittings put in for him free of 
initial cost, to pay in proportion to the actual use he gets out 
of them rather than for the length of time these goods аге 
in his house. In other words, that it is an all round better 
arrangement for him to pay a little extra on the cost of the 
unite for the use of the wires and fittings rather than a fixed 
sum per quarter per lamp put in. I cordially agree with the 
writer, and feel convinced that the plan which is fortunately 
being most generally adopted is the one which will work out 
best in practice, and I hear from the Midlands that a vere 
marked improvement has now been brought forward, whi 
I iuge was not seen when free wiring was first intro- 
duced. I refer to the charge for free wiring being made 4d. 
с unit after the first hour's use at Id. on the maximum 

emand basis. This exactly meets the point which Mr. 
Zingler brings forward, when he says that it may be urged 
that just as it is found profitable to give the customer a 
rebate on the coet of electricity after a certain consumption 
per diem, #0 it would most likely also be advantageous to all 
parties concerned to give him a similar rebate on the excess 
sum per unit for wiring and fittings, the point at which this 
rebate should come into operation being determined by the 
gum representing fair interest on capital sunk required from 
him. Just as when you take a cab for a short trip it costs 
you 1s., but for a 8-mile run the fare is 1s. 6d., so with the 
improvement in the free wiring tariff to which I have alluded 
the customer is not discouraged, Аны additional charge for 
the free wiring, from running his lamps freely and for many 


hours each day. 
Geo. J. Somerville. 


Visual Telegraphy. 


We have read with mingled feelings of amusement and 
surprise the numerous and sensational press announcements 
regarding the alleged invention of Herr Szczepanik. 

From interviews with him recorded in Black and White 
and the Zilustrated London News, we observe that he claims 
to have originated the idea of employing vibrating mirrors 
in an apparatus for transmitting views or images of distant 
objecta by electricity. 

. We may вау, however, that as long ago as 1890 we con- 
ceived the same idea, and in letters of that date addressed to, 
and now in the possession of, Dr. Charlton Bastian, F. R. S., 
we fully described the method whereby this visual telegraphy 
could be accomplished provided certain mechanical difficulties 
in the construction of the necessary apparatus were suooess- 
fully overcome. 

Our experience is that the difficulty lies in mechanical 
construction only, and when Herr Szczepanik has solved this 
problem he will, indeed, have invented something new. 
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In the absence of proof to the contrary we must certainly 
claim to be the originators of the ides of using vibrating 
mirrors, which, however, is not of much value until some 
means have been invented for causing them to vibrate at a 
greater speed than has ever yet been attained mechanically, 


as in order to reproduce a picture on a screen six inches 


rquare with a single electric circuit, the mirror would have 
to make at least 90,000 (ninety thousand) distinct and in- 
termittent movements in each half second of time, and even 
at this в the picture would appear very blarred. 

In addition the 90,000 movements of the mirror at the 
receiving end should be absolntely synchronous with the 
90,000 movements at the transmitting end. 

We foresee the possiblity of redncing the above speed to 
as little as 300 (three hundred) di:tinct movements per half 
second, but then the difficulties of synchronising throughout 
the longer period of each movement become immensely 
in А 
It appears evident, therefore, that something more than 
vibrating mirrors must be thought out before pictures of 
battl-fielde, &c., can be reproduced at a distance with all 
the clearness of the cinematograph ” (vide Black and White.) 


Chas. O. Bastian and A. J. Parsons. 


Testing the Efficiency of Direct Current Machines. 


On page 548 of your issue of April 22nd appears a reprint 
from L’Eclatrage Electrique, by Mons. P. Dupuy, on a method 
of testing the efficiency of two eimilar direct current 
machines. Am I not correct in stating that M. Dapuy is in 
error in his method of calculating the efficiency ? This same 
test is deecribed briefly by Prof. 8. Р. Thompson on pp. 759 
aud 760 of the fifth edition of * Dynamo Electric Machinery,” 
Mr. Kapp being given as its originator. 

The formula there given to obtain the efficiency of either 


i 
1 — EMEN : 
machine is:— 4/ x , not 2 as M. Dupuy has 
I $ I 


it; where r is the current in the machine running as motor, 
and i that supplied by the third machine. | 
M. Dupuy seems to have overlooked the fact that the 
currents in the two machines are not equal, except when 
mentioning the Joule effect, where, unless I misunderstand 


4, Motor; B, Generator. | 


him, he makes the currents to Бет + $ and 1 — i, whereas 
they should be 1 + i and т, that in the motor being in excess 
of that in the generator by the amount supplied by the third 

"The efficiency obtained is, I take it, that of either machine 
at an output situated somewhere between the arithmetic mean 
and the root mean square of т + i and т, being nearer the 
latter the larger the load. With the figures instanced by 


— aa 


M. Dapuy the efficiency should be № 1160 = 9208, 
N . 


instead of EE 80 = ‹99, and the difference between 


, 

the two methods becomes more marked with a lower 
efficiency, for instance, with І = 1.000 amperes, as before, 
let i = 800 amperes, then the efficiency would be 877, 
whereas M. Dupuy would make it 85. 

I have been using this test for some time past in the 
works with which I am couneoted, both for obtaining the 
efficiency and as a handy means of applying a load, and can 
most fally endorse M. Dapuy’s statement as to its conveni- 
ence. I have found, however, two objections to it, (1) the 
speed drops below normal; (2) the weakening of the field 
of the motor is conducive to sparking, especially on tooth- 
cored armatures. An easy way of lessening the latter effect 


is to connect the field coils of the generator (when it possesses 
more than one) in parallel, and to insert a resistance, cutting 
this out, and so strengthening its field simultaneonsly with 
the weakening of that of the motor; but this unfortunately 
still further reduces the speed. 

M. Dupuy s pꝛaks of keeping the external resistance as low 
as possible, but with machines of large output and low 
voltage, it is almost impossible to avoid a sensible waste on 
the leads, switob, and ammeter, which can easily amount to 
1 or 2 per cent. | | 

A very approximately correct allowance may be made as 
follows :—Messure the watte, w, wasted externally, then if 


V be the voltage of machines, x represents that part of i for 


which this loss is responsible, add half this amount to the 
generator current and subtract half from the motor current, 


. f I ЕЕ zT 
Efficiency = № DN ЭТ? 
О Br. 
Example :— | 
Generator current т = 500 amperes, ¢ = 100 amperes. 
Motor current = І + ¢ = 600 amperes, w = 1,600 watts. 


ү = 80 volt E ш 
80 vo Gy 10 


Efficiency = A /.99U + 10 „ 93, instead of work- 


600 — 10 
ing out to *913 where these losses not taken into account. 
The test is as applicable to compound machines as to 
simple shunt, but care must be taken that the series turns 
oa the motor as well as those on the generator, are connected 
cumulatively, otherwise the arrangement lacks stability. 


H. B. Poynder. 


THE STRATEGIC VALUE OF CABLES. 


THE present regrettable state of affairs between Spain and 
the United States, which is a matter of the gravest interest 
to the whole civilised world, not only on account of the 
immediate conditions brought day by day before our notice, 
conditions to which no one can be indifferent, but also on 
account of the congquences which must inevitably follow 
when the struggle is concluded, and the time comes for re- 
adjasting the balance. This situation brings home to 
us in a practical way a lesson which we should not ignore, 
although it is not bought by our own actual experience. 
There are doubtless many points of importance in the war 
now going on to which the attention of the strategist, naval 
or military, may be directed with advantage; and there are 
new problems in politics being evolved which will sooner or 
later have to be dealt with, but we wish to confine our view 
to what may seem comparatively a detail of the present 
complications; yet one which is of the greatest moment, 
and on which at any time the fortune of war may 
turn. We have on several occasions laid before our readers 
our views as to the conditions to which submarine cables 
are subject in time of war, and have given instances of 
the invaluable part which these are sometimes called upon 
to play in such circumstances. 

It may, perhaps, be within the recollection of some, 
that on the occasion of the meeting of the * Convention 
for the Protection of Submarine Telegraph Cables,” which 
took place in Paris as far back as in April, 1884, a favour- 
able opportunity for establishing the neutrality of cables in 
war time was unfortunately lost. The result of this con- 
vention, at which all the great powers of the world were 
represented, was a common agreement which, however 
useful to restrain and penalise wilful damage to cable 
property in time of peace, did worse than nothing for their 
protection in time of war. E 

By formulating and agreeing to Clause XV. of this con- 
vention a liberty of action was proffered to bellizerente, of 
which some of them, at least, would have hesitated to avail 
themselves had not this clause been generally assented to. 
This portion of the convention reads as follows :— | 
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“ Article XV.—It is understood that the stipulations of 
the present convention do not in any way restrict the 
freedom of action of the belligerents.“ 

It has been said that in case of war cables would be cut 
when and where necessary, without regard to proprietorship 
and to after consequences, but whatever moral restraint may 
have existed before this convention was concluded, or 
whatever fear of arousing prejudice, if not of provoking 
actual armed intervention, may previously have existed, has 
been quite done away with by the carte blanche given in the 
convention. Let us examine the position as it actually 
stands at present. It is of the utmost importance to each 
of the combatants that they should have speedy and 
accurate news of events as they occur, relating to 
the position and movements of war vessels, the transport 
and landing of troops, and reports as to the success 
or failure of the various operations of war. Here 
Spaia is heavily handicapped, as the cable routes by which 
information may reach the United States are none of them 
under Spanish control, whereas the cables which united 
Florida with Cuba, the property of an American Company, 
are under the control of the United States authorities at Key 
West. From this point communication with the fleet off 
Havana, some 90 miles away, can be easily and quickly 
effected ; thus giving the United States a great advantage. 
The other cable route to the South of Cuba, via Bermuda 
and Jamaica ie, we believe, still op»n, and the line from New 
York through Hayti to Santiago de Cuba, which belongs to 
a French company is still working ; although it is doubtful 
if the Spaniards are likely to make use of a cable which 
lands at New York. 

However, we gather from а recent report of proceedings 
in the Cortes that Spain has taken “the necessary steps to 
maintain communication.“ As far as Manilla is concerned 
there is a single cable from Hong Kong, which until last 
month was landed at Cape Bolinuo and connected with the 
town of Manilla by a landline some 130 miles long. In con- 
sequence, however, of this landline having been cut by the 
insurgente, the cable was removed from Cape Bolinao and 
carried direct into Manilla. This cable was interrupted a 
few days ego, and it is ramoured that the end has been taken 


on board an American vessel at Manilla for the purpose of 


establishing direct commuoication between Admiral Dewey's 
fleet and the United States; for the truth of this ramour 
we do not pretend to vouch. 

We have on previous occasions given instances of the part 
played by telegraph cables during various wars, and have 
shown with what facility these can be destroyed in shallow 
water. In April of 1882 we publishad a detailed account of 
the various occasions on which damage was done to the 
cables on the west coast of South America during the Peru 
and Chili war, and the effect thus produced in the course of 
that war. 

We in England have not yet had much practical experience 
on this subject, it is true that during the bombardment of 
Alexandria the lines across Ezypt, which form the principal 
lisk in our means of communication with India, China, 
and Australasia, were cut by Arabi’s troops, but this was 
little noticed at the time, as telegrams could still be sent to 
the East across the landlines through Persia, or via those 
which run through Russia and Siberia. Circumstances have 
changed since that time; we learn that at present the 
Russians are displaying great activity in Northern Persia, and 
it is not improbable that in time of need we may find both the 
Persian and Siberian lines closed against us. Since the time 
of the bombardment of Alexandria a ring of cables has been 
put round Africa, which joins the submarine telegraph route to 
the East at Aden, thus avoiding dangers in Egypt; but 
these cables are notorious for the frequency with which they 
break down,* and could not be relied on. Some advantage 
might be gained by laying a series of cables to Cape Colony, 
via Ascension and St. Helena, and this course has been 
recommended as one having great strategical advantages. 


* There are at present interrupted no less than four of the cable 
sections forming portion of the route to the Cape, vió the West 
Coast of Africa; these are the cables connecting Mossamedes and 
and Cape Town ‘since April 14th, Benguela-Mossamedes since April 
20th, Kotanu-St. Thomé since April 27th, and San Thomé-Loanda 
since May 4th. Thus, with one exception, all the cables from the 
б Ла Coast to Cape Town are now interrupted. The cable from 
Sierra Leone to Accra which broke down on April 9th has since been 
repaired. None of the cables above-mentioned are duplicated, 


We cannot, however, lend much support to this theory, as 
this means of communication would be subject to the same 
danger which threatens all the existing cables to Africa, 
India, China, and Australasia, it would be liable to be 
destroyed at the mouth of the Channel in the vicinity of 
Cherbourg and Brest, where, for more than 150 miles, all 
these cables lie in water of a depth varying from 40 or 50 
to 100 fathoms, a depth at which the cables could be cut 
with the greatest of ease. We have frequently poiated ont 
the advantages which would be derived by laying a cable 
from Canada to Australia through the Pacific; a route far 
removed and naturally secured from the dangers to which 
the existing cables are subject in many portions of their 
length. Sir Charles Dilke, who is looked on as an authority 
in these matters, has said that British cables which followed 
our trade routes could be patrolled. This sounds convincing, 
but in time of war it is likely that the Navy will bave enough 
on its hands withont telling off a large number of vessels 
to sail at long intervals along the lines marked down on 
charts as cable routes, Apart from the lack of foresight 
evident in this there is an obviously false economy, as the cost 
of establishing independent and widely separated systems of 
cables would only be a fraction of that entailed by building 
a large number of additional cruisers to carry out a patrol 
duty; which, at the best, would be of little or no use as far 
as the protection of cables is concerned. 


ELECTRIC TRACTION AT BRISTOL. | 


Decision or THE City COUNCIL. 


Tux Bristol City Council, since our last issue, has, at two special 
meetings, devoted in all no less than six hours to the discussion of its 
relations with the Bristol Tramway Company with regard to the 
directors’ scheme for extending their system, and working the whole 
of their lines by electricity. At last matters appear to have so shaped 
themselves that both the company's Extensions aud Electric Power 
Bille may proceed practically as unopposed measures, except on one 
point—that with regard to the fares chargeable. It may be that the 
Sanitary Committee and the oompany Tin come to an understanding 
on this subject in the next few days, but in the light of past 
experience this is not very likely, and the Parliamentary Oom- 
mittee before whom the Bills come will have, therefore, 
to decide between the two bodies as to what the fares shall 
be upon the numerous lines affected. Mr. George Pearson, the 
chairman of the Bristol Civic Electrical Committee, who was 


general gers to the rate of three farthings a mile made very 
little difterenc 


y be consi 
necessary for the protection of the public interest, and that the addi- 
tional stipulations suggested by the last paragraph of the report be 
not adopted by the - ouncil.” 

This last paragraph thus thrown aside was: — Your Committee 
are of opinion that no arrangement would be satisfactory which does 
not reserve to the Corporation the right to veto the use of the over- 
head wire system in certain areas, and provide for the payment by 
the company of а moderate wayleave for the use of the streets an 
a greater reduction of fares.”~.The conditions, 1 to 11, referred to in 
the resolution, were as follows :— 
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1. The company are to be allowed to generate electric current and 
to use the overhead system upon all the existing tramways, and upon 
the extensions, on oondition that if any other system of electric 
traction, which may appear to the Council to be an improvement on 
the overhead system, is adopted and worked at a profit of 5 per cent. 
or upwards on the capital employed, in five or more towns in the 
United Kingdom, of a population exceeding 100,000 (any district in 
the County of London under the control of a Vestry, being regarded 
for the purposes of this condition as a town), the company will 
adopt that system on notice from the Ocuncil, provided that the 
mileage of the tramways on which the improved system is оре is 
approximately the same as the mileage of the company’s electric 
tramways; and provided the Board of Trade decide that, having 
regard to the length of the company’s unexpired period, it is equitable 
that the company should make the change. Any question as to the 
approximation of mileage to be settled, in case of difference, by the 
Board of Trade. 

2. The posts and overhead wires are to be subject to the approval 
of the Corporation, without appeal, as in the Act of 1894. 

3. The er of the Corporation over the execution and main- 
ге of works їп the streets is to be the same аз in the Act of 

4. The company are not to supply electric current to other com- 
panies or persons within the city. 

5. The Corporation are to bave the right to use the company's posts 
for supporting public electric lamps. 

6. The company are not to be entitled to require the Corporation to 
“р ly them with electricity. 

. Of the first additional capital required by the company for the 
construction of the works authorised by the Bills not less than 
£200,000, whether issued by means of shares, debentures, or deben- 
ture stock, is to be raised in such a way that the rate of interest 
thereon shall not exceed 4 per cent. 

8. Where owners may be required to sell parts only of scheduled 
properties, the onus of proof that the part can be severed from the 
remainder without material detriment thereto, shall be on the com- 


pany. 

9. The fares are to be reduced to rates of about three farthings per 
mile for ordinary „ and one-third of a penny per mile for 
persons (men and women) of the labouring class. The hours for 
running labouring class tramcars are to be extended so as to include 
the hours at which women are employed at factories go to work. 

10. The time at which the Corporation may first exercise their 
power of purchase is to be 17 years from May 1st, 1898, and the sub- 
sequent pericds of seven years, at which the power of purchase 
recurs, is to be reckoned as from the expiration of the said 17 years. 
The purchase is to include the whole of the company's undertaking 
within the city at the time of purchase, whether consisting of tram- 
ways or light railways, except the Hanham Light Railway. 

11. The construction of the extensions is to be obligatory on the 

company. 
An attempt was then made by several influential members of the 
Council to add to these 11 conditions to which the company had 
already agreed, a demand for a wayleave, and it was moved as a 
further amendment that the company pay to the city 60 cent, of 
their net profits after providing for a sinking fund and paying a 
dividend of 73 per cent. on their ordinary shares. (The company pay 
at present partly working by horse-power and partly by electrical 
power 6 per cent.). This was warmly debated, but was defeated by 
34 votes to 30. Then there was a suggestion that children should be 
charged halfprice aa on railways, and this resulted in an insertion in 
Alderman Inskip's proposal before the words “ And subject to such 
other provisions" of the following clause: And subject to the scale 
of fares to be charged being agreed upon between the company 
and the Sanitary Committee, or failing such agreement to be 
settled by the Oommittee of Parliament to whom the Bill 
shall be referred." This was accepted by Alderman Inskip, 
and by the Council generally. As the Bills reach the committee 
Stage noxt week, there was no time for the Sanitary Committee to 
report the negotiations on fares to the Council, and it was understood 
the effect would be a contest on the point in the Committee Room of 
the House of Commons. The company, in a statement, announce 
that the average distance a passenger is entitled to travel under their 
proposed fares is1 mile, 2 furlongs, 5 chains, 76 links for 1d., or 75d. 
per mile. By workmen's car the aversge distance would be 3 
miles, 3 chains, 89 links for 1d., or 39d. per mile. Workmen's cars 
are, however, run at fixed times only, and are not numerous. 


MUNICIPAL ELECTRICAL ASSOCIATION. 


А wEXTING of the Association was held at the Westminster Palace 
Hotel, London, on Monday, April 25th, at 9.30 a.m., to consider and 
report upon the clauses having the attention of a joint committee of 
the two Houses of Parliament. The President, in opening the 
meeting, expressed regret that the notice sent out had been so short, 
but the clauses for consideration were so important that it was 
absolutely necessary the matter should have immediate attention. He 
then called upon Alderman Higginbottom, of Manchester, who had 
devoted a very considerable amount of time to the subjects to be 
considered, and who would be able to give them, he was sure, a very 
clear explanation of the effect of the clauses. Alderman Higginbottom 
then carefully e the clauses to the Association, aad explained 
the course which had been taken by Manchester, Glasgow, Nottingham, 

d, and several other Corporations who were represented by 
counsel before the joint committee. The President then said he would 


put the clauses one by one to the meeting, and would ask them to 
consider the same separately. - | | 

Clause 1.—" Whether, notwithstanding the provisions of Section 
12 (1) of the Electric Lighting Act, 1882, powers should Ъз given in 
any case for acquiring land compulsorily for generating stations; and, 
if so, under what conditions as respects liability for nuisar ce, notices 
to surrounding owners, and otherwise. 

Resolved, that powers for acquiring land compulsorily were 
desirable, and that such powers should not be coupled with special 
conditions as respects liability for nuisance excepting as provided for 
in the Railway Acts. | 

Clause 2.— Whether compulsory powers cf acquiring land for 
generating stations, if proper to be given in any case, should be given 
where the proposed site is not withiu the area of supply. 

Resolved, that compulsory powefs of acquiring land for generating 
stations should not be given without the consent of all the local 
authorities affected. 

Olause 3.—Whether, in case of a generating station, however 
acquired, not being situate within the area of tupply, power should 
be given for the breaking up of streets between the generating station 
and the boundary of the area of supply. 

Resolved, that compulsory powers for opening up streets between 
the generating station and the boundary of the area of supply should 
not be given without the consent of all the local authorities affected. 

Olauss 4.— Whether powers should be given in any case for the 
supply of electrical energy over an area including districts of 
numerous local authorities, involving plant of exceptional dimensions 
and high voltage; and, if such powers may properly Ъз given, 
whether any and what conditions should be imposed. | | 

(а) With respect to system and plant, and to the construction and 
location of gererating stations, in view of the powers of purchase 
conferred upon local authorities by Sections 2 and 3 of the Electric 
Lighting Act, 1888. | | 

(b) With respect to the relations of the promoters to other under- 
takers, and to local authorities within parts of the area. 

Resolved, that no powers should be given for the supply of elec- 
trical energy over an area including districts of numerous local 
authorities without the consent of the local authorities affected, and 
tbat no special conditions are required, as the Board of Trade have 
all powers necessary. AME 

lause 5.—Under what conditions (if any) ought powers to bs 
copferred upon promoters seeking to supply electrical energy to other 
undertakers and not directly to consumers. 

Resolved, that powers should be conferred upon promoters to 
supply electrical energy to other undertakers by agreement. 

It was further resolved tnat a witness be appointed to appear 
before the joint committee to represent the views of this Association 
as рн at this mecting, such witness to be selected by the 
council, 

Mr. Gibbings, the president of the Asscciation was appointed by 
the council to represent the views expressed at the meeting. ! 


LONDON COUNTY COUNCIL. 


- ON Tuesday the Industrial Schools Committee reported that thé 
cost of substituting the electric light for gas at the Feltham School 
would, according tothe advice of the electrical engineer who had 
been consulted on the subject, necessitate an expenditure of £6,000. 
The committee did not, therefore, feel justified in recommendiog 
such a large outlay, and their suggesticn that £800 should be ex- 
ed on reconstructing the gas works at that echool was adopted. 

The Bridges Committee mentioned for the information of the 
Council that they had accepted an offer «f Messrs. Laing, Wharton 
and Down, amounting to £234 14s. 3d., for wiring the brackets and 
removing the old lamps in connection with the alteration of the 

ition of the lamps in the open approaches to the Blackwall 
бшк. The same committee reported the receipt of tenders, a list 
of which is given in another column, for the lamp columns, &c., 
required for the electric lighting of Waterloo Bridge. 

Tne Council, on the recommendation of the Building Act Com- 
mittee, approved pans submitted on behalf of the Charing Cross and 
Btrand Company for an extension of the generating station in Com- 
mercial Road, for the erection of a generating station in Penrose 
Btreet, Walworth, for the Vestry of Newington, and for an extension 
of the Bankside station of the City of London Electric Lighting 


Company. 

The Highways Committee reported having received a reply from 
the Postmaster-General on the subject of the application of the 
Council, under the Telegraph Act, 1892, for a license to empower the 
Council to provide a munio telephone service for London. The 
reply stated that it would not be competent for the Council, without 
obtaining the eanction of Parliament, to construct the necessary works 
and carry on telephon» business at the cost of any funds over which 
the Council has any control. The Poetmaster-General further stated 
that he must await the report of the Select Committee to be appointed 
by the Government to consider the question of empowering munici- 
palities to undertake telephone exchange business. | 

The Highways Committee announced for the information of the 
Council that the Board of Trade had decided to grant the application 
of the Vestry of Marylebone foran electric lighting provisional order, 
and that the orders applied for by the County of London Electric 
Lighting Company and the Мы bare Electric Supply Company 
for powers in the same parish of ylebone had been refused. 

It will be remembered that towards the end of March, as mentioned 
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in the ErsermicAL Ruvrew at the time, that the Council decided to 
ask the Board of Trade to insert, in each of the electric lighting 
provisional orders whioh might be granted in this or any future 
session, a clause for the protection of tramways already purchased or 
likely to be acquired at any future period. In this connection 
the Highways Committee reported that tbe Board of Trade had 
expressed the opinion thst ful] protection was afforded to the Council 
by the provisions of the Electrio Lighting Act, 1882, and the orders 
made hereunder, by which the Council, as owner of the tramways, 
would have power, subject to certain conditions, to alter the position 
of electric lines or works which would interfere with the lawful 
exercise of any powers vested in the Council, the Board pointed out 
that Section 15 of the Act provides that where the position of any 
electric lines or works is altered, compensation shall be made or 
secured to the owners, Ia these circumstances the Board regretted 
that it was onablo to inert in provisions! orders the claus: suggested 
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LEGAL. 


Warn v. BHOOLBBED & Co. 


Tun case of Weblyn v. Shoolbred & Co., was down for hearing in the 
д! Bench Division on Monday, May 2nd, before Mr. Justice 

wkins and a special jary. Mr. Fletcher Moulton, Q C., Mr. Roger 
Wallace, and Mr. 1 were counsel for plaintiff, and Mr. Lawson 
Walton, J. O., M. P., and Mr. Ernest Pollock for the defendante. The 
action was brought to recover damages for the destruction or 
destruot ion of a valuable picture, entitled The Royal Harem,” which 
Y on exhibition ín the Strand during the latter part of the Jubilee 
Lear. : 
Mr. PrmroRRA Мосілои said the damage, which was by fire, 
was alleged to be due to the negligence of the defendanta, in con- 
e of their having put in an installation of electric light in & 
defective way. | 

His LonpeBrP (alluding to a vast array of models and electric 
ыны аррагабпв in the Court) asked if the case was a patent case. 
Was all that electrical apparatus to be used before him and the jury ? 
If an he thought it was bardly а fit case to go before a jury. 

Mr. Lawson Watton said the defendants were anxious that the 
case should be tried before his Lordship and a jary. 

His Говренр: I don't know how you purpose to do it; for you 
may have experiments to make. ` 

Ma. FLETCHER Mourros said there was no doubt it was a technical 
case, but he thought there would be no difficulty in making either his 
5 the d UT el acquainted with tbe facts of the case on 
which they would have to form conclusions as to what was done in 
connection with the electrical installation. 


Mr. ЕтатсовЕв Мосілон said that if his Lordship expressed an 


opinion that it was not a suitable case to be tried before him and a 
jary, they would communicate with their respective clients. Both 
sides were very anxious to have the case tried. | 

. His LonpsBrIP: I do not think it is a case that could be reasonably 
tried by а jury or by anybody who has not had some opportunity of 
making some experiments himself. 

Mr. Lawson Wattom said there were two issues on which a 
verdict was desired. The first was whether the installation was 
carefully and correctly done, and the second was whether the fire 
was caused by the defective installation or had some other origin. 


. He fh ht that would involve the calling of considerable 
evidence. 


.. His Говренір suggested that it would be better for experts to 

make the riments elsewhere and then give evidence. If there 

was any likelihood of fire being caused by the experimenta he should 
prefer that they should not be performed in his presence. 

After consultation it was agreed that Mr. Fletcher Moulton should 
take an order referring the matter to an official referee or arbitrator 
within a fortnight. The parties, with their models and apparatus, 
‚ and electrical experts, of whom a large number had been Bubpconaed, 
' thon left the Court, 


CnBossLEY Bros, v. Jonson. 


Ат the Greenwich County Oourt on Friday, before his Honour J udge 
Addison, G. O., Messrs. Crossley Bros. sued Mr. W. Claude Johnson, of 
the Dignaries, Westoombe Park Road, Blackheath, for £21 17s. The 
sum of £5 was paid into Court by the defendant, who urged that the 
balance was expenditure caused by the act of the plaintiff.’ own 
servant. From the evidence it appeared that on May 13th, 1897, the 
plaintiffs sent a workman named Frank Turner to effect certain repairs 
| to the gas engine which worked the dynamo of defendant's private 
electric light installation. He arrived a few minutes before the 
dinner hour of the defendant's workman, Sucklin g. The engine was 
woking at the time, but when Buckling left for dinner he stopped it, 
and Turner commenced to do his work. Whilst he was removing 
some bolts from the gas engine it began to work, and Turner 
noticed sparks оп the switch on the wall which turned the 
electricity from the dynamo either direct to the lights 
or to an accumalator as might be desired. Turner ran for Buckling, 
who came and tried to turn the switch, bat in consequence cf ita 
being partly fused he could not do so, and the engine was finally 
stopped by Turner who threw off the ! elt, causing the piston to fall 
out and the damage, fur the repair of which the claim was made, was 
thus sustained. The plaintiff.’ contention was that the switch was 
faulty, and when put by Sackling, on going to his dinner, at the 
neutral position, fell to опе which allowed the current, in the usual 
courge under such circumstances, to flow back from the accumulator 
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to the d о, which thereupon worked the or in the words 
of his Honour, “the tail wagged the dog.” also contended 
that Suckling, upon leaving the engine room, should have lifted the 


brushes of the dynamo, which would have rendered the action 
impossible, For the defence it was contended that Turner mast 
have handled the switoh himself, but his Honour h ld thie to be most 


unlikely, and found a verdict for the plaintiffs. 


d 


KiBBLE v. Harrison Parasut Kurrrine MacHuR Company. 


THIS case which came before Mr. Justice Bruce and a common jury 
at the Manchester Assises last week, wasa claim for breach of contract. 
Plaintiff was a comedian living in Manchester, and be complair ed 
ttat some electrical work undertaken by defendants for him was 
executed во badly that he waa deprived of a pantomime engagement 
at the Shakespeare Theatre, Liverpool. The result of this was that 
he was out of an engagement during a winter season, and iccarred 
heavy expenses in the reconstruction of the work done by defendante. 
Tbe defence was that the company was nct responsible for the way 
the fittings were made, and tbat defendants made them perfectly 
right for the required work. Plaintiff gave defendants an order for 
the illuminating and wiring of certain dresses, and also for tbe five 
batteries required to work them. An engagement was procured with 


. the above theatre subject to the trials of the show being satisfactory. 


Defendants then informed plaintiff they would not be able to supply 
а portable battery, but that a stationary one would serve the purpose 
and the wires would be invi.ible. When the trials were made the 
so-called invisible wire, which counsel said was like a piece of clothes 
line, was used. The trial was a complete failure. The ladies had 
their wings on all right, and the plaintiff had his battery in the flies 
with the invisible wire to work it. The first thiog they noticed when 
the thing commenced in the limelight was that the invisible wire stood 
ont even more conspicuously than in the daylight. The next thing 
they noticed was that lamps on the demon's dices would not light, 
and plaintiff got his hand burnt. As regards the ladies’ dresses some 
of the lights went out. Although they were angels their Jampa were 
fixed with bitumen, which melted, and the lamps then fell off. As 
the result of the trial, the manager of the theatre at Liverpool told 
the plaintiff that the thing was off,” and the engagement was then 
canc]led. Mr. Harrison, manager cf the defendante’ electrical 
department, afterwards apologised to the plaintiff, and said his 
experiment had been tried and had failed. 
Mr. James HILL, & Manchester electrician, spoke of examining four 
іга of wings aod the demon dress in December last. The lamps in 
he winze were fastened with some stuff like bitumen, and upon these 
being lighted the heat generated would have a tendency to acf:en the 
bitumen and cause the lamps to fall off. He explained how the 
defects arose, and said the light was caused to flicker through an 
intermittent contact. He did not consider the fittings of the demon 
dress а workmanlike job. He considered it was possible to make a 
proper installation, and to construct a portable battery for the demon 
dress without a prior experiment. : | 
Mr. BUTTON, on behalf of the defendante, submitted that the fault 


| did not arise from the work they did. S) far аз the wings were con- 


cerned, the defect was on before it ever came into their hands. 
As to the demon dress, the defendants simply undertook to supply 
the things that it required when it was brought to them, but they did 
not undertake to overhaul it, and be responsible for it. | 

Mr. H. W. L. Harrison swore that the plaintiff and he had been 
in partnership in Peter Street, Manchester, as electricians for stage 
purposes. Plaintiff worked on the electrical part of the demon 
dress, and subsequently, when they dissolved partnership, he brought 
it to him and aeked him to put the lamps on it. Plaintiff frequently 
came to him and went into the workshop and examined the dress 
while the work upon it was in progress, and expressed his satisfaction 
with it when it was completed. All the lamps were lighted in Man- 
chester before it left the defendants’ hands, bat at the trial at 
Liverpool they would not light. Any displacement of the wires 
would prevent the lighting. 

After further hearing the jury returned a verdict for the plaintiff 
for £50, and judgment was entered accordingly with costs on the 
County Court scale. 
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BUSINESS NOTICES, &o 


Auction Sale,—Messrs. Percy Haddleston & Co. are to 
sell by auction the contents of the Copper Depositing Works, West 
Ferry Road, Millwall, E. This is in connection with the General 
Electric Power and Traction Company (in liquidation) v. Lewis. Взе 
our “ Official Notices” this week for particulars. 


Bankruptcy. Proceedings.—An application was made 
on Wednesday to Mr. Registrar Brougham at the London Bankruptcy 
Court for an order of discharge on behalf of John Dewhurst, 
electrician. &c, 52, North End Rad, West Kensington. The 
bankrupt failed last February with provable debts £590, and assets 
that will realise in all about £200. He attributed his failure to the 
excessive amount paid to a late partner, to a loss of £130 through 
emb: zzlement by a traveller, and to depreciation in the value of the 
stock-in-trade as estimated for a forced realisation. The Official 
Recciver reported the following offences, viz., insufficiency of assets 
to pay 10s. in the £ to the unsecured creditors, imperfect books, 
and misconduct in not having at once disclosed to the Official 
Receiver and Trustee the whole of his (bankrupt’s) realisable assets. 
After hearing Mr. White in support of the application, the learned 
Registrar imposed а suspension of three years. 
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| £ & 8. 
Albany... dH 0 | Amsterdam .. 25 0 
msterdam ... eae 0 | Aucklan vds 4. 43 0 
Antwerp i 63 0 | Barcelona re 298 0 
Auckland , * 47 0 | Bordeaux m 4 18 0 
Bombay ... - . 509 0 Boulogne M 169 0 
Buencs Ayres ... . 159 0 | Calcutta... ess 42 0 
пее ove t. ee 236 0 Dp Oma eon oe 1,673 0 
" . ma 19 0 wee wae . 466 0 
Cape Town... ..1272 0 „  Teleg. mat .. 672 0 
15 „ Те1ер. mat. 2,263 | London 31 0 
5 „ 24 0 Flushing үз 19 0 
т - x . 50 O | Fremantle 200 п 
East London .. . 59 0 | Lisbon .. 402 0 
Flushing ш S10 | Mauritius =. 73 0 
remantle “ai .. 637 0 Melbourne т? .. 85 0 
Насо. Teleg. mat. 59 0 | Monte Video ... .. 50 0 
elbourne m .. 22 0 Penang ous .. 24 0 
» Teleg. mat. 23 0 Port Elizabeth... 410 0 
Nagasaki aes .. 91 0 Stcckholm. Teleg. mat. 435 0 
Ostend eve .. 34 0 Sydney TR *. 148 0 
Passages 1935 0 Yokohama ... 1,393 0 
Perth... coe 5. 488 0 5 Teleg mat. 3,000 0 
Port Elisabeth ... .. 225 0 
99 *$ Teleg. ‘mat. 389 0 E 
St. Petereburg. Teleg. mat 543 0 
Singapore „„ „„ O0! 
„ Treleph. mat. 7 0 
Syduey ... -— .. 823 0 
Teneriffe. Teleg. mat. 558 0 
Townsville Mis .. 25 0 
Wellington |... .. . 370 0 
Y. kohama Е .. 222 0 
Total ... £11,872 0 Total 46, 631 0 
5 D 
Foreign Goods Transhipped. 
£ 8. £ в. 
Brussels. Elec. motors 150 О Barbadoes. Telepb. mat. 43 0 
| Bare: lona P ex 11 0 
Total £150 0 | Total ... £54 0 


Birmingham Exhibition.—The Electrical and Trades 
Exhibition at Bingley Hall closed last Saturday night. 


Books Received.—'* Steam-Doiler Construction: a prac- 
tical handbook for engineers, boiler-makere, and steam-users.” 
Walter 8. Hutton. Taird edition, carefully revised and enlarged, 
by tbe addition of 175 pages and 194 new illustrations. Price 18s. 
Crosby Lcekwood and Son, Stationers’ Hall Court, E. C. 

“ Submarine Telegraphs: their history, construction, and work- 
ing." By Chas. Bright, F. R. S. E. Published by Messrs. Crosby 
Lo k vood & Son, London. Price £3 3s. 


Brown, Boveri & Co.—On April 1:6 Меєвга, Conrad 
Baumann and Sidney W. Brown were made partners in this well 
known concern. 


Catalogue.—The International Trading Company, of 35, 
Queen Victoria Street, E. O., who are sole agents in Great Britain and 
the Colonies for Herr G. Wehr, Sohn, Berlin, have issued a well illus- 
trated catalogue of telephones, microphones, telegraph instruments, 
electric bells, batteries, and a variety of electrical accessories. The 
numerous articles are arranged in table form and numbered for easy 
reference, and the letterpress pages are followed by about 80 pages 
which are devoted exclusively to illustrations. 


Commutator Bars.—Our readers will remember that 
about six or seven months ago a correspondence took place in our 
columns in which it was demonstrated that there was rcom for 
improvement in liste of stock sizes of commutator bara. We have 
now received a new list published by Messrs, Thomas Bolton & Suns, 
for whom it has been prepared by Mr. Theodore Stevens, E.M., 
A I. E. E., which ought to prove of considerable utility to designers and 
makers cf. dynamos. list contains over 70 pages of tables 
which are divided off into three sections: Table I. enabling the 
dimensions of the bar of any commutator to be easily calculated ; 
Table II. giving a list of sizes arranged according to the number of 
sections in the commutator; and Table IIL. giving a list of Bolton's 

` stock sizes arranged according to their dimensions. Messrs. Bolton 
will send a copy of this useful little book to any electrical engineer 
who applies at the offloes at 90, Cannon Street, London. 


Concert.— The Dover Electricity Supply Company held 
a staff smoking concert on Wednesday last wee k. 


Country House Lighting.—The electric light has 
recently been installed in Mr. Wood’s house at Gwernyfed Park, 
South Wales. About 180 lights have been fixed, the plant consisti 
of an oil engine and dynamo with a battery of D.P. accumulators, 
provision being made for water power or a second oil engine as an 
ое: The work has been carried out by Messrs. Drake and 

thám. . : . | 


~ Dissolution of Partnership.—Messrs. О. Geary and J. 
as electrical engineers at. Swadlincote, under the style 
or firm of Aal, Ger; & Oo., and at 164, Corporation Street, Bir- 


by Mr. John Hall, and the business carried on under the same name 


‘as heretofore. 


Foreign Trade.— We have sometimes thought 16 
would be interesting to know to what extenf our foreign 
trade is affected by the official reports of our consuls abroad. 
The great value of periodical reports of the outlook, accompanied 
by business hints from official quarters, needs no emphasis 
in our columns, for we believe many manufacturing and mer- 
chant firms who trade with foreign parts, but who, for divers rcasons, 
have not establishments in those countries, have found them of much 
assistance. Daring the past few years they nave become an essential 
to the foreign trader, whether from choice or necessity, and with the 
increasing commercial rivalry between ourselves and other countries 
they promise to become even more important. | | 

But we have no monopoly in a matter like this, and competitive 
countries have also their consular trade reports, and we have no doubt 
that in these any particularly good points noticeable in our business 
methcds are emphasised for the benefit of our competitors, in the same 
way as we ourselves are kept informed of the efforts of German 
and other traders with a view to following their example so far as 
may be practicable. Y 

Electrical manufacturers in this country undoubtedly have plenty 
to do at the present moment, but a good supply of home orders 
should not lessen the desire for export business. Everything that 


‘can be legitimately done to extend our foreiga el-otrical trade should 


be taken advantage of. m "bw ce 
As & rule we suppose the first thing to be done in the cultivation 
of a trade with any new district is to watch the - opportunity 
and make a market where none existed before, and having done 
that, to see that the requirements of that market are catered 


for in the most thorough manner possihle. Were this done, the 


likelihood of being outdone by foreign rivals would, we venture to 
believe, be smaller than at present, although the Englishman prides 
himself upon the fact that his markets are open to all comers, be 
they friends or foes, That we are not mindful enough of the markets 
where we should have supremacy is clear, from the remarks of several 
of our consuls, and we are occasionally thought to give far greater 
attention to the article ordered than to the man who has ordered it. 
From one standpoint this is a satisfactory charge, and its outcome 
is a better quality of goods supplied. The complaint is not that 
the quality ought not to receive so much attention, but that the cus- 
tomer and the probable customer should be more considered. For 
instance, it has been attributed to the Englishman that he declines to 
depart from oertain lines and standards of manufacture which he 
has himself laid down. His manner says, Take it or leave it; my 
goods are suitable for home consumption, and they should be good 
enough for уоп.” But are they? s it follow that because a 
thing is suitable for use in England, it can be just as easily applied 
in the service of the Heathen Ohinee ? He may be behind the times, 
but that is not the point, it is a matter of business; and when a man 
asks for a thing it is the manufacturer's work to supply that specific 
article if it is at all possible. | | 

What is the result? The German or American trader comes along, 
and when questioned whether he can supply such and such a thing 
which his British competitor fails to do, sees a splendid opportunity 
for oustiog his rival, and by hook or by сгоок he will take and 
execute the order. The customer does not fail to take a note of all 
this, and though in the long run he may prefer to deal with the 
Ecglishman for other reasons, he for the time being trades with our 
rivals, and a blow is struck at our supremacy. Mr. Cusack Smith, 
the British Consul at Samua, in bis report «n tbe trade of the islands 
during lest year, despises the system of circularising which is so 
largely adopted by our manufacturers, and belauds the personal repre- 
sentation which we have over and over again recommended in these 
columns. He considers а day's work done by a civil, ingratiating, 
well-informed traveller" more tban equal to five years' persistent 
circularising, and quotes a curious instance of German methods in 
those parte: A German commercial traveller recently visited Samoa 
with excellent samples at marvellously cheap prices, and obtained 
£2,000 worth of orders, mainly from British traders, but most or many 
of his goods were originally made in Manchester. ‘These were ordered 
by German firms, and marked in Germany with German trade marks, 
and were sold by the German traveller with the remark: “The 
English manufacturers won't send out the goods, so we do it, and 
make the profit.” Mr. Cusack Smith says that this only emphasises 
the folly of not sending out British travellers,” and he declares that 


British trade will suffer far more severely during the next five years 


from German competition than it has done already, unless British 
manufacturers attack the colonial and foreign markets in the ener- 
getic, well-organised, up-to-date, and conciliatory manner adopted by 


. the Germans. 


A financial contemporary the other day remarked, in connection 
with this matter, that it is not easy to understand why British manu- 
facturers should be so slow to act upon the advioe, in the main sound 
and practical, conveyed through the medium of our consular reporte. 

German houses go in for a very high standard of education for 
young men who lay themselves out for commercial pursuite, and our 
consul at Stettin recently drew attention to the great service rendered 
in tnis direction by the Stettin Commergial Association, which was 
opened about 27 years ago. One of the objects of this association 
is to send young men out abroad to the British colonies, America, and 
elsewhere, to improve their knowledge cf business, and to work in 
the interests of Stettin trade, a free grant cf about £75 being made 
to each man for the purpose. At least 50 of these grants have been 
made, and the German consul of each country visited was informed 
of the arrival of the student. Here is а form of organised competi- 
tion which might do untold harm to the business of this and other 
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countries. It should be well digested by Englishmen. What can 
be the value of mere circularising in the face of such facts as these ? 

American houses by no means ignore British consular reporte, and 
for that reason we can hardly afford to completely ignore theirs. 
The American Resident and Consul-General at Bangkok recently 
addressed some important remarks on the trade opportunities of Siam, 
n part of the world, by the way, which receives some attention at the 
hands of American electrical contractors. He draws attention to the 
splendid field offered for development, and advises epecial efforts to 
be made to increase the trade of the United Btates with this rich and 
prosperous kingdom of South-Eastern Asia. A critical pericd is 
approaching, and the results thereof will determine the control of 
Siamese foreign trade. 

The report says that exporters of Europe have fully awakened to 
the importance and possibilities of Siam's markets, and adds: — 

“ Afcer a residence of four years in Siam, I think that here is one of 
the best opportunities for the United States to build up а trade that is 
afforded anywhere in the world, considering, of course, the popul tion 
andarea. But all efforts to induce American exporters to enter these 
markets have been unsuccessful. Letters have come in unlimited 
numbers, to all of which careful attention has been given; catalogues 
have arrived and b»en distributed where they would do the most 
good; questions asked have been answered in detail; and many 
reports, general and specific, have been sent to Washington and duly 
published for the benefit of the exporters and manufacturers of the 
United States; but still there is a most discouraging lack of interest. 
This interest should be evidenced by sending to Bangkok experienced 
and capable e to cart fully investigate the field, secure 
trial orders, and establish reliable agencies. In this connection, three 
facts are worthy of note: First, not more than six qualified repre- 
sentatives of American houses have visited Siam during the past three 
anda half years; scc.nd, almost without exception those that have 
come have been surprised at the extent and opportunities of the 
market, aod have gone away with satisfactory orders, or, at least, 
with sufficient to pay expenses; third, in the same period no less than 
100 capable representatives of European firms have visited Bangkok, 
and, in 90 per cent. of the cases, have done very well. 

" Catalogues are valuable in their way—invaluable, in fact—but too 
much reliance is placed on them. They do not discuss the matter 
with the buyer; they do not answer all his inquiries; they do not 
obviate his objections to trying a new firm, a new class of оок, 
or to giving up his relations with some European house which has 
supplied him for years. If firms which are rich enough to publish 
the elaborate catalogues, which they issue annually, would devote 
even a small portion of that expense to sending energetic, educated, 
and tactful representatives to the far East, they would obtain far 
more substantial returns.” А 

Some important facts are mentioned in the Consular Journal. 
It is to be hoped, says our contemporary, that our electrical 
engineers and our public works contractors are fully alive to 
the field for enterprise which China is now affording. It is, of 
course, too much to мы] fr that China will now awaken completely 
from the comatose condition in which she has lain for centuries, but 
tbat she is exhibiting greater signs of vitality, owing to the ac'ion 
of the Powers, than she has ever done before is not to be denied. 
Her rulers are, it seems, learning to appreciate the truth of the 


ecriptural injuncticn that it is no use kicking against the pricks, and. 


European enterprise has pricked her coast-line sorely of late. The 
municipal authorities of towns like Shanghai, Pekin, Tientsin, &c., 
are therefore taking steps to establish electrical tramways, and 
tenders will presently be invited for undertaking these works. The 
Shanghai authorities, says a Consular correspondent writing to us, 
have already adopted the following resolution: That the Council be, 
and is hereby, authorised to consider the expediency of establishing 
a system of electric tramways in the settlement.” Our contem- 
porary's correspondent urges electrical and other engineering firms 
to send out representatives or appoint agencies. 


Langdon-Davies Motor.—Tte business of the Davies 
Motor Company, of 16, Red Lion Street, Olerkenwell, has been 
transferred to the Langdon-Davies Electric Motor Company, Limited. 
This company has en premises at 101, Southwark Street, S.E., 
where there is e facility to enable them to cope with a fast 
increasing business. The entrance floor of the building affords room 


for spacious showroom and offices, and in the other parts of the 


building there is ample space for the manufacturing department. 
The workshops are equipped with machine tools and special labour- 
saving appliances of the most up-to-date character. 


London School Board.—The Industrial Schools Com- 
mittee has been authorised to obtain tenders for the supply of an 
auxiliary engine, dynamo, and switchboards, and connecting up 
circuits for direct lighting on the Shaftesbury training ship. The 
engineer's estimate is £950. 


The Microphonograph.—From Mr. G. A. Nussbaum, of 
29, Lu ill, who represents La Société Industrielle des Télé- 
phones in this country, we have received a pamphlet describing the 
new microphonograph which that company has recently brought out. 
The pamphlet contains an illustrated and general description of the 
Dassaud microphonograph (Berthon-Dussaud- Jaubert system) and its 
applications in the treatment of deaf mutes. Some of the illas- 
trations show deaf mutes who are in the seventh heaven of delight 
upon discovering that by the aid of the microphonograph they are 
enabled to hear musical and other sounds. 


Mill Lighting.— Messrs. W. H. Baughan & Oo., of 
Charlbury, have secured the order for a complete installation com- 
prising dynamo, shafting, accumulators, &c., of the new mills of 
Messrs. Early & Sons, blanket manufacturers, of Witney. 


Personal.— Mr. John Shaw, electrical engineer, of Man- 
chester and Ashton-on-Mersey, has just been elected chairman of the 
Ashton Urban District Council, and he will thus be entitled to sit on 
the Bench asa Justice of the Peace for the County of Chester. Mr. 
Shaw has been a member of the Council since its formation, and in 
that capacity was enabled t» render excellent service when the mains 
for the electric light now supplied by the Altrincham Electric 
Supply, Limited, were laid down for the supply of the township. 
Mr. Shaw was also elected a member of the Sale and Ashton 
Technic il Instruction and other Committees. 


Smoke Nuisance.—At Greenwich Police Court on 
Thureday, the Orystal Palace District Electric Supply Company, 
Limited, and Mr. B. G. Blanchard, their secretary, were summoned 
in respect to a nuisance arising from black smoke issuing from a 
chimney at their works. The offence was admitted by Mr. Dumas 
who asked for the summons to stand over so that the vagi rap e ng 
provide other apparatus and get smokeless coal. Mr. E. Wright, 
clerk to the Lewisham Board of Works, said the Board would agree 
to this course, and the magistrate adjourned the case for a fortnight. 


The * Vril“ Contact Breaker.—The “ Vril" Contact 
Breaker for induction coils is the invention of Mr. James King,A I.E.E., 
and the sole right of manufacture has been acquired by M. sers. 
W. Wateon & Sons, of High Holborn. The apparatus is claimed to 
afford many advantages to workers with Ruhmkorff coils. It can be 
supplied to almost every make of existing induction coil. It is claimed, 
among other things, that the construction is such, that it givesa 
prolonged period of contact, affording the necessary time for the 
thorough magnetic saturation of the core, combined with a very 
sudden break. The results obtained with the o vibrating 
break are said to be yielded by the Vril“ with 50 per cent. 
power, and with 25 per cent. less battery power than is requisite to 
run the ordinary vibrating break, 15 per cent. more riti, lengik 
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yielded by the coil if the Vril“ Contact Breaker be employed. The 
heating of the platinum contacts is greatly diminished, and does not 
become very appreciable with a long run of 30 minutes or more; 
liability to adhere is obviated, and the wear of platinum very much 
reduced. "Workers with Rontgen's X rays will especially 77 
this feature. The speed of the make and break is controlled by means 
of an N screw. The Vril“ affords facilities for v g the 
speed of the vibration exactly. It produces the same e аза 
mercury interrupter, without апу of its trouble and annoyance. The 
figure shows the breaker mounted on a separate case unattached to 
the coil. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—The Gas and Electric Lighting Committee 
reported to the Town Oouncil on Tuesday, recommending that the 
electricity mains should be extended to the West End, and that the 
low tension direct system, with drop of 110 volts at full load, should 
be adopted, at an estimated expense of £5,750, as recommended by 
Prof. Kennedy. The Committee suggest that it be remitted to the 
engineers to prepare specifications and invite tenders for the work. 
The Committee did not see their way to recommend the Council to 
take any action in regard to dust destructors at present. 


Barrow.—Mr. R, H. Burnett, the borough electrical 
engineer (late of St. Pancras), commenced his duties on Monday last. 


Basingstoke,—The Electric Lighting Committee, after 
considering terms pro by Messrs. Warburg, Dymond & Co., 
for putting down an tricity installation, has recommended the 
Town Council to apply for electric lighting powers themselves for 
carrying out the works. This course was approved by the 
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Bedford.—The Bedford Town Council have decided to 
increase, by £1,400, the amount of the £4,000 loan they are about to 
apply for, the addition being made expressly in order that the elec- 
tric light may be installed on the Market Hill. 


Bermondsey.—At Monday's Vestry meeting the report 
was considered of the sub-committee, which ap before the 
Board of Trade on April 27th, when the opposition of the London 
Electric Supply Corporation, and the County of London and Brush 
Provincial спе Lighting Company, to the Vestry's . 
for an electric lighting provisional order, was heard by Sir Courtenay 
Boyle. The Committee reported that after the opposition had been 
heard, Sir С. Boyle asked whether the Vestry intended to carry out 
the order if granted, and on being assured by the chairman of the 
Electric Lighting Committee that such was the case, Sir C. Boyle 
said that the Vestry could have no objection to the deletion of the 
clause which empowered the Vestry, with the consent of the Board 
of Trade, to transfer ite powers; and this was accordingly agreed 
upon. Bir О. Boyle advised the Vestry to again consider the financial 
aspect of the question, and stated that if within 14 days the Vestry 
decided to go on with the order, he wonld recommend that the same 
be granted. The sub-committee recommended that Sir C. Boyle 
should be informed that the Vestry, after again considering the 
financial question at his suggestion, tfully asked that а pro- 
visional order should be granted to the Vestry. This recommenda- 
tion was unanimously adopted. 


Bremley.—'Tne Bromley (Kent) Electric Light and 
Power Company, Limited, who have just acquired the powers 


formerly vested in the local authority, have, within the past week, 


made & practical start. A contract has been entered into for the 
erection of a central lighting station, and at the present time work- 
men sre busily engaged in preparing the foundations. Many of the 
sharebolders are tradespeople and private residente, who have given 
notice of their desire to be supplied with the light. 'T'he contract 
for the installation has been secured by Messrs. Edmandsons, of West- 
minster, and one of the first places to be lit is the new Bell Hotel, 
now approaching completion. The Bromley Company have also 
catered into a contract with the newly-formed Chislehurst Electric 
Lighting Syndicate to supply them with current. The secretary of 
the Bromley Oompany is Mr. Martin J. Dickins, of the Market Square, 
Bromley, and, notwithstanding the difficulties experienced in 
acquiring possession of the order, the fature of the company is gene- 
rally regarded as moet hopeful. 


Canterbury.—Good progress is now beinz made with 
the work connected with the establishment of the electric light here. 
Tae whole of the contracts have been settled; the construction of 
the generating station is well in hand, and the laying of mains is to 
be commenced in a few days. At the meeting of the Town Council 
this week the Lighting Committee submitted a schedule of the pro- 

positions and number of incandescent lamps to be used in 
public lighting. There are to be 144 on posts and 29 on brackets, 
the latter of a design costing £3 1s. 10d. a piece. The Committee 
recommended that the main thoroughfare from St. George’s Gate to 
Westgate be illuminated by means of arc lamps, 12 in all, at an 
additional cost of about £140. Six separation stations are also to be 
provided for lighting and extinguishing the arc lamps, at an outlay 
additional to the estimate of about £707 10s. The contract for wiring 
the new Reaney Institute for the electric light has been secured by 
ni J. Philpot. It is hoped to have the light in use by next 

т. 


Chorley (Lancs.)—The Corporation have obtained а 
provisional electric lighting order from the Board of Trade. 


Colchester.—The electric light station is to be opened 
about the month of July. 


Colombo.— The contract for the lighting of the public 
streets and roads of the Fort of Colombo bas been given to Messrs. 
Boustead Bros. 


Dewsbury.—The 69 applications for the position of elec- 
trician to the Dewsbury Corporation has been reduced from six to 
three by the Electricity Committee. The final selection will shortly 
be made. The salary is £250 a year. 


Dublin.—The Dublin papers say that on Wednesday 
evening last week there was a failure in the electricity supply, a 
number of hotels being seriously inconvenienced. The Datly Nation 
says that “the failure was occasioned by the breakdown of three 

t engines.” That paper also says that several of the hotels 
are about to take legal proceedings against the Corporation. 


Dundee,—The Gas Committee has recommended that 
the estimate of a Dundee firm be accepted for erecting a new econo- 
miser house at the electricity works at £600. 


Burham.—A local correspondent says that from 
Wednesday's Town Council proceedings it would appear that incan- 
descent gas will be adopted for street lighting. Tne matter of elec- 
tric lighting v. incandescent gas is in the hands of a committee. 


Eastbourne.— On Monday the Eastbourne Town Council 
decided to consult Mr. Wright, the engineer to the Brighton Cor- 
poration, anent the public electric lighting works being combined 
With the destructor. Mr. Wright will be consulted either alone or 
g conjunction with another expert, who had been approached by the 


Edinburgh.—The Electric Light Committee's provisional 
estimates for the vear ending May 15th, 1899, shows:—Estimated 
expenditure for 1898-99, £49,250, and the revenue £51,250, leaving 
a surplus of £2,000 to be transferred to the credit of the rates, after 
providing £6,000 for reserve fund. Last year the estimate was 
£33,390, and the revenue £35,455, leaving £2,065 to be credited to 
the rates, and after providing for £4,000 to be contributed to the 
reserve fund. 


Glasgow.—The Electricity Works Sub-committee recom- 
mends the Corporation to adopt Ld ay which have been brought 
forward by Mr. Chamen, the borough electrical engineer. The state- 
ment, which comes before the Electricity Committee shortly, says 
that the Waterloo Street station, with its capacity of 3,300 horse- 
power, was completely overloaded during the fog last winter, and as 
the increase in the number of lamps fixed had been, on an average of 
five years, about 30 per cent., this meant, with the erection of over 
100 lamps on the Springburn electric tramway route, a necessity for 
at least 100 horse-power additional. Waterloo Street station beiog 
taxed to its utmost capacity, a new site had been purchased at Port 
Dundas, where work had already been begun, and arrangements had 
been made for the purchase of another site for a generation station 
on the south side of the river, near Eglinton Street atation. At Port 
Dundas there would be no difficulty in installing some 30,000 horse- 

wer, and at the southern station another 15,000. The question of 
Mitri bution had also to be considered. Waterloo Street station was 
at presens distributing current at a pressure of 100 and 200 volta, 
but the Board of Trade regulations now permitted current to be 
supplied at 250 and 500 volte, which enabled the current to be 
carried much farther, and saved very largely in the amount of 
copper required in the distributing mains and feeders, the saving 
being about 50 per cent. The new plant already ordered for 
Port Dundas was designed to supply current at the increased 
pressure, and the plant for the southern station could be similarly 
designed. There would be no difficulty in supplying feeding points 
&bout two miles distant from each of the new generating stations, and 
in further supplying an area of about half a mile radius from such 
distant feeding pointe. This area practically included the whole 
municipality, so that there would be no necessity for resorting to 
high tension current. The use of the increased voltage rendered it 
impossible to work the new stations in connection with the same 
mains which at present distributed the energy from Waterloo Street, 
and so it would be desirable in time to relieve that station of its 
entire load. The capital expenditure detailed in the report is 
£551,000, made up as follows: Capital expenditure at present, 
£150,000 ; capital expenditure proposed in report, £396,000 ; cost of 
removal of Waterloo Street plant, £5,000. The surest way to arrive 
at a low rate of charge for the supply of electric light, concludes Mr. 
Chamen, is to make the concern as large as possible, so that the sooner 
the capital expenditure contemplated in the report is reached the 
better. He therefore recommends (1) Taat in addition to the £95,000 
to which the Corporation already stand committed, a further expendi- 
ture of £61,000 be authorised for the Port Dundas stationand mains, 
and (2) that an expenditure of £108,000 be authorised for the South 
Side station and mains. The expenditure would be spread over a 
period of about two years. 


Glossop.—A special meeting of the Town Council dis- 
cussed the electric lighting question last week. A sub-committee of 
investigation was appointed, with power to engage a consulting 
engineer. The meeting was adjourned to June 5th, when the 
question of applying for the provisional order will be dealt with. 


Heaton Norris.—The District Council has resolved to 
apply for a provisional order. 


Hereford.—The Electric Light Committee has been 
empowered to take the necessary steps for providing the electric 
light for the town. Expert advice will be obtained, and inquiries 
made re site, and on the subject generally. 


High Wycombe.—Last Saturday the foundation stone 
of the electric lighting station buildings was laid by Councillor Wood 
(chairman of the Electric Lighting Committee of Wycombe Corpora- 
tion). The company which has been formed to carry out the work 
is entitled the High Wycombe Electric Light and Power Company, 
Limited, Mr. Alfred Slatter being the managing director. A site for 
the electric light station was found in a meadow adjoining Lily’s 
Walk. The buildings have been designed by Messrs. Moxham and 
Son, of Wycombe, and include a boiler house, engine house, accumu- 
lator house, and various offices. The contract for their erection has 
been entrusted to Mr. Henry Flint, whose tender amounted to £2,383. 
The contract for the electrical plant has been placed in the hands of 
Edmundsons Electricity Corporation, Limited, under the supervision 
of Mr. J. C. Wigham, and of the resident engineer, Mr. Fippard. It 
is hoped that supply will be ready by July lst. 


Hornsey.— The provisional order has been granted by the 
Board of Trade with slight alterations. 


Hall,—The Electric Light Committee, on 28th ult., 
decided to recommend the Council to extend the electric light 
installation of the city into East Hull, at an estimated cost of 
£25,000. When the extension is made, the circuit of the city will 
have been completed. 


Ilford.—Mr. Hawtayne is to survey certaia lands in the 
district with a view to selecting a site for electricity works. 
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Isliugton.—As we have seen several mis-statements 
regarding the success of the Islington electric lighting undertaking, 
the following notes will be interesting as being the facts of the case. 
The Vestry has spent £144,226 capital up to December 31st last, and 
is now spending а good деа! more. The net loss last year was £318. 
The gross profit was £4,432, and these figures are good for a business 
in its second year. The total cost per unit is 3 574, and to this has 
to be added interest, &c , amounting roughly to 6 per cent. on the 
capital invested. As a matter of fact, long before the supply com- 
menced the price of current was fixed, and for public lighting it is 5d. 


unit. This covers all charges for current, interest on capital of 


ps, &c., repairs to lamps, &c., trimming, erection, management, 
& O. The 144. per unit over works’ costs does not quite pay all these 
charges, so that the supply is quite reasonable at bd. per unit, and 
Mr. Hulland, the chairman of the Hackney Electric Lighting Com- 
mittee, is quite wrong in assuming that the books are balanced by a 
“cooking” process. Every arc lamp at Islington costs £30—£40 
total including ай coste, as explained above. The Works Committee 
pay 6d. per unit, and that is all; the Electric Lighting Committee find 
all plant, labour, lamps, &c, and do all the work, light the streets, 
&o., and get the sum mentioned as return for al? and every expense 
incurred in so doing. | 
For the quarter ending March 31st, the receipta for the supply of 
electric light in Islington amounted to over £6,000. The estimated 
cost of production was £2,700, leaving a gross profit cf £3,300. 
rd deducting repayment for loans, there is a net profit of 


Keighley.—The Corporation is about to approach the 
electric light question in earnest. A visit was paid to Southport 
last week, and a provisional order is being applied for. 


Laucaster.—The Town Council resolved on April 27th, 
upon the recommendation of the Electricity Sab-Committee, that the 
tender of Messrs, Willans & Robinson, Limited, for the supply and 
erection of a close-type high-speed engine for the electricity works 
(£1,347) be accepted. The Committee were authorised to accept 
tenders fora dynamo. Applications for the supply of elcctricity to 
Ripley Hospital, the Royal Grammar School, and Bowerbam Board 
School, were granted, subject to guarantees being made that the 
iocome from each building would be equal to 15 per cent. on the out- 
Jay. With the exception of a few churches, all the principal buildings 
in Lancaster are now lighted by electricity. 


Liverpool.—The Lighting Committee last week agreed 


upon extensions of mains in various streets at a cost of £800. 


Ludworth,—The Parish Council has appointed a sub- com- 
mittee to inquire fully into the subject of electric lighting. 


Mexborough.—The ratepayers will oppose the scheme of 
the General Power Distributing Company, as in a year or two the 
district may put down its own plant. 


Mitchelstown.—Major Cardew held a Board of Trade 
inquiry last week regarding the application of the Guardians fora 
provisional order to light the town with electricity. Mr. Richard 
O'Driscoll, engineer to the scheme for the Board of Guardians, gave 
evidence as to the manner in which it was proposed tolight the town. 
The stream from which they proposed to derive the motive power 
had a horse-power of 173 on an average. The stream varied very little, 
though it was occasionally flooded in winter. The average fall in the 
level would be 3 or 4 feet at the very outeide. Major Cardew, quoting 
from an estimate made by Mr. Harris, of Bray, said be noticed the amount 
estimated for cost was £825. He afterwards visited the stream, and 
pointed out that considerable expenditure would be necessary in the 
making of embankments, and expressed an opinion that a cheaper 
scheme of public lighting than that now proposed could be adopted 
with advantage to all parties. 


Morley (Yorks).—At Tuesday's meeting of the Corpora- 
tion Mr. Robert Hammond submitted his report on the progress of the 
electricity works, which has now been in successful operation for 
some time. The motor alternator has been returned to Wolver- 
hampton for alteration to the bearings. Mr. Hammond was hoping 
to be in a position to report that the final teste of the plant had been 
completed this week, but the contractors have asked to be allowed a 
few more daye’ delay. The apparatus for measuring the water is 
ready, and there is now nothing to prevent the tests taking 
place at an early date. In accordance with instructions, Mr. 
Hammond submitted a statement made up to March 31%, 
showing the commitments on capital account sanctioned 
by the Local Government Board, £22,500; commitment to date, 
£20,764; balance of the original scheme still available for 
mains, extensions, connecting ap customers, &c, £1,735 103. 2d. 
Ia November last year, in accordance with the request of the com- 
mittee, he presented a report on the electric lighting of all the streets 
through which the mains are laid, and then pointed out that imme- 
diate decision on the matter was not necessary, as cable ducts were 
to a large extent available for accommodating the neceseary maine 
without re-opening the streets. The committee ultimately resolved 
to order cable for connecting the present arc lamps direct to the sub- 
stations, instead of the general distributing mains, but to defer con- 
sideration of the remainder of the scheme until the works were 
completed and in operation. Mr. Hammond again brings forward a 
echeme for the general lighting of the streets where mains are laid. 
In his previous report he deprecated a mixed scheme of arc and in- 
candescent lighting, and set forth the cost of either type of lighting 
by iteelf, for each section under consideration. An extension of the 
arc lighting might be desirable in South Queen Street and Chapel 
Hill, but the remaining sections could be best dealt with by means of 
incandescent lamps enclosed in glass lens refiactors, as at Brighton, 


Ayr and elsewhere. Mr. Hammond recommended that a trial lamp 
or two on this system should be fixed in some favourable spot for 
actual experiment. Mr. Himmond then concludes his report by 
giving his scheme for lighting, which will cost, with special mains, 
£650, and without special mains, £575. 


Portsmouth.—I: is proposed to purchase certain pro- 
perty in St. Mary's St eet, Portsmouth, adjoining the electric light 
station, the space being required for extra machinery. 


Preston.—The National Electric Supply Company has 
reduced its charges for lighting current. The company has adopted 
220-volt distribution. After July let the price will be reduccd from 
7d. to 4d. per unit after one hour's use, less 15 per cent. cash. 
Current for heating and motive power purposes will be 34d. per unit 
net. 


Provisional Orders.—The Electrio Lighting (Pro- 
visional Orders No. 1) Bill relating to Airdrie, Brechin, Hamilton, 
. was read a second time in the House of Commons last 
week. 


Ryde.—The Board of Trade have decided in favour of 
the Corporation re the Electric Light and Power Company, and с-р- 
sequently the latter will not proceed with their application for 
powers to supply electrícity to the island borough. 


Sheffield.—Jadging from the correspondence and com- 
mente in tbe local press, and also the discussion in the Council 
Chamber, it appears to be trne that the public meeting at which the 
proposed purchase of the electricity undertaking was disapproved, 
was really “packed” by ironmongers and other tradespeople who 
might be justly termed interested parties. It seems, therefore, that 
the poll which is to be held is quite unnecessary, yet it must now be 
held at a cost of about £1,000. Mr. T. Scott Anderson (of the local 
electrical firm Scott Anderson & Beit) writes to the local press to 
say that his firm had nothing to do with the opposition. Bays, 
however, that he, as president of the Contractors Association, wrote 
to the Town Clerk askirg for particulars as to the Corporation's prc- 
posals regarding the clause which gave it the right to manufacture 
and trade, but to the question whether the Corporation would not 
compete with ordinary contractors no answer was forthcoming. He 
questions whether six of the votes at the public meeting could be said 
to be electrical. He considers the Corporation itself is only to blame, 
as it has known of the opposition for some time past. 


Shoreditch. — At the foitoightly Vestry meeting оп 
Tuesday, Mr. H. Winkler again raised the question as to when the elec- 
tric lighting accounts, which had been promised, would be placed before 
the Vestry. In his opinion it was desirable that the accounta should 
be forwarded generally to the members of the Vestry without going 
specially before the Lighting Committee. In answer, the accountant 
stated that the accounts were in the possession of the printers, and 
that he hoped to have corrected copies ready for presentation to the 
Lighting Committee on the following day, so as to be brought up 
at the next Vestry meeting. On behalf of the Electric Lighting 
Committee, Mr. H. E. Kershaw seid they had no feeling in the 
matter. If the Vestry desired to have the accounts before going before 
the Committee it could have them ; but as it was purely a Committee 
matter, he thought the figures should go before the Committee in tbe 
first instance. The discussion on the subject then terminated. The 
Lighting Committee announced that they had considered a report 
from the chief engineer to the effect that he had received three 
pro from three insurance companies as to insuring the engines. 

t was resolved to insure the six engines with the National Boiler 
Insurance Company for £200 on each engine, at a total рана of 
£49 19s. The same Committee had had under consideration a report 
from the chief engineer (Mr. Russell) as to whether it was right to 
charge the capital cost of the arc lamps and I to the electric lighting 
capital account, or whether same should be paid for out of the 
general rate, as in the case of gas lamps, as some of the work in con- 
nection with painting same had been charged to the general rates. 
The Committee recommended and the Vestry decided that the cost 
of the arc lamps, columns, &c., should be paid for out of the general 
rate. 


Shoreham.—The Looal Government Board is prepared 
to sanction the £6,(00 loan for electric lighting if the District Council 
obtains the necessary powers, submits plans, and complies with the 
usual conditions as to information. The Council, on receipt of this 
intimation on Tuesday, decided to leave the matter in abeyance for 
the present. 


Singapore.—A draft scheme has been submitted to the 
municipality by Messrs. Moine & Co. for electric tramways and the 
electric lighting of Singapore. The proposal, says Indian Engincer- 
ing, will be taken into consideration in due course, and if vested 
interests do not intervene, the Settlement will make & necessary 
advance in its development. 


Southampton.— Last week the Council adopted a report 
of Mr. Manville's, submitted by the Electric Lighting Committee, in 
which he recommended public lighting by 62 2,000-C.P. arc lamps for 
various streets. The standards will also be provided with brackets for 
two 32-C.P. incandescents for lighting when the arcs are ext 
at midnight. Thirty-two of these lamps will be used in the streets in 
which both electric lighting and tramways will be combined, and some 
of the standards will be arranged for both purposes and some for light- 
ing only. Tenders are to be invited for the supply of the steel 
and iron columns recommended. It is expected that the streets will 
be electrically lighted by September. 
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Southport.—Tbe report of the Gas Committee shows 
that олоти rapidly superseding gas in that town ав ап indoor 
illuminant, e pona on gas for the year have only amounted to 
£7,000, or £4,000 less than was estimated. 


Stafford.—The annuul report of the Corporation Elec- 
tricity Departwent shows that the consumption of electricity for the 
12 months ended March 31st amounted to 52,231 Board of Trade 
units, as compared with 39,606 units last year, being an increase of 
' 12,625, or nearly 32 per cent. The manager has submitted '& short 
report upon the advisability of doubling the present pressure of the 
electric supply, and he was authorised to confer with Dr. Hopkinson, 
and report fully upon the question at the next committee meeting. 


St. Helen's,—The Electricity Committee recommends the 


erection of arc lamps in a number of streets. 


St. Pancras —A very satisfactory statement was placed 
before the Vestry at the meeting held on Wednesday last week by the 
Electricity and Pablic Lighting Committee, in regard to the working 
results of the electric light works during the year ended December 
31st, 1897. The Committee reported that the total revenue for tho 
year amounted to £33,347 19s. 11d., which is an increase over the year 
1896 of £6,258 3s. 6d., equivalent to more than 22 percent. The net 
profit amounted to £6,517 191. 9d., which, after writing off the deficit 
of £800 12s. 7d. brought forward from 1896, left a net profit for the 
year 1897 of £5,717 7s. 2d. The Committee recommended the Vestry 
to forward copies of the accounts to the Board of Trade and the Local 
Government Board, and that from the profits a sum (f £4,000 should 
be transferred to a reserve fund, and that the balance of £1,717 
should be carried forward to the accounts for 1898. In moving the 
adoption of the report, Mr. H. J. Menzies (chairman of the Committee) 
complimented the Vestry cn the very satisfactory results, as exem- 
plified by the accounts, which showed that the early anticipations in 
regard to the electricity undertaking were, inthe main, beirg fulfilled. 
If the enterprise had been cf a private nature, the past year’s result. 
would have yielded a dividend of 6 per cent, and allowed of £3,000 
beiog carried to the next account. The works had sold a larger 
quantity of current, which had been generated at a lower cost than in 

revious 
been doubled, and the undertaking was still growing. The speaker 
thought it right tbat the labours of the staff should be recognised. If 
the stokera had not quite fully earned the bonus promised to them 
he hoped the Committee would take their case into consideration and 
make some recommendation. The Vestry sbould also recognise the 


work of Mr. Sidney Baynes (the chief electrical engineer), and that 


of Mr. A. E. Pycraft (chief clerk of the electricity and public lighting 
department). The Committee, the speaker concluded, could at last 
see clear water, and he hoped that the confidence placed in them 
would not be unappreciated. 


Tipton.—The District Council has decided not to witb- 
draw its objections to the scheme cf the Midland Electric Corpora- 
tion for Power Distribution. The Council could not agree to the rates 
proposed to be charged to them by the company. 


WelJs,—The provisional order of the Wells (Somerset) 
Town Ce unoil expires in July next, and the Oourcil at their meeting on 
Monday decided to apply for an extension of time. The Gas Com - 

y have fitted incandescent lighte throughout the town, but during 
a gale lately they suffered reverely. | 


West Ham.—The Council has issued a notice to the 
effect that it will commence to supply electric current in various 
thoroughfares on September 29th. 


West Hartlepool.—The Town Council on Tuesday ic- 
structed the borough surveyor to forthwith invite tenders for taking 
out the quantities for the electric lighting station, and ask for the 
shortest time in which they can be ready; and that upon acceptance 
of a tender by the committee, he at once advertise for tenders for the 
plant. The Government Board has sanctioned the application 
to borrow the money, and the Board of Trade has approved of the 
system. The Mayor remarked that negotiations were proceeding 
with the tramway company in regard to the light railway to Seaton 
Carew, and also in to the town supplying electricity to drive 
the trams. He thonght the matter would be settled and an agreement 
signed before long. i 


Wormit.—A public meeting latt week considered the 
question of introducing electric lighting into the village. A scheme 
was brought forward by a Mr. Cowley which would cost, for buildir ga, 
plant, &oc., £3,000, and an annual expenditure of £335. It is interesting 
to note that a recent canvass of the district showed one ratepayer to 
be in favour of gas, 12 oil, and 77 electric light. The meeting adjourned 
for a week, and a committee is to be appointed. 


ELEOTRIO TRAOTION AND MOTIVE 
POWER NOTES. 


Algeria,—The first line of electric tramway in Algiers 
was put in operation on 19th ult. The line, which is 10 kilometres 
long, extends from Bad-el-Oued to Mustapha. 


ears. In three years the revenue from private lighting 


Birkenhead.—The Special Committee appointed to 
inquire into the question of tramways in the borough issued a report 
for presentation to the Council on Wednesday. The Committee 
report that they have been unable to come to any arrangements with 
the Birkenhead сеш as to the surrender of their lease, which 
expires at the end of 1900, and they had not thought it necessary to 
negotiate with the Wirral Company, whose lease expires in 1916. 
Applications had been received since the closing of the negotiations 
with Mr. Ross from several bodies desirous of runnirg electric trams 
їп the town, but all had been declined on account of the Council’s 
decision in regard to Mr. Ross's proposal. The Committee have 


. unanimously decided that a more extended system of lines should be 


laid down for electrical trams on the overhead system, and they con- 
sider that the Council should settle upon the routes as кооп as possible, 
and they have drawn up a scheme to submit to the Council, во that 
work might be decided upon and begun as soon as necessary. In 
arriving at their recommendations as to routes the Committee have 
carefully taken into account the following general pointe :—(1) Suit- 
ability of the road, d e., as to probable traffic, interception of branch 
or side roads, gradients, widths, &o. (2) Possibility of profitable and 
useful future extension. (3) General requirements of a district. The 
routes propcsed are the Borough Road line, the Dock line, the Higher 
Tranmere lire, the 5 Road and Oxton line, the Park Road 
North line, and the Central Claughton line. The surveyor (Mr. 
Charles Brownridge) estimates that the expense of relaying existing 
lines, where utilised, and laying down new lines will be about 
оро, and the wires, poles, cars, and installation will be about 
11,900. 


Bradford.—Some quick work in cable laying was per- 
formed between 11 p.m. last Saturday and 6 p.m. on Sunday, in 
laying the feeders for the Great Horton section of the Corporation 
electric tramways. The cables were laid by the staff of the elt c- 
tricity department of the Oorporation. Four large mains were put 
down with а sectional area of 1:6 square inch of copper, together 
with a telephone cable for the tram service, and a “pilot wire” for 
recording the pressure at different parts of the route. The greater 
portion of the work was fiaished for traffic on Sunday evening, a 
length of 330 yards being completed, equal to 1,980 y of cable. 


Bristol.—On Friday last week the Dristol Tramways 
(Electrical Power, &c.) Bill, and the Bristol Tramways (Extension) 
Bill were read a second time. 


Bromley.—The Mason's Hill, Bromley, residenta strongly 
oppose the scheme for a light electric railway to be made in four 
sections, running from Herne Hill to Farnborough, through Dulwich, 
Sydenham, Penge, Beckenham, Shortlands, and Bromley. The pro- 
к > the railway are the London Southern Tramways Company, 

imite 


Ceylon.—Work in connection with the overhead trolley 
tramways is being pushed forward. Last month the rails were being 
laid, the power station erected, and part of the plant was ready to 
put in position. The span-wire system is to be employed. 


Chatham and Rochester, &c.—The Light Railway 
Commissioners finished their inquiry last Saturday in reference to 
applications that кате been made to carry out an electric tramway ` 
system for the towns of Rochester, Chatham, Strood, and Gillingham. 
Unfortunately, the opposition has proved too strong, ard it does not 
appear that for the present anytbing further will be done in this, 
respect, and thus a great boon has been lost to the whole neighbour- 

ood. For some time past considerable dissatisfaction has been- 
expressed by many at the poo omnibus system, which is very 
inadequate, and it was thonght, very properly, that a tramway system 
throughout the whole district (which com x fdo a large area of many 
miles, as all the towns mentioned adjoin one another, and has a 
population of more than 100,000) would be very beneficial. There 
was a great deal of evidence given for the trams. Foremost among 
the opposing parties was Mr. Thomas Aveling (managing director to 
Mesars. Aveling & Porter, engineers and steam road-roller and trac- 
tion engine manufacturers) Their works are situated on the 
Medway's banks, at Strood. The firm employs nearly 1,000 men, 
and traction engines were constantly going in and out of the works 
daily. He maintained that the trams were perfectly impracticable 
in the streets, and would stop their business. Their firm turned out 
360 engines іп а year. They did a lot of work for the Dockyard and 
the Royal Engineer Barracks at Chatham, and he considered their 
engine traffic could not be worked with the trams. Of course the 
proprietors of the local omnibuses put in a strong opposition. For 
the purposes of the scheme it had been put forward that the tram 
company, if formed, would be prepared to assist the anthorities to 
purchase certain properties in order to widen and improve the streets 
at necessary places. Numbers of people very greatly regret that the 
proposition has failed, as the district is being continually extended, 
and the trams would have been a great convenience to all classes. 


Cheltenham.—At the Town Council mecting on Monday 
it was resolved to inform Mr. Bickerdike, of Mon Canada, who 
has applied for a franchise to immediately construct and operate a 
line or system of lines for electric cars, forming a complete service 
for e о that if he likes to make а proposition the Courcil will 
consider it. 


Colombo.—Work in connection with the construction of. 
tramlines in Colombo is being pushed forward rapidly under the 
direction of the resident and consulting engineers, Мк Beveridge . 
and Etlinger, sen. The poles for the trolley lines are erected. 
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Dover.—The contractor for the electric tramways per- 
manent way has asked the Dover Town Council to remit the fine of 
£254 impoeed on account of his contract not being completed to 
time. 


Flamborough and Bridlington.—The promoters of the 
proposed light railway to Flamborough from Bridlington intend 
applying to the Light Railway Commissioners for an amendment of 
tbe order granted іп 1897, to enable the company to increase the 
capital authorised to be raised, and to extend the time for the com- 
pletion of the constraction of the railway and works. 


Holland.—Negotiations are in progress with reference to 
the conversion of the horse tramways in the town of The Hague into 
an electric line. 


Kidderminster-Stourport.—The electric tramline which 
wil start from the railway station in Comberton Road, and passes 
into the Stourport Road, following the line of highway, and ter- 
minating at tbe Stourport Bridge, will probably be opened by 
Whitsuntide. The boilers and engines have been put down, and 
one of the dynamos has been fixed.  T'he cars, nine in number, 
are all at the depót. Each car is constructed to carry 40 pas- 
sengers, and fitted for electric lighting. Some of the cars are 
specially ере for summer traffic, having open sides. Matters are 
80 forward that in the course of a few days it ie intended to bave a 
trial trip along the line. A Dudley paper gives some notes on the 
present position of tramway affairs locally. The Light Railway Com- 
missioners have made an order empowering (if it be confirmed by the 
Board c£ Trade) the British Elcctric Traction Company to make two 
lines—one from the existing tramcar line at Holly Hall to Kingswin- 
ford and thence by Wordeley to the bottom of Brettell Lane; another 
from Queen’s Cross by way «f Old Hill to the Five Ways at Cradley 
Heath. On both these lines the order provides for electric traction 
on the overhead system. The order has to be confirmed by the Board 
of Trade. Dudley Town Council has intimated ite intention of 
opposing the order, во far as it deals with the portion of the routes 
within Dudley borough. Of course, the British Electric Traction 
peur will be represented by counsel at the Board of Trade inquiry, 
and ed by the other local autborities concerned outside Dudley, 
namely, Brierley Hill, Stourbridge, Rowley, and Amblecote Urban 
Councils and Kingswinsford Rural District Council The inquiry 
will probably be held in a few weeks' time. 


Leeds.—An interesting epitome of the working expenses 
and receipts for one week in connection with the Leeds overhead 
electric tramway system has just been published. The total receipts 
amounted to £656 16s, 4d., the mileage covered being 14,777 miles, 
the receipts per mile thus working out at 10°66d. The working ex- 
penses, depreciation, interest and sinking fund charges usurped 8 60d., 
thus leaving a surplus of 2:06d. per mile, or a profit of £6,595 per 
annum. The capital outlay up to date amounts to £138,374. Mr. E. 
Basil Lupton, a local solicitor, points out in a letter to the Leeds Press 
that the system has so far ccst double the original estimate, and that 
the system is working at a loss. The figures at first sight show a 
profit; but he claims that an insufficient amount is taken off for 
depreciation, wi ich should be 15 per cent, and not 74 per cent. 

The Highways Committee has resolved to recommend that the 
Headingley, Chapeltown, Dewsbury Road and Hunslet sections be 
equipped with the overhead electric system. 


Limerick.—The firm of Zeitz, of Hamburg, are stated 
to have written to the Corporation in quaint English offering to 
establish an electric tram system all over the city without any cost, 
on getting а lease of the streets.” This is cool! We guess many an 
a promoter would like to get tramway concessions on these 

ms. 


Liverpool ——The Tramways Construction Committee 
decided on Monday by seven votes to three, to order for use on the 
experimental electric tramway between St. George'a Church and the 
Dingle 14 German electric cars—seven of the Altona type and seven 
of the 5 type — with trailers to each. The cars, with their 
trailers, will acccmmodate 50 persons each. The Committee resolved 
to leave Sir Arthur Forwood to order 14 other cars from America, 
5 the specification of the electrical work was altered so as to 

0161 the requirements of Dr. Hopkinson, consulting electrical 
engireer to the зоро About four months must elapse before 
the cars are ready for use. The Committee are desirous of secing 
both the German and American cars at work, with the object of 
adopting a car of their own pattern which they hope to have made in 
Liverpool. 

The City Council on Wednesday refused to to the recom- 
mendation of the Generating Stations Committee (of which Sir Arthur 
Forwood is the chairman) to accept tenders for the supply of electrical 
generating engines of a certain type, whereupon Sir Arthur intimated 
that be had striven during the last two years to provide the city with 
& worthy tramway system, but his Committee had not received the 
support and sympathy of the Council. He, therefore, not only would 
resigo from the Committee, but that would be the last occasion upon 
which he would be present in that chamber. This is not the first 


time Sir Arthur Forwood has resigned from the Tramway Com- 
mittee | 


Newark and Worksop.—An important scheme is on 
fcot to construct an electric railway between Newark and Worksop, 
which will run through a part of the fai-famed Dukeries, so popular 
as а holiday resort. The line in many places will be laid along the 
side of the highway, and in others across land to be acquired for the 
purpote. The total length of the railway will be 22 miles 7 furlcngs, 
and the gauge 4 feet 83 inches. 


Neweastle.—At a meeting of the Special Tramways 
Committee on Monday a discussion took place as to the two experte 
to be called in to advise on the cable and electric systems 
tively. The resolution passed by the Council stipulated that these 
should not be financially connected with any tramway company or 
system of trams. Mr. Laws, city engiceer, presented а report sug- 
gesting the following gentlemen as experts: —Oables, Mr. Callomb, 
Edinburgh; electric, Dr. Hopkinson, Mr. James Swinburne, and Mr. 
Manville. After a lengthy debate the matter was adjourned for a 
кш to enable members of the Committee to make farther 

quiries. 


Nottingham.—The proposals of the Corporation to 
equip the tramways on the electric trolley system were referred to 
in our April 8th and. 15th issues. On Monday last the following 
resolution was passed unanimously, and the Bill will accordingly be 
presented to Parliament :—'' That the report of the Tramways Com- 
mittee now presented to the Council be received and adopted as and 
for the second reading. That the Town Clerk be and he is hereby 
authorised, under the direction of the Tramways Committee, to take 
the necessary steps to obtain all such Parliamentary powers and the 
consent of the Board of Trade, and any other authorities as may be 
necessary to enable the Council to carry out the works mentioned in 
the said report, and that the costs to be incurred in so doing be paid 
by the Finance Committee in such manner as they may deem most 
expedient.” 

Paisley.— Detailed notice of the application which is 
being made by the British Electric Traction Company, Limited, for 
the construction and working of electric light ways within the 
сощ i Renfrew and Lanark, is published in the Glasgow Herald 
of 23 t. 


Portsmouth. — Notice has been given of the intention 
of the Hampshire Light Railways (Electric) Company, Limited, to 
apply to the Light Railway Commissioners for an order authorising 
them to construct and work light railways between Portsmouth, 
Cosham, Parbrook, Waterlooville, and Horndean. One line from 
Cosham to Horndean is about 5 miles, 7 furlongs, 3 chains in length, 
and the other, from Waterlooville along the road leading to Bargreen, 
about 5 chainsin length. The gauge proposed is 4 feet 84 inch: в, and 
the motive power electricity. Powers are to be sought by the company 
to generate, use, convey, distribute, and sell electricity either for 

ower, lighting, heating, or any other p Mr. A. W. White, 

P., manager of the Portsmouth Street Tramways, has taken an 
active part in promotiog the scheme which is regarded with marked 
favour by the residents along the line of route, and especially at 
Waterlooville, a popular resort of Portsmouth people during the 
summer. 


Ripon.— The City Council on 28th ult., had the question 
of tramways before it. The committee, which bas been going into 
the question of the provision of better railway and tramway facili- 
ties, has been considering several schemes for cheaper transport 
between the city and the railway station, and proposed to visit 
Blackpool and Lytham to inspect the gas and electric trams; but in 
this the committee was overruled, the idea being considered pre- 
mature. 


Shanghai.—The Shanghai Municipal Council is con- 
sidering the expediency of the establishment of a system of electric 
tramways in the streets of the Settlement, and in its discretion to 
formulate scheme for ratification by the ratepayers by which the 
system be carried into effect.” 


South Staffordshire.—For some years past the local 
authorities in South Staffordshire have been agitating for an improved 
method of traction on the lines belonging to the South Staffordshire 
Tramways Company which traverse all the principal towns lyiog 
between Birmingham and Wolverhampton. At length the Board of 
Trade intervened, and in consequence of representations by the 
various District and Borough Councils, the tramway company have 
been pressed to substitute an improved method of traction for the 
steam engines at present in use. An important conference, convened 
by the Board of Trade, was held on Tuesday at the Town Hall, West 
Bromwich, to consider the question. All the local authorities in 
the district through which the company's lines pass were represented. 
Col. Marindin, of the Board of Trade, presided. Mr. Scb uster, 
chairman of the tramway company, explained that they were pro- 
motipg a Bill in Parliament, the cost of which would be borne by 
the British Electric Traction Company, the object the intro- 
duction of an improved system of traction along the whole of the 
South Staffordshire routes. Mr. H. Ward, on behalf of the 
Handsworth authorities, opposed the overhead electric system, and 
suggested that a cable system should be substituted for steam engines, 
because passengers from the various Staffordshire towns would be 
able to travel to Birmingham without changing cars. Mr. G H. Dunn 
(Mayor of Dudley) explained that in four years the lease of the 
tramways within their borough would expire, and then it was the 
intention of the Dudley Town Council to municipalise the tramways. 
Councillor S. Pitt, Mayor of West Bromwich, said, whilst his Cor- 
poration did not object to a further extension of thetime for the use of 
steam by the company, yet they wished the Board of Trade to im- 
press upon the company the necessity of improving the method of 
traction a8 speedily as possible. He thought probably the suggestion 
made by the Mayor of Dudley would be accepted by the other autho- 
rities, and if thought desirable they would take over the tram- 
ways, and then they could introduce what system of traction they 
liked. They thought, if they consented to a lease of the eE 
lines to the British Electric Traction Company for 21 years, it woul 
prove disadvantageous to the interests of the local authorities. Mr, 
Sellon, of the British Electric Traction Company, explained that it 
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was proposed to lay down the overhead electric system. Some of 
tbe shareholders objected to this, and preferred the conduit system. 
Ultimately the conference was adjourned for a month, and in the 
meantime Mr. Bellon undertook to supply the various authorities 
with full particulars of the Bill which it is proposed to promote in 
Parliament. The Wednesbury Town Council favour the introduction 
of tbe overhead electric system, which has proved satisfactory in 
other parts of the Black Country. 


St. Helen's.—On 27th ult., a Corporation Committee 
received the Board of Trade’s sanction to the £925,000 loan for 
equipping the tramlines and putting down t. The inquiry into 
the matter was held only eight days previously by Major Cardew. 
The loan is to be repaid in 20 years. The Board was rightly thanked 
for ita prompt and courteous attention to the matter. 


Stockport.—The Stockport Corporation, who expect to 
ba able to ро. supply electric light and power in the autamn, 
have approached 8 rt and Hazel Grove Tramways Company 
with the object of purchasing the concern and electric tram- 
ways. At present the company shows no disposition to sell on the 
terms proposed. 


The Surrey and Middlesex Light Railways.—The pro- 
of the London United Tramways Company to apply to the 
ight Railway Commissioners in June for powers to construct a light 
railway, with electric traction as the motive power, through Richmond, 
Ham, and Kingston, to Hampton Oourt, is threatened with severe 
opposition. The route proposed will lie through the residential 
poson of Kew Gardens, Richmond, over Richmond Hill, tnrough 
etersham, past the historical Ham House and the Dysart estates, to 
Kingston-on-Thames, thence over Kingston Bridge to Hampton 
Court Palace. In Queen’s Road, Richmond, where the best class of 
houses in the borough are situated, the residents in the proportion of 
about 100 to two, have declared strongly against the proposal, the 
Parliamen Committee and the Amenities Committee of the Rich- 
mond Town Council have recommended unqualified opposition, and 
the house agents in the town and the locality unanimously agree that 
the line if 16 came would ruin the place as a residential suburb. Upon 
the other hand, the Mayor of Richmond, a gentleman of close know- 
ledge of the wants of the borough, and a good jadge of its 
future, cannot definitely make up his mind upon the details of the 
proposal, and such local leaders as Sir Roland Wilson and. Admiral 
Alington have expressed opinions in favour. A petition in Richmond 
assenting to the scheme has received 1,500 signatures, Avon-on- 
Kingston has received 2,000, and at Ham, Petersham, and Hampton 
numerous eignatories testify *heir approval In Ham and Petersham 
the public feeling is all in favour, the need of better means of com- 
munication being recognised, The Hampton Wick District Council 
have met privately, and their decision is kept a close secret; but 
several members have stated their approval of the scheme. At 
Kingston, the Town Council have referred the question, with the 
discussion, to their General Parposes Committee, but there is in the 
borough a feeling of satisfaction at the proposal Mr. E. J. Halsey, 
chairman of the Surrey County Council, in the course of an inter- 
view, stated that he considered a tramway a great convenience, and 
he should support it, provided it was not unduly dangerous or incon- 
venient. Tae Ratepayers’ Association, on the other hand, have met, 
and expressed the view that the Corporation and the borough should 
maiotain tramways if they were wanted. The second proposal of 
the company to carry their line to Uxbridge is meeting with approval 
along the suggested route. 


Volk’s Electric Railway.—At yesterday's (Thursday's) 
meeting of the Brighton Town Council, the borough engineer and 
Surveyor's report to the Works’ Committee on Volk's electric tram- 
way was consi It seems that it will be necessary to reconstruct 
a part of the line on piles to the south of the new widened Madeira 
Road, the cost of this to Mr. Volk being estimated at £1,500. The 
Committee considered this a favourable opportunity for reconsider- 
ing the existing arrangement between Mr. Volk and the Corporation, 
and recommended the grant to Mr. Volk, at a yearly rental of £120, 
of a lease of the arch he occupies for his machinery, dynamo, &c., 
and a license for his line for a period of 21 years, subject to conditions 
for the proper maintenance of the line and such repairs as may be 
needed; the line, rolling stock, and plant, to become the property of 

the Oorporation at the end of the 21 years. 


Wednesbury.—The Town Council on Monday had a 
discussion re tramways. The Mayor said there was no doubt the 
tramways in that district were a great boon, and he considered it to 
be the duty of the authorities to do all they possibly could to prevent 
the stopping of the tramcars, and to give their best encouragement 
for improvements to be carried out. The electric traction adopted 
between Wednesbury, Walsall, Bloxwich, and Darlaston was very 
satisfactory, and he hoped the Handsworth and West Bromwich 
authorities would support the scheme, and adopt the same system in 
their respective districts. The overhead electric traction had been 
proved to be satisfactory, and preferable to the cable system.—Alder- 
man Wilson Lloyd concurred.—The Mayor said whilst they were all 
desirous of the use of steam on the tramways being abandoned, they 
were most anxious that tramway traffic should not be stopped. 


TELEGRAPH AND TELEPHONE NOTES. 


Durham Telephones.— The County Council is of opinion 
that there should be telephone competition, but does not bind itself 
to support the New Mutual Syndicate. 


Indian Telegraphs.— Mr. C. H. Reynolds, C. I. E., 
Director-General of Telegraphs in India, recently left Calcutta on a 
tour of inspection in East Bengal and Assam, whence he proceeds, 
according to Indian Engineering, to Simla, after iaspecting some of 
the newly-constructed lines in the Panjab. A more thorough in- 
spection of these lines is to be made by Mr. A. B. Larkins, Director 
of Construction. A committee is to determine the value of old tele- 
graph stores dismantled from the field lines on the frontier. 


Pacific Cable.— The opening up of China, through recent 
International developmente, has led to the mooting of another pro- 
рова! for а Pacific cable. It is suggested that a cable may be carried 
from Vancouver Island to some port in the Sandwich Islands or to 
Fiji, bifurcating thence to New Zealand and Hong-Kong. There is 
no doubt, says the Standard, that strong efforts will, in the present 
circumstances, be made in influential commercial quarters to 
improve both the steamship and cable communications with China. 


Telegraphic Interraptions and Repairs :— 


OABLAS. Down, Repaired, 
Brest-Bt. Pierre (Anglo, 1869) April 6th, 1893 ... өөө 
West Indies— 
Bt. Oroix- Trinidad .. Nov. 30th,1896 „, өөө 
Cayenne-Pinheiro eee March 24th, 1898 өөө өөө 
Amason Company's cable— 
Parintins-Itacatiara ... May 6th, 1896 өөө өөө 
Obidos-Parintins .. Dec. 1890  .. - 
Cable beyond Gurupa... April 4th, 1898 ... 
Cyprus-Latakia Te .. Feb. 10th, 1898  ... na 
Bolama-Bissao — .. April 12th, 1898 ... i 
Саре Town-Mossamedes ... „ 14th,1898 .. gis 
Maranham-Para eee een [1] 17th, 1898 eee ебе 
Mossamedes ... „ 20th, 1898 .. eS 
кошо Thomé see 11 y^ 1898 ut 
-Manilla...  ... May 1898 ... n: 
San Thome Loanda [II » 4th, 1898 [III eee 
LANDLINES. 
Trans-Oontinental 
yond Masol line be} March 13th, 1896 ... eee 
Oartagena-Barranquilla TT July 4th, 1896 TT] өөө 
Baigon-Bangkok  .. .. April 29th, 1898 ... April 30th, 1898 


Telegraphic Communication between Liverpool and 
the Continent.—Some oo denoe has been between 
the Liverpool Chamber of Commerce and the General Post Office 
regarding telegraphic communication between Liverpool and the 
Continent. 'The following letter has been addressed by Mr. J. C. 
Lamb to the Chamber :— 

" With reference to your letters of the 26th ult. and the 25tb inst., 
and previous correspondence on the subject of telegraphic com- 
munication between Liverpool and the Continent, I beg leave to 
inform you that the proposal to use a new cable wire for the traffic 
between Liverpool and Hamburg was duly carried out, and this 
department has since been in communication with the German 
Administration in regard tothe adoption of duplex-Hughes working 
between England and Germany. It has not been found practicable 
under existing circumstances to introduce duplex-Hughes working 
between Liver and Hamburg, but the experiments in this method 
of working on other circuits between land and Germany have 
proved so far successful as to afford pu for entertaining the hope 
that a similar result may ulti y be attained under the more 
difficult conditions applicable to the Liverpool-Hamburg circuit. I 
may add that the German Administration have intimated that they share 
the desire of this department to expedite the transmission of telegrams 
between Liverpool and Hamburg, and have expressed their readiness 
to substitute & copper for an iron wire on the inland section of the 
circuit in Germany if it is found that the working of the circuit 
would be improved thereby, and experiments will be made as to the 
effect of such an alteration as soon as certain new wires which are 
now under construction in 5 been completed. With 
regard to the question of the transmission of telegrams from Liver- 
pool to Bremen vid Hamburg, instead of, as at present, vid London, 

have to state that the Liverpool-Hamburg circuit is at present 
fully occupied, and would be unable to carry additional traffic with- 
out delay. In any case the p d alteration would not lead to 
any reduction in the number of transmissions, telegrams sent vit 
London being only subject to two transmissions, viz., from Liverpool 
to London and from London to Bremen, while, if sent from Liverpool 
to Hamburg, they would have to be re-transmitted from the latter 
city to Bremen. Similar considerations apply to the suggested u e 
of the route vii Havre in preference to that vid London for telegrams 
from Liverpool to Paris. It is feared that the suggestion that the 
former route should be tried experimentally for a certain time is not 
one to which it would be practicable to give effect. The question of 
the transmission of telegrams between Liverpool and France is, how- 
ever, under consideration, and this department is in communication 
with the French Administration in the matter. I have to add that if 
certain experiments which will shortly be carried out yield satis- 
factory results, it is proposed to extend to provincial towns in Eng- 
land and France the telephonic service, which has hitherto been 
restricted to the two capitals, and in that case Liverpool would 
obtain the advantage of telephonic communication vid London with 
Paris, and, where possible, with other French towns.” 


Telegraphists’ Grievances.— A conference of M Ps. 
and representatives of the Postal Telegraph Clerks’ Association took 
lace last week at the House of Commons. The matter will be 
rought up upon the discussion of the Postal Service estimates, and 
there will be supporters on both sides of the House. 
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CONTRACTS OPEN AND CLOSED. 


OPEN. | 
Belgtum.—May 25th. The date for the receipt of tenders 
for the electric lighting plant at the railway station at Ghent (Gand- 


Bud) for the Belgian State Railway Authorities has been fixed for 
May 25th. | 


Relgium.—May 31st. The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May 31st for 
the exclusive concession for the supply of electrical energy for 
lighting and power purposes during a period of 26 years, that is, to 
September 1st, 1924. Tenders to be sent to the Secretariat de la 
e d'Ixelles, Brussels, from whence particulars may be 
o А 


.. Blackbura.—May 17th. The Committee of St. George's 
Presbyterian Church invites tenders for the electric lighting of the 
Church. See our Official Notices this we k for details. 


Dublin.—May 23rd. The Corporation wants tenders for 
the supply of high tension feeders and low tension distributors laid 
and jointed ccmplete cn a solid system, not including road work, but 
including the connectirg up of existing consumers to the new mains. 
Also for transformers (20 to 50 kw., about 7(0 kw. in all) with 
instruments and apparatus in sub stations erected and fitted complete. 
Particulars at the office of the city engineer; or from Pr f. Kennedy, 
17, Victoria Street, S. V. See our Official Netices” this week for 
particulars. | | 


Edi: burgh.—May 6th. The Corporation war ts tenders 
for the wiring of the St. Leonard’s police station. Particulars from 
the resider.t electrical engineer, 5, Dewar Place, and see our “ Official 
Notices " last week. 


Frarce.— May 21st.. Tenders are b-ing invited by the 
French Post srd Telegraph Authorities in Paris for the supply, in 
10 lots, of 111 kilcmetres of paper-insulated electric cables. Par- 
ticulars may be obtained from, and tenders to be sent to, Le Sous- 
Secretariat, d'Etat des Pcstes et des Telegraphes, 103, Rae de 
Grenelle, Paris. 


Great Eastern Railway.—May 12th. The directors 
invite tenders for the supply of stores and materials. For particulars 
see our Official Notices 
sc cretary's office, Liverpool Street Terminus, Е.С. 


London.—May 17th. The Bethnal Green Board of 
Guardians invites tenders for the supply of plant, and installing the 
electric light at the new infirmary, Palestine Place. Plans, &o., to be 
obtained from the architects, Giles, Gough & Trollqpe, 28, Craven 
Street, Charing Cross, W.C. See our “ Official Notices” April 22nd 
for particulars. oa Ke 


Victeria.— June 24th. The Council of the сіу of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engires, d 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. See our “ Official Notices” March 11th. 


West Ham.—Msy 10th. The Council wants tenders for 
certain electroliers, standards, &c., required for its public. buildings. 
Mr. J. J. Steinitz, borough electrical engineer. See our "Official 
Notices” last week for particulars. 


OLOSED. 


Blackpool.—The Corporation has placed the order fcr 
120 rectified current double carbon lamps, with special switches, &., 
with the Gilbert Arc Lamp Company, Limited, of Chingford. This 
order has been given out after careful tests. 


Coventry.—The following tenders were submitted for 
wiring the new police buildings for the electric light, in accordance 
with specification prepared by Mr. Ram:— Ellis & Ward, £230; 
Drake & Gorham, £316 103.; Veritys, Limited, £197 10s ; Dobson 
and Curtis Bros, Limited, £187 17s.; Coventry Gas Fitting, &c., Co, 
Limited, £170; W. Tasker & Sons, Limited, £161 13s. Messrs. 
Tasker's tender was ted by the City Council on the Watch 
Committee's recommendation. 


Derby.—Messrs. Read, Holliday & Co. have secured the 
contract for wiring the Fore Street Yard buildings at £197. 


Hampstead.—The tenders accepted by the Hampstead 
Vestry for electric lighting extensions plant are given by a daily 
contempo as follows:—Siemens Bros. & Co., Limited, two 350- 
kilowatt steam alternators, Willans-Siemens sete, £7,100; 8. Z. de 
Ferranti, Limited, two Ferranti " switchboard panels, £111; John 
Brown & Oo., two induced draught boilers, £4,850; John Fraser and 
Son, feed water heater, steam and exbaust pipes, &c., £911; also two 
duplex compound steam feed pumps, £895; Siemens Bros. & Oo., 
Limited, a 50-kilowatt exciter in place of existing 23-kilowatt alter- 
nator, £910; less allowance for existing alternator, to be removed by 
and belong to the contractors, £300 = £610. 


Hull.—Messrs. A. Bannister & Co. have secured a contract 
from the Electric Lighting Committee for the supply of Hickleton 
coal at 12s. 2d. per ton. Messrs. King & Co. have received the order 
to wire the Sculcoates Lane station. 


last week. Forms of application from the 


Liverpool.— The Generating Stations Committee accepted 
the tender of Messrs. Willans & Robinson, Limited, for the supply 
of two compound engines and dynamos, at the price of £6,530 each, 


and one triple expansion engine and dynamo, at the price of £5,939, 


London.—The Loudon County Council received the 
following tenders for the supply of nine pet lamp columns and 
lanterns, and four standard columns and lanterns for the electric 
lighting cf Waterloo Bridge :—McDowall, Steven & Oo., £189 12s.: 
W. MacFarlane & Co., £192 15s.; Young & Co, £250. The tender of 
McDowall, Steven & Co. is recommended for acceptance. 


Newington.—The contract for the erection of the electric 
75 works in Penrose Street at £12,928 has been gi ven out by the 
'estry. | 


Wallasey.— Eleven tenders were submitted for the erection 
and completion of extension of engine and boiler house at the 
Council's electric supply station in Sea View Road, Liscard, and 
that of Mesers. Hughes & Sticling (£3,077) was accepted. ! 


FORTHCOMING EVENTS. 


1898. | | 

Friday, May 6th, at 8 p.m.—The Institution of Junior Ecgineers 

at the Westminster Palace Hotel.: Paper to be read 

and discussed:—'' Evaporative Oondensera and Inde- 

ndeot Air-pumps for Same," by Mr. Harry Fraser 
(шешш). 


Monday, May 9th, at 8 p.m.—Society cf Arts. Electris Traction.” 
Cantor Lectures by Prof. Carus Wilson. Lecture II. 
Acceleration—Oonditions under which a train is started — 
Method of drawing acceleration curves— Uniform aud 
accepted acceleration— Example—The City and South 
London Railway—Control—Comparison of different 
methode—How to ensure a smooth start—The series- 

parallel controller—Example—The Buffalo and Niagara 
Falle Electric Railway— Effect of the slipping of the 
driving wheels. | 


The Northern Society of Electrical Engineers.—Palatine 
| Hotel, Hurt's Bank, Manchester. Paper on “ Electric 
Elevators," by Mr. W. C. C. Hawtayne. | 


Tuesday, May 10th, 7 p.m.— Tbe Institution of Junior Engineers: 
Visit to Messrs. Brin's oxygen works, Horseferry Road, 
Westminster, to inspect in operation Dr. W. Hamp3on’s 
se) f-intensive refrigerator of gases. 


At 8 p.m.—General meeting of the Röntgen Society, at 
11, Chandos Street, Oavendish Square, W. Prof. 
Silvanus P. Thompson, F R. S., in the chair. Pavers 
will be read on “ Notes on the Description of a New 
Induction Coil in ErxorBtcAL RzvrEw, February 4th, 
1898" (with demonstration), by Mr. A. Apps, M. I E E.; 
and Some Notes on Contact Breakers,” by Dr. J. 
Macintyre. Discussion to follow. 


Thursday, Мау 12th.—Institution cf Electrical Eogineers. Meeting 
at the Society of Arts (subject to the on on Mr. 
Andrews's paper being concluded last night). Papers 
on A tic Balance for Workshop Test of Permes- 
bility,” by Prof. J. A. Ewing, Е.В S., membor; and 
“The Registration of Small Currents used for Elec- 
trio Lighting and other Purposes," by A. Н. Gibbings, 
member. 
Friday, May 13th, at 5 p.m.—Physical Society. Paper on Galvano- 


meters,” Part II. By Prof. W. E. Ayrton and Mr. T. 
Mather. 


NOTER. 


Water-Tube Boilers.—A series of interesting trials 
with the New Haythorn water-tube boiler was concluded on 
the Clyde last week. With a three months’ certificate from 
the Board of Trade the Caledonian Steam Packet Company 
fitted the boilers on board their paddle steamer, Me 
Merrillies. The engines were compounded by fixing 4 
cylinder of 24 inches in place of one of 42 inches. 
pressure of the two tubulons boilers is 200 lbe., redu 
by reducing valves to 130 lbs. at the engines. Al- 
though, says the Times, there is always a possibility of 
defects developing in boilers of the type, the success of tre 
trials so far is marked, а speed of 14 knots being obtained 
with half the consumption of coal necessary formerly to get 
a knot less. i | 
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Jubilee of the American Association for the Ad. 
vancement of Science.—Writing in the Scientific American, 
Horace О. Hovey says: | 


Fifty years ago the American Association for the Advancement of 
Всіепое was organised for the purpose of promotiog intercourse 
between scientific men throughout the Continent, encouraging syste- 
matic scientific research, and inoreasing the facilities for more 
thorough investigation, and enlarging the usefulness of scientific 
labours. These ends have been sought by periodical and migratory 
meetings, by publications, by wide correspondence, and perhaps, most 
happily of all means, by encouraging genial and fawiiiar intercourse 
between scientists. The completion of the first half century of tbis 
noble work will be celebrated in an appropriate manner in the city of 
Boston, August 29ad—97th, 1898, and the preliminary announce- 
ments for the jabilea are already made. The meeting will be held in 
response to the iavitation of the Governor of Massachusetts, the 
Mayor of Boston, and the numerous ecientific and educational inati- 
tutions that cluster about that centre of intellectual life and activity. 
This cordial invitation was accepted at the Detroit meeting of the 
Association. The Boston Local Committee, now organised, inclades 
a most distinguished list of names, among which we note those of 
his Excellency Governor Wolcott, as the honorary president; 25 pre- 
sidents of universities, colleges, and other institutions, together with 
others of distinction as honorary vice-presidents; 129 members at 
large; Dr. Thomas Dwight, Prof. Alpheus Hyatt, and Prof. E. C. 
Pickering as hono secretaries, and Col. H. L. Higginson as hono- 
rary treasurer. The latter gentleman is also the chairman of a strong 
committee on financ>. The chairman of the R-ception Committee 
is Dr. J. В. Chadwick, that of the Committee on Invitations is Dr. 
Henry P. Bowditch, that of the Committee on Excursions is Gen. 
F. H. Ap , and that of the Executive Committee is Prof. W. T. 
Bedgowi The local secretary, to whom all correspondence should 
be addressed, is Prof. H. W. Tyler, of the Massachusetts Institute of 
Technology, Boston, Mass. The Boston scientific Jubilee promises 
to be one of the most important and interesting assemblies of the 
kind ever convened. Many foreign scientists of eminence will take 
part in the exercises, and make addresses. Foreign educational 
and scientific bodies will send delegates, thus giving the occasion 
an international character. A number of affiliated societies,” 
really the offspring of the AAAS., will meet daring the 
Association. Week, including those for the study of geology. 
chemistry, botany, fo , entomology, mathematics, engineer- 
ing, &*. All general and sectional meetings will be held in 
the halls and rooms of the Institute of Technology and of the Boston 
Society of Natural History. One day will be spent as the guests of 
Harvard Uviversity, one day in the historic city of Salem, and 
excursions are planned for the White Mountains, Cape Cod, and 
other regions of interest. Members who have allowed their mem- 
bership to lapee are requested to renew their connection with the 
Association. A thousand new members are called for, and every 
scientific man in America is appealed to in order to make this 


Fiftieth Anniversary of a great Association a marked event in the 


intellectual history of our continent. Anniversary cards will be 


sent, previous to the meeting, to all entitled to them, and a list of . 


members in good standing will be printed for the opening day. 
Each of the nine sections will prepare a programme in advance, and 
notice of papers offered should be sent at an early date to the 
proper secretary. A special invitation is given. to all surviviog 
ounders of the Association, that is, of those who shared in the 
meeting of 1848. The names and addresses cf such should be sent 
at once to Prof. F. W. Putnam. Harvard University, Cambridge, 
ini Mo that they may enjoy the recognition to which they аге 
ei | 


Cables in War Time.— There appear to be some people 


who have taken seriously a passing remark recently made by 
Prof. 8. Р. Thompson, hence the following letter in the 
Pall Hall Gazette :— 


Sra,—In these stirring times of war, it has become more patent 
than ever how important it is for this country to be in uninterrupted 
telegraphic communication with its numerous colonies and depen- 
dencies. The mere possibility of the cables between Cuba and the 
outer world being cut naturally suggeste what is in store for this 
country should it unfortunately be at war with a Eu power. 
I am surprised that a p made by Prof. Silvanus Thompson, in 
his tecent lecture on Telegraphy Across Space” at the Society of 
Arts, has not created the attention it deserves, coming, as it does, 
from so high ап authority. The proposal was that if £10,000 were 
put at his disposal for the purpose, he would be able to erect the 
necessary apparatus for telegraphiog without wires intervening 
between this country and апу part of the globe. To be able to tele- 
graph from London to Oape Town or to Calcutta, or to anywhere you 
like, without the ibility of the wires being cut, for the simple 
reason that under Prof. Thompson's plan there would be none to cut, 
is certainly “а consummation devoutly to be wished." 1 suggest 
that Prof. Thompson’s plan be further examined, and if he can sab- 
stantiate his claim—as from his great reputation there should be 
little doubt—the necessary funds should be put at his disposal by 
Government, in order to enable him to complete his experimen's and 
fo bring to perfection bis plan of telegraphing across spacs.— 
ANGLO-GERMAN. | ЭР 


Hedging.—We understand that Mr. Killingworth 
Hedges, C.E., has been elected a director of the Semzée 
Greyson Intensified Gas Light Syndicate, Limited, —— 


Royal Institution.— The annual meeting of the members 
of the Royal Institution of Great Britain was held on 
Monday afternoon. Sixty-six new members were elected, 
and 68 lectures and 19 evening discourses were delivered in 
1897. The following gentlemen were unanimously elected ав 
officers for the ensniog year :— 


President -The Dake of Northumberland, K.G.; Treasurer—Sir 
James Crichton-Browne; Seoretary—Sir Frederick Bramwell, Bart. ; 
Managers—Sir William Orookes, Sir Edward Frankland, The Right 
Hon. George Joachim Goschen, Donald William Obarles Hood, Esq., 
David Edward Hoghes, Esq., Alfred B. Kemp», Esq., Hugh Leonard, 
Esq., Sir William Huggins, Thomas John Maclagan, Esq., Lidwig 
Mond, Esq, Alexander Siemens, Esq., The Hon. Sir James Stirling, 
Bir Henry Thompson, Sir Richard Everard Webster, Sir Willaim 
Henry White. Visitors—Sir Alexander R:chardson Bennie, Sir 
James Blyth, Bart.. Charles Vernon Boys, Esq, Edward D:nt, Esq, 
James Edmunds, E:q., Maures Horner, Esq., Edward Kraftmeier, 
Esq., Sir Francis Laking, T. Lambert Maars, E«q., Lachlan Mackin- 
tosh Rate, Esq., John Callander Ross, Esq., William James Russell, 
Esq , Sie James Vaughan, James Wimshurst, Esq., Altred Fernandes 
Yarrow, Esq. 


The Jandus Lamp.—The New York Electrical Engineer 
says that a very successful alt- rnating enclosed aro lamp of 
the non-foousing type for circuits of from 7.000 to 16,000 
alternations per minute, and voltages from 100 to 120, is 
beinz manufactured by the Jandus Electrio Company, of 
Cleveland, Ohio. A resistance (or economy) ooil is placed 
in the canopy of the lamp, easy of access and conveniently 
adjusted for the voltage of the arc. The efficiency is high, 
showing a loss of bat 20 watts as the lamp is ordinarily 
ad just d. i. e., 6 amperes on а 100 to 110-volt line. The lamp 
ordinarily consumes from 400 to 450 watts across the ter- 
minals, thus showing an average efficiency of 95 per cent. 
The carbons furnished with lamp consist of an equal number 
of à iach oora and pg inch core, each 8 inches long. By 
using the stub of the upper carbon for a lower in the suo- 
ceeding run, but one fresh carbon per trim is neóessary. 
One } inch cove and one solid carbon give good results. The 
life ot one pair of carbons is about 80 hours. 


* 


The Welsbach New Gas Burner.—The Welsbach new 
gas burner has been introduced to the public with the usual 
blare of trumpets and the inevitable luncheon. At the 
refection which followed the demonstration at Niagara Hall 
on Monday, Sir J. Blundell Maple, M.P., gave the company 
a magnificent advertisement by announcing that his firm had 
abandoned electric lighting, and had substituted the Wels- 
bach incandescent gas light, becanse it was cheaper, and 
produced greater warmth. We should have thought that 
even the shopkeeping aspect of the question woull have 
had some regard for the truism that cheapness in first cost is 
not always oompatible with economy. That the Welsbach 
gas light produces, at the expense of the atmosphere, greater 
warmth than an electric lamp no one will deny, and the 
Welsbach Company is weloome to the benefit of this argu- 
ment. We are ourselves not above giving a gratuitous 
advertisement to the Welsbach Company, and it takes this 
form : When one is ош, for one’s sins or otherwise, to 
burn gas, then the Wels burner is probably the best in 
existence. Still, whatever improvements are made in this 
form of lamp, the great fact still remains that they burn the 
same old gas. 


The Trolley in America.—From the Electrical World 
we learn that by a recent final decision given by the United 
S-xt28 Circuit Court of Appeals in an action of the Thomson- 
Houston Electric Company v. the Union Railway Com- 
pany, henceforth anyone can make or use the overhead 
trolley ia America without paying royalties. The case referred 
to involved two claims of the Van Depoele Patent 
No. 450,448, over which there has been almost continuous 
litigation for several years. Although, according to our 
cont2mporary, the decision is merely on a motion for pre- 
liminary injunction to prevent the Union Railway Company 
from using the overhead trolley while the main case is 
awaiting decision, this opinion, being based on a point of 
law, applies to the main case, and renders the ase of the 
trolley free from any fundamental patent claims, although 
there ^as of course, plenty of details of construction still 
covered, 
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The War and the Malaga Electricity Works. — The 
chairman of the Malaga Electricity Company, Mr. R. C. 
Wyatt, of Moorgate Strect, E.C., has been in communication 
with the Foreign Secretary, stating that this and another 
English company in Spain are in urgent need of coal, and if 
a supply cannot be obtained at once they must stop work, in 
which case the action of the idle Spanish workmen might be 
disastrous. The Foreign Secretary in his reply regrets that 
he cannot advise the companies in regard to their request for 
permission to charter two steamers from England t carry 
coal for the parpos: of these works. 


*Mishap «at Southampton Electricity Works.—On 
Thursday evening last week an accident occurred in the 
engine room at the Corporation Electricity Works at South- 
ampton. The top of a G.G.S. Willans engine blew off, the 
cause being either water or something such as a broken ring or 
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pin getting into, опе of the steam ports. The damage is 
practically confined to the engine itself. The supply was 
maiotained by the engines which were running in the new 
engine room. Very fortunately no one was injured. The 
photographic illustration will give some idea of the damage. 


Appointments Vacant,—The Redditch District Council 
wants an engineer for the electricity works. See our“ Official 
Notices " this week for particulars. 

The Poplar Board of Works wants a resident electrical 
engineer to devise and carry out an electric lighting scheme. 
See our Official Notices” to-day for particulars. 


The lastitutiou of Civil Engineers.—The Council 
have made the following awards for papers read and dis- 
cassed before the Institutioa during vhe past session :—A 
Telford medal and premium to Mr. A. H. Preece, and a 
Telford premium to Mr. L. B. Atkinson. The presentation 
of these awards will take place at the inaugural meeting of 
ext session. 


The Telelectroscope.— Although we are not much im- 
pressed with the invention of the gentleman whose name 
wants ironing out, Herr Jan Szczepanik, we believe it is, 
there seems to be sufficient evidence that his suggested 
arrangement of oscillating mirrors has been anticipated by 
Messra. Bastian & Paraons, who carried out experiments 
Seven years ago. We have seen the correspondence and 
drawings referred to by these gentlemen in their letter, and, 
without going into the matter very closely, there seems to 
be à priori publication of Herr Szczepanik’s і за of employ- 
ing vibrating mirrors. 


Holophane Globes,—The Committee on Science and the 
Arts of the Franklin Institute is reported to have recom- 
mended the award of the John Scott Legacy Medal and 
premium to Messrs. Blondel and Psaroudaki for their inven- 
tion of holophane globes. 


Falcon Works Engineering Society.— Тһе annual 
dinner of the Falcon Works Engineering Society was held 
at Loughborough on Friday last. Mr. J. S. Raworth pre- 
sided, and there were some 56 other guests present, including 
a large proportion of old members of the Society. 


NEW COMPANIES REGISTERED. 


Electric Laundry Company, Limited (57,077).— 
Registered April 22nd, with capital £10,000 in £1 shares, to carry on 
at Hamps and elsewhere in the counties of London, Middlesex, 
Hertford, Surrey, Kent and Essex, the business of a laundry, as the 
same has been carried on by A. W. Armstrong, and to adopt a certain 
agreement. Тһе subscribers (with one share each) are:—F, M. 
Marden, 3, Welbourne Road, Tottenham, clerk; F. Dawson, 41, 
Bookham Street, Hoxton, clerk; T. Dunsdon, 53, Shrubland Road, 
Walthamstow, clerk; W.T. Edmunds, 118, Beckenham Road, Becken- 
ham, clerk; W. J. Hanbury, Iseldene, Beddington Corner, Mitcham, 
clerk; H. Elliott, 32, Chichester Road, Leytonstone, clerk; B. 
Templeman, 10, Haxlitt Road, Kensington, clerk. Table “ А” mainly 
applies. Registered office, 16, Rosemont Road, Hampstead. 


Electric Railway and Tramway Carriage Works, 
Limited (57,082).—Registered April 25th, with capital £150,000 in 
£5 shares, to acquire The North of England Railway Carriage and 
Iron Works,” West Strand Road, Preston, and to adopt a certain 
agreement and to carry on the business of tramway car builders, 
tramway, railway, omnibus aud van proprietors, carriers, electricians, 
electrical and mechanical engi „ Suppliers of electricity, 
machinists, &c. The subscribers (with one share each) are :—J. Kerr, 
94, George Street, Edinburgh, contractor; G. Flett, 110, Cannon 
Street, E.C., contractor; B. Sykes, 33, Winckley Square, Preston, 
civil engineer; T. S. Turnbull, The Woodlands, St. Anne's-on-Bea, 
solicitor ; A. H. Mayne, 13, Spring Gardens, Manchester, solicitor; F. 
Cox, Ruthven House, Marple, Cheshire, accountant; F. Orimes, 5, 
Merimer Street, Greenheys, Manchester, clerk. The number of 
directors is not to be less than four nor more than seven. The first 
are G. Flett, G. F. Fry, J. Kerr, В. Н. Prestwick, and G. Richard- 
son. Qualification, £500 ; remuneration, £600 annum and a share 
а the profits divisible. Registered office, 13, Spring Gardens, Man- 
chester. 


British Continental Electricity Company, Limited 
(57,088).— ered April 26th, with capital £20,000 in £10 shares 
(1,000 54 per cent. cumulative preference), to carry on the business of 
electricians, mechanical, hydraulic, and general engineers, suppliers 
of electricity, electrical apparatus manufacturers, &c. The sub- 
scribers (with one share each) are:—W. A. Brodie, Villa Olivetti, 
Bordighera, electrical engineer; W. R. Cooper, 87, Upper Tulse Hill 
S.W., electrical engineer; R. Alioth, 10, Albanalage, Basle, electrical 
engineer ; C. J. Brodie, Fern Hill, Wootton, Isle of Wight, surgeon ; 
F. C. Brodie, Sandown, Isle of Wight, physician; Mrs. S. C. Brodie, 
Sandown, Isle of Wight; S. Ward, 35, Gracechurch Street, E. O., 
solicitor. The number of directors is not to be less than two nor 
more than five; the subscribers are to үре the first ; qualification 
£1,000; remuneration not exceeding guineas each per annam. 
Registered by Ward & Co., 85, Gracechurch Street, E. O. 


Davey Paxman & Co., Limited (57,093).— Registered 
April 26th, with capital £250,000 in £10 shares, to adopt an agree- 
ment with J. N. and W. Paxman, for the acquisition of the business 
carried on as Davey Paxman & Oo.,“ at Colchester and elsewhere, 
and = carry on € business of peu nu peers ацы, er 
supply and gene engineers, icultural implement an 
makers, boiler makers, rolling «Sie. i and waggon builders &c. The 
subscribers (with one share each) are:—-J. N. Paxman, Colchester, 
engineer; W. Paxman, Colchester, engineer; A. P. Butcher, Col- 
chester, manager; H. G. Plane, Colchester, manager; W. H. King, 
Colchester, secretary ; J. J. Phillips, Colchester, foreman ; T. W. Hall, 
Colchester, draughtaman. The number of directors is not to be less 
than two nor more than five; the tirst are J. N. Paxman (chairman), 
W. Paxman, and W. Marriage; qualification, £250; remuneration 85 
the company may decide. Registered by Robiuson and Stannard, 
19, Eastcheap, Е.С, 
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Macartney, McElroy & Co., Limited (57,101).—Regis- 
tered April 26th, with capital £12,000 in £10 shares, to carry on the 
business of electrical engineers and contractors, consulting electrical 
engineers, and undertakers for the construction, supply and sale of 
electric plant, and to adopt an agreement with J. F. Macartney, 
J. A. McElroy, and B. W. Champion. The subscribers are: -J. F. 
Marartney, 41, Edgware Road, W., contractor, 90 shares; J. A. 
McElroy, 26, Cortland Street, New York, U. S. A., mechanical engineer, 
90 shares; В. W. Champion, Queen’s College, Cambridge, gentleman, 
100 shares; H. J. Dawscn, 15, Emmanuel Road, Cambridge, gentle- 
man, one share; L. Cobbett, M.B., 2, Round Church Street, Cam- 
bridge, one share; W. R. Scott, 100, Great Western Road, Glasgow, 
engineer, one share; J. Speak, Kirton Grange, near Boston, England, 
gentleman, one share. The number of directors is not to be less 
than three nor more than seven; the first are the first three sub- 
= 6 qualification, £500. Registered by О. F. Martelli, 10, Staple 

; А 


Electricity, Limited (57,121).—Registered April 27th, 
with capital £51,000 in £1 shares (1,000 founders’), to adopt an agree- 
ment with О. O'D. Barrow and C. Н. Smith, and to carry on the 
business of electricians, electrical and mechanical engineers, suppliers 
of electricity, and electrical apparatus manufacturers. The subscribers 
are :—P. W. Davis, 613, Fore Street, E. C., merchant, 250 shares; G. 
W. Grabham, M.D., Mathyns, Witham, Essex, 250 shares; C. G. 
Bmith, 59, Hatton Garden, E.C., manager, oneshare; A. I. Grabham, 
59, Farrington Road, 8.E., engineer, one share; T. J. Stockall, 6, 
Clerkenwell Road, E.C., merchant, 250 shares; J. J. Stockall, 50, 
Ferme Park Road, N., merchant, 250 shares; H. Verden, 14, Great 
Winchester Street, E. C., solicitor, one share. The number of directors 
is not to be less than three nor more than seven. The first are the 
first five subscribers. Qualification, £250; remuneration, £200 each 

annum (£300 for the chairman) and a percentage of the profits. 
ered office, 64, Austin Friars, Е.С. 


Frank Suter & Co. Limited (57,198).—Registered 
May 2nd, with capital £20,000 in £1 shares (4 000 5 per cent. cumu- 
lative preference), to adopt an agreement with F. W. Suter, H. E. Н. 
Wyman, and T. White, and to carry on the business of electricians, 
electrical engineers, workers and dealera in electricity, motive power 
and ligh*, founders, tool makers, boiler makers, millwrights, &c. The 
subscribers (with one share each) are:—F. W. Suter, 66, Berners 
Street, W., electrical engineer ; Н. E. Н. Wyman, 66, Berners Street, 
W., electrical engineer; T. White, 66, Berners Street, W., electrical 
engineer; F. Н. Jerson, 44, Downshire Hill, Hampstead, secretary ; 
A. M. Bramall, 23, Leadenhall Street, E.C., solicitor; P. Holmer, 
Brookfield Cottage, Chigwell, Member Stock Exchange; G. 8. 
Saunders, 23, Leadenhall Street, E.C., solicitor. The number of 
directors is not to be less than three nor more than five ; the first are 
the first three subscribers ; qualification £500. Registered by Bramall 
and Co., 23, Leadenhall! Street, H. O. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Notting Hill Electric Lighting Company, Limited 
(25,921).—This company’s retum was filed on April 5th, when the 
whole capital of £100,000 in £10 shares (6,452 ordinary, 550 founders’, 
and 2,998 ordinary preference) was taken up. Tue full amount bas 
been called, and £100,000 has been paid. 


Kensington and Knightsbridge Electric Lighting 
Company, Limited (26,193).—This company's return was filed on 
March 24th. The capital is £350,000 in £5 shares (50,000 ordinary, 
10,000 first preference and 10,000 second preference); 15, 000 ordinary, 
all the first preference, and 5,500 second preference have been taken 
up, and 5,000 ordinary are considered as paid; £5 per share has been 
called on the others, and £127,500 has been paid. 


Rugby School Electric Lighting Company, Limited 
(39,309).—This company's annual return was filed on April 18th, 
when 90 shares were taken up out of a capital of £5,500 in £50 
sbares, and paid for in full. 


Hove Electric Lighting Company, Limited (36,942). 
—This company’s return was filed on 29th, when the whole 
capital of £40,000 in £5 shares was taken up; £5 per share has been 

and £39,970 has been paid, leaving £30 in arrears. 


CITY NOTES. 


| Wu have not previously had an opportunity 
Kingston-on- 


of referring to the very marked progress that 
Thames was made by the Municipal Electricity Works at 
Accounts. Kingston during the year 1897. 


Mr. J. E. Edgcome, the borough electrical 
engineer, in his report to the Corporation points out that after the 
payment of all the worke' costs for generation of electricity, main- 
tenance and repair of machinery and mains, taxes, insurance, and all 


management expenses, there remains & balanoe of £867 19s. 9d. as 
compared to £301 3s. 1d. for 1896. This sum is sufficient to pay tbe 
interest for the year on the capital expended on the undertaking, 
leaving & balance of £43 12s. 1d. towards the repayment of principal. 
In other words, if the undertaking were the property of a company, 
sufficient profit on the works had been made during 1897 to pay 
interest at the rate of 34 per cent., and to leave a sum of £43 12s. 1d. 
in hand to be carried to the reserve fand. 

We note that very considerable extensions are in hand, and if the 
present rate of progress is maintained, there is little reason why the 
close of the present year should not see the works approaching the 
profit-earning stage. The cost of production has been largely 
diminished, as will be observed from the subjoined figures. 

The following table gives the cost per unit :— 


1897. 1896. 
Total capital expended eee eee eee £36,700° m 
Number of units sold 194,268 155,€81 
Number of lamps connected 9,200 6,825 
Revenue from sale of carrent £3,765 £2,892 
Net revenue ... : a £868 £301 
Average price obtained per unit 4:854. 4:644. 
Cost of production. £ Per unit. 1996. 
Coal .. > Sgn eee. ve 1,314 1:620. 1794. 
Oil, waste, water, and engine room | 155 6194, 22d. 
stores 
Salaries and wages at generating | 6°5 77d. 93d. 
station Works’ coat w 
Repairs and maintenance of build- 364 { 3 03d } 45d. *60d. 
ings, engines, boilers, dynamos, &c. d 
Rent, rates and taxes 100 12d. 12d. 
Management expenses, directors’ re- 
muneration, salaries of managing 
engineer, secretary, clerks, &c., 454 “564. 58d. 
stationery and printing, general 
establishment charges, auditors, 
law charges, and insurance 
Depreciation of buildings and plant } " m = 
account 
Renewal fund account .. T - = == 37 
Total £3,012 371d. 4244. 
Average price 
obtained 
Revenue. £ ва. d per unit. 
By sale of current 3,765 0 0 4:854 
Meter rents, &c. .. vs 2$ 101 0 O0 == 
Supply of steam oe 2s a = — 
Transfer fees kom — 
Sundry sales 60 0 0 — 
Total 43,929 0 0 4:854. 


* Includes xtensions now in hand. 


Total cost per unit (exclusive of depreciation and renewal 
accounts), 371d.; works’ cost, 3:034. 


Elmore's German and Austro-Hungarian Metal 
Company. 


THE report of the directors of Elmore's German and Austro- 
Hungarian Metal Company, Limited, for the year 1897, to be enb- 
mitted to the general meeting to be held in London on May 11%, 
states that the reduction of capital authorised Ly tbe meeting of July 
21st last has been duly carried out, and that after writing off the 
amount brought forward, and the charges for the year, the amount 
standing to the cost of patents has been reduced to £84,252. The 
preference shares issued have been increased by the issue of £10,000 
із July last. It will be remembered that this issue was made at the 
r. quest of the meeting called for the reduction of capital. The loan 
to the “ Metall" Company has been increased to £39,045, and mort- 
gages to the extent of £40,000 upon the property at Schladern have 
been lodged with the trustees for the debenture holders. The option 
given to a syndicate in Hungary for the purchase of a license expired, 
and the directors did not see their way to renew it. They are now 
negotiating with one of the most important firms in Hangary, u 
terms similar to those asked for last year, and; they believe, with a 
fair prospect of success. The debenture stock of the company, which 
now stands at £44,983, falls due for redemption on July 1st next. 
It is proposed to take power to issue £75,000 of debenture stock at 
6 per cent., and to issue £60,000 during the present year, out of 
which the 8 per cent. stock will be repaid, and the balance expended 
in the purchase of copper, &c., at Schladern. With regard to the 
" Metall” Company's accounts, the directors, while regarding a profit 
of £3,203 as satisfactory, caunot but admit that the amount does not 
come up to their expectations. The value of the sales was 50 
cent. more than those of 1896, while the trading profit was 

less. The decrease in the profit was due to the Government 
ordering a very much larger quantity than the directors were 
informed they would of tubes at the base, or lowest price. 
The directors demurred to this, and as a new on came 
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into force, which gave the company power to cancel the con- 
track, it was arranged that it should be cancelled. This was 
done, and, at the request of the Admiralty, the company tendered 
again, but at greatly enhanced prices. The directors are glad to report 
that the tender has been accepted, and that the company has been 
allotted nearly the whole of the new contract, only small tubes up to 
Jĝ inches in diameter going elsewhere. Notwithstanding the increase 
in the sales duriog the past year, the company were unable to accept 
even a moiety of the orders offered, a id ther. fore gave orders for 
new plant, sufficient to double the output of the year 1897. A portion 
of tòis new plant is already at work. Tne sales for tne quarter ended 
March 31st show an increase of 77 per cent. over those for the tame 
period last year. The directors have also purobased additional land 
available for further extensions, upon a portion of which they have 
erected workmen’s dwellings. The directors are pleased to report 
tha: the pro ess now works smoothly, and that the new plant being 
erected contains improvements which reduce materially the cost of 
repairs and maiatenance. With regard to the profit shown, the 
directors would beg to remind the shareholdars that the sum of 
25,749 has been deducted from revenue by way of depreciation during 
the past three years. In viewof the cash requirements of the Metall” 
Company for the new plant and copper at Bchladern, the directors 
regret they cannot recommend the payment of a dividend out of the 
profit, and have carried forward the amount to the credit of the 
accounts for this year. 


Calcutta Electric Supply Corporation, Limited. 


Тип firet annual general meeting was held on Friday last, at Cannon 
B:reet Hotel, Colonel A. J. Filgate presiding. 

Ia moving the adoption of the report, the OHAIBMAX regretted that 
greater progress had not been made with the worke of the company 
but they had bad many matters to deal with which had occasioned 
delay. The question of what mains should be laid underground and 
what wires fixed overhead had involved protracted negotiations with 
the Government of Bengal, the Telegraph Department, and the 
municipality of Calcutta, but in February last the Government 
engineer approved a scheme which enabled the directors to give the 
necessary orders to the contractors to carry out the works. Accord- 
ing to a telegram received a day or two ago, the Government autho- 
tities and the Calcutta municipality had agreed that, oa the 
expiration of the period of 21 years for which the oompany's con- 
cession bad been granted, it should be renewed for а further like 
period unleas the undertaking was purchased by the municipality. 


Oa the whole, he thought the affairs of the company were now in a . 


satisfactory state, and that the whole of the mains at present contem- 
plated would be ready by the time tbe generating station was in a 
ition to supply current. From what he knew of Calcutta, he 
lieved they were likely to have & very successfal undertaking. 
Mr. E. Bourxoi$, M P., seconded tbe motion, which was adopted. 


— 


City of Birmingham Tramways Company. Limited, 


Ма James Ross presided ut the annual meeting of the company, 
held at Birmingham last Friday, and pointed out that the financial 
results bad been satisfactory, in spite of the fact that their endeavours 
to improve the system had been frustrated by the Committee of 
Public Works and the Council. The chairman then detailed the 
circumstances, and quoted from letters to show that the Council had 
accepted the terms of the company to construct an overhead wire 
system with not more than 10 miles of conduit. Subsequently the 
Council withdrew their content to permit an overhead system to be 
erected. The chairman, in conclusion, mentioned that the board had 
appointed as managing director Mr. G. О. Ouningham, who had had 
considerable tramway experience in Canada. Under the extended 
powers arranged between the Council and the company some time 
ago a new system was to be installed, and the public were looking 
for splendid concessions, but all this had been put on one side by a 
sudden and unexpected change of front on the part of the Public 
Works Committee. 

The 20 then adopted, and adividend at the rate of 5 per 
cent. dec on the ordinary shares. 


The Eastern Extension, Australasfa, and China 
Telegraph Company, Limited. 


THE gross receipts for the half-year ended December 3let, 1897, 
including Government subsidies, amounted to £275,142 76e. 2d., 
against £325,405 12s. 6d. for the corresponding period of 1896. This 
decrease is due to the reductions of tariff brought into force during 
the past year and the falling off of Australasian tri fflo. The work- 
ivg and other expenses, including £30,956 88. 6d. for cost of re 

to cables and expenses of ships, absorb £102,844 13s. 10d., againet 
£106,270 9з. 7d. for the corresponding period of 1896, leaving а 
balance of £172,297 13s. 4d. From this is deducted £4,559 26 for 
income-tax, £32,606 13s. 9d. for interest on debentures, debenture 
stock, and contribution to sinking fand, &c., leaving as the net profit 
for the half-year £135,131 17s. 7d., which, with £34,812 168. 3d. 
brought forward from the previous balf-year, shows an available 
balance of £169,944 13s. 10d. One quarterly interim dividend of 1} 
per cent. has been paid for tbe half-year, and it is now proposed to 
distribute another cf like amount on the 12th prox., making, with 
the interim dividends paid for the first half-year, a total dividend of 
б per cent. It is also proposed to pay & bonus of 48. per share, or 
2 per cent., making a total distribution of 7 per cent. for the year 1897. 


The balance of £57,444 193. 10d. has been transferred to the general 
reserve fund. The report states:—" The policy of strengthening the 
service by making jadicious renewals from time to time in the 
weakest sections of the cables has been continued during the half- 
year under review, and the cost of Ње renewals carried out during 
that period has been charged against the general reserve fund. The 
contract made with the Spanish Government for extending the com- 
pany's system from Manila to the islands of Panay, Negros. and Cebu 
was &uccessfally completed, and the new cab'es opened for traff s in 
November last. Sinoa the close of the half-year a further contract 
has been entered into with the Spanish Government for improving 
telegraphic communication with the Pailippines by extending the 
Hong Kong cable, which was originally landed at Cape B» 
(Log n), direct to Manila. The contract was completed last month, 
and the station at Bolinao removed to Manila. In accordance with 
the provisions of tbe trust deed dated May 10th, 1879, 451 of the 
company's 5 per cent. Australian Government subsidy debentures, 
amounting to £45,100, were drawn by lot on the 4th iast, for pay- 
ment at par on July 1st." | | 


The West Coast of America Telegraph Company, 
Limited. | 


THE report of the directors for the year ended December $1еһ 
1897, to be presented at the first ordinary general meeting on 
May 10th, 1898, states that the gross income for the year 1897, as 
shown in the annexed revenue account, was £25,773. The con- 
tioued depressed state of the n trate industry, and of trade gene- 
rally on the West Coast of South America, has had an adverse effect 
upon the traffic receipts; but the income of the company was 
sufficient to provide for the working expenses (£19,476 0з. 2d.) and 
the interest on the 4 per cent. debentures, leaving a balance of £296 
193. 10d. to be carried forward. The company's cables, landlines, and 
the repairing steamer have been maintained in a state of efficiency. 
The directors regret to report the decease of their esteemed colleague, 
Lord Sackville A. Cecil, on January 29th last, to replace whom, Sir 
Albert J. Leppoc Cappel, K. O. I. E., has been elected by the board. 


The Spiral Globe, Limited. 


As foreshadowed in our last issue, the prospectus of this company 
is now before the public, the capital offered being 75,000 shares of £1 
each, out of a total capital of £150,000. 

The veador, Mr. 8. B. Apostoloff, of 5, Feachurch Street, London, 
has fixed the price at which he is willing to sel] the whole of 
the patente and patent rights to the compauy, at £10,000 cash, £25,000 
in fully paid shares, and £30,000 in cash or shares at the option of 
the directors. The company bas in addition to pay a further sum of 
£25,000 in cash to the vendor on the sale or commercial working of 
tbe various foreign patents if as and when sold, a certain sum being 
allocated to each patent. 

The spiral glob; is a simple and pretty addition to an ordinary 
incandescent lamp, and apparently acts as а collector and diffuser of 
the light rays. It has, however, the disadvantages of acting as a dust 
collector, and of being fragile. Mr. F.J. Down estimates the sales 
at the rate of 2,000,000 per annum, and the profits on these 
sales at £26,000 per annum, increasiog with a natural increase 
of sales to £35,000 per annum in subsequent years. We cannot 
follow this enthusiast in his appreciation of the invention, as shown 
by his report, but we think the spiral globe a pretty addition to the 
lamps ordinarily sold, and were the vendor content with penoe, 
instead of the pounds named, there might be some future for the 
company. | 


London Platino- Brazilian Telegraph Company, 
Limited.—A meeting of this company was held at the offices of the 
company at London Wall yesterday, but we were informed that the 
proceedings were private. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending April 29th, 1998, were £2,694 4s. 7G.; corresponding period 
1897, £2,202 0s. 9d. ; decrease, £402 4s. 4d. 


The City and South London Railway Company.—The receipts for the week епа. 
ing May Ist, 1898, were £988; week ending May 2nd, 1897, £934; 
increase, £54; total receipts for half-year, 1898, £18,707; corresponding 
period, 1897, £18,546; increase, £211. 


The Dover Corporation Electric Tramways.—The receipts for the week 
ending April 30th, 1898, £130 8s. 10d,; total receipts to April 80th, 1898, 
41.951 11s. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Friday, April 29th, 1898, were £476 15s. 8d; corresponding 
week last year, £537 188. 7d.: decrease, £61 2s. lld.; passengers carried, 

77,851: corresponding week last year, 81.812; aggregate to date, £7,368 
17s. ld ; aggregate to date last year, £7,655 3s. 10d.; decrease to date, 
£286 6s. 9d.; mileage open, 8 miles. | 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
May Ist, 1808, amounted to £1,151; corresponding week last year, 
£1,276 ; increase, £175. А 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending May 2nd, 1898, after deducting 17 per cent. of the 
gross receipta payable to tbe London Platino- Brazilian Telegraph Com- 
pany, Limited, were £3,362, 
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195,000! Do, do, 44 96 Perp. Deb. Stock. 
50,000 Do. 44% 2nd Deb. Stock Rec. 
19,894 | Oentral London Railway, Ord. Shares re EA 55 
129,179 Do. do. do. £6 paid vs % 
59,254 Do. do. Pref. half-shares £1 pd. - 
67,680 Do. do. Def. do. £5 pd. " 
` Ойу and South London Railway  ... ves 8 


е ve. Ltd, "A" £8 
99,261 1 Lat., i prr : 
17,189 Do. do. do. “A” Shares 01—017,189 
194,023 Do. do. do. 4% Deb. stock Red 
110,000 | Nilectric Oonstrection, Led., 1 to 119,000  ... aes E: 
16,343 Do. do. 7 96 Oum. Pret., 1 to 16,348 . 
111,100 Do. do, 4% Perpetual 1st Mort. Deb. Stock 
91,186 | Blmore’s Patent „ Lied., 1 to 70, %  ... - 


Hen | T. orks, ‚О. .. aes 
309 WAT ri aak 


Share. the lest three years. | April 27th, May 4th. | way ath 1808 
1895. | 1896. | 1897. Highest. Lowest 
eee өөө 154— 163 154— 164 eos TP 
eee eee 71— | 84 74— 84 Ф 


е eee oe 110 —114 119 — 114 ө ө 
TII eee ee 103 — 105 102 —105 103 ees 
eee voo see 10 = 104 10 == 103 108 107, 
vee TY) eee 61— 62 6 — 64 ae TID 
eec TT) eee lj- 2 11— 12 . ° 
вада |lAx 17% 6 — e |o? 70% | % | & 
A% А Е 2— 2 2— 2} me А 
5% | 4% .. | 22- 2 | 24— 22 21 | 28 
b oe 4 — 5 4 TT b °з . 
ч к CM- Hu | a x | ie | їн 
7% | 7% Si— 3à | 34— 8 85 
vee eee • m m { eee 0 


А 8,000 796 Pref. eee IT 10 7 % 7 % 7 1 — 1 18 — 193 194 TIT 
56,000| Po. do, do. 4 Mort. Deb. Stoch Stoch 444% | 44% 110 115 110 —115 | 

60,000 | Indis-Rubher, Gutta Percha and Teleg. Works, Lidl. . | 10 10 % |10 % |10 % |21 — 22 1 — 2 | žia | 213 
$00,000 Do. do, do. 4 % lst Mort. Debs. Фое eee eee 102 —106 102 —106 102 eee 
87,5cC Overhead Railway, Ord. ... De 91% | 99| Si% [1034 - 1043 | 108— 102 | ... | i 


10.001 N do, Pref., 610 paid - 
97,350 | Telegraph Oonsta. and Maintoo., Led. 
150,00 Do. do. do. 
540,000/ Waterloo and City Hailway, Ord. Stock 


t Quotations on Liverpool Btock Exchange. 


eee eee ө • 18 115 
53 Bonds, ied 1 | 100 5% | 5%) 5 % 102 —105 


5 5 5 9 | 15#— 1 15$— 1 is Ки 
2 154 15 7 36 — 38 $6 — se 37 354 
12 —105 m Н 
139 —136 та —196 | 133 


$ Unless otherwise seaced all shares are fully paid. 


Dividends marked | are for a year consisting of the latter part of one year and the first part of the next. 


LATEST PROCURABLE QUOTATIONS OF SECUBITIES NOT OFFICIALLY QUOTED. 


е Birmingham Nlectrie Supply Oompany, Ordinary £5 (fully paid) 108. 
House-to-House Oompany, 44% Debentures of £100, 108—110. 
Kens and Knightsbridge Hlectric Lighting Company, Limitod 
Bhares £5 1 paid) 16—17; ist Preference 
Oumvlative 6%, £5 (fully paid), 8— 84. Debentures, 107—110. 
Dividend, 1897, on Ordinary Shares 10 9. 
* From Birmingham Share List. 


London Electric Supply Corporation, £5 Ordinary, 34—4. 

* T. Parker, Ltd., £10 (fully paid), 15}. 

Yorkshire House-to-House Com ‚ 2 Bares 
RD Dr per eie erg © ont 


Bank rate ot discount 4 per cent. (April 7th, 1898). 


THE STEAM TURBINE ENGINE AND ITS 
ad APPLICATIONS.* 


By JNO. D. BAILIE. - 


Dunmd the.13 or 14 years which have elapsed since the introduction 
of the compound steam turbine, many modifications and changes 
have been made both in the engine itself and in its auxiliary 
A résumé of the various forms through which this engine has passed 
would occupy more time than is at disposal ; 16 may, however, be sald 
that the two.most prominent types—judging from the dora inae of 
p and commercial success—have been the “Twin Parallel 
ow” and the “ Radial Flow" turbines, and as many of both of 
these are still at work in central electricity supply stations and else- 
where, it may be well to begin the paper by & brief description of 
their мала (ише ; 

In the twin parallel flow turbine the motor spindle is fitted with 
two sets of rings of curved blades, one complete set in each half of 
the machine, and on the inner periphery of the cylinder are cor- 
responding rings of blades of opposite curvature between which those 
on the spindle rotate. The b on the inside of the cylinder are 
guides, their function being to direct the steam on to those on the 
spindle. Steam is admitted at the centre of the turbine case, all 
round the shaft, and flows simultaneously right and left through 
each series of rings of blades to the ends of the cylinder, thence to 
the common exhaust—the rotation being caused by the impact of the 
steam on the spindle blades. The flow of steam being equal in each 
eas ae end pressure and excessive wear on the bearing collars are 
avoided. 

The bearings are of somewhat unusual construction. Surrounding 
the bearing sleeve, or bush, are two sets of steel washers, which are 
in turn encircled by a steel liner—the latter being a free fit in the 
bearing seat. Each washer is about path inch thick. They are of 
two diameters, and are arranged alternately small and large, the 
smaller being a close fit on the bush and about und inch clear of the 
liner, and the larger а close fit in the liner and about uud inch clear 


* Abstract of a paper read before the Yorkshire College Engineer- 
ing Society, February 14th, 1898. 


of the bush. They are held tightly together by a strong spiral 


spring, and any lateral movement due to imperfect balance makes 
‘them 


slide mutually against one another, thus permitting the shaft 
to find its own centre of gyration, relieving the pressure on the bear- 
ings, and damping vibration. 

The lubrication of the bearings is automatic and continuous by 
means of a fan and a screw fixed on the turbine shaft. The suction 
of the fan acting on the free surface of the oil in the stand-pipe 
draws it up to the screw, which in turn forces it through the adjacent 

ing, and also through a feed-pipe to the other bearings, from 
whence it flows back through a return pipe to a reservior, to be again 
raised by the fan, and the process repeated. 
The speed is controlled by a rather nice arrangement. A leather 
diaphragm is mechanically connected to the throttle valve by means 
of a rod and crank, and во operates it, that as the diaphragm distends 
the throttle valve opens to steam, and vice versd. An airway leads 
from the diaphragm to the inlet of the fan, so that when the turbine 
is working, the suction of the fan tends to close the diaphragm 
the tension of a spring. The action is as follows :—When the 
speed becomes too high, the suction of the fan increases, partially 
closes the diaphragm, and so reduces the admission of steam ; con- 
versely, when the speed falls below the normal, the suction of the 
fan decreases, the diaphragm extends, and opens the throttle valve 
to admit more steam. This combination in iteelf exerts very fair 
control, but is scarcely sensitive enough for electrical work; it is 
therefore supplemented by an electrical тер Оа the magnet 
oke is a vertical spindle, on which are delicately pivoted a small 
iron bar or needle, and a tuning fork shaped arrangement with fiat 
heels. An air-pipe leads thence to the leathern diaphragm. When 
the machine is excited, the magnet yoke attracts the needle, and а 
rie ring makes it tend to resist the attraction. The spring is so 
justod, that the greater the magnetic pull, the more is the mouth 
of the air-pipe closed by the hind heel of the tuning fork. When, 
therefore, the speed of the machine, and consequently the magnetic 
pull,get below the normal, the heel falls back and opens up the 
mouth of the air-pipe, the inrash of air tends to neutralise the suction 
of the fan, and allows the diaphragm to extend, thus opening the 
throttle valve to admit more steam. On the other hand, when the 
speed and magnetic attraction get above the normal, the heel closes 
the air-pipe inlet, allows the fan to contract the diaphragm, and so 
reduces the admission of steam. 
The radial flow turbine differs from the foregoing in that, instead 
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of the steam flowing in a direction parallel to the axis, it flows 
radially outwards. In this type there are several discs fixed on the 
shaft, and revolving with it, from the front faces of which the blades 


on the other discs; this large one may be termed the low pressure 
disc. Between the moving discs are stationary discs, attached to the 
case, on which the rings of guide vanes are so as to 

of Steam enters at one end 


3 the successive rings to the circumference, thence 


disc, to the inmost of the next series of rings. This is repeated 
until the centre of the low pressure disc is reached, when the steam 
flows through the blades on both sides of the disc simultaneously, 
and thence to the exhaust. 

The steam turbine as now made is somewhat similar to the one 
first described, in that it is of the parallel or axial flow type. 

The turbine shaft is encircled concentrically by a series of “drums” 
of several diameters, round the outer circumference of which the 
sets of rings of moving or rotator blades are fitted. The interior of 
the turbine case is correspondingly stepped, and is fitted with rings 
of guide blades of similar but opposite obliquity to those on the 
aa The rings of guide blades alternate with the rings of rotator 

eo that when the machine is at rest the between the 
blades form a series of zig-zag or channels. The diameters 
of the drums, the dimensions of the blades, and the steam passages, 
are graduated to suit the increase in the volume of the steam as it 
de blades, 


dle, passes through the first ring of guide blades on to the first 
xg rotator blades, then pite a the second ring of guide blades 
to the second ring of rotator blades—and so on, losing pressure at 
each step, until it has passed the last ring of rotator blades, when it 
exhausts into the condenser or atmosphere, as the case may be. 
No effective work is done by the barrels; they are merely revolving 
baffle pistons, or “ dummies,” to balance the end thrust due to the 


to the bladed barrels, with which those of corresponding 


the pressure. The adjustable thrust bearing takes up any alight end- 
long pressure which may not be neutralised by the dummies. This 
bearing differs from the usual pattern only in that the grooved 
bush is split longitudinally into halves, with adjustment for 
taking up wear. The thrust bearing is adjusted by a screw at the end 
keep of the engine. The end play can be tried when the engine is 
running slow by slackening the nuts holding down the keep, and 
ing a lever between the keep and the cylinder; it should not be 
more than, вау, roth inch. If the bottom half of the thrust is worn, 
a thin liner may be put in at the back. 
The bearings are of the tubular type, and consist of a phosphor 
bronse, or gun-metal bush in which the shaft rotates; round this bush 
are slipped three concentric steel tubes, each fitting loosely over the 


i 


one inside it, the outermost being a free fit in the seat. The 
bush has grooves cut on its inner periphery, and the tubes are 
perforated to allow the free of the oil. When the machine is 


means of a pump driven by an eccentric ánd Worm gear from the 
shaft, tho to 


Pipes, ю that the one pump maintains the circulation. 
tionall 


on. 

The engine is coupled to the fan, dynamo, pump, or other machine 
to be driven, by means of a square bored sliding sleeve, fitting loosely 
over the squared ends of the respective shafts. The exterior of this 
sleeve carries the worm which drives the worm-wheel, which in turn, 
by nieans of an eccentric and connecting rod, transmits the motion 
to the oil-pump planger. 

This worm gear plays an important part in the governing 
arrangements; but as the method adopted for controlling the turbine 
“рош upon the nature of its work, it will be dealt with later on. 

very large powers are required, it is sometimes found advan- 
tageous to use more than one cylinder, and to pass the steam through 
them in the usual sequence. 

Turbines are designed for working either condensing or high pres- 
sure, and they lend themselves readily to either condition. At some 
places they are required to work part of the time on the condenser, 
and part on the atmosphere; when this is so, they are bladed for 
аша but fitted with a bye-pass and valve, with which the 
excess blades may be cut out when working on the atmosphere. The 
relative saving effected by condensing is more than with recipro- 


by channels in the casting in order to equalise - 


cating engines, for the steam may be expanded down to 1 lb. absolute, 
or even lower, without any material increase of frictional resistance, 
and a very high ratio of ex on is therefore practicable ; indeed, it 
is usual to blade а con turbine for the terminal pressure of 
1} lb. absolute per square inch. It is evident, therefore, that where 
condensing is feasible it should be resorted to, and the condenser 
adopted should be one giving a high vacuum. Frequently the engine 
is fitted with its own condenser; the shell containing the tubes form- 
ing part of the bed-plate, and the air and circulating pumps being 
driven from the worm on the turbine shaft by a ing beam. 

The turbine is best adapted for speeds of not less than 2,000 revo- 
lutions per minute, and they are usually designed to run at from 
3,000 to 6,000 revolutions; when the speed of the machine to be 
driven is considerably below 2,000, or belts may be inter- 
posed. At first sight, gearing would seem to be unsuitable for these 
speeds, both as regards durability, efficiency, and quietness of run- 
ning, but very fair results have been obtained with double helical 
e ide steel. This type of gear is also used when it is 

sired to adjust relatively bigher speeds, and ratios of as high as 
8 to 1 have been successfully negotiated. In a 16-kilowatt turbo- 
dynamo built some time ago, the turbine ran at 25,000 revolutions, 
and the dynamo at 4,000 revolutions, a ratio of 64 to 1. A 150-kilo- 
watt turbo-alternator at the Newcastle and District Company's stetion 
has a ratio of 2 to 1, the turbine running at 9,400 revolutions and the 
alternator at 4,700 revolutions. Hitherto, reducing gear has not 
been employed when the machines have been built for power work, 
but at the present time a launch is being engined with a turbine 
gearing on to two propeller shafte. The use of reducing enables 
the turbines to be run at a very high speed, and so greatly decreases 
the weight per horse-power, but at present the writer much prefers 
direct driving, especially when the load is liable to sudden variation. 


Tun STRAM Товво-Охнлмо. 


When the turbine engine was first introduced, electrical engineers 
recognised its marked suitability for driving dynamos, and for several 
years this was the only use to which it was put. The first turbo- 
dynamo built was a small one, giving only 44 kilowatts, and running 
at 18,000 revolutions per minute; no ys, for central electricity 
supply stations, plants having capacities of from 350 to 1,000 kilo- 
watts are not uncommon. Ons of the London companies alone 
has no fewer than 13 of these turbine plants, each giving 350 kilo- 
watts, four each giving 500 kilowatte, and others equally largo are 
being built for them at the present time. They are also used in the 
supply stations of Newcastle, Cambridge, Woking, Portsmouth, 
Scarborough, Madeira, Woolwich, Blackpool, &c., so that their fitness 
for this class of work would seem to be proved. | 

Turbo-d prid мю ош у and increasingly used for 
power work at collieries, for iron works and other places 
where heavy and sudden changes of load are met with, as well as for 
electric traction, and they do their work well. Indeed, this is a 
direction in which, in the opinion of the writer—and in the opinions 
of the users also—they score heavily over reciprocating engines. He 
would emphasise this by adding that, so far as he is aware, in no 

le instance where users have installed turbines for power work 
have they, when extending, reverted to reciprocating plant. The 
principle of the engine eminently fite it for dealing with extremely 
variable loads Without detriment, and the governor, which being a 
special feature will be described at 1 later on, exercises such 
perfect control that practically no attention is required. 

The steam turbine dynamo ordinarily comprises a multiple on 
sion inem ird coupled gas on па eR ME hs 
speed dynamo, by means & square ve. ynamo 

are similar to those of the engine, and are connected with 
нар pipes, so that the опе oil pump provides the circulation 


The electrical governor which controls the speed of the machine is 
very quick and reliable in ite action. 

A centrifugal “ safety " governor is usually fitted to large machines, 
to come into action only in the event of accident. It derives its 
motion from the worm on the turbine shaft through the worm wheel 
and the bevel gear, and actuates a valve in the relay by means of a 
rod Yn clutch. It is set so as just not to blow off when the machine 
is at fu ‚ 

The hand lever above the relay is merely for the purpose of lifting 
the main valve at starting, or for admitting steam to warm through. 
A similar lever embraces the collar of the centrifugal governor spindle. 
Either of these levers might be used in an emergency for shutting off 
steam from the engine; the long lever will answer the same purpose, 
for if moved either to its top or bottom position, tbe valve 


Turbo-alternators ran perfectly in parallel, either with each other 
or with any of the leading slow speed machines. 

These turbo-electric generators would seem to compare very favour- 
ably with other types as re economy in steam consumption, 
especially when working condensing. A 100-kilowatt turbo-dynamo 
supplied to one of the Lancashire corporations n a consumption of 
20:1 lbs. of steam per electrical horse-power at full load, and 22 3 lbs. 
at half load. The steam pressure at the machine was ‘02 lbs., and the 
and the vacuum was 261 inches. А 50-kilowatt plant, supplied to the 
same corporation, used 20:9 lbs. per electrical horse-power at full load, 
the steam pressure being 90 lbs. and the vacuum 283 inches. 

A 200-kilowatt plant supplied to a ironworks near Chester 
gave, with & boiler pressure of 100 1bs. per square inch and & vacuum 
of 25 inches, a consumption of 19:51 lbs. per electrical horse-power at 
full load, and 20:9 lbs. at half load, a rise from full load to load 
of only 73 per cent. 

A 150-kilowatt turbo-alternator supplied to a central electricity 
supply company gave the following results: — The steam pressure at 
the machine was 70 lbs. per square inch, and the vacuum was 26j to 
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26% inches; the steam consumption at full load was 17:28 lbs. per 
esos horse-power, at half load 20 lbs. and at one-fourth load 
22°01 lbs. 

In all the above, the consumptions are to be taken as per electrical 
horse-power- hour. 

The machines quoted are not necessarily the most efficient that 
have been built; the writer has chosen them because he has been 
connected with them to some extent, three out of the four having 
passed through his hands; he thinks, therefore, that they may be 
taken as fair examples of the efficiency of condensing type steam 
turbine plants of medium size. 

The writer concludes by saying that the advantages claimed for the 
turbine are :—Simplicity, compactness, lightness, portability, absence 
of vibration, low cost of foundations, ease and cheapness of repairs, 
long life of bearings, automatic lubrication, steady governing, absence 
of cylinder lubrication, economy in oil, indifference to priming, low all 
round steam consumption, absencs of cylinder condensation, general 
satisfactory working, and saving in attendance. 


COMMERCIAL FORMS OF ELECTRICAL 
RESISTANCES FOR LIGHTING AND 
POWER PURPOSES. 


By Lr. B. ATKINSON. 


(Concluded from page 592.) 


RESISTANCES FOR REGULATING DYNAMO AND Мотов SHUNTS. 


Almost any of the forms are suitable for this purpose. As to 
capacity, the maximum amount of power to be dissipated is reached 
when the resistance is equal to the resistance of the shunt, and when 
the current comes down to half its original value. 

Resistances working by compression, and therefore giving a per- 
fectly steady graduation between maximum and minimum, bave the 
advantage of allowing the E.M.F. to be regulated very exactly, an 
advantage where dynamos are being run in parallel. 


ARO Lamp RESISTANCES. 
These form an important class, as very large numbers of them me 


used. 

The usual form consists of a porcelain cylinder, having a spiral 
upon it, in which is wound a German silver wire. The resistance 
is regulated by a movable clamp, placing more or less of the wires 
in circuit. 

Three forms of arc lamp resistances were designed by the 
writer some years ago, in each of which the base is an iron cylinder 
covered with asbestos, on which the resistance is wound. All these 
forms of resistance have the disadvantage that as the wire is heated 
and cooled it is subject to very considerable strains, and the wires 
are frequently fractured. 

In that form of arc lamp resistance in which “ Relugite” is 
utilised as the resisting material, and the resistance is adjusted, as 
required, by tightening or slackening the end on the top. 

An important advantage possessed by this latter form of resistance 
is that as the coefficient of temperature variation is negative, the 
resistance is higher when first the current is switched on than it is 
when the arc has been burning a short time, and the resistance 
becomes warm, thus assisting in keeping the current to its normal 
value, whilst the arc becomes of a proper length. 


RESISTANCES FOR LOWERING LAMPS. 


These are mostly used for stage effects, and if made with switches, 

3 a age ті of дром dr the graduation im- 
or liquid resistances or ces worked by pressure 

variation should be used. i 

Owing to the peculiar nature of the fire risks in the theatre, special 
care should be taken that the rise of temperature should be small. 

In the case of resistances designed by the writer for the Drury 
Lane Theatre, the ification was that the resistances should not 
rise more than 80° F. above that of the atmosphere. 


RESISTANCES FOB METEB AND INSTRUMENT TESTING 


For this purpose ‘resistances with sliding wire, or liquid resist- 
ances, have been generally used, enabling the current to be kept 
at an exact value. Тһе “ Relugite” pressure resistances is now 
being adopted for this purpose. It has the additional advantage with 
alternate currents, that the resistance being inductionless no errors 
are introduced. 


Motor STARTING RESISTANCES. 
It has frequently been a subject of complaint that the resistances 


* Abstract of paper -ead before Northern Society of Electrical 
Engineers. \ 


for starting both continuous current and multiphase motors, icu- 
larly for small powers, cost almost as much as the motor itself. This 
has been largely due to want of standard designs specially suited for 
the purpose. 

In general the resistance is not required for more‘than, say, one 
minute, but should be capable of carrying the full load of the motor 
for that time. Some forms recently introduced will only carry the 
load for 20 seconds ; this is not safe. 

For the purpose of regulating the speed of motors the resistances 
must be made larger, and must be capable of carrying a load depend- 
ing on fhe range of regulation, but if this is a wide one practically 
the full load of the motor must be provided for. The simplest way 
of regulating the speed of a shunt motor is shown in the right-hand 
diagram, where & resistance is placed in circuit with the armature of 


MC 


HERE | He 
ae * #- 


м с Main circuit. 


Starting resistance with shunt Starting resistance without shunt 
regulation, regulation. 


the motor, the full line pressure always being on the shunt coil. The 
left-hand diagram, a modified arrangement, in which part of the 
speed regulation is effected by varying the strength of the current in 
the magnet coils. In this case the method of working is to have, in 
the first instance, the full line pressure on the magnet coils and resist- 
ance in the armature circuit. The resistance is gradually taken out 
of the armature circuit, and resistance is then inserted in the magnet 
circuit, thus weakening the field and allowing the speed to rise. 

If this form of regulation is to be adopted, the magnet windings 
should be specially arranged for the apparatus to have a low resist- 
ance, во that the motor is considerably over excited at starting. 

In order to avoid the possibility of a motor being switched into 
circuit rapidly, it is preferable to fit such resistances with a screw 
motion, but if this is done arrangements must be made by a separate 
switch or otherwise, so that the circuit can be broken instantaneously 
in the case of accident or emergency. 

An important point in connection with regulating resistances, par- 
ticularly where the variation in resistance from point to point is con- 
siderable, is the question of the switch contacts, as considerable sparking 
occurs on the contacts, which, from this cause, become dirty or 
roughened, and causes considerable trouble. 

In a form of switch pillar for starting and regulating speed of 
motors designed by Messrs. Royce, independent quick-break contacts 
are fitted at each resistance point, and the final break is effected by a 
carbon contact. In a form designed by Pochin, the switch arm itself 
carries a small wiper which takes the spark, and it may be renewed 
as required. 

In the case of pressure resistances these precautions are un- 
necessary, and even in the case of resistances with multiple con- 
tacts and filled with Relugite” material, owing to the fact that such 
аасы are inductionless, the spark on the contacts is practically 

minated. 


CONCLUSION. 


In conclusion, the writer desires to point out the advances which 
have taken place in the last few years in the design and manufacture 
of resistances, owing y to the increased demand, and therefore 
to the specialisation which this has allowed, and hopes that the notes 
contained in the foregoing * will prove of interest to the members 
of the Northern Society ot trical Engineers, who have doubtless 
had considerable experience not only of the merits, but of the dis- 
advantages, to which this class of apparatus is liable. 

From a manufacturer’s point of view, it is greatly to be desired 
that engineers designing plants will endeavour to avail themselves 
of manufacturers’ existing patterns and standards rather than to 
specify for particular arrangements, as it is only in this way that the 
cost of accessories of the electric light and power plants can be 
brought to a point which will have the effect of greatly stimulating 
the use of electrical appliances in many cases where at present the 


admitted advantages do not outweigh the expenditure necessary. 
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A TABLE OF TELEGRAPH ROUTES TO SPAIN AND TO THE WEST INDIES 


SHOWISG TBE VABIOUS BUBMABINE CABLE COMMUNICATIONS, SOMB OF WHICH MAY BB AFFECTED BY THE PRESENT Wa. 


— | Sections. 


| 

| 
Spain АЕ ..  Portbeurno, England, to Vigo ... ius Vs 
| T " Сатсау 1108 ... те 
Falmouth, "5 Bilbao РЕА РЕ 
Marseille. France, to Barcelona. sei bes 


Emden, Germany, to Vigo ur set TP 


West Indies (Cuba, &c.) Atlantic cables. ove ss one ee 
Halifax - Bermuda TT eae [Il eee eee 
Bermuda-Turk's Ieland J|... T T i 
Tork’s Island-Jamaica 


Countries. Proprietors. 


Spain „ cive Eastern Telegraph О . 
Portugal 5 


Spain 85 2 n: Direct Spanish Telegraph Company. 
T TE eee eee ” " ” , 
ii s.. ae ». | Deutsche S:e Telegraphen Gesellschaft. 
ve» 006 [Il] ооо Various, T 
English  .., T . | Halifax and Bermudas Cable Company, 


Jamaica-Santiago de Cuba on p x Spanish B vee | West India and Pauamá Telegraph О 2. 


» э b] Atlantic cables ees eee eee 606 606 
| Landlines to Punta Базга (Florida) ivi 
Punta Rasea-Island of Key West сда 886 

Island of Key West-Cojimar (Habana) 


Г] ; » 8 French Atlantic cables eee eee eee YT) 
New York-Hayti TP III eee eec [I 
Hayti-Guantanamo (Cuba sad : i 


South Coast of Cuba {Ваѓађагб-Сіепёаеров  ... а ao dd 
and Jamaica, Cienfuegos-Bantiago de Cuba Ha 885 
Santiago de Ouba- Jamaica TI) e»t 200 


West Indies (Cuba, | Cadis-Canary Islands  ... ө ES o 
&.), vid Brasil. | Canary Islands-Sénégal ... 7 > ёва 
Rénégal-Fernando Noronha-Pernsmbucu vac 

Pernambuco-Ceard -Maraxham-Pa á ose 

Or by landlines Pernambuco to Para ... is 

Paá-Cayenne ... is РРР з ovi 

Cayenne-Paramaribo ... бн РА A 
Paramaribo-Martinique ... TS Pan a 

Martinique-St. Thomas .., E" © гав 

Bt. Thomas- Puerto Plata кез s sss 

Puerto Plata-Cape Haytien-Móle-St. Nicolas... 

Möle St. Nicolas-Guantanamo (near Santiag 

de Cuba) ооо 906 eee eee eae 


ii "A Porthcurno (Hingland) to Lisbon vis i 
Lishon-Madeira- St. Viacent " ee n" 
| St. Vincent-Pernambuco, and from Porr ambuco 

onwards as per preceding route s 


West Indies (Cuba, 
&o.), vid the River 
Plate. 


To the River Plate vid the South American 
Oable Company, or the Braa lian Submarine 
T. legraph Company, snd the Western and 
Brasilian Telegraph Company. 
River Plate-Valparaiso [I a. t.o eee 
| Valparsiso-Lima Panamá .. | 


| Paoama-Colon (Aspinwal) ... ae “+ 
Colon-Jameica  ... ins ae we 
Jamaica-Santiago de Cuba i T jas 


West Indies (Cubs, | Atlantic cables... i is MA € 


&o.) vid the States, US. landlines to Galvesto "T s “4 
Mexico, and Cen-  Galveston-Tampico- Vera Croz-Coa! zacoalcos ... 
tral America. Coatzacoalcos (Golf of Mexico) to Salina Ого 


(Pa ific) landlines  ... 058 Е gee 
Salina Oruz-San Joan del Sar ... EM gus 
San Juan del Sur-Panamá s Wu kes 

| Panamá-Jamaica-Cuba ... Vas T sia 


1 


е 
— —— —— 


оозе T ... | Various. | 

U.S. America  ... .. | Weeteru Onion Telegraph Company. 

» А "n nee и 99 99 9 97 
Spanish... ee - » » 4 " 
U.S. America +. | Cie. Francaise des Câbles Télézraphiques 
Republic of Hayti РА i a 55 
Spanish  ... vus t si ji » 

n iss “© ... | Cuba Submarine Telegraph Company. 

English ^ ..  ..  .. | West India and Panamá Company. 


Spanish... oes ... | Spanish Government. 
French  ... А ... | Spanish National Submarine Telg. 


Brasil 995 бв >, | South American Cable Co. 
»" T «c | Western and Brasilian Telegraph Co. 
баз .. | Brazilian Government. g 


» soe 
French Guiana 15 
Datch Gaiana ... -— 
French — ... У тя 
Danish... i б Compagnie  Franciise des Cäbles 
R3publ'c of Santo Domingo Télégraphiques. 

R:pablic cf Hayti es 


Cuba (Spanish) ... 


— 


Portugal ... wae .. | Eastern Telegraph Oompany. 
Wo. од ss .. | Bresilian Sabmarine Telegraph Co. 


Brazil p ene mo m 97 э ?9 


Ohile ses one Landlines. 

Pent Central and South American Telg. Co. 
West Coast of America Telg. Oo. 

Republic of Colombia andlines. | 

English... sei West India and Panamá Telegraph Co. 

Spanish... s T "A | 


- wae ken .. | Various. 
US. . uu see Western Uoion Telegraph Company. 
Mexico 925 ... | Mexican Telegraph Company. 


б saa m ... | Central and South American Telg. Co. 
Republic of Nicaragua е" T " m 
Rapublic of Colombia ^i " й " 

es eee o5 Wet India and Panama Telegraph Co. 


— er —U— —Ó— ͤ ͤäͤü— —rᷣ— — ——— —— M — — чын. 


* The cables between Key West and Habana are reported to have been cut by U. B. vessels, 


t Both Batabanó and Cienfuegos are connected by landlines with Habana. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Earn RETURNS ron EnEOTBIO Tramways. Ву Н. Е. PABSHALL, 
member. Paper read April 28th, 1898. 


Considering the small difference of potential at which electrolytio 
action may to ke place,& matter of primary importance in electric 
tram way syetems in which the rails are used as return conductors, is 
in reference to the rate of fall of potential,and the difference of 
potential between the rails and the general mass of earth, the magni- 
tude of which may vary according to such local conditions as the 
locality of gas and water pipes, the conductivity of tbe earth between 
20 rails and such pipes, and the conductivity of the pipes them- 

ves. | 

The pen aman surface for leakage of the track is very great; thus 
in the ordinary four-track tramway system there is some 50,000 feet 
per route mile. With so great & surface, and with, as is generally 
the case, considerable conductivity of the concrete and earth, a targe 
fraction of the current may be diverted from the rails, even in short 
lines, and with a maximum drop as smal] as that specified by the 
Board of Trade, | 


Thus, in tests recently carried out in a line some 8 miles long, it 
was found, by cutting the track at the middle of the line and insert- 
ing an yr sedg that some 60 per cent. of the current was 
returning through the earth itself. Tests made as tothe conductivity 
of the earth return showed as a whole that it was about опе and a 
half that of the rails, bonds, snd fish-plates, which would indicate 
that on an average about 33 per cent. of the current was leaving the 
rails. In other words, the voltage drop in the earth return was but 
two-thirds of what it would have been had the current been wholly 
in the rails. 

In laying the raile, therefore, it seems desirable to adopt such 
methods of construction as will, to a considerable extent, insulate 
the rails from the adjecent mass of earth. The conductivity of the 
earth is considerable, and with differences of potential up to the 
limit established by the Board of Trade is so great that, in the cases 
I have examined, stray currents are not diverted from the mass of 
earth by gas and water pipes. I have made tests by cutting the 
rails and measuring the currents at different points, and, so far as 
could be determined, the neighbouring gas and water pipes were not 
traversed by the current. In one special case two lines of the tram- 
way formed two sides of an acate angle triangle, and a very large 
water main formed tbe third side, and even though some 50 per cent. 
of the current did not come back through the rails, the teste showed 
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beyond doubt that there was no current whatsoever coming across 
the third side of the triangle through the water pipe. Of course, 
with the small difference of potential common in practice in this 
country, the C.E.M.F. of polarisation which accompanies currents 
flowing between conductors when electrolysis takes place is an impor- 
tant element in determining the Jaw of eurrent-flow. 

The tests carried out by the writer have in every case shown that 
the joint conductivity of the rail and the earth is considerably greater 
than that of the rails themselves. For this reason there exists the 
necessity of determining the conductivity of the rails, fish-plates, 
and bonds, before the track is laid in the earth, so that after a road- 
way is completed the measured drop may be taken as an indication 
of what tage of current is straying from the rails; further, so 
that tests made from time to time inay indicate the general condition 
of the bonding. 

In general it is desirable that the earth return be isolated to the 
greatest degree practicable from any other metallic conductors liable 
to be affected by electrolysis. In some cases, however, where the 
drop in the earth return has been шр great, attempts have 
been made to prevent electrolysis by bonding the rails to the 
adjacent gas and water pipes. The results have been more or less 
satisfactory. It is obvious that, if the rails and adjacent gas and 
water pipes can be kept at the same potential, electrolytic action 
can be effectively prevented. Considering, bowever, the very con- 
siderable conductivity of the earth, it would seem doubtful whether 
such bonding would prove effective with any considerable drop in the 
rails, since in this case stray currents would flow from one of the 
system to another, and at such a difference of poten as would 
cause electrolysis. 

. In the case of lead-sheathed cables running parallel to earth 
returns of tramways, the resu)ts have been entirely satisfactory and 
are conclusive, since, in the absence of bonding, the lead sheath 
was rapidly eaten away. This instance, however, is not to be reli 
upon as an indication that it would be safe to carry out the same 

ss in dealing with gas and water pipes. The lead sheathing is 
omogeneous, of comparatively high resistance, and with small 
surface to the earth, whereas the reverse holds true with gas 
and water pipes as ordinarily laid down. I have no doubt that there 
are cases in which effective bonding of the rails adjacent to conductors 
might give entirely satisfactory results, but I should hesitate to make 
any general recommendation to this effect, since in very many cases 
a result directly opposite might be obtained. 

There is such a difference in soile—first, as to corrosive properties; 
second, as to electrical conductivity—that a general rule which would 

revent electrolysis in every case would be unnecessarily severe, and 

n many cases prohibitive. It is obvious that, where currents stray 
generally into the earth so as to enter metallic conductors, the differ- 
ence of potential should not be allowed to exceed that at which elec- 
trolysis begins, + the drop in the earth itself. 

In a given system of distribution the controllable features in the 
earth return are practically limited to the method of jointing the 
cross section of the rails, and the chemical composition of the rails. 

The chemical composition of the rails cannot be altered greatly, 
since rails low in carbon, but of high electrical conductivity, are 
3 wear away so rapidly that high carbon rails are а practical 
necessity. 

The cross section of tbe rail in practice is largely determined from 
mechanical considerations, and in the best practice rails of from 80 
to 100 Ibs. running yard are used. 

The method of making the rail joints is practically, then, the only 
factor controlling the resistance of tbe rail return tbat is susceptible 
to wide variation in practice. 

The electric welding of the rail joints has been tried in the United 
States, but thus far the results have not been such as to encourage 
the manufacturers to advance the use of the system, or the tramway 
companies to adopt it. 


The joints in electrical tramway work are equally objectionable . 


from either a mechanical or electrical point of view, so that a system 
of perfectly welded rails would meet with general favour. In prac- 
tice the effect of ара in causing expansion and contraction 
has been noticeable long lengths of welded rails, but the effects 
thereof have not been of such а serious nature as might be expected 
from the range of temperatare. 

From the reports I have at hand it appears that there were un- 
ex d results of the welding process that made themselves 
evident in the course of time. 

First, the electrical conductivity of the weided section was less 
than that of a solid rail. ' | 

Second, the portions of each rail near the weld were so softened 

„ to wear away unevenly. 

Another unexpected result was that, owing to the sudden increase 

_and decrease in temperature, the rail фсе аы Alan temper at the 
weld, so that its power to withstand shock was decreased. 

To the writer's mind it is not improbable that these mechanical 
difficulties could be overcome. Welding apparatus of sufficient 
capacity, however, is costly, and it is Siequantly difficult to arrange 
for the amount of power required; so far, therefore, the process has 
not been employed in this country. 

Another method of somewhat the same nature as the process 
of welding is that known as the “cast weld,” or the Falk joint.” 
This joint is made by pouring molten metal into a metal mould 
clamped round the rail joint. The surfaces of the cast metal that 
come in contact with the mould and with the rail joint are chilled, 
and are thus prevented from forming a perfect weld. I believe it 
bas been asserted that a weld is effected. It seems, however, 
extremely doubtful, since without the use of a flux a weld is almost 
impossible between cold wrought steel and molten iron. The rail 
expands after the metal is poured around it, and remains expanded 
until after the cast-iron has set, and finally resumes ite former size. 
This affords » slight clearance for expansion and contraction, and 


. .and other ingredients, as to the nature 


accounts for the mechanical success of the joint, which, if carefully 
applied, makes when new a perfect mechanical track; although, in 
the writer’s mind, the difference of resilience between the part 
surrounding the casting and the remaining part of the track may 
eventually cause nneven wearing away of the rail. 

The clearance above spoken of undoubtedly admits a certain 
amount of moisture, so that by the formation of oxide the resistance 
of the joint increases in the course of time. From the results of 
tests which I have at hand, it also appears that the electrical 
resistance of this joint, even when new, varies considerably ; so that, 
considering the low voltage restrictions in this country, it should be 
used in connection with an efficient form of bond. Owing to the 
rigidity of the joint, however, copper bonds will undoubtedly be 
found more durable in conjunction with it than with a fish-plate 
form of joint. | 


Bona. 


The bonds liy used up to this time are of the pressure- 
contact type, and in making any general statements this is naturally 
assumed as the basis. 

In the discussion of a paper read some time ago before this Insti- 
tution, the writer pointed out that, according to experience with 
pressure contacts in central station work, 100 amperes per square 
inch had been found the limit in best central station practice; and 
that, considering the trying conditions to which bonds are subjected 
in the earth, ons-half of this value would more likely be satisfactory. 

In actual practice I have found it advisable to work to a still 
lower limit, and in most of the systems which I have designed the 
current-density at surface of contacts does not exceed 25 amperes per 
square inch: Experience shows this limit a safe one, and that the 


, contact resistance is negligible as compared with the resistance of the 


rails. 
Considering the complicated phenomena accompan a junction 
of copper and iron, in respect to the difference of potential caused by 


the contact of dissimilar metals, and the effect due to a current 

passing between dissimilar metals, it seems in the normal case that 

all E. M. Fe. would balance each other, since in the case of the 

current keeping uniformly through the rails the E. M. Fu. at the 

tive ends of a bond are balanced, and in the ease of one end of a 

nd losing its contact the additional resistance would be greatly in 
excess of the unbalanced contact H. M. F. 

The design of copper bond should be largely in reference to the 
permanency of the contact surface. If there is any working between 
the surfaces, sooner or later there will be a film of oxide, so that the 
value of the contact is destroyed. The working of the surfaces may 
be caused by heating from excessive current density, or by lack of 
flexibility in the bond. Numerous have been f ming. 
Many of the bonds brought forward during the last two or three 
years have been designed with a recognition of the importance of 
greatly increasing the area of the contact surface, as compared with 
the cross-section of the body of the bond itself. 

It is beyond the scope of this paper to discuss all the different 
types of bonds that have been brought forward from time to time. 
Samples of many of the different types are exhibited. The 
bonds that the writer has tested, since they have been more generally 
used in this country, are either of the Chicago, “Crown,” or 
“ Columbia ” , samples of which are before you. 

Flexible bonds are found desirable for use where the mechanical 
conditions are such that short bonds can be used, in which case the 


added resistance of the bonds to the track can be made as low as 


5 per cent., or less. Bonds of this type have been frequently used in 
the United States, and with good results when the ends are made of 
drop forged co . When, however, the ends have been made of 
cast co , and cast on to the conductors, the results are not 
generally satisfactory. The resistance of cast copper is so much 
ter than that of drawn copper that it is not best suited for use 
bonds. Farther, the union between cast copper and drawn copper 
wires ie imperfect, во that the electrical resistance is much hig 
than between two pieces of pure copper fused together. 

The remaining of bond that propose to discuss is that known 
as the “plastic” bond, which was invented by Mr. Edison several 
years ago. From the dearer roo, from ы ES: Bondon ote five 

, it appears that t lastic W consists of mercury 
ТАА other асна i which I am uninformed, is 
much more permanent than might be from its mechanical 
nature. The bond is placed between the fish-plate and the rail, in а 
cork receptacle, which is сорго to about its thickness when 
the fish- is drawn up tightly. 

The 5 required materially to increase the oon - 
ductivity of well- bon rails is so great that in ordinary practice 
auxiliary track feeders are not commercially practicable, unless they 
be connected in circuit with a source of E.M.F. to compensate for the 


1 this may exceed that in the track return. 


ve Major Oardew was the first tosuggest employing E.M.Fs. 
in feeders to compensate for the drop therein. In the arrangement, 
however, of the earth return as о devised by him, it was 
necessary to use generators of different H. M. Fe. in the generating 
station. I have used in my work a generator that is separately ex- 


cited through a coil in series with the trolley feeder, so that the 


voltage generated by the armature is directly proportional to the 
ourrent-output, provided the field magnet is not saturated. The 
armature is in series with an insulated feeder with the 
rail at whatever point it is necessary to take off current. The results 
in practice are most satisfactory. It has been found that the 
machine works perfectly automatically, and limits the voltage drop 
in the earth return to any desired amount by an adjustment af n 
rheostat in with the field-magnet coil Fig. 1 gives dia- 
grammatic representation of the system. 

In a system that I have recently designed to carry some 250 c 
I propose to employ several earth generators feeding in from several 
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ints in the system. Pairs of test wires are ran back to the station 
Кош various points, one of the test wires being connected to the 
track retarn, and the other to adjacent earth plates. The earth 
generators in the station will be adjusted from time to time, accord- 
ing to the difference of potential between the earth plates and the 
earth return. As faras possible the adjustments will be made so 
that the two are kept generally over the system at the same voltage. 


——— 
A x 
к 
Y Potential „О 
"d Quy гё. 
«4 &. 
23M 
> 
7 RN 
/ У 
she 
4 є; — 
7, ` „<= — 
j wIRE 1 
( MEET n 
a ЖАР? | 
| otemt. -25 — 


Fia. 1.—Бвювтови BoosrER SYSTEM. 


difference of potential there is between the two, will be 

earth return is, in general, positive to the neighbouring 
pipes,since in this case whatever electrolysis takes 

track return itaelf. 


BezxzL Вапа. 


The percentages of carbon, manganese, &c., in steel rails have varied 
considerably at different times; and there are, even now, wide varia- 
tions in the of different companies, and in different countries. 

It may be said that English rails some years back would commonly 
contain the following :— 


Sion. 


Of late years the percentage of carbon has increased. One large 


railway com specifies :— i 
ben.. 044 008 
es. se. 095 „ 0:85 
Silicon 010 ,, 006 
Phosphorus .. e... 010 „ 0°08 
Sulphur .. S ae .. 008 
Та American practice the carbon rans still higher, as will be seen 
from the following :— 
Carbon ssd каз 885 55 
Manganese m ae sar "ОВ ul 
Silicon ie " .. 010, 015 
Phosphorus 885 sue .. 0°06 
Bulphur ... kii vis .. 006 
. In Franoe yet higher percentages of carbon have been tried, 
running up to nearly 1 per cent. 
The results are shown in the following table—trials of some sample 


: sections of steel rail of varying compositions which were furnished 
_for testing purposes :— 
RUE ISIN тенш | 


Resistance Resistance 


Man Phos- compared i of ше А 

Carbon. ganese Silicon. phorus. Sulphur, E. be : a a с 
| 30: C. at 20° C. 

0378 0550 |0181 0-040 | 0041 10:8 0:468 
0 446 0:568 0 188 0046 0:044 111 0 482 
0636 095893 0 201 0051 | 0 059 113 0 490 
368 0:008 0 204 | 0053 0 061 114 0 495 
0568 | 0639 0 214 0056 | 0-065 115 0-499 
0:610 0 650 0220 | 0001 0 071 189 0:560 


— 


Eight 76-10. track rails, tested in place after 2j years’ use, gave 
the following results :— 


Resistance Resistance of 1 mile 
compared with 1 sq. in. sectional 
copper 20° C. area at 20° C. 
Test No. 1 sas wes 11:8 vss 0:490 
"——" sas "o 103 mS 0:447 
s ance = А 101 is oe 0:438 
n » 4 107 v ai 0454 
er cw. 965  .. Е 0419 
„ cap 0 10 07 : 0:437 
„ ow 7 ss ds 10 25 0:445 
» „ 8. 1050 .. .. 0455 
Average eee 10:4 ec eee 045 
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Two old 65-Ib. rails, much worn, tested in place :— 


Resistance Resistance of 1 mile 
compared with 1 sq. in. sectional 
copper 20° С. area at 20 C. 
Test No. 1 ns js 117 0 508 
w 343 2 is dus 12:3 ane 0:534 
Average ... 120 ne m 0 52 


High values would be expected owing to the wearing of the rail, 
which is not allowed for ia the calculations. 5 | 
Two new 90-10, rails, tested in place :— 
Resistance 


compared with 
copper 20? C. 


Test No.1  .. s 206 — | 
н 99 2 eco eee 104 [II] eee 0:451 * 
Average. 10:5 ea e. 0455 _. 
А 6614-10. rail not laid :— | : 
100 .. — 0494 


Bonps. 


The current flows across the joints partly through the fish-platesg, 
and partly through the bonds. The resistance of the fish-plates is & 
variable quantity, but all tests on rails in use have shown that they 
contribute considerably to the conductivity of the joint. | 

For the bonds themselves the following tests have been mads :— . 
2 Oonductivity tests on bond copper. ea: 


Resistance of 1 mile 
1 зд. in. sectional 
area at 20° С. 


gee 0:460 


-- 


(2) Resistance due to contacts. "ELS 

(3) Resistance due to current gathering from other sections of 
rail to enter the bond terminal. | | о, 
(То be continued.) 


tan "a br 
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ELECTRICAL ENERGY (GENERATING. 
STATIONS AND SUPPLY).  . = 


(Continued from page 578.) | 


Lorn Onoss (chairman) presided over the sitting of the Joint Сога. 
mittee on Thursday, when evidence was given by Mr. James Swin- 
burne, consulting engineer, and Vice-president of the Iosti- 
tution of Electrical Engineers, upon the fourth head of 
the reference to the Committee, viz, “‘Waether powers should 
be given in any case for the supply of elecirical energy over 
numerous local authorities 
involving plant of exceptional dimensions and high voltage; and, if 
such powers may properly be given, whether any and what conditions 
should ba imposed—(a) with respect to system and plant, and to the 
construction and location of generating stations in view of the powers 
of purchase conferred upon local authorities by Sections 2 and 3 of 
the Electric Lighting Act of 1888; (b) with respect to the relatione 
of the promoters to other yndertakers, and to local authorities within 


parts of the area.” 


Witness, examined by Mr. Pumaze, Q. O., said that it was now 
being realised by capitalists that electrical energy could be safely 
and cheaply conveyed a long distance by wires, ana there was noshing 
to prevent the general development of the distribution of power 
from the pit’s mouth, the only thing remaining to check such indas- 
trial development being legal difficulties. They could carry extra 
high electric pressure by comparatively small wires to various рае 
where there was a demand. Overhead wires were used abroad, bat 
ia this country only underground wires would be employed. Sach 
systems could supply power at a long distance and over an enormous 
area. In order to supply such an area there would be local trans- 
former stations or sub-stations, which would be comparatively small 
affairs, and there would be no smoke, steam, or vibration. Elec- 


trical progress was disgtacefully behindband in England, one reason 


being that it was not realised as it should be, that distribution 
was as good in the case of coal as in that of water power; the 
novelty, from the engineering point of view, was practically nothing. 
He had considered how far an extended distribution was necessary 
for the purpose of cheapness. He would not say it was a 


` necessity, but it would be an advantage. Besides lighting, there was 


the question of energy for motors and tramways and light railways. 


It frequently happened, if there was a central supply, many small villages 


and towns could be lighted, because the capital cost would only be for 
distribution. Taat would be especially advantageous in the Blask 
There was an extreme case to be considered in the fact 
that looms could be worked by motors. There was no doubt also in 
the future, that mills and engines, and во on, wouli be driven by 
motors. He had lately inspected one of the largest electric factories 
in Berlin, and found between 6,000 and 8,000 people employed 
making about 30 dynamos and motors а day. The majority of these 
motors were for the parpose of driving machinery. For cotton 
spinning, where uniform speed was an essential, a motor would be 
preferable to an engice. For all such things as these the central 
supply would be the cheapest way of bringing the current. With 
regard to the protection of the consumer, he thought competition 
might be allowed if the district was served badly either in the way of 
price or distribution. Local authorities had the chance of competing 
on exceptional terms with other people. He saw no need for a 
monopoly being given to any company. All sorts of people scattered 
about could get power, such as farmers, to drive threshing 
machinery, and even in an extreme case, it might pay to light up the 
harvest field all night. A thing managed on a large scale could be 
worked cheaper than on а small scale. In the case of a town supply, 
if the local authority worked a station properly there was no reason 
for the scheme of supplying power in bulk to come in; but if the 
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station was not worked properly it would be to the advantage of the 
ratepayers to have a supply in bulk. The only thing which it would 
be to the advantage of the local suthority to purchase would be the 
low pressure distribution; but even then the conditions were not the 
same аз in the oase of an ordi electric light company. He 
thought if the local authority. had the power to purchase in 42 
years they would get a much better bargain than in an ordinary case. 

Me. Рамвив: You think such a dietribation would be a great 
public and commercial benefit ?— Les, and it must Ъз о sidered from 

& public and commercial point of view, and not from а parochial point 
of view. 

And you see no reason why there should not be compulsory pur- 
chase of land for a generaticg station as much as in the case of a 
railway station ?—I think tbere is more reason in this case. 

Proceeding, Wrrwmss said there should be power to break up the 
roads. It only involved the taking up the roads once to lay down 
the mains, 

Mr. Cowanp: The position of the local authorities is this. Should 
such a scheme as you suggest be authorised without the consent of 
the local authorities within the area of supply. Is that your view ?— 
I do not see why you should get the consent of, perhaps, 150 local 
authorities. | 

Further examined, WiTNESS said that he saw no reason why there 
should be the consent of the local authority in the area where the 
generating station was erected, because places could be chosen where 
there oould be no nuisance. Some years ago he worked out a scheme 
of transmitting power from the Midlands to London, and it would 
psy perfectly. He did not think they could make general principles 
of purchase fit in with regard to London as could be laid down with 
respect to the country, because the conditions were so different. He 
saw no reston why it should not be laid down that the local autho- 
rities should fix the route which mains should take, subject to an 
appeal to the Board of Trade, and also that the local authorities 
might carry out the work at the ex of the undert+kers. 

By Lord Srexcun: The chief disturbance to telephones and tele- 
graphs came from electric traction, and no differe:.ce could ensue 
from the supply coming from a distance. He would give the local 
anthority every kind of notice and right to appear before compulsory 
purobase was ado 

Qaestioned by Mr. KIMBER: The cost of ооа! might be considered 
the governing power in the supply of electricity. He thought special 
conditions would have to be imposed with respect to the danger of 
high voltages, but such conditions could be easily met. It would be 

fair that notice should be given to the neighbouring owners of the 
intention to build a generating station. In many of the modern 
generatiug stations there was no vibration a£ all. | 

Replying to Lord Киствғовр, Witness said that some protection 
should be given to the consumer in regard to price, ly by a 
reference to the Board of Trade. 

By Lord BALOARRES: High pressure and extra bigh pressure mains 
were carried overhead abroad. It таз а danger, but he thought too 
much was made of it. It was certainly not the case to гау that the 
carrying of such mains overbead was the cause of considerable loss 
с life. Не would not recommend the carrying of overhead mains in 

wns. 

By Lord MoRESWELL: It would pay to supply London from the 
Midlands, because of the saving іп the cost and handling of coal. He 
thought the ordinary law of nuisance should apply to electric lighting 
companies in towns. 

Questioned by the CHíArBMAN, WriTNESS said if they got the power 
to erect these large generating stations, they were safe from purchase. 

Mr. Huwny GBAHAM Hanns, partner cf Bir Fredk. Bramwell, said 
his firm had erected several electric stations. They had been con- 
sulted with regard to the supply of electricity at high voltage from 
long distances, and the supply to a large area from a central station 
would be economical, and would lessen the price to the consumer. 
There were several grounds of economy. The management expenses 
would be less, and the cost of the installation of the works per unit 
would be lees. Larger units of machinery were cheaper, propor- 
tionately. The cost of collection would also be less. e current 
could be used for various purposes besides that of lighting. He 
agreed generally with the evidence of the preceding witness. 

Questioned by Mr. Cowanp, WrirNESS said he agreed with the 
evidence of the previous witness that the local authority should have 
the right to direct the route cf mains in their streets. 

By Mr. KiwBzn: He thought the slidiog scale of the gas com- 
panies was » good thing, but the question was that there should be 
no purchase if the scale was adopted with electric lighting com- 


By the Снлтвмлн: Before the Electric Lighting Act of 1888 ex- 
tended the time to 42 years, it was not worth while for capitalists to 
put tbeir money into such undertakings, because the period was not 

. sufficient and the risk too great. It was extremely doubtful now, in 
some cases, whether 42 years was sufficient, but in a large number of 
cares it was sufficient. 

Me. Јони Francis ALBRIGHT, chairman of the Midland Electric 
Corporation Scheme, said his view upon giving & power to a company 
to supply whvule-ale was, that it was important to a company like he 
represented to have the power to sopply to corporations fur lighting 

urpes. At the prese.t time the company was іа a dilemma, 
cause, whereas they contracted with the corporations to supply 
them only, vet, under the law, they were cal ed upon to supply all 
demands. He did not say that such corporations as Manchester and 
Liverpool could not supply as cheaply as a large company, but a 
small loca] authority could not do so. 

By Mr. KIM BEB: He would not object to the sliding scale. Не 
could not say at what price the London companies could supply light, 
be :ause th з conditions were so ( ifferent. 

By Bir ALFRED LYELL: In London there would never be the same 
demand as in the Black Country. 


Mr. Рвмвев said that wonld conclude the case for the companies. 

An argument took place with Mr. Breven (representing the pre- 
sent companies) as to calling witnesses, sad it was decided that he 
should not. | . 

Mr. Cripps (Parliamentary Agent) asked that the Metropolitan 
Electric Lighting Company should be heard. That company wae the 
largest in London, and as Mr. Pember was representing а combins- 
tion of competing companies their interests were not identical. 

The CHíIBMAN said the Committee would hear counsel for the 
company on any new point. 

The Corporation witnesses were then called. 

Mr. HicGINBOTTOM, Alderman of the city of Manchester and chair 
man of the Corporation's Electricity Committee, was first called. 
He said that the Corporation had power to sopply energy to the 
whole of the city, and they were aleo vhe undertakers of surround- 
ing communities. The demand had become very great. Manchester 
had always maintained that the Corporation should have sole 
and absolute control of the streets. Gas, electric  lightiog, 
and hydraulic power were all sopplied municipally. The 
duplication of electric mains would bs extremely unde- 
sirable. The electric supply in Manchester had been a very 
profitable undertaking from the first. Local authorities ought 
to have power to acquire land compulsorily, and companies should be 
in the same position. Electrical undertakings should be exempt from 
proceedings for nuisance, where proper care was exercised. Ав far 
as Кеш all stations should be confined within the area of supply: 
and in laying mains between aa outeide generating station an e 
area of distribution, the looal authority should have the right of 
determiniog the route of the mains, and of itself doing the work of 
laying down if it so wished. 'The consent of the local authority 
should be necessary to any undertaking for the supply of electrical 
energy, and the right of purchase given under the general Act should 
remain. The case of London, he thought, was quite different from 
that of the other great provincial towns. 


Lord Oross presided on Monday over a further sitting of the 
Joint Committee. | 
Sir Sanur. Jounxsox, Town Olerk of the city of Nottingham, 
which had & population of 230,000, said the on alread 
the gas works, and they 8 to an area of 100 


and the tramways. They 
years ago, so as to maintain their authority over the streets. It was 
not thought that the electric station would pay at first, but it had 
been a t success. They made a profit both from the gas and 
water. t year they made £33,000 odd profit from the gas, most of 
which was due to the city. They attached great importance to the 
control of their streets. They agreed that Corporations should have 
compulsory power to purchase land for generating stations. In other 
ward: they asked to be put on the same footing as other under- 
takings where power was given to acquire land compulsorily for the 
ро benefit. He was authorised to speak for Lincoln, Rotherbam, 
hesterfield, Doncaster, and some 12 other cities, and the strong 
feeling of all those places was that they should keep the control of 
the streets, and that they should not be given up to dividend-seeking 
companies. There was no objection to the Board cf Trade dispensing 
with the consent of the le cal authority, if it were shown that there 
were no good grounds for refusal to allow the streets to be opened. 

By Mr. Рвмвев: They supplied their largest consumers with elec- 
tricity at 234. per unit. Ordinary consumers were charged 6d. for 
the first hour. They had about four miles of subways, through which 
all pipes were carried. The reason he referred to dividend раш 
companies was that their chief object was to psy a dividend, and not 
the public convenience. According to the practice of the Board of 
Trade, his Corporation had the monopoly of the supply of electric 
light. In the case of a central supply company wishing to carry 4 
main through their streets, and not to supply the city, they did not 
object to their consent being subject to the Board of Trade. They 
committed no nuisance whatever in respect of their generating - 
station. He thought that notices of an intention to acquire land for 
an electric generating station shonld be served on occupiers within & 
radius of 50 yards. 

Examined by Mr. Ватғоов BBowN, WrrNESS said applications 
had been made for their consent to electric companies iuto 
the city, but having invested the ratepayers’ money in an 
light undertaking, they did not see why a company should come in. 
If tbe Corporation were not doing their duty they should not be 
exempt from competition. 

By Lord SPExcER: When he said the Corporation should have a 
veto re g the breaking up of the streeta, he meant that thai 
should be subject to the Board of Trade or Parliament. The Oor- 
poration had not at present contemplated supplying electric Hght 
outside their area. They could generate all the power they required 
in their own area, but in the case of an authority being unable to 
generate within its own area, there should be power to carry а main 
through other areas, subject to conditions. 

Questioned by Mr. KIMBER: Their powers with regard to electric 
light were conferred by a provisional order. It seemed a fair pro 
position that they should have compuleory powers for the acquisition 
cf land for generating stations. At present they did not supply 
power; not because they could not do во as cheaply as ateam, bu 
simply because there was no demand for it before. Now they 
intended applying electrical power to the tramways, and the 
was now before the Corporation. They would be able to sup 
ен! power cheaper than the light, because there would be а дау 

oad. : 

Lord BarcannES: If a great demand arises for energy in your city, 
are you convinced that the municipality will be able to meet that 
demand ?—Certaioly ; to the uppermost. 

Your municipality desires a monopoly ?—Yes, the same as for gM, 
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By Mr: Авнтон: The municipality did not appear to have protec- 
tion in, the outside area they supplied with water in respect of inter- 
ference by electricity. He had heard that 10,000 to 20,000 volts was 
contemplated being | through mains, and in that case, in a 
county like theirs, liable to be broken up by mining operations, the 
water pipes might be damaged, and tbe supply to the town stopped. 

By Lord MomkswmELL: The objection that manu*acturers would 
not take power from the Corporation because of business secrets 
leaking out he did not think would hold good, because at present 
they supe gas power to manufacturers. 

By Mr. КїмВЕв: His Corporation was opposing the Bill of the 
General Power Distributing Company. 

Further examined by Mr. PEwBxB, Wrrnxss said that after paying 
o all preliminary ges, and providing for all costs, and all 
с such as rates and taxes, interest on money and sinking fund, 
they made a profit in the first year of £500, and in the next yeara 
profit of £2,200. Then they reduced the price of the light to the 
extent of £2,000, but still made a profit of £3,600. They were seeking 
to double their station now, and if they did that, and the demand for 
light still continued, they would be able to reduce the cost. They 
had 35,000 8-candle-power lamps, and supplied 4,800,000 units. 

Mr. Gro. Franzis, Lord Mayor of Sheffield, said that the Cor- 
poration had agreed to purchase the undertaking of the Sheffield 
Electric Light and Power Company, and they were promoting a Bill 
in Parliament to affirm the agreement for the purchase. They were 
opposing the Bill of the General Power Distributing Company. The 
generating station in Sheffield was situated almost in the centre of the 
town, and had been running about 12 years with absolutely no com- 
plaint as to nuisance. They got а plentiful and cheap supply of coal, 
and so far as Sheffield was concerned, there would be no advantage in 
having & huge generating station at the pit's mouth. He agreed as to 
compulsory powers being given for the acquisition of sites, and they 
deprecated any interference with the streets. He agreed generally 
with the evidence of the previous witness. | 

By Mr. : He thought that municipal corporations could 
undoubtedly carry out industrial undertakings as economically as 
private companies. Sheffield was indebted to private enterprise for 
the starting of an electric undertaking. 

Questioned by Mr. Ктмвев, WrrmEss said that the present Shef- 
field Company did not supply power, but the Corporation intended 
to do so, and were making arrangements to work the tramways by 
electricity. He did not think electricity would be more economical 
to manufacturers in Sheffield of armour plate and things of that sort. 
The maximum charge of the Sheffield Company was 4d. per unit, 
and last year they supplied three-quarters of a million anits. With 
the increase of output and the equalisation of the load, the rg aur 
tion h to decrease the price considerably. They hoped to bring 
down the cost in two years to 1d. per unit. 

By Lord Kxwursronp: Bo far аз the mere breaking up of the streets 
was concerned, they would not object if the work was left in the 
hands of the Corporation. 

Examined by Lord BarcAnRRES: Two years ago the Corporation 
would have objected to competition, because when the company 
went to Parliament an agreement was arrived at with the Cor- 


on. 

By Mr. Авнтон: A newspaper notice should be sufficient for 
neighbouring occupiers of intention to take land for a generating 
station. i 
Dr. Јони Норктнвон, F.R.B., and past-president of the Institution 
ot Electrical Engineers, said he agreed that both companies and local 
authorities shouid have compulsory powers to acquire land for 

erating stations. With respect to breaking up the streets, the 
authority should have the power of withholding their consent, 
subject to the action of the Board of Trade. The reason that the 
charge for power could be less than light was that those using power 
used 1% for a longer period. 

By Mr. KmBER: He came before the Committee at the instance of 
the Corporations. He was frequently consulted by electric light 
ашары» and was connected with the Metropolitan Electric Light 

mpany. 

Questioned by Sir LrzowABD LYELL, Wirness said there was 
undoubted risk to gas and water pipes by the working of electrical 
tramways, but the Board of Trade had laid down conditions which 
would prevent that, and a careful engineer would take even greater 
precaution. 

By Mr. Авнтож: There were dangers in a town from overhead 
electric wires, but much greater freedom might be permitted in the 
se | with regard to overhead wires. 

Lord BarcARBES: Do you think these great general distributing 
stations have in them the elements of success ? —When their power is 
very cheap I tbink they have. In the case of coal I do not think it 

es much difference, as coal can be easily carried. 

The CHAIRMAN: Supposing you were an autocrat, and had to supply 
& large industrial area with the cheapest power, would you advocate 
one central station in one particular place, or a number of them ?—A 
great many. Of course, you must take the particulars of towns into 
consideration. In the case of London there would be a difficulty of 
getting а site. | 

If you had to make u fresh start with London, what would you do? 
—If I had to make a start with all the experience we have had, I 
should р" the stations outside. | 

Would you put up one station for the whole of London ?—No; 
probably two or three. 

On the ground of economy, how many stations would you have ?—I 
do not think there would be much economy in having only one station, 
D vhi iib asi i 

ut su you get the cheap for the su of London, how 
many stations would you bave ?— Five or six. ici i 

Bir ALEXANDER Bin, chief engineer to the London Ovunty 
Council, said that at the present time there were in London 26 bodies 


authorised to supply electrical energy, 14 of which were companies, 

and 12 local authorities. Of the local authorities with electric light- 

ing orders, five were supplying the areas shown. In consequence of 

the crowded condition of the streets, the matter was becoming serious, 

M та have to be dealt with in а more thorough manner than it 
een. 

Mr. J. W. Benn, chairman of the Highways Committee of tbe 
London County Council, described the powers which that body had 
over the companies in regard to opening the streets. The companies 
had to ask the consent of the County Council. - 

By Mr. BaLroUB Browns: He quite understood that the Board of 
Trade was the final authority as to opening the streets. The County 
Council had no power to purchase any portion of the electrical plant 
in London. 

Questioned by Earl SPENCER: It was quite peculiar to London 
that the London County Council, while having certain powers over 
the Electric Light Company, had no power of purchase. He thought 
they certainly should have power of purchase. In the event of 
such power being given, they would ask for the power to erect stations 
outside their own area, and they had a precedent for that in the case 
of ee ем еш. М A À 

y Mr. Кімвев: With respect to the pro 8 supply energy 
in bulk, it seemed to him that the power of purchase was valueless 
to the local authorities. ; . - 

By Lord Cross: The County Council would reduce the price of 
the light before relieving the rates if they owned the electric lighting 
companies. Municipal ownership was, however, their chief object. 

The CHAIRMAR: I thought во. | ' 

Earl RussELL, late chairman of the Highways Committee of the 
London County Council, said that if & central supply system was to 
come in, the power of purchase would have to be in the hands of the 
central authority. AS | | 

By Lord BALCARBES: There was no suggestion that the local 
authorities should be deprived of the right they had now to buy up 
electric light stations after a certain number of years. E 

Mr. W. Н. PREECE, chief electrician of the Post Office, said that 
generating stations were required for other purposes than those which 

been brought before the Committee. They had been told of the 
supply of energy for lighting and power p which were тае 
at а considerable rate; but besides that t was the working | 
tramways, the supply of current for charging batteries for cabs and 
vans in London, and also generally for traction purposes. Then again, 
there was a very important field about to be o d, which was the 
working of existing railways by electricity. Metropolítan Dis- 
trict Railway had obtained a Bill, which had passed through one 
House, to enable them to work their railway by electricity. In the 
future, also, electrical energy would be used ely for chemical 
manufacture and the production of heat. These were things which 
showed that the construction of these central stations required legis- 
lation conditions. Their attention was first called to the nuisance 
likely to arise by the interference with telephones. Now the Tele- 
phone Company had learned wisdom, and the practice was invariably 
to make the telephone circuit a metallic circuit. With telegraphs it 
was quite & different matter, for with the enormous system it was 
impossible to duplicate the wires. Disturbances had been caused at 
Greenwich Observatory by the City and South London Railway, and 
at Liverpool by the Overhead Railway. АП those disturbances 
could, however, be remedied. There was one difficulty which up to 
the present had not been entirely removed, and that was in the work- 
ing of tramways by the trolley wire "uem. From them loose cur- 
rents ran about which affected water pipes and gas pipes. There was 
no doubt, however, that with stringent clauses appointing proper oon- 
trol these disturbances would ultimately be removed also. 

Do the power houses cause nuisance ?—They might, but they are 
remedial. There is, of course, the ca of the coals and the 
removal of the ashes, which cannot be avoided. » 

But vibration with these new engines can be avoided altogether? 
— Yes. 

So that, practically, there is no nuisance?—T'he only nuisance is 
possible vibration from neglect. 

The operation of opening Streets might become a nuisance ?—Yes, 
I would keep that under the local authority. 

. If you had to start afresh with London, how many stations would 
ie have?—I think London could be served for all p if we 

four large central stations. Two or three on the banks of the 
Thames, or two or tbree on the main railways. That would remedy 
almost all the difficulties I have enumerated. 

Continuing, Witness said that the Manchester Corporation had its 
own station, and they were going to build another pe station on 
the outskirts of their area. d w was a very similar case. С w 
was one of those places where electrical enterprise had advanced at 
а very rapid rate indeed. He had visited the great station 
at Niagara before it was o , and was acquainted with its pro- 
gress. There they utili the water-power with the intention of 
distributing it to places at a great distance; but as a matter of fact, 
a large town had grown up close to the station. In Buffalo city, 20 
or 30 miles distant, they found they could generate the energy as 


cheaply with coal. He did not think the Ni station could 
supp iy further than 30 miles at as cheap a rate. thought there 
should be power to compulsorily purchase land for generating 
stations. 


The CHAIBMAN : Do yon look forward to a great increase in the use 
of electricity in the next few years ?— Yes, and I think the progress 
made in this country has been too much discredited. The progress 
made in England is very great indeed. Progress with regard to eleo- 
tric tramways has been slow, and that is due to the clauses in the 
Tramways Act. With regard to electric lighting, I am not sure that 
we are not in advance of America. | 

Proceeding, WrrNEss referred to the network of pipes of all sorts 
under many of the streets of London, and he thought the time would 
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come when the Post Office would have to put itself officially in com- 
munication with the London County Council and the local authorities 
to see if they could come to some terms by which subways could 
be constructed for the mains. 

Bir CouBrENAY Boys, recalled, put in a letter received from Mr. 
Alexander Biemens with regard to the question of insulation in 


Germany. 

Questioned by Mr. Kimsz as to the possibility of having a sliding 
scale for electric lighting companies as in the case of companies, 
Wrrurss said the difficulty was to fix the initial price; but the Board 
of Trade hoped soon to introduce the sliding scale. 

(To be continued.) 


HIGH RESISTANCE INSULATION.* 


By REGINALD A. FESSENDEN. 


(Concluded from page 598.) 


As mentioned, this author considered a simple case of 
Maxwell's generi theory, and proved the above results by 
making actual measurements on condensers and resistances 
connected up £o as to correspond to a simple case of a 
dielectric of high resistance with conducting particles in it. 
This paper should be read by all electricians, especially those 
concerned with cable work. I would like to s of this 
subject more in detail, but for lack of time will only add 
that most of the conclusions in that paper have been con- 
firmed by me, and that some which had been arrived at 
independently were seen to be in perfect agreement. 

It is this absorption and the consequent losses which make 
glass useless as an insulator against high A.C. voltages. In 
some experiments made by Messrs. Stanley & Оһевпеу 
which were shown me, the glass plates of the condenser, 
when on an А.О. voltage (though thick enough to have 
stood 10 times the D.C. voltage), after a few moments 
got hot, sparks could be seen passing inside the glass, and 
the plates finally broke down. Glass is not homogeneons, as 
it is made up of a number of substances, some much better 
conductors than others, and of different capacities, and 
all stirred together but not dissolved. This is shown by the 
care which has to be used in getting glass homogenous 
enough for optical purposes, it even having, as has been told 
me by Mr. Brashear, to be kept perfectly horizontal when 
annealing, as the heavier parts tends во much to sink down to 
the bottom, even when the glass is only plastic, that the only 
way to do is to keep the levels of different density parallel to 
the surface of the disc so that their effect on the light will 
be as equal as possible for all rays. Otherwise one side of the 
lens would be of heavy glase and theother light, while at present 
it is во arranged that one face is dense and the other light. 
Mica is much less objectionable, especially if ita cracks are 
filled up and it is well dried. Paraffin when properly treated 
makes very good condensers. The old method of piling 
together pieces of paraffin paper and tinfoil and then 
pressing them, left much air and moisture inside. This pro- 
duced large electrical absorption and gave large capacity. 
Messers. Hutin & Le Blanc were the first to discover that 
good condensers could be made by heating such condensera 
till the moisture and air were expelled. Their resultst 
showed that the specific inductive capacity of this more 
homogenous dielectric could be reduced from 8 to 2:5. I 
have myself found it come down as low as two. They 
then found that the same results could be obtained by 
heating the paper before making up the condenser. Since 
then, this method of forming condensers by heating them to 
expel moisture, air and acid has been че! quite generally, 
with some modifications and improvements resulting in a 
shortening of the. process. | 

It may be said as a general rule that the capacity of all 
substances showing abeorption may be reduced by this treat- 
ment, if the heating be kept up long enough. A many 
oils, for instance, are given high capacities, but I have found 
that in many cases this can be grestly reduced by this 
method, and that the slight remaining excess of K. over that 
called for by Maxwell’s theory can be almost entirely 
removed by removing the free fatty acids, mucins, &c. Oils 
tested by me were olive, castor, linseed, and cottonseed. All 


r read before the American Institute of 
Electrical Engineers. From an incomplete advance p 
T La Lumiere Elec, July 26th, 1891. 


these have very high insulation resistance and low specific 
capacity when so treated and purified, but they soon lose 
this again when exposed to air. It is evident, therefore, 
that the anomalous results obtained by Hopkinson and 
others were due, in some cases at least, to impure material, 
and such results must be considered as forming a strong 
proof of the correctness of Maxwell’s theory.* 

Bat when the substances are not themselves solid, but 
viscous, they must have a mechanical backing. For this 
pure cellulose is generally used. Pure cellulose contains 
some loosely combined moisture. Consequently it can exist 
in two states. Dried below 100° C. it decreases its specific 
inductive capacity very much, and has very high resistance 
and is flexible. Kept above 100° O. for any length of time 
it loses some of its combined water, has a much higher 
ohmic resistance, and its specific inductive capacity sinks to 
1:9 or 2. It, however, becomes very brittle, and even 
though the temperature be only a few degrees above 100° O., 
it finally cannot be bent without breaking. (This brittle- 
ness must be carefully distinguished from the so-called 
rottenness which cotton fabrics get when dipped in linseed 
oil and dried. The fact that cotton tears easily in such a 
condition is due to the same cause as makes a wire moequito 
netting tear when painted, s.¢., the fibres are stuck fast by 
the varnish and cannot help one another. This can be 
pos by removing the dried oil, when the fibre will be 

ound to have nearly its original strength.) In this condi- 
tion it is best suited for making condensers. ‘The paraffin 
itself is greatly improved, as was pointed out by Hutin and 
Le Blanc, by heating to about 140? C. Three hours heating 
I have found satisfactory. The dried paper, immediately on 
removal from the oven, is plunged into the hot paraffin, so 
as to protect it from absorbing moisture. The condenser is 
then made up and boiled so as to remove the air, for several 
hours. This boiling method was described in a recent patent as 
a novelty, but it was used by Mr. Chesney at Pittsfield in 1891. 

A condenser so made, if perfectly pure cellulose is used 
(perfectly pure рр is used in practice), and with pure 
paraffin, will stand 250 volts per thousandth of an inch 
when the dielectric is less than 01 inch, and at a higher 
rate for greater thicknesses, when the effect of small defects 
in one sheet of paper is not so serious. 

Practically the same remarks apply to the making of induc- 
tion coils. Here, however, we meet with the great difficulty 
that the paraffin in cooling is sure to shrink, and will leave 
hollows inside. The way to get over this is to construct the 
coil so that when oooling the shrinkage will take place 
outside, just as if one were making a casting of some metal 
having great contraction. The coefficient of adhesion also 
should be leas between the walls of the mould and paraffin 
than between the wire and paraffin ; also the outside should 
never be let harden first, as then, of course, a hollow space is 
left inside. Another precaution is to expel all gases by 
heating the paraffin for some time above the temperature at 
which the coils are to be boiled. The coils should be boiled 
above 100° С. for some hours to drive off the loosely combined 
water. This destroys the mechanical strength of the oellu- 
lose, but as the whole coil forms a solid mass this is of no 
great consequence. 

Silk should never be used where high insulation is required, 
as pure cullulose, dry and boiled in paraffin, is so mach 
superior to it that there is no comparison. With pure cella- 
lose, coils with only 1,700 feet of wire inch of spark 
stand perfectly, i.s., the spark may be five times longer than 
the coil. In ordi use, coils having a spark length 33 times 
а of the coil have been run for long periods with no break- 

owns. i 

As regards oil insulation for ordinary induction coils, the 
writer has not had sufficient practical experience. I believe, 
however, that very good results are obtained. With regard 
to the Thomson high frequency coil, f there is no question 
of the efficacy of oil there, especially with regard to ease of 
repair. As is well known, however, the oil and coil should 
always be heated above 110? C. for tome time if the best 
results are to be obtained. A very curious increase of insu- 


A rule connecting this effect with the sign of the Kerr's electro- 
static optical effect has been given by the writer. Zlec. World, 
January 2nd, 1897. 

f Popularly known as the Tesla coil, on account of his having 
brought it into prominence through his use of it in his lectures 
though it was invented and first described by Elihu Thomson. 
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lating power for high frequencies in oil bas been noted by 
Eliha Thomson, who has suggested that it might be due to 
inertia of the molecules of oil. To test this, one of the 
writer's students, Mr. Bennet, constructed a two-phase high 
frequency electrostatic field. Though insulators placed in 
this rotated even when placed within a path inch glass flask, 
the effect was found to be due to air current; and when 
these were eliminated no movement was obtained, so that 
the cause of this effect is still unknown, and it is doubtful 
if true dielectric hysteresis has ever been observed. 

So far as Mr. Chattock’s experiments and the experience of 
the writer go, there is not a great deal of difference between 
the dielectric strength of different substances. It is probably 
related to the tensile strength. As mentioned previously, the 
writer* pointed out that there was strong evidence to show 
that the tensile strength of a substance was due to the mutual 
attraction of charges on the atoms, and that the observed 
values agreed well with the calculated and followed the same 
law. Some time later, Chattock, f in a very interesting and 
able paper, showed that, as the resu'ts of his experimenta, the 
dielectric broke down when the slope of potential was great 
enough to pull apart atoms having charges of the same 
dimensions as the ionic charges. This was shown for gases, 
fluids, and solids, and forms a very interesting—and, I 
believe, independent—corroboration of the writer's electro- 
statio theory of cohesion. Consequently, the nearer the 
atoms are together, and the greater their rigidity, the greater 
also their dielectric strength. 

Chattock's experiments give for solids and fluids :— 


Volts per cm. for 


Substance. breaking down, 
Glass ... 919.000 
Water .. ... 1.050.000 
Oil 930.000 


which agrees well with the theo, y. 

From the above it will be seen that, if the materials are 

, and ohmio resistance is of not much importance, a 
compound having its molecules held together tightly will 
have a good dielectric strength for D.C. voltages. 

This peper is already 80 long that I cannot touch in detail 
on the question of cables. There are also other papers in 
existence written by men better equipped for the task. I 
had intended saying something about what Siemens has 
called the ** abeurd craze for high insulation resistance," bnt 
the fact is now generally recognised, except by inexperienced 
engineers, that the best cables are thcss of medium ohmic 
resistance. I will only mention two methods which have 
occurred to me as feasible for certain purposes, One is based 
on the fact that the dielectric strength of air, as shown by 
the experiments of J. J. Thomson and Peace, increases very 
rapidly with the pressure, at 90 lbs. per square inch being 
equal to that of a good quality of rubber. A similar plan, 
though not requiring any very large pressure, is due to Mr. 
Westinghouse, who thought of employing it four or five 
years ago in Philadelphia. The second occurred to the 
writer on reading Elihu Thomson’s article on the use of 
liquid air as an insulator. It is this: Since ice at only 12 
below freezing has & specifio reeistance of over 1,000 meg- 
homes, $.6., as good as some brands of insulation, why not 
make the conductors hollow, lay them in a trench filled with 
water, pass cold brine through the pipes, use the brine for 
cooling houses, making ice, &, and let the frozen water act 
as the insulator. A rough calculation shows that this is 
commercially feasible, even neglecting all eources of profit 
from the furnishing of the brine (i, if it were used only 
for cooling the pipes). After making all allowanoe for 
friction of fluid, cost of power, &c., the balance comes at the 
right end, if the line is always fully loaded. 

The question is sometimes raised, whether we can ever hope 
to have a non-inflammable substance which shall be elastic 
like India-rubber. The probable cause of the elasticity of 
rubber is known, f and it would seem as if there was no 
reason why such a substance should not be prepared. All we 
have to do is to coagulate one substance in the midst of 
another. In fact, we have at present in tetrametaphosphate 
of sodium such a substance, elastic as rubber, transparent 
and tough, and when pure, a good insulator. It would be an 


Elec. World, Aug. 8th and 22nd, 1891. 
t Phil. Mag., Dec., 1892. 
1 Molecular Physics, Franklin Inst., September 18th, 1896. 


admirable material if it were not for the fact that the elasti- 
city is due to water, and when this dries out it becomes brittle. 

As regards an organic artificial rabber, I have very little 
doubt but that it will be made as soon as it is understood by 
chemists that its properties are due to structural and not 
chemical causes. | | 
` Armature windings.—The present methods of using mica 
leave little to be desired. The writer might mention, how- 
ever, one novel method he used in a case where very heavy 
currents were to be carried. Asbestos and silicate of soda, 
as is well known, form a good coating, but is, however, poor 
mechanically. The armature bars were wrapped with 
asbestos string and then coated with the silicate. This 
made when dry an extremely firm covering which could 
only be removed with a hammer. Though at first a bank of 
100 lamps could be lit up through the insulation, after a 
little running it dried ont to quite a high figure and the 
machine did good service, at one time running several hours 
as I am informed on good authority, under such an overload 
that the carbon brushes were red hot. 

Tn cases where cloth is to be treated, we have a very dif- 
ferent question. There are two ways of using cloth, first, as 
a backing merely, by coating it on the surface with some 
substance which is supported by it, as plaster on lathing. 
Many substances work well in this situation, but the fact 
that little tubes of cellulose are very apt to stick up through 
the coating, as was рас out to me by Mr. Е. В. Upton 
many years ago, and that if moisture gets in at the edge it 
spreads all over, renders it not the best kind of insulation. 
Rubber is sometimes applied in this way to cotton tape, but 
though of very high resistance and insulation at firet, it 
rapidly deteriorates. In general it should be said, that where 
а permanent result is desired, rubber should never be used 
unless kept in the dark, and out of contact with air. If these 
precautions be neglected, the life is very short. The other 
method is to saturate the whole cloth with some substance 
which will penetrate every crevice; but when this impreg- 
nating substance has solidified, it must continue to fill these 
crevices and capilliary tubes. For this reason no substance 
which is dissolved in anything else can be used. If, for 
instance, we try a varnish dissolved in alcohol, it will be 
found that the strength of the solution in the capillary tubes 
is much smaller than outeide, for the same reason that sea 
water filtered through sand becomes fresh.* Consequently 
on drying these capillary spaces are rot filled up and let 
water in. Therefore, unless we oe the first method and 
plaster the insulator on thickly and deep enough so that it 
does not matter whether the support insulates or not, we 
must use melted solids or drying oils. Unfortunately but 
few solids which melt are elastic, since this elasticity is 
obtained by a stracture which is destroyed by melting, 
and those solids which melt into thin liquids and remain 
flexible when solid do not preserve this property except 
within uarrow limits of temperature, as can be easily tested 
by holding under a cold water tap and striking the specimen 
sharply. Soft paraffin can be used in some cases if the cellu- 
lose be well dried and thoronghly saturated. The asphalts 
cannot as a rule be used, as they never get sufficiently fluid on 
melting. There is, however, one notable exception : uintaite 
or, as it is commercially called, gilsonite. This substance I 
found many years ago had the peculiar property that, 
when melted, like paraffin or oil, it will pass into the 
the pores of cellulose or cloth. Having a very high melting 
point, nearly 300? if I remember, and mixing perfectly with 
paraffin in all proportions, it gives mixtures which are 
admirably adapted for induction оой work as these com- 
pounds can be made to have high melting points and to 
penetrate & coil thoroughly. I also, some years later, in 
1891, used this material in combination with linseed oil for 
transformers, the process at first proposed being boiling in 
vacuum, but it was found that even without this saturation 
was complete. I understand that this method is still used, 
though modified in form, by the company for which I first de- 
vised it. Of the drying oils, with the exception of some foreign 
oils as Chinese wood oil, and an African ol whose name I can- 
not recollect or ascertain, linseed and the drying nut oils arethe 
best. Linseed oil has the remarkable property of expanding 
on drying. This enables it to fill up all pores. Its 
durability is evinoed „oy the gool condition of old oil 
paintings. The varnishes crack and go, bat the oil 

J. J. Thomson, App. on Dyn. to Phys. and Chem., p. 190. 
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remains. Its insulation is not injured up to very high 
temperatures at which shellac, rubber, &c., would be worth- 
less. This material was used a great deal by the Edison com- 
pany in its early days, but it often broke down. The trouble 
was traced to the lead drier, and after many experiments 
Mr. Marshall, who had charge of this work, finally settled 
upon the use eat st raw oil. This gave excellent resulte, 
and was long ‚ but took some time to dry, and the writer 
finally, after many testa, found that borate of. manganese 
drier got rid of the trouble, while, as is well known, it gives 
а very quick drying varnish. This was used by the United 
States Company in Newark on their machines, with the 
result that in 1890, after use for a year, the former reported 
only two armatures so treated as returned for repair (they 
were injured by lightning), and no fields. This material was 
also used by the Stanley Company for transformers. Another 
advantage of this borated oil is, that it always retains a slight 
stickiness, and £0 gives a good joint when wrapping around 
wires, &c. Many substances so used are not sticky, and let 
moisture in through the joints. Where a smooth surface is 
required, it is readily obtained by dusting on a little talc, a 
method first suggested, I believe, by Mr. Edison. It can 
also be given a coat of Japan on the outside. Varnish gums 
should never be used with linseed oil, as they are brittle, and 
the dried oil is only just flexible enough. Consequently, 
when the oil has dried the resultant varnish is always very 
brittle, A temporary elasticity is given at first by the fact 
that when the solvent has dried off the oil is still fluid and 
undried, and as the varnish gum keeps the air from getting 
at it rapidly, it sometimes remain flexible for a year. Such 
mixtures also crack when cold. . 

Sample с is a specimen, of borated oil saturated cloth, 
which is now between eight and nine years old. It will be 
noted that it is still fresh and flexible, and a recent dielectric 

strength test showed up very high, 7,000 volts if I recollect. 

The pure raw oil is boiled at about 200? with 4 ber cent. of 

king of manganese for several hours till it begins to be 
ck. 

Non-inflammable materials can be made, as I have pointed 
out elsewhere, by taking out the hydrogen atoms of hydro- 
carbons and substituting chlorine. Even paraffin can be 
thus treated if kept warm, and first turns to a fluid and 
then to a solid. At one time it seemed as if this process 
might be valuable, but the use of enclosed conduits has done 
away with the greatest source of danger from fire. 

I will conclude by describing а couple of devices 
which I have found nsefal in preventing insulation from 
being spoiled. Soldering acid, as commonly used is a solution 
of chloride of zinc. If this falls on cellulose it turns it to a 
pue It never dé адар and always takes up moisture 

rom the air, and will gra 

thickness of insulation. Whether it is acid or neutral makes 
no difference so far as its action on the insulation is concerned, 
though the neutral solution does not corrode the wire. Resin 
has the disadvantage that it is not a fluid, and is clumsy to 
handle. I have found that by shaking up powdered resin 
in very strong ammonia, an ammonia soap is produced which 
works well in most cases. The ammonia dissolves the copper 
oxide and evaporates afterwards, leaving the powdered resin 
which is an insulator. 

Apparatus can be protected from overheating by putting 
in the apparatus a small glass tube filled with carnauba wax. 
This melts near the danger point, but remains quite hard up 
till then, во that by imbedding a spring and contact in the 
wax, when the apparatus gets too warm the wax gives, and the 
spring expanding causes a short circuit, which blows the fuse. 

The largeness of the subject must be my excuse for the 
fragmentary nature of this paper. After I had begun it I 
found I bad made a mistake; what I should have undertaken 
was to write a book. I trust, however, that коше of the 
points I have developed may prove of interest. 


NEW PATENTS.—1898. | 


Com, expressly for this journal by W. P. THowPSOB & Oo, 
Patent Agents, 822, High Holborn, London, W.O., to whom 
ali inquiries should be addressed. ii 


8,988. "Improvements in electrodes for accumulators.” C. ALEER 
and P. MExxxsergB. Dated April 18th. | 


dually eat its way through quite a 


9,002. “Improvements in, or connected with, apparatus for the 
manufacture of potassium chlorate or sodium chlorate by electro- 
lysis” J. Brock and TRI Unrrap ALKALI Company, LIMITED. 
Dated April 18th. | 

9,047. “Hanger for trolley wires of electric railways.” W. A. 
MoCarLuM. Dated April 19th.  (Complete.) 

9,070. "Improvements in contact shoes for electric railways." 
W. M. Brown. Dated April 19th. (Complete.) 80 | 

9,071. “ Improvements in, and relating to, telegraph and like 
cables.” J. А. 2 ОвлвгоукЕ. Dated April 19th. | 

9,077. ‘Improvements in enclosed arc lamps." G. T'HOMAS- 
Davies. Dated April 19th. 

9.091. Ап improved connector for electric wires and cables.” 
T. E. TAYroB, jun. and J. Соллмов. Dated April 19th. . 

9,105. “Improvements in apparatus to he used in connection with 
the electro-deposition of metals.“ Е. GREENFIELD. Dated April 
20th. 


9,122. “Improvements in, and connected with, line selectors for 
telephones." Н. OrpRRRNIM RR. Dated April 20th. 

9,154. “ Improvements in electric lamps." T. 8. HILL and Рато 
AND Варғовр, LrurrED. Dated April 20th. (Complete.) r 

9,178. "Improvements in electro-motors.” J.T. Rosson, С. H. 
MABSDEN, and H W. HR. DLax D. Dated April 20th. 

9,197. “Improvements in, and relating to, telegraphic transmit- 
ting apparatus.” F. G. Cn) Dated April 21et. 

9,213. ‘ Improvements in electrical heating and cooking." W. В. 
Sprkiss and A. H. Marrs. Dated April 21st. 

9,218. “Improvements in secondary batteries." G. E. B. Parr- 
онетт, Т. W. PRITCHETT, and A. G. Gorp. Dated April 21st. 

9,237. "Improvements in holders for high tension incandescent 
electric lamps.“ G. E. Hryc-Dia. Dated April 21st. 

9,292. ‘Improvements in electrical igniters to be used with gas 
or oil engines, or for similar purposes." W. Barnes, Jun. Dated 
April 22nd. | 

9,299. ‘Improvements in or relating to overhead trolley wires for 
electric traction overbesd electric cables or other wires.” R. 
HackiNG. Dated April 22nd. | 

9,317. “Improvements in electric igniting devices for cycle 
lamps" G. M. Васев and F. Karzczr. Dated April 22nd. . 

9,330. "Improvements in controllers for electric motors.” R. 
BELFIBLD. (The Westinghouse Electric and Manufacturing Com- 
pany, United States.) Dated April 2204. | | 

9,339. "Improvements in electrical switching apparatus." H. 
EpMuNDS. Dated April 22nd. | 

9,340. “Improvements in electric safety fuses or cut-outs,” 
VzBITYS, Lrp., and L. J. STEELE. Dated April 22nd. - 

9,380. "Improvements in and relating to alarm clocks and elec- 
trical alarms.” H. G. CAMPBELL. Dated April 23rd. 

9,394. А process for electric heating and furnace for realising 
same.” A.Rouraut. Dated April 23rd. | : 

9,25. “Improvements in or relating to electrical cut-outs,” 
J. W. Maney. Dated April 23rd. | 

9,436. “Improved means for electrically heating second-class 
electric conductors serving as incandescence bodies for imparting to 
them the requisite conducting power.” M.Dznr. Dated April 23rd. 
(Complete.) 


ABSTRACTS OF PUBLISHED SPHOIFICATIONS, 


Copies of any of these Specifications may be obtained of Messrs. W. Р. 
Tompson & Oo. 322, High Holborn, W. O., price, post free, 9d. 
(tn stamps). | | 

' 1897, 

19,230. “Improvements in a system for the electrical protection of 
safes.” I. FREED. Dated August 19th, 1897. This relates to a protec- 
tion system comprising of a closed electric circuit; the mafe forming 
а component part of the circuit. On the interruption of the circuit 
there is a means for sounding an alarm bell. There is an electro- 
magnet and its armature forming an integral part of the circuit, but 
arranged outside the safe. There is also a structure provided with a 
recess; with lugs fixed in the walls of the recess. There are a series 
of spring pawls fixed to the safe and adapted to engage in the lugs 
and lock the safe in the recess. 9 claims. | 


19,518. “Improvements in electric arc lamps." T. Spencer. Dated 
August 24th, 1897. This relates to an arc lamp adapted to be 
operated by an alternating current; and consists of a combination 
of opposed solid carbon electrodes with an enclosure for their 
proximal ends. There is a choking coil in electric circuit with the 
electrodes, and an automatically movable core for the choking coil. 
The core is connected with one of the electrodes so that a reciprocatory 
movement of the core may be imparted to the electrode. 1 claim. 


18,934, “Improvements in automatic electric alarms.” P. V. VANDE- 
VELDE. Dated August 16th, 1897. This relates to an alarm device 
for use in ordinary window sashes provided with counter balance 
weights. Below the usual grooved pulley are placed two spring arms 
fixed to the casement one above the other. They are insulated from 
one another and connected with a battery. The top one is longer 
than the other and comes in contact with the weight when the sash 
is down. As soon ав the sash is raised the weight is lowered and the 
end of the spring arms are so arranged as to spring together; which 
completes the circuit and operates the alarm. 2 claims. 
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PARLIAMENTARY ELECTRICAL ENERO 
COMMITTEE. 


IT seems to have been the general opinion of counsel and of 
all others engaged in the Parliamentary Committee, whose 
proceedings we have reported at considerable length, that 
the matter was carried through at a great rate, and that the 
issues were much confused. It is pretty clear that there 
hes not been time to sift the whole matter, and that what- 
ever the report of the Committee, it will scarcely be final. If 
the Committee are prompt in their report, and there is time to 
draft a Bill embodying their recommendations and get it 
through the House this session, enough may be done to relieve 
the almost absolute block which there is at present ; but it is 
perfectly evident that there are a number of other questions 
which are rapidly ripening for solution, and it is greatly to 
be desired that the electrical industry, ав a whole, should begin 
to consider this carefully and organise themselves with a view 
to getting their case more strongly and authoritatively placed 
before Parliament than has been possible on the present occasion, 
mainly because of the short notice and rapidity with which 
the matter has been carried through. We tbink it is very 
desirable to urge the importance of the recommenda- 
tions of the Committee being given effect to by Parliament 
this session, as another year’s block, whatever is done in 
the end, would leave us another 12 months behind our 
foreign rivals. 

We are hopeful from what was gathered of the general 
tone of the members of the Committee and the evidence, 
that, at any rate, some of the discouragement to which 
private enterprises are subjected at present may be removed. 
We doubt if very mach will be done directly to this end in 
the Committee’s report, in fact, we do not know whether 
from the nature of the reference to them they can do much, 
bat the evidence was strong in favour of the old political 
economic dictam that officials favour officials, and that 
althongh the Board of Trade were supposed: to have a dis- 
cretion to give private enterprises at any rate a fair chance, 
yet that in practice their powers had во been used as to put 
a complete stopper on it. Sir Courtenay Boyle practical) y 
acknowledged this himself, and we think most people will 
agree that it is во, and toa greater extent than appears on 
the surface, since а certain number of companies did get 
through in the earlier stages, and when private individuals 
felt less hopeless than they do now of carrying out any 
enterprise. We believe it will be found to be a fact that 
notwithstanding the enormous increase of electrical enter- 
prises in other countries, the sate of increase in this country 
is not progressing. In fact, we are not sure if apart from 
the manufactures carried ont to supply Corporations and 
what may be called purely private work it is not diminishing, 
although both in Germany and America it i is progressing by 
leaps and bounds. 

In connection with this we might refer to the reporta from 
Berlin in the Financial News, and the large space which is 
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given very frequently to particulars of electrical enterprises, 
whereas in the same paper the reports on English enterprises 
are at most three or four lines, and these deal almost entirely 
with London companies. | 

Again, we would point out the unfairness of the matter 
to those engaged in the electrical industry. Of course, now 
private enterprise is pretty well snuffed out for ordinary 
undertakings; but, at the same time, it is true that the 
teaching of the local authorities, the bringing forward of 
facts and new ideas, and their education, has almost entirely 
been done by private individuals, often at great expense both 
of money and time. Although such men deserve well of the 
nation, and it is on the labours of euch men in other 
departments that the greatness of England has been built; 
in the case of the electrical industry, owing to the state of 
the law, and the action of municipalities, they have not only 
received no reward or encouragement, but have been pushed 
aside often with contempt, and left to bear heavy loss and 
discouragement. 

If our rivals in America and Germany were pursuing the 
same course as ourselves the matter would not be so serious, 
because we and our trade rivals would be in the same boat, 
and one would have no advantage over another; but that is 
not 80, and we think it is acknowledged on all hands that 
both our great commercial rivals have got a considerable 
start of us in this matter, and the encouragement there is 
for them to proceed with further developments will un- 
doubtedly enable them to keep ahead of us, and probably 
to increase their lead, unless strong measures are taken to 
put the members of electrical industries in this country in 
at least as favourable a position for the development of 
enterprises as are our industrial rivals. 

We hail with satisfaction the activity which has charac- 
terised local bodies for some years; at the same time we 
cannot help thinking that cften, not being very well 
instructed, there is far too great a tendency amongst them 
to conclude that what is sauce for the goose is sauce for the 


gander in all cases, and that because such towns as Man- 
chester, Edinburgh, and some other municipalities of large 
area, and where commercial intelligence of a high order can 
be secured on the Town Council, have done ostensibly well, 
that consequently it follows that comparatively small towns 
of a different character, and where the majority of the 
members cannot usually have the same business experience, 
can produce similar results. 


In а recent issue of the Electrical Review 
of New York, Mr. Marks, of enclosed aro 
lamp fame, replied to the question of a 
correspondent who asked, What is the candle-power of an 
arc lamp using 45 volts and 10 amperes?” by detailing the 
reasons which make it impossible to answer this query with 
any degree of accuracy. Although it has been common 
knowledge for many years that any statement of the candle- 
power of an arc lamp was certain to be misleading if 
unaccompanied by full details of the conditions under which 
the test was made, yet it is probable that the extent of the 
possible error is not so generally known, and the figures 
given by Mr. Marks will therefore be of interest. It is said 
that there are five different candle-power values which are 


The Candle-Power of 
Arc Lamps. 


used at various times, viz.: (1) Nominal candle-power, the 
value of which, according to the definition adopted by the 
National Electric Light Association, is 2,000 for a 450-watt 
lamp. (2) Horizontal candle-power which bas been given 
by different experimenters at figures varying from 227 to 
456. (3) Maximum candle-power which has been given at 
figures varying from 1,080 to 2,000. (4) Mean spherical 
candle-power which has been given at figures varying from 
425 to 653. (5) Mean hemi-spherical candle-power below 
the horizontal plane passing through the arc, which Mr. 
Marks gives as 600. But if it is decided that results shall 
be given in one particular value of the five named above, 
say, for example, in mean spherical candle-power, and if fall 
information is given concerning the globes or reflectors used 
and whether the test is made ina dark room or at the place 
where the lamp is in service, there still remain variations due 
to quality and size of carbons, shape of the carbon points, 
and personal errors of observation. Mr. Marks says that it 
has been found that the substitution for one carbon of another 
of different quality has made as much as 80 per cent. difference 
in the mean spherical candle-power, and that with carbons of 
the same qaality there may be a difference of 30 per cent. in 
che candle-power according to whether the carbon is ,’,-inch 
or g- inch diameter. With regard to personal error, а test is 
quoted where with 10 observers a variation of about 13 per 
cent. was found between the highest and lowest results 
obtained ; and we are finally reminded that there are three 
important standard candles which may be referred to, viz, 
English, German, and French, and that there is a difference 
of about 15 per cent. between the values of the first and last 
named. After reading the article in question, it is strongly 
borne in on us that the only safe answer to such a general 
question as that of our contemporary’s correspondent is, that 
the candle-power can best be represented by т, as tests can be 
quoted to show that it has any value between about 200 and 
2,000 according to the conditions of test ; and that in com- 
paring the efficiency of arc and incandescent lamps for 
lighting purposes, it is necessary to reckon on 1 to 14 watts 
per candle for an arc lamp instead of on the lower figures 
which are often used. 


бів G. Strokes, about two years ago, 
suggested a theory of the Röntgen rays, 
according to which the Róntgen rays were regarded as aperiodic 
electro-magnetic waves caused by the impact against the anti- 
cathode of the charged particles in the cathode stream. This 
theory has recently been developed by J. J. Thomson (Phil. 
Mag., Vol. 45, p. 172, 1898), and has come much into favour 
with other authorities. In Nature, April 28th, however, Lord 
Rayleigh raises a protest against the acceptance of this theory. 
He says it has certainly much to recommend it, but he cannot 
see that it carries with it some of the consequences which 
have been deduced as to the distinction between Róntgen 
rays and ordinary luminous and non-luminous radiation. The 
conclusions of ita supporters “ that the Róntgen rays are not 
waves of very short length, but impulses,” surprise Lord 
Rayleigh. From the fact of their being highly condensed 
impulses, he would conclude, on the contrary, that they ате 
waves of short wave length. He asks what becomes of 
Fourier’s theorem and its assertion that any disturbance may 
be analysed into regular waves? The view that the vibrations 
of ordinary light are regular, and thus distinguished from 
disturbances made up of impulses, he says, is an exploded 
idea, in the theory of light. A curve representative of white 
light, if it were drawn on paper, would show no sequence of 
similar waves. Rayleigh favours the view that Róntgen rays 
differ from ordinary light only in the shortness of their 
waves. | 


Rayleigh on Stokes. 
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THE ST. PANCRAS DESTRUCTOR WORKS. 


WE illustrate below a side view of the Hornsby water-tube 
boiler which has been fitted up at the St. Pancras Vestry 
destructor works, and is fired by the waste gases from the 
deatructo 


т, 

The rating of the boiler, if fired by coal, is 118 Н.Р. 

(1 H.P. = 30 lbs. of water evaporated per hour) working 
120 Iba. per square inch, number 

of tubes 59 (seven deep, three rows of nine 
wide and four rows of eight wide), 18 
feet long and 4 inches diameter. The 
steam drum is 39 inches diameter x 23 
feet 10 inches long, and is provided with 
a patent separator to ensure dry steam; 
it is fixed over the uptake tube from the 
front header. The ers are provided 
with a hand-hole opposite each tube, and 
each hand-hole is provided with a mild 
steel internal safety cover. The mount- 
ings consist of one deadweight safet 
valve, high steam and low water, wi 
whistle alarm; one 2-inch deadweight 
safety valve; one steam atop valve; one 
steam gauge dial 10 inches diameter; 
one check feed valve 14 inch diameter ; 
one blow-off valve 2 inches diameter. 
The boiler is made throughout of mild 
steel, no cast-iron or cast-steel baing used 
in ita construction. 

We are informed that the boiler has 
done excellent work and given every satis- 
faction. 


THE TEMPERATURE OF IN- 
CANDESCENCE LAMPS. 


I wave already describedt a purely elec- 
trical method of measuring the tempe- 
ratare of incandescence lamps, and more 
generally, of any radiating body what- 
ever. This method consists in studying : 
(1) the variation in the resistance of the 
lamp as a function of the difference of 
potential at the terminals ; (2) the varia- 
tion, as a fanction of the time, in the 
resistance of a lamp which is cooling. 
From this we сап easily deduce the 
carve of the watts radiated as a function 
of the time, and ине трн the total 
number of joules or &mall calories given off b the lamp. 
ins cene is then weighed, and from М. Violle's 
ormula :— 


Q = 355 7 + 00006 1? 


we dednoe the temperature ¢ (assuming that the filament is 
mate pas а) 
is method was applied, under my directions, by Messrs, 

Gindre and Fréanft-Ozenne, then pupil ы the Ecole 
_ Bupériure d'Eleotricité f; the first measurements were 
taken with the aid of an amperemeter and a voltmeter 
and presented no difficulty ; the subsequent ones were more 
difficult ; they were carried out in the following manner :— 

A special interrapter enables the following operations to 
be performed :— | 

1. At the time zero, the current of the lamp is broken. 

2, Immediately after, the lamp is introduoed into an 
шу circuit including an accumulator and a resistance 


8. At the time é,an instantaneous contact brings the two 


Note presented to the Académie des March 7th, 1898. 
ț Beo Г Etectricien, Vol ail, p. W. j 
{ The experiments were made at the Central Electrical Laboratory. 


terminals of the lamp into connection with the plates of a 
condenser. | 

4. This condenser is discharged through a ballistic pa vano 
meter. These various operations are executed by a slide which 
moves in adirection parallel to itself between two grooves ; the 
intervals of time are measured by a tuning fork which inscribes 
Ив vibrations on smoked paper ; it is evident that at these high 
temperatures the cooling is very гари, and that it is sepan 
to be able to measure accurately fractions of a second. 
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simple calculation then enables us to find the resistance of 
the lamp at any given moment. | 

The experiments were carried out on four lamps, A, B, O, D, 
of 65 volts and 10 candles. I will call ¢ the temperature, В, 
the resistance of the lamp to the ordinary temperature, Re ita 
resistance to іо, p the weight of the filament expressed in 
milligrammes, к the tension at the terminals. These are the 
results obtained: 


Lamps. E р Ro d ic t 
A 65 63 175 53 1,720? 
B 65 5:35 170 54 1,6107 
C 65 5:2 170 52 1,630° 
D 65 48 170 53 1,620° 


We see that the resulta relating to the lamps B, C, D are 
very similar; the lamp A, for some reason or other, gives & 
somewhat higher temperature. 

However this may be, the above results are of some 
importance when we consider the differences in the figures 
of the various writers that have treated this subject. H. F. 
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Weber, in fact, mentions these temperatures as hardly ex- 
ceeding 1,300°, whereas M. le Chatelier gives 1,800°. * 
It will be seen that our results more nearly approximate to 
the latter estimate, especially as we have reason to think 


that our lamps were less over-run than those of M. le 
rapa these are the variations of resistance given by 
im: 

t 4. 

в, 

15° 1:00 

700° 75 

1,000° 66 

1,400° 57 

‚800° 49 

2,100° 44 


At the temperature of normal working, the ratio x was 


49 for M. le Chatelier’s lamps, whereas this same ratio 
attained to 53 in our experiments; now, at this value 53 
corresponds exactly to the temperature 1,600° in M. le 
Chatelier’s table. 

The principal cause of error in the above experiments 
lies in the light weight of the filament ; it would be easy to 
remedy this by working with low voltage lamps. We can, 
in fact, easily show that, with an equal lighting power the 
weight of the filament of a lamp varies in inverse proportion 
to the two-third power of the difference of potential at the 
terminals. i 

From the above experiments we can deduce curves of the 
variation of the total radiation as a function of the tempera- 
um; but this question is too important to be entered upon 

ere. 


THREE-PHASE MACHINERY. 


THE Western Electrician for April 9th, 1898, contairs an 
interesting article on three-phase machinery by W. 
Venable, in which some of the principles underlying three- 
phase working are expressly stated in a very simple manner 
for the benefit of those who are not able to make a thorough 
study of the subject and yet who require a good general 
knowledge of it. 

If three alternating-current generators, supplying three 
separate circuits as in fig. 1, are connected together at one 
terminal only, the operation of the machine will not be 
affected. Such a connection merely brings the three 
terminals to a common potential, and does not affect the 
difference of potential between the two terminals of any one 


Figs. 1, 2, 3. 


machine. There will, therefore, be but little effect on the 
operation of the machines if a common wire is run for all, 
as in fig. 2, 

lf now we can arrange the circuits and construct the 
dynamos so that there will never be any current in the 


* Journal de Physique, 2nd‘series, Vol. i., p. 203. 


common return wire, we can di with that wire altogether. 
This condition is satisfied when the currents in the three 
remaining wires are 120° apart in phase and equal in 


intensity. 
А setae оар 
Б Є. 3 A \ 
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Fic. 4.—Sinz Curves or THREE-PHASE CrinOUIT. 


Fig. 4 represents three equal sine curves 120° apart, and 
shows that the algebraic sum of the ordinates at any instant 
is zero. We have, then, the arrangement shown in fig. 3, 
and if the loads in the three branches are equal, three line 
wires only are needed. The easiest way to keep the machines 
120° apart in phase is to combine the three machines in one, 
that is, to put three windings on one armature. Such 
machines are called three-phase alternators. A simple ore 
can be made of a Thomton-Houston arc dynamo by bringing 
the terminal wires to collector rings instead of to the three 
pc segments. The fields have to be separately 
excited. 


Fig. 5 is a diagram of such a winding. 


Ета. 5.—TRHR NR PHASE WINDING FoR Two- Porn MACHINE. 


The number of poles can, of course, be increased, just as 
in an ordinary alternator, increasing the frequency of alter- 
nations, 

There are two ways of connecting the armature coils of a 
three-phase alternator. One of these, known as the star 
connection, is shown in fig. 6; the other, known as the mesh 
winding, is represented in fig. 7. 


Fias. 6 AND 7. 


One of the great advantages of three-phase working over 
single-phase systems lies in the fact that the energy trans- 
mitted can readily be used either for lighting purposes or for 
motive power. Three-phase induction motors are, as is well 
known, self-starting under a very considerable load, and are 
as simple, reliable, and as easily controlled as the continuous 
current motor. The induction motor is superior to the con- 
tinuous current motor, in that its secondary winding is short 
circuited, and it is entirely devoid of commutator, collector 
rings, or any rubbing contact. 
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Those readers who have not the time to study the subject 
deeply, will be able to form some idea from the above of the 
- nature of the generation and distribution of electrical energy 
by means of tri-phase currents. There is novelty and great 
simplicity in the method of showing how it is necessary to 
use only three wires in three-phase distribution systems. 


THE RANGE-FINDER FOR DETERMINING 
THE DISTANCE OF A HOSTILE SHIP 
OR FORT.“ 


THE accuracy of modern rifled guns is one of the wonders 
of engineering. Two experimental shots fired a few years 
ago at the same elevation from the same gun fell within 
80 yards of each other, after traversing a distance of 12 
miles, If a modern rifle is Jaid upon the target, with proper 
elevation and allowance for windage, it is safe to say the shot 
will find the mark. 

The correct elevation of the gun can only be determined 


the bank, and the angles which this line makes with a mark 
on the opposite bank are measured by the transit. Then, 
knowing the length of the base line aud the two angles, the 
distance across the river can be. determined b trigonometry. 

Applying this to the range-finder, a base line is carefully 
measured between two points near opposite ends of the 
ship, and over each point a range-finder, answering to the 
engineer’s transit, is permanently set up. If the telescopes 
of the two finders are simultaneously converged upon the 
same point оп а distant object (ship, fortress, or city), the 
observers will be in possession of the trigonometrical data 
neceasary to compute the distance, namely, the base and the 
two base angles. 

In the dip, burry, and slaughter of a sea fight, however, 
it would be difficult to make the necessary calculations, as 
the distance between the ships, and, therefore, the observed 
angles, keeps changing, and in order to make the determina- 
tion of the distance automatic, Lieut. Fiske placed his 
telescopes in the circuit of a Wheatstone bridge and caused 
their change of position to record the distance of the object 
on the graduated scale of a delicate galvanometer. All 
that was now necessary was for the observers at the two 
range-finders to keep the cross-hairs of the telescope upon 


if the distance of the target is known, and the exact deter- 
mination of the distance of a moving object is a problem 
that has worried the gunner ever since the day when round 
shot was first thrown from the sides of the wooden fighting 


ship. 

fa the early days, the determination of the range was a 
matter of guesswork. The gunner assumed a distance, 
elevated his gun accordingly and watched the course of the 
shot. If it fell short, he increased the elevation, and if it 
passed over, he decreased it. 

This was all very well in а day when the guns were too 
feeble to do much execution, except at close range, and a few 
dozen shots thrown away made little impression upon a ship's 
magazines, With the advent of modern ordnance, however, 
with its 60-ton guns and costly charges, the necessity of 
accurate fire became imperative, and ordnance experta set 
about devising some scientific method of finding the range 
at sea. The earliest and best known device of the kind was 
the invention of Lieut. Fiske, of the United States Navy, 
which has been installed on many of our ships and is widely 
in use in the various navies of the world. 

The Fiske range-finder is based upon the well-known 
principles of land surveying with the transit and engineer’s 
chain. If a surveying y came toa broad river whore 
width has to be determined, a base line is. measured along 


* Scientific American. 


the same point of the ship, and the electric current translated 
(as it were) the angles into distances and recorded them by 


the movement of a needle over an arc graduated into 
hundreds and thousands of yards. | ‚ 

The above illustration will make the operation of this 
most ingenious instrument clear to the reader. It repre- 
sents the Indiana about to open бге upon a hostile 
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ghi The converging lines are drawn from two range- 
finders, which are placed in elevated itions above 
either end of the superstructure deck. These finders are 
permanent fixtures, and the distance between them is accu- 
rately known. "The smaller cuts show a range-finder and a 
diagram of the telescopes and the electrical connections. 
The range-finder consists of a powerful telescope, which is 


Sy 
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mounted оп а standard and is capable of horizontal rotation 
above a graduated disc. Upon the disc, and extending an 
equal distance on each side of the zero point on the gradua- 
tion, is a metallic contact arc. Fixed to the tel 
standards is a contact strip, which rotates with the telescope 
and slides over the contact arcs. In the diagram A and B 
represent the centres of the discs on two range-finders, and 
c and р the arms that carry the telescopes and contact stri 
which are shown sliding in contact with their arcs. The 
electric current from the battery, à, passes through the centres 
or pivots, А and в, and then into the arcs. From the right- 
hand arc it circulates in the wires, ö and d, from the left- 
hand are in the wires, a and с, and traverses the galvano- 
meter. 

When the two telescopes are parallel, the equilibrium of 
the Wheatstone bridge is complete, ard consequently the 
needle of the galvanometer shows no deflection. "This equi- 
librium occurs, moreover, whatever be the position of the 
tel on the dial, provided that they are perfect! 
perallel. But if the telescope, c, for example, be burned 
until it is in the position, c', the parallelism being destroyed, 
and, along with it, the equilibrium of the two parts of the 
bridge, the needle of the galvanometer will be deflected. 
This deflection will increase in proportion to the length of 
the arc traversed by the telescope. 

But since the arc, c c', is proportional to the angle at a, 
which is equal to the angle at T, it follows that the deflection 
of the galvanometer will be proportional to the angle at T, or 
to the distance, А T. Hence, by graduating it in hundreds 
and thousands of yards, the distance of the ship or fort, T, 
may be read directly from the galvanometer. One of these 
galvanometers is placed in the conning tower and one at 
each of the principal gun stations. 

It will be seen from the illustration that the operator, on 
applying his eye to the telescope, has opposite to his mouth 
a telephone transmitter, a receiver being clamped to his ear. 
By this means the two operators are kept in constant com- 
munication and the errors are avoided that would be caused 
by the reading of а deflection produced before one or other 
of the telescopes is well directed toward the point to be 
observed. 

[ Моге complete descriptions of the Fiske range finder can 
be seen in back issues of the Review. ] 


Personal.—We understand that Mr. Fred. J. Satchwell 
has resigned his position as manager to Mesers. Mackey and 
Mackey, eleciric lamp makers, Bermondsey, having been 
appointed superintendent in Mr. Hiram В. Maxim’s electrical 
laboratory. 


CARBONISATION OF FILAMENTS BY 
ELECTRICITY. 


Bv LEGH 8. POWELL. 


THE idea of carbonising filaments by electricity, in lieu of 
the common furnace method, must have occurred to many. 
It was widely reported some 10 or 12 years ago that the re- 
markable “adamant” filaments, introduced by Woodhouse 
and Rawson, had been subjected to intense heat by electricity 
but no details of the process employed were ever noi 

about, or reached the ears of the writer; and it is believed 
that at the present time the carbonisation of filaments by 
means of electricity has not been practically adopted. As 
the subject is not without interest or economic possibilities, 
it has ocourred to the writer to be worth while putting on 
record an electric method he devised for this purpose about 
five years ago, and a few particulars of certain rough and 
superficial experiments which were made at the time at a 
Continental f to test its practicability. It is 
hoped that some incandescent lamp experte, who oare to teat 
the plan further, and who are able to bring together the 
means and conditions needed for the investigation, will suc- 
VVV 

issue. 

The features of the method in question and the principles 
involved, are very simple and obvious. The carbon blocks 
on which the cellulose threads are wonnd are conductors of 
electricity, and the plumbago powder in which they are 

ed is likewise a conductor. If a pile of blocks be there- 
fore made with a layer of plumbago powder between each, 
and the whole be surrounded with suitable non-beat and 
electricity-oonducting materials, whilst a current of electricity 
is made to pass, it is evident that the blocks will become 
heated, and grow hotter and hotter, until in time the fila- 
ments will be carbonised or “ baked.” 

To bake filaments successfully by this method, it is natu- 
rally necessary to attend to several conditions. It is obviously 
of prime importance that the heterogeneous conductor be en- 
cased in insulating material of the best quality, and arranged 
in the most suitable manner. It is equally necessary to 
exclude the air, во as to prevent the burning of the filaments. 
Other considerations of more or less importance are: facility 
in packing and unpacking the containing vessel, the ocon- 
struction of the terminal conductors, the manner of applying 
the current, the duration of the operation, and the fi 
cooling of the blocks. 

As already intimated, the experiments that were made 
were in the natare of mere trials rather than a serious and 
persistent attempt to thoroughly ascertain the economic 
practicability of the method. Two experiments only were 
made; and as the notes taken of the dimensions, times, 
amperes, &c., were far from complete, and also by reason of 
the superficial nature of the trials, it is not proposed to 
describe them in detail. Suffice it to say that in the first 
experiment two parallel brick troughs were constructed on а 
brick platform covered with a layer of slag wool. The troughs, 


which were about a metre long, were packed with wound 
blocks, plumbago powder being sprinkled between each space. 


The current entered one trough by means of a stout terminal 
plate of carbon, flowed to the end, then across to the other 
trough b, & long slab of carbon, and so onto the other ter- 
minal. The upper surface of the troughs was covered by 
slabs of earthenware, and the whole was surrounded with a 
thick coat of slag wool. 

The current which was available for the operation had a 
езе of 110 volts, and this factor was largely responsible 

or the arrangement of the furnace in manner described. The 

resistance cold was a little over 2 ohms, and the current at 
the start was 50 amperes. In an hour or so the current 
had risen to 150 amperes, when it was lowered to 50 am 
again by introducing an external resistance. At the reduced 
pressure the resistanoe of the circuit continued to decrease, 
and the current once more rose to 150 am 

On examining the filaments at the end of the operation 
they were found to be brittle and useless, a circumstance 
which was probably due to burning by access of air ош 
cooling, to hasten which a considerable quantity of slag woo 
had been removed. | | 


— 
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In the second experiment the length of the row of blocks 
was increased to about 3 metres in order more nearly to 
suit the current pressure; and instead of forming a simple 


+— the course ran thus . Tomoreeffectnally 


displace the air, a layer of plumbago powder, sprinkled with 
paraffin, was spread along the bottom of the troughs before 
charging them with the blocks. In this experiment the 
plambago powder was more tightly compressed than in the 
previous one, the resistance cold being 3:8 ohms. For the 
purpose of raising the temperature more slowly at the com- 
mencement, an external resistance was included in the 
circuit, and the current adjusted to about 18 or 19 amperes. 
Instead of the resistance falling from the start, as in the 
previous experiment, it had a tendency to rise during about 
five hours. This increase, which amounted at the maximum 
point to about 25 per cent., may possibly have been due to the 
presence of the paraffin. By gradually cutting out the resist- 
ance, the current was caused to riae slowly to 25 amperes. In 
10 hours from the start the current was only 30 amperes, in 
12 hours it was 85 amperes, in 14 hours 55 amperes, and in 
17 hours it had reached 65 amperes. The circuit was here 
interrupted for the night, but was again closed next day, after 
а lapse of 64 hours, the current starting at 27 amperes. In 
six houra’ time it once more attained 65 amperes. It is 
believed that the current was stopped soon after this, but the 
notes taken are not specific on the point. 

The majority of the filaments obtained d this 5 
operation were satisfactory in every respect, their flexibilit 
and “colour” being 2T whilst their resistance cold 
remained practically steady both before and after raising to 
incandescevoe in an inert gas. 

The problem of baking filaments by electricity was 
allowed to drop, not because it was anticipated that the process 
could not be made to give satisfactory results, but principally 
because it was not considered to be worth while to arrange 
for a current of lower pressure and larger quantity to suit 
other and more convenient forms of apparatus, and also 
because it was supposed, by some, that the electric method 
would not prove to be more economical, or possess any 
striking advantage over the ordinary furnace plan. Without, 
however, ascertaining a good deal more thoroughly what 
degree of perfectiou can be attained, the data wherewith 
to form a sound judgment as to cost, &c., are not forth- 


coming. 

To daite in detail the best manner of proceeding in 
order to construct suitable and efficient apparatus is not in 
the Ми Ды daha Many materials and arrangements, how- 
ever, naturally suggest themselves, and some of the more 
prominent of these may, perhaps, be mentioned. 

It is patent that, in order to reduce the cost of the pre- 
dominating item of expense, viz., current, to a minimum, it 
is imperative that the amount of matter surrounding the 
blocks, consistent, of course, with good heat insulation, 
should be reduced to utmost limit. In the experiments 
referred to, this condition was most imperfectly studied. A 
considerable mass of brickwork became heated to bright 
redness, at the expense of current, by contact with the 
blocks, and the extensive external brick surface was moreover 
very inadequately protected by the slag wool from the cooling 
influence of the surrounding air. The vessel in which the 
blocks are packed should, by ey be either cylindrical or 
rectangular in form—the latter to suit the shape of the 
blocks—and of large enough dimensions, both in height and 
diameter, to be convenient for packing and unpacking the 
blocks. The vessel should stand in an upright position, and 
it shonld be made as thin in the wall as possible of a 
material which is practically impervious to air. Probably 
as good а material to use for the purpose as any would be 
the fire clay employed for making salamander crucibles. 
The vessel should be closed both at the top and bottom by a 
stout carbon plate or disc, the bottom one being cemented 
into me во as to admit no sir at the junction with the 
vessel. The platform on which the vessel resta might, per- 
haps, best be made of the porous fire clay of which Fletcher’s 
furnaces are made, 

The question of how best to prevent the escape of heat at 
high temperatures is doubtless one in which a good deal of 
improvement might be made on attainments already arrived 
at, and it would form an interesting subject for investiga- 
tion. Without possessing ару special experience on the sub- 


ject, the writer would propose that the vessel should be 
surrounded by two, three, or more (as may be found 
desirable) movable cylindrical covers of increasing dimen- 
sions, and made of the same material as the platform. Each 
cover, which must perforce have a small hole at the top 
through which the conductor, conveying the current, must. 
pass, should be made as thin as practicable. The lower rims 
of the covers might fit into concentric grooves made in the 
platform, each groove being filled with powdered charcoal or 
lampblack. A series of air spaces would thus surround the 
vessel at regular intervals, and these would be likely to effect 
good heat insulation, whilst the actual mass of solid material 
employed would be reduced to a comparatively small cubical 
bulk. The arrangement would further possess the advantage 
of easily and expeditiously effecting the cooling of the blocks 
at the close of an operation by the simple removal of the 
covers or shades. 

It may well be that better heat insulation and more con- 
veniently arranged apparatus might be constructed on other 
lines. Many insulating materials packed round the vessel, 
Buch as asbestos, slag wool, pe metallic oxides, &c., 
might perhaps be arranged to give excellent results. In the 
selection of such substances, it would be well to bear in 
mind the different specific heats which the various substances 
euer although other properties and considerations may very 
ikely far outweigh this one in importance. 

All the world knows of the remarkable success which has 
attended Prof. Dewar in his experimenta on liquid air and its 
preservation by means of exceptionally perfect, heat insulatior, 
effected by surrounding it with an intervening vacuum. 
The application of this principle to the form of electric 
furnace under discussion would doubtless be productive of 
highly successful results. The manner of constructing 
apparatus involving this principle is, however, not 80 very 
apparent, although it is a problem which would be well wo 
attempting. 

Another principle, wbich might be made to give satisfac- 
tory resulte, would be that of heating the outside of the 
vessel by means of gas or otherwise, and so lessen the escape 
of heat generated by electricity. A looee outside fire-cla 
mantle might be arranged round the vessel, inside whic 
gas was made to burp, or heated gases to circulate. The 
external surface of the case would not need such careful 
protection from the outside air, and the cooling down at 
the end of the operation could be easily effected. The total 
energy expended by this means of conservation of tempera- 
ture would naturally be greater, but not necessarily more 
costly by reason of the difference in cost of heat produced by 
gas and that produced by electricity. 

As regards the current needed for the generation of heat, 
it would doubtless be necessary to have the power of con- 
siderable variation of electromotive force. The amount of 
energy consumed would depend almost entirely upon the 
perfection of the surrounding heat insulation. With this 
very perfect, and with sufficient time, the temperature requisite 
for the proper carbonisation of filaments should be reached 
with a comparatively small current. The manner in which 
the current is applied and the duration of the operation to 
give the best results, are points which can only be deter- 
mined by actual experience with any particular form of 
apparatus. | 

It may, perhaps, be idle to let the imagination run too 
freely on the advantages that are likely to result from the 
carbonisation of filaments by electrical means over methods 
of heating by fuel, before they have been actually demon- 
strated. Some advantages, however, are highly prohable, 
and a few of them may be enumerated. 

1. The wear and tear of the apparatus is likely to be 
appreciably less for the following reasons :—(a) There would 
be more regular heating and cooling of the apparatus; 
(р) there would be less lifting and moving about of the 
apparatus both in the heated and cold condition; (c) there 
would be an absence of fluxing material to destroy the appa- 
ratus. 

2. The precision with which the current could be regu- 
lated ought to ensure greater uniformity in the quality and 
resistances of the several batches of filaments turned out in 
the regular course of manufacture. The defect inherent in 
the use of crucibles heated from an external source, due to 
the impossibility of -heating equally all parts of the contents 
whilst raising the temperature would be wholly abeent. 
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3. The labour needed to work the process would be of a 
much more agreeable and less arduous description. 

In addition to these probable advantages, it is quite pos- 
sible that the electric method might ess others of an 
important nature. The temperature of the furnace might 
be easily raised to a very high degree, and this condition 
ae be condacive to producing filaments of a very dense 
and durable description. Farther, by reason of the compact 
and isolated manner in which the apparatus might be 
arranged, it would be possible to perform the carbonisation 
under unusual physical and chemical conditions, such as in 
vacuo or under pressure in air or hydro-carbons, or other 
gases, by enclosing it in a suitable chamber. Such altered 
шар might result in producing new and desirable 
results. 

On tbe question of initial cost of apparatus and of the 
electric energy consumed, it will be prudent to venture no 
remark other than that both are likely to be in favour of 
electricity as compared with heating by fuel. 

The electric furnace in various forms is now being 
employed in a number of industria] manufactures, both in 
the smelting of metals and in the preparation of substances 
such as carbide of calcium, graphite for electrodes, carborun- 
dum, &c., and there seems no reason why it should not be 
also successfully applied to the carbonisation of filaments. 


ELECTRICAL ENERGY (GENERATING 
STATIONS AND SUPPLY). 


(Concluded from page 638.) 


Ат the sitting of the Joint Committee under Lord Cross on Thureday 
last week, Major CARgDEw, electrical adviser to the Board of Trade, said 
the Board of Trade regulations did not provide for the safety of the 
employés at generating stations, nor did they undertake any inspec- 
tion. When, however, accidente had been reported to the Board, he 
had been instructed to inquire into the circumstances. As regarded 

eral danger from high pressure, he did not think any danger could 

apprehended by the public if laid in proper mains underground. In 
the case of overhead ios he was distinctly of opinion that danger 
increased with the increase of electrical pres? ure. In regard to inter- 
ference with telegraphs and papi apni he considered that that could 
be avoided absolutely. Under the provisioral orders of the Board of 
Trade, strong protective clauses were inserted. In the case of elec- 
trical powers for traction, where an uninsulated return was . 
some interference might be unavoidable. The clause settled by the 
Joint Committee should not be inserted in any Bill providing for 
general electrical power, since it permitted the use of uninsulated 
returns. The usual provisional order clause should be inserted. The 
Board of Trade sanctioned the use of the overhead system of electric 
traction in cases where no local objection was made. The danger to 
the public was not great. In 1889 the Board sanctioned a pressure 
of 10,000 volts for London, and that pressure had been in use since, 
without any injury to the роо Не was quite satisfied that under- 
ground mains could be made perfectly safe. 

The CHAIBMAN: You do not say the same of overhead wires ?— 
Not at all. Iam afraid that in the case of overhead wires there are 
possibilities of danger which can hardly be avoided altogether. 

There have been accidente to employés ?— Yes. 

Can you suggest any regulations for their protection ?- I think 
regulations could be made, and I have myself prepared some draft 
regulations; but it was rather a legal queetion as to how they could 
be protected, not being members of the public. 

. KIMBER: Is the unsafety of overhead wires preventable ?—I 
do not think you can say that it is entirely. We can make regula- 
tions, but in the event of these regulations not being entirely com- 
plied with at all times there might be accidents. Such things as 
gales and falling trees might affect the overhead wire which would 
not affect the underground wire. 


What is the highest pressure which under any circumstances the - 


Board of Trade will permit ?—10,000 volta has been used. 

Would they under any circumstances permit more ?—I only speak 
ав their adviser, and I think in some cases we should permit more in 
the case of underground wires. I do not think myself there can be 
laid down an exact limit beyond which it could be said the danger 
would become so appreciable that the thing should not be permitted. 

Has any stepe been taken by the Board of Trade to get statistical 
information with regard to the use of electrical energy in America ? 
— We have not asked for information as to the working of these very 
high pressures. 

Don't you think it would be advisable to do so; they are far in 
advance of this country in regard to the application of electrical 
energy ?—In traction they are; I do not think they are in advance 
of us as regards the electric light. 

Do you apprehend that there will be an increased demand for the 
use of power ?—I tbink there will; I think it is coming. 

You are aware that chemical works are being erected now in which 
as much as 4,000 horse-power is required ?—Yes; that is a special 
industry which is kept very much to itself. The chemical industry 
opens a wide field for electrical energy. 


Lord BarcABBES: Мау I take it that your regulations have been 
sufficient to make it almost impossible for рер who wish to carry 
energy to do it with overhead wires ?—I should not have thought so. 

Is it common in this country for energy to be carried overhead ?— 
No; itis done in certain cases. 

It would be cheaper to carry it overhead ?—I do not think it would 
for any purpose of general supply. If you have to take off service 
wires to many different consumers work, with overhead wires would 
become impracticable. 

But the same thing applies with underground wires ?— There is a 
convenience for laying down & heavy mass of copper in underground 
mains which would be almost impossible overhead. The practice of 
the Board of Trade has been generally to discourage the use of over- 
head wires. 

And you bave been very successful in that direction ?—It has not 
been much adopted. 

By Mr. Авнтон: He would not be prepared to advise any relaxa- 
tion of the existing Board of Trade regulations for overbead wires. 

The CHAIRMAN said that Mr. Kimber had asked for an answer to a 
question with regard to the price at which the Central Company of 
London had 'agreed to supply energy in bulk to the Westminster and 
Bt. James's Companies. 

Mr. Влгғосв Browns: No price is fixed, but the basis on which 
it will be fixed is that in consideration of the two companies supply- 
ing the capital for and jointly promoting the Central Company, each 
shall be entitled to take as much energy as the other on terms to be 
agreed or otherwise settled, and that any excess taken by either 
company over what is taken by the other shall be paid for on the 
basis of the average cost price of the whole energy generated during 
the year, plug & reasonable profit. 

Mr. KIM BER: The effect would be that if the sliding scale prin- 
ciple of gas companies was applied to electric light companics, thoee 
companies would bè able to make two profits ?—No, I think not. If 
there is a difference as to what profit is to be allowed the Central 
Company, that is to be fixed by arbitration. 

Mr. PEMBER, Q.C., then addressed the Committee, and said he 
appeared for companies whose interest it was to supply electricity for 
power and light inside their own districte. The main points he bad 
to consider was, first, compulsory purchase, then power of breaking 
up the streets, power to supply within their district whether the 
local authority liked it or not, and even it might be in competition 
with the local authority. There were minor questions such as the 
sliding scale, notice to persons affected, and so on. As to the ques- 
tion of purchase, there had been evidence given of tbe great difficulty 
at present of obtaining land, and in the case of the Chelsea Com- 
pany, the company were asked to buy adjoining property . at 
a cost of over £30,0C0. That was but one instance of hundreds, 
which showed the necessity of having compulsory powers of purchase. 
He asked what real distinction there was between giving compulsory 
powers to railways than to electric lighting companies ? but, of course, 
it went without saying that the lauds should be specified. All that 
was necessary to be done in that regard was provided by the standing 
orders of Parliament now. It was perfectly clear that unless the 
compulsory power was given an individual could absolutely prevent 
the public enjoying in a particular locality the comfort and con- 
venience of either electric light or electric power. Evidence had 
been given of the prohibitive prices put upon the only available sites, 
and there was also the nuisance clause, which interfered greatly with 
the supply. There was no doubt that it was shown from experience 
in the use of electricity that the nuisance clause was a mischievous 
one, and ought no longer to be left in the hands of any man. 
would assimilate the practice of Parliament with regard to electric 
light with that of ordinary railway schemes. Each case should be 
considered on ite merits, and Parliament should reserve all power to 
itself and not hand it over to any other body. With respect to notices 
being served on residents in the neighbourhood of land to be acquired 
for & generating station, that was a most expensive operation, and he 
contended that notice should only be given to the owner of the land, 
and that the local companies should receive notice and have a locus 
standi to object. If energy was to be generally available, it must be 
cheaply supplied, and if it was to be cheaply supplied it must be 
supplied in large quantities, and that meant by single undertakers in 
very large areas, and that again meant over the districts of several 
local authorities. There they were met by the jealousy of the local 
authorities, which applied to the sale to individuals within the dis- 
tricts. And next as to the breaking up of the streets. Не asked the 
Committee to refuse to say that only the local authority should have 
an order in a district; but, of course, it would be for Parliament 
to pronounce hereafter as to any Bill. An absolute veto by the local 
authority should be removed, and he would give them a locus standi 
in place of veto. With respect to purchase, he saw the greatest diffi- 
culty in accommodating the power of purchase to local authorities 
for schemes for the supply of electrical energy over large areas. He 
would say, Don't make an attempt to accommodate the present 
powers of purchase to undertakings in these large areas." con- 
clusiop, he would suggest compulsory power of purchase, and the 
sweeping away of local veto with regard to the laying down of pipes 
and the general supply of energy for light and power. At the same 
time he would provide for a liberal locus standi, so that every case 
might be thoroughly well decided on its merita before Parliament, 
and every fact brought forward and every interest represented. 

Mr. BALFOUR B&0WRE, representing new companies desiring com- 
pulsory power for purchase of sites in order to supply in bulk, said 
he objected altogether to giving the local authority an absolute veto, 
either ав to a site, or with regard to the breaking up of streets. He 
saw grave danger to the public in giving the authorities that power, 
and the result of their present powers with regard to tramways did 
not seem to be satisfactory. The consent of the local authority should 
be subject to an appeal to the Board of Trade; but the Board of 
Trade should not regard the opinion of the local authority as the 
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main consideration. At present it was true that the Board of Trade The Conference proposed: That power should be given to local 
could with the consent of the local authorities, but they authorities to alter or remove overhead wires in their in the 


never did so. The Board had such a for the local authorities, 
that in 60 cases he knew they had refused consent to companies. 
They had not the slightest objection to the local authorities under- 
taking the work; but what the local authorities were 5 have 
recognised was a right in streets which they had not got by law. As 
to the conditions to be laid down on an electric light undertaking, 
such as he represented, he considered the powers of the local authori- 
ties were large enough at present. He asked what would be the 
condition of the gas and water supply had it not been for private 
enterprise. Local authorities would not touch such things unless 
there was & profit to be made out of it. At the present time electric 
light was not supplied in many districts, because it was known that 
as soon as a profit was shown, the local authority would in and 
say it was time to purchase it. He asked the Committee to leave out 


secure in every district two companies and no more. 
remarkable fact that there had been an entire absence of evidence 
before the Committee that the present system had given cause for 
complaint. The further development of electrical energy could only 
be effected by the mode in which Parliament dealt with those who 
had already invested their money. He agreed that there should be 
compulsory power дими, and that an existing company should 
have power to go outside its area for a site for a generating station. 
But it was also asked that new companies should be allowed to come 
into a district and supply anywhere free entirely from the conditions 
imposed upon the existing companies. That was a distinet revolu- 
tion in the үре which had heretofore been applied. If it 
was agreed those new companies should be exempt from pur- 
chase, it would be the commencement of a new system di y 
Opposite to all Parliament had already done. 

Cross: Do you contend that under the existing system the 
development has been all we could wish, and that we are bound to 
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adjourned till Monday for the consideration of their report. 
e further sittings will be private. 


LONDON COUNTY COUNCIL. 


At the weekly nieeting on Tuesday the following electrical matters 
were considered :— 


TRANSFER OP Ілантіна POWERS. 


Mr. B. F. C. Oostelloe (chairman of the Local 
mittee) obtained the sanction of the Coancil to the t of 


what powers now vested in the Council should be transferred to those 
ке ee That portion of the report of interest to our readers 
as wa:— 
The Conference proposed: That the powers of the Council under 
Electric Lighting Provisional Order Confirmation Acta, as the 
appointment of inspectors, provision of testing stations, exercise 
wers with reference to price and energy of the supply of elec- 
triclty in a district, should be transferred to the local authorities.’ 
We are of opinion that it is most essential that these powers should 
be exercised by one authority, having regard to the additional cost 
that would of necessity follow a transfer of the powers to the local 
authorities, in connection with testing stations aud plant, and also 
having regard to the necessity of a supervision and uniformity 
of treatment in these matters which involve more than local interests. 
We recommend that the powers of the Council under Electric Lighti 
Provisional Order Confirmation Acts, as regards the appointment o 
inspectors, provision of testing stations, and exercise of powers with 
to 


reference and energy of the supply of electricity in a district, 
be not кере the loca] authorities " 


the work 


event of the company refusing to do so.’ We are of opinion that the 
London Overhead Wires Act, 1891, already gives. 
authorities all the powers sought for by the resolution." 


Lompom Umrrzp TRAMWAYS. 


8 that they proposed that evid in oft 
т sta t they p that evidence in su of thé 
Council's petition should de given by Mr. Baker (vine жыз of 
the committee), by the chief engineer, by the chief officer of the fire 
brigade, and by an whose 8 
directed to the practicability of using the conduit system in 

in conjunction with an overhead system, if established, on the 
company’s lines outside the county. The Oommittee accordingly 
recommended that the Parliamentary Committee should take the 
necessary measures for supporting the petition against the Bill in the 
manner suggested. This recommendation was also opposed, and 


having passed the time limit was accordingly adjourned. 
Тик TELEPHONE QUESTION. 


Pending the of the Government Select Committee on Tele- 
phony, the Highways Committee expressed the opinion that it 
would not be well for the Council to proceed further with reference 
to the proposed ent with the National Telephone Company in 
regard to the tions under which on been given in 


which passes eee шр най A ee 
the company is laid, the Council may require the company to alter 
any such line, or on of such line, or to remove the same to such 
position as the Council may require, and thereupon the compan 


y 
shall, without any claim for compensation against the Council or its 
lessees, proceed to make such alteration in the position of such line 
as no earth return but a complete metallic circuit is provided and 
used, the Council or its lessees shall not be liable to the company for 
any interference with, or prejudicial effects produced upon, the cables 
or wires or the working of the same, or upon the operations of the 
company, by reason of such use of electricity upon such tramway. 


TRANSFORMER Вохиз. 


The County of London Electric Lighting Company having given 
notice of intention to construct 15 transformer boxes in Camberw 
the Highways Oommittee reported that the works mentioned in the 
notice were a repetition of those works which were expressly dis- 
рее by the Council on January 25th. At that time the appeal 
of same company to the Board of Trade against a previous deci- 
sion of the Council, disapproving the ction of 
transformer boxes борс to be constructed by the company, was 
Board has since then, however, allowed the a 

прапу to construct the transformer 

е 
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the company could proceed wi 
The Committee therefore recommended, and the 


conditionally approve the construction of the transformer boxes in 
question. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Mr. LEONARD ANDREWS, the engineer and of the 
Hastings Electricity Works, had an opportunity of describ- 
ing the latest form of his alternating current non-return or 
discriminating switch and its uses at a meeting of the 
Institution of Electrical поезы on Thursday of last 
week, The paper, entitled The Prevention of Interru 
tions to Electricity Supply," was read in the hall of the 
Society of Arta. 

Our readers will remember the description we gave nearly 
two years ago of the switch in the Hastings station, 
when the earlier pattern of the Andrews switch was illus- 
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trated and described. Mr. Andrews has also given a fall 
account of the device in a paper read before the Northern 
Society of Electrical Engineers last year. The present 
pattern of the arrangement differs from that before published 
in its mechanical details, the principle remaining much the 
same. | | 

Mr. Raworth opened the discussion, and reminded his 
audience that he was a bit of an inventor in the field of dis- 
criminating switch gear himself. He could not allow him- 
gelf, however, to say anything to detract from the oredit due 
to Mr. Andrews by taking honour to himself who had done 
so little. Mr. Audrews had, he thought, hit the right nail 
on the head by using such discriminating fuses on inter- 
connecting links on the distribution system. It was well 
known that when a generator went wrong it caus:d the fuses 
on the good machines to burn down first, and an example of 
this had occurred in the City of London station, where, on 
one occasion, every fuse in the stution had gone, and the 
lighta were all extinguished. | . 

Some years ago Mr. Raworth designed a discriminating 
fuse arrangement, which was described in our columns. It 
was based on the principle of two paths for the current; a 
little transformer sucked current through one of these, which 
formed a bye-pass to a thermal fuse-wire, when the energy 
was passing out: but when a revereal of flow took place, the 


transformer caused the current to be diverted through the . 


fuse, which melted and opened the circuit. Much time and 
money was spent on this device, ard at last it was got right; 
but the time element interfered with its utility, as the time 
taken by the fuse to melt was often sufficient for the machine 
to burn out. 

Mr. Andrews had done well to go in for the mechanical 
arrangement, and had shown very great ingenuity in carry- 
ing it through a great variety of alterations in detail design, 
until at last it had reached the form exhibited. Its great 
merit is that it can’t ba joggled into working, but must be 
tickled. While some engineers will say, “Oh! we have no 
interruptions to our supply,” an apparatus of this kind may 
be termed an apparatus for relieving the mind of the elec- 
trical engineer from anxiety. Even with machines of large 
self-induction there is another point to consider; one cannot 
always guarantee or be sure that & fault will come on iu the 
end coils, and if an intermediate coil proves faulty, the self- 
induction of a few will not cut the current down materially. 
The switch had been tried nnder very trying conditions, and 
large currents could be broken under water without appreci- 
able spark. Mr. Raworth thought he had designed more 
switches than any other living man, but he was not going 
into competition with Mr. Andrews on this switch, which 
he congratulated him upon as not merely a switch or fuse, 
but a device which had been worked out into a system. 

Mr. Chattock thanked the author for his paper, as he had 
made one or two attempts at a similar switch himself, and 
hoped this summer to perfect. All station engineers 
would confirm what Mr. Andrews had said as to the unre- 
liability of fuses. This switch meets the necessity of the 
case, With regard to fig. 7 of the paper, a short-circuit 
on the cornecting main between the two sub-stations would 
be likely to blow both feeder fuses. Mr. Andrews afterwards 
explained that he would in practice place thermal fuses at 
each end of this connector. 

Mr. Lawson did not ро to far as Mr. Andrews would go, 
as he thought it undesirable to have any sensitive mechanism, 
and ou switching on the switch might give trouble. With 
reference to double feedera to sub-stations, he thought this 
very reliable, but rather expensive. He also was of opinion 
that some of the saving in the Hastings coal bill might 
reasonably be attributed to an improved load factor. In his 
reply, Mr. Andrews pointed out that while the coal per unit 
might go down from this cause, it could bardly be expected 
that the fo/al coal bill would Ъз diminished. | 

Mr. Raphael believed that while Mr. Andrews suggested 
that consumers’ fuses should blow only at 300 per cent. over- 
load, the fire insurance offices would insist upon a lower 
figure. He considered that leakages to earth and shorts“ 
should be dealt with in different ways, and to guard against 
the considerable danger that might arise from the flow of a 
leakage current of only a few ampers, he had devised an 
arrangement which would cut off the wiring from the supply 
where an iron pipe conduit system was installed. This con- 
sists, b-iefly, of a fuse in the earth wire to the metal conduit. 


On the fuse melting by leakage current, а lever is let go, which 
falls and short-circuits and earths the wiring blowing the 
house fuses. There was, however, no chance of this system 


_ being adopted, as it would cost a few shillings, and iu these 


days of cut prices contractors were not inclined to take up 
anything that would increase the price of work. Even with- 
out such safeguards, any system of wiring is a better risk 
for insurance companies than gas. 

Mr. Bathurst reiterated certain arguments in favour of 
the adoption of electric-proof pipes or insulated conduits, 
which are probably not new to the majority of our readers, 


although ably put by the speaker. 


Mr. Weekes drew attention to the want of novelty in the 
principle of non-return or discriminating devices, and 
showed that such had been in use with continuous currents 
for some years, while Mr. E. К. Scott was understood to 


animadvert upon the design of certain of Mr. Raworth's 


switches and the troubles out of which the City Company 


have passed. 


Prof. S. P. Thompson, who occupied the chair, pointed 
out that there is a long step between discriminating devices 
for continuous and alternating currents, that the wattmeter 
may be used—as Mr. Andrews practically does—to dis- 
criminale with alternating currents. While the apparatus 
confers a benefit on alternate current workers, a machine 
should not come to pieces if “shorted,” or put in out of 
phase, and closed his remarks thus: “A fuse is a very 
excellent thing to do without.” 

Mr. Andrews replied by saying that his switch was just 
the thing for synchronising in a hurry; that one never 
knew what fuses would do; a circuit cannot be opened 
too quickly, and that often a short occurs which is not a 
case of two pieces of copper coming together. His 
extended remarks, delivered with enthusiasm of his subject, 
formed a farther exposition of the interesting subject, and 
the meeting closed with a general feeling of gratitude to 
Mr. Andrews for a good discussion. і 


CORRESPONDENCE. 


Ether and “Surface ” of Ma't«r. 


A greet many phenomena are endeavoured to be explained 
by motions of or in the ether. But considerations in 
regard to a decrease or increase of surface iu changes of con- 
figuration of or in matter, appear not to be sufficiently 
appreciated in reference to motion, energy, &c. But it may 
be taken that wherever energy, so-called, in any form, is 
given out from any system of matter, that system must 
diminish in surface and vice versi. It does not matter 
whether the mass under consideration be the sun, a watch- 
spring, ions, or what not, a simple or complex molecule, or 
the visible universe. 

In some mysterious way the organs of our bodies appear 
to absorb and give out energy by such a change of surtace. 
In fact, it is not by any means difficult to explain mach of 
the phenomena of life and death by it. Mot certainly 
thermal and electrical phenomena in chemical change can be 
explained on this basis. If the particles of any two or 
more bodies have together greater surface before combustion, 
association, combination, &c., than afterwards, then there 
will be а rise of ether pressure or potential or moving power 
upon the resultant matter surface. | 

The total change in surface, and the rate of increase or 
decrease of such change in surface, will explain and render 
clearer а great many thoughts about matter and motion. 
However, if we accept the idea of matter in all forms being 
charged (on its surface) with another something which we 
call the ether, then we should have no difficulty in imagining 
how, by a change in surface, there will be an in-rush or out- 
rush of this ether, which we may express by — or + sign 
respectively. Surface seems to be the key to it all. Tyndall 


asked (1862) : * May not the condensed ether which surrounds 


the atoms be the vehicle of electric currents?” But if atoms 
dissociate [we must also suppose the ether itself capable 
of association and dissociation—Maxwell had the idea in his 
mind of a molecule of electricity] as to increase the surface, 


~ 
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there will be a fall in the density of the ether, and -if they 
associate (or aggregate) as to produce a decrease of surface, 
there will be a rise in the density of the ether, which may 
have explosive or gentle expansive force. | 


J. C. R. 
London, Jfay 10th. | 


BUSINESS NOTICES, &0. 


Electrica] Wares Exported. 
Warr Енріна May lOrH, 1897. Wesz Ema May 10TH, 1898. 


E в £ s. 
Albany ... $us .. 297 0 Algeciras oa . 35 0 
Amsterdam .. 225 0 Amsterdam .. 235 0 
Antwerp. Elec. fuses 361 0 Antigua. Teleg. mat.. 11 0 
Bangko PR .. 772 0 Antwerp , .. 32 0 
„ Teleg. mat.... 913 0 Auckland sed * 690 0 
irn. . 64 0 Bermuda. Teleph. mat. 10 0 
Bilbao РУ .. 14 0 Boca... ec o. 16 0 
Bombay... T .. 438 0 Bombay MN .. 65 0 
a Teleg. mat... 46 0 Boulogne e 333 2 0 
Brisbane. Teleph. mat. 721 0 Buenos Ayres. Telep. mat. 20 0 
Brussels ... 1,230 0 Calcutta. .. 26 0 
Calcutta... ea .. 194 0 Cape Town 289 0 
Cape Town 10 0 Colombo s 236 0 
Colombo i . 322 0 Delagoa Bay 44 0 
Сорепһареп. Teleg.wire 17 0 ' Dunkirk Ge 15 0 
Durban ... n .. 956 0. Durban... 437 0 
„ Teleg. mat. ... 179 0 East London 725 0 
t London ... .. 98 0 Fremantle 671 0 
Galveston iss m 8 0 Halifex 500 0 
„ Teleg. cable 2,800 0 Lisbon 80 0 
dena .. 900 0 Madras... 88 0 
Hamburg. Teleg. mat. 1,229 0 Malaga ... 90 0 
Hong Kong . 25 0 Melbourne ... 30 0 
Madras . 96 0 Port Elizabeth... 87 0 
Marseilles -.  .. 163 0 Rotterdam 35 0 
Mauritius. Teleg. mat. 120 0 | St. Petersburg... 85 0 
Melbourne. 61 0 | Shanghai dee 190 0 
Nagasaki. Teleg. cable 25,000 0 Singapore 10 O 
assages _ x . 1,710 0 Spezzia... ES . 822 0 
Port Elisabeth ... .. 130 0 Stockholm. Teleg. mat. 118 0 
Shanghai ө .. 823 0 Sydney ens .. 818 0 
» eleg. mat.. 80 0 Wellington. 327 0 
Singapore сё .. 51 0 Yokohama . .. _... 100 0 
^ Teleg. mat. 332 0 Mor cjue S 
Sydney. iss .. 314 0 
Trieste. Teleg. mat.. 330 0 
Trinidad bee А 13 0 | 
Vigo. Teleg. mat. 268 0 
Wellington... .. 25 0 
. кя Teleg. mat. 2,471 0 
Yokohama E .. 160 0 
Total ... £43,386 0 | Total 46,964 0 
Foreign Goods Transhipped. 
£ 8. 4E s. 
Calcutta. Teleg. mat... 75 0 | Alexandria. Teleph. mat. 73 0 
Port Elisabeth... 38 0 Barcelona. Electric tram 
| plant ... гч 10,600 0 
| Malaga ... aes .. 276 0 
| Stockholm. Teleph.mat. 22 0 
Total .. £113 0 Total 210,971 0 


Books Received.—“ Science and Engineering, 1837- 
1897." By Chas. Bright, F. R. S. E. Pamphlet, 24 pp., published by 
Mesers. Archibald Constable & Co, 2, Whitehall Gardens. 

“Industrial Electricity.” By A. G. Elliott. (Translated and 
adapted from the French of Henry de Graffigny. Published by Whit- 
taker & Oo., London. Price 2s. 6d. 

Alternating Currents of Electricity, and the Theory of Trans- 
formers.” By Alfred Still, A. M. I. C. B. Published by Whittaker and 
Oo., London. Price 5s. 


Catalogues and Lists.—Messrs. Wimshurst, Hollick and 
Oo., of Commercial Road, E , who have offices at 17, Victoria Street, 
S. W., send us а 16-page pamphlet in which the general utility of 
electric cranes and lifting gear is demonstrated. The letterpress 
shows that cranes driven by electric power and fitted with Hollick’s 
patent gears and motors, are cheaper in first cost, in repairs, and in 
working, than cranes worked either by steam or hydraulic power. 
Some comments are made upon the general efficiency of cranes, and 
illustrated descriptions are given of Hollick's patent ced friction 
gear electric overhead travelling crane, electric goods lift and 
warehouse crane winch, also of electric cranes in use at the West 
India Docks, and at the wharves and works of firms in different parte 
of the country. , 

The Nottingham Engineering Company, Limited, of Radford, 


. Davies Mo'or Company, referred 


Co- operative Society. 


Nottingham, have issued an illustrated catalogue of shafting, 
bearinge, couplings, and other fittings, together with a cipher ¢ode 
for ordering by telegram. In tabulated form there are given sizes of 
shafting required for a given horse- power, aad the number of revó- 
lutions; also graduated price lists, covering many pages, of bright 
turned steel and iron shafting. A great number of power trans- 
mission accedsories, couplings, wall boxes, plummer blocks, brackets, 
hangers, pulleys of various kinds, &c., are included in this list. 

Mesars. Heath, Snoxell & Co., Limited, of Birmingham, have issued 
‘a handy pocket list, which is a photographic reproduction, con- 
siderably reduced, of their larger catalogue, giving particulars of 
electric motors for all purposes, and dynamos for electric lighting 
stations, transmission of power, and electro-deposition of metals. 
There is a specification cf standard continuous-current dynamos, 
also illustrations and tabulated. details and prices. Prices and 
general particulars of motors, and ammeters and voltmeters are 
given. | 

Messrs. Chas. Jennings & Co., of 90, Cannon Street, E. O., have 
issued an illustrated list of isotropic iron magnet forgings and 
armature stampings, steel magnet castings, and transformer stampings. 
The results are given of some teste made by Prof. Ewing on steel 
magnet castings which were manufactured for .Mesers. Jennings. 
This firm is also sole representatives for the United Kingdom of the 
extensive copper works known as the Usines Mouchel, Boisthorel, 
anon and, therefore, high conductivity copper is included in the 
ist. "oT | 


The Crystal Electric Lamp Company, Limited, v. 
Pearson.—This was a claim made by the plaintiff company at the 
Lord Mayor's Court last week to recover from the defendant, Mr. A. 
Pearson, a sum of £20 4s, for electric lamps supplie d. The defendant 
said that a half-brother of his (Mr. Bundy) and a Mr. Roe started the 
business of the Decorative Glass Company. He had ordered the 
goods of the plaintiffs for that company, and had afterwards given 
tbe authorisation, on the condition that he shou'd either receive the 
balance of the electric lamps or be given an authority to collect the 
accounts due to the plaintiffs for the lamps. The plaintiffs would do 
neither, and therefore he declined to pay for the lamps supplied. 
The jury found а verdict for the plaintiff s. 


Electrical Exhibits in Manchester.—Messrs. F. H. 
Royce & Co., electrical engineers, Manchester, have supplied the 
dynamo and lamps for.the fairy fountain at the Brewers’ and Allied 
Trades Exhibition now being held at St. James's Hall, Manchester. 


They bave also, at Stand No. 74, an exbibit of the transmission of 


power by electricity. The National Gas Engine Company exhibit 
a small electrical installation consisting of one 5-H.P. brake National 
special high speed electric light engine, with various fittings, and 
driving dynamo. They have also specimens of electric light lamps 
and fittings. An electric piano is shown by Messrs. Guidman, 
Market Street, Manchester. 


Electricity in Cork.—The Cold Storage Company, 
Limited, have decided on getting rid of their gas engines, and in a 
very short time electric motors will replace them. The order for 
the motors was given to a local firm. 


Embezzlement.—L. A. Longley, accountant, was charged 
at the Guildhall Police Court, last Saturday, with embezzling 


£4 118. received by him on behalf of his employers, the Electric 


Light Insurance and Maintenance Company, Limited. Prisoner 
blamed his betting habits. He was remanded. | 
"Es 
Forthcoming Book.— Messrs. Emmott & Co., Limited, 
have in preparation an entirely new work by Mr. О. ЇЧ. Pickworth, 
Wh. Sc., entitled Tbe Indicator Handbook: a Practical Manual 
for Engineers.” | 


The Ideal " Eogine.—Messre. Daniel Adamson and 
Co., of Dakinfield, near Manchester, have brought out an exceedingly 
neat list in the American style, of their “ Ideal" high art engine. 


This steam engine, which is described and well illustrated, is auto- 


matic and self-oiling, and is said to be specially adaptable for direct 
connection, because of its range of speeds, quiet running, absolute 
regulation, perfect balance, compactness, and automatic lubrication. 
The advantages claimed for the "Ideal" engine are briefly stated, 
and there are some general remarks on the importance of good 
lubrication. The Ideal” tandem compound engine is described, 
and there are some comments on the economy in compounding, also 
on the governor and the Ideal" throttle valve. Tables of dimensions 
and powers of the engines are given. The list has been véry well 
put together. Mr. Frank Jordan, of 15, George Street, Mansion 
House, E. O., is London agent for. Messrs. Adamson. .. . 


Langdon-Davies Motor.—The increased facilities for 
manufacturing now available at the new works of the Langdon- 
to in our last issue, have already 
enabled them to effect a reduction in prices, particulars of which are 
given elsewhere. 


Private Telephone Systems.— Mr. R. S. Blackburn is 
putting in an extension of the Long Eaton Co-operative Society's 
telephone system, connecting various additional branches with the 
head shop. Не is ereeting a system of fire and ambulance 
telephone call stations for several ouf-districts and 14 firemen’s 
houses for Urban Oouncil of Long Eaton, and is also 
laying down a complete telephone -system for the Blackley 
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Reavell v. Brotherhood.—This was an action brought 


the terms of the defendant paying to the plaintiff the sum of £1,000 
damages and costs (in addition to the sum of £519 4s. already paid 
into Court), the defendant also fully withdrawing all c every 
kind pleaded as a justification for the dismissal of the plaintiff. Mr. 
Bucknill for the defendant assented. 


The Shannon Power Scheme.—The propos’ of the 
Shannon Electrical Power Syndicate were again before the Shannon 
Fishery Conservators last week. Mr. Faller, the engineer, submitted 
a tracing showing the proposed canal. Various questions were drawn 
up for the syndicate to answer in regard to the general details of the 


The Smoke Nuisance.—There has been a correspondence 


South African Electrical Notes—The May issue of 
the British and South African Export Gazette contains the following 
items of electrical interest :— 

A trial indent of 19 sets of railway carriage electric lighti 
рш пав been placed with Messrs. J. Stone & Oo., Мот 
„ by th 5 Railways, to be followed ue 

ers 


ё 
necessary ord 
scheme having been approved, 
orders may shortly be expected to be placed for the needful material. 

Tenders for. arc lamps and insulated cable were called for last 
month by the Johannesburg Town Council. 

The electrical motor driving the central mill at the Transvaal 
Gold Mining Estates Mine having completely broken down, the 
order for a new motor in substitution for it will be immediately 


placed. 
A power plant has just been installed at the York Gold Mine, com- 
prising two belt-driven 50-H.P. three-phase inductor type 


generators 
ranning at 750 revolutions per minute and supplying power to two | 


24-H.P. motors coupled to belt-driven pumps; also a 3-H.P. motor 
connected to a centrifugal pump; and several small motors for 
various kinds of machinery, including one of 9-H.P., coupled direct 
to a continuous current dynamo of 15 volts 300 amperes output, for 
cyanide work. 


generators 
volutions per minute, a frequency of 30 cycles and a pressure of 
950 volts; three triplex single-acting р mps, with plungers 64 inches 
A о coupled direct to 35-H.P. motors, running at 360 re- 
volutions. 


, by 
Bwitserland, and their fly-wheels by Messrs. Yates and Thom, Black- 
supplied by an American firm. 
An electric W plant, manuf Messrs. Thomas 
been at the British 


South Africa Mills, Bulawayo. 


Spain.—The Conswar Journal says that although the 
demand for cables and other electric appliances is inc 
Spain, English manufacturers are not benefiting at all by it. An 
opening for a large supply of water, electric light, and gas, materials 
will be afforded by the proposed formation of a company to de 
the town of Oviedo with water, electric light and gua, for a of 
99 years. The capital has been already subscribed. 


S. 2, de Ferranti, Limited. Meere. S. Z. de Ferranti, - 


Limited, late of Oharterhouse Square, London, have now transferred 

the manufacture of meters to their new works at Hollinwood, Lanca- 

shire. The London works are closed, but a depót has been opened 

at 29, St. John’s Square, Clerkenwell, for dealing with their meter 

business in London and the South of land. All communications 

for that district should be addressed to St. John’s Square. The re- 
Hollinwood. 


The “ Underground,”—We have received a small leaflet 

Mr. Ernest Callard discussing the question of the ventilation of 

Metropolitan Underground, which Tas been receiving so much 
attention lately. 


ELECTRIC LIGHTING NOTES. 


Allea.—The Alloa Public Baths and Gymnasium, which 
Mr. John Thomson Paton has jast handed over to the town of Alloa, 
is fitted up with electric light throughout. The work was carried out 
by Messrs. Mavor & Coulson, Limited, whose patent conc ntrio water- 
tight system has been installed. 


Bath.—The new generating plant is 
tion as soon as the building кара со 


. 
the new arc lamps have been fixed. | 


m Seventy-five of 


engineer reports that for the past quarter’s working, there was an 

increase in the receipts of about 50 per cent., and an increase of the 

output of about 55 per cent., as compared with the 
od of last year. 


Bloemfontein.— Definite conclusion is about being come 
to, says a London contemporary, with regard to the long-mooted 
electric installation for the Orange Free State capital. Acoording to 
last advices, it has now been decided to submit the plans and the 
several tenders to an engineer in Europe for report. The tenders sent 
in varied in amount from £12,000 to £30,000. 


Bournemouth.—At the Town Council on Wednesday 


| 


last week it was recommended by committee that the Council 


the borrowing of about £4,500 for the purpose, any amount decided 
Board had now written 


en lights. The tender of Messrs. Oash, Robinson & Co. was 
accep 

Bridlington.—The Council has resolved to light the 
parade on Sunday nights with gas instead of electricity. 


Cardiff.—Complaints have been made to the Lighting 
Committee of erratic 
consid that 


Lighting Committee is referring 
Board E is writing to other towns to know whether 
similar complaints are made there. 


Cheltenham.—The minutes of the Lighting Committee 
which were adopted by the Oouncil last week, state that the electrical 
engineer reported that the new steam alternator, No. 6, had been 
started, and had run very satisfactorily for about 10 days on the 
mains; the buildings were nearly complete, and he hoped to 
battery of accumulators into place shortly. He recommended 
small of the extension to the arc lig’ 
esti of extensions in February should be carried out, at a 
about £120. In . of two faults on high pressure 
Saturday evening, the 16th ult., the town supply was interru 
3 of eight and 18 minutes respectively, at about 7.20 pm. 

0.50 p.m. The earlier fault was due to breakdown of a rub 
lated cable forming a service in Lansdown Terrace, and the 
fault occurred on one of the two main feeders and at the 
the St. George’s and Gloucester Roads. At this place 
been several times disturbed by openings made by the 
and the mnn and Waterworks Departments, and 
likely it suffered some rough usage; the fault, however, was very 
much burnt up, and at that time he could give no definite opinion as 
to the cause of the trouble. Both faults 
estimate of expenditure on street lighting for the current year was 
£3,750 for gas and £2,550 for electric lighting—total £6,300. 


Chiswick.—The District Council last week passed the 


1 
ST i 
g 8 
ЧЕ 


] 
| 


following resolution :—“ That a statement of the of the late 
District Council with the Bourne and Grant Ele apply Ооп, 
pany, Limited, and a copy of the correspondence 
together with a of the agreement originally 
оро oy ше to each member of the present Council 
and also to the public press, and that all „ at once 
taken to re-soquire the electric lighting power of parish.” 
Cenisberengh.- Ihe Parish Council will oppose the 
General Power buting Company's scheme. 


сани! House Lighting, — According Жы = Aberdeen 
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out by Messrs. Middleton & Oo. The d 
Electric Construction Company, and tarbine by Messrs. W. 
Giinther & Oo. 
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Coventry.—The quarterly statement of the Corporation 
Electric Light Department shows a considerable advance upon the 
corresponding quarter last year. The amount of current supplied 
was 90,090 units, as compared with 21,516 during the same quarter 
last year. The rentals amounted to £891 4s. 5d., as com with 
та es 54., while the number of consumers from 76 


Clay Cross.— Тһе District Council is considering the 


scheme of the General Power Distributing Oompany. There is а 
VVV matter is to be 
vestigated by the Highway and Lighting Committee. 


Devonport.—An offer to provide the town with one of 
bh aa "е refuse destructors, capable of dealing with from 70 to 


йине — The тожа ана е week unanimously 

passed recomm i salary ‘of the boro 

electrical engineer, Mr. Tittensor, by £50 per annum. There aa a 
in on the of the neer 


t year came to £6,279 odd, an 
the previous year. 
Eton.—The District Council has appointed a Committee 
to obtain information re electric lighting from other towns. 


Falham.—We understand that at last week's Vestry 
— | the Blectric Lighting Oommittee recommended the appoint- 
ment of Mr. Е. Н. Medhurst as consulting electrical engineer. 


: Cassel, Darmstadt, Düsseldorf, 
nover, Co Königsburg, Lübeck, and Pforzheim. 


the purposes of light and power, but have leased the management of 
the same to private онн Aix-la- 
Strasburg 


i certain condi- 

tions, the municipal authorities shall have the privilege of securing 

by purchase: OR Dessau, Gora, 

Hagen, Heilbronn, Leipsic, Mülhausen, Stettin, and Zwickau. Of 

these cities, the gas works are under private control in Dessau, Hagen, 

Mülhausen, and Zwickau. 
Glasgow.—The Electricity Committee last week gene- 
rally approved of the CCC 
a electric scheme, ving milli 

expenditure, for the d К x 

Glossop.—The Town Council is engaging a Manchester 
engineer to report on an electric light scheme. 


residente spoke in favour of electric lighting, and stated that the gas 
was at t bad, and much too dear e town clerk explained 
that a station site had been purchased for £400 near the pumping 
station. The number of lamps within the compulsory area is 32. 


Govan,—The Police Commissioners have adopted the 
recommendation of the Electric Lighting Sub-committee that 
Pate taken to put the electric lighting powers into foroe, and the 

has been referred back to the Committee to consider and 
advise as to system, site, and other details. It was considered that 
an electric supply undertaking was a municipal necessity. 


Hampstead. On Thursday night last week, for the first 
time, the lower part of Heath Street, with High Street and Haver- 
stock Hill, were lighted with electric arc lamps. There will now be 
a straight continuous line of arc lamps from the fire station to 
Oxford Street. ' 


Hastings.—The electric light machinery for the Corpora- 
tion works at Waterworks Road is in worki , and the requisite 
one month's notice has been given to to the ings Electric ht 


agreement with the company for the еро ге electric lamps 


on the front line. The Public Lighting ttee has reported 
to the Council that the Board of Trade had issued the provisional 
8 Section 


order authorising the supply of к by the Co 

vi that the order not come into force or 
the confirmation thereof by Parliament, 
of Trade fix a date for the commence- 
of the order when they are satisfied that the Oouncil has com- 
pleted the purchase of the undertaking of the Hastings and St. 


np 
d 
d 
Е 
F 


Leonards-on-Sea Ilectrio Light Company, Limited, in accordance 
with the agreements entered into by the Council with the company, 
and that as from the commencement of the order the orders pre- 
viously granted to the company and to the Oorpo be 
revoked. тоо песомату ар cation has bsen made to the Local 
Government Board for the sanction to the borrowing of the money 
required for the purchase of the company’s undertaking. 


Ilfracombe.—A Bill to confirm the Ilfracombe Pro- 
visional Order granted by the Board of Trade came before the 
Examiners of the House of Commons last week. 


India.— The erection of the electric light at the Golden 
Temple, Amritear, has been completed. There are altogether 16 
9 5 put up round the sacred tank, and one large globe on the tower 
of Baba Atal. The Sikhs would not allow the interior of the temple 
to be lighted by electricity, on the ground that it would be contrary 
to the doctrine expounded by the Guru. The temple authorities 
have, however, secured two large chandeliers for the inside of the 
temple, and are waiting to see а change ia the views of their оо- 


oniste, especially the Kukas, in the h of having them fitted 
later on. The cost of the whole is about 


Ipswich.—The tenders for the installation of the electric 


light at the new Workhouse were to have been o at the 
of the said that he 


the tenders for a week. 


Isle of Wight.—At the last meeting of the Shanklin 
District Council the members deputed to discuss with the Sandown 
District Council the question of the lighting of the two districts by 
electricity, reported having met representatives of Sandown. It was 
then exputo that Messrs. Edmundson were prepared to form а 
company for the supply of electric light within the districts. The 
company explained its terms re charging, time of purchase by the 
Corporation, &c. The estimated outlay was stated to be £25,000, 


tive of the company. 


Islington.—The re of the Electric Lighting Com- 
mittee shows that during the quarter ending March 31st the Vestry 
has made a profit, after paying all its liabilities on capital account, of 
£1,753. The sale of the light is increasing by leaps and bounds. In 
the END DOE quarter of 1897 the number of units sold, including 

ublic lighting, was 132,044, which produced a revenue of £3,213, 

ut in the last quarter the supply gone up 99 per cent., the total 
units sold being 263,502, or an increase of 131,458. The revenue was 
£5,917, or an increase of £2,704. The working in the March 
quarter of 1897 were £2,035, or nearly equal to 3{4. per unit. ы 
last quarter the expenses of production were £2,668, or nearly equi- 
valent to 24d. per unit. Thus the working expense ug rior ita 31 
per cent., while the revenue increased by 84 percent. The net profit 

March, 1897, was only £147, and £1,205 gross. Now the gross 
profit is £3,326 and £1,753 net. 


Leith.—On Wednesday last week Bailie Manclark, the 
convener of the Electric Ligh Committee took out the first 
shovelfull of earth at the foot of Leith Walk, and the laying of 
mains was proceeded with immediately. 


Leyton.—A Local Government Board inquiry is to be 
held on 20th inst. re the Council's electric ligh extensions loan. 
The electrical engineer has reported as follows: — Units generated in 
March, 23,451; units sold, 14,506; maximum current, 390; lamps 
installed, 828; total lamps installed to March, d, 7886; total applica- 
tions to date (April Sth), 126; total customers connected to date 
(April Sth), 116; less customers ected, 4; net total, 113; 
largest number of lights on at any one moment, 3,900, being about 
58:3 per cent. of the total connected. The tender of the General 
Electric Com for dynamos, for the sum of £647 16s. 6d. has been 
accepted, of that of Messrs. Siemens Bros. & Co., who could 
not undertake to deliver the dynamos until the expiration of eight 
instead of three months, as provided by the specification. 


Lincoln.—In a few weeks the Corporation will com- 
mence to lay electric mains for the supply of electricity, and we 
understand that an arrangement has been made with the National 
Telephone Company to lay their underground cables at the ваше 
time, the company the cost of the trenches, &c. 


London.— The clerk to the St. Giles Board of Works 
reported at the last that he had, with the surveyor, attended 
the inquiry held by the Board of Trade into the supply of electricity 
to the district, and they had been successful in all they had contended 
for. Mr. Doll: That A in two years we are to haye a competitive 
supply. | 

Long Eaton.— The Co-operative Society has asked th 
District Oouncil for permission to take electric cables along the 
streets from the old gasworks to their property in Main Street. 
The subject stands deferred. E 
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Lowestoft.—The Corporation is considering the advis- 
ability of providing electric light, and a provisional order has been 
obtained. One clause would have empowered the authority to supply 
electrical fittings and fixtures, but to this the Board of Trade objected. 
At a meeting on Monday, May 10th, the Council decided to press the 
Board for the retention of this clause, or a modification. It is 
3 to work the electric light in conjunction with the Horsfall 

estructor. | ' 


Ludlow.— The Town Соот :il last week formally resolved, 
on the recommendation of the Lighting Committee, to give the £20 prize 
offered for the award of best electric lighting scheme to Mr. Enwright, 
of Kensington. The Committee were much disappointed to find that the 
mill power was riot sufficient to drive au eléctric light plant. Of the 
10 schemes received only two exclusively dealt with the water-power, 
and these in such a way as to interfere with the Waterworks power. 
They could not entertain a scheme which would interfere with the 
water supply. Mr. Enwright's scheme proposed to use gas for 
driving power. The idea was to erect a Dowson's patent gas 
apparatus to provide its own gas, and to lay down two engines of 
54 horse-power, which would be sufficient to provide light for six or 
seven hours a day for the whole borough. It was proposed to erect 
the plant in the Cattle Market, with & main feeder to the Butter 
Cross, from whence the mains would be distributed. The total 
expenditure for this scheme was £5,000, the estimated annual cost 
to the Corporation was £650, and the estimated annual revenue 
£1,300, yielding 4 profit of £500 ot £600 a year. Mr. Enwrigbt also 
cede he would find a contractor to carry out the work at the figures 


Luton.—Over three years ago the Council obtained an 
electric lighting provisional order, and has since obtained an exten- 
sion of it forone year. An electrical engineer recently submitted a 
report. on 9 scheme, and a deputation inspected systems in various 
places. A few days ago the party went to Brighton, and were shown 
round by Mr. Arthur Wright. . ua | 


Malvern.—Mersrs. C. Santler & Co. are lighting up the 
Arts and Industries Exhibition at Malvern from May 3rd to 10th at 
the Assembly R5oms. There are three arc lights of 1,000 H.P. each, 
and a number of incandescent lights on exhibition stalls of 8 and 
16 C.P. each. There is no public electric lighting in Malvern. 


Manchester.—4At the monthly meeting of the Manchester 
Corporation on Wednesday last week, Alderman Higginbottom, in 
moving the adoption of the minutes of the committee, explained the 
circumstances under which he and the deputy chairman had been 
appointed to give evidence before the Special Joint Committee of the 
House of Lords regarding the supply of electrical energy by Corpo- 
rations and others, and this was & matter which affected that Cor- 
ration and other authorities. The Joint Committee was appointed 
cause of a difficulty that had arisen between Lord Morley, chair- 
man of the Lord's Committee, and Sir Courtenay Boyle. The 
important principle was involved as to whether companies were to be 
allowed to compete with Corporations and other authorities within 
their own areas. If this were so, the Manchester Corporation would 
be placed in a serious position. The Manchester Tramways Company 
& Bill b:fore Parliament, and if the principle he had spoken of 
were granted, the company might have power not only to work the 
tram lines electrically, but aleo to compete with the Corporation in 
the supply of the electric light to consumers. He could not conceive 
that the Joint.Committee would report in opposition to the interests 
of Corporations. If they did, the Corporation would have to take 
steps to be heard before Parliament in another matter. He could 
assure the Council that he, and those co-operating with him, had done 
their best to defeat a very wrong thing indeed. The estimate of the 
electricity department in Manchester for the current year amount, on 
expenditure account, to £7,000, the current for public lighting ab- 
sorbing £1,500, and lamps and connections 25,500. — 


Monmonth.—The local papers are full of a report of last 
week's Council meeting, which lasted for three hours, the greater part 
cf the time being passed in a discussion regarding remote points in 
the drainage and electric lighting scheme. The matter really seems to 
refer more to the drainage works than to the electric lighting affairs, 
there being some disagreement between the consulting engineer and 
one of the contractors; but wherein the electric lighting scbeme is 
affected is the resignation of the chairman and another member of 
the Electric Lighting Committee, the former baving been actively 
connected with the combined scheme all along. 


Montrose,—The Asylum House Committee bas had 
under consideration the renewal of the electrie lighting plant of the 
main building of the institution. The report of Mr. Young, engineer, 
Glasgow, had been considered, and, on his suggestion, it was agreed 
that tbe type of engine should be the Belliss. After consultation 
with Mr. Young, it was agreed to accept the offer of Messrs. W. 
Dickson & Co., Glasgow, to carry out the installation, their offer being 
in every respect the lowest. f | i 


Morecambe.—In connection with the installation of 
electric light at Morecambe, tenders are invited for supplying a 
wrought-iron water tank, 5,00) gallons capacity, by Mr. C. F. 
Parkinson, the engiucer. It was expected that the work would be 
completed for Whiteuntide, but it bas been delayed, and will not be 
finished before the latter part of the season. When the front 
Promenade is first lightad is is intended to hold а fiic, which will 
take the form of a Battle of Flowers." The District Council some 
time ago took over the works of the private company. 


Newcastle,— At last week's City Council meeting Mr. W. 
Smith presented the report of the special committee appointed to 
consider the desirability of the Corporation undertaking the provision 
of electricity, recommending that the committee be authorised to 
negotiate as to terms upon which the electric light companies will 
transfer their undertakings to the Corporation. „ 


Ossett.—The Town Council has resolved to visit and 
inspect the electric lighting plant and refused estructor in Shoreditch, 
with a view to ascertaining the practicability of combining the two 
objects in Ossett. 


Perth.—The Board of Trade have issued a provisional 
order to the Police Commissioners in connection with the electric 
lighting of the city. 

The Police Commission has received a letter from the Mutual 
Electric Supply Company, Brighton, stating that if the Oommir- 
sioners were disposed to delegate the powers under their provisional 
order for electric lighting, they were prepared to offer terms for con- 
sideration. The Commissioners have replied that they are not yet in 
& position to entertain a proposal, but that it would be considered at 
the proper time. | 

At the monthly meeting of the Police Commission on Monday, dis- 
cussion took place regardiug an account of £15 15s. tendered by Mr. 
Thomas Barton, Blackburn, for a report on the electric lighting 
scheme. The Lord Provost Dewar said Mr. Barton offered to come 
and give them the benefit of his advice, but it was on the under- 
standing that they were not to be committed to him either for advice 
or in the appointment of an electrical engineer. The country, his 
Lordship continued, was swarming with gentlemen of this kind, who 
were willing to go here, there, and everywhere, to ad vise those in- 
terested in electric installations. They were in the ition of 
gentlemen who had something to sell, and they meant to take the 
opportunity of selling it. The Corporation paid Mr. Barton's 
expenses, and it was on the distinct understanding that there woul i 


be no other claim that Mr. Barton was allowed to give advice at all. 
One or two other gentlemen had been employed on the same terms, 


and it would be a dangerous precedent to admit this claim, even to 
the extent of five guineas, as was proposed. He objected:to paying 
every gentleman who volunteered his services to the Commission. 
It was agreed to deny liability. . ' 


Peterborough.—The local company which was hoping 
to undertake the electric lighting of Peterborough in the event of the 
Local Government Board persisting in its refusal of the application 
of the Town Council for raising a loan, is, of course, disappointed 
at the Board’s last step in ting powers to the municipality. The 
Peterborough Electric Lighting and Power Company s«ems to think 
that the Board will neither revoke its order nor grant th e application, 
yet it is considered that the Board would not allow two orders to be 
worked, as the area is not large enough to justify that step. 


Plymouth.—At the meeting of the Town Council on 
Monday there was an animated debate previous to agreeing to the 
large increase in the rates, i.c, 11d. in the £. Naturally the electric 
lighting and traction scheme came in for some criticism. Mr. 
Bellamy, one of Plymouth's foremost men, and who is connected with 
the gas company, agreed that the town was badly ligh ted, and that 
something should be done. But with gas at 1s. 9d. the 1,000 —the 
cheapest in England —that was, he considered, not a town to go in 
for a luxury like electric light. He believed there would be a loss on 
the electric light and work generally of £1,500 a year. 


Poplar.—The following took place at & recent meeting 
of the District Board of Works, and is reported in a Whitechapel 
per:—The County of London Brush Provincial and Electric Light 
ompany wrote asking for the name of the member who accused the 
company of “touting” for the company, and saying that unless it 
were given proceedings in another quarter would be taken. Mr. 
Marks: Who was the letter addressed to? The clerk replied that 
the first letter was addressed to himself, and it appeared to bea 
personal application to him, because the letter said, І shall be glad 
to hear from you.” Mr. Marks: Then the letter is a private one, 
and we have nothing to do with it. The clerk explained that he bad 
placed the letters before a special committee, who would have nothing 
to do with the matter. Mr. J. R. Smith: I shall move that the 
communications be laid on the table. Mr. Pardy seconded the 
motion, which was unanimously agreed to. TA 


Rathmines.—Mr. Robert Hammond is to furnish a 
supplemental report on his proposed scheme for lighting the town 
electrically. The secretary of the Electric Light Commit'ee has 
reported having taken legal advice ав to the extent of the obligation 
thrown on the Tramway Company by the 15th section of the Electric 
Power Act, 1897, to light the road, and Mr. Fitzgerald is of opinion 
that that section required the company, where pillars are erected in 
the centre of the road, to light the whole width of the road to the 


‚ Satisfaction of the local authority. 


Sheftield,—There is а proposal before the City Council 
to appoint a Special Committee to take into consideration the 
desirability or otherwise of proceeding further with the separate 
electric power station, seeing now that the Corporation are owners o 
the present electric station, where there is sufficient room to put all 
that is required for the tramways for a considerable time to come, 
and, in the meantime, to make full investigation into how far the 
waste heat of all the destructors and water-power might be used in 
the fature for generating electricity, and report. 

The Parliamentary Committee has expressed its approval cf the 
steps taken by the town clerk in conjunction with the representatives 
of other towns in the district to oppose the Bill of the General Power 
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Distributing Company, and also with reference to the Joint Committee 
i Inquiry which has just been considering electrical matters in 
on. 


Shorediteh.—0On 5th inst. the Electric Lighting Com- 
mittee issued its firet report, showing the results of the first nine 
months’ working. There is stated to be a profit of £2,063 Os. 4d. 


. St. Pancras.—At the meeting on Wednesday the Vestry 
resolved to reduce the charge for current for public street lighting 
from 5d. to 4d. per unit, the alteration to come into force on July 1st. 
It was also decided, commencing on the same date, to reduce the 
charge to private consumers to 64. per unit for the first 14 hours’ 
daily consumption, and to 3d. per unit for all current used after- 
wards. The Vestry sanctioned an expenditure of £790 for additional 
condensiog plant for the King's Road station. The Elieson Lamina 
Accumulator Company, 4, Greenland Place, N.W., has consented to 
lend the Vestry & mctor dust van on trial, provided that the local 
authority would supply the current for charging purposes free of 
expense. The Dust Committee has accepted the offer. 


Swinton.—Last week a meeting of ratepayers and owners 


resolved to oppose the General Power Distributing Company's 
scheme. 


Teignmouth.— The Gas Committee of the -District 
Council recommends that information be obtained showing the 
probable cost cf & provisional order for lighting the town by 
electricity. — 


West Hartlepool.—Tenders are shortly to be invited for 
the erection of the lighting station. The Sub-committee has sub- 
mitted its report to the Corporation on dust destructors. After 
visiting Bradford, Oldham, Shoreditch, Leyton and St. Luke's 
(London), it is recommended that a six-cell destructor be obtained 
for West Hartlepool at а cost of about £5,000 or £6,000. 


Westgate-on-Sea.—A Board of Trade inquiry will be 
held by Major Cardew to-day (Friday) in the matter of the Isle of 
Thanet District Council's application for a provisional order. 


Wick.—The Harbour Trust had recently under discus- 
eion & proposal to light the harbour with electricity, the motive 
power to be derived from an overflow stream whica falls into the 
outer basin. Owing to shortness of funds the proposal is to be held 
in abeyance in the meantime. 


Wigan.— Circulars were recently issued to ratepayers re 
electric lighting; 69 were in favour of an installation being laid 
down, and 61 undertook to use the current. 85 were not in favour 
of an installation, and did not undertake to use the current. 29 were 
in favour of an installation, but would not underteke to use the cur- 
rent, and 69 gave & provisional undertaking. The Gas and Electric 
Lighting Committee recommended the Town Council to appoint a 
sub-committee to make inquiries into the subject of electricity 
generally, and for that purpose to visit six towns where public 
electric lighting has been established. This resolution was 
the subject of a discussion at the monthly meeting of the 
Council on Wednesday last week. Mr. Laycock said he desired 
to take exception to the resolution which was passed at the meeting 
of the Gas and Electric Lighting Committee the previous day. He 
failed to see the advisability of appointing another Sub-committee. 
They all remembered that in March of 1894 а Sub-committee, con- 
sisting of 14 members, was appointed. They bad practically a roving 
commission given to them to make inquiries all over the country, and 
he was inclined to think they even went out of the country to get 
information upon that matter. At the end they issued a report, and 
they advertised and succeeded in getting tenders for the laying down 
of plant, but although they had got much information, and spent, he 
believed he was right in saying hundreds of pounds of ratepayers' 
money in getting that information, yet they did not recommend 
whether the high or low tension should be adopted in Wigan. Even 
in asking for tenders they left it for the electrical engineers to say 
whether they would recommend high or low tension. He thought 
that was purely an engineering and atechnical matter, and he thought 
the better course to adopt would be to get the opinion of an expert 
before they appointed another committee. An expert would recom- 
mend a pro system, and give them places where it had been 
adopted, and the Committee would be able to recommend the 
Council to adopt a particular course. To give the Committee power 
to roam about as the otber Committee did would be & waste of 
money. Mr. Ashton said that the minute was put on the book to get 
the feeling of the Council as to whether they were in favour of the 
electriclight or not. Personally, he thought it ought to go forward 
in Wigan. After further discussion the minute was withdrawn. 


Wimbledon.—At last week's District Council meeting 
Mr. A. H. Preece submitted his report and plans on the question of 
the combination of the refuse destructor in the boiler house of the 
electric light works. The total estimated expense was £4,650. Mr. 
Preece was 5 anxious that the interest and sinking fund of 
the destructor should be kept distinct from the electric lighting 
accounts. The electric lighting undertaking should also be paid at 
least 1s. per ton if it was to undertake the working of the destructor. 
The Council resolved to apply to the Local Government Board for 
sanction to a loan of £5,000. A number of tenders were recently 
obtained by the surveyor from certain firms for the electric wiring of 
the depot buildings in Queen's Road, but the Council has resolved to 
return these tenders, and advertise generally for estimates. The cost 
is about £150. 


Wolverhampton.—At Monday's meeting of the Town 
Council the Lighting Committee presented a report, in which they 
proposed to make a reduction in the average number of hours per 


day during which the maximum demand is to be used from 2 hours 
to 14 hours. The Committee recommended “That as and from July 
Ist, 1898, the price for energy for lighting purposes be fixed at 6d. 
per unit, on a maximum demand of an average of 13 hours per day, 
and 3d. per поі for all energy consumed in excess." The Council 
adopted the resolation. * 5 


Worcester.—Mr. Ruthven Murray, the borough electrical 
engineer, has, in accordance with the instructions of the Council, issued 
his report upon the working of the generating station for the past 
year, dealing with the various matters in the abstract of accounts 
issued by the commitfee some months ago. He calculates, says a 
local paper, the additional cost for coal, by reason of extra cartage to 
the works, at £127 on the 1,702 tons consumed in the 12 months, and 
he points out that this represents 6 per cent. on £2,100. He esti- 
mates the revenue derived from water-power at £1,880. Dealing 
with the question of the charge to be made to consumers, he says: 
“ The lowness of the average price obtained is not proof that we are 
supplying under cost, as bas been urged, since, whether a profit or 
loss is made depends entirely on the length of time the supply is used 
or the number of units consumed per maximum lamp demanded. The 
units sold at 6d. cost 8d. and upwards, whilst those sold at 24d. cost 
under 2d. І am strongly in favour of an alteration in price, but such 
alteration must be to charge the short hour user somewhere nearer 
the cost of the supply, so that the loss incurred on such shall not be 
borne by the profitable consumer, as is now the case.” He proceeds, 
also, to explain how so great a loss as 25 per cent. of the current 
generated is occasioned, viz., by the performance of work in the 
system, either by magnetising iron in transformers or meters so as to 
increase the sens itiveness in registering a very small proportion of 
their full load current, or in overcoming the resistance to the trans- 
mission of energy in the mains or other conductors. The lost power 
generated by water representa 55 26 and by steam 4474. Of the total 
power generated during 1897, water-power represented 46:60 against 
steam 53°40. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Belfast.—It will be remembered that the Tramway 
Company has informed the Corporation that it cannot establish 
electric traction upon its lines unless its lease is extended. Last 
week there was a proposal before the Corporation to make the Law 
and Electric Committees into a Special Committee with a view to 
inquiring into the whole question, bat after a lengthy discussion the 
matter fell through, the meeting being counted out before a vote 
was taken. | 


Birkenhead.—The report of the Special Tramways Com- 
mittee, which we gave briefly last week, was adopted by the Town 
Council on 4th inst., without binding itself to the detail of the 
routes suggested. In the discussion upon the report theré was some 
opposition, and it was urged that having regard to the contemplated 
outlay, namely £200,000, the matter should be dealt with by a full 
meeting of the Council, whereas only about half the members were 
present at the meeting. However, the report was adopted by a large 
majority. | | 


Birmingham.—The old tramway controversy is agitating 
the minds of the City Councillors, who, it will be remembered, 
blccked the way for enterprise by declining to allow the Tramway 
Company to use the overhead trolley system. Mr. Ross's statement, 
which appeared in our City Notes“ last week, to the effect that the 
company at one stage of the negotiations received permission to use 
the trolley system, is denied by members of the Council, and the 
Town Clerk is communicating with Mr. Ross on the subject. 


Dublin.—The Clontarf.and Hill of Howth Tramroad 
Bill was before a Select Committee of the House of Lords last week. 
The tramway will run slong the foreshore of Dublin Bay and 
terminate at Howth. It will form a connection with the tramways 
of the Dublin United Tramways Company, which are worked b 
electric power. The overhead electric trolley system is proposed. 
Mr. Fraser, M.I.0.E., engineer to the scheme, gave evidence. 

The Dublin Southern District Tramways Bill in relation to the 
speed allowed on their lines was before a Select Committee of the 
House of Commons last week. 

The Drumcondra Commissioners have decided that the Dublin 
United Tramways Company be charged wayleave for being allowed 
permission to run electric trams through the township, first pay- 
ment to commence at the end of 10 years from the obtaining the 
order from the Privy Council, and tho amount to be paid to be then 
arranged by arbitration between the Town Commissioners and the 
company, the line of rails to be placed on the centre of the road, 
and the extension to be completed within five years. 

The Kingstown Commissioners are endeavouring to induce the 
Dublin United Tramways Company to undo some of the damage 
to the township, which the Southern Districts Company, with 


the full assent of the same Commissioners, inflicted. The com- 


pany, according to Freeman's Journal, is proving amenable, and 
in its own interests. For if tbe double lined tramway has added 
enormously to the difficulties of business men in the main 
thoroughfare of Kingstown, the delays of the cars in getting through 
have detracted very seriously from the attractions of the tramway 
gervice. 
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Dudley.—At last week's Council meeting the mayor, 
moving the adoption of the report of the Railway, Tramway, and 
Electric Lighting Committee, remarked that in the matter of the 
proposed tramway to Cradley Heath they wished to work har- 
moniously with the Rowley Regis District Oouncil If the Rowley 
authority would not construct a line in their district and would give 
Dudley the power the latter would do it. The Rowley people, how- 
ever, had decided to do it themselves. A report is being drawn up 
of the deputation's visit to the Worcester Electricity Works. 


Dudley-Stourbridge.— Last week an active start was 
made with the alteration of the ent way to t of the 
introduction of electric traction. e rolling stock is g mado as 
quickly as possible, во as to effect an early completion of the under- 
taking. 


Dundee.— The Coporation Tramway Bill under which 
power is sought to work the lines in Dundee and district, was before 
& Belect Committee of the House of Lords last week. 


Ealing. Various electric tramway matters were under 
consideration at last week's District Council meeting. There wasa 
letter from the Simplex Electric Traction (Conduit) Company, 
setting out the advantages of the company's system of electric 
traction for tramways, and inviting the Council to see it in operation 
at Prescott, and also а communication from another firm anxious 
to acquaint the Council with the merits of its electric traction 
apparatus. The scheme of the London United Tramwa 
was discussed, and- the voting was 7 in favour of the following re- 
solution and 8 against :—' That this Council withdraw ite opposition 
to the London United Tramways Bill,subject to terms and con- 
ditions being arranged, and that Mr. Clifton Robinson be requested 
to meet the Oouncil in committee with the view to the adjustment 
of such terms and conditions." The motion was accordingly lost. 
One member and the chairman did not vote. 


Electric Power Schemes.—The Notts and Midland 
Traders’ Association has passed a resolution expressing the opinion 
that it is desirable to encourage the introduction of electrical power 
into the towns and villages of Nottinghamshire, Derbyshire, and 
district, as it would prove of the utmost practical utility in aiding 
agriculture, village trades, and general manufactory purposes. This 
= in connection with the General Power Distributing Companys 

ome. 


Glasgow.—The Tramway Committee recommended, and 
it has been approved, that it be remitted to the sub-oommittee on the 
Springburn route to make arrangements to have poles, &с., put u 
on the High Street line, at present being constructed, and which 
unusually 
power in connection with the Springburn line. 


Grimsby.—The tramway track is out of Tepai in some 
places, and the company is delaying remedying the defects in view 
of the probable adoption of electric traction very shortly. The High- 
ways mittee, however, has requested that the lines be put into 
repair at once. 


Hastings.—The scheme of the Hastings, Baxhill, and 
District Light ways (Electric) Company is to be again considered 
by the Town Council. Council's own scheme was not 
by the necessary two-thirds majority, hence the re-opening of the 
negotiations with the company. | Mr. Murphy will attend a special 
meeting of the Council to confer re the company's proposals. 


fta is reported that Messrs. Siemens & Halske, of 
Berlin, have submitted to the municipal authorities of Alessandra 
and Valenza a proposal to construct an electric railway between ithe 
two towns, a distance of about 40 kilometres. It is proposed to 
utilise the water-power of the river Po in the generation of the 
necessary energy. 


Johnstone.—The British Electric Traction Company 
have lodged an application with the Town Oonncil soliciting tkeir 
approval of their scheme for constructing a tramway in the burgh 
connecting with Paisley. The application raised a lively discussion 


at the monthly Council meeting. The Oouncil wants further in- 
formation of the scheme. 


Kidderminster-Stourport.—Successful trial runs were 
made over this electric line on Tuesday and Thursday last week. 
Tuesday's trial was merely to test the accu of the gauge, but on 
Thursday electric power was used. "The official inspection is fixed for 
Monday next, May 16th. 


Leeds.—The question of providing electric cars on the 
Wortley route was considered at a meeting of the Leeds Highway 
Sub-committee on 9th inst. A deputation presented a petition 
signed by about 400 ratepayers, entering an emphatic protest against 
the decision to extend the electric system of traction to the four 
routes mentioned, to the exclusion of Armley and Wortley. The 
objection which the committee have to deal with on the Wortley 
route is that the cars would have to be turned in Boar Lane, a pro- 
ceeding which would cause considerable inconvenience to the traffic 
in one of the most crowded thoroughfares of the city. Some means 
of overcoming this difficulty, it was said, must be found before the 
electric system can be extended to Armley and Wortley. The 
committee, however, agreed that it was desirable that the system 
should be extended to the Wortley route аё an early date, and will 


Company - 


steep gradients, so that it might be worked with electric - 


probably deal with the question as soon as the work upon which they 
are entering is completed. Dr. Hopkinson was again appointed con- 
sulting electrician in connection with the extensions, and was 
instructed to pre plans and specifications for the four routes 
decided upon, and to submit them to the committee when ready. 


Liverpool.—It seems that Sir Arthur B. Forwood has 
actual!y severed his connection, not only with the Tramways Com- 
mittee but with the City Council. The circumstances which led to 
this were bricfiy stated in our last issue. ^ 


London to Oxford.—The Financial News gays: — The 
Light Railways Act possesses ibilities to which commercial men 
are waking up. We are told of a dream of England one vast net- 
work of tramways. It will probably remain a dream; for the world 
has not leisure to travel slowly nowadays. But there is talk of a 
scheme more practicable—the establishment of a road tramway from 
London to Oxford. It is not hoped to secure much through traffic, 
but to link the towns and villages together in one whole, and thus to 
develop local traffic. We presume that electric traction will be 
aimed at, and that the overhead wire is deemed the best system. 
пеше a rather appalling idea of what rural England may become 

в.” 


Manchester.—The recent conference which took place 
last week between the Manchester ion and representatives of 
the local authorities interested in the tramway service failed to bring 
about a satisfactory arrangement in view of the expiration of the 
Carriage Company's lease, the Tramways Committee of the City 
Council have, according to the Manchester Guardian, reconsidered 
the subject, and now submit the following scheme, subject to Parlia- 
mentary sanction :—1. The several authorities outside the city shall, 
at their own cost, acquire and place the lines in their respective dis- 
tricts in a condition suitable for electric traction. 2. The several 
local authorities shall, either by themselves or by arrangement with 
the Electricity Committee of the Corporation or other local authority, 
provide electric energy and necessary equipment for the working of 
the tramways in their districts on the same system and at the same 
voltage as proposed to be adopted in Manchester. 3. Each authority 
shall fix the fare in its own district, and the same shall be placed 
to the credit of such authority. 4. Each authority shall be debited 
with the following and such other charges, not included under these 
headings, as may be incurred in the working and management of the 
tramways in the districts of such authority, all such charges to be 
ascertained on the car mileage principle :—(а) Traffic expenses; (b) 
management expenses; (c) repairs and maintenance of car sheds, 
workshops, &o.; (d) repairs, maintenance, and renewals of rolling 
stock ; 00 interest on capital expended on rolling stock, car sheds, 
workshops, &c.; (/) sinking fund in respect of same; (g) deprecia- 
tion in respect of same; (A) electric energy in cases where the Elec- 
tricity Committee of Manchester Corporation supply the same; (i) a 
charge of 5 per cent. on the total working expenses incurred by the 
Corporation under the above-mentioned items, exclusive of electric 
energy. б. The net receipts in each district after deductions as above 
indicated to be handed over to the local authority. 6. The repair and 
maintenance of the permanent way in each district shall be under- 
taken by the local authority at their own cost. 7. This arrangement 
to be subject to revision at the end of three years’ working. These 
terms are receiving consideration from the local authorities. 

A conference took e in Manchester on Tuesday between the 
Manchester Corporation and representatives of local authorities 
interested rc the suggestions made by the Manchester Tramways Oom- 
mittee. After discussing the matter in all its i the various 
representatives failed to arrive at an agreement, and it therefore 
remains in abeyance. The Manchester Corporation, have, however, 
intimated their intention not to renew the lease with the Manchester 
Carriage and Tramways Company unless horse traction is abolished. 


Middlesbrongh-Stockton.—Work is stated to be so far 
advanced on the electric tramways taat а trial trip is to be made in 
a day or two, and the lines may be opened by Whitsun week. The 
cables are laid 99 1 ч at ber epót 8 or 9 с ео carry 
60 passengers. The are being put in position e power 
house. The car shed is almost completed and the battery room is 


progressing. A model truck in wood has been tried over a part of 
the track. 


Norwich, — The promoters of the Norwich Electric 
Tramway Bill came before the Examiners of the House of Commons 
the other day for proof of compliance with the standing orders in 
regard to certain additions which it is proposed to make to the Bill 
as originally introduced. The necessary notices had not been given 
in time, so the Examiner decided that the Standing Orders had not 
been complied with. The matter is accordingly referred to the 
Btanding Orders Committee. 


Queenborongh.—The promoters of the Sheppey Light 
Railway which is to be constructed at a cost of £52,000, in order to 
bring Sheerness into touch with Minster, have received notification 
that the Light Railway Commissioners will recommend the Board of 
Trade to issue an order empowering the constraction of the proposed 
line from Queenborough to Leysdown. 


Rochester and Chatham.— Although the inhabitants 
of Rochester and Chatham are naturally disappointed with the deci- 
sion of the Light Railway Commissioners as to the proposal to 
introduce a system throughout the district of electric trams, still it 
is consoling to know that, after all, a very useful part of the scheme 
will yet most likely be carried out, as the whole scheme has not yet 
been set on one side by the Commissioners. 


(Continued on page 661.) 
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THE MAKING OF LITHANODE ACCUMU- 
LATORS. 


Ir will probably form an interesting addition to the series 
of articles on the manufacture of accumulators if we give 
some account of the process of making Lithanode cells. The 
company which is now associated with this type of battery 
is the Lithanode 
Electric Storage 
Company, Limited, 
which was formed 
some two years ago 
to acquire and work 
the rights and 
patents appertaining 
to the manufacture 
of lithanode accu- 
mulators. It is 
hardly necessary to 
say that the original 
application of litba- 
node for secondary 
battery purposes was 
due to Mr. Desmond 
FitzGerald, and his 
patents, as well as 
those of Mr. J. T. 
Niblett, are now 
vested in the Litha- 
node Electric Storage 
Company. Tke fol- 
lowing description of 
the construction of 
this cell is taken 
from. Mr. Niblett’s 
recent paper :— 

е Lithánode is not 
compressed peroxide of lead, as is sometimes supposed; 
for, however strongly this lead peroxide may be com- 
pressed, the resulting mass will disintegrate when immersed 
in.a liquid electrolyte. It is produced from litharge 
made into a pasty 
mass with a solution 
of sulphate of am- 
monis, which causes 
the material to ‘set,’ 
so that it will no 
longer disintegrate 
when placed in a 
fluid. The form- 
ing,’ according to the 
original idea, was 

ormed in a bath 
of sulphate of mag- 
nesia, In ordinary 
practice the elements 
are made up of a 
number of small slabs 
of lithanode, whose 
outer edges are 
V-shaped. These 
slabs or pellets are 
arranged in а casting 
mould of any suit- 
able dimensions, and 
are placed at such a 
distance apart and 
from the edges of 
the casting frame as 
to allow of sufficient 
space for the requisite quantity of metal to runin and im 
adequate mechanical strength to the completed element. 
After the pellets have been arranged in this manner, an alloy 
of lead and antimony is run into the interstices, and thus a 
complete plate is formed. 

“ Before being cast up the positive pellets are converted 
into peroxiue of lead in a forming bath; those for the nega- 
tive plate are simply dried and cast up direct, the lithanode 
in the latter case bins reduced to a condition of spongy lead 
by the ordinary electrolytic-method. 


MAKING LITHANODE PASTE. 


CASTING FRAMES. 


Where lightness is a desideratum, as in the case of a 


of a highly porous 
nature, the porosity 
being produced by 
incorporating in the 
material crystals of 
some salt, which is 
practically inert, and 
which is dissolved 
out during the form- 
ing operation. 

* The rate of dis- 
charge  obtainable 
from lithanode . bat- 
teries varies between 
very wide limits, and 
is regulated by the 
character of the litha- 
node, whether made 
hard, medium, or 
soft. The ordinary 
working rate of dis- 
charge is th of an 
ampere per square 
ih of e е зое 
plate, but owing to 
recent improvements 
very much higher 

| rates of discharge 
can be obtained. The electrical capacity of lithanode, when 
discharged at the above rate, is almost exactly 1 ampere-hour 
per ounce, so that in a lithanode element weighing 1 lb. a 
current capacity of 16 ampere-hours is obtained. In prac- 
tice, however, this 
high capacity is never 
reached.” 


It is generally 
thought that the chief 
direction in which 
lithanode has been 
applied is in small 
and portable forms 
of batteries; while, 
of course, а great 
measure of success 
has been achieved by 
the company in the 
manufacture of the 
smaller class of cell, 
this is by no means 
the limit of the com- 

ny's operations, 

ecause lithanode 
cells have been made 
for purposes demand- 
ing heavy outputs. 
An instance of the 
company’s work in 
the way of large bat- 
teries is one of 240 
cells, which was sup- 
plied some time ago 
for Vera Cruz, this being probably the first storage battery 
ever erected in Mexico. This battery is employed in the 
town lighting of Vera Cruz, and reliance is placed on it both 
for lighting and power purposes. 

We have already alluded to the success achieved in 
exploiting lithanode cells for small work. X ray operation 
for surgical and hospital work has called for a reliable and 
compact secondary battery, and the Lithanode Company 
seems to have created a great reputation in this direction, 
and both in this country and on the Continent great use has 


F 


ihi 
пинен 


658 


THE ELECTRICAL REVIEW. 


[Vol. 42. No. 1,068, May 13, 1898. 


beea made of the lithanode cell for this class of work. 
Among medical men the productions of this company are 
held in great repute, and their accumulators are being used not 
only in cautery work 
but also for driving 
small motors such as 
are used in dentistry 
and surgical work. 

We have quite re- 
cently had an oppor- 
tunity of witnessing 
some of the opera- 
tions necessary іп 
making  lithanode 
batteries at the works 
of the company, 
situate at Mann 
Street, Bermondsey, 
where a large factory 
has been completely 
remodelled for the 
manufacture of accu- 
mulators. 

The basement of 
the building is given 
up to the pasting of 
plates, the casting of 
the grids or frames, 
the forming of the 
plates; and here is 
also the drying 
rooms. One of the 
series of illustrations 
which are here re- 
produced, showa the 
operation of making 
up Jitharge into a 
paste. The operator takes the dry powdered litharge and 
reduces it to the required pasty condition, by means of sulphate 
of ammonia; the next operation is to shape the material into 


LEAD BURNING. 


slabs or pellets as required, which are then taken to the drying 
rooms, where they remain till sufficiently dry and hard for 
treatment. Following the course of the pellets a little 
further, we find that those destined for the positive plates are 


FITTERS’ SHOP. 


placed in a forming bath to be converted into peroxide of 
lead, lithanode, of course, forming the basis of both positive 
and negative plates, but the pellets for the negative plates 
are dried and cast up 
direct. In the cast- 
ing operation, of 
which an illustration 
is given, the operator 
arranges the pellets 
on the lower half of 
a mould, and after 
closing it pours 
molten metal round, 
the pellets, as we 
have before observed, 
being placed at a 
slight distance apart 
in order to permit the 
metal setting round. 
The process of 
forming employed 
needs no special re- 
mark, it being the 
usual electrical one. 
In order, however, 
that the forming 
action be continuous 
without running 
plant at night, a bat- 
tery of accumulators 
is employed which 
continues the for- 
mation prooess after 
the machinery has 
been shut down. 
The ground floor is 
devoted mainly to 
lead burning and fitting the plates together. 
One of the illustrations shows the process of burning a 


get of plates together. The next floor is set apart as a fitters’ 


shop, and here are made all the fittings necessary for the 
portable lamps. Then there are the carpenters’ shop, the 
theatrical department of which we shall have more to say 
Subsequently, and what is termed the sealing-in shop. 
When the batteries are assembled, they are taken to the 
sealing-in shop, and there sealed in and filled up ready for 
charging purposes. 

Electrical power is obtained on the premises from a 
Crompton dynamo, which is driven by a horizontal steam 
engine, and in addition there is the storage battery, to which 
allusion has been made. 

The following information concerning one of the lithanode 
cells has been used before, but it may be interesting to repro- 
duce it here :— 


Data or COMPLETE 30 AMPERE-HOUR LITHANODE BATTERIES, 
INCLUDING Woop CASES. 


Outside dimensions of battery. Ones | Approximate 
| E. M. F. of 


| | 
No. of | а z 
| | gross weight 
cells | кекей. Width. | Height. | ba‘tery. | of battery. 
— | Inches Inche Inches, Volts. | Lbs. 
1 375 700 637 2 81 
2 5:12 7 00 6:37 4 | 16 
3 7:27 737 700 | 6 223 
4 9 50 7°37 700 8 29 
b 11 60 7:37 700 | 10 | 36 
6 | 1375 737 7 00 12 43 
7 1578 7:37 | 7:00 14 50 
8 18 00 7:37 7:00 16 56? 
9 | 20:12 737 | 7°CO 18 634 
10 2224 737 7:00 20 70$ 
11 | 2436 737 | 700 | 22 773 
12 26 50 737 | 7:00 | 24 841 


DETAILED PARTICULARS OF CELL. 


6:25 inches long. 

Vulcanite containing 212  ,, wide. 
cell ivi as ОЗО: ay MS 
weight, 10 ozs. 
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Two plates in each cell, 5:9 inches mr 
Р 9 „ wide. 
Positive element 0°25 inch thick. 
weight, 1 lb. 14 ozs. 
Three plates in each cell, 5 9 inches Hy A 
; 39 „ wide. 
Negative elements 0:13 inch thick. 
weight, 111 0z3. 
Weight of connectors, 3 023. 
Weight of cover, vent plug, sealing, and separators, 2 023. 
Quantity of electrolyte, 15 5 fluid ozs. 
Gross weight of complete cell, 6 lbs. 7 cz3. 
Normal charging rate, 3 amperes. 
Normal discharging rate, 3 to 4 amperes. 
Maximum safe discharging rate, 9 to 12 amperes. 
Approximate internal resistance, 0:015 ohm. 


In adapting electric lighting to the many and varied re- 
quirements of theatrical work, the Lithanode Company have 
had unique experience, not only in supplying accumulators, 
but in devising special theatrical effects. We have before 
alluded in these columns to the different theatrical produc- 
tions with which this company and its predecessors were 


raises the capacity of the station to 575 kw., disposed as 
follows :—one 200-kw., three 100-kw., one 50-kw., and one 
25-kw. А 200-H.P. boiler of the Babcock-Wilcox type has 
also been erected, making a total of four boilers, all of the 
same capacity. d 

The station, which has been already described in the 
REVIEW, has been running a little over 16 months, and 
started from the first with a paying load. 

The streets of five towns, including the capital Valetta, 
are lighted with incandescent: lamps of 32 О.Р. About 
65 ares of the B.V. type are used for lighting the Grand 
Harbour and some of the principal thoroughfares in Valetta. 
These lamps have their own transformers, lowering the 
voltage from 2,000 to 35. The lighting on this system has 
given every satisfaction. The above represents abont 150 kw. 
of load for street lighting, which is practically maintained 
the whole night through. 

Beyond this, nearly the whole of the War Department 
buildings and barracks of these towns are connected on to 
the mains, being equivalent to about 2,500 8-C.P. lamps. 


THE EXTENSION AT MALTA. 


associated. To instance the wide field covered in this direc- 
tion, we might mention that during the last Pantomime 
season the Lithanode Company, in addition to provincial 
work, were associated with no less than seven in London, 
among them being those at Drury Lane, Brittania, Hoxton, 
and Standard Theatres. Of the effects created at Drury 
Lane and the Brittania, we can give personal testimony, 
and it is no exaggeration to say that the electrical portion 
of each entertainment was probably the most striking and 
attractive feature. 


EXTENSION OF THE MALTA LIGHTING 
SYSTEM. 


WITH a view to extending the electric light in Malta, a 
200 kw. plant consisting of a Mordey alternator and 
Universal single-crank engine has recently been installed by 
the Brush Electrical Engineering Company. The illustration 
shows the plant in position. The installing of this unit 


These lamps are alight practically the whole evening, till 
10.15 p.m., when they come off simultaneously. There have 
been numerous applications for private consumption, and, 
now that the new plant is ready, they will be considered, all 
wiring being carried out by the Maltese Government. 

A further extension, to a town called Sliema, will be carried 
out this year, about four miles away. The streets here will 
ba lighted with incandescent lamps, with a few arcs along the 
sea front. Several of the forts and barracks at this place 
will no doubt be installed with the electric light. The price 
charged for current for lighting is 6d. per unit. 


BASTIAN’S ELECTROLYTIC METER. 


Mr. С. O. Basr1AN is probably, in the minds of many, mostly 
associated with the penny-in-the-slot meter; but he has lately 
completed arrangements with the Penny-in-the-Slot Electric 
Supply Syndicate, Limited, for the manufacture of an electro- 
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lytic meter, which has some very distinguishing features. 
The whole subject of electrolytic meters will doubtless be 
discussed after Mr. Gibbings’s paper, which deals in a great 
measure with Mr. Bastian’s meter. 

The question of meters that will register smal! currents 
with accuracy is an important one to electric lighting 
systems, but the matter of initial cost of a meter is equally 
important. It is obvious, however, that there is little pros- 
pect of either the motor or clock type of meter being pro- 
duced at a much lower cost than at present obtains, and it 
would seem that one must look in other directions to find 
a cheap means of registering small currents. 

Not long ago we should imagine that the suggestion 
of using an electrolytic meter to surmount these difficulties 
would have been regarded only in the light of a last resource, 


in which the Bastian meter constitutes a departure from other 
ue instruments may be obtained from the following 
etails :— 

‘The main feature of the instrament is the registration of 
an electric current by means of electrolysis. The passage of 
an electric current through a dilute solution of sulphuric 
acid decomposes the liquid, and the difference in level is a 
measure of the current that has passed through. 

The apparatus consists of a glass tube, at the bottom of 
which platinum foil electrodes are placed. The lower 
end of the tube is sealed, the top being open for the pur- 
poses of refilling with water and permitting the escape of 
the gases. In order to prevent ordinary atmospheric evapora- 
tion, a thin film of oil is poured on the top of the liquid. 

- The liquid is composed chiefly of water, rendered non- 


COMPLETE METER. 


but the Bastian meter is claimed to be sucha distinct 
advance on all previous electrolytic meters, that there is 
probably little reason to doubt that it will meet many of 
the requirements of both central station engineer and 
consumer. 

Mr. Bastian has designed something new in electrolytic 
meters, which is not only said to be an accurate instrument for 
measuring small currents, but one which will probably cost 
half that of the ordinary meters on the market. The most 
notable electrolytic meter that has been used on supply 
circuits is that of Edison, the principle of which was that 
the current passing through a solution deposited metal at a 
certain definite rate, but the trouble that arose in weigh- 
ing the plates and figuring out the current used, soon 
rendered it unsuitable for extensive systems. The direction 


METER WITH ScALE REMOVED, 


freezing to within 24° F. below the freezing point of 
ordinary water by the addition of sulphuric acid, upon which, 
however, the electric current has no appreciable effect. 

It will be seen from the illustrations that the terminals of 
the electrolytic apparatus are in permanent connection to two 
other main terminals, which are mounted on a porcelain or 
ebonite block at the base of the meter. The whole ырын 
is placed in а cast-iron case, which is fitted with a hinged 
door and a terminal door, which are provided with sealing 
arrangements. 

The reading scale, which is marked directly in B.T. units, 
is placed in front of the tube, and is made of zinc or alu- 
minium. It is so arranged that it can be adjusted to the 
extent of three-eighths of an inch up or down through the 
agency of an adjusting nut and thread at the lower end. This 
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adjastment is provided їп order to give an accurate zero when 
the tube is refilled with the electrolyte ; it also precludes 
the necessity of extreme care when refilling. 
The action of the meter decomposes the water, con- 
кшен water only need be used when refilling the meter, 
W 


for purpose а very convenient form of funnel is pro- 
vided by the makers. The necessity for refilling even the 


smalleet, meters does not arise until 200 B. T. units have been 
consumed. | 

It is interesting to examine the method followed in 
calibrating the instrument. As such a small amount of 
water is decom during the of 1 B.T. anit, it 
follows that a slight miscalculation as regards the bore of 
the glass tube might lead to a serious error, were the bore of 
the tube (as measured by calipers) taken as the sole basis 
for calibration. The actual method adopted admits of no 
such chance of error creeping in, and, moreover, requires no 
special calculation for individual tubes. 

The makers of the instraments have calculated the quantity 
of water in cubic centimetres that is decomposed by the 
passage of 25 В.Т. units at the usual pressures from 100 volts 
upwards, and knowing this, they proceed to calibrate the 
tube as follows:—The first operation is to fix the tube and 
blank scale into the meter case, and then fill the tube with 
water up to the bottom of the scale, which is arranged to be 
well over the top of the electrodes. This water level is 
marked on the scale, and then a quantity of water is poured 
in which will be decomposed by 25 В.Т. unita at the voltage 
of the circuit on which the meter is to be used. This 
second level is marked on the scale, and a second quantity of 
water representing another 25 units is poured in, and so on 


until the scale is marked right up to the top. Each of these . 


divisions is then sub-divided into 25 equal parts, so that 
each division on the scale may represent a B.T. unit. 
In this way, any error that might occur through a slight 
irregularity in the bore of the tube is prevented, and, more- 
over, it entirely does away with the necessity of using 
electric current during calibration. | 

The above method has been tested, and, we are informed, 
has proved absolutely accurate in practice. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


(Continued from page 656.) 


Salford.—The Salford Highways Committee deem it 
essential that а clause be inserted in the new lease of the tramways 


electrical stations, 
and had the advantage of observing the puer worki 


p working 


That what 


pen 
station would be sufficient for both purposes. 3 
ply should be adopted in 


known as the feeder system of sup 
connection with the proposed tramlines, so as to separate the same in 
small sections to receive such supply. (4) That in the matter of re- 
arranging the proposed tramlines for the borough it would be 
desirable that the rails should not be less than 120 lbs. in weight per 
yard, and the width of the tread not less than 2 inches, and that the 
distanoe between the trolley posts to be erected shonld not be more 
than 40 yards. (5) Thatthe method of jcinting the tramlines adopted 
at Dover should crm ether in Balford, so as to avoid the jolting in 
passing over the jointed portions of the lines.” The sub-committee 
ve not entered into the question of the cost which will be incurred 
in so extensive an undertaking, which will, of course, be done when 
the plans are more matured. e details of the ground plan of the 
new generating station proposed to be erected in Strawberry Road 
was explained to the officials of the stations visited, and they expressed 
approval of the system proposed to be adopted. 


Sheffield.—Mr, A. Llewellyn Fell, the Corporation elec- 
trical engineer, and Mr. L. S. Marsh, Corporation water зе 
have, according to the Sheffield Independent, presented to the Tram- 
ways Committee of the City Council reports as to the possibility of 
obtaining water-power from the reservoirs of the Corporation for the 
ing electricity for tramway purposes. Mr. 


supposed to be wasted, is really being per used. The separate 
sources of supply are so small and so 


useless unless they were centralised ; the cost of doing this would be 
out of all proportion to the value of the power Apparently, 
if the water was colle m all the available so only 483 


uroes, 
Н P. could be obtained, for which no less than £116,000 would have 
to be paid (this sum wonld not include the cost of the power house 
site, power house buildings, turbines, dynamos, switch &c.) ; 
the interest on this sum would be a fixed sum, whether the tramways 
were not running or were using the full available horse-power. A 
great point with regard to generating electricity choaply for tramway 
P is to obtain a plant which will work economically when the 
oad is very small; the average load on a tramway plant is about 50 
to 60 per cent. of the maximum load during the 5,720 hours per 
annum the tramways might be run, so that pcs say, 18 hours per 
day at least, 40 per cent. of the water would be wasted, and 
during six hours per day the whole of the water would be 
wasted. If the power was generated by steam, coal would only 
have to be provided for 60 per cent. of 483 H.P.—289 H.P. The coal 
required to produce this power would amount to 1,471 tons, at, say, 
8s. per ton—£588 124, the water evaporated would be 3,160,306 
gallons, at, say, 21. per 1,000 —4£27 11s., total, £616 3s. This sum 
oes not include the cost of power house site, buildings, engines, 
boilers, condensers, &c. These would cost about £5,000 more for 
this plant than that required for water-power. The cost of labour 
would be rather less if water-power was used, as no stokers would Ъз 


maximum power of about 500 H.P., the available water power 
would hardly be sufficient to ran this line alone.” Mr. Marsh’s first 
report is a detailed and technical calculaticn of the amount of water- 
power available, namely, 483 horse-power, and the cost of centralising 
it, £116,600; which figures form the basis of Mr. Llewellyn Fell's 
report. Mr. Marsh gave it as his opinion, as water engineer, that the 
water supply to the town could not be utilised as a generati 
power. The Traction Sub-committee discussed the report at f 
length on March 2204, and adjourned without coming to any definite 
decision. They gave instructions, however, that further reports 
should be submitted, showing the water-power available immediately 
below the embankment of the Redmires and Rivelin reservoirs, 
instead of centralisation. Mr. Marsh, in his second report, says that 
as these reservoirs vary from top water to draw-off line at different 
seasons of the year, he fails to see how it can be expedient or 
economical to use such a variable motive power. However, calcula- 
tions on the suggested basis show that 109 H.P. would be avaiiable. 
Mr. Fell ag with Mr. Marsh that the power obtainable from the 
R2dmires, Rivelin, and Rivelin compensation system sources 
of supply would not be worth transmitting, as it is so small. 
Thereupon the Traction Sub-committee instructed the town clerk to 
write to two experts, and ask what their fee would be for visiting 
the reservoirs, and reporting as to the water-power available, and he 
was also instructed to write to a firm of hydraulic engineers and ask 
whether a greater horse-power could be obtained by turbines than 
that estimated by Mr. Marsh and Mr. Fell. The Sub-committee again 
met on May 3rd, 1898, and having received replies from the two 
experts, decided to recommend that Mr. Frederick Nell, 97, Queen 
Victoria Street, London, be сомог to come down to Sheffield and 
report apon the question of utilising the water-power of the city for 
generating electricity, at a fee of £2 2s. per day and out-of- 
expenses. A letter was read from the firm of hydraulic 

that the Committee could not depend on any greater power than that 
indicated in the reports; and that, in their opinion, the power would 
be much more cheaply obtained by the use of steam engines. The 
general report of the Traction Sub-committee to the Tramways Oom- 
mittee was as follows :—" They recommend that the city surveyor be 
authorised to proceed with the concrete foundations for the power 
station building at Kelham Island, at an estimated cost of £500, 
using, as far as possible, the old materials оп the ground, and that he 
be authorised to prepare estimates for the superstructure acco 

to the plans produced, and to advertise for tenders, and it is recom- 
men that the Committee be authorised to affix the corporate 
common seal to the contract for the building as soon as 
a tender is surveyor has presented 


a foreman's house could be erected; also, that by eons about 
o 


city surveyor be authorised to open negotiations for the purchase of 
additional land. Letters from the British Thomson-Houston Com- 
pany show that the sub-contractors they propose to employ under the 
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contract are as follows :—Mesera. Milnes, for car bodies and cars; 
Messrs. Brown, for boilere; Messrs. Allis, for engines; Messrs. 
Spencer, for poles and brackets; Messrs. Wheeler, for condenser, 
heater, and filters; Mesers. Pearn, for pumps; Messrs. Ludwig, 
Lcewe & Co, for electrical apparatus; the General. Electrical Com- 
y, of Schenectady, for sundries; Davy Bros., Sheffield, water tank; 
ebohm & Dieckstal, Sheffield, car wheels; Pe:kham Truck Com- 
pany, track frames. | | 
The Tramway Committee recommended the City Council to 
authorise the city surveyor—on the advice of the British Thomson- 
Houston Company's repreeentative—to obtain 10,(00 yards cf iron 
tubing lined with cement, required in connection with the tramway 
extension to Walkley, «t an estimated cost of £725; also, that the 
tender of Messrs. Askham Bros. & Wilson, Limited, for the neces- 
sary points and crossings ia connection with the extension to Walkley 
from High Street, amounting to £946 13s, be accepted ; further, tbat 
an order be given to Messrs. George F. Milnes & Co. for 13 double- 
deck car bodies at £200 each, exclusive of truck and electrical cquip- 
ment; and that price and designs be obtained from the same firm for 
12 single-deck cars, all of which are required for the Walkley exten- 
sions; also, that a sub-committee ba appointed to settle the principle 
as to street improvements and tramways construction. 


South Staffordshire.—The British Electric Traction 
Company bave had their plans passed by the Brierley Hill District 
Council for the erection of a generating station, car ahed, &c., to 
equip the electric tramway from Hart’s Hill to Stourbridge, which is 
to take the place of the existing steam tramway. 


The Surrey aud Middlesex Light Railways Bill.— 
The opposition to the proposals of the London United Tramways 
Company to construct a light railway, with electric traction, from 
Kew over Richmond Hill, thence to Ham, Kingston, and Hampton 
Court, has, this week, so far as Richmond is concerned, taken a more 
tangible form. On Friday evening, a well attcnded meeting of the 
Tradesmen's Association, at which most of the leading firms were repre- 
sented, passed, by 47 votes to 1,a resolution opposing the scheme. 
Dr. J. E. Shuttleworth, a local resident, whose views are 
worthy of attention, has condemned the proposal on the grounds that 
there is ample communication with Kingston and Hampton Court by 
road, rail, and river, and the Light Railways Act was never intended 
to apply in such a case; that the landscapes of the hill will be 
destroyed, the residential value of the hill and its approaches affected, 
and that the working of the railway will be a source of danger. The 
Richmond Town Council, on Monday evening, on the recommendation 
of the Amenities and the Parliamentary Committen, decided by an 


almost unanimous vote to oppose; the Surrey County Council on- 


Tuesday also decided їп а like manner; and the Richmond Vestry 
has passed resclutions in opposition. Meetings of residents in some 
of the roads affected bave also condemned the scheme. A party in 
favour of tbe proposal] has come forward with the suggestion to cut a 
new rcad through some of the old and congested portions of Rich- 
mond, in order to bring the line from the terminus of the present 
tramway along under the hill and so on to Kingston, but this idea is 
also condemned. n 


Sydney.—In the course of the presidential address at the 
meeting of the Electrical Association of New South Wales on 
March 25th, Mr. Callender, in referring to electric tramways, said 
that the chief development affecting engineers during the year had 
been the extension of the system of electric tramways in Sydney, and 
when the large power house now under course of construction at 
Ultimo was completed, it would be seen that, although Sydney had 
waited long and hastened slowly in this matter, the works now being 
erected would be such as to challenge comparison with the tramways 
of any city in the world, and it was a matter for congratulation that 
the whole of the electrical details of the work are in the hands of 
members of the association. 


Tunbridge Wells, — The Town Courcil has been 
approached by the Electric Extension Company with a view of 
establishing an electric tramway in Tunbridge Wells, and the 
application has been delegated toa committee to report upon the 
matter. 


Walton-on-Naze.—Messrs, Lowden Bros, of Dundee, 
have been engaged to supply the apparatue for working the electric 
cars on the pier, and also for lighting the structure. For the present 
tbe dynamcs will be placed on the wharf near the Pier Hotel. 


Waterford.—The Corporation of the City of Waterford 
have just completed terms with a Dublin syndicate for the purpcse of 
running an electric tramway through the city. The length of track 
will be about two anda half miles, starting from the Waterford, 
Dungarvan and Lismore railway terminus, and on the one hand going 
as far as the Waterford and Tranmure railway station, with a branch 
to the top of Newtown, one of the best suburbs in the city. The 
capital of the proposed company will be about £22,000, and the pro- 
moter, who is a Dublin gentleman, is very sanguine of success in his 
undertaking. The Corporation have agreed to give the space in the 
streets at a nominal rent of £1 per year for the first 10 years, after 
which period a percentage on the profite will be paid to the munici- 
pality. It is probable that the work of constructing the line will 
commence within the next three months. 


TELEGRAPH AND TELEPHONE NOTES. 


The Blantyre and Umtali Telegraph.—The Marquis 
of Salisbury has congratulated the British South Africa Company 
and the Trans-continental Telegraph Company upon the successfal 
telegraphic connection of the British Central Africa Protectorate 
and of i ы Ды territory north of the Zambesi with the rest 
of the world. 5 , 


The Telegraph Wire Export Trade.—The fluctuating 
cbaracter of the export trade of this country in telegraph wire and 
apparatus connected therewith is well shown by the returns just 
issued for the month of April last, which show a total of only 
£64,883, as compared with £125,583 in the preceding month, and 
£75,688 in April last year. The exports during the four months 
ending with April, are behind those of last year, having amounted 
to only £313,671 as compared with £321,160 in the first four months 
of 1897. Trade was, however, better than in 1896, during the first 
P^ mone of which year, the exports only amounted in value to 

11,968. ; 


Indian Telegraph Appointments. — Three appoint- 
ments in the Indian Telegraph Department are to bə offered to 
students who join the Cooper’s Hill College in 1898. 


laterruptions to Australian Landlines.— The Empire 
takes strong views on this subject, as will be gathered from the 
followirg quctation, which, however, does exaggerate the general 
feeling in this саве: —“ Speaking upon the incessant interruption of 
the telegraph service between Port Darwin and Adelaide, Dr. Ccck- 
burp, who bas control cf the telegraph lines in South Australia, 
stated that be was fally impressed with the necessity of making an 
improvement in the service, and as soon as he returns to Adelaide 
he proposes to make arrangements for running a second line between 
Adelaide and Port Darwin. The wire will be carried on the same 
posts as the existing one, but where the telegraph crosses а water- 
course the lines will be separated—one being carried up or down the 
stream as the case might be, about a mile or two away from the other, 
to lessen the risk of both lines being taken away by the floods. The 
line thus diverted will be carried across the watercourse on strong 
stout posts to prevent their being easily washed away. This re- 
form’ of the cable scandal is farcical. It reminds one of the phil- 
anthropic youth who offered a blind mana pair of spectacles! A few 
miles of wire along a stream will not relieve merchants from the ex- 
orbitant tariffe, or prevent the delays which are constantly occurring. 
But it will enable the South Australian authorities and the Eastern 
ie ата to protect their private interests. That is all they care 
about.“ | 


Parliament and the Telephone.—In the Honse of 
Commons last Friday, early in the sitting, Mr. Swift MacNeill made 
reference to a notice of motion down on the paper on the part of the 
Government, which notice was to the following effect:—'' That а 
Select Committee be appointed to inquire and report whether the 
telephone service is or is calculated to become of such general benefit 
as to justify its being undertaken by municipal and other local 
authorities, regard being had to local finance; and, if so, whether 
such local authorities should have power to undertake such service in 
the districte of other local authorities outside the area of their own 
Jurisdiction, but comprised wholly or partially in the same telephone 
area, and what powers, duties, and obligations ought to be conferred 
or imposed upon such local authorities:—That the Minutes of 
Evidence taken before the Select Committee on the telephone service 
in the session of 1895, and the report of the Commissioner and the 
evidence taken before bim in the inquiry recently held at Glasgow be 
referred to the committee for consideration in so far as they relate to 
the subject of the present inquiry :—That ihe committee do consist 
of 17 members, and tbat Mr. Bartley, Mr. Griffüith-Boscawen, Bir 
Harry Bullard, Mr. Cawley, Mr. Cohen, Mr. Culville, Sir James 
Fergusson, Mr. Firbank, Mr. Fry, Mr. Hanbury, Bir Reginald 
Hanson, Bir Henry Howorth, Sir James Joicey, Mr. John Redmond, 
Mr. James Stuart, Mr. Tully and Sir James Wocdhouse be members 
of the committee. — Mr. MacNeill wished to know whether the 
Government intended to persist in the nomination of Sir James 
Fergusson, seeing that he was а director of the National Telephone 
Company, and as such an interested party. Sir James Fergusson, 
interposing, explained that he had only allowed his name to be put 
down in consequence of & request made to him on bebalf of the 
Government, but om further consideration he had decided not to 
accept the nomination. The matter then dropped. We now learn 
that Mr. Donald Nicol will take Sir James's seat on the Committee, 
which was duly appointed on Monday last. | 


The Surveys of the Pacific Ocean — English and 
American.—In 1887 at the Imperial Colonial Conference held in 
London, i¢ was unanimously resolved that a survey foracable to 
connect Canada with Australia should be carried out by Her Majeaty's 
Government. This eurvey is only about two-thirds completed at 

resent. Oa March 2nd, 1891, an Act was passed by the American 
gislature To enable the President to cause careful soundings to 
be made between San Francisco, Cal, and Honolulu, in the King- 
dom of the Hawaiian Islands, for the purpose of determining the 
practicability of the laying of a telegraphic cable between these 
points.” This survey was thoroughly carried out and completed in 
May, 1892; the distance surveyed being about half of that ac- 
complished for the English Government during the last 10 years. 
We extract the following from an Australian paper, dated March 25th 
last: —“ Surveying cruise of H.M.S. Penguin.—H.M.B. Penguin yester- 
day returned to port after a cruise of not quite a year, during which 
a great deal of hard work has been done. The Penguin is well-known 
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on the station as belonging to that class of ships devoted to taking 
soundings, charting work, and the investigation or discovery of 
suppoeed or actual dangers to navigation. Since she left here in 
April of last year the Penguin has covered many thousands of miles 
of ocean. Her special duty was to test the route for a cable to 
connect Australia with England vid America, and she carried out the 
work as faras Honolala. The testimony of her officers. yesterday 
was that from a practicable point of view the Pacific route fora 
cable offers no obstacles whatever. From Sydney she went to Fiji, 
running a line of soundings all the way; from Fiji to Fanning 
Island, one of the islands under the British flag. That island was 
thoroughly surveyed, and found to be suitable for a cable station. 
To Honolulu from this island the ground was found good for cable 
work. After refitting at the Sandwich Islands capital, the trip 
across from Sydney having occupied 14 weeks, a start was made for 
Palmyra. This island the Americans claimed, it having been dis- 
covered by the captain of the barque Palmyra in 1802, but was 
ceded to England in 1889. The island was entirely unsuited fora 
cable station. however, baving neither a landing place nor vege'ation 
upon it—desolate in fact—so nothing further was done there. The 
Penguin then returned to Fiji, and made а віх weeke’ survey cf re- 
ported dangers to the north and: north-west of that group, fixing 
positions, &c.” oe 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. | Repaired. 

Brest-Bt. Pierre (Anglo, 1869) April 0th,1893 ... ` me 
West Indies— : E 

Bt. Oroix-Trinidad eee Nov. 80th, 1896 (TT) eee 

Cayenne-Pinheiro .. March 24th, 1898 ... “te 
Amason Oompany’s к 

Parintins-Itacatiara ... May 5th, 1898 „ NA 

Obidos-Parintins .. Dec. 7th, 1896 Ww. x wes 

Cable beyond Gurupa... April 4th, 1898  ... 
Oyprus-Latakia Ves .. Feb. 10th, 1898 ... see 


... April 12th, 1898 


Cape Town-Mossamedes ... „ 14th, 1898 ... May 5th, 1898 
Maranham- Para „ „ 17th, 1898 .. — . 
Benguela- Mossamedes n 20th, 1898 ... May 5th, 1898 
Kotonon-San Thomé „ „ 27th, 1898 .. Y 
Hong Kong-Manilla... May 8rd, 1898 n es 
San Thomé-Loanda.... iss » 4th, 1898. е 
Monte Video-Rio Grande... „ 9th, 1898 .. 
Havre-Waterville ... n»n 10th, 1898 ... 
Trans-Continen 

yond Masol tal line -— Marcb 12th, 1896 ... T 
0 Barranquilla... July 4th, 1898. T 
Majunga-Tananarive ... May 5th, 1898 May 9tb, 1898 
Vladivostock-Khabarowka „ 7th, 1898 „ th, 1898 


„ 10th, 1898  ... „ 11th, 1898 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Belgium,—May 25th. The date for the receipt of tenders 
for the electric lighting plant at the railway station at Ghent (Gand- 
9 1 Belgian State Railway Authorities has been fixed for 

у . | | 


Belgium.—May 31st. : The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May Slet for 
the exclusive concession for the supply of electrical energy for 
lighting and power p during a period of 26 years, that is, to 
September 1st, 1924. Tenders to be sent to the Secretariat de la 
eae d'Ixelles, Brussels, from whence particulars may be 
obtained. | 


Blackburn.—May 17th. The Committee of St. George's 
Presbyterlan Church invites tenders for the electric lighting of the 
Church. See our Official Notices last week for details. 


Bary St. Edmunds.—June 18th. The Corporation 
invites tenders for the supply and erection of Lancashire bojlers, 
three 60-kw. steam dynamos, transformer and booster, accumulators, 
street mains, and various other machinery and apparatus for the 
electricity undertaking. Consulting engineer, Mr. F. H. Medhurst, 
13, Victoria Street, S. W. See our Official Notices this week.. 


Coventry.—June 7th. The Electric Lighting Committee 
invites tenders for electric mains, switchboards, arc lamps, posts and 
apparatus in connection therewith. For particulars of the several 
sections see our Official Notices" this week. Mr. Gilbert S. Ram, 
city electrical engineer. 


Dublin.—May 23га, The Corporation wants tenders for 
the supply of high tension feeders and low tension distributors laid 
and jointed complete on a solid system, not including road work, but 
including the connecting up of existing consumers to the new mains. 
Also for transformers (20 to 50 kw., about 700 kw. in- all) with 
instruments and apparatus in sub-stations erected and fitted complete. 
Particulars at the office of the city engineer; or from Prcf. Kennedy, 
17, Victoria Street, S. W. See our Official Notices last week for 


particulars. ғ 


France,—May 21st. Tenders are being invited by the 
French Post and Telegraph Authorities in Paris for the supply, in 
10 lots, of 111 kilometres of paper-insulated electrie cables. Par- 
ticulars may be obtained from, and tenders to be sent to, Le Sous- 
Secretariat, d'Etat des Pcstes et des Telegraphes, 103, Rue de 


Grenelle, Paris. . | un ner 1 

London.—May 17th. The Bethnal Green Board of 
Guardians invites tenders for the supply of plant, and installing the 
electric light at the new. infirmary, Palestine Place. Plans, &oc., to be 
obtained from the architects, Giles, Gough & Trollope, 28, Craven 
Street, Charing Cross, W. C. See our Official Notices April 22nd 
tor part iculars. 


Russia.— May 27th. Tenders ave being invit;d by the 
Municipal Authorities cf Odessa for the concession for the con- 
struction and working of three lines of electric tramways in the town, 
the total length being about 39 versts. Particulars may be obtained 
from La Mairie d’Odessa, Russia, to whom tenders are to be sent. 


*outhampton.—May 18th. The Corporation invites 
tenders for the purchase of a Robay slow-speed horizontal steam 
engine. Particulars from the electrical engineer, Mr. J. H. Lee. See 
our “ Official Notices " this week. ue М О 


Sunderland. — May 27th. The Corporation ‘invites 
tenders for the supply of steam and other piping, and water softener 
for the electricity works. Borough electrical engineer, Mr. J. F. C. 
Snell. See our Official Notices for particulars. | че 


Victoria.—June 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plant . 
for three years. See our “ Official Notices ” March 11th. - 


" OLOSED. * i E i | í 
Belfast.—The Corporation has given, Messrs. Victor 


‘Coates & Co., Limited, an order for an additional Lancashire boiler 


for the new electricity station for next winter's load at £666 odd. 


Germany.—Messrs. Felix, Singer & Co, of Berlin, have, 
it is reported, secured: a cantract for 20 4-wheel motor cars for the 
light electric railways at present in course of construction in the 
Mansfeld mining district. The cars, which are for a one-metre gauge, 
are to be of 40 H. P. each, the motors being on the Walker system. 


Glasgow.—The following tenders have been accepted for 
the erection of a depot at Springburn in connection with the 
tramways :—Messrs. Jabn Porter & Sons, £2,500 for the brick and 
mason work; Messrs. William Shaw & Son, £629 Os. 6d. for the 
joiner work; Messrs. W. & D. Mailer, £145 13s. 64. for the slater 
work; Mesars. Р. & W. MacLellan, £336 10s. 7d. for the iron work ; 
Mr. Matthew. Sproul, £170 9s. 8d. for the 3 and gasfitting 
work; and Mr. Peter M'Kerracher, £38 15s. 1d. for the painter work, 


Leith.—The Town Council has accepted the tender of 
the British Insulated Wire Company for the supply, trenching, and 
laying of the cables throughout the compulsory area with re-instate- 
ment of the roads and pathways, and also the supply and erection of 
the arc lamp-posté amounting to £7,917, in connection with the 
burgh lightiog scheme. An endeavour was made іп the Council last 
week to get rescinded the resolution recently passed by the Council 
instructing the Electric Light Committee to exercise the utmost 
economy. It was considered that such a motion hampered the work 
of the Electric Lighting Committee, and the recision seems to have 
been carried by six votes to five. i S 


Se 


FORTHCOMING EVENTS. 


1898. | 
Friday, May 13th, at 5 p.m.—Physical Society. Paper on Galvano- 
: meters; Part II. By Prof. W. E. Ayrton and Mr. T. 
Mather. | $a „ 

Monday, May 16th, at 8 p.m.— Society of Artz. Electric Traction,” 
dy Prof. Carus Wilson. Oantor Lecture 1II.—Energy 
diagrams—Sub-divisions of energy expenditure— 
Case when final. speed is fixed — Possible ways 
of reducing the expenditure — Effect af. series 
winding is to reduce the beat loss—Highest 
economy limited by the weight of the motor—How to 
find the best values of gear ratio and driving-wheel 
diameter Example—The Baltimore and Ohio Railtoad 
— Effect of reduction in train resistance — Use of roller 

bearings. : У 


: Wednesday, May 18th, at 8 p.m.—Society of Arts. The Evolution 


of the Cycle," by J. K. Starley. С. V. Boys, F. R. S, will 
preside. 


Thursday, May 19th, at 8 p.m.— Chemical Society, Burlington House. 


Papers to be read :—“ The Action of Formaldehyde on 

Amines of the Naphthalene Series,” by G. T. Morgan, 
B.Sc.; “On the Constitution of Oleic Acid and its 

Derivatives," Part L, by F. G. Edmed, B.Sc. E 
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Bearings,” V. B. Marshall; “Gas Power,” 
J. E. Dowson. Visit to the Central London allway cb 
4 p.m. 


Developments 

pplication of Alternating Multiphase 
VVV be 
open 


Saturday, May 21st, at 11 a. m.— Institution of Electrical 
te visit to the works of the Electric 


elding 
Oompany. Applications to join the should be 
iade RE оше to the Student Hon. ead 
NOTES. 
Electrical Matters at Croydon,—Tbe Corporation of 


Croydon, who 5 into ud ше! of е у, as 
applied to municipal purposes with mu irit, 0 
recently voted nearly £80,000 for the 1 0 of their 
already considerable electric lighting plant, are likely to 
entertain, at no distant date, a suggestion to poe electric 
motive power for the Corporation fire engines. The suggestion 
emanates from Councillor T. W. Dobson, the chairman of 
the General Pu Committee, which has control of the 
fire brigade, it is known to bave the support of, ао 
others, Alderman Sir F. Т. Eldridge, who is an influenti 


e future of the 
the lease of which falls in in August, 
1899. directors of the Oroydon Tramways 


Company аге ing, in conjunction with Messrs. 
Kincaid, Waller E Manvills, the electrical engineers, a scheme 


of electric traction for the trams, and are now carrying on 


private negotiations with the committee referred to. 


i la by electrical men 
in. That 8 electrical men 
with a will is clear from the 

ng i ies and their 
officials have been able to get together various companies of 
skilled electricians for the purpose of home defence as well as 
for service in the navy. One contemporary discusses the 
effect of the war upon the electrical trade. It seems that the 
very urgent and heavy demands of the Government have led 
to the cancelling or putting aside of much of the usual 
business. It might be thought that these orders would make 
Poet ied f мох later ор, and во keep electrical works 

ully occu ог a long time to come, Our contem 

thinks ise, and suggests that after the Grove mtt 
orders have been executed the electrical business will be in a 
bad way, ав the unsettled state of affairs does not act as an 
incentive to new electrical enterprise. 


have come f 


„ Testing Gold Quartz by the Röntgen Rays.—An 
ingenious application of the Röntgen raya has recently been 


made, viz., to ascertain the соо пое of gold 5 in 
quartz. The particles of gold in a paying gold quartz are 
often во finely divided as to be invisible to the naked eye. 
Since gold is much more opaque to the Réntgen rays than 
quartz, it is natural to suppose that some indication of the 
presence of gold in quartz would be given on the screen or 
the photographic plate when the quartz is traversed by the 
Röntgen rays. A physician in Los Angelos, California, is 
reported on accidentally photographing a lump of gold 
quartz to have found on the shadow of the outline of the 
uartz а number of very dark points. These points were 
due to the presence of particles of gold in the quartz. It 
is possible, therefore, to detect the presence of gold in quartz 
by the Röntgen rays, and it may sometimes be convenient in 
the соол it is not to 5 expected ped ps gold 
prospector wi а battery, an induction coi vacuum 
tubes to his kit. i { 


CAL REVIEW. 


The Manila Battle and the Telegraph Cable.—The 
American naval officers at Manila seem to have known what 
they were about in cutting the Manila-Hong Kong cable, 
thus interrupting telegraphic communication between Manila 
and the rest of the world. From what we have heard 
privately, they grappled and lifted the cable some miles off 
the town, in 5 deep water, and buoyed both 
ends. They wished to stop the Spaniards from communi- 
cating from the Philippine Islands; but, as stated in the 
Daily Chronicle, they had no instruments of their own 
wherewith to establish communication themselves through 
the cable, and hence the great and inconvenience 
which were felt in the United States pending the des- 

tch of the Hugh McCulloch from Manila to Hong 
r with news. We hear private 


adapted for both testing and si and with 
but a little practice, naval men should me expert in ex- 
changing m through cables, whenever the occasion 


as well as suitable electrical apparatus. 

Wednesday's Daily Chronicle says that the “ Eastern Ex- 
tension Telegraph Company looks to the United States to 
compensate it for cutting the cable at Manila. But Admiral 
Dewey did not cut it till the Spanish authorities refused to 
allow the transmission of American despatches. Therefore 
the real interruption of the earning ty of the cable was 
due to Spanish action, and Logd Tweeddale had better apply 
for compensation to Madrid." 


The Parliamentary Committee.—A further meeting of 
the Joint Committee on the question of Electrical Supply and 
Electrical Generating Stations was held on Monday, at, which 
the heads of their report were discussed. A section of the 
MARE et us according to m а in ста of 
abolishing present system, by which the power о - 
chase comes in at the end of 42 LA and of modifying T o 
that purchase may take place at a shorter period —perhaps 
25 years—on the basis of the net profita of time. This 
would leasen the burden on the companies by rendering it 
unnecessary that they should devote so large a of their 
income to a sinking fund. Another point raised was the 
advisability of a sliding scale in regard to the profits of 
electric companies, like that provided for by the Gas Acts. 
It is probable that a recommendation in its favour will be 
рар A question has also arisen as to whether, within a 
fixed radius, а locus stands should not be given to adjoining 
owners to oppose the establishment of generating stations, 
and also as to whether compensation ought to be paid to 
adjoining owners in consideration of such nuisances as those 
which may arise from vibration, &0. 


Glasgow Technical College.—The following candidates 
have been passed for the diploma in electrical engineering, 
each gabe Cine Me 

, Wm. N. Bran ow), J. Bruce 
(Ireland), Fred. Ussing (Copenhagen). Mr. Nicholson has 
been nominated for the Sir John Pender Gold Medal, and 
Mr. David Robertson, jan. (Uddingston), the previous John 
Pender medallist, for the Pender Scholarship. 


The Royal Society.—Among the papers read before this 
society yesterday afternoon was опе by Prof. Gotch, F. R. S., and 
Mr, G. J. Burch on “The Electrical Response of Nerve to a 
Single Stimulus Investigated with the Capillary Electrometer. 
Prelimi Communication,” and one by Mr. S. R. Roget on 
M mage of Prolonged Heating on the Magnetic Properties 
of Iron.’ 
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The Telephone Question.—There has been published in 
pursuance of the order of the House of Commons, copy of 
the agreements entered into on March 25th and 26th, 1896, 
between the Postmaster-General and the National Telephone 
Company for the transfer of the trunk lines. The features 
of greatest interest at the moment will probably be the 
exchange or “ terminal” charges provided for under clause 8, 
where a telephonic message is transmitted over the trunk 
wires an exchange of the National Сорау and an 
exchange of the Post Office or some licensee other than the 
National Company; and clause 18, which says that the 
agreement shall not prejudice or affect the right of the 
Postmaster-General to establish Wi ae communication 
himself or license others to do во. e abetracts show that 
the transfer of lines amounted to nearly 30,000 miles of 
wire, and when to these are added the lines built by the Post 
Office themselves, it will be seen how important a branch 
of the Telegraph Department the trunk telephone lines have 


Train Lighting.—In a communication to the Raslway 
World, Mr. W. Langdon says that few will deny that, to the 
experiments in the electric lighting of trains carried out by 
the Midland Railway Company, the industry is much in- 
debted. Those experiments dealt with the subject in such a 
comprehensive manner, as к the applicability of electric 
lighting to the various demands of railway service, and 
although the ciroumstances which at that time attended the 
efforts were such that it was felt advisable to abandon the 

riment for the time, the success attending those trials was 
ш efficient from a lighting point of view, as that arising 
rom the Stone system. The reason for their withdrawal 
was not so much one of cost as one of convenience. Mr. 
Langdon adds: “The rolling stock of a railway is no more 
exempt from wear and tear than other mechanical appliances, 
and time to time vehicles must necessarily come in for 
Out of this arises one of two things, either the in- 
ition of unfitted stock, and consequent severance of 
electrical connection, or the remarshalling of the train at an 
int at which such unfitted stock has to be interposed.” 
e asks what advantage is by Stone’s system over 


that of the Midland or other systems? It is based upon the 


same lines with the exception that whereas in other systems 
the varying speed is compensated by electrical adjustment, in 


Messrs. Stone’s system it is met by the slip of the belt. There 
is no doubt that a self-contained has attractive features 
from a traffic point of view—it di of the remarshalling 


азап, and it is extremely convenient for trial pups: 
t conceive a large system, such as the Midland, with all 
its passenger stock— some 8,800 coaches and vans—fitted 
with dynamos all below the bed-frame of each 
vehicle, and set { this the number of electric gene- 
rators, arranged above board, which would be required if the 
light were operated оп the Midland system—4/.e., from one 
vehicle in each train—and say which ought to prove the 
most convenient and economical to maintain, 380 generators 
above board or 8,800 below board.” The many trials which 
are being made by railway companies of Stone’s system show 
how anxious they are to adopt electricity for carriage light- 


ing if its cost is reasonable. That electricity is the 
illuminant for the Mr. Langdon has not the least 


doubt, but whether it is to be done [hene each vehiole 
independently rather than in groupe, he considers is open 
to question. 


Wireless N demonstration of the Marconi 
77 took on Thursday last week at the offioes of the 

ireless T ph and Signal Company, Limited, 28, 
Mark Lane, E. C. 20046 those present were the Pre- 
sident of the Board of Trade, the Right Hon. Charles 
Ritchie, M.P.; Sir Courtenay Boyle, John Hay, 
Admiral of the Fleet; Lord Kelvin, Sir William des Voeux, 
Lord Charles Bereaford, Lord Stanley, Mr. C. hu Mr. 
E. Beaumont, Q.0., Admiral Compton Domvile, Mr. R. G. 
Hayes, Commander Evan Thomas, Mr. Charles Wilson, 
M. P., Colonel FitzGeorge, A.D.C., and Captain the Hon. 
О. Oolville. Mr. Marconi was at the transmitting end, and 
Lord Oharles Beresford read the messages pri 
tape in another room in the building, 
easily decipherable. 


on Morse 
of which were 


The Spiral Globe, Limited.—Since the brief notice in 
our issue of May 6th of “The Spiral Globe, Limited,” we 
have given careful consideration to the claims advanced in 
the prospectus of the improvement in the illuminating power 
of an ordinary incandescent lamp by winding a glass roi 
spirally round it. The first point we considered was the 
report of the Electrical Standardising Testing and Treining 
Institution, signed by Mr. Hugh E. Harrison. The net 
result of the experiments on which the report is based 
appears to be that if a tet of annular glass pieces of circular 
section are di about an irregular source of light, the 
effect of reflection and refraction at the surfaces of the glass 
will be to intensify the radiation in both directions along 
the axis of the annuli, and in oonsequence, though this is 
not mentioned here, to reduce the «quatorial radiation. 
Figures are given of four dispositions of such an arrangement 
about an ordinary incandescent lamp, involving seven 
experiments. From general considerations of the paths of 
the rays of light this result seems reasonable, though the 
disposition of the glass surfaces and the sources of light are 
too complicated to admit readily of a geometrical investiga- 
tion. Now of the seven experiments, five, giving three 
comparisons, deal with the spiral globe in the form in which 
it is proposed to apply it, and all three show considerable in- 
crease of intensity along the axis of the lamp, no reference being 
made to the consequent equatorial diminution of 
intensity at right angles to the axis. The other comparison 
deals with the spiral arranged so as to produce an increased 
equatorial intensity in one direction only—an arrangement 
which does not appear to be contemplated in practice, and 
has no bearing on the matter in question. It is not clear 


why this is introduced, but it might give an impression to 
an inexpert reader that the эе, ы increases the equa- 
torial intensity as well as the axi Consider the 


action of lenticular arra They are never intro- 
duced to increase the all-round, or average radiation, and 
must in 7 ie Reval ar of the glasses and 
the dirt collected on their surfaces. Their sole purpose is to 
direct rays of light radiated in a useleas direction along a 
useful one, at the expense of some lom. Now, though 

prospectus claims an improved distribution, viz., an increased 
vertical and a reduced horizontal one, it gives no reason for 
claiming this to be an an aero nor can anyone say, for 
an ordinary incandescent lamp, that any erm direction 
of radiation will be necessarily more useful to Ив future pur- 
chaser than another. So far as one can say anything, it is that 
it is not generally convenient to increase tbe upward radia- 
tion at the expense of the horizontal or oblique. To us 
the d does Wess 5 Roco The 
prospectus furt ims e spira more 
than doubles the effective light emitted,” “and insures a 
is ue Se economy in the consumption of electrical 
current," spiral globe does nothing of the kind. Its 
effecta appear to be three. It will increase the illumination 
above and below the lamp, where it may or may not be 
wanted, and diminish it horizontally, with, on the whole, a 
loss. It will no doubt be a pleasanter and less intense light 
for rooms, but this advantage is got in many other ways. 


Ita surface, postage | more or leas dirty, will reduce the 
penan eao ; when the lamp is placed in an un- 
avourable position, so that dust acoumul will do s0 


very largely. It would be very difficult toclean. As far as 


We see © one of the seven advantages claimed for the 
globe in gr ge is ridiculous, looked at from an 
investor’s t of view. If this document is to be con- 
strued in the way moet convenient to the promoters that its 


ambiguously qualified claims admit, we can only say it is 


not a very specimen of ita class. If it is to be 
construed by the meaning it would convey to an intelligent 
inexpert ‚ it is, to say the least, misleading. 


Electrie Traction Lectures.—Prof. Schwartz and Dr. 
D. K. Morris will commence their series of six lectures on 
“Electric Traction” at the South-Western Polytechnic 
Chelsea, on Tuesday next, at 7.80 p.m. The lectures will 
deal respectively with:—1. Power stations; 2. Overhead 
conductors; 8. Conduit and surface contact systeme— The 

ent way; 4. Motors and rolling stock; 5. Aocumu- 
stor cars; 6. Working expenses—Maintenance and depre- 
ciation. 
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Technical Education in Ireland:—The Dublin Gor- 


poration last week passed a lengthy resolution requesting 
the Government to appoint immediately a committee of 
eminent edacational and scientific authorities, together with 
representatives of the manufacturing, industrial, and com- 
mercial interests in Ireland, to inquire into the question of 
the need of Ireland in regard to primary, secondary, and 
higher technical education. The Government is to be asked 
for а £100,000 grant for the purposes of the Royal College 
of Science for Ireland. The Lord Mayor of Dublin ina 
speech upon the subject said: As regards higher. technical 
education it was certainly little less than a scandal and dis- 
grace to the Government that not a single chair of 
mechanical or electrical engineering, to say nothing of. archi- 


tecture, existed in the whole of Ireland.” , | s 


. Appointments, —The Glasgow Electricity Committee has 
pa @ recommendation to.the Council to appoint Mr. 
John Christie, of. Londonderry, as station engineer, and Mr. 
J. C. A. Ward, of St. Pancras mains department, as super- 
intendent of mains. The appointments are, of course, sub- 
ject.to confirmation by Council on the 19th inst., but the 
committee was unanimous ih both cases. 


‘Lecture.—Before the Ipswich Scientific Society on 4th 
inst. Mr. S. A. Norcutt lectared on Phenomena of Elec- 
trical Discharge.” О. 


Self- Charging Motor Car.— Mr. L. Epstein has recently 
atented à new electric motor car, in which he claims to 
ave overcome the difficult ies presented by batteries becoming 

‘exhausted at a distance from a chargingstation. Itisadmitted 
‘that it is one of the great; drawbacks of eléctric motor cars 
that the batteries require periodical re-charging, this necessi- 
‘tating tHe existence of charging stations, and considerable 
rough usage of the accumulators in taking them out for 
charging and putting back in position again. These draw- 
backs are said to be avoided by the Epstein motor car, which 
is self-charging, inasmuch as it is equipped with the necessa 
apparatus for automatically charging the cells whenever ай 

wherever required, with very little difficulty. The car is 
equipped with Epstein cells of a special type, and an oil 
engine, and the motor can be reversed for use as a dynamo 
for the purpose of charging the cella, The extra equipment 
is stated to be responsible for an additional weight of only 3 
per cent., compared with the ordinary electric motor car. the 
weight of a self-charging car, complete with all equipment 
and four passengers, comes out at something under 30 cwt. 
The accumulators weigh 7 cwt., and are considered sufficient 
for a 60-mile ran on ordinary roads. We understand that 
Mr. Epstein now has one of the cars in course of construction. 


- Pacific Cable.—A daily paper says that the British ship 
Penguin, which had to take soundings and to investigate the 
bottom of the Pacific, with the view to the laying of a cable, 
arrived at Sydney on March 25th. According to the 
Frankfurter Zeitung, ber officers declared that the soundings 
showed no obstacles. ! | 


Appointment Vacant.—The Stockport Gas and Elec- 
tric Light Committee want a clerk of works at £8 p2r week. 
See oar “ Official Notices” this week for particulars. 


The Electrical Press.—The number of journals partly 
or wholly devoted to electrical subjects amount in the total 
to 66. Of, these. 18 are published in France, 14 in the 
United States, 12 in Germany, 6 in England, 3 in Switzer- 
land, 2 each in Austria, Belgium, Holland, Italy and Spain, 
1 each in Canada, Japan, and Russia. 


The Pender Memorial.—One of the two marble busts 
of the late Sir John Pender, G.C.M.G., executed by Mr. E. 
Onslow Ford, has now been received by the authorities of 
University College, London. The bust has been placed in 
the library.’ The likenees is stated to be a pleasing and 
striking one. The second bust is at present on view at the 
New Gallery, and will afterwards be sent to Manchester for 
exhibition. 7 | 


Weston Park, Cronch, 


Calcutta University.—The Senate of this University is 


considering the subject of degrees in science. The com- 


mittee appointed to report on the subject considers, says an 
Indian journal, the institution of such degrees desirable for 
the encouragement of original research by the graduates of 
the University. : : : 


Dust Destructors in Iadia.—The Vizagapatam Muni- 
cipal Council has resolved to construct a Roberts's patent 
incinerator. An Indian exchange saya that this will minimise 
the difficulty. now felt by the Council in. the proper disposal 
of rubbish, the present sites in town having been condemned 
by that officer. SEE | | 


King’s College Old Boys.—We hear that Mr. W. H. 
Preece is to preside at the King's College School Old Boys’ 
annual.dinner at the Criterion taurant on Friday next, 
May 20th." °° | 2 | 


NEW COMPANIES REGISTERED. 


! 


Sue 


Chilian Electric Tramway and Light Company, 


+ 


Limited (57,203).—Registered May 3rd, with capital: £1,050,000 in 
"£1 sbares (550,000 preference), to adopt an agreement with the 


«Allgemeine Electriciti^s Gesellschaft, of Berlin, to acquire, equip, 
maintain ard work by: horse, electrical, steam, or other power, any 
tramways or railways in Chili or elsewhere in America, and to carry 
on the business of electricians, electrical engineers, suppliers of elec- 


‘tricity, &o. The subscribers (with one share each) are :—E. F. Rouse, 


1, Avenue Gardens, Mill Hill Park, W., gentleman; W. G. Turnbull, 
95, Wcod Lane, E wr Bush, W., clerk; G. F. Barnett, 12, 

nd, N., clerk; J. Jewell, 13, Richmond Cres- 
cent, Barnsbury, clerk; O. Field, 27, St. Margarets Road, Brockley, 
S. E., clerk; Н. A. Milner, 84, Effingham Road, Hornsey, N., clerk; 
W. MacGillivray, 368, Green Lanes, N., book-keeper. The number 
of directors is not to be less than six nor more than 12; the subscri- 
bers are to appoint the first; qualification, £500; remuneration as 
the company may decide. Registered by Ingle, Holmes & Son, 20, 
Threadneedle Street, E. O. ' | | 


Silverton Ironworks, Limited (57,218).—Registered 
May 4th, with capital £50,000 in £1 shares (10,000 preference), to 
adopt an agreement with F. O'O. Prince for the acquisition of an 
invention for improvements in furnace bars, and to carry on the 
business of mechanical engineers, machiniste, wood workers, builders, 
timber merchants, electrical engineers, chemical manufacturers, &c. 
The subscribers (with one share each) are:— T. Willson, 2, Christ- 
church Road, Hampstead, architect; H. Howe, 6, Epirus Road, 
Walham Green, 8.W., gentleman; A. R. Stanes, The Limes, Surbiton, 


. merchant ; L. F. Clow, 8, Old Jewry, E. C., laud agent; Е. O'C. Prince, 


37, Cursitor Street, E.C., engineer; E. J. V. Davies, 1, els d 
Villas, N., engineer; A. E. Bloxham, 17, Boveney Road, Honor O 

Park, S. E., agent. The number of directors is not to be less than 
three nor more than seven; the subscribers are to appoint the first ; 
qualification, 400 ordinary or 200 preference sharea; remuneration, 
£100 each per annum (£150 for the chairman), and a percentage of 
the profits. Registered by N. L. Pocock, 16, Finsbury Circus, E.C. 


RETURNS OF ELECTRICAL 


OFFICIAL 
| COMPANIES. 


Cambridge Electric Supply Company, Limited 
(36,457).—This company's annual return was filed on March 2nd; 
9,413 shares have been taken up out of a capital of £100,000 in £10 
ghares; £8 per share has been called on 4,970, and £1 per share on 
the othere, and £44,203 has been paid. 


Telegraph Construction and Maintenance Company, 
Limited (1,147 C).—This company's annual return was filed on 
March 23rd, when the whole capital of £448,200 in £12 shares was 

4 | 


. taken up and paid for in full. 


W. T. Henley's Telegraph Works Company, Limited 


. (13,795).— This company’s return was filed on March 18th. The 


capital is £180,000 in £10 shares (3,000 preference), 12,500 ordinary 
and 3,000 preference have been taken up, and £155,000 has been 
paid. 


British Insulated Wire Company, Limited (52,285). 
—This company's annual return was filed on April 15th. The 
capital is £400,000 in £5 shares (40,000 preference). 20,000 prefer- 
ence and 40,000 ordinary shares have been taken up, and 6,530 pre- 
ference and 29,935 ordinary are considered as paid. £2 158. per 
share has been called on the others, and £67,471 6s. has been paid, 
leaving £55,203 168. in arrears. 
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OITY NOTES. 


The West India and Panama Telegraph Company, 
Limited. 


Тнв directors’ report for the half-year ended December 31st, 1897, to 
be eubmitted to the ehareholders on May 18th reads as follows: —The 
directors submit the accounts for the віх months ended December 31st, 
1897. The smount to credit of revenue is £32,228 11s. 8d. against 
£34,053 13s. 64. for the corresponding half-year of 1896, and the 
expenses have been £19,772 15s. against £21,393 15s. 4d., leaving a 
balance of £12,455 16s. 8d., which, with £1,243 63. 8d. brought 
from last account, and £1,000 transferred from reserve account, 
makes a total of- £14,699 3s. 4d., with which it is proposed to deal as 


follows :— 
£ з. d. 
First preference shares— . 
Dividend, six months to December 31st, 6s. per share 10,368 18 0 
Becond erence shares— | к 
Dividend, six months to December 31st, 6s. per share 1,400 14 0 
Ordinary sbares— | 9. 


6d. рег share (free of income-tax) ) dis 2,208 0 6 
Balance to current half-year's account bv 721 10 10 
| | £14,699 3 4 


The traffic receipts for the six months show a decrease of £2,187 
198. 8d., as compared with the corresponding period, attributable to 
the causes mentioned in the last report, and to the depressed ccndi- 
tion of West Indian trade. The expenses of repsiring cables during 
the balf-year are £1,386 15s. 3d. less than those for the oor- 
responding period. Daring the half-year the company's two 
repairing steamers, Groppler and Duchess of Marlborough, have been 
‘surveyed and repaired in accordance with Lloyd’s requirements. 
The new cable between Bermuda and Jamaica, alluded to at the last 
general meeting, was opened for traffic on January 31st. The con- 
tract between Her Majesty's Government and the new company pro- 
vides for a subsidy of £8,000 per annum, and for a maximum tariff 
of 33. per word between London and Jamaica, as against 53. 10d. per 
word charged by the route as prescribed by the Legislative Acta of 
the Colonies, viá Havana. The directors, however, decided to make 
corresponding reductions of rates to and from the West Iadies on 
January 1st. With tbe view of aiding tbe plans of the Government 
in furtherance of West Indian trade, reductions of inter-colonial 
rates were aleo made on April Ist. Since the last general meeting 
the directors, with the object of maintainiog and strengthening the 
duplicate system, have made arrangements to connect Grenada, St. 
Lucia and 8t. Croix, by & new line of cable in substitution for the 
old Chord line, which has proved to be beyond repair, and to dupli- 
cate the Trinidad-Grenada section. A contract has also been entered 
into for the manufacture and delivery in the West Indies of 160 
knots of cable for stock. Owing to the financial crisis through which 
the Leeward Islands are now passing, Antigua and St. Kitts have 
reduced their subsidies from ££00 to £600 each for the current year. 
Notic3 has also been received from the Government of Jamaica that 
the subsidy of £2,000 per annum, hitherto paid to this company, has 
ceased from March 31st. In+ccordance with the articles of associa- 
tion, Henry Holmes, Esq., retires at this meeting, and offers himself 
for re-election. The auditors, Messrs. Deloitte, Dever, Griffiths and 
Co., also retire, and offer themselves for re-election. 


The Great Northern Telegraph Company of 
Copenhagen. 
Тир general meeting of this company was held at Copenhagen on 
April 30th, 1898, Mr. F. Zable presiding. 

The chairman and managing director, Commodore E. SUENSON, 
D.R.N, in rendering an account of the working of the company 
during the year 1897, stated that the state of the cables in Europe 
had not bsen satisfactory during 1897, especially towards the end of 
the year. No fewer than 11 of the cables had been interrupted, the 
total number of interruptions being 32. These had nearly all been 
due to injary caused by the fishing vessels, especially by the steam 
trawlers, which are spreading more and more, not only over the North 
Sea, but also in the Skager Rack and Kattegat. On the other haud, 
the cables in the Far Hast had been comparately free from injary, 
thanks to the extensive strengtheniogs and renewals which had been 
carried out during the last years, particularly on the Hong Kong- 
Amoy-Shangbai line. There bad been only seven interraptions, 
affecting five cables. Unfortunately the Wladiwostock route had, as 
usual, been the weak link in the syst:m. An altogether exceptional 
inundation of the Amur River had to a great extent destroyed the 


work of reconstruction carried on by the Russian Administration, 


and the work had to be done afresh. This reconstruction would, he 
hoped, put an end to the repeated interruptions of this route, while, 
as the construction of the railway in Siberia advances, the maintenance 
of the line would be facilitated. Their telegraph system in Europe 
would be improved in course cf the present year, thanks to a measure 
contemplated by the Swedish Administration, viz., the building of 
bronz wires across Sweden. This would be of great advantage to 
the considerable traffic crossing that country between Gothenbu'g 
and Grislehamn. Similarly the Danish Administration had improved 
the lines across Denmark by the introduction of oil insulators; while 
the Russian Administration had built a new direct line between 
Moscow and Libau in order to accelerate the transmission of the 


- 


telegraph traffic with the central and southern parts of Russia. The 
continued commercial and industrial development of China and 
Japan, and, during the last months of the year, the political evente in 
the Far East had tended to increase the traffic. . The friendly 
relations established with the Chinese Administration in 1896, by the 
convention concerning the traffic exchanged between Europe and 
China, which was mentioned in the last report, had been further con- 
solidated by а similar convention concerning the limitrophic traffic 
between the Russian and Chinese Empires. In Japan they had had 
protracted negotiations with the Telegraph Administration, compli- 
cated by the introduction of the gold standard into that country. 
These negotiations eventually led to a tariff arrangement, which 
bad also contributed to develop the traffic. Speaking of 
the projected Iceland cable, the Chairman said as the cable 
would render important service to Great B: itain, France, and 
others, which every year send a number of fishing vessels to the coast 
of Iceland with crews numberiag thousands of men, the company had 
proviaionally approached Great Britain, France, and Russia in the 
hope of obtaining in return for the free transmission of their 
meteorological telegrams a fixed yearly remuneration which might 
contribute towards making up the deficiency in the receipta. 
The financial result of the year has been very satisfactory. The 
decrease in the receipts was only apparent, and was due merely to a 
change in the method of making up the accounts and balance-sheet. 
The interest on investments belonging to the reserve. and renewal 
fund had been added direct to this fund, instead of being, as before, 
firat entered in the working account. The latter method, which was 
less correct, was followed for so long a time, only with the object of 
enabling the employment of a larger amount for the amortisation of 
the debentures, but as the whole debt of the company would probably 
be extinguished in tbe course of another 12 months, the more correct 
method has been introduced this year. This alteration has not 
affected the extra dividend, which has been fixed as last year at 10s., 
making a total dividend of 10 per cent., or 208., whilst the reserve 
and renewal fund has been increased by an amount slightly smaller 
than ordinarily. p 2 | 

The accounts were then adopted, and the retiring directors and 
auditors were re-olected. р | ; 


The Eistern Extension, Australasian and China 
Telegraph Company. 


THE forty-»inth balf-yearly meeting of thé above company was held 
on Wednesday last at Winchester Honse, Old Broad Street, the 
Marquis of Tweeddale presiding. 

The CHAIBMAN, in moving the adoption of the report, said: Gentle- 
men, the gross revenue for the half-year under review has amounted 
to £275,142, or a decrease of £50,263. Of this, £20,000 was caused 
by the falling off of the Australian traffic, which we have always 
pointed out to you is more or less of a temporary character, 
the remainder being due to reductions of tariff. When these 
reductions were made, it was estimated that there would 
be a loss of over £55,000, and it is most gratifying, I think, to 
find that the falling off in revenue from this cause bas not been 
nearly so great as was anticipated. The working and other expenses 
have amounted to £102,844, showing a decrease of £3,426, which is 
due to the cost, of maintenance of cables and expenses in connection 
with negctiations haviog been lcs: in the past half-year than in the 
corresponding half-year of 1896. The usual interim dividends have 
been distributed during the past year, making, with a final dividend 
propcsed to be paid to-morrow, a total payment of 5 per cent. for 
1896 ; a bonus of 48. per share, or 2 per cent. will also be paid, making 
a total distribution for the year of 7 per cent. The revenue balance, 
amounting to £57,444 133. 10d., has been carried to the general 


reserve fund, which now etands at £803,667, after having been debited 


with £79,619 fer the cost of the cable renewals, &^., carried out during 
the hslf-year under review. These renewals have been made in the 
Malacca Straits and Obhina seas, and during the current year it 
is proposed to carry out several other much-needed renewals 
in various sections of the company’s system. А further 
drawing by lot of the company's Australasian Government subsidy 
debentures (451 in number) took place on the 4th ult, for 


payment at par on July 1st next, when the debenture debt, which 


originally amounted to £640,( 00, will be reduced to £80,600. When 


I last had the pleasure of addressing you, I referred to the subsidy 


arrangement entered into with the Spanish Government for extend- 


ing the company's system from Manila to the islands of Panay, 


Negros, and Cebu. During the half-year under review, this contract 


' was completed to the satisfaction of the Spanish Government, and 


the cables opened for traffic. Unfortunately, however, through a 


further outbreak of the rebellion in the Philippines, one of the new 


stations in Ceba (Taburan) Баз had to be abandoned, and is reported 


to have since been entirely destroyed, and until the rising is quelled, 


or sufficient troops can be spared to garrison the place, the working 
of the staticn cannot be resumed. Oar Bolicao station, where the 
Hong Kong cable was originally landed, was also ia the greatest 


danger a few months ago, owing to lage numbers of the rebels 


having assembled in the neighbourhood, and demanded the surrender 
of the Spanish soldiers (11 in number) who had been sent 
to Bolinao to protect it. The Government landlines between 
Bolinao and Manila had been cut by the rebels, so tbat it 
was quite impossible for the station to communicate with the 
authorities at Manila by telegraph. For four days the station was 
entirely surrounded by the iasurgents, who constantly threatened to 
attack it, and bat for the timely arrival of a Spanish gunboat the 
station must have surrendered, with the result that the soldiers 
would doubt! ess have shared the sad fate of the other small garrisons 
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in the district, who, after receiving promises of safety, were cruelly 
murdered. During this trying time the company's staff at Bolinao 
displayed the courage and loyalty, and we understand that 
the Governor- bas recommended the Bpanish Government to 
recognise their valuable services by conferring upon the super- 
intendent and other principal members of the staff suitable decora- 
tions. The insecurity of the landline between Bolinao and Manila 
had long been euni by the Government and mercantile com- 
munity of Manila, and many proposals had been made from time to 
time for improving it, but without any practical result. The troubles, 
however, to which I have just referred were the means of bringing the 
negotiatians between the company and the Spanish Government to a 
bead, and a contract was entered into on March 30th for cutting the 
Hong Kong cable off Bolinao and extending it direct to Manila in 
return for certain concessionary privileges. The work was carried 
out within a fortnight of the contract being signed, and the Bolinao 
station and staff removed to Manila. They bad not, however, been 
working from Manila many weeks before hostilities broke out between 
the United States and сеш, and on Monday, the 2nd inst., at 8 
m., the cable was suddenly interrupted close to Manila, we believe 
the order of the admiral of the American fleet. Should this prove 

to be the case, we shall naturally look, and with the utmost con- 
fidence, to the Government of the United States to compensate us for 
the damage caused to our property. Communication by cable between 
Manila and Hong-Kong will not be restored, I am afraid, until we are 
in a position to repair the cable, and until peace has been restored 
between the two кеша, which, I am sure, we all hope will soon 
be the case. You will have seen from the newspapers that the proposal 
which the Eastern, Eastern Extension, and South African Companies 


submitted to Her Majesty’s Government for establishing an all- 


British cable between this country and Australia vid the Cape of 
Good Hope, has of late received a good deal of attention both in the 
colonies and on this side, but ур to the present time the depart- 
mental committee has not e its report, and consequently no 
definite result has been arrived at. You will remember that at the 
last meeting a suggestion was made to the board that the services of 
the staff should be specially recognised in connection with the cele- 
bration of the Queen's Jubilee. This suggestion, after receiving the 
board's eareful consideration, was adopted, by the granting of bonuses 
to the whole of the company’s employés, and the expenditure in- 
curred will appear in the accounts for the current half-year. 
Mr. F. A. AN seconded the motion, and the report was adopted. 
The retiring directors and the auditors having been re-elected, the 
gs terminated with a vote of thanks to the chairman and 
and to the staff. 


American Beli Telephone Company. 


Tum American Bell Telephone Company's report for the year 1897, 

gives the estimated number of exchange connections in the United 

es as 998 millions; the increase in the number of subscribers 

reported by the licensee companies was unprecedented in the history 

of the се, аваа аре ш FWO ан bovine стацей the 
aggregate gain of the previous six years. e number of ex 

stations is 384,230, which equals, within a few thousand, the aggre- 

number of exchange stations in all of Continental Europe. The 

an Empire is reported to have J22,362 ex stations (1896), 

and Great Britain comes next with 85,316. Conversation is now had by 
subscribers in the United States over distances of 1,800 miles. 


West Coast of America Telegraph Company. 


Ма. J. Danson Рвирив presided at a meeting of this company held 
at the offices of the company, Winchester House, on Tuesday last. 
The CHAIRMAN referred to the death of Lord Sackville Oecil, one 
of the directors, whose seat at the board had been filled by Bir Albert 
J. Le Oappel. The gross receipts for the year amounted to 
£25,773, being an increase of £2,268 of the previous year under the 
old company. The diture had been £19,476, or a reduction of 
5 was ш ыы "dr. | only one section of 
ca interrupted g year. е repairing steamer 
Retriever was only away from port five days during the 12 
months, thus effecting a saving in working expenses and 
maintenance of cable. into consideration the depressed 
state of trade, the result 


of the UM делу working of the 

new company could not be considered factory. At the same 
оо тун us Secun goodwill, ee ys 
over usiness, ill, property and assets, 

with liabilities of the old company, from December Sist, 1896. Of 
the share capital, 30,000 shares of £2 10s. each had been allotted to 
shareholders of the old company, and 15,000 of a similar amount had 
Submarine Company. 8 per cent. 
debentures had been exchanged for 4 per cent., and £20,000 in 4 per 
The chairman referred to 

ence which had ap in the financial press, and de- 
the remarks of the writers as absolutely inaccurate. | 


Elmore’s German and Austro-Hungarian Metal 
Company, Limited. 


Мв. Јони MacFanrax (chairman) presided over the seventh annual 
meeting of the above company, held on Wednesday at Winchester 
House, and in moving the adoption of the report said the reduction 
of capital had been carried out and the amount standing as cost of 
patents was reduced from £139,940 to the more reasonable figure of 


£84,252. At the same time the perce during which the preference 
shares had nine-tenths of the profits had been extended by two years 
in consideration of the ditional sum of £10,000 put in the 
business. With regard to the Metall Compeny the result of the year's 
trade was disappointing as they fully expected the profit would have 
been sufficient to have paid а dividend. The explanation of the 
cause of their failure was а simple one. They the Government 
contract and were told the requirements would be 100 tons 

annum. They quoted a low price in view of the benefit they would 
derive by getting the contract. The result was that they received 
orders for more than three times the amount they expected at the 
lowest price. As soon as they got the Government order they 
were inundated on all sides with orders, but in consequence 
of the Government work they could not кү! them. The contract 
with the navy was cancelled by them, and they had secured nearly 
the whole of the new one, only very small tubes going elsewhere, at 
prices very much higher than those of the old contract. The fact 
of their obtaining the new contract proved the esteem in which their 
tubes were held by the Government. They were informed by the 
Hamburg-South American Steamship Company that they had 
specified in their contract that only tubes of their make should be 
used. The most important fact of all was that they were now in a 
position to give orders for a very considerable extension of their 
plant, and they were now completing the erection of new plant 
which would enable them to about double the sales of last year. 
They had erected a very draw bench shed, and filled it with 
draw benches, and they built a very large double annealing 
furnace, which with the draw benches was sufficient to deal with the 
output. They were also deriving considerable benefit from the new 
arrangements with regard to the purchase of copper, and were 
now in the happy position of рта all copper free at Schladern 
at from 30s. to £2 a ton the value of Chili bar, 
and at the ssme time they pag nothing for the gold and silver it 
contained. They obtained 391:4 ounces of gold, which was sold for 
£1,692 3s. 6d., and 11,364:22 ounces of silver, which sold for £1,481 
4s. 2d. That was a very important point, as that ci si ir in- 
creased with increased output. On December 31st the locked 
up in copper and book debts no less than £24,512 6s. sum was 
considerably greater now, and it was impossible for them to carry 
ont the extension without copper to fill the tanks. The debenture 
stock fell due for repayment on July 1st, and they proposed to make 
an issue of £60,000 to replace that. With the increase of business, 
oo felt er were justified in reducing the interest from 8 per cent. 

per oen 
300 the report, and it was agreed 


Mr. Rawson stated that the shareholders would be glad to hear that 
the French Elmore Com peny would probably pay a dividend of 
between 10 and 20 per cen 


The Western and Brazilian Telegraph Company 
Limited.—The directors have decided, after placing £5,000 to the 
reserve fund, to recommend the payment of 6s. 9d. per share, making, 
with the interim dividend paid in November last, a total distribution 
of 8} per cent. for the year 1897. This will give 6s. 9d. to the 
аспат. 6з. to the preferred ordinary, and 94. to the deferred ordinary 

olders. 


Stock Exchange Settlements.—Application has been 
made to the Stock Exchange Committee to allow the following 
pub Sants G CES er 

y ited—10, 8 eac and £35,000 
T par cent. debenture stock. nm 


Forthcoming Prospectus.— The various сапу апа 
evening papers announce that the Great Northern and City Electric 
Railway prospectus will shortly be before the public. 


New General Traction Company.—The meeting of 
this company, convened to be held yesterday, was not held, but was 
postponed until the 17th inst. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage cone ; Limited.—The recei 
woek ending May 6th, 1898, were 2475 2s. 4d.; ооттевро 
1897, £2,271 9s. 65d. ; increase, 2906 19s. lid. 


The City &nd South London e receipts for the week end- 
ing May 8th, 1 were £964; week ending May 9th, 1897, 2957; 
increase, £7; total receipts for half-year, 1998, £19,731; corresponding 
period, 1897, £19,508; increase, £218. 


The Dover Corporation Electric Tramways.—The receipts for the week 
Ps and ith, 1898, £180 lls. 8d.; total receipts to May 7th, 1898, 


The Dublin Southern District (Electric) Tramways o Ct recelpta for 
week ending Friday, May 6th, 1898, were £461 бв. 3d.; corresponding 
week last year, £511 78. 2d.; decrease, £50 78.; passengers carried, 
76,828; corresponding week last year, 78,961; aggregate to date, £7,929 
lis. 8d.; aggregate to date last year, £8,166 118.; decrease to date, 
£836 13s. 9d.; mileage open, 8 miles. 


The Liverpool Overhead Railway Company. The receipts for the week ending 
May th, 1898, amounted to £ ; corresponding week last year, 
£1,816; inorease, £188. 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending May 6th, 1898, after deducting 17 per oent. of the 
gross receipts payable to the London Platino-Braaillan Telegraph Cem. 
pany, Limited, were £8,178. 


for the 
period 


— eei 
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SHARE LIST OF ELEOTRIOAL OOMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 
— done 


Present or Dividends for eren A — aring 
Issue, Ре? m the last three years, е áth. Wey ith "Мути, 
1895. 1896. 1897. Highest. Lowest 
187,400; African Direct " Lied., 4, % Deb. [II s.: eer 100 4 % ses "5 100 —104 100 104 ove eee 
25,000 Amason Telegraph, i ted, shares... oer set eee 10 s., eee oer 7 — 8 7 — 8 
125,000 Do. do. 5% Debs. Red. ... v» ik * | 100 .. | 93 — 96 93 — 96 РА Уе 
,9€0/ — C А - ee ө, - - Stock|£2 98.142 138. 3 % 60 — 63 63 — 66 634 624 
8,088,020; do. 69% ve lae ies ud we» |Btock|£4 188.125 68.) 6 95 |1104 аш 113 114 114 111 
3,088,020: Do, Detd, s.: oer eer soe eee LL Stock eve $ ° 14 — 144 15$ — 164 168 14 
Brazilian Babmarine Teleg., Ltd.  ... * ove % | 10| 7 96 7 % 7 * 154 164 157 164 1685 151 
75,000] Do. ёо. 5 96, Debs., 2nd series, 199€ ... we | 100 | 5 % iod hs i | 116 112 116 х, ivi 
44,000 | Ohili Telep., Ltd., Моя, 1 to 44,868 „ „ 54% 4%] .. 3— 84 3— 8 
10,000,000$| Commercial OableOo.... .. .. .. .. 0€ 100 7H] 8H . 160 —170 160 170 Ai = 
918,297: Do. Do, Sterling 500 year 4% Deb. Stock Red. Stock . 8 .. |103 —105 104 —106 105 104 
224,850 | Oonsolidated Telep, Oozst. and Main., Ltd. ove н. | 10/- | 14% 2 %| . W тб " et ID 
16,000| Ouba Teolog., LG lll. „%% „„. 108 | 8H 79| 6— 7 
6,000 Do, 18 96 Pref. - өөө e* " e zc 10 - " 2 10 %| 14 — ү 144 - "a 
12 1 Direct Bpanish Teleg. Ltd. eee . ТЇ . ee 4 4 % 4 pai 4 x 
500 Do. do, 10 J Cum. Pref. .. ў 5 10% | 10 % 10 % 10 — 11 10 — il 
30,0007 Do. do. 44 96 Debs. Nos. 1 to 6,000 „| 50 | 44% | 44%) 44% |103 —106% |103 106% * PX 
60,710 | Direct United Staten Osble, Ltd. " „| 20 | 28% | 28% 103 — 11 103 11 105 | 108 
120,000 | Direct West India Cable 44% Reg. Deb T2 zu ID T еен :; 98 —101 99 —102 A M- 
400,000 „Lied., Nos. 1 to 400, % „10 64% | 64%) .. |17 — 174. | 17 — 17} 178 | 17% 
70,000 Do. 6 95 Oum. Pret. eas vas e» avi Ай 6%| ... | 18 — 19 18 — 19 188 bed 
89,9007 Do, 5 96 Debs., у. August, 1899 ... „ | 100 | 5 96 5% ... 100 —103 100 — 103 aaa 
1,302,615! Do. 4 % Mort. Deb, Stock Red. „ Stock 4 96 40 ... [127 - 130 xd|123 —127 124 TE 
250,000 S E TDI. Acer, Ear ma Ohina eleg, Ltd... 10|7% 1% { % 18 — 184 18 — 184 18} 18 
o. 5 % (Aus. Gov. Bub.), Deb., 1980, red э F 
25,2001 to 1,049, 8.976 to 4,896 100| 5 96 5% 59 100 —104 100 —1C4 
100,5007 Do, do. Bearer, 1 Аа 975 and 4,327—6, 490 | 180 5 96 5%| ... |101 —104 |101 — 104 
320,0007 Do. 4 % Deb. Stock Nock 4 96 4%| 4 % |127 - 130 i27 —130 
| f Eastern and Homth African Teleg., 2 Lied., 5 % Mort, Deb. } йар Ж 2 
35,100! 1960 redeem. ann. drgs., Reg. Nos. 1 to 2,848 100| 5 96 5% ф 100 —1C4 |100 – 104 
46,500 Do. do. do. to kexrer, 2,344 to 5,589 | 100 | 5 % 5% ... |101 —1'4 101 — 104 
300,0007 Do. 4% Mort. Debs. Nos. Lto 3,908, red. 1989 | 180 4 % 4% | ... |102 —106 102 —105 
200,0007 Do, 4 % Reg. Mt. Dobs. (Mauritius Bub.) 1 to 8,900 25 |4 % 40 ... 1105 —108 xdj|i(5 —108% sod — 
180 227 Globe Telegraph and Trust, Ltd.  ... oes one ‘es 16 | 44% 44% ... | 114 - 11ўха| 114 — 112 118 118 
1 Do, do, 6 96 Pref.... - „ 1016 % 6%| ... | 16@— 17ixd| 16¢— 17} 17i 164 
150, 000 | Great Northern Тіз Oorapany of Copenhagen 10 [10 % | 10% 10 %| 284 — 294 283 — 293 28198] 284 
160,000! Do. do. 5 % Ра, 108 | 5 96 5%| 5 95|]100 - X3 |100 —103 bas m 
Halifax and Baud Cable Co, Ltd., 44 % 1st Mort. = Ж 
97,000 Debs, within Nos. 1 to 1,200, Red. 100 р „4% 97 —102 97 —102 ә TT 
17,000 | Índo-Haropean Teleg. Ltd. ése T oe “ | 25 |12 % 10%| ... | 50 — 53 t0 — 53 521 50 
100,0007| London Plstino-Brazilian Teleg., Ltd. 6 % Debs. ... | 106 | 6 96 6% ... |106 —109 |107 —110 169 108 
28,000 | Montevideo Telephone 6% Pref., Nos. 1 to 28,008.. ose 5 4 47 4% 2 — 2| 2 — 24 - eee 
484,597 | National Teleph., Ltd., 1 to 484 597 .. jos sue es 5 | 58% % 6 * 5j- 5ў 56 — 58 53 58 
15,000 Do. 6 % Cum. Ist Pref. ees ses „| 2216 % 6 965| 6 96| 15 — 17 15 — 17 
15,000 Do, 6 % Oum. 2nd Pref. НФ * 19 | 6 % 6%| 6 3|15 — 17 15 — 17 
250,000 Do. 5 % Non-cum. 8rd Pref., 1 to 250,000 515 % 5 * 5 53 — 5j 58 58 5 
1,929,471: Do. 8j % Deb. Stock Red. Stock $496 33% 34% 100 —105 99 —104 1014 
71,504 | Oriental Teleph. & Elec., Ltd., Nos. 1 to 171,564, fully paid 1/595, E 5 E В x §— ү 
100,000/| Pacifie and Niuropesn Tel, Ltd., 4 95 Guar. Debs, 1 1 to 1,098 106 4 96 4 96 105 — 108 105 —108 
11,839 | Reuters Ltd. ves - 815% 5 % 8— 9 8 — 9 
3,381 | Bubmarize Oabies Trust ts - (m - Оет. .. eA 136 - 141 136 141 
58,000 | United River Plate гоа ана T T ose ik 5|4% | 5% 4 — 44 4 — 4 . 
146,733! Do. 5 X Debe. . Ae xw de Mod] P365. |! 105 —:08 105 108 
15,609 | West African TÉ Ты, 7,581 to 23,189 . ie; 10 4% | nil 34 - 4 34 4 
213,400! Do. do, 5 ne Debs, We d 000 X | 6 96 99 102 99 102 100 
64,269 | Westera and Brasilina Talog., t - one = e 15 8 2 114 12 12 — 123 12,5| 114 
33,129 Do. do, do, b 96 Pref. Ord. e 74 59 | 5% 74 8 74- 8 
33,129 Do, do, do, Def, Ord ... s v4, 1% nil 44— 4 44— 4$ 41, 
389,521 Do, do. do 4 95 Deb. Btock Red Btock| ... те 105 —108 105 —108 1054 
88,321 | West India zad Panama Teleg., Ltd. - өөө 16 1% | 1%] * i— %— 1d 
do, do, 6 % Oum. ist Pref. 18/69, | 6%| 6%| 74— 7i 74— 7% 78 735 
4,669 Do, ст гҮ 6 % Oum. 2nd Pref 10/6% | 6%| 6%| 5— 7 5 — 
80,0007 Do, 5 96 Debs. No. 1 to 1,888 » | 108/5% 5 % 5 105 —108 |105 —108 
1,169,000 Western Union 4 о. т Taleg., 7 96 In Mort. Bonds — . 51000 7 % 7% 105 -110 |103 —105 
160,100; Do. 6 % Ster. Bond. 100 6 % 6% 100 — 105 1120 —105 


ELECTRICITY SUPPLY COMPANIES. 


5% * тж з-м 18 — 1, | } 


20,000 Do. do. do. 44 % Cum. eee coe 6 PEE 64 6i | 6 
26,000 |*Ohelsea Blectricity у Варр!у, 144, Ord., Nos. 1 to 10,277 ... 6 * 94— 103 94 — 103 | 104 T 
50,000 City cf London Bico.Lightg. Co., ‚ Ord. 40,001— 90,000 5 | 7 0% — 26 - 262 | 264 
10,000 ро. do, Prov. Gerte 8 . 18 — 19 18 — 19 | 184 | 18 
40,000 Do. 6 96 Oum. Pref., 1 to 46,008 6% | 6%| 6% | 17$ - 183 171— 183 18] | 17H 
400,000 Do. 5 96 Deb. vh Bock (iss. at 6115) ur 0 5 | 5%) 5 % 1189 —134 129 — 184 
30,000 |Ocunty of Lond. & Brush B. Leg. ТАА. mi | nil | nù | 14 — 15 134 — 144 14:4, | 132 
10,000 Do. do. read Nos. 30,001 Ayer 40 995 DM P - 81— 9 84— 9 
20,000 Do. do. do. 6% Pref., 40,001— 60,000 6% | 6%} 6 X | 15 — 16 15 — 16 151 | 15,3, 
17,400 | Edmundsons Elec. Corp., Ld , ord. shares 1—17 400 £4 pd. Ses 4— 4} 4 — 
10,000 | House-to-House Elec. Light 8 Supply, Ord., 101 to 10,100 4 * 10 — 11 93— 103 1 
10,000 Do. 7% Cum. Pref. |... 7% 7 7 11 — 12 11 — 12 11 114 
62,400 Metropolitan Hlectric Supply, Ltd., 101 tc 62,500 ees 4% | 5x, 69 183— 194 18 — 19 19 183 
220,000 Do. q% first mortgage dsbenture stock s E 44% | 449 | 48% 1117 — 121 |117 —121 РА ee 
6,452 | Notting Hill Lightg. C-., Ltd. бес 2% | 4% 696 | 19 — 20 194 — 203 203 |... 
31,980 |*B*. Jamos's & Pall Mal! Elec. nt Oo, DA. Or. ; 749% | 10196 | 144% а= — з 174— 183 184 | 17} 
20,000 Do. do. 5 to 48,888 7 * 7 * 7% 10 — 11 m A 
50,000 Do. do. 42 pe „өз | eee cee 4 : 107 —116 107 —110 eee 
43,341 | South London Electricity Supply, Ord., £2 paid. dss ТА | 22 i— 17 
79,900! Westminster Blectric Sapply Uorp., Ord, 101 to 80,000. | 617% | 9 912 * 17 — 18 16 — 164 161 
* Subject to Founder's Shares, + Quotations on Liverpool Stock = 
1 Unless otherwise stated all shares are fully paid. | Dividends paid in deferred share warrants, profits being used as capital. 


Dividends marked | are for a year consisting ef the latter part of one year and the first part of the next, 
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SHARE LIST OF ELEOTRIOAL OOMPANIEG—Continued 
ELECTRICAL RAILWAY. MANUFACTURING, AND INDUSTRIAL, COMPANIES. 


Business Gone 


Olosing 


Olosing week 
Present AMB oteti Quotation 
Issue, кам she last three years. Чи ath, | May th. May Tit. 1098. 
1896. | 1897. Alighe si | Lowe 
30,000 British Electric TI TI eo: T eee eos eee 154— 164 16} eee 
Do. do. 6 % Cum. Pref. 30,001—40,000 Е " Ti— 8} " 
10,000 £4 pd. (issued at £2 10s. prem. all paid) | | 
90,000 | Brash Nlecl. longing. Uo., Urd., 1 to 90,008... nil | nil | 18— 1j 11 18 
90,000 Do. do. on-cum. 6 % Pref., 1 to 98,000 nil | 4 96 — 24 $us Qui 
125,000: Do, do. Perp. Deb. — „ 1110 —114 1194 | 118 
50,000 Do. до. 4 dad Deb. Stock Red. oes eee 102 —105 eee 09 
19,894 | Oentral London Railway, Shares eos eoe 10 — 10j 10j | 10,5, 
129,179 Do. do. do. £6 paid ees 6 — 6} TS 
9,254 Do. do. Pref. half-shares £1 pd. ees • 141— 13 TII еве 
67,680 Го. do. Def. do. $us 3 4l— 4i 4%) 44 
690,000] Ойу and South London Railway  ... 14%} 14% | 67 — 70 70 694 
28,180 Qm A Oo DM UM стег Ed "m IN 2 — 23 2 m 
17,139 Do, do. do. “А” Shares 01—017,139 BL% ... 4 — 5 P 56s 
194033 Do. do. do. 4% Deb. stock Red. "A .. [108 —105 E та 
Electrico Oonstraction, Léd., 1 to 110,000 . 6 ... 28— 21 23 " 
1 Do. do, 7 96 Oum. Pret. 7%| ... 9à— 39% 5 iis 
111,100 Do. do. 4% Perpetual 1st Mort. Deb. Stock — ... 1106 —108 T ae 
п unis Wire Mis ^ D гю nen ce абе Vus : g ess 985 
8 $ issued eee eee = ee eee 
5500 Greenwood ; 144.,7 % Oum. Pret., 1 to 9,900 7%|17%| 9—11 m 5d 
12,500 | Henley’s (W. Т.) ph Works, Léd., Ord. 10 % |12 % | 214— 224 213 se 
8,000 Do. do, 7% Pref. 7%| 7 95,| 184 — 194 us det 
50,000 Do. 4 44% | 44% |110 —115 iss со 
50,000 | Indis-Hubber, чаш! Percha -—— x 10 % | 10 96 195 ru 21$ | 214, 
800 өз eee — eee eee 
97 500 Overhead Railway, Ord. [I 24% 33% 10§— 102 eee 
10,000 | do. Pret., 5 9% | 5 9% | 158— 16} | 15¥— 16} Vis 
97,350 | Telegraph Consta. and Maintos., Led. Р * , 15 % |15 %| 95 — 38 35 — 38 37 353 
156,000 do. do. 5 % Bonds, rod. 1890 5%| 595/102 —105 102 —105 M T 
540,000/| Waterloo and Oity Railway, Ord. Боек ...  ... m "T ... |133 —196 133 —136 136 | 134 


t Quotatiens on Liverpool Stock Exchange. 


t Unless otherwise stated АП shares are fully paid. 


Dividends marked § are for a year consisting ef the latter part ef one year and the first part ef the next. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


е Birmingham Nlectric Bupply Oompany, Ordinary £5 (fully paid) 108. 
House- to- House Company, 44% Debentures of £100, 107—109. 
Blectric Lighting Company, Limitod 


and Knights 
B пага 26 (all ) 154—164; Ist 
Ов віз 6%, £5 (fully 
Dividend, 1 Ordinary 


, 8—84. Debentures, 107—110. 
on Shares 10 %. 


* From Birmingham Share List. 


REVIEWS. 


Alternate Currents in Practice. By FRANCIS J. MOFFETT, 

B.A. London: Whittaker & Co., 1898. 

This work is a translation of a treatise of MM. Lopré and 
Bouquet, and has been undertaken by the translator with the 
idea of supplying English readers with a practical treatise 
covering the whole range of alternating currents of elec- 
tricity. | 

It is rather a difficult matter to cover the whole range of 
a subject like alternating currents in a book containing only 
872 pages, and we cannot expect to find in so small в space 
anything like complete treatment. 

he book is divided into seven chapters, dealing with 
(I.) Alternators; (II.) Motors; (III.) Transformers and 
Condensers ; (1V.) Transformation of Current ; (V.) Distri- 
bution mains; (VI.) Current Distribution, and (VII.) Indus- 
trial Measurement of Alternating Currents. 

The first three chapters, which comprise 247 pages, or 
about two-thirds of the whole book, are a mixture of 
description and theory such as is already within the reach 
of English readers, so that the useful addition to our 
literature is limited to the remaining one-third, which deals 
with the transformation and distribution of alternating 
currents. This portion should materially help electrical 
engineers, and form a useful reference for reasons and data 
concerning the various distributing systems, and it is really 
this part which is most suggestive of the practical engineer. 
It contains а good account of the methods employed in 
transforming from one alternating current system to another, 
and deals generally with the problems of transmission and 
distribution of electrical energy. The descriptive portions 


London Nilectric Supply Oorporation, £5 Ordinary, 34—95. 
„J. Parker, Ltd., £10 (fully paid), 154. 


Yorkshire House-to-House Niectrieity Oom „ 65 Ordinary Shares 
fully paid, 8—84. Dividend for 1896-6 J. 


Bank rate о: discount 4 per cent. (April 7th, 1898). 


of these chapters is decidedly good, and the theoretical 
treatment is of a simple nature. The descriptive parta of 
the firet three chapters are all that can be desired, the 
language being clear and the illustrations good, but the 
theoretical parts are often long and tiresome. 

It seems to be a mistake to attempt to make a treatise on 
such a subject cover both practice and theory. There is 
plenty of room for two distinct treatises, one entirely practical 
in which difficult theoretical results may be stated but not 
proved, and the other devoted to establishing results whether 
they are known to have application to practice or not. If 
we were во supplied we should often be saved the tedium of 
hunting for practical data in book after book in the hope of 
finding what we want, perhaps hidden in a mass of—at the 
time—uninteresting figures and symbols. 

The work before us is avowedly a translation, and it is, 
perbaps, a little out of place to review it as an entirely new 
production. As a translation, the book can only meet with 
а favourable criticism. The language is throughout precise 
and clear, and the diagrams and illustrations well defined 
and clearly explained. It would have been better if the pub- 
lishers could have seen their way to produce the work at a 
lower cost. The price, 158., does not compare well with 
other equally good publications of theirs. 


An Eight Hours’ Day. By W. J.Suaxpy. London: The 

Liberty Review Publishing Company, Limited. 

This little book deals with the eight hours’ question, and is 
generally inimical to it, and prophesies ruin if it is adopted. 
Our own opinion on the matter is that eight hours honeetly 
and heartily worked, are sufficient for a day’s work, and 


-~ 


D 
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we вее no advantage in meeting foreign competition by long 
hours of labour. Foreign competition will not gain the day 
on the question of hours. It rests with the workers of the 
country to maintain our trade by something very different 
from what trades unionism has fostered of late years. We 
fear both the van and the rear of English trade is badly 
officered. Improvement must come at both ends. 

The intermediates who often find the brains, and have 
not the authority, are usually the best men. We agree with 
the author in condemning legislative interference, but we are 
by no means entirely with him on the hours question. Any 
length of day is useless where the spirit to utilise it is not 
there. We never looked on the recent strike as turning 
upon the hours question. It rather turned on other con- 
siderations, which were concealed behind the so-called popular 
eight hours. As a fact, there is yet no real public feeling for an 

ight hours’ day, and to force it forward is an error by 
” ver done. | 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Блвтн Ввтовиз yor Exsorato Tramways. By H. F. PARSHALL, 
member. Paper read April 28th, 1898. 


ESSE 


(Concluded from page 635.) 


ho ат p Ot th antisite arg зате 
shown y per cent. е condu pure copper. 
A flexible Crown bond showed only 93 per cent. conductivity. The 
deett bonds in the cases tried showed about 90 per cent. con- 

uctivity. 

2. Resistance due to Contacts. — Measured from the 5 
difference between two points very close together, one on the bond 
terminal, the other on the steel. Experiment showed the following 


Resist’nce 


j f 176 
Resistance |. ° 
Bond. Test. per bond | Joints, or 


(2 terminals). Wh о) 


rails. 


Remarks. 


Onms. | Ohme. 


urn Bonds 1 | 0:00000197/ 0 000347 Bond and hole very 
Jin. web. 1:37 sq 
in. contact area. 

ә ià й 2 |0°00000215| 0 000379 m 5 
hole freshly 
reamed, but oily. 

" й " 4 |0:0000080 0 00141 | Bonding not super- 
vised. 


0:00190 


Bonding not super- 
vised; bonds after- 
wards found to 
have been put in 
rusty hole. 


Total 0 0000940 0 0165 


Columbia Bond ... 10 0 0000072 0 00127 | Hole clean; bond 
In j-in. hole in 1 untouched. 


” n T 12 |0:0000095 |0:00167 УА a 
» ” ” 13 |0 0000077 |000136 | Hole 4 days old; 
| bond untouched. 


that want of care in bonding may lead to 
t кым. 
generally that bonds proper) 
bright reamed holes, h pat in with a 
y negligible 


n 
| 
Е 


76-lb. rail; one 30-іп. 0000 


contact resistance. Experiments showed that at at least 100 amperes 
per square inch the drop in the contact surface was inappreciable 
compared with that in the bond and in the rail. The same was 
found true with bonds—samples of which are exhibited—that have 
been in use for over two years, when the current-density has been 
limited as stated. Experiments on this point have been carried out 
to a considerable extent, since it has been frequently stated that the 
contact resistance ів а very appreciable factor, and that it can be 
greatly lessened by amalgamating the surfaces. This will not be the 
case except when there is carelessness in putting the bonds in place. 

3. Gathering.—The current may bs supposed to flow uniformly 
through the rail at all parts, a foot or so from the ends or from bonds. 
At a bond, however, it has to gather, and it is scarcely to be expected 
that, say, 16 inches of rail terminating at a bond should show the 
eame resistance as 16 inches in the middle of the rail. 

Tests on a bar of steel 3 inches x 1 inch showed gathering“ at 
the two bond terminals added resistance equivalent toa total of 
about 1 inch of the bars. 

Tests on an 83-lb. rail showed gathering resistance equivslent 
to 3°4 inches of rail at each contact, ог a total of 6:8 inches per joint. 


JOINTS. 


The conductance of the joints depends, as stated, on both bonds 
and fish-plates. 

The first have been discussed already. 

The second have a very appreciable effect, even with rails that 
have been in use for some time. 

The following table shows the results of a number of tests mado 
partly in the laboratory and partly on track in use :— 


Additional resistance due to joint. 
шашу Resistance of 
й 176 joints рег 
mile, or with 

80- ft. rails. 


Inches 
Ohms. of 
rail. 


bonds, fish- plates un- 
cleaned, 


83-lb, rail; six tests; no 
| 8 10 to 87 оса 


not fully 0000081 0 0143 
tight. 
Average ... wie € 0 000039 94 0:0068 
Bingle 0000; 30-in. bond 
only (calculated) ... 0 000101 109 0:0178 
83-lb. rail, with one 30-in. 
-Crown 0000 bond, 
plates well tightened... 00000024 3 0:00041 
Bame with fish-plate re- 
moved ... 8 i 0000106 114 0 0187 


This bond had too great 
contact resistance. See 
Contact Test No. 5. 


Tests ox Rams rw Usz. 


Ohicago bond and fish- 3 32 to 65 on ф 
Four tests made without 
disturbing track average 0000043 45 0 0076 


— —_—_———_—_ 


76-1b. rail as above eats 000002 75 to 28 to 80 | 4 9.0048 to 

24 years old); four tests 0:0000843 0:0148 
Average ... bo уе 0 000046 48 070081 
Single 90-in. 0000 Chicago 


cag 
bond only (calculated) 


0000103 114 00181 
Рона 
cago . 
fish-plates not tight 0:000069 57 00121 
Above with fish-plates 
removed .. u 0 000090 74 00158 
Above with fish-plates 
replaced and well. 
tightened — ... — .. 00000473 39 00083 
E 
нел Toads and | 00000081 | 10 00143 
plastic to one fab. plate: 00000040 | 5 0:0071 
Average ... - 0:0000060 | 7i 0:0105 
Fish-plate added to con- | 
ductivity, | 


The above values show that the contacts had not deteriorated in 
any way in the two and a half years of use. Some of the rails were 
very old, but the fish-plates, which were not T tight, showed 
bright patches of metal at places of contact with On rep 
plate and re-bonding, the joint was equivalent to S9 inches of rail. 
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A second rail tested without fish-plate showed also ло deterioration 
of the bonding. 


Volts required by various elements of joint іп 80-10. rail bonded with 14-inch 
plastic bond to one tish-plate only. 


Fia. 2. 


Some 66į-lb. rail laid оп anotber line recently bonded showed 
joint resistances equivalent to 94 inches to 28 inches in four different 
cases. 


PLASTIC Вонрв. 


13-inch hole in the cork receptacle between fish-p'ate and rail filled 
. with plastic material. 


- c M —— À — — 
' 


| Increased i 
Increased re- Inches е 
Description. оаа ite sof A es per mi 19 
30-feet rails. 
] Ohms. | 
83-1b. rail bonded to 26 plate only; | | | 
both plates separa у paper ' | 
from rail ... mA es .. 0 0000218 21 ' 000375 
Do., but bonded to both fish-plates; | | 
plates not very tigt. 00000126 14 | 0 00292 
Do.; plates a little tighter .. ' 00000123 | 14 0 00217 
Do. eee very tight; brown paper | 
stili between plates and . . , 0'0C00117 , 18 0:00206 
Do.; brown paper removed; plates 
tightened very hard up ... ... | 0:0000083 9 0 00146 


| 


From the above, it seems safe to take the resistance through fish- 
plates as equivalent to some extra 50 inches of rail, and to take this 
resistance as in parallel with the copper or plastic bonds used in 
addition. Curves can then be constructed for any 55 system 
of bonding similar to those of fig. 3, which gives P.D. for the various 
elements of a joint of 80-lb. rail bonded with a single 0000 B. & S. 
copper bond 80 inches long with 7/8-inch terminals. 


Volts required by various elements of joint іп &0-lb. rail bonded with a single 
80-inch 0000 copper bond, with ;- inch terminal in pe- inch web. 


Fig. 3. 


The contact and gathering resistances are added to the bond copper 
resistance, and the resistance of the iron between the bond holes 
deducted. This gives Curve No. 5. The resistance so found is taken 
as in parallel with the fish-plates' resistance and curve (7) calculated 


for the whole joint. The volts so found must be multiplied by the 
number of joints per mile, and added to the volts required to drive 
the current through a mile of jointless rail. 


APPARATUS EMPLOYED IN TESTING. 


All resistances were found by measuring the potential difference 
between two points on the rails when a constant current of 30—150 
amperes was passed through the latter. A standard resistance of 
0:00C0398 was placed in the same circuit, and the fall of the potential 
across this compared with that across the two points on the rail. 
The places at which current was led in and out of the rail were 
always at some distance from the points between which the potential 
difference was taken. Where measurements were made upon the 
actual track, current was supplied from an accumulator placed upon 
& car brought up to the spot. Current was led from this to a point 
in the middle the rail to be tested, and was led out some 5 or 6 
feet on the other side of a rail joint. The fall of potentiel was then 
measured between two points inside those by which the current 
was led into the rail, and also between two points on the same 
rail outside the places at which current was led into it. The 
standard resistance was included in the circuit, and comparisons 
taken with this at each stage. From these two measurements 
the resistance of the rail could be calculated as long as no cross 
bonds occurred upon the part of the track actually under test. To 
measure the resistance of the joints, a joint was included between 
the two points of which the potential difference was taken, and this 
compared with the potential difference between two pointe at a 
similar distance apart on the continuous rail. It was found extremely 
important in some cases to reverse the current both in the rail and 
the potentiometer, since with the small potential difference measured 
thermo-electric effects were very liable to disturb the results. 

In certain experiments a current was passed into the rails at one 
end of the track, and taken out at the other. The current in the 
rails at intermediate points could be measured by the difference 
of potential between two points on the same metals which had been 
tested for resistance as above. This had, of course, to be done for 
all four lines of the double track. The volts used to drive current 
through the whole length of track were measured by msking use of 
the test wires. The potentiometer was employed for this purpose 
also, and the results may be taken as correct, within the limite of 
correctness of calibration of the instrument itself, which was 
supplied by Elliott Brothers. 


Norges on ErkcTBIO Taamwats. Ву Major P. CagbpEw, R. E., and 
А. P. Твоттев, Members. Read April 28th, 1898. 


The accompanying note on return feeders for electric tramways has 
been forwarded to me by Mr. A. P. Trotter, and as it contains a neat, 
graphical method for determining the fall of potential in the return 
with uniform distribution of current, and the proper points of appli- 
cation of return feeders, I think it may prove interesting in connec- 
tion with Mr. Parshall's paper. 

As Mr. Trotter alludes to previous suggestions of my own on this 
subject, I also forward a note which was prepared by me in May, 
1894, and sent to the South Staffordshire Tramways Company, advo- 
cating the automatic regulation of this fall of potential. 


P. CABDEW. 


Моть оң RETURN FEEDERS FOR ELECTRIO TBAMWAY8. 
TROTTER, Member. 


While great ingenuity has been expended in designing bonds for 
electric tramway rails, and while these bonds, assisted in some cases 
by bare copper conductors laid between or near the rails, form a con- 
siderable item in the cost of building a line, little attention has been 
paid to the use of return feeders. The use of return conductors, 
provided with a small dynamo, was suggested by Major P. Oardew 
several years ago, and it has been independently proposed by Mr. G. 
Kapp. Thes has been in use for some time in Geneva, and 
has recently been applied with success to the extension of the Bristol 
tramways. 

The best mode of arranging such return conductors does not a 
to have been described, and the present communiction is intended to 
afford an opportunity for discussing it. 

Assume a tramway line with ing places, five miles long, and 10 
cars running. The most even distribution will, of course, be when 
they are equidistant, and a less even distribution is not likely to 
occur than when all the cars are in pairs at passing places. Let each 
car take 20 amperes, and let the resistance of the bonded rails be 
у ohm per mile. When the cars are evenly distributed, half a mile 
apart, the rail resistance between each pur is 7, ohm, and with 20 
крп the drop on half a mile of rails is 4 voit. 

e series is as follows :— 


By A. P. 


Cars. 1 2 3 4 5 6 7 8 9 10 works. 
Volts... O 4 15 3 5 73 103 14 18 224 27А 


The first car is supposed to be at the extreme end of the line. The 
case is an extreme, but not an imaginary one. The large total fall of 
271 volts over five miles should, of course, be reduced in the first 
instance by more ample bonding, Lut the example serves the better 
to illustrate the problem. 

When the cars are all passing in pairs, at a mile apart, the drop 
due to 40 amperes over one mile is 2 volts. The diagram shows the 
distribution for these two cases; the line, a в, showing the fall of 
volts for 10 cars evenly spaced half a mile apart, and the curve, с B, 
the full for cars in pairs a mile apart. Mathematically, the point, a, 
is the origin of the curve, to which the line, a B, is an approxima- 
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tion; but as it is not intended to treat the problem mathematically, 
the point, a, is, for convenience, placed at the top right-hand corner. 

The volts in the two cases differ so little, compared with the 
fluctuations of energy on an electric tramway, that this question of 
distribution of the cars will not be referred to again, but the line, 
4 B, will be considered as typical. 

The return feeder method by which this fall of volts may be re- 
duced, consists in 


feeder is not relied upon for this, but a dynamo, acting as a negative 
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" booster," may be said to suck the current back. Ву this means the 
point at which the feeder taps the rails may be brought down to 
zero-potential, or might be e negative to the generating dynamo. 

The problem to be considered is— (a) To reduce the volts bslow a 
fixed maximum; (b) to use as little copper as possible; and (c) to use 
as little energy as possible. 

Disregarding the two latter conditions, a simple plan would be to run 
a feeder the whole length of the line, and to reduce the volts to zero at 
the far end of the line, р. The distribution is then symmetrical ; half 
of the current goes to the generating d o, and half to the return 
feeder. To draw the curve of distribution, cut out a piece of card to 
the shape of the curve of volts a B, and, fitting the vertical axis 
to the ordinate 5, place it so that it passes through the point p. Turn 
the card over, and шр the curve through a in the same way. 
The maximum volts, at the point x, are 73. 

But there is no occasion to reduce the voltsat the end of the line to 
23ro, and there is evidently a maximum expenditure of copper and of 
energy in the feeder. The middle point cf the line is evidently 
not the best point to tap, for the volts would be distributed as shown 
by the line в к а, which may be easily drawn by means of the 
template. Here the maximum is, as ore, 73, and the volts near 
the works are unnecessarily low, viz., 2 volts at 1] miles out. It is 
clear from the line вра, that the feeder would draw off three-fourths 
of the total current. It would be still worse to tap the rails at the 
point at which the volts rise to one-half the maximum, viz., at about 
14 miles from the works. 

Starting now іп а different manner, let it be given that the maxi- 
mum volts are not, under ordi mstances, to exceed 5, 
allowing a margin of two below the of Trade limit. Draw the 
line B H by means of the template, and fitting the template so that 
its axis is vertical, that the top touches the line of 5 volts at the 

t m, and that it passes through the t в. Turn it over and 
w the line н x. But asit is not necessary, from the undertakers’ " 
point of view, to reduce the volts to zero at the point x, eet the tem- 
plate again, allowing 5 volts at the end of the rails at the point м, 
and, drawing the line backwards, it is found to intersect the line н к 
at L. The volts at this point are 2, and this is the best that can be 
done with a single return feeder. This feeder will be 34 miles long, 
and will draw off 0'65 of the current. 


Мотв ох Егествіс Tramways. By Major P. CanpEw, R. E., 
Member. 


It is, I believe, generally admitted that where the rails are used 
for the collection and transmission of the return current, the 
best means of preventing injurious action on pipes is to minimise the 
difference produced by the current between the potential of the un- 
insulated return at different points, and between any part of such 
return and the earth. On account of the resistance o by all 
conductors to the current, the transmission of а current by means of 
a conductor causes a fall of potential throughout the length of the 
conductor, the difference of potential being greatest between the 
ends of the conductor. 


a feeder to some point on the rails, and 
tap off some of the return current. The conductivity of the 


"The extent of the redaction will depend upon the posi 


This is the case whether the whole current is transmitted h- 
out the length of the conductor, or is fed in (as in the case of & 
tramway line) at different points org бегу length, provided that the 
direction of the current throughout length of the conductor is 
the same, which must be the case when this conductor forms the 
only path for the current back to the generating machine. 

But if additional conductors are used to take current from the 
main conductor, which receives the current distributed along its 
length back to the generator, the greatest difference of potential in 


Fig. 1. 
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Fia. 3. 
NoTE.—In the above figures v indicates potential with regard to earth. 


this main conductor may no longer exist between the ends of the 
conductor, and the amount of this difference may be gern d к 
on of the 

junctions effected and the resistance in the auxiliary conductors. 
If we assume, for example, auxiliary conductors, all of equal 
ооа £o the main conductor at equal distances 
throughout its length, and one from the extreme end of the main 
conductor of twice the resistance of the others, a resistance equal to 
this last being interposed between the and the near end of 
the main conductor, then with a uniform distribution of current all 
the points of junction will be at the same potential, and the extreme 
difference of potential between any points of the main conductor 


е 1 Р 
will be reduced to 4, ＋ 1) of what it would be without these 


auxiliary condactors or feeders. 

Thus with one feeder to the distant end alone the fall of potential 
in the main conductor can be reduced to one-fourth, and with a 
feeder to the centre as well, to 4th, of that due to the same distri- 
buted current without feeders; and it will be seen that under such 
conditions the variation B in the main conductor can be 
reduced to any required t. 

But, unless these feeders are of very large cross section and con- 
ductivity compared with that of the main conductor, there will still 
be a considerable fall of potential in them, and in consequence a 
coneiderable difference of potential between the main conductor and 
the terminal of the generator to which it is connected by means of 
the feeders. 

In place of adjusting the resistances of all feeders to equality, 
varying E. M. Fs. may be introduced into each feeder, proportionate 
to its resistance, and thus the potential of all feeding points ma 
be kept the same as that of the terminal of the generator, if desired. 

In considering the application of tke feeding arrangements de- 
scribed above to the spe case of minimising the leakage to earth 
from the rails of a tramway used as a return circuit, it must be borne 
in mind that, although the load under normal conditions may be 
fairly uniformly distributed, yet the exigencies of traffic may require 
far more current to be supplied to one section of the line than its 
proper share, other sections at the same time being lightly loaded. 

e position and slope of the various gradients on the line also 
considerably affect the distribution of current in the rails. The 
number of cars at work, and, therefore, the total load, also generally 
varies during each day’s running, and from day to day. 


Fia. 4. 
NoTE.—v indicates potential with regard to earth; e' and e", auxiliary E. M. Fa 


The disposition shown in fig. 4 can be adapted to meet the special 
requirements; but unless the auxiliary E. M. Fs. are continually 
adjusted to the variations of load, bot: as regards amount and dis- 
tribution, the arrangement must ba defective at times. 

In order to provide auxiliary E. M. Fs. for the efficient working of 
the feeders to the return, automatically adjusted to the requirements, 
I would suggest the following arrangement :— 

Let the tramway be divided into several sections according to its 
length and the amount of traffic gradients, &c. 

t there be two insulated feeders for each such sec!ion—one for 
the line, and one for the return; the latter being connected to an 
uninsulated conductor as provided in Regulation 4. 

Let the current in these feeders pass through a motor generator 
at the generating station, the “ field magnets” of which are excited 
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by the current to line alone, while the armature is wound with two 
circuits—one for each current, so as to oppose each other—the circuit 
through which the current to line passes being made slightly the 
more powerful. The motor generator will then revolve as urged by 
the line current, and will generate an auxiliary E. M. F. for the return 
current. 

The generator for each feeding circuit should be of rather higher 
E. M. Fs. than that supplying the near end of the line and retarn; 
But, as the extra volte will be taken by the motor generator in the 
station, there will be no need to exceed the limit allowed by the 
Board of Trade on the line outside. 


Е Е 


6' = generator; o" = auxiliary generator; мо = motor generator; 
Mg = magnetising coils of motor generator. 


Fig. 5. 


The expense involved may probably prevent the корса of any 
such system in its entirety at present, but it possesses the advantage 
that it can be adapted to existing tramways, and a pair of feeders 
run to any part where the difference of potential from earth of the 
rails is found to be excessive. 

Such an arrangement with one pair of feeders is sketched in fig. 5. 


ELECTRIC LIGHTING PROVISIONAL 
ORDERS. . 


RULES MADE BY THB Волвр OF TRADE WITH RESPECT 
TO APPLICATIONS FOR LicsNSES AND PROVISIONAL ORDERS, &c. 


Оонвинт oF LOCAL AUTHORITIES. 


Rule I.— No application for a license or for the renewal of a license 
will be entertained unless proof of the consent to such application of 
every local authority having jurisdiction within the proposed area of 
supply is given to the Board of Trade. 

ule II.—No y taret for a provisional order (other than an 
application from the local authority of the district) will be enter- 
tained by the Board of Trade unless proof of the consent of every 
local authority having jurisdiction within the proposed area of supply 
to the grant of the order, or a request from the applicants asking the 
Board of Trade to with the consent of such local authorities 
as have not consented and giving the reasons for such request, is 
deposited with the Board of Trade within the time limited for 
proving compliance with the provisions of the Electric Lighting Acts 
and these rules. 

Rule IIL—At the time of proving the consent of the local 
authority to an application for a license or renewal of a license or to 
the grant of a provisional order, the applicants must deposit with the 
Board of Trade copies of any agreement entered into with the local 
authority relating to such consent. 

Rule IV. — Where the consent of any local authority is required to 
any application fora license or the renewal of a license or to the 

t of a provisional order, such consent must be given by a reso- 
ution passed at a meeting of the local authority held after previous 
notice of the same and of the purpose thereof has been given in 
the manner in which notices of meetings of such local authority 
ее 1 i “ 6 а му рте was duly 
m ro y a ificate в by the secretary or 
clerk to such 1 authority reciting copies of the notice and of the 
resolution, and declaring that the notice was duly given and the reso- 
lution duly passed. 


NOTICES. 


Rule V.—Any local authority, company, or on inten to 
apply for a license or provisional order must at the time of lodi; 
their memorial with the Board of Trade in the case of a license, an 
on or before November lst in the case of a provisional order, give 
notice in writing of their intended application to every local 
authority, company, or person authorised to supply electricity under 
шот powers within the district to which the proposed applica- 

on refers. 

Rale VI.—Except in the case of an application by the local 
autbority for the district a provisional order will not be granted by 
the Board of Trade except to the body or by whom the notice 
required by Section 4, Sub-section 1, of the Electric Lighting Act, 
1882, was given. 

Rule VII.— In any case where a local authority, company, or per- 


son is required by the Acts to give notice to the local authority of 
the district, in such manner as the Board of Trade may direct ot 
approve,” such notice must be given in writing, and must be served, 
either by leaving the same at the offices of the said local authority, 
on or before the appointed day or by forwarding the same by 
in a registered letter so that the same would in ordinary course 
post be delivered on or before the appointed day. 


21 


APPLICATION AND DEPOSITS. 


Rule VIII.—Every application for a license or provi 
must bs made by memorial signed or sealed by, or on behalf of, the 
the applicants, headed with a short title descriptive of the € 
undertaking (corresponding with that at the head of the 
ment hereinafter mentioned, sce Rule XIII.), addressed to t 
of Trade. With the memorial must be deposited six copies of the 
draft license or order, as applied for, with the schedule or schedules 
(if any) referred to therein. 

Rule IX.—The deposited copies of the draft license or order must 
be in print. They must be printed on one side only and each 
schedule annexed must begin a new page. | 
The names and addresses of the Parliamentary agents ornato 


1 


solicitors for the license or order. 

The draft must contain amongst other things :— 

1. The address and description of the applicants. 

2. A description of the proposed arca of supply. 

3. A statement of the purposes for which a supply is to be given, 
vis., any orall of the public or private purposes specified in Section 3 
of the Electric Lighting Act, 1882. 

4. Provisions concerning the breakiog up of streete, railways, and 
tramways, where powers are sought to be obtained by the license or 
order for those purposes. 

5. Conditions of supply. 

6. Provisions for securing the safety of the consumer and of the 
public from injury by shock, fire, or otherwise. 

7. Provisions for enforcing the performance by the undertakers of 
their duties in relation to the supply of electricity and for the revoca- 
tion of the license or order where the undertakers fail to perform such 


duties. 

The applicants must also deposit а sufficient number of printed 
copies of the draft license or o at offices in London and within 
the proposed area of supply to be specifled in the advertisement 
hereinafter mentioned, see Rule XIII., such copies to be there fur- 
pgs all persons applying for them, at a price of not more than 

в. each. 

Rale X.—The applicants must also deposit at the Board of Trade 
a published map of the district on a of not less than 6 inches 
to a mile, or if there is no published map, then the best map pro- 
curable, showing the boundaries of the proposed area of supply, and 
the streets in which it is proposed that electric lines should be laid 
down within a specified time. 

е They must also deposit а copy of the said map for public inspec- 
ion— 
In Eogland or Ireland, in the office of the clerk of the 
for every county, riding, or division, and of the local autho- 
rity of every district. 
In Scotland, in the office of the principal sheriff clerk, for 
every county, district, or division, and of the local authority 
in hich th 5 t 1 thereof is si 

w е area of supply or an tuate. 

Such deposits must be made in the т license when the 
memorial is lodged, and in the case of a provisional order on or before 
November 30th. | 

Rule XI.—There must also be deposited with the memorial :— 

1. A list of the local authorities in whose districts the area of 
supply is situate. 

2. A list of the local authorities, companies, or persons 
authorised to supply electricity under statutory powers wi 


area of supply. | 
ble by a local authority and of 


any) 
the 


Se Ee list of Er pid » üt 
the railways an ways (if any) which the applicants propose to 
take powers to break up. E 

4. A list of the сар and navigable rivers (if апу) within the pro- 
posed area of supply. 

b. A statement of the capital proposed to be expended and em- 
ployed in connection with the undertaking, and the mode in which 
such capital is to be provided, or in the case of an application by a 
local authority а statement of the sums proposed to be expended. 

6. If the applicants are a company oepa under the provi- 
sions of the Companies’ Acts, a copy of the memorandum and articles 
% A foo of £50 by ch secretary 

. A fee y cheque payable to an “ assistant of the 
Board of Trade" to cover GUIAS If in consequence of 
inquiries or otherwise additional expense is incurred, the amount will 
be charged to the applicants and must be paid by them in addition to 
the ordinary fee. 


APPLICATIONS UNDER Bmoriow 19 or ErnmorRic Liguria Aor, 1882. 


Rule XII.— Where the undertakers under any license, order, or 
Bpecial Act desire the written consent of the Board of Trade under 
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Section 13 of the Electric Lighting Act, 1882, to enable them to 
break up any street not repairable by a local authority or any railway 
or tramway which they are not empowered to break up under such 
license, order, or Special Act, application for such consent must be 
made by memorial, and the memorial must specially request such 
consent and must describe accurately the street, railway, or tramway 
which they propose to acquire power to break up. 


PROCEDURE. 


Rale XIII.—Applicants for a license or provisional order must 
роо ав follows, subject in the case of a license to the application 


1. The objects of the application. 

2. The address and description of the applicants. 

3. A description of the proposed area of supply. 

4. The names of the streets in which it is proposed that electric 
es should be laid down within a теа time. 

5. A list of the streets not repairable by a local authority and of 
the railways and tramways (if any) which the applicants propose to 
6s. bo reat х 

6. The address of ап сое in London, and another office within 
е proposed area of supply, at which printed copies of the draft 
license or order when applied for, and of the license or order when 
made, can be obtained at a price of not more 1s. each. 

The advertisement mast headed with a short title, descriptive 
of the undertaking (corresponding with that at the head of the memo- 
rial) and it must state every local or other public authority, 
company, or person desirous of bringing before the Board of Trade 
any objection respecting the application must do so by letter 
addressed to the Board of Trade, marked on the outside of the cover 
enclosing it Electric Lighting Acte," in the case of a provisional 
order ou or before January 15th next ensuing, and in the case of a 
license within two months from the date of the newspaper contain- 
ing the first advertisement, and that a copy of such objection must 
also be forwarded to the Parliamentary agents or solicitors for the 
license or order. 

The advertisement must be inserted once at least in each of two 
successive weeks in one and the same newspaper, published and 
circulating in the p area of supply, or in such other news- 
per the Board of Trade may direct; and once atleast in the 

don, Edinburgh, or Dublin Gazette, accordingly as the proposed 
area of supply is situate in England, Scotland, or Ireland. 

Rule XIV.—If any local or other public authority, company, or 
person desires to bring before the Board of Trade any objection 
respecting an application for a license or a provisional order they 
must do so by letter addressed to the Board of Trade, marked on the 
outside of the cover enclosing it Electric Lighting Acte,” in the 
case of a provisional order on or before January 15th next ensuing, 
and in the case of a license within two months from the date of the 
newspaper containing the first advertisement of the application. A 
copy of the objection must also be served upon the Parliamentary 
agente or solicitors for the license or order. If any local or other 
public authority, company, or person desires to have any clauses or 
other amendments inserted in the license or order, they must deliver 
the same to the Board of Trade, and also to the Parliamentary agents 
or solicitors for the license or order, on or before the time limited 
for bringing objections. 

Rule XV.— When a license or provisional order has been granted 
by the Board of Trade and delivered to the applicants, they must 
forthwith deposit printed copies for public inspection in the offices 
specified in Rule X , and must supply copies to all persons applying 
for the same, at a price of not more than 18. each, and must further 
publish the same as the Board of Trade may direct. 

Rule XVI.—Where in a license or provisional order granted by the 
Board of a ted map is referred to, the promoters must within 
one month from the grant of the license or order deposit at the Board 
of Trade a published map on a scale of not less than 6 inches to a 
mile, or if there is no published map then the best map procurable 
ahcwing the area of supply gene | to correspond with the descrip- 
tion in the license or order. The map must be mounted on linen and 
must be certified as correct as regards their respective districts by the 
clerk or surveyor to every local authority having jurisdiction within 
the area of supply. | 


E 
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SPECIAL. Provisions AS TO PROVISIONAL ORDERS. 


Rule XVII.— In the case of provisional orders the following addi- 
tional regulations must be observed :— 

l. The advertisements must be inserted in October or November. 

2. A copy of the advertisement must be deposited on or before 
аг 30th at the Board of Trade and at the offices specified in 

e X. | 

9. The memorial must be lodged on or before Decembr 21st. 

4. The Parliamentary agents or solicitors for the order must be 
prepared to prove complianoe with the provisions of the Acts and 
these rules by January 15th, and all such proofs must be completed 
on or before February 22nd. Six days' notice will be given of the 
day and hour at which such agents or solicitors are to attend for the 
purpose of the Board of Trade, and printed forms of proof will 
accompany the notice. These forms must be filled up and brought 
with the requisite documents to the Board of Trade at the time fixed 
for receiving proof. 

HRT G. CALORAFT, 
i Secretary. 
The Beard of Trade, 
August, 1890. 


Nors.—When applications for provisional orders authorising the 

supply of electricity within the district of any local authority are 
received by the Board of Trade from such local authority, and 
also from any other authority, company, or person, the Board of 
Trade will give a preference to the application of the local 
authority of the distri ct in every case where, in the opinion of the 
Board of Trade, no special circumstances exist which render such a 
preference inexpedient. 
In cases of applications for a license, renewal of license, or pro- 
visional order, to which objection is made by any person locally 
interested, the Board of Trade will, if they consider it expedient, 
hold a local inquiry, of which due notice will be given. 


THE GAS ENGINE IN AMERICAN 
PRACTICE. 


Мв. Ggoncm Hionwowp, who writes in the Engineering Magazine, 
is, perhaps, as well versed in gas engine practice as anyone in America. 
Up to the expiry of the Otto patent the of gas engines was 
slow in America, partly because gas was dear, and largely because gas 
engines were costly. 

The lapse of the patent flooded the country with cheap engines, 
low in strength and overrated iu capacity, from which a reaction has 
now set in, and substantial, well-drawn engines appear reasonably 
certain to be soon sold in large numbers. And it is in producing 
electricity that Mr. Richmond foresees a brilliant future, especially 
with its congener, the oil engine, for the electric lighting of country 
houses and villages, for the average conception of America as a 
country of huge and hideous cities is by no means the whole truth. 
We have in mind as we write a little community —half village, half a 
mere locality—which is by no means far removed in character 
that peacefal quiet which characterizes some of the off-track villages 
of our own Sussex. 

While our author refers to the Diesel motor as a brilliant success 
as compared with the Brayton engine, which it resembles in its o 
tion except for its intended isothermal! combustion, he states its cycle 
to be theoretically inferior to that of Brayton, thoagh rendered a 
success by the fact of compressing to ignition temperature. Evidently 
Mr. Richmond is not to be caught with chaff, and has a very poor 
opinion of the “ripening and cooling spark” twaddle on which the 

ane Pennington motor was sold to British investors. He aeems 
honestly ashamed of this motor being of American origin, and there- 
fore publishes cuts of really sound American engines. 

On the other hand the Gardie engine, taken over to America about 
the same time from Europe, was really sound, but was wrecked by 
stock jobbing. It was Americanised as the Bates triple thermic 
motor, and in its operation both gas and air were separately com- 
pressed and heated thereby to about 390° F., and being then passed 
through regenerators to 750" F., the gas and air being still separate. 
They are then discharged to the motor cylinder in thin jets or layers 
alternated—we are not told if this stratification was really secured. 
On ignition by contact with an igniter (? a tube), the temperature 
rises to 2,730" F., the products of combustion expand, and the t 
gases, still hot, pass out vid the regenerators. However, good or 
a $5,000,000 company was too much for this motor, and forthwith 
close on its heels, comes the Diesel motor, with an advance syndicate 
of a modest million dollars only. This motor he looks on as a 
triumph of mechanical work, with its 35 atmospheres compression 
and its 75 per cent. efficiency. 

In the Otto engine, pressures of compression up to 38, 66 6 and 
87:5 lbs. above the atmosphere з рате 17, 21 and 25 per cent. efficiency, 
and 95 lbs. was recorded by Mr. Clark to have given 30 per cent. 
efficiency. The Diesel has shown 34 per cent. at 450 lbs. compression, 
a result disappointing, and only satisfactory as a mechanical por 
formance ; the net efficiency, after paying for the various compli 
tions, being poor for such a high pressure. 

In the case of the Otto engine with 95 lbs. compression above 
quoted, the initial pressure was 310 lbs., so that, as regards mecha- 
nical difficulties, the Diesel may be assumed the more difficult with 
its 450 lbs. The Diesel engine only modifies Beau de Roche’s cycle 
in the ignition period; ít does not closely follow the Carnot cycle, at 
which it aims. 

Our author considers that the belief in the advantage of the iso- 
thermal combustion arises from a misconception of the doctrine of 
Oarnot, or rather a misapplication of it, and he does not think the 
isothermal expansion of the Diesel cycle is even its most valuable 
feature, while the difficulty in securing it will be very great. 

The German of gas engine was the first to be taken up in 
America, but the British type now seems to be gaining ground. In 
the gas engine, if anywhere, our national characteristic of solidity 
and weight ought to tell favourably. While various ingenious 
arrangements for direct connection have been tried, Mr. Richmond 
considers the link belt, run slack with a fly-wheel on the dynamo, 
as there ought always to be, will hold its own until a more simple 
system of direct connection is found. 

The enormous amount of money spent in getting up new gas 
engines is attributed to the fact that the new designer starts out with 
a great contempt for all previous work. About £2,000 is spent in 
teaching the new man elementary ideas, a second £2,000 in trying 
revolutionary modifications, and the third in getting the engine to 
ran as economically as others in the market. Our own personal 
observation tells us that many light-built engines run exceedingly 
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well—when new—but we can recall no old-established gas engine 
that is not very heavy to-day about the cylinder. Mr. Richmond 
appears surprised at scientific Germany being not exempt from the 
above cycle of £2,000 ideas. He instances the first Diesel engine as 
being built without the water jacket, as compounding being now in 
course of being experimented upon at great expense, while to these 
ancient and exploded fallacies is bsing added the isothermal combus- 
tion “elaborated with a quasi-scientific and solemn minuteness 
intended to be admired rather than understood.” But perhaps Mr. 
Richmond does not know his 8 re. If he does, when he gets a 
full-blown Diesel, minus jacket and with the many atmospheres of 
compression, he may think it like a German clock still a pre g; 
ever oot of frame; and never going aright, being a watch. But beiog 
watch'd that it may still go right.” 


NEW PATENTS.—1898. 


Oomptled expressly for this journal by W. P. Tuomreom & Co, 
Rrectrical Patent Agents, 398, High Holborn, London, V. O., io whom 
ell énquiries should be addressed. 


9,466. “The compact electric switch." P. H. BsawT. Dated 
April 25%. 
9,475. 


"Improvements in and connected with arc lamps.” F. R. 
BoagpMax. Dated April 25th. | 


9,482. "Improvements in ч рр for freeing, lighting, and 
extinguishing gas burners at a distance by means of electricity.” 
P. L. Guvzxor. Dated April 25th. 


9,499. Improvements in or relating to ‘starting boxes or ccm- 
bined rheostats and automatic cut-outs for electric motors.” A. J. 
Bobrr. (Е. E. Herdman, United States.) Dated April 25th. 


9,504. ‘Improvements in 
of electric ways.” J. W. OKENZIE. 
States.) Dated April 25th. 


9,511. "Improvements in rheostats for the graduated control of 
electrical resistance, particularly applicable to the production of 
theatrical luminous effects.“ С. E. CLEMANCON. Dated April 25th. 


9,534. Improve ments in incandescent electrical devices.” W. L. 
Wism. (C. Hubert, United States.) Dated April 26th. 


9,548. “Improvements in electric arc lamps respecting arc 
striking arrangement." P. Syn. Dated April 26th. ( Complete.) 


9,581. ‘Improvements in coin-freed or prepayment "dim for 
supplying electricity." A. G. Ioniprs. Dated April 26th. 


9,607. Improved electric arc lamp." J. T. TsonreRET. Dated 
April 26th. 


rating mechanism for the switches 
(О. W. Squires, United 


9,687. “Improvements in process for the production of chemical 
cotapounds by el:ctrolysis." J. W. RicHABDS and C. W. ROoEPPER. 
Dated April 26th. (Complete.) 


9,638. ‘Process for manufacturing metallic sulphides electro- 
(Complete) J. W. Riowanps and C. W. Rorrrrn. Dated April 26th. 
om plete. | 


9,077. "Improvements in swing joints or ceiling connections for 
carrying suspended electric light fittings.”  VunrTYS, Lrp., and P. d. 
EsBurr. Dated April 27th. 


9,692. “Improvements in resistance apparatus for regulating 
electromotors" Sıemens Bros. & Co., LTD. (Siemens & Halske, 
Aktien- Gesellschaft, Germany.) Dated April 27th. (Complete) 


9,712. ‘Improvements relating to telephones and to circvit 
arrangements and relays therefor.” O.J.LopGE. Dated April 27th. 


9,714. ‘Improvements in p>itabls electric Latteries and electric 
lamps." G. F. Емавт. Dated April 27th. 


9,723. 
ANDREWS. Dated April 27th. 


9,739. “Improved means and apparatus for electrolytically decom- 
posing salts of the alkaline and eartby metals or other substances 
containing them for the manufacture of caustic bleaching powder 
chlorine, ог ої зг products contained in them.“ F. H. BOWMAN and 
F. E. Bowman, Dated April 28th. 


9,778. apron ment in plates for electric accumulators.” M. 
BznaweTEIX. ted April 28th. (Complete.) ; 


"Improvements in electric current switch gear" L. 


9,779. ‘Relating to improvements in testing and projecting appa- 
ratus used in conjunction with telephone, telegraph, or other electrical 
circuite.” D. Вгмог,лтв and W. AirkEgx. Dated April 28th. (Com- 


plete 


9,789. “Improvements in, and connected with, electroliers and 
incandescence electric lamp pendants.” Н. Ніввт and J. Н. 
CoLLIxoS. Dated April 28th. 


9,802. An improved system aud means for driving newspaper 
printing, or like machines, at variable speeds by electric motors.” 
W. A. Огаттовтнү, W. H. Horuzs, А. HoL AIS, J. H. Horwrs, 
L. W. Horus, and E. Horwzs. Dated April 28th. 


9,811. Improvements in, and relating to, dynamometrical appa- 
ratus.” H. Восвон. Dated April 28th. (Completo.) 


9,844. ‘Improvements in adjustable shade supporte for electric 
and the like fittings.” W. H. SrugGE. Dated April 29th.. 


9,877. “Improvements in electric switches." J. G. Drxon. Dated 
April 29th. 


9,881. 
lighting coin-freed apparatus for displaying pictures." 
and М. W. Stixemas. Dated April 29th. (Complete.) 


9,912. A new and improved chimney for incandescent gas, elec- 
tric, and oil lights" M. ApTMAN. Dated April 30th. 


. 9,921. “An electric brake." F. Wien. Dated April 30th. 


9,960. "Improvements in or relating to electric meters.” A. J. 
Восіт. (E. L. G. Cauro, Italy.) Dated April 30th. (Complete.) 


“Improvements in means and devices for electrically 
A. W. Wirt 


9,983. “Improvements in or relating to telephonic apparatus.” 
R. GonTHEB, E. уон Квоммувтн, jun. Dated April 30th. 


ELECTRICAL PATENTS OF 1884, EXPIRING IN 
MAY, 1898. 


We are informed by Messrs. W. P. Thom & Co. that about 96 
applications for electrical patents were filed in the month of May, 
1884. Ont of these only three have been allowed to run their fall 
length of term, viz., 14 years, and being of considerable interest we 
give short abstracts of them below: 


7,€68. “Electric meter.” J. В. RAwonTH. Dated May 13th, 
1884, Relates to current meters. In one form of the instrument, 
for use as an electro-dynamometer, a pivoted iron spindle provided 
with two iron arms projecting from its ends in opposite directions, is 
surrounded by a low resistance coil, portions of which are parallel to 
the arms. When a current passes through the coil the spindle 
becomes magnetised together with ita prolongations, which are then 
deflected by the portions of the coil which are el to them in 
opposition to a volute spring, one end of which is connected by an 
arm to an index and the other end to a spindle. The deflecting 
force is measured by the angle through which the spindle must be 
turned in order to bring back the index toits original position. Ina 
modification for use as a voltmeter, the low resistance оой and its 
prolongations are replaced by coils of high resistance. 1 claim. 


7,773. "Improvements in electric signal apparatus for fire alarms, 
telephone calls, and for like uses.“ Н. A. Sa URD RRS and A. C. BROWN, 
Dated May 15th, 1884. Relates to that kind of electric signalling 
apparatus in which the pendulum of a transmitting instrument sets in 
motion the iscchronous pendulum of a receiving instrument in the 
same circuit, and consists of improvements in the transmitting and 
receiving instruments. The transmitter consists of a conducting rod 
suspended by a flat spring and carrying a flat spring, to which is 
attached a pendulum with an adjustable bob. The conducting rod 
swings between adjustable contact stops and breaks the circuit once 
in each vibration of the pendulum. Another form of transmitter 
has an ordinary adjustable pendulum, to which is attached a spring 
contact arm, bearing on contact pieces so arranged that the circuit is 
made and broken several times in each swing. The receiver bas & 
pendulum suspended by a spring or pivot, and with the lower part 
of the pendulum connected with the upper by a flat spring. 
electro-magnet excited by currents from the transmitter acte on the 
upper palit, and sets the pendulum in motion. The motion of the 
upper part of the pendulum is limited by the electro-magnet and 
the stop. Methods of using these instruments for fire alarms, 
te'ezraph, telephone, messenger and police calls, and railway trains, 
are described in the specification. 5 claims. 


8,448. “An electric switch." E. F. Н. Н. Глоскевт. Dated 
May 30tb, 1884. Relates to electric switches and consists in adapting 
carbon rods so that the sparks which may occur on making and 
breaking contact may pass between the carbon rods instead of the 
metallic surfaces. The carbons are fixed to the other parte by 
springs, and are so arranged as to be the first to make and the last to 
break. 1 claim. | | 
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No. 1,069. 


THE ECONOMICAL EFFECT OF LIVE 
STEAM FEED HEATING. 


Ir seems to be accepted as an experimentally proved fact 
that the heating of feed water by live steam is productive 
of great economy. Several reasons are assigned for this. 
One is that the thermo-dynamic availability of the furnace 
heat transmitted to the water at a point nearer to the 
furnace temperature raises the efficiency of such heat. We 
look doubtfully on this explanation. Another reason is 
that the general circulation in the boiler is improved. If 
all the water ina boiler is at the full temperature of the 
steam space, as it would be if the feed were put in at that 
temperature, the application of further heat at any point 
would instantaneously cause steam to rise from that spot, and 
the water would nowhere be dull and sluggish, but would 
sweep freely over the plates and keep them oool. It is also 
offered as an explanation that when the boiler plates are 
hot there is leas refraction of the heat passing through from 
the fire to the water side, and that it is possible we are all in 
error in thinking that heat transmission is the more rapid 
according as it traverses а medium interposed between bodies 
having the greatest difference of temperature. Light, we 
know, travels best in a homogeneous body. Is it not possible 
that heat also will travel better through a plate which has 
least difference of temperature in its own substance. In a 
paper by M. Normand, read at the 86th meeting of the 
Institute of Naval Architects, the author attributed an 
economy of 20 per cent. to his system of feed heating. He 
took the steam from the low-pressure cylinder of compound 
engines by a special valve, and his explanation of the 
economy was as follows :— 

(а) An economy which resulta from the saving of so 
many thermal units due to using steam which has already 
done work in the cylinders. This saving may amount to 
10 or even 14 per cent. (б) The circulation in the boiler 
is improved, and the plates kept better swept by the rapid 
passage of the water. Не claims a trebled heat transmission 
from the same temperature difference. This latter economy 
would be that found where steam direct from the boiler is 
used to bring up the feed toa maximum, and it may be at 
the bottom of the better appreciation of the Lancashire 
boiler in the North, where eoonomisers are used, than in the 
South, where they are comparatively rare, for it is very 
common practice to feed at maximum steam temperature 
from an economiser, leaving latent heat only to be supplied 
from the furnace, 

In the absence of more data it is not possible to determine 
how the whole economy of feed heating is brought about. 
What is wanted are testa of a boiler with and without live 
ateam heated feed water in order to determine two facta, 

- First, when using the steam are the waste gases reduced 

in temperature? This would show that the efficiency of 

heat transmission had been improved, and would prove that 
© 
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either the plates were more efficient, or had been more 
copiously watered by the more rapidly circulating water. 
Secondly, does the use of steam cause any difference in 
the chemical composition of the waste furnace gases? It is 
possible that their temperature might be higher even with 


increased economy, for the higher temperature might be due 


to better combustion. If, therefore, with the colder feed an 
undue proportion of combustibles appeared iu the waste 
gages, it might well be argued that this was due to contact 
with chilled plates. It has been sbown experimentally that 
in contact with cold plates there is a stratum of unconsumed 
gas which cannot ignite, because of being cooled below 
ignition point, This implies waste. Mr. Thos. Fletcher, 
the manufacturer of gas apparatus, has shown that better 
results can be obtained with boiling vessels‘ over gas flames 


when the bottom of the pot is studded with short projec- 


tions, not so much that these afford a greater area, as that 
they get a little hotter than the water-cooled bottom, and do 
not extinguish flame. The combustible gases are thus 
enabled to complete their combustion. Until it is known by 
experimental determination how the use of live steam for 
feed heating affects the above conditions, the reasons for the 
economy which results must remain speculative. 

The method of M. Normand of abstracting steam at mid- 
stroke from the low preseure cylinder, or in triple and quad- 
ruple expansion engines from the low pressure casing, reems 
well calculated to produce economy. Such removal will only 
slightly affect the mean pressure in the final cylinder, for it 
will doubtless reduce the back preesure, and if suitably 
arranged to abstract any collected water, may prevent 
some re-evaporation during the exhaust stroke, and serve to 
reduce the range of cylinder temperature, or the amount of 
its internal surface cooled by such re-evaporative ¢ffecte. 
With every pound of steam so abstracted will be taken 966 
heat units that would otherwise go to the condenser. Inthe 
compound engine, its abstraction at mid-stroke will be of 
very little moment on the score of power, while the less 


favourable point of abstraction in triple engines will matter 


little, because of the smaller relative value of the final 
cylinder. 


In large boilers which are apt to contain a good deal of 


dead water in their lower parts—a fault that the water-tube 
and under-fired shell boilers do not poesess—an injector or 
water propeller might be arranged to draw water from the 
bottom of the boiler and deliver it at the water surface, so 


as to draw. down hot water to the boiler bottom. It was 
with this object that internally fired boilers were fitted with 


cross pipes in the tubes. These, however, defeat their object, 
and some positive means for circulation should be adopted 
in these boilers. E 


THERE once was a time, within the 
memory of living man, when the announce- 
ment of any great scientific discovery was 
hailed with satisfaction throughout the civilised world, and 
the congratulations due to the man who had added to our 
knowledge was freely and cordially given by his co-workers 
in the domain of science, without any of the heart-burnings 
and petty jealousies which are so prevalent in these degene- 
rate days. We have only to instance the recent achievement 


Professional 
Amenities. 


of Prof. Dewar as an example of the strained relations 
which now so frequently exist amongst scientific men. 
Prof. Dewar has been striving for years to liquefy hydrogen, 
and only a week or so ago he brought his labours to a com- 
pletely successful issue. This wonder of modern chemistry 
is barely announced when a rival chemist, on the strength 


of a private letter from Cracow, combats Prof. Dewar's 


claims to priority and awards to Prof. Olszewski the dis- 
tinction of being the first to liquefy hydrogen. This letter, 
said to have been written in 1895, Prof. Ramsay was 
challenged to produce, bnt apparently it was not forthcoming. 
This is all the more to be regretted, as it is apparently quite 
at variance with one of the latest publications of Olezewski, 
wherein he confesses his failure to accomplish what Prof. 
Dewar has succeeded in performing. Whatever doubt may 
exist as to the rival claims of the two great chemists should 
be set at rest by a letter in the Pall Mall Gazette of last 
Tuesday under the nom de plume of One Who Knows," and 
the report on page 6 of Wednesday's Times of a paper read 
before the Paris Academy of Sciences on the 16th inst. This 
is not the first time we have felt it incambent upon u$ to draw 
attention to the disparagement of Prof. Dewar's brilliant 
achievements which has been assiduously carried on in 
certain quarters for a considerable period, and it is 
now to be hoped that a better feeling may prevail 
in the divided ranks of the chemists, for it cannot: 
be said that the controversy has been carried on in а 
manner which reflecta much credit on one side at least. 
The peace on earth and goodwill towards men kind of spirit 
which seemed to prevail in Faraday's time appears to have 
lain dormant ever since, if it has nct been wholly swept 
away in these days of high pressure and self-interest. 


Lightning Arresters for High Tension Circuits.— 
The Engineer (New York) of april 1st prints a long illus- 
trated article from Mr. Alexander J. Wurts on experiments with 
lightning arresters for high tension circuits. These arresters 
are intended to provide, at intervals along the distribution 
mains, spark gaps between the conductors of the system of 
low resistance in comparison with the rest of the circuit, and 
means for breaking the arc formed on the passage of a pilot 
spark from а 5 They are, of course, quite 
different from telegraphio lightning arresters. The experi- 
ments were directed to testing the resistance of the gaps to 
sparking, and the rapidity with which the aro was broken 
after formation by a pilct spark. The discharge from а 
Leyden battery, excited by an electrical machine, was em- 
ployed to produce the pilot spark. The resistance to sparking 
was measured by adjusting another gap in parallel with the 
arrester until the spark passed indifferently between them, 
and the spark was produced by shortening another gap in 
series with the two. The rapidity with which the arc was 
broken was indicated by the flicker on a bank of incan- 
deacent lamps arranged in parallel with the arrester. The 
occasion of the experimenta and the article was to defend 
the author's (Wurte's) pattern of lightning arrester from the 
competition of another brought ont under the name of 
Wirt's, and a third design was tested at the same time. The 
interest to us lies not in the commercial reputations of these 
arresters, but in the clear way in which the non-arcing 
quality of zinc alloys is brought out in the experiments, во 
that no arc can be maintained under an alternating pressure 
between such substances. The dimensions of the two parts 
between which, by a pilot spark, the discharge is started, 
seem to matter little, so long as they are made of a non-arcing 
alloy, and it appears that in no case where these materials 
are used does the discharge last beyond the time when, in 
the cycle of alternation, the current falls to zero. It is 
generally understood that alternating currents are more 
readily interrupted than direct currents, and the experiments, 
we gather, do not bear on the latter, arcs from which atè 
generally dealt with by a magnetic blow out. 
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ELECTRIC LIGHTING AT WIMBLEDON. 


IT is now about 14 years since a series of experiments in 
street lighting by electricity was carried out at Wimbledon 
under the supervision of Mr. W. H. Preece; but, notwith- 
standing this early start, and the fact that.a license was 
obtained as Jong ago as 1890, and a scheme pre by Mr. 
Preece and Mr. Kapp, Wimbledon cannot yet be numbered 
amongst the towns which enjoy the benefit of an electric 
light supply. The local authorities do not, bowever, intend 
that this state of sffairs should continue, and they have now 
obtained a provisional order, and have entered into contracts 
for the carrying out of a scheme prepared by Mr. A. H. 
Preece, and hope that, in the course of next year, they will 
ba ready to supply current for public and private lighting. 
As the undertaking will be started under conditions which 
differ considerably from those which generally obtain, owing 
to the fact that 80 per cent. of the estimated output will be 
utilised for pus lighting, we propose to give a few par- 
ticulars of the scheme, for which we are indebted to the 
paper which was recently read by Mr. A. H. Preece before 
the Association of Municipal and County Engineers. 

The streets of Wimbledon have for some years been 
lighted by oil lamps of sbout 20 candle-power each, of which 
there are at present about 800 in use. It is now proposed 
to use incandercent lamps of 32 candle-power, each oil lamp 
being nm by one, or, in some of the more important 
thoroughfares, by two ог more incandescent lamps; and for 
this street lighting about 900 lamps will be required. In 
addition to the public lighting, the scheme provides plant 
for the equivalent of 6,000 8-C.P. lamps for private lighting, 
and it is estimated tbat there will probably be 5,000 lamps 
connected in the course of the first 12 months’ working. 
Owing to the Jarge area to be covered, a high pressure alter- 
nating current system has been adopted, current being gene- 
rated ut 2,200 volte, and transmitted to transformers placed 
ia uuderground chambers, whence it will be distributed by & 
three-wire system of mains with 400 volts across the outer 
conductors. 

The generating plant will consist of three Crompton 120 
kilowatt alternators and exciters direct coupled to Willans 
engines, for which a combined efficiency of 80 per cent. and 
а steam consumption of 28} lbs. per kilowatt-hour have been 
guaranteed. Steam will be supplied by three Babcock and 
Wilcock boilers, each capsb!e of evaporating 5,000 lbs. of 
water per hour; and to these is to be added a dust destructor 
plant, from which it is hoped to obtained sufficient steam to 
supply the requirements during the daytime, and perhaps 
after midnight, not only of the electricity works, but alto of 
the adjacent pumping station. The high pressure mains will 
be concentric lead-covered cables, drawn iato earthenware 
pipes, the outer of the concentric being earthed at the station. 
There will be three high pressure feeders terminating at dis- 
tributing centres, which will also be interconnected by heavy 
mains, so as to allow of any feeder being thrown out of ser- 
vice without interrupting the supply. From these centres 
will branch out other and smaller high pressure mains or 
sub-feeders, which will transmit the current to the trans- 
former stations, provision being made for separate snb-feeders 
and trausformers for the public lighting, so that the street 
lamps can be switched on or off from the distributing centres 
without interfering with the private lighting. Althongh 
this arrangement will entail an extra expenditure on mains 
and transformers, great benefit should be derived from the 
concentration of all switching gear at the three distributing 
points, and from the greater efficiency of distribution, due to 
the fact that the transformers for public lighting will not be 
in circuit except when they are working at their normal fall 
load output. 

Provision will also be made for separate low pressure dis- 
tributing mains for public and private lighting, the pub' io 
lamps being arranged in circuits of from five to ten lamps 
each. Two different systems of laying these mains will be 
employed, according to the nature of the probable demand for 
private lighting, and to the class of pavement under which 
the mains are to be laid. When the demand for private 
lighting is uncertain, and the pavement is of such kind as to 
make it expensive to open up and make good, pipes will be 
laid down into which cables can be drawn as required ; but 
when the demand for private lighting is certain, armoured 


mitting telegraph instrument. 


cables will be laid direct in the ground; and the same plan 
will be followed under gravel pathways even when the 
demand for private lighting is so doutt/ul, then only public 
mains will be laid in the first instance. 

As it will be necessary to lay mains in practically every 
tt-eet for the public lighting, the cott of mains, transformers, 
and public lamp connections forms an unusually large pro- 
portion of the total expenditure; this item being estimated to 
cost over £18,000 out of a total, including buildings and 
contingencies, of £32,000; whilst the estimated cost of the 
station plant is only £8,500, or Jess than half that of the 
distributing plant. The cost of this lstt:r un loubtedly 
forms avery heavy charge, but it is stated that provision has 
to be made for about 40 miles of street, requiring 15 miles 
of high pressure and 50 miles of low pressure mains, besides 
some 20 miles of pipes. With regard to output and cost of 
production, Mr. Preece estimates that there will be an annual 
output of 300,000 units, of which about 80 per cent. will be 
required for the street lamps; and that owing to the regu- 
larity of the output due to the relative importance of the 
street lighting, the total cost of production will not exceed 


2d. per unit, making £2,500, or a total expenditure, ineind- . m 


ing interest and sinking fund, of £4,200 per annum. 
Owing to the profit to be derived from private lighting at 
6d. per unit, it is estimat^d that the actual cost to the local 
authority of the 900 82-candle-power lamps will be only 
£2,450 per annum as against the present cost of £2,000 for 
the 800 oil lampe, or an increase of less than 25 per cent. 
for nearly doable the amount of light; and that probably by 
the end of the second year the revenue from private lighting 
will have increased sufficiently to make the charge for the 
street lamps no more then it is at present. 


THE ROYAL SOCIETY CONVERSAZIONE. 


THE usual exhibition of scientific novelties took place at 
Barlington House on Wednesday, 11th inst., when the first 
of the Royal Society’s two annual conversaziones came off. 

Among the scientific questions in the air at the present 
time, wireless telegraphy takes a first place. This was repre- 
sented by a working installation of Lodge's system exhibited 
by Dr. Alex. Muirbead and Prof. Lodge. Telegraphic mee- 
sazes were being sent by this apparatus over the longest clear 
range obtainable in the Royal Society’s rooms, for the electric 
waver, though they can penetrate through a moderate thick- 
ness of more solid substances, prefer, like the waves of light, 
to pass through air. Lodge's apparatus, of which a short 
description has already been given in the ELECTRICAL 
REvVIg&W, Vol. 42, p. 108, consists of two fan-shaped sheets of 
copper соппесё: at their apices by a coil consisting of a few 
turns of thick wire. The electric impulses are imparted to 
this system by sparks passing across alr-gaps of about 
3 inch near the centres of the copper sheets. The sparks 
are obtained from an induction coil, the current of which is 
controlled by the punched ribbon of an automatic trans- 
The receiver is exactly 
similar to the transmitter, but in this latter a coherer and 
syphon recorder are connected (in the same circuit) in shunt 
with the coil connecting the sheets of copper. The coherer 
used was of the very simple form first devised by Prof. 
Lodge, in which the end of a flat steel spring is pressed 
against an adjastable steel point—a kind of microphone 
sensitive to electric instead of sound waves. The telephone 
may be used as a receiver instead of the siphon recorder, in 
which case no tapper is required for the coherer, and a mach 
higher speed of telegraphy is possible. The greatest distance 
over which Prof, Lodge has telegraphed with his apparatus 
їз about 1 mile, and at that distance no falling off in ite 
action was observable. 

For wireless telegraphy at very long distances, however, 
Lodge prefers his syatem of “ magnetic space telegraphy." 
The apparatus for this system was shown in the sectretario 
room downstairs. The system deperds on the mutual mag- 
netic induction of two coils placed at distant points on the 
earth’s surface. The discharge of a condenser or Leyden 
round a large wire coil sets up an alternating magnetic field, 
which excites induced currents in another distant condenser 
circuit tuned to the same frequency, causing the s-cond 
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Leyden either to overflow into & coherer, or to disturb a 
Rutherford detector or a telephone, so аз to give a signal, 
The detector shown was а £p»cial series of small free coils and 
granular microphones, each coil in a permanent magnetic 
field, and so connected to the microphone of the next, that a 
very feeble alternating current in the first of the series is 
able to make a telephone in the last emit a loud sound, or 
through a Langdon-Davies relay, to ring an electric bell and 
work a Morse sounder. A tone-telephone was also shown, 
which acted as a highly syntonised call. This highly sen- 
sitive receiver for magnetic oscillations had an extraordi 

uliarity, which Dr. Lodge described as talking to itself. 

en two of ita coils were placed relatively to each other, 
80 that their mutual induction was large, the one starts 
automatically to act on the other, and the telephone begins 
to sound, 

Mr. Mackenzie Davidson exhibited his m Loa for 
finding the true position of foreign bodies in objects photo- 
graphed by the Röntgen rays. This has already been 
described in the ELECTRICAL REVIEW. Не also exhibited 
а Wheatstone reflecting stereoscope for looking at Röntgen 
photographs. 

Mr. A. A. Campbell Swinton had a very interesting 
exhibit illustrating his recent discoveries in the discharge in 
vacuum tubes. Radiometer mill wheels were employed to 
detect the direction and velocity of the gaseous streams, and 
the experiments indicated that in very highly-exhausted tubes 
of the focus type, in addition to the well known negative 
stream from the cathode, discovered by Crookes, there 
existed also a positively electrified stream from the anode, 
which travelled in the opposite direction to the cathode 
stream and exterior to the latter. A pinhole Róntgen ray 
camera was also exhibited by Mr. Swinton, with which he 
had taken photographs of the active area on the anti-cathode, 
which corresponded with the resulta he had already obtained 
on cathode discs. Lastly, though not least interesting, were 
Mr. Swinton’s cathode ray lamps. Two concave cathode 
discs focus on acube of refractory material, and give out 
sufficient light to illuminat» a small room. The efficiency 
of this method of producing light is considered to be quite 
equal if not greater than that of the arc light. 

Mr. Killingworth Hedges exhibited specimens of copper 
deposited by & process invented by Mr. J. C. Graham. А 
Graham by mechanical means causes a circulation of the 
electrolyte over the surface of the cathode. By this device 
he claims that he can use 10 times the density of current 
2 employed, and yet obtain a more homogeneous 

eposit. 

Prof. Ewing exhibited his new magnetic balance for 
permeability tests of iron. This apparatus has been 
designed to afford an easy means of jadging of the magnetic 
qaality of iron or steel with special reference to its suit- 
ability for use in dynamo magnete. The specimen 
to be tested is in the form of a turned rod, which 
lies across the poles of an electro-magnet excited by а 
constant current. One side of the rod touches both poles, 
and the force required to pull it away from one pole is 
measured, the contact with the other pole serving as a hinge. 
The force is measured by means of a weight which slides 
along a graduated scale-beam, and the beam is graduated to 
give, by direct reading, the value of the magnetic induction, 
B, which would be uced in the tested samples by a con- 
stant magnetising force, н. The constant magnetising force 
selected for the purpose of the test is 20 C.G.S. unite, that 
being a sufficiently strong force to exhibit the quality of 
different specimens in respect of permeability under strong 
magnet ĩsat ion. 

Prof. Callendar exhibited electrical recording эрү 
This apparatus is capable of recording almost any kind of 
electrical quantity directly, and can be made to record other 
quantities indirectly, ag, for instance, temperature by means 
of the variation of electrical resistance. It has been in use 
for more than a year at McGill College, Montreal. A brief 
mention of the apparatus, with illustrations of some of the 
results obtained, was communicated to the Royal Society of 
Canada at their last year’s meeting in June, 1897, and has 
been published in their Transactions. The principle upon 
which the apparatus works is extremely simple. A pen or 
planimeter is attached to the contact point on a “ slide-wire," 
ani is kept automatically at the balance р by means of а 
delicate relay, controlling а pair of clock motors. The co- 


ordinates of the record are consequently rectangular, and the 
8cale is one of equal parts in the majority of cases. The 
following are some of the special cases to which the appa- 
ratus has been applied:— Electrical records; resistance, 
voltage, current, and power; temperature records by thermo- 
couple, or by platinum thermometer; records of sunshine 
and humidity; cycle records; steam temperature cycles in 
the cylinder of a working steam engine; forms of alternating 
current and potential waves. 

Mr. C. Orme Bastian exhibited an electric current meter 
acting by electrolysis, the ampere-hours being measured by 
the decrease of a column of the electrolyte (dilute H, SO,). 

Mr. Wimshuret exhibited a Röntgen tube-holder, designed 
to prevent leakage in the leads, and showed experiments, in 
which the direction of the electrical discharge was indicated 
by small fans. 


AN AUTOMATIC TELEPHONE EXCHANGE. 


Many and varied attempts have been made to evolve a 
system of reliably effecting inter- communication between the 
circuita of a number of telephone subscribers concentrated at 
one central point or exchange withont the aid of an 
operator at that place, The problem presenta difficulties 
which have not hitherto been successfully overcome, bat a 
system recently developed, and now being exhibited by the 


Direct Telephone Exchange Syndicate, Limited, in Hall 
No. 80, Winchester House, Old Broad Street, London, 
в many features of novelty, and includes a variety of 
ingenious devices employed to effect the changes necessary (0 
secure independent connection with each subscriber of the 
exchange. Metallic circuits are employed, and at each sub- 
soriber s office a complete set of telephone apparatus 18 
installed. The telephone is provided with an auxiliary key- 
board or commatator, by the use of which the sequence 
the currenta necessary to actuate the automatic switching 
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apparatus at the exchange is determined. The subscriber's 
instrument is illustrated by fig. 1. : 

The keyboard, shown on the upper part of the apparatus, 
is disc-shaped, and revolves around its centre, whence it is 
connected by means of an axle tothe commutator internal to 
the instrument. The commutator is constructed on the well- 
known principle usually employed in municipal and other 
messenger and police call systems, where the operating of the 
call key winds up a clockwork system, which, during the act 
of running down, rotates a star or toothed wheel, which 
determines the number of current impulses generated for each 
movement of the keyboard. Asa preliminary to ringing a 
correspondent in the usual way, the subscriber originating 
the call must effect the connection at the exchange between 
his circuit and that of his correspondent by operating the 
keyboard of his apparatus. This is effected by inserting the 
tip of the finger into a hole in the keyboard (seen in the 
figare) corresponding to the number required, and pulling the 
keyboard round to the stop, where, on being released, it 
returns to zero automatically. This operation is re pꝛated for 
each figure contained in a concrete number representiog the 
subscriber wanted, who is subsequently rung by the magneto- 
generator in the usual way. 

At the exchange each subscriber's circuit terminates on an 

electro-magnetic switch, illustrated by figs. 2 and 3, which 
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are a front and side elevation respectively, and where р is 
movable vertically and circularly, The rod D oarries 
а series of flexible contact arms L which effect connection 
with the metallic segmenta of the semi-circular distributors, 
H; B is an electro-magnet, the lever c of which raises the 
rod D tothe proper height for bringing the contact arms L 
into line with the row of segments with which conuection is 
required on the distributors м’. These segments correspond 
with the multiple jacks of subscribers’ circuits connected to 
ordinary manual . F is the motor magnet by 
whose armature lever the rod D and consequently the con- 
tact arms L, are rotated into connection with their proper 
segments upon the distributore, each segment of which is 
connected by a cross connecting wire, shown at M, with the 
corresponding segment of each switch throughout the 
exchange. 
One wire of the metallic circuit may be considered 
as terminating upon the rod p, whence connection 


is continued to the segments of the distributors of 
the other switches, as described above, by means of the 
stud x’, with which a projecting pin, k, on the upper end of 
D makes contact when the apparatus is at rest in the normal 
position. The other wire of the circuit is terminated upon 
an insulated flexible steel spring normally disconnected. 
When therefore, the rod р is rotated, the pin к is moved 
away laterally from the stud к’, and the segments on the 
other switches to which this stud is multipled are thus 
isolated from the subscriber's circuit for the time being. 
The electro-magnetic switch connected with the cirouit of 
the subscriber who is called is not, however, actuated, and 
provision has therefore to be made to prevent other sub- 
soribers obtaining access to his circuit whilst it is in posses- 
sion of the correspondent who first called. This is effected 
by the auxiliary electro-magnet A, brought into use through 
the medium of a local circuit, and whose armature lever 
when depressed disconnects the circuit of the contact arms 
L on the switch of the third subscriber, by which means 
privacy is secured to the two subscribers who are already in 
communication. The bottom group of segments on each 
switch is reserved for connecting up these “ non-interfering " 
local circuits. | 

A subscriber requiring to communicate with another 
whose circuit is already engaged, ascertains that he has 
failed to secure connection by his bell remaining silent when 
he operates his magneto-generator to call his correspondent. 
A separate segment is set apart in each subscriber’s automatic 


‚О 
RE 


mmt 


‚| || 
|| | 
| || 


| | 
го WDD t 
ттт 


switch, to which he may connect his circuit by calling a pre- 
arranged number, and speak to the office of the manager of 
the system if he has reason to suspect that his apparatus is 
out of order and desires to verify it. 

The ba'tery P, which energises the electro-magnets of the 
switches is located at the exchange, one battery being common 
to the entire exchange, l 

To safeguard the apparatus from damage by stray currents 
from adjacent power circuits with which the telephone wire 
may get into contact, a “time fuse” is inserted in the wire 
of each eubscriber's circuit connected to the motor magnet. 
This fuse is shown by fig. 5, where w is a solenoid of wire 
enclosing an ebonite core, and s 8“ are flexible springs. The 
heating effect upon the wire w, of a continuous current, 
exceeding the current of half an ampere, with which the 
a pe is actuated, causes the ebonite core C to expand 

raise the spring в, when в’ being thus released, flies for- 
ward and breaks the circnit of the subscriber, simultaneously 


CE ALLEL, 


682 


THE ELECTRICAL REVIEW. 


[Vol. 42. Мо 1,069 May 20, 1898. 


——OÓMÓ ͤ¶ —Ümu K » —— ННН 


closing the circuit of a local alarm bell in the exchange, 
which gives warning of the fault. A similar result follows 
if the subscriber’s wire finds accidental earth outside the 
exchange, when the motor battery Р would be discharging 
continuously. A ready means is provided of locating an 
open time fuse upon the switchboard. 

The act of hanging р the receiver at the subscriber’s 
office after a conversation has terminated, causes a momentary 


Fia. 5. 


current to be sent through the intermediary of the switch 
arm of the telephone, and this current automatically restores 
the electro-magnetic switch at the exchange to its normal 
ition. 
The switch described is capable of providing for exchanges 
having a capacity up to 400 subscribers, above which number 
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method of effecting combinations of numbers enables 1, 000 
subscribers to be reached ; and by an extension of the prin- 
ciple it is claimed that 10,000 may be accommodated in one 
exchange. 

In the apparatus described the electro-magnets actuating 
the switches are included in the circuit when con- 
versation is going cn, and are consequently given a low 
ohmic resistance, but in the latest development of the 
apparatus the bridging" method of connection is intro- 
duced. The system has been in opzrat’on about four years, 
and is employed at some 20 exchanges in various States in 
America, some of which exchanges are built to a capacity of 
1,000 subscribers. It is also in process of installation in a 
like number of cases at other places, at some of which a 
capacity up to 5,000 is being provided for. 

A view of an exchange equipped to a capacity of 200 sub- 
scribers now in operation at Trinidad, Colorado, is shown by 
fig. 6. Each electro-magnetic switch occupies a lineal space 
of 12 inches x 4 inches, and projects 6 inches from the sup- 
porting base. 

It will be gathered from the description that the automatic 
switch depends primarily upon its mechanical qualities for 
performing its functions. An exchange equipped with the 
apparatus must therefore be under the charge of a competent 
mechanician possessing electrical knowledge, and the accuracy 
with which the apparatus operates will depend upon the 
degree of skill with which its necessarily complex mechanism 
is maintained. 

Apart from the central office system, there is a large un- 
developed telephonic field within the residential suburban 
areas of our cities and towns, to the opening up of which the 
attention of inventors of automatic exchange apparatus has 
been directed, and where the provision of a reliable and con- 
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the combinations of numbers are obtained by allotting two 
switches to each subscriber’s circuit, the first of which selects 
the groups of hundreds, whilst the second picks out the tens 
and units in each particular hundred. The principle upon 
which this sub-division is effected may be understood from 
fiz. 4, where the switches diagramatically represented at 16, 
17, 18, and 19 correspond with the first of a pair allotted to 
select the hundreds, whence the connections continue to the 
second switch of the pair where the sub-division to the tens 
and units of the different groups of hundreds is effected. 
The points of sub-division to the tens and units of the 
different hundreds are indicated at 12, 13, 14, and 15. This 


tinuous automatic local service with tradesmen and other, 
giving optional access to the main system would appear to 
obtain an opening for employment. І 
The time occupied in operating the automatic exchange 18 
virtually constant for any given combination of figures, aD 
the subscribers are thus relieved by such a system from 
anxiety regarding preferential treatment by the operators, 
about which so much has lately been heard, but it i8 8n 
open question whether, even in its improved state as DOW 
exhibited, the automatic switch will prove an efficient gub- 
stitute for the manual operator, rotwithstanding the in- 
genuity which has been exercised in working out its details. 
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LITTLE'S CONTINUOUS INTEGRATING 
STEAM INDICATOR. 


THERE has been, we believe, up to the present time no 
instrument in existence capable of attachment to steam 
engines, which will automatically produce a record of the 
power develo during avy desired length of run, and 
which will act in sympathy with any changes either of speed 
or steam pressure in the cylinder which the load on the 
crank shaft may demand. With the consent of the pro- 
prietors of our contemporary, Engineering, we reproduce an 
engraving of a new type of steam indicator, a full description 
of the theory and practice of which appeared in the issue of 
that journal of December 10th last, and this being so we do 
not propose to give more than a general outline of the aim 
and construction of this ingenious and handy instrument. 

It will be seen from the woodcut that the general appear- 
ance of this indicator is similar to that of an indicator 
constructed to take diagrams as regards the steam cylinder 
and the drum, but that the pencil arm and parallel motion 
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are replaced by a device similar to-the integrating mechanism 
of a planimeter, the wheel of which can be placed at will in 
contact with the drum in order to produce the desired rotary 
effect upon the wheel resulting from the combined action of 
steam pressure and piston speed, the requisite inclinations of 
the wheel being imparted to it by a simple sine motion of 
pin and slot as shown at р. 

Since, therefore, the varying pressure of steam in the 
cylinder is made to produce the same amourt of inclination 
of the wheel, as would be produced by tracing the actual 
diagram with the tracing point of a planimeter, it only 
remains to rotate the wheel by reciprocating the drum in 
contact with it, in order to produce the same result аз if the 
drum (i. s., indicator card), were held fixed and the diagram 
traced round with the point of the planimeter in the o 
way. The amount of reciprocation of the drum (i. e., length 
of diagram), is aocurately measured to the second place of 
decimals by means of a simple device, w, actuated by the 
drum itself and which is quite easy of manipulation. It 
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will be noted from the woodcut that the wheel stands 
normally at a certain deflection from the vertical, viz., about 
85°, the object of which is to secure an accurate action 
between the contact surfaces and which is quite effectual, as 
will de seen from the subjoined trials of the instrument at 
the works of Messrs. Willans & Robinson, Rugby, on an 
engine of their usual type running at 350 revolutions per 
minute. It sb onld be explained that although this permanent 
amount of deflation increases the amoant of the record on 
the dial on the forward stroke by an amount proportional to 
the permanent initial inclination, the same amount of record 
due to the same cause is deducted by the return stroke, the 
difference being the actual amount of rotation of the wheel, 
which, owing to the mathematical conditions governing the 
instrument, is precisely конор to the amount of steam 
pressure on the piston of the indicator during one revolution 
of theengine. There ie, of course, no slip between the contact 
surfaces other than that due to the amount of inclination 
from the horizontal. The action of this indicator is, 
therefore, briefly that of a planimeter recording the areas of 
diagrams at every revolution of the engine, which a card 
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indicator would produce having the same piston area, the 
same piston spring, and a ratio of pencil movement to that 


-of piston of six to one, the amount of reciprocation of drum 


being, of course, arranged to be the same for each. 

For the calculation of H.P. by means of this instrument, 
the average area record per minute reduced to unit length 
by dividing by the amount of drum stroke if more or less 
than one inch was employed, is multiplied by a single figure 
composed of engine constants, &., the result being the 
average Н.Р. per minute developed during the time the 
instrument was running. And for M.E.P. the unit area 
record per minute is divided by the revolutions per minute, 
which, in this case only, require to be known. 

In cases, therefore, wheré a study of the steam distribution 
in the cylinder is not the object in view, but the actual 
efficiency of the epgins, a knowledge of the latter can be 
much more accurately ascertained with the continuous indi- 
cator than by taking diagrams, and much labour in measur- 
ing them up is obviated, as also the necessity for counting 
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revolutions. Moreover, where rapid changes of load are the 
rule, an accurate indication of Н.Р. is an impomibility with 
ordinary indicator. С 

In electric light and traction installations it would seem 
that this form of power-meter should 5 itself d 
wide sphere of application, as indiostions may en wi 
it during a whole day or night, or at regular fixed intervals 
of working; no attention to it being required, unless it may 
be desired to take readings during the run, which is readily 
done even at high speeds, as shown in the table below :— 


HIGH SPEED. 


Е 


Willans and Robinson, Léd., Rugby, December 22nd, 1897, on а 
steady load, indications being taken simultaneously by a Oresby 


cylinder ot large engine, ranning at 350 revolutions. The load 
a engine, 

was an electric one, and was kept constant by maintaining constent 
watts by means of an amperemeter and voltmeter in circuit. 


Crossy INDICATOR. 
Length Scale | M.E.P. | Revs. 


— | Diagram. | Planimeter., | Area. 


O'clock. | Start. Stop. 


1 4-312 | 0 91 91 21 59 21 | 
2 4-0 91 183 | 92 21 50 21-91 350 
3 3-47 | 183 277 91 21 50 22 
8 65 90 
21986 
— 

Orosby M. H. P., 21:986. 

Oomrmrvous IxpiCATOB. 
Time. | Cumulative | Reading к Reading | “troke of M. 

Minuten, reading. |five minutes. per minute. | snohes. 

b 505 101 1:09 80 | 2118 
10 102:3 517 10 34 109 80 21°68 
15 154:5 52:3 10 46 1 09 80 2193 
20 208 5 540 108 109 80 | 2165 
25 260 2 517 10 34 169 80 2168 
30 313 2 530 106 109 80 22°23 
95 1366 0 52:8 10:56 109 80 22 14 

7 |15349 
21-927 
[=a 


Little M. E. P., 21:027. 
For WIr. ann & Ronnmon, Lev. 


(Signed) P. A. Low. 


LOW SPEED. 


Test of Little's continuous indicator, made at Messrs. Vicars, Sons 
and Maxim’s Works, Erith, February 25th, 1698, on a large simple 
condensing engine, driving the in their shops. Indications 
taken from one end of one cylinder simultaneously with a Orosby 


No. Diagrams. Areas, | Length. Scale, | M.E.P 
O'clock. 
1 9-55 174 3°02 50 
2 4-0 1:87 3°00 - 50 
3 4-5 1°87 3 03 50 
4 4-10 170 3:02 50 
5 4-15 168 3°02 50 Average, 
6 4-20 1:56 3:01 50 28 1215 
7 4-25 161 3:02 50 
8 4-30 181 3:02 50 
9 4-35 1°52 3:02 50 
10 4-40 162 304 80 
10 | 1698 10 | 30°19 
1:698 3:019 


Crosby M.E.P., 281215. 


CONTINUOUS INDICATOR. 
45 minutes’ ran:—Total reading, 195°6; stroke of drum, 3 95 inches; 
100 spring; reading per minute, 4 3466; revolutions, 531. 
4'3466 x 100 x 10 9897 
295 x 581 Е: : 
Little M. E. P., 28:97. 


ELECTRIC TRACTION PROJECTS FOR THE 
1900 PARIS EXHIBITION. 


Ат the last Paris Exhibition it will be remembered that the 
little Decauville light railway in the Exhibition grounds, 
proved not only a great convenience to visitors, but what is 
of quite as much consequence, it was entirely a £u:c:83 from 
а financial standpoint. 

No less than 6,000,000 passengers were carried on this 
little pleasure line, whilst the receipts amounted to a sum of 
£70,000. This success might naturally have been expected 
when we consider that the line was inexpensively built for a 
summer's traffic under very favourable ciroumstan 
expenses stopping ав soon as the receipts grew less, and the 
line not contin for the winter, when sparse traffic (or 
none at all) prevents profita being earned. 

The people of Paris are evidently much inclined to favour 
light lines of this kind, as anyone will believe on seeing the 
little horse cars running through the top of the Bois de 
Boulogne into the Jardin d’Acolimatation; and we are rather 
surprised that no serious efforts have yet becn made to run 
these cars by electricity. | 

However, there is no hesitation being shown with regard 
to electric traction schemes for the approaching exhibition, 
and if one is to judge from the successful Decauville line 
already referred to, there ought to be a most profitable 
season in 1900, were it only because the extent of ground to 
be covered is so much greater. 

The schemes at present brought forward are five in 
number (according to information which we abstract from 
І’ Energie Electrique). 

The first is propounded by the French Thomson-Houston 
Company, whose design embodies a single track of metre 
gauge, with 22 motor cars and 88 trail cars. One class only 
is provided for, somewhat in contrast with the usual first 
and second classes to be found in Continental tramcars, &. 
—and the fare is uniform, 2 This company asks for 
a subvention of ££0,000, in return for which the Exhibition 
authorities are to receive all net profits on carrying up to 
15,000,000 passengers, and two-thirds of subsequent profits 
for any further traffic. A cash guarantee of £4,000 is 
offered by the company that its system shall be worked 


roposal emanates from a syndicate of which 
the chief seater is the Decauville Company. This also is 
based on a metre gauge line, single track, taking current 
from а third rail. Ten motor cars and 40 trail cars would 
be provided, with a uniform fare and class as in the last case. 
The оош) asks for 55 per cent. of the gross receipts after 


£72,000 been taken. 
The third scheme is put forward by Mons, Leon Franoq, 
acting in conjunction with the Fives-Lille Company. This 


proposal embraces a double track of normal ‘gauge, with 
three-car trains having each a seating capacity of from 180 
to 200 passengers. T'wenty motor cars and 40 trail cars 
would be provided—all one class and one fare, 8d.—bat 
reserved seats at 5d. might be arranged for. Mons. 
Francq estimates the capital outlay upon his plans, if carried 
out, at about £140,000, and any receipts over and above such 
a sam would fall to the exhibition authorities. No payment, 
however, would be made except on the carrying of more than 
15,000,000 passengers. From this number to 20,000,000 
the concessionaire would per one centime on each ticket, and 
similarly two oentimes should the numbers range between 
20,000,000 and 25,000,000 ; three centimes from 25,000,000 
to 30,000,000; and five centimes or one half-penny per 
ticket for all over that number. Evidently Mons. Francq 
is ambitious and thinks that increased capacity for traffic 
will ensure the traffic coming into existenoe. 
The fourth system is due to one of the Paris electric 
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lighting companies, which pro а single track of metre 


gauge built generally on the Decauville principle, and 


employing 10 motor cars with 40 trailera. Two classes 
would bs provided with corresponding fares of 5d. and 24d. 
This concessionaire offers 20 per cent. of the gross receipts, 
and 25 per cent. of the net receipts after allowing for 
depreciation and 5 per cent. upon the expenses of erection 
and exploitation. | 

The last proposal—brought forward by Mons. de Mocomble 
—is supported by Mons. Henri Maréchal (the well-known 
Paris engineer) and the Compagnie Générale de Traction. 
It comprises practically two separate schemes, one an electric 


railway and the other a two-speed moving sidewalk some- 


what after the fashion of those already suggested, or actually 
built, for Exhibition purposes, as at Chicago, &c. The rail- 
way is designed on the metre gauge, is single track, and pro- 
vided with eight trains in service (three in reserve). h 
train would have a seating capacity for 250 passengers, and 
would be operated by motors having an output of 140 Н.Р. 
A central rail would serve as current distributor. 

The “moving sidewalk” would run the opposite way 
round to the railway (it should, of course, be understood 
that all these proposals are for circular lines embracing prac- 
tically the entire area of the Exhibition), and is built 
throughout on a viaduct after the fashion of the American 
elevated railways. It comprises a fixed platform approxi- 
mately 3 feet wide, and two separate moving platforms, of 
which the first is about 2 feet 8 inches wide, running on a 


track of 18-inch gauge and maintaining a speed of about . 


8 miles per hour, whilst the second one has a width of 
abont 5 feet 6 inches, with a track 
at a speed of from 54 to 6 miles an hour. 

Our contemporary gives a very complete and interesting 


description of the working details of this moving sidewalk, 
and if the plans are adopted we shall hope to fully with 


the matter. At present it is sufficient to note that the 
power required to operate the combined arrangement is 


estimated to be about 472 H.P., and that nearly 40, 000 


passengers per hour can be dealt with. 


HONOUR TO WHOM HONOUR IS DUE. 


We reed in a daily pa 
inventor of the famous 
of the 15 men of science nominated by the Council of the 
Royal Society for election this year. 


that Mr. James Wimshurst, 


“The famous electrical influence machine” with which 


Mr. Wimshurst's name is associated was first described in 
Engineering, January 5tb, 1888. On February 2nd in the 
same year a letter appeared in 5 Prof. Holtz, 
stating that the machine invented by 

been invented by him (Holtz) in 1869. In one of the places 


cited by Holtz (Pog. Ann., 186, р. 172), an influence machine 


is described, with an illustration, of which we subjoin a 
copy. 


It will be seen from this figure that the machine consists 
of two glass discs driven by pulleys and belting in o posite 
ons. A neutralising rod with points for drawing off 


the electricity from the surface of the plate is set at a suit- - 
Collecting combs are placed 


able angle opposite each disc. 


in a horizontal diameter opposite the front disc, 


auge of 3 feet, and runs 


ectrical influence machine, is one . 


. Wimshurst had 


Those who are acquainted with the Wimshnrst machine 
will perceive that the only differenoe between it and the 
Holtz machine is in a few insignificant matters of detail. 
In the Wimshurst machine а number of radial strips of 
tinfoil are pasted on the surface of the discs. This makes 
the machine self-exciting. Bot Holtz pointed out in 1881 
(Uppenborn’s Jour. of Prac, Elect." p. 199), that his 
machine could be made self-exciting by pasting tinfoil sectors 
on the face of the discs, He, however, considered that as 
the self-excitement could be obtained only at the price of 
loss of output, the tinfoil sectors were not to be recom- 
mended. Since Mr. Wimshurst's machine came before the 
publie, more than one inventor has flattered himself that he 

as improved it by removing the tinfoil sectors. These 
ingenious inventors, unknowingly, no doubt, merely reverted 
to the original form of the machine as brought out by Holtz - 
in 1869. | | mE | 

The second point of difference between the Wimshurst 
and the Holtz machine is in the collecting combs. In the 
Wimshurst machine the collecting combs are doable, that is 
to say, there is one opposite the face of each dise. Now, 
Holtz states that he tried the double collecting comb, 


. aud has found that it is not 80 good as the single comb. 


Holtz may be wrong in both these matters of detail, but 
nobody could consider that it affects the principle of the 
invention one way or the other. ME 

Mr. Wimshurst may have other claims to be elected a 
fellow of our leading scientific society, but it cannot be said 
that he has been elected because he is the first “inventor of 
the famous electrical influence machine.” The scientific 
man often gets nothing for his discoveries except the honour 
of being the first discoverer, во there is all the more reason 
why the scientific public should see that honour is given 
where hononr is due. | 3 | | 


A NEW INTEGRATING MACHINE. 


IN another column will be found a description of Mr. W. G. 
Little’s int ing steam engine indicator. This beautiful 
instrument is the latest addition to au. interesting class of 
apparatus which has received much attention from mathe- 
maticians and mechanics in recent years. We suppose there 
are no problems of such entrancing interest as the construc- 
tion of integrating machines to both the geometrician and 
the mechanic, while they exceed almost all other geometrical 
problems in immediate application to practical problems of 
surveying and engineering. The term integrator, in its 
widest sense, inoludes all the clocks which integrate time, 
the automatic coal weighing machines which integrate mass, 
vol e and water meters which in te volume, the elec- · 
trical motor meters which integrate the product of force and 
time, the chemical meters which integrate mass or volame 
according as they act by the weight of metal deposited or the 
volume of gas generated, as well as this indicator of Mr. 
Little’s, which integrates the product of force and distance, 
$6., work. Integrators were in use when Alfred put candles 
in lanterns, and when Galileo and Huyghens applied. the 
pendulum to clocks. Oalculating machines, such as Babbage's 
and the un. бахе tracers, and tide predictors are not 
integrators, pus they perform mathematical operations . 
of an allied kind.. The integrating machines which have 

occupied so much of the attention of mathematicians during - 
the last 30 d esie and perform such ouriously complex opera- 

tions, are all machines for calculating the pee of plane . 
or developable curves, closed or periodic. The initial impulse 
was pn to these designs by the invention of Prof. Amsler's - 
well-known решае largely used now for 0 areas 

an 


on ma engineer's drawinge, and more commonly still 
on indi cards. The use of a similar instrument for 


obtaining the volumes and moments of inertia of solid 
figures swept out by the rotation of closed curves about an 
axis is leas generally known, but it suggests as possible an 
almost indefinite extension of the principle to other poe : 
the principle, $5., of counting the revolations of a wheel 
rolled over a surface, the 8 at which the wheel revolves 
depending on its movement over the surface, and the angle 
between its plane, and the direction of its motion. All the 
integrating machines that we know of, produced since that 
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time, depend either on this principle of Amsler’s, or on 
moving the wheel along a revolving cone. The latter plan 
is less elegant, geometrically speaking, and less elastic in ita 
applications, but it has been useful in some cases. We may 
recall ita employment in Siemens's steel wire slack percentage 
indicator, and within the last few months haa been described 
a singularly complicated and inelegant application of it to 
a recording and integrating electrical instrament by Richard 
Fréres, in which the cone has its extreme form of a disc. 
But of integrating machines working on the same principle of 
Amsler’s in some form a great variety have been pro . In 
South Kensington Museum there are several models of rolling 
wheel and cylinder integrators designed by Mr. Vernon 
Bovs. A very ingenious planimeter using a Peaucellier cell 
is due to Prof. Hele Shaw. The ergometer, or integrating 
transmission dynamometer of the Rev. F. Jarvis - Smith 
is probably the most perfect instrument of its kind vet 
designed, and Prof. Henrici’s harmonic anslyser made by 
Conradi, of Zurich, is a real triumph of mechanical design 
and construction. The list could be increased almost in- 
definitely. All these instrnments, depending on the perfect 
rolling together of two bodies, suffer more or leas from slip, 
and the error is apt to increase with the speed of the opera- 
tion, and with the angle between the directions of motion 
of the two bodies at the contact point. Prof. Unwin’s first 
letter to Mr. Little mentions his apprehension that the error 
due to this cause in the readings of the indicator might 
prove serious, but it seems clear that good workmanship and 
design have reduced the error to a very small amount, and 
it is probable that the indications of Mr. Little’s instrament 
are at least as trustworthy as the figures obtained from a 
series of cards. The design would not have appeared to us 
to promise great accuracy; we should have looked rather 
to an instrument on the lines of the ergometer; but Mr. 
Little’s figures are unexceptionable, and he has, without 
doubt, produced an extremely valuable instrument. It is 
unnecessary to point out the convenience of using such an 
indicator in prolonged steam trials, though it is probable 
that cards would be taken at intervals in addition as a 
check. We have no doubt that the instrument will be found 
in all laboratories and engine-testing rooms, and that its 
use will suggest to engineers other usefal applications of 


integrating apparatus. 


ee 


CORRESPONDENCE. 


Electrolytic Refining of Lead. 


I have jnst read the article on the electrolytic refining of 


lead that Mr. Sherard Cowper-Coles has published in the 
ELECTRICAL Review for April 22nd last. 

As this article contains some criticisms relating to my 
process of electrolytic desilverisation of lead, I ask you to 
permit me to А а few words in answer thereto. 

Firstly, in the numerous experiments that I have had 
occasion to make on different kinds of lead, I have never 
observed any deposit of peroxide of lead (Pb Oz), nor any 
other oxide on the anodes. 

Secondly, the composition of the bath does not vary, for 
the acetic acid is not at all decomposed ; and, in fact, during 
the passage of the current through the baths I have never 
detected the smallest ү of gas. 

Here, then, are tbe well-established facta that everyone can 
test, and which are, however, in contradiction to the observa- 
tions (which are, by the bye, very polite) that Mr. Sherard 
Cowper-Coles has addressed to me on the subject of my 
process of electrolytic desilverisation of а” gentiferous lead. 


D. Tommasi, 


Knots. 


Some interesting correspondence on the subject of the 
knot has recently ойе in your journal. The term 
* knots per hour" has long been an abomination to many 
of us when used in the sense of “miles per hour.” The 
excellently put protest against the use of “knot” for 
^ nautical mile," which opened the correspondence alluded 


to, has been, I am confident, widely appreciated. I write to 
call your attention to analogies which ought to suffice to fix 
the meaning of knot to give it the meaning of “one 
nautical mile per hour.” Опе analogy is the ampere, which 
expresses a rate of flow of electricity; another, is the watt, 
which expresses & rate of production or consumption of 
energy. Add to these the knot, expressing a rate of speed, 
the miner’s inch, expressing a rate of flow of water, and a 
few others, horse-power, &c., and we have a groupof practical 
units, whose analogy is interesting and instructive in, at 
least, one case, the ampere. Then just as a current of 10 
amperes indicates а flow of 10 coulombs per second, so does 
a speed of 10 knote indicate a speed of 10 nautical miles per 
hour. But the ampere is not a coulomb, and the knot shculd 
never be treated as a nautical mile. A slight struggle 
against this misuse of the knot may be traced in our 
dictionaries—it is to be hoped that the misuse may vanish. 
Bat when we remember how many years were required to 
educate professional electricians out of the expression “one- 
hundred volt current,” or “thousand volt current,” we must 
not be too hopeful. 


New York, May Tih. 


T. O’Conor Sloane. 


LEGAL. 


COOPER v. THE ELECTRICAL INSTALLATION COMPANY AND ANOTHER. 
Rights af a Patentee under an Assignment. 


illiam 
case of Cooper v. Electrical Installation Company, Limited, anå 
another, came on for hearing. This was an appeal by the plaintiff 
in 


consisted 
of two companies, the Electrical Installation Company, Limited, and 
the O'Brien-Lennard Electrical Installation Company, Limited, and 
the order Messe from was an order striking out plaintiff's state- 
ment of c in so far as it affected the O'Brien Company, on the 
ground that as against the O'Brien ue it disclosed no reason- 
able cause of action. The plaintiff, Mr. Henry Hayes Cooper, was 


tke inventor of an electrical safety wall plug, and the t was 
originally in the names of Cooper and the Electrical 

Company. By agreement of July 19:h, 1894, plaintiff to the 
Electrical Installation Company his moiety of the patent. 


Mr. WALLAOB: They were joint patentees in the first instance. 

Mr. Втисглтв Cox said that Cooper and the Electrical Installation 
Company entered into covenants under the agreement, for themselves 
and their respective representatives and “ш by which the com- 
pany was to pay to or Cooper royalties half-yearly in respect to 
each article manufactured under the р by them or their licensees, 
to pay all stamp duties and fees for keeping up the patent, and to do 
all in their power to promote the manufacture and sale of articles 
manufactured under the patent, and the use of the invention in every 
possible way, and not to manufacture or apply any other invention 
which migbt supersede or tend to supersede the patent assigned. 
The deed also set out that the Electrical Installation Company and 
their assigns, should k » proper books in respect to manufacture and 
sale under the petens plaintiff to have access to them. By his state- 
ment of claim the plaintiff saià that the defendant O'Brien Electrical 
Oompany, Limited, became successors and assigns of the Electrical 
Installation Company, Limited; he said the defendants were guilty 
of breaches of covenant by omitting to pay certain royalties and 
stamp duties, and to keep proper books and accounts, and he claimed 
to be entitled to proceed against the O’Brien Electrical Company on 
the ground that they were the successors and assigns of the trical 
Installation Company. І 
А гае J ustice BMITH pointed a a there was no contract for the 

"Brien Com to pay p duty. 

Lord J ансо HITT: Though I covenant that myself, and assigns 
will do something, my assigns are not bound by my oovenant—unlees 
it is something connected with land. 

Mr. Siscrarg Cox said first there was this agreement with the 
Electrical Installation Company, then there was a license ted 
by the Electrical Installation Company to Messrs. Hodgson & Tcdd, 
then there was an assignment of the interest of the Electrical Installa- 
tion Company to the O'Brien Electrical Company, who were not only 
their assigns but also their successors. 

Lord Justice CHrrry: What do you mean by successors, as distinct 
from assigns ? 

Mr. 8іхсглІВ Cox: In this way. They took over the whole of the 
undertaking of the Electrical Installation Company. 

Lord Justice Curry: That is to say, they were assigns. 

Lord Justice SMITH: All you can do is to produce a contract by the 
Electrical Installation Company that the other people will do certain 
things. That is not a contract with the other people. 

Mr. бїнсглтв Cox: I produce a contract between the plaintiff and 
the defendant Electrical Installation Company “ and their respective 
assigns." 
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Lord Justice Вмттн: How can thas be ? l 

Mr. SmoLarg Cox pointed out that this was not a document by 
plaintiff or his assigns to pay a certain sum of money. It was an 
agreement by which plaintiff banded over his whole interest in a 
patent, so as to prevent himself from in any way being concerned 
with the manufacture of anything under the patent, and he not only 
did that in respect to the Electrical Installation Company, but in 
respeot to their assigns. | Ка, 

Lord Justice Sutra: Where is the contract between the O'Brien 
Company and you ? 

Mr. Scr. arm Cox argued that the O'Brien Company became the 
»ucoessors of the whole undertaking of the Electrical Installation 
Company, which bad disappeared into them, and he submitted that 
he was entitled to go against them. | 

Lord Justice Онітту: I was looking to see if there were any nega- 
tive covenants, but there are none. 

Mr. Srncr. ain Cox submitted that there were both affirmative and 
negative covenants. If he might cite a case— > 

Lord Justice Вмттн was curious to пее a case in which, under these 
circumstances, the assignee was bound by the assignor's contract. 

Mr. ANC. a Tra Cox cited the case of Werderman v. Société Générale, 
but that case and the one before the Court their Lordships declared 
to be as different as two voles. a | 

Lord Justice Surra: Have you any allegation in this statement of 
claim that the O'Brien Company took what they did take with notice 
of the contraot ? 

Mr. SLAM Сох: I say there is no direct statement of notice 

Lord Justice Sutra: Then no direct notice is no notice at all. 

. Mr. Smcram Cox argued that all he had to do was to show reason- 
able cause of action, and he alleged in the statement of claim facts 
from which it could reasonably be inferred that the O'Brien Com- 
pavy had notice of these conditions. They were successors of the 

company. | 

Lord Justice Currry: A phrase which I cannot for the life of me 
understand. 

Lord Justice VauGHaAW WILLIAMS: Do you mean by successors 
that tbey were posterity ? 

Mr. Втисглта Cox said they described themselves as successors of 
the Electrical Installation Company, and that, he submitted, showed 
that they had notice of the conditions under which the Electrical 
Installation Company did their business, the whole of the liabilities 
of which they took over. 

Lord Justice Sutra: How can you come to а court of common law 
for breach of a contract between A and B which does not exist, and 
ask B to pay you damages? B 

Mr. SOLA Cox: Because B holds the patent. 

Lord Justice Curry : If you are suing on the equitable ground of 
notice you ought to have stated it. Your explanation of them as 
successors, which I can hardly accept—it is very ingenious—you say 
involves notice ? 

Mr. Smart am Cox said if they were successors, they succeeded to 
all the rights and liabilities of the company which they effaced, and 
amongst those liabilities was that in respect to the assignment of 
this patent. This case was not limited to damages for breach of 
contract. | 

Lord Justice Вмттн: The main part is for damages. 

Mr. SCT. ain Оох said the plaintiff asked for royalties due, for an 
account, and for a declaration that he was entitled to access to the 
books. If the O'Brien Company was struck out of the case, it would 
defeat the whole power of the plaintiff to protect himself, because 
the Electrical Installation Company was gone, and his riebte in 
respect to the patent, which was now in possession of the O'Brien 
Company, had disa | 

Lord Justice Вмттн delivered judgment, observing that the appeal 
must be dismissed. With any question of equity he had nothing to 
do; he took this statement of claim, and reading it according to its 

Jain English, this was an action claiming damages against the two 

efendant companies for breach of contract. The O’Brien Company 
said to plaintiff, “Produce your contract that I have made with 
you.” No such contract could be produced, because the O'Brien 
Company never did make & contract with the plaintiff, and the point 
taken was, tbat inasmuch as plaintiff was suing for damages he 
failed, because there was no contract between the O'Brien Company 
and himself. Plaintiff's contract was, that the Electrical Installation 
Company and its assigns would do certain things; and when а person 
entered into a oontract of this nature for himself and bis assigns," 
his contract was that he or his assigns would do what he had con- 
tracted to do, and if his assigns did not do what he had contracted 
that they should do, then the cause of action was against the person 
contracting for himself or his assigns ; it did not give cause of action 
against the assigns. It bad been argued that plaintiff had title iu 
equity on counsel’s interpretation of successors," as implying that the 
O'Brien Company had notice, and if plaintiff by amendment or 
alteration could make out another cause of action against the O'Brien 
Oompany, well and good ; but at present he had not done so. In his 
judgment, the order that the O'Brien Company should be struck out 
of the claim should stand, plaintiff having leave to amend, this 
apoeal being dismissed with costs. 

Lord Justice Ourrry was of the same opinion. Neither in law nor 
equity could a man covenant for his assigns so as to bring them by 
his covenant into his contract; there must be an independent con- 
tract between them. It might be that plaintiff might make out a 
case in equity by proving that the O'Brien Company had notice, but 
there was no allegation of notice in thia claim; and if he intended 
to set up equity against the O'Brien Company, it ought to have been 
done in a manner which was not done in this case. 

Lord Justice VauaHAN WILLIAMS concurred, holding it to be a 
fatal defect in this claim that there was no allegation that the 
O'Brien Company took the assigament with notice of the antecedent 
agreement. 


Lord Justice Burre observed that while this judgment held Mr. 
Justice Darling's order to be right and dismissed the appeal, if Mr. 
Justice Darling thought fit to grant plaintiff indulgence to amend he 
might do so. 

Mr. WALLACE said no question of amendment was raised in 
Chambers. 

Mr. Втнсглтв Cox: I understand your Lordship to say I shall 
bave leave to amend ? 

Lord Justice Вмітн: Yes; apply within seven days, 


Cotman v. KEMPE. 


Ox Saturday in the Queen's Bench Division, before Mr. Justice Day, 
sitting without a jury, the case was heard of Colman v. Kempe. 
This was an action brought by Mr. Alexander Colman against Mr. 
Harry Robert Kempe, to recover £98 4s. 2d., commission earned as 
advertisement agent in connection with the “ Engineers’ Year Book,” 
of which publication the defendant was proprietor. The question 
turned арсп the construction of a contract in writiog made between 
the plaintiff and defendant in January, 1894, by which the plaintiff 
had been appointed sole advertisement agent of the defendant, the 
plaintiff contending that having been appointed sole agent he was 
entitled to receive commission on all advertisements sent to the 
“ Engineers’ Year Book,” and the defendant contending that he was 
not entitled to receive commission on advertisements obtained by tis 
employer without the plaintiff's intervention. It appeared in the 
course of the evidence that the plaintiff had issued a number of 
circulars for the purpose of obtaining advertisements, and it was 
upon the advertisements obtained through the medium cf these 
circulars, amongst others, that he based his claim. 

His LonpsnurP gave judgment for the defendant. He said that the 
plaintiff, having been appointed sole agent, would have been entitled 
to resist the appointment of anotber agent, but that although sole 
agent he was not entitled to commission upon orders for advertise- 
ments received by the defendant without the intervention of the 
plaintiff Judgment accordingly. - 

Mr. Cagney and Mr. Ritter were counsel for the plaintiff, while 
Mr. Bray, QC., and Mr. Hame Williams represented the defendant. 


BUSINESS NOTICES, &oc. 


Electrica] Wares Exported. 


Wir Expma@ May 177s, 1897. | квк EA m May 17TH, 1898. 
ё Б £ 8. 
Alexandria .. 70 0 Berbice ... ids .. 1.1 0 
e" Teleph. mat. 23 0 Beira. Teleg. mat. 373 0 
Amsterdam ... .. 30 0 Bilbao. Teleg. mat.. 400 0 
Bilbao eee . eee 25 0 Bombay в eee 48 0 
i Teleg. mat. 21 0 | Boulogne А .. 110 0 
Buenos Ayres ... .. 80 0 Brisbane , .. 49 0 
4 Teleg. wire 407 0 | BuenosAyres .. .. 980 0 
tta... dee „ 133 0 - Teleg. mat. 65 0 
Cape Town ... * 583 0 cutta... e. 74 0 
Cologne ... in . 480 0 | Cape Town . . 846 0 
Colombo ее .. 18 0 | Copenhagen 15 0 
QOopenhagen. Teleg.wire 12 0 | Demerara 42 0 
Delagoa Bay ... .. 86 0 | Durban .. 428 0 
Durban P .. 246 0 | Flushing ies .. 36 0 
East London ... . 121 0 Fremantle is% 39 N 
Gothenburg .. 986 0 Lisbon ... "" 2,310 0 
Hamburg ET .. 54 0 | Madras... - abe 9 0 
Malta ei .. 96 0 | Melbourne. Teleg. mat. 170 0 
Marseilles sige „ 73 0 | New York. Teleg. mat. 532 0 
Melbourne, Teleg.mat. 85 0 | North Atlantic. Teleg. — 
Montreal PUN .. 25 0 cable ... sai 11,520 0 
Rio Janeiro. Teleg. mat. 133 0 | Novorossisk ... .. 23 0 
Rosario ... ав .. 212 0 | Penang. Teleg.mat.... 356 0 
Sandakan. Teleg. mat. 19 0 | Port Elisabeth... . 250 0 
Sarawak. Teleg. mat. 15 0 Shanghai wi .. 393 0 
Bt. Petersburg. Teleg. Singapore si *. 466 0 
cable a .. 214 0 | Bt. Petersburg... .. 200 0 
Singapore. Teleg. mat. 69 0 Sydney ... sas we 44 0 
Stockholm m .. 58 0 | Teneriffe ate . 19 0 
Sydney ... i .. 719 0 | Townsville  ... .. 14 0 
Vera Cruz е .. 21 0 Wellington *. 122 0 
| Yokohama... «. 43 0 
i Teleg. mat. 99 O0 
Total ... £4,464 0 Total ... £19,516 0 
Foreign Goods Transhipped. 
£ s. £ в. 
Syracuse 27 0 | Syracuse 105 0 


Auction Sale.—Messre. Percy Huddleston & Co. are to 
sell by auction seven tramway cars and a quantity of electrical plant, 
including dynamos, motors, arc, and incandescent lamps, carbons, 
switches, numerous fittings, cables, &c. See our Official Notices 
for particulars. 
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B. I. Cables for Glasgow.—The illustration shows the 
full size section of the Spe cable recently supplied for Glasgow by 
the British Insulated Wire Company. This cable has а sectional 
area on each of the inner conductors of 1 square inch, the neutral or 
outer conductor baving an area of ‘3 square inch. The net weight of 


the and it is believed 

The whole of it 
tested at а pressure of 2,500 volts for 15 minutes before leaving 
the factory, and we understand that a sample of the cable was, in 
Mr. Ohamen’s presence, bent six 5 directions round 
a 3 feet barrel, and the insulation afte withstood successfully 
а pressure of 30,000 volts alternating for 10 minutes. 


Books Received.— Elementary Cnemistry: Practical 
and Theoretical.” hee year.) By T. A. Cheetham, F.0.8. Pub- 
s. 6d. 
“The Electric Wiring and Fittings Details Book.” By W. Perren 
rug рор, MI. E. . Published by Whittaker & Co, London. 


net. 
" Electro-Dynamics. The Direct Current Motor.” By C. A. Oarus 
Wilson. Longmans, Green & Oo., Paternoster Row. 7s. 6d. 


Catalogues and Lists.—Messrs. Dobsons & Curtis 
Bros., Limited, of Dublin, have issued a second edition of their illus- 
trated catalogue of electric lighting supplies. The list includes a 
variety of electric lighting switches, plugs, cut-outs, and other 
fittings of that character, also lamps, pendants, &c. The 
firm has recently opened an electrical fittings showroom in Stephen's 
Green, Dublin, where a large varied stock of electric lighting fittings 
and supplies is kept. The firm makes a speciality of switch and 
distribu board work. 

A splendid volume of several hundred pages has been issued b 
Messrs. Ernest Scott & Mountain, Limited, in which are bo 
together sections 1, 2, 3, 4, 5 and 10 of their catalogue. The elec- 
trical trade is well acquainted with the class of work made at the 
Close Works, Newcastle-on-Tyne, which is mainly in heavy elec- 
trical engineering plant and machinery. The compilers have aimed 
at making the book a useful work of reference for civil, consulting, 
and electrical engineers, shipbuilding firms, and buyers of machinery 
generally, and we think they have achieved their object. Section 1 
is a useful collection of general information on several important 
points. It gives a comparison of the relative costs of gas and elec- 
tricity, and some instructions by Mr. Mountain for fixing and work- 
ing dynamo-electrit machines; the notes for dynamo attendants as to 
current required for various sized lamps, loss in cables, &c., are sure 
to be of use. Section 2 is mainly devoted to the “Tyne” d 0 
machines and combined engines and dynamos. Sections 3 4 are 
the more interesting, dealing with the electric transmission of power, 
and steam, gas, oi], and other motive power plants. In the former 
section are some general remarks re g the application of electric 
motors to various industrial purposes, instructions are given 
UNE dynamos ria о: ене үз work, as rules given for 

g the power requir ve a dynamo, power obtained 
поч motors, the loss ar ias in a cable, and сею 8 watts m а 
cable. Electric pom machinery, wind ulage t, 
cranés, hoists, portable drilling machines, cutting, ventilating 
and other m and apparatus driven by means of 

wer are among the many items of interest in this excellent cata- 


cable, exclusive of drums, is о ооа piri 
that this is the largest cable that has yet 
was 


pecial vertical 
and Mountain for Mesars. Smith's Dock Oompany, Limited, of North 
Shields. Estimates appear for electric welding ta of several 


sccessories, projectors, accumulators, wires, and cables. Engincerin 
e 3 general come in for treatment in Bec 
on 10, various types of steam engines, electrical and steam fans, 


electric plants which have been installed by 
few years. These brief notes will suffice to give an idea of the vast 
amount of in matter which the book contains, and its ser- 
vice to electrical en and the others for whom it has been pro- 
pared is a foregone conclusion. 

Mesers. Miller & Woods, of Gray’s Inn Road, have issued a circular 
on electric signalling through space, describing their transmitter, 
receiver, and Tesla transformer for this purpose. 


Church Lighting.—The contract for the electric 
hting of the Trinity Church House, Great Portland Street, W., was 
in the hands of Mr. Leo Sunderland, of the Brush Electrical 
Company. The building contains a large public hall, 
with extensive gymnasium, class rooms, reading rooms, residences 
for the clergy, and is wired for about 280 lamps. Mr. Sunderland has 
lately completed the lighting of Bt. Paul's Church, Olerkenwell ; St. 
Paul's Church, Camden Square; the Church of the Smithfield 
Martyrs; St. Stephen’s Church Room, Hast Putney. 


The Edison and Swan United Electric Light сш. 


any have brought out а screw leafiet (No. 101) in they 
ry screws, terminals, &c., manufactured at their Ponder’s End 


works, where there has been put down special automatic stamping, 
pi ‚ and screwing plant. list illustrates and gives prices per 
gross of binding screws and clamps and cable connections. 


‘Electricity in Cork.—The contract for fitting the Cork 
Oold Sto Oompany's premises with electric motors, mentioned by 
us last ved has given to the Cork branch of Messrs. 
and Shanks, of Dublin. This factory, we understand, will be the first 
requiring over 100 effective horse-power to be driven entirely electric- 


Fritsche's Motors, —Messrs. Wilhelm & Oo., 11 and 12, 
Westmoreland B Aldersgate Street, B.O., have been ap- 
тап мазо ee ee e e e a 

u 
B. H. P., giving all necessary particulars and prices. 


Tho Heilmann Company.—The Heilmann Company is 
about to be reconstituted tional capital introduced. 


Liquidation Notices.—A general meeting of the Thet- 
ford Electric Light and Power Oompany is to be held at the offices 
at Thetford on June 17th, at 12.30, to hear an account of the winding 
up from Mr. Lovewell Blake, liquidator. | 

A meeting of the Manchester Edison-Swan Company is to be held 
at the offices of Messrs. Needham, Parkinson, & Needham, 
solicitors, 10, York Street, Manchester, on June 15th, at 12 o'clock, to 
QURE кош, een ир ною то 1086 ee Мыш 

ver лаб qe 

Oreditors of the British Electrozone must send par- 
ticulars of debts and claims to Mr. A. E. Edwards, liquidator, 8, 
ipis er оар Northumberland Avenue, Charing Oroes, W. O., 

y June 


Machinery Users’ Association.— We have received the 
for the year 


report of this March 31st, 1898, which 

was presented to the annual general m held at W er 

еттин 5 d азана А корро shows the T ligation 
e e way of neg, ; 

for the of the objects of the | 


Mavor & Coulson.—This firm have brought out a 
somewhat elaborate book of 60 in which they describe at 
length, with the aid of some good illustrations, the various 
ments at their new works at Glasgow, which we have already illus- 
trated in the ErzorRICAL Rzvizw. The arrangement of the matter 
and blocks is neatly done, and a thick glazed paper is a great advan- 
tage to the production. ? 

Three-Phase Plant.—The Bristol Waggon and Carriage 
Works Oompany, Limited, of Bristol, have placed in the hands of 
Messrs. Thos. & Sons, of Hartl » A contract for 
р Сона a three-phase plant for electric lighting and machine 

ving at works. The aggregate power of the motors will 
230 horse-power, and for lighting the works there will be used 
arcs and about 759 glow lamps. Терон н at present generated 
by five Lancashire boilers, with an equal number of engines. By the 

tion of electricity the economy in steam will, it 
such as te enable the whole of the power, inclu 
be tupplied by one Lancashire boiler, while the N effected, 
after allowing for all charges, will be considerably over 
annum. Notwithstanding this saving 


Wireless Telegraphy.—The first installation of Mar- 

coni's wireless telegrap in Ireland for business purposes was 
g's County, last week, at Messrs. Goodbody's 

factories, the transmitter being placed at their flour and 
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ELECTRIC LIGHTING NOTES. 


Alderley Edge.— An early start is to be made with the 
construction of the electricity works at Belmont, and it is expected 


continuous current system, with feeders, is to be adopted. The mains 
first London Road and Macclesfield 


wood Road, meeting others laid in Woodbrook Road, and contin 
Trafford Road, Hey's Lane, Wilmslow Road, an 


* Ambiecete—The District Coaneil having been requested 
| lighting of the district, has resolved not to withdraw ite 
of the winferd Rural District 


Bangor, and to 
amend the y made to the Government 
Board for san to borrow an additional £3,500 for this purpose. 


Barnsley.—The Council adopted the electric lighti 
Maus tt AEP last week. Agta 


кише ж ош пон the station "bus bars. Two balancin 
ers will regulate the pressure on the two sides of the three- 
wire system. The site for station is situated at the Тото" Yard 
The total cost is estimated at £23,322. The capacity of the plant 
could be doubled by an outlay of another £2,000 on plant and £500 
on buildings. For public lighting 16 is proposed to em 10-am 
arc lampe for lighting the main streets, and incandescents for the 
amaller streets. would be 35 arc lamps, complete with cab 
&c., to cost £45 each, and 30 incandescents at £4 per lamp, the total 
cost being £1,695. The maintenance and interest and repayment 
total ont at £2,820 annum. The revenue is estimated at £3,000 
7d. per unit will be charged for the first hoar, and 31. after. 


Belfast.—The Electric Committee recommends the 
adoption of the Wright charging system, 7d. to be for the 
first hour and a half, and 2d. afterwards; power will be 4d. and 14d. 

om the same conditions. The matter comes before the 
une. 


and the Birmingham El 
arranged terms for the purchase of the company's plant and business 
the Corporation 


ncil and to the company's shareholders. The matter bas been 

in the hands of a Committee for the past 12 months. The Birming- 

айй says that the terms of purchase are on the basis of £10 10s. 

£5 share, which is about their actual Stock quotation 
but little, if at all, in exoess of the market value of a 

im 5 рег cent. security. On 


oe that th dividend 
ers, e company's end is 
t the neodfal money ou be ал for con- 
For 1891, the first year of the com- 
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rate of 4 cent. For 1896 it 
year's divi was at the rate of 

£1,042 carried forward. The capital 
the end of last year was £215,050, in addi- 
$ in Wen a | entary provisional 
orders, and the total assets were valued at £244,504. At the annual 
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tional it was understood that nothing 
would be done in the matter until the issue of the negotiations with 


In regard to the above statement, the Lord Mayor at Monday's 
meeting of the General Purposes Committee made it clear 
that no provisional ment had been entered into with the 


! 
| 
H 
E 


Mr. Harris (of Bramwell & Harris) 
officially submitted the results of his investigations as to 
of the company. It is expected, however, that the 
be ripe by the middle of next week, and may come 
City Council at the June meeting. 


Bournemouth.—The Town Council have under con- 
sideration the appointment of an electrical ‚ but are defer- 
ring it until their installation for lighting the pier and gardens is 
laid. Messrs. Oash & Co., who tendered for this 2 5 having notified 
tbat their tender would be increased, and the E Light Com- 
y declining te do the work as the Council proposed to generate 
ir own supply, the Town Oouncil on Wednesday (May 18th) 
decided to advertise for fresh tenders. | 


Hit 


Bradford.—It has been resolved to light the Bolton 
Road tramway route from Foster Square to Peel Park Gates, and the 
xke e a ДЗ 

— o arc ps a e po 
to be erected. for carrying the electric cable for wotking. the tram- 
ways, the total estimated actual cost of this lighting being £500 per 
annum. 


Bridlington.—On Saturday night last there was a trial 
of the new ric light installation on the New Spa, and the whole 
length of the promenade will in future be lighted by eleotricity. 


Bromley.—Mr. W. A. Dickinson has written to the 
District Oouncil on behalf of the ratepayers and inhabitants of 
Bromley, to strenuously protest against the erection of 


pro 
electricity works, with Ae shaft 120 feet high, in the centre 
of the town. | 


Cam berwell.—The General Purposes Committee reported 
at last week's V meeting that the Board of Trade had condition- 
ally approved the alternating current system of the County of London 
Electric Company, and to the use of an earth connection on 
the system of mains on the extra high pressure system. 

Cardiff.—The Corporation is giving public notice that 
next month it will apply to the B of Trade for permission to 
alter the standard preesure at which en is supplied. No change 
will be made in the supply to premises which have used current sinoe 
March 4th, 1696, without the consent of the consumer. = . -` 


Clonakilty.—The Town Council is of opinion that 
there should be some improvement in the lighting of the town—oil 
lamps are now used—and electric lighting is favoured. The Oouncil 
has in communication with Messrs. Handley & Shanks, electrical 
engineers, of Cork, who put forward a scheme estimated to cost 
ird The Oouncil has appointed a committee to inquire into the 
subject. 


Cromer.—At the last Council meeting the clerk sub- 
mitted précis of Mr. Gibbon's letter of March 24th, with the draft 
agreements and scheme as to electric lighting. After discussion, the 
surveyor was directed to report as to the cost of necessary works for 
establishing an electric light installation in the town. 


Derby.—The Derby School Board contemplate intro- 
ducing the electric light in some of the public echools of the borough, 
and at the meeting of that body on Monday afternoon a discussion 
took place as to the advisability of adopting the new illuminant in 

lace of gas, and tenders were received for Tring the Traffic Street 
hools, these ranging from £474 downwaids. It was pointed out 
that the matter was proposed as an experiment, and on the ground 
that there was no immediate hurry, as the summer was coming ор, 
it was resolved that the question be postponed. The chairman 
the opinion that the experiment тайа be tried upon the 

new Orchard Street Schools. 


Douglas.—Prof. Fleming, who has been consulted by the 
Corporation, recently visited the island, obtaining information on 
which to base his electric lighting report. 

Durham.—Although the City Council at its last meeting 
apparently shelved the question of introducing electric ligbt into the 

ty on account of the reports given in respect of several 
trial incandescent gas burners, those interested in the matter are 
keeping the agitation alive, Alderman Jepeon, M.D, one of the 
ing 5 er of the Council, has from Messrs. Edmund- 
sons, of 


purpose of hearing an address from an expert. opes, 
making plain the advantages of electric light, both as regards 
oficiency and cost, to bring about its introduction into the city at no 


Folkestone.—The Lighting Committee estimate that an 
additional £1,500 will be required this year to pay for the extra cost 
of lighting the streets by electric light. 


Germany.—A new central station has just been com- 
pleted and put in оп at Wiesbaden. The plant, which has a 
capacity of 11,000 descent lampe, has been established by 
Messrs. W. A. Lahmeyer & Oo., Frankfort-on-the-Main. 


Glasgow.—The collection of electricity rents to date 
amounts to £30,386, an increase of £5,661 over the corresponding 


period of last year. 
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Glasgow.—A Sub-committee of the Corporation Elec- 
tricity Committee has been appointed to confer with the Partick 
authorities regarding the pro that the city should exercise the 
burgh’s powers under ite provisional order, and supply the burghal 
area with electric light. Negotiations are still proceeding with 
reference to the Clyde Trust's request for a rate, and a large engineer- 
ing company have asked for a rate for about 600 horse-power to drive 
& portion of their machinery. 


Hammersmith.—The Vestry’s installation has been 
supplying current for private lighting for juet over nine months, 
and for public lighting about six months, and the chief engineer now 
reports that up to the present time an average price of only 444. per 
unit has been received from private consumers, being the lowest obtained 
by any London municipal authority whose accounts Lave been pub- 
lished. The charge to the 5 is only £22 108. per lamp per 
деш скы against about £40 per p per annum obtained by other 
authorities. | 


Hanley.—The Town Council is reducing the charge for 
electric motive power to 24d. per unit for four hours per day, and 
ld. per hour afterwards. The engineer is to approach the authorities 
of Stoke and Burslem with a view to ascertaining if they are willing 
to take electric current from Hanley in lieu of erecting separate 
stations for themselves. 


Hove.—The Hove Electric Lighting Company having 
announced their intention of laying certain new mains, a member of 
the Council at its last meeting endeavoured to raise the question of 
the purchase of the electricity works by the town. Would it not be 
better, he asked, to purchase now, than wait till these mains had 
been laid down, and the cost had consequently increased? He was 
ruled out of order as the matter was not on the agenda, but there is 
little doubt that Hove will, before long, purchase the electricity 
works for the town. 


Hull.—At a meeting of the Electric Lighting Committee 
on 13th inst., the chairman (Mr. Skinner) in presenting the annual 
accounts said that they commenced the year with the carrying out of 
a large extension of the electric system to the west and the north- 
ward, estimated to cost £40,690, for which they had borrowing 
powers These works were well in hand, the buildings were 
nearing completion, and the equipment was proceeding with due 
despatch, and in a very short time they hoped to be able to put to 
use this latest addition to the enterprise and energy of the Oorpora- 
tion. During the year they had had, with scarcely an exception, & 
continuance of the support so largely given to them before, supple- 
mented by 134 new users, and 65 old customers who had increased 
their lighting, while many of the new customers required a very 
large supply. No accident or serious breakdown had occurred during 
the year. The total working costs were slightly in advance of last 
year, but this was more than accounted for by the increase in salaries 
and wages, by a heavy rateable charge, and by the necessity cast upon 
them of providing a supplementary plant to keep pace with the 
demands for current. The temporary works, erected in North 
Btreet for this purpose, had cost a sum of about £900, all 
of which had been to revenue account as repairs 
and maintenance. At the close of the financial year they 
reduced the charge for motive power. The total expenditure 
on capital account now amounted to £61,738, of which £14,153 
had been spent during the year under consideration. The tota! re- 
ceived for the 12 months was £10,453, and the expenditure £5,450, 
leaving a balance of £5,003, out of which, after paying £1,496 
interest on loans, and £1,457 contribution to sinking the com- 
mittee were left with a net profit of £2,040 for the year, to be carried 
to reserve. The increased demand being made for the current, even 
at this season, and the pledge made to the residents of East Hull, 
made it that they should take in hand very shortly a further 
extension, and this was accentuated by the difficulty in obtaining 
electrical machinery quickly. The electrical engineer submitted an 
analysis of the works’ costs during the 12 months ended March 31st, 
together with a comparison for the three previous years, as under :— 


Units Works’ Rents, Management Total 
sold, costs. rates, Ko. expenses. per unit. 
d. d. d. d. 
1894-5 ... 163,857 2:09 021 0 56 2 86 
1895-6 ... 246,277 1:95 014 061 270 
186-7 .. 340, 439 1°62 0°15 0:54 231 
1897-8 ... 467,352 1:63 0:38 0:57 257 


The committee regarded the reports as very satisfactory. The elec- 
trical engineer submitted a report, in which he recommended a 
further extension of the generating plant for the purposes of ex- 
tending the electric light to East Hull. The engineer reported that 
on March 31st last the lamps actually connected to the mains were 
equivalent to 43,534 8-C.P. ; applications to be connected with present 
mains, 17,666 lamps; and on the east side of the river Hull applica- 
tions for 2,520—in all 53,720 lamps, against which the present 
capacity of supply is 36,666 lamps. Application to the Local Govern- 
ment Board bad been made for sanction to borrow £10,000 for the 
exteneion to East Hall, but the eanction had been temporarily with- 
held till full details of the scheme should be submitted. The engineer 
urged that the time had now arrived to pursue the matter, and to 
consider the question of laying down additional mains, and he re- 
commeaded a scheme modified from that of 1896. With regard to 
the sub-station, instead of placing it on the iHolderness Road, as he 
formerly proposed to do, he recommended that it be placed as near 
as possible to the North Bridge on the west side of the river, so that 
the cables crossiog the river should carry low tension current only, 
the cables to be laid side by side with the tramway feeder cables. 


The engineer's report also fully dealt with the details, and concinded 


by stating that the sum of £10,000 applied for would not be suff- 
cient to cover the cost of the extensions now recommended, and that 
£26,000 would be needed. The report was received and adopted, 
and a resolution carried to apply to the Local Government Board 
for borrowing powers to the extent suggested. 


Hyde.—The Council has appointed Messrs. Lacey, Clire- 
hugh & Sillar as consulting electrical engineers. 


Ipswich.—Last Friday the Board of Guardians had а 
long discussion regarding the echeme for electrically lighting the new 
workhouse. Tenders were sent in by Messrs. Laing, Wharton and 
Down, who quoted £3,583; Edmundson's Electricity Co: ; 
£3,208 : and сюре & Co., who quoted £3,035, less £220, if boilers 
made by Messrs. Taylor & Sons are supplied. The Committee had 
recommended that Messrs. Crompton's tender with Taylor's boilers 
be accepted. After discussion the matter was referred back, several 
speakers considering the outlay too heavy for them. 


Keswick.—The London Gazette contains notice of the 
intention of the Urban District Council to transfer their 1896 eleo- 
tric lighting order to the Keswick Electric Lighting Company, 
eni for a pericd of 42 years. The company pays £520 for the 
order. 


King’s Norton.—The District Council’s provisional 
mE та passed by the Chairman of Committees in the Commons 
week. - | 


Lambeth.—The Vestry has approved of the plans of the 
generating station buildings to be erected by the South London 
Electric Supply Corporation. 


Marylebone.—The Marylebone Vestry have agreed: to 
let the Metropolitan Electric Supply Company lay a cast-iron con- 
duit from their station in South Street, Manchester Square, to their 
station in Rathbone Place, according to a route p by the 
Vestry’s surveyor, which is a diversion of that p ied by the com- 


pany’s engineer. | 
Matlock Bath.—The District Council decided last week 
to oppc se the General Power Distributing Company's Bill. 


Morecambe.—At the monthly meeting of the Morecambe 
District Council on May 9th, the manner in which the contract for 
the installation of electric light has been carried out was again 
referred to. Mr. Parkinson read a report of his recent visit to Col- 
chester to test the first two sets of engines. He submitted the 
engines to a four hours’ run and found one set satisfactory, so far as 
speed efficiency went. The other one he found required 440 revola- 
tions per minute instead of 400 in order to obtain the full output. 
There were a number of details which he refused to and gave 
ordera for them to be remedied. Не was of the opinion that the 
sets were smaller than those which һай been ordered. He would 
recommend the Council to take the lesser dynamos from Mr. Parker 
with an abatement on each set, say, of £200. Mr. Parkinson said he 
would not like to promise definitely for Whit week, bat if they got 
the two sets of engines last week they would be able to light 50 
lamps for that time. In committee 16 was afterwards resolved that 
Mr. Parkinson, electrical engineer, test the steam dynamos up to the 
specified speed, and that he report the result to Messrs. Parker, 
Limited, and the Electric Light Committee. The tender of Meésers. 
J. Ash & Son, of Birmingham, for the construction of a tank at the 
electric light works was accepted. It was resolved that Mr. Par- 
kinson write to Mr. Parker urging him to come over at once to meet 
the Council to discuss the question of the flue, as the matter was 


assuming a very serious aspect. 


Newport.—At a recent meeting of the Electricity Com- 
mittee, the consulting engineer, Mr. Robert Hammond, submitted а 
lengthy report upon the question of extending the low tension mains 
and the construction of sub-stations in Commercial Road. At the 
present time this district is served as follows :— (a) From Hill Street 
to Cardiff Road by the low tension network of small capacity, fed 
by three isolated underground transformers, this being the usual 
pioneer system. (b) From Cardiff Road to Constable's Lane direct 
from the high tension mains, the high tension being converted into 
low tension on the premises of the consumer. Mr. Hammond says 
that the policy that is generally adopted in connection with the 
system in use at Newport, is wherever the load shows signs of 
density, to replace isolated transformers with larger size transformers 
fixed in sub-stations and feeding on toa low tension network stretcbing 
about а quarter of a mile in each direction. Under this system the 
amount of electricity lost in conversion from high tension to low 
tension is minimised, as the larger the transformers the more efficient 
they are. As the demand is likely to be considerable in this part of 
this district, it is absolutely necessary that the distribution system 
should be put upon such a basis as to cope with a large number 
of lights, and the sooner this is done the more economically and 
efficiently that district will be served. The distance being one rrile 
it would be impossible, without an immense expenditure in copper, 
to deal with it by low tension from one sub-station, and it is there- 
fore necessary to feed from two sub-stations. Bites bave been found 
for these in Cardiff Road and Albion Street. Mains capable of deal- 
ing with a load many times that now obtaining have been included, and 
it is also proposed at the same time to lay two new feeders from the gene" 
rating station to the new sub-stations. Mr. Hammond recommended 
that the order for the cables be given to Messrs. W. T. Glover & Co. 
The recently eanctioned mains extensions include high tension service 
mains in Alexandra Road, which would be connected up to, and fed 
by, the existing high tension feeders above mentioned. These. will 
continue to do good service in the more distant district. Mr. Hant- 
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mond has considered the possibility of drawing the new feeders into 
the 3-inch pipes already carrying one high tension feeder and one a 
main each; t fears such a course would lead to the almost 
certain destruction of the present mains, and has therefore allowed 
for the new mains to be laid quite independently, and on the solid 
system. Estimated cost of proposed extension of sub-station system 
and low tension distribution Commercial Road :— Cardiff Road 
sub- station: — Distributors with trenching, £1,300; brick boxes, £50; 
altering services, £50; feeder (with trenching beyond L.T. main), 
£280; sub-station equipped, £800; extra feeder panel at sub-station, 
£40 — £2,520. Albion Street eub-station : — Distributors with trench- 
ing, £965; brick boxes, £25; altering services, £100 ; feeder (without 
any trenching), £360; station equipped, £675; extra feeder panel at 
station, £40 = £2,165; plans, engineering fees, contingencies, &c., 
£315 — £5,000. It was resolved that the report be received and 
adopted, and that the work which, with contingencies, is estimated 
to cost £5,000, be carried out as extras to the contracts of Messrs. 
Glover & Co. and the Electric Construction Company. In due course 
the committee's report came before the monthly Council meeting this 
week, and it was adopted. Although the electric light was only 
installed in 1895, it bas already been found necessary to spend 
£30,000 in extensions, and the £5,000 authorised above will be an 
addition to the £30,000. 


Paddington.—The Board of Guardians has referred it to 
the visiting committee to consider and report as to the advisability 
of providing the песевғагу electric lighting plant, &c., for the electric 
lighting of the workhouse and infirmary. 


Pemberton.—The District Council has sppointed an 
Electric Lighting Committee to in quire into the subject. 


Peterborough.—The Town Council lest Friday had a 
discussion re the appointment of an engineer in connection with the 
electric light undertaking. There was a proposal that Mr. J. О. Gill, 
О E., who seems to hold the positions of water-worke engineer and 
superintendent of the fire brigade, be paid an extra £50 per annum 
to look after the electric lighting undertaking until a profit is earned. 
Thie, however, was not passed, a counter-proposition to the effect 
that £100 per annum be the salary, being carried by 10 votes to five. 
The Council some time ago retained Dr. Fleming as consultant, and 
he is to continue in that capacity. 


Pietermaritzburg.— Customers are applying for current 
in earnest now ; already there are over 1,100 lamps connected to the 
old plant, and over 1,700 lamps ready for connection to the new plant, 
which is expected to be started in June. Messrs. Mowat & ВЫП are 
very busy, having over 800 lamps of 8 C.P. already erected. They 
are also erecting 100 temporary lights and complete steam plant for 
the forthcoming Agricultural Show in May Week, and they have 
erected two very bandsome arc lamp columns cutside the Legislative 
Assembly, one on either side of Her Majesty's Btatue, with the requi- 
site underground piping and mains, and connected the Legislative 
Assembly with the Corporation transformer sub-station by means of 
a gum исен armoured cable of large size. Other contractors 
are equally buey, and prospects for the industry look bright. The 
borough electrical engineer has adopted a very good and fair set of 
wiring rules, which ensures good work being done, and the best of 
materials being used, a strong contrast to other towns in South Africa, 
especially Johannesburg. 


Popiar.—The Electric Light Committee’s action in 
advertising for a resident electrical engineer to devise and supervise 
2 electric lighting scheme, was approved by the Board of Works 


Portsmouth.—The Electric Lighting Committee proposes 
to borrow £65,000 for laying mains in additional thoroughfares. A 
committee is considering the desirability of electrically lighting St, 
Jude’s Church, Southsea. 

Mr. Н. G. Burr has been yg anes clerk of works for the extension 
of the electricity station. A building adjoining the station has been 
purchased for £326. 


Provisional Orders.—Tbe Bill to confirm provisional 
orders made by the Board of Trade relating to the burghs of 
Hamilton, Airdrie, Brechin, and росси passed the Oommittee оп 
Unop Bills on Wednesday last wee 

On Monday tho Bill to confirm the Bermondsey and Marylebone 
Provisional Orders was read a first time in the Commons. 

A Bill bas been introduced to confirm provisional orders made by 
the Board of Trade under the Electric Lighting Acts relating to 
Chelmsford, Melton Mowbray, Norwich (Extension), Preston (Exten- 
sions), and Warrington. 


Radeliffe.— Mr. Е. F. Bennett, consulting engineer, of 
Manchester, has been instructed to advise the Radcliffe Urban Dis- 
trict Council on electric lighting, and to attend the Local Govern- 
ment inquiry. 


Railway Train Lighting.—The question of train light- 
ing recently occupied the attention of the South Indian Railway 
Company, and the matter was referred to the company's consulting 

in London, Sir George Bruce, who advises the equipment 
of mail trains running between Madras and Tuticorin as a tentative 
measure, the equipment of the whole service to be decided by the 
result of the experiment. 


Reigate.—Lsst week the Town Council held a special 
meeting to consider the minutes of the Electric Lighting Committee, 
Prof. 8. P. Thompson was, on March 28th, engaged to advise the 
Council on the electric lighting question, and on April 25th the report 
was submitted, in which the Professor referred to the report prepared 


by Mr. Medhurst in November, 1895, and after considering the 
requirements of Reigate and Redhill at considerable length, he 
expresses the opinion that Mr. Medhurst's scheme was a well-advised 
one. On May 4thit was resolved to instruct Mr. Medhurst to prepare 
plans and specifications for the installation on the lines of his previous 
report, with certain modifications recommended by Prof. Thompson, 
and to ask him to state his terms. It was further decided to sek 
Prof. Thompson whether the sites of the Reigate and Redhill gas 
works, which the Council is thinking of purchasing, would be of any 
use as sites for electricity works. At last week's Council meeting Mr. 
Medhurst's terms were considered and accepted. 


Ryde.—In officially announcing that the Board of Trade 
have refused an application to form an electric light and power com- 
pany in this town, the Mayor, at a meeting of the Council last 
mock: said that on consideration of what had transpired at the 
public inquiry it was his intention tocall a public meeting to consider 
the matter, and decide what steps should be taken. 


Salford.—On Wednesday the Salford County Borough 
Council considered a resolution of the Electric Light Committee, 
adopting the plans of Mr. John Holt, for the erection of a new 
generating station on land in Strawberry Road, at an estimated cost 
of £28,161. 


Shoreditch.—At the Vestry meeting on Tuesday it was 
resolved, at the suggestion of the London County Council, to amend 
the application for a loan of £15,700 for electric lighting purposes to 
£16,537, so as to bring the expenditure up to March 25th, 1898. Mr. 
A. J. Hazell submitted the report of the Valuation List Committee 
with regard to the rating of the electricity works and the refuse 
destructor. The committee had considered a report from Mr. Mans- 
field Robinson (the Vestry Clerk) on the subject, and had resolved to 
calculate the rateable value at a 3 per cent. basis on the cost of the 
land and buildings, in accordance with the decision of the House of 
Lords іп the case of the London County Council v. Erith. The 
Vestry approved this, and resolved to apportion half of the rateable 
value to ihe electric light undertaking, and half to the refuse de- 
structor. Mr. Н. E. Kershaw, who submitted the report and accounts 
of the Electric Lighting Committee, stated that the Vestry was to 
be heartily congratulated on the magnificent success during the past 
nine months in the sale of electricity. With to the wiring 
department there had been a loss of £158; but that branch had 
answered its purpose of counteracting some of the unsatisfactory 
practices pursued by some contractors. The results obtained were 
phenomenal in the history of any electric light undertaking for a 
period of nine months, since the gross profits amounted to £4,264, 
which sum, in the case of a company, would be equivalent to a divi- 
dend of 64 per cent. After providing for redemption of capital and 

yment of interest, there remained a net profit of £2,072, which 
fot a surplus of £700, after paying off the contribution from the 


rate. In conclusion, Mr. Kershaw mentioned that the committee had 


resolved to wait for 12 months before entering into the question of the 
cost of refuse destruction, since it would be unfair to consider the cost 
on anything less than a year's basis. Mr. Winkler complained of the 
accounts of the dust destructor not being included in those presented 
to the meeting, the speaker contending that the two sections of the 
undertaking should not be separated from each other. Nothing had 
been provided in the accounts for depreciation and for other items, 
and in his opinion the working of the refuse destructor was being 
carried on at а loss. Where would the surplus be at the end of the 
year? It would be cheaper to use coal for steam-raising purposes 
and to shut down the refuse destructor. He therefore moved, and it 
was seconded, that the accounts should be referred back in order that 
Mr. Adams (the accountant) might prepare a balance-sheet of the 
income and expenditure of the refuse destructor and electric lighting 
works jointly. The chairman (Mr. Wakeling) pointed out the impos- 
sibility, from a legal standpoint, of a joint report being prepared, and 
at his suggestion the amendment was altered in favour of a balance- 
sheet for the refuse destructor only being got out. Other 

having followed, Mr. Kershaw replied to the criticisms at some 
length. On the amendment being put to the meeting, no votes were 
recorded, and eventually the report and accounts were 


Southampton.—The Council has resolved, upon the 
recommendation of the electrical engineer, that when the total 
number of unite consumed by one consumer in any one year for light- 
ing exceeds 30,000, the maximum charge be 5d. per unit instead of 
6d. The electrical engineer recently reported that the number of 
units metered at the works during April was 17,468, an increase of 
6,780, or 63 per cent. over the output for April, 1897; and that on 
April 21st the supply to the electric cranes had to be shut off fora 
few minutes elus, Pas & slight accident to one of the tempo 
engines. During Mr. Manville's absence abroad Mr. Aldridge wi 
look after the laying of the mains. Alderman Bone said at last 
week's Council meeting that the making good of the done by 
the recent accident at the works would be much less than was at first 
thought. With regard to the proposed alterations in charges, the 
Committee thought it was their duty to en large consumers, 
and they hoped that they would get one or two very large customers 
in consequence of the reduction. 


Stafford.—The annual report of the Gas and Electricity 
Committee shows that during the financial year ended March 31st there 
was an increased amount of business in both spheres of its operations. 
In the electricity department the increase in the sale of current was 
very marked. There were now the equivalent of 6,200 8-О.Р. lamps 
connected, as against 5,003 last year, and the current sold was 55,542 
B.T.U., an increase of no less than 27 per cent., but the low tariff of 
charges fixed last May seriously affected the revenue. The sale of 
current amounted to £1,202 188. 6d., as against £1,162 1s. 10d. last 
year, being an increase of £40 11s. 8d., or only 34 per cent. The 
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total receipts were £1,292 12s. 9d. The total expenses amounted to 
£765 10s. Sd., leaving a gross profit of £527 23. 6d. Adding to this 
£897 168. 3d., brought forward, the total sum standing to the credit 
cf the electric department was £1,424 18s. 9d. Ont of that 
sum the Committee has paid 2555 19s. 51. for interest, £436 
93. 61. in repayment of loan, and carried forward £432 93. 10d. 
The total amount borrowed was £20,000, and the sum repaid is 
£1,271 133., the debt on capital account now being £18,728 7s. The 
electric mains are now practically at the limit of their capacity,and 
if the demand for the electric light continues to increase, it will be 
absolutely necessary to incur considerable further expense cn capital 
account in order to increase their capacity by doubling the pressure. 
The boilers, engines, and dynamos are ample for a considerably 
greater demand, and the whole installation is in the highest state of 
efficiency. The chairman of the committee, Alderman W. H. Peacb, 
is about to retire. The Corporation at the same meeting votcd Mr. 
J. F. Bell, the manager of the works, a bonus cf £250, in considera- 
tion of the extra work һе has undertaken in connection with the 
electricity department, and also on account of great increase in gas 
output. 


Taunton.—Mr. E B. Thornhill, the borough elec- 
trician, reports that the Free Wiring Company is making very satis- 
factory progress, as during the past quarter it has d the 
equivalent of over 500 8-candle-power npe There had been 
connected with the mains during the quarter the equivalent of 1,541 
8-candle-power lamps. 

The total new connections during the month of April have been 
equivalent to 512 8-C.P. lamps. 


Train Lighting.—The London and South Western 
Railway Company are fitting up some of their new triple composite 
coaches with electric light. 


Wakefield.—Mr. Wigham, chairman of the Electric 
Lighting Committee, last week reported that Messrs. Fowler & Co. 
had delivered the two engines for the electricity works. One was 
working to the entire satisfaction of the Committee, and the other 
was being fixed. Some connections were yet to make, but that was 
only a matter of two or three days! work. 


West Ham.—Tenders were received for electric light 
fittings for public buildings in the borough, as follows:—Balmony & Co., 
24 per cent. below; General Electric Company, 5 per cent. below ; 
National Free Wiring Company, 45 per cent. below; Electrical and 
General Engineering Company, schedule price; Beaver & Co., 11 per 
cent. below; William McGeoch, schedule price; Benham & Frond, 
6 per cent. above schedule; Rogers & Co., 77 per cent. below schedule ; 
Verity, б per cent. below schedule. The tenders were referred to 
the Highways Committee. 

The Guardians have decided to light the workhouse by electricity 


Westgate.—On Friday last a Board of Trade inquiry 
was held by Major Cardew in the matter of the application by the 
Isle of Thanet Rural District Council for a provisional electric light- 
ing order within Westgate-on-Sea. The scheme was opposed on 
behalf of a number of objecting ratepayers. There was a numerous 
gathering of ratepayers present. Mr. Bartley Denniss, who opened 
the case for the promoters, urged that the price of gas, namely, 
4s. 94. per 1,000, which was the maximum с allowed by the 


Westgate and Bi n Gas Company’s Act, was bard on the con- 
вошегв. It was a that the more modern method of lighting, as 
suggested by Mr. Hawtayne, would be not only an advertisement for 


the place, but a profitable source of income, w Бева towards 
the yearly diminution of the rates, the consulting engineer s figures on 
this point showing an annual profit of from £120 to £130 a year. 
It was stated that although fhe town was small, the rateable value 
was exceedingly high. success of the scheme was practically 
ensured. The estimated cost was under £10,000. The majority of 
the objectors are interested in the gas company. Mr. Hawtayne's 
figures were criticised in cross-examination by Mr. Morton Smith, 
and Mr. F. E. Gripper, consulting electrical engineer and expert, was 
called to speak as to Mr. Hawtayne's estimate, and put it at £15,000 
instead of £10,000. He also ted out that the house installations 
would cost on an average £1 per light. He also condemned Mr. 
Hawtayne's estimate of the working expenses as being toolow. Mr. 
Monkhouse (Messrs. Burstall & Monkhouse) suppo this view, and 
other evidence having been given in opposition to the scheme, the 
inquiry was adjourned without any definite date being fixed. 


Weston-Super-Mare.—The Board of Trade did not 
intend to proceed further with the local syndicate’s application for 
а provisional order. 


Whitechapel.— Notwithstanding repeated promises, the 
report of the Electric Light Committee is not yet forthcoming, and 
at the last week’s District Board there were signs of growing 
мораме оп account of the prolonged delay in ing with the 
matter. 


Willesden.—The Board of Trade has sanctioned the 


Council's provisional order. 


Windsor.—The Windsor and Eton Electrio Lighting 
Company have extended their mains down Park Street. 'The com- 
pany has adopted the slot meter system. 


Woodstock.—The Lighting Committee is negotiating 
чыз = electrical engineer as to an electric light installation for the 
rough. 


Ulverston.—The Board of Trade has advised the Dis- 
trict Council that as the Windermere and District Electric Lighting 
Company had not carried out their order of 1895, theyare considerin 
its revocation, but would like to hear the opinion of the Council. 
The Council thought that unless the stipulations in the order were 
carried out, it should be allowed to lapse. 


Yarmouth.—Mr. W. Н. Preece has reported to the 
Council upon the recent explosion at the electricity works. He was 
of opinion that the cause of the accident was an undue level of water 
in one of the old single drum boilers, and the main question was the 
remedy for preventing a similar accident in future. The addition of 
four high-level indicators would be of advantage as a safeguard 
against future mistakes in gauging the water level. He did not 
recommend the addition of separators on the ground of the extremely 
heavy expenditure that would be involved—2£250—and any omission 
on the part of the engine driver to observe the level of water in the 
indicators would at once lead to a probable accident, and thereforo 
introduce further danger. Mr. Preece, however, suggested an 
improved system of drainage, which he could conveniently include 
in the new extensions. Mr. Preece’s report closed with the following 

ph: It is well to bear in mind that whatever precautions are 

in arranging safety devíces, such precautions are rendered use- 

less if carelessness is shown by the workmen. It is impossible to 
design work which is entirely independent of this wagen n di 

The Electric Light Committee received replies from Yar- 
mouth and Gorleston Tramways Company in to ts 
raised by the town clerk on their app on to the on in 
regard to the supply of electric light and power in Gorleston and 
Southtown. The company intimated that they would ask for an 
extension of 29 years beyond the time mentioned in the order, giving 
the echeme a total life of 35 years. The com pany could not pay more 
than the permit if they took electric power from the Co on for 
the tramways. The company would undertake the supply of public 
and street lighting, erecting a ting station, &c. The average 
charge made would be 64. per unit. If the Corporation provided 
the cables and handled the supply to private consumers, the 
average charge would be 44d. per unit as metered at the company's 
switchboard. The company offered to supply the current, to main- 
tain and clean street arc lamps on the tops of the trolley posts, at a 
iral id £22 to £28 per annum. If the Corporation supplied the 
stan the cost would be £2 per annum less. Incandescent lamps 
would be supplied, fitted into the existing gas lanterns where arc 
lamps were not needed,at £4 perannum, where the mains were 
already laid. The Corporation would be asked to take over the elec- 
trical plant when exercising power to purchase the tramway equip- 
ment, under the Tramways Act, at a premium of 10 per cent. upon 
the cost of plant. The com was not prepared to offer any con- 
cession, monetary or otherwise, to the Corporation for surren g 
its rights. On a consideration of these replies the Elsotric Light 
Committee recommended the Council to adhere to its = irpo cum of 
May 8th, 1897, when an understanding was given to supply the Tram- 
ways Company with electric energy according to a graduated scale, 
commencing at 34d. per unit, when the amount of energy does not 
exceed 250,000 units per annum. Mr. A. Peaton said that Gorleston 
had equal right with Yarmouth to the enjoyment of the electric ligbt, 
but if there were obstaclesin tbe way of the Corporation carrying the 
light across the water, the offer of a private company to do so should 
not be refused. He moved that a special committee be appointed to 
consider this matter.—Mr. Ruddock seconded.—At the suggestion of 
the Mayor, Mr. Peaton substituted for his amendment a reference 
back to the Electric Lighting Committee.—This amendment was 
then adopted. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Barnsley.— Several communications respecting tramway 
roposals have been before the Streets, Buil , and Improvements 
mmittee, as follows:—(1) A letter dated 30th ult. from the 
British Insulated Wire Company, Limited, asking for the consent of 
the Town 5 „„ 
formed by the British Insulated Wire Company for a provisional 
order to enable them to construct and work tramways in the borough, 
and also o certain terms in consideration of such consent; 
(2) а letter dated the 30th ult. from Messrs. Newman and Bond, 
explaining the proposi of the syndicate on whose behalf application 
has been made by them for the consent of the Council to an applica- 
tion for a provisional order; and (3) a letter dated the Srd inst. from 
the clerk to the Worsbro' Urban District Council, suggesting that & 
conference take place between representatives of this Council and of 
the Worsbro’ Urban District Council with respect to the provision of 
tramways in Barnsley and Worsbre.’ These matters were to be con- 
sidered by the committee at a ial meeting arranged for yesterday, 
and each of the interested es was invited to send а representa- 


tive. 


Bristol.—At the closing private meeting of the Sanitary 
9 on the quern í of ar 505 оп “т {таш ше їп 
ristol, all opposition on the of the Corporation to р 
of the Tramway Company's Bills in Parliament was finally withdrawn. 
The opposition of private frontagers has also almost entirely 
disappeared. The final concessions of the company in the matter of 
fares are contained in a lengthy letter from the di rs’ solicitors to 


the town clerk. 
(Continued on page 698.) ' 
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THE KIDDERMINSTER AND STOURPORT 
ELECTRIC TRAMWAY. 


- THERE is not much doubt that we are in a fair way to 
remove the reproach that has been so often cast at this 
country in the matter of electric tramways. The most pre- 


a z 
foh o£ 4 
NL S7». +] 


ма "ach? e 1 
4 * +. 7B * t 


Y 4. * “ £ 
b mss Vm. Qiu 


у 


2A. жа Чч 
fi 
7 > 


ow. 


real arbiters on social innovations. With a growing disposi- 
tion on the part of municipalities, however, to control and 
operate electrical tramlines, we are in a fair way to bring 
the public in much nearer relationship with the benefits of 
mechanical traction. At the same time, without decrying 
in the least the laudable efforts of town authorities, there 


VIEW OF GENERATING PLANT. 


Judiced patriot cannot deny that as a nation we have been 
slow to avail ourselves of the many great advantages offered 
by electric tramways. It is true that vested interests have 
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been in a large degree responsible for the lack of progress, 
but after all very little has been done to bring the merits of 
electrically operated tramways before the public, who are the 


can be little doubt that much of the future of electric trac- 
tion lies in the hands of private concerns, or perhaps we 
had better say that much of the immediate progress that 
will be made in this direction we shall owe to the 
capitalist. 

It is obvious that a municipality is bound to be more 
cautious in adopting schemes that call for the outlay of con- 


SLEEPER 
CREOSO 


66 xBx5 
TEO 


CONCRETE Grol рс. 


DETAILS OF PERMANENT Way. 


siderable sums of public money, consequently, municipal trac- 
tion plant is of slow growth. It is quite true that the 
Corporations of Glasgow, Leeds, Sheffield, Dover, and Ply- 
mouth have recognised the merits of the system, but to 
show how much we must still rely on private enterprise, 
it is only necessary to say that one company alone—the 
British Electric Traction—probably one of the most powerful 
electric traction organisations in Europe, is contemplating 
| Е 
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schemes which will involve an outlay of £2,000,000. The 
first completed system erected by this company is the one 
we are about to review. 

The district of Kidderminster is an excellent place to 
demonstrate the merits of an electric tramway system. A 
portion of the route isja hilly one, and there is an 
unusual proportion of interesting scenery alongside the 
tramway. Hence one is able to show with what ease are 
gradients mounted 
and how little the 

ts and the over- 

ead wires alter the 
aspect of a road. It 
will be seen from two 
of our illustrations 
that this is not an 
exaggerated state- 
ment; these views, 
moreover, serve 
another purpose— 
they show that the 
telegraph poles of the 
Post Office are im- 
measurably worse 
than the posts that 
support the trolley 
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wire. Vet who і її 
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accused of defloration ä | ! 


of scenery? We 
have, however, 
reached a stage in 
the development of 
electric tramways 
when :esthetic con- 
siderations may be 
neglected. 
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SWITCHBOARD, 


The Kidderminster and Stourport line is not an extensive 


one, but it is of special interest and importance at the present 
moment, because, since the American invasion, it may be con- 
sidered the first line erected by British manufacturers. The 
steam plant, generators, cars, motors, posts, overhead wire and 
material all have been made in this country, and the Brush 


Electrical Engineer- 
ing Company, the 7 
principal contractors, Es 
are to be congratu- Ву 
lated, not only upon | 
the successful com- 
pletion of the line, 
but also because they 
have had the good 
sense to copy some of 
the best features of 
American practice. 
Prior to the intro- 
duction of the present 
electric system, there 
were no tramways 
in Kidderminster, 
the chief means of 
vehicular communi- 
cation between differ- 
ent parts of the town 
and the outlying 
districts being a 
somewhat  desultory 
service of omnibuses. 
Parliamentary 
powers for the line 
were obtained by the 
British Electric Traction (Pioneer) Company, Limited, 
under whose control the system has been carried out. Com- 
mencing at Somerleyton Avenue, about half a mile in an 
easterly direction from the Great Western Railway station at 
Kidderminster, the line passes through the chief streets of 
the sleepy old town; past the carpet manufactories that line 
the outskirts of the town, along the Stourport Road, where 
the country opens towards the valley of the Stour, thence 
it traverses the crossing of the Great Western Railway, 


САВ ON LINE. 


terminating in Bridge Street, Stourport, on the banks of the 
River Severn. 


THE GENERATING PLANT. 


The power house possesses features of more than usual 
interest, arising from the use that is made of home-made 
lant. 
p The building comprises power house and car depôt which 
are arranged together 
upon an admirable 
site situated between 
the River Stour and 
the Worcestershire 
Canal, which is a 
little over а mile 
from the Kidder- 
minster terminus, and 
3 miles from Stour- 
ort. There is shed- 
ing room for 10 


consists of two 
cock & Wilcox boilers, 
each of 1,218 square 
feet heating surface, 
and capable of 
evaporating 3,500 
gallons of water per 
hour. A Green’s 
economiser of 120 
pipes is provided, the 
scrapers of which 
are driven by an elec- 
tric motor. 

The engines are of 
the “Universal” 
single crank com- 
pound type, and have cylinders of 20 inches and 30 inches x 
12 inches stroke, the working steam pressure being 135 lbs. 

Though enclosed the engines can be entirely e in 
two or three minutes for xd ustment, by the removal of the 
steel casing. The two ends of the connecting rod are 
simultaneously adjusted by merely tightening the nut on the 
Strut between the 
crosshead and crank 
pins, the operation 
taking quite & &mall 
кше time. 

ne of the princi 
features aimed = 
the Universal engine 
is that fluctuation of 
load does not pro- 
duce dien ren cni 
ing, the engine being 
soma Healy gelf- 
draining. Steam 18 
admitted only to the 
under side of the 
H.P. piston, the H.P. 
cylinder being 
drained throughout 
the whole of the 
downstroke by 


—ä—— — —— — 


by the piston exposing 
a number of holes 
around the cylinder 
when at the bottom 
of its stroke. This quality is a most important one, 
particularly in traction work, where the variations of lo 
are severe and priming necessarily more frequent than 
with steady loads. j 

There are two direct-coupled six-pole generators provided 
with Mordey’s new chord winding and notched armature; 
they work at a pressure of 550 volts, and have a normal out- 
put of 100 kw., though they are capable of working to 
135 kw. without a rise of temperature exceeding 80° F. 
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The most noteworthy feature about the machine is that the 
armature is of unusually large diameter in proportion to the 
width of field. This allows ample room for armature wind- 
ing, notwithstanding the high voltage, and renders the whole 
of the windings and connections extremely accessible. 

Owing to the adoption of the Mordey chord winding, the 
field coils are extremely small, as will be seen from the 
illustration, and no doubt the economy of copper in this 
respect is very marked. 

Each dynamo has 

a single bearing 

of ample proportions, | 
provided with spheri- | 
cal seating, and is | 
automatically lubri- | 
cated by a small | 
rotary pump. 

There are two 
Wheeler surface con- 
densers of the 
Admiralty type, one 
being provided for 
each steam set. The 
exhaust pipes are 
arranged so that either 
engine can exhaust 
to eit her one of the 
condensers, or if the 
condensers fail, means 
are provided for auto- 
matically exhausting 
direct to the at mo- 
sphere. An ample 
supply of water for 
the condensers is 
obtained from the 
canal, that for the boilers being obtained from the 
town mains. „O 10 >. 

The steam piping, which is arranged in duplicate, is of 
mild steel, the valves being manufactured by Messrs. Winn 
and Co., of Birmingham. 

The arrangement of the switchboard does not differ 
materially from that 
usually adopted in 
American practice ; 
it is split up into 

els, which are 
nown as the main 
station, generator, 
feeder, and Board of 
Trade panels. The 
main station panel 
is fitted with an am- 
meter, which shows 
the total output of 
the plant; and re- 
cording volt and watt- 
meters are placed on 
the same board. The 
generator panels are 
each fitted with an 
automatic circuit 
breaker of the General 
Electric type, an 
ammeter, shunt regu- 
lating switch, and 
plug board for station 
voltmeters. 

The feeder panels 
are also provided 
with an automatic circuit breaker and lightning arrester. 
The inevitable Board of Trade panel contains all the 
instruments necessary to comply with the Board of Trade 
regulations. 


THE TRACK CONSTRUCTION. 


The line is single track throughout. ~ The gauge is 3 feet 
6 inches, and constructed throughout with girder rails 
weighing 75 lbs. to the yard. In the borough of Kidder- 
minster the track is laid upon a bed of concrete 6 inches in 
thickness, and for 18 inches on either side of the track it is 


THE LINE ALONG STOURBRIDGE ROAD. 
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paved with 3 inches x 5 inches Clee Hill granite setts. 
Along the Stourport Road to the level crossing of the Great 


Western Railway the line, with the exception of one short 


length, is laid along the northerly side of the road, the rails 
being laid on sleepera, the space between the rails and on 
each side being made up with macadam. The return is 
entirely by the rails which are bonded with Chicago bonds. 

This line is probably the first instance in this country of 
а tramway passing 
over the level cross- 
ing of a railway, and 
it is hardly necessary 
| to say that a satis- 
| factory means of 
| doing this has 


“ә 


necessitated much 
care. It was im- 
perative that the 
tramlines should be 
broken where they 
intersected the rail- 
way, and to keep up 
the continuity of the 
return circuit of the 
tramway entailed 
carrying heavy copper 
connections from one 
side of the crossing 
to the other. 

It generally follows 
that the introduction 
of an electric tram- 
way system into a 
district brings certain 
road improvements 
in its train, nor has 
the Kidderminster line proved any exception to the 
rule, for the system has entailed very considerable road 
alterations along the route. The line runs mostly at 
one side of the road, and as a clear carriage-wa 
to be left for the ordinary traffic, it necessitated widening 
the roadway in many places, but, what was more serious, 
it involved the 
widening of three 
bridges. One of 
them being a double 
bridge spanning both 
the River Stour and 
the Worcestershire 
Canal, presented con- 
siderable difficulty, 
for the sides of the 
original bridge did 
not ran straight, but 
in a double “8” 
bend, and to make 
matters worse, the 
arch spanning the 
canal was skewed. 
This bridge has been 
widened on both 
sides and made 
straight throughout 
its entire length of 
about 180 feet. The 
arch spanning the 
river was widened on 
both gides by building 
brick arches along- 
side, the new work 
being tied into the old by means of tie-bolts carried right 
through from side to side. The skew arch could not be 
widened in the same manner, owing to the peculiar shape 
of the old bridge, and necessitated steel girder construction, 
the longest span being 38 feet 6 inches. 


Tux OVERHEAD WoRK. 

Owing to various obstacles, it has been necessary in no 
less than three instances to place the poles on opposite sides 
of the road; that is, the poles and wires for some consider- 
able distance are on one side of the road only, and then for 
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some distance on the other side of the road, when they again 
cross, 80 that the system provides excellent examples of the 
adaptability of the Dickinson side trolley with to the 
wire, for it must be remembered that the track cannot follow 
the variations that have been rendered necessary in the posi- 
tion of the overhead wire. 
The overhead wire is suspended from tapered steel poles, 
6 inches and 7 inches diameter, which are fixed at an 
average distance 
apart of 50 yards. 
hey stand 22 feet rm. 719 


wire. The feeder switches are shown at к in the detail 
drawing, and are capable of carrying 400 ane while 
the section switches are shown at Р, and are designed to 
carry 50 amperes. Any section can thus be easily dis- 
connected for testing, &c. The main cables are somewhat 
heavy on account of the considerable distance traversed. 
It has to be remembered that the power house is practically 
at one end of the system, which 1s, of course, dictated by 
convenience and 
economy. The east- 
going feeder is a 


above the ground, 
and are bedded in 
concrete to a depth 
of 6 inches below | 
the surface of the | 
Two troll-y 
wires are provided, 
one for up line, and 
the other for down 
line working, the 
necessity for  over- 
head switches at 
the passing places 
being tbus avoided. 
The height from the rail to the trolley wires is 21 feet. The 
lengths of the bracket arms from which the trolley wire is sus- 
pended vary considerably, the longest being 8 feet 6 inches, and 
the shortest 2 feet. 6 inches, the greater number being of 
the latter length. The trolley wire is suspended by riveted 
gun-metal ears, which are in turn suspended from bell insu- 
lators fixed to the bracket arms by wrought-iron clips. 


Front clevation. 
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а and 7, Clamp cable sockets; k, Main switch carrying 400 amperes; o, Oil insulators; r, Section 


switch; в, Clamp for cables. 
HALF-MiLE JUNCTION PILLAR. 


There are two main feeder cables from the power house, 
one going east towards Kidderminster, and the other weat 
towards Stourport. As is customary on English lines, at 
every half mile the trolley wire is divided by section in- 
sulators, at which points the feeder boxes are located. 
These feeder boxes are about 4 feet 8 inches high, and are 
placed usually near the post supporting the sectional in- 
sulators ; they contain two main knife switches feeding on 
to an omnibus bar, from which bar there are four cut-out 
fuses, which can feed both ways on to the double trolley 
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Side elevation. 
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19/14 stranded cable, 
and extends to within 
half a mile of the 
. Kidderminster end. 
The west- going feeder 
consists of a 37/11 
cable as far as the 
third feeder box, 
from which point, 
and on as far as the 
next two boxes, i; is 
reduced to 37/12, and 
from thence to the 
last feeder box it is 
reduced again to 19,14, finishing up within half a mile of 
the terminus. А 7,22 cable is connected to the rails at the 
extreme ends, and brought back to the switchboard for 
testing the drop in the return circuit. 

The feeder cables, which are of the Diatrine type made by 
Messrs. Glover & Co., are lead sheathed and armoured; they 
are buried in the ground at a depth of 18 inches. 

It will be noticed from the illustrations 
that the cars differ from the usual 
English practice, in that they are not 
provided with outside seats, and they are 
furnished at each end with vestibules. 
There are 10 in all, six of the closed 

type with motors 27 feet 6 inches in 
length over all and 6 feet 4 inches in 
breadth. These have а carrying 
capacity of 24 passengers; in addition 
there are three open trailer cars with 
а carrying capacity of 40 passengers. 

The knobs are bf the Brill cantilever 
type, with a wheel base of 6 feet, 5 inches, 
the wheels being 2 feet 6 inches diameter. 
The bottom framing of the cars is con- 
stracted of teak, the body of teak and 
English ash, and the panels of Honduras 
mahogany. Each motor car is equipped 
with two 15-B.H.P. four-pole motors of 
the ironclad type, with spring suspension 
and geared to the axles with spur gear- 
ing having a ratio of 4 to 1. The 
armatures are of the drum type, slot 
wound with counterpart renewable coils. 
The armatures are croas connected, so 
as to have only two points of commuta- 
tion, carbon brushes being employed. 

The controllers, one of which is fixed 
at each end of the car, are of the series 
parallel type, one controller handle 
being supplied with each pair of con- 
trollers, which are so arranged that it 
is impossible to detach it, excepting 

> when the controller is in the off 
position. Each car is lighted with 
10 16-C.P. incandescent lamps arranged 
in two circuits of five lamps in series. 
The interior of the car is lighted by 
three clusters of lamps, one containing four, and two con- 
taining two lamps, and a head light, which also lights the 
vestibule, arranged at each end over the platform. 

The most interesting feature about the car is the trolley 
pole, which is of the well-known Dickinson type. It will 
be remembered that this device was first used on the South 
Staffordshire tramway, and the principle has been since 
pretty widely adopted on English lines. The chief difference 
that exists between the Kidderminster and the South Staf- 
fordshire trolleys is, that the horizontal springs used at the 


ру) 
Г 


11 


„. S 
VC) 


LMT Th da TOLL LY / Y TULL LLL Ld А 


SS xx 
«р, 


Ze 
Z 


Vol. 42. No. 1,069, May 20, 1898.] 


THE ELECTRICAL REVIEW. 


697 


base of the latter have been replaced by inclined springs. 
The detail drawings show the arrangements very clearly. 


* 
e , 
Е 


— 


УУ. F> 
K — Tot < d 
> ~ CN i = 
> * "чу 7 є“ " 
А ~ 7 ^ ofa 
= | - L 
„ЛӨ Е. 
. г" ОРУУ Bri 7 ~ 
^ - EZ" AP 
— ^ Le : 


- о 
Sant 


CAR MOTOR AND GEARING. 


DETAILS OF TROLLEY POLE. 


The trolley pole is a light steel tube 15 feet long, taper- 
ing from 22 inches to 4 inch outside diameter, and fitted 


the pole forms part of the electrical cirouit. Each саг is 
provided with a lightning arrester. 

As we have already mentioned, the contractors for the 
complete electrical installation were the Brash Electrical 
Engineering Company; the contractor for the ent, 
way and buildings was Mr. George Law, Kidderminster 
Messrs. James Russell & Sons, Limited, Crown Tube Works, 
Wednesbury, supplying the poles, · 

Messrs. Alfred Dickinson & Oo., 120, Colmore Row, 
Birmingham, were the consulting engineers for the whole 
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END ELEVATION Or Two CARs on LINE. Ls 


undertaking, Mr. G. B. Parlett, A. M. I. C. E., being resident 
engineer and their representative throughout the work. On 
behalf of the Brush Company, the work has been carried 
out by Mr, Geo. Sillar, under the general dire tion of 
Mr. R. Dawbarn, superintendent engineer, assisted by 
Mr. 8. Mahood, as resident engineer. We are much 
indebted to these gentlemen, as well as to the Brush Elec. 
trical Company for their assistance in compiling this article 
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Drad gau OF KIDDERMINSTER AND STOURBRIDGE TRAMWAY. 


with swivel head, so as to allow the wheel to turn and ada 
itself to any position of the trolley wire. The base of the 
trolley pole is supported on four insulators, as the whole of 


National Telephone Company.—It is stated that Mr. 
Faithfull Begg is named as the successor to Sir James Fer- 
guson on the board of this company. 
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ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


(Concluded from page 692.) 


Bradford.—The Tramways Committee has now given 
up all hope of the possibility of the Bolton Road being ready for 
Whitsuntide. 


Chesterfield. —The question of the adoption of electrical 
tramway traction is at the present time occupying the attention of 
the Corporation. There exists a tramline in the borough about a 
mile in length, but the extension of the system is under considera- 
tion, and as the hilly nature of the district renders horse traction 
both expensive and inadvisable the city fathers” are considering 
the best substitute. The matter was ventilated at a meeting of the 
Council last week, when the matter of mechanical traction was 
mentioned. The following resolution was passed:—''That this 
Corporation recognise the advisability of applying mechanical 
traction on the present tramways, and that it be an instruction to the 
Tramways’ Committee to have estimates pepe for the work and 
present to the Council at the next monthly meeting, bearing in mind 
any subsequent additions, and the necessity of providing workmen's 
tickets at nominal rates." A special meeting of the Council is to be 
called to consider the matter in all its bearings. Oc uncillor Markham, 
in moving the resolution, referred to what ie beirg done in electric 
traction in other parts of the country. He said that the Corporation 
had now the Brampton Tramway in their own hands, and it would 
be an easy matter to demonstrate on that piece of line whether 
electrical traction would be for the good of the town or not He 
himself believed it would add very much to the prosperity of the 
town and add materially tothe value of the land adjacent to the tram- 
ways if such a system were adopted. Alderman Wood, in seconding, 
said that they wanted to consider whether a small scheme to begin 
with, or enlarging the present tramway, would bea wise thing for the 
Corporation to entertain. To go into the question of supplying 
electricity for a tramline only a mile long would be going to 
enormous cost with very little benefit, and it would be much easier 
rin аз committee to report оп a tramway double or treble that 
engt 


City and Brixton Railway.—The City and Brixton 
Railway Bill, which bas already been sanctioned by the House of 
Commons, has been referred to the Unopposed Bill Committee of the 
House of Lords, owing to the withdrawal of the threatened opposi- 
tion. By this Bill, which will now in due course receive the Royal 
ascent, a new company will be incorporated with a share and loan 
capital cf El, 600, GC 0 for the purpose of constructing an electric rail- 
way from Brixton Hill to a junction with the City and South London 
Railway at a point under the High Street, Borough. The period 
a for the construction of the line is five years from the passing 
e Act. 


The Electric Power Schemes. — The Nottingham 
Chamber of Commerce on Monday resolved to support the Bill of 
the General Power Distributirg Company now before Parliament. 


Halifax.—Tke Tramways Committee made a trial trip 
on one of the electric cars on Tuesday. It is expected that the cars 
will commence 1unning on June 9th. 


Leeds.—The Highways Committee, on 11th inst., con- 
firmed the recommendations of the management committee to extend 
the electric tramway system alcng Dewsbury Road and on the 
Headingley and Chapeltown routes. The city engineer (Mr. Hewson) 
reported that the city accountant’s estimate respecting the cost of 
the electric tramways ор the Kirkstall-Roundhay section had proved 
accurate, notwithstanding certain statements which had been made 
to the contrary. Mr. Derry's estimate per car mile was as follows: 
For repairs, 57d.; renewals, 1,,d.; interest and sinking fund, 23d.; 
total, 9d. The actual expenditure had been 879d. per car mile. 


Liandudno.—Mr. Preece has been consulted by the 
Electric Lighting Committee upon what system of traction they should 
insist upon with the Light Railway Syndicate. In bis report 
‘Mr. Preece strongly advises the overhead system. 


The Metropolitan District Railway and Electric 
Traction.—The shareholders of the Metropolitan District Railway 
Comy any had before them on Tuesday the Bills which are being pro- 
moted by their company. One of these is applying for further 
powers to the Metropolitan and Metropolitan District Railway for 
the ventilation of the railway, and in relation to the working of their 
undertakirgs by electrical power. Mr. Staats Forbes, in explaining 
matters, said that the Bill would give them power when the con- 
venient time came, and the methcd was sufficiently developed, to 
apply certain funds of the company for the purpose of working by 
electricity the railways of the Inner Circle. The Metropolitan Com- 
pany is applying for similar power, and the District Company could 
not dissociate itself from that company in respect to electrical com- 
munication. They were bound to work in barmony. One of the 
clauses in the Bill empowered the Metropolitan and District Com- 
panies to enter into agreemente as to working of traffic by and supply 
of electrical power. Of course, the adoption of electricity was a 
matter they could not go into with absolute indifference as to the 
question of cost. A good deal, however, was now known about this 
form of traction. It had its advantages and its disadvantages; but 
the proprietors decided as far back as February last year that it was 
a matter they ought to be prepared to face at the right moment. 
Their idea was that £500,000 would be extremely well spent in 
acapting their railway to electrical traction over that particular part 


of it which he had mentioned, which was crowded with traffic, ani 
so much of which was incapable of an but very imperfect 
ventilation. They were instructed by very eminent authorities that 
the financial burden cast on the two companies would be extremely 
moderate in comparison with the great advantages to be secured not 
only by gettiog rid of many of the offensive qualities of the air in 
the tunnels, but also in the saving in the cost of traction, which 
they were advised would be considerable. The matter was one 
demanding some care, and they, naturally, wished to be in the hands 
of perfectly responsible engineers of eminence. In Bir J. Wolfe 
Barry, & man of considerable experience, who had advised the com- 
pany almost from its inception, and Mr. Preece, the electrician of the 

ost Office, and one of the most distinguished members of his pro- 


fession, they had thought well to vest the p inquiries. 
Those gentlemen were now concerned in the matter, and directors 


would not proceed until they were assured by the report and recom- 
mendations of those gentlemen that it was safe to do so. They were 
gradually gaining experience in the matter of electrical traction. 
The greatest enterprise of the kind yet арр сасу о anything like 
development was the Central London Railway. knew a little 
about the question from what had been done on the City and South 
London line and the Live 1 Overhead Railway, but the Oentral 
London Railway, which would be running by the end of this year or 
the beginning of next year, would doubtless open their eyes toa 
good many things. The experience of that company would be very 
useful to the District and 1 Companies. The Chairman 
then moved the approval of the Bill in so far as it affected the com- 
pany. 

Newcastle.—The lease of the Newcastle Tramways to a 
private company is rapidly running out, but the new committee of 
the Corporation is now moving in the direction of a complete scheme, 
and on Monday agreed to appoint as specialists, to prepare a fall 
report, Dr. Hopkinson, to advise as to the electric system; and Mr. 
Colamb, C.E, of Edinburgh, to do the same in respect to cable 
tramways. 


Nottingham.—It is stated that а ial meeting of the 
whole Council in committce was held on Monday for the purpose of 
considering in detail the report of the Tramways Committee, which 
was presented to the Council on April 4th last, and was discussed a 
second time on May 2nd. After an exhaustive debate the report, 
slightly altered, was adopted. There were two dissentients; one 
objected to the рө of the proposed tram centre in the Great 
Market Place, and the cther was opposed to the overhead electric 
system; he preferred the cable system. The Council in:«tructed tbe 
Tiamways Ccmmittee to include in the Bill to be presented to 
Parliament several sites for the power stations in connection with the 
tramway system, in addition to the eite originally agreed upon. At 
the same meeting the Council considered tbe Bill now being pre- 
rented in Parliament by the General Power Distributing Company. 
The meeting authorieed the Electrical Exergy Committee to reduce 
the charges for the tupply of electrical леа the city, and also 
to extend the electrical undertaking all over Nottingham, both for 
lighting purposes and for power. 


Penarth.—The Penarth Light Railway inquiry will 
probably take place at Cardiff on June 2nd. The opponentsi clude 
the Cardiff Corporation and the Taff and Barry Railways. 


Richmond.—* A Resident of Richmond” writes to the 
Times railing at the pr moters of the proposed light railway over 
Richmond Hill, and flinging the invective at the overhead trolley 
system in the tame old-fashioned way adopted in bygone days in the 
country. He вуз it is unfortunate that the promoters have not to 
apply to Parliament for powers. All that is necesssry for the 
London United Tramways' Company, Limited (the promoters of the 
yo nen to obtain an order from the triumvirate composing the 
Light Railway Commission, and the approval of the Board of Trade.” 
He adds, “1% need hardly be pointed out how a lofty line of gibbet- 
like supports for the wire which conveys the electricity will int«rfere 
with the natural beauty of the neighbourhood, and it is ead to think 
of the sylvan glades of Petersham Common— perhaps unequalled in 
wild picturesqueness within so short a distance of London—being 
desecrated by the vulgar if useful tramcar and its iron way." 


Southport.—The Town Council has an electric tramway 
scheme in view, for it bas resclved to widen the esplanade from the 
promenade to the Birkdale boundary, and form a shrubbery as a 
preliminary to а future electric tramway round the Marine Drive. 


Sunderland.—At the Town Council meeting last week 
Mr. Crown moved the rescinding of a minute recommended by the 
Tramways Committee, and passed at the last meeting by the Council, 
appointing a deputation of six members and the electrical engineer 
to visit a number of towns for the purpose of ing information 
with respect to electrical traction as applied to tramways, for the 
benefit of the Corporation who are considering a scheme for the 
application of electric traction to, and for the aquisition of, the 
tramways of the borough. Mr. Crown said he had learned that the 
deputation had drawn up a programme to visit the Continent as well 
as towns in England. They were going to start at Newcastle, and 
go from there to Hamburg, from Hamburg to Berlin, from Berlin to 
Brussels, and Brussels to Parie, and from Paris to London and the 
English large towns. He thought there was no need for seven 
gentlemen to go any such distance and d any such amount of the 
ratepayers’ money, and he hoped that the majority of the Council 
would come to that conclusion. Of course, the gentlemen could go 
to St. Petersburg and New York, and Philadelphia if they liked, but 
what he did object to was to them going at the ratepayers’ ex 
There were ample opportunities at Hamburg to see all that was 
desired, and this was a cheap place to goto. There were also West 
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Hartlepool, Leeds, and Sheffield, towns all well supplied with 
electric traction, and he therefore moved that the minute be 
rescinded. Alderman Fairless seconded, and said he did not object to 
the deputation, but he thought the number was excessive. After dis- 
cussion, Mr. Crown replied, and said the arguments for the deputation 
were fallacious. There was no amendment, and the motion was then 
pat, and carried by 26 votes to 2). 


Swansea.—The British Electric Traction Company, 
who have taken over the Swansea Tramway system have appointed 
Mr. Daniel Sugrue, late mansger of the Swansea system, to be their 
district superintendent for South Wales, and have appointed him to а 
seat on the board. It is anticipated that the work of re-laying the 
lines will commence in a week or so. 


TELEGRAPH | AND TELEPHONE NOTES. 


Telegraphic Interruptions and Repairs :— 


ay Down. Repaired. 
Brest-Bt. Pierre (Anglo, 1809) April 6th, 1899. m 
West Indies— 
Bt. Oroix-Trinidad eee Nov. Soth. 1896 eee eee 
Oayenne-Pinheiro ... March 24th, 1898 ... May 14th, 1898 


May 18th, 1898 


Cyprus-Latakia see 


Bofama-Bisgaao . . April 12th, 1898 .. " 
Maranham-Pars  .. oo» „ 14760,1898 .. > iss 
Kotonou-San Thoms e» „ 27th, 1898. ME 
Hong Kong- Manila ... .. May 3rd, 1898 ou 

Ban Thomé-Loanda... m » 4'b, 1698 ... May 14th, 1898 
Monte Video-Rio Grande ... » 5th, 1898 ., те 
Havre- Waterville . ... iva „ 10th, 1898 ... May 17th, 1898 

LANDLINES. 

"al ыта Ши е; March 12th, 1896 ... - 
Oartagena-Barranquilla — .. July 4th, 1896 .., 


Saigon-Bangkok ^...  ... May 13th, 1898 Ms y 17th, 1898 


The Telephone Service, — According to the Daily 
Chronicle, it is proposed to hold a conference of representatives of 
local authorities on the subject of the telephone system, in view of 
the appointment «f a Select Committee of the House of Commons 
to inquire whether the telephone service should be undertaken by 
municipal and other local bodies. The Highways Committee have 
invited the local authorities of London to appoint representatives to 
attend at the County Hall on Thursday, May 26th, to confer with 
them as to the needs of London as regards the telephone service, and 
as to what suggestions should be offered to the Sslect Committee 
with reference thereto. 

Mr. Hanbury has been Ad amps chairman of the Parliamentary 
3 Committee, which is to meet on Tuesdays and Thursdays 
to take evidence, the first witnesses being officials from St. Martin's- 
le-Grand. A strong effort will be made to expedite matters, so that 
the committee may be in a position to report to the House before the 
end of the present Session. 


The “ Tutanekai,"—An Auckland, N. Z, paper says that 
Mr. W. C. Smythe, of the Telegraph Department in Y ellington, is to 
accompany the Tutanekai during her cable-laying operations, as 
electrician. Mr. О, May, of Dunedin, left for Wakapuaka at the end 
of March for the work of 1ауіо tbe new cable across Cook Strait, 
and subsequently to pick up, repair, and relay the present one. Tunis 
work was estimated to occupy several months. 


The War and the Cables.—The Standard special 
correspondent at Key West says that on Saturday lest the 
cutter Windom landed there the six men who were wounded 
while engaged in the risky operation of cutting tbe cable off 
Cienfuegos on Wednesday. Four boatloads of men were sent 
from the ships to Colorado Point, at the entrance to the harbour, 
furnished with grapplers for the purpose of hauling up and 
severing the cable. As they approached the shore a detachment of 
Spanish infantry opened fire from rifle-pits, assisted from time to 
time by а machine-gun. The warships at once shelled the pite, and 
drove most of the Spaniards, it is believed, into the lighthouse. 
Altogether 176 shots were fired from the men-of-war. The boats’ 
crews suffered rather beavily. The operation of cutting the cable 
was carried out successfully, and Havana is consequently cut off 
from Cienfuegos, and Cienfuegos from Santiago, while the junction 
with the British cable from Jamaica to Halifax, which was previous'y 
Күл is now destroyed. Marshal Blanco is aleo isolated from 

id and the Western portion of Cuba. ` 

A, Washington despatch says that the United States Government 
pre to sever all the southern cables from Cuba and to lea ve only 
‘the one from Key West to Havana, which it controls. The reason 
that the Cienfuegos cables were not cut before is that several 

s and other foreigners were still in that town; but now 

thay have all safely reached Port au Prince. 
lt is stated that the British cable between St. Lucia and Bt. 
Vincent has been cut by the Spaniards in furtherance of their designs 
against the Oregon, the Marietta, and the Buffalo, now off the mouth 


electricity undertaking. 


of the Amszon. "These vessels are thus placed beyond the reach of 
orders or information from the United States, except such as reach 
the telegraph points, vid steamer, across the severed loop of the 
cable. That Spain shall get no further telegraphic information is 
being assured by a stricter censorship, especially over the French 
line from New York, which has been induced to give a written 
acceptance of the rules imposed upon it, under the penalty, if found 
in default, of an instant cutting of the company’s cable at Coney 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Belglum.— May 25th. The date for the receipt of tenders 
for the electric lighting plant at the railway station at Ghent (Gand- 
ы а Belgian State Railway Authorities has been fixed for 

y 25 | 


Belgium.—May 31st. The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May 31st for 
the exclusive concession for the supply of electrical energy for 
lighting and power purposes during a period of 26 years, that is, to 
September 1st, 1924. nders to be sent to the Secretariat de la 
Commune d'Ixelles, Brussels, from whence particulars may be 
obtained. 

Bury St. Edmunds.—June 18th. The Corporation 
invites tenders for the supply and erection of Lancashire boilers, 
three 60-kw. steam dynamos, transformer and booster, accumulators, 
street mains, and various other machinery and a 8 for the 
Consulting engineer, Mr. F. Н. Medhurst, 
13, Victoria Street, S. W. See our Official Notices May 19th. 


Coventry.—Jane 7th. The Electric Lighting Committee 
invites ter ders for electric mains, switchboards, arc lampe, posts and 
apparatus in connection therewitb. For particulars of the eeveral 
sections see our Official Notices" May 13th. Mr. Gilbert S. Ram, 
city electrical engineer. 


Dublin.— May 23rd. The Corporation wants tenders for 
the supply of high tension feeders and low tension distributors laid 
and jointed complete on a solid system, not including road work, but 
including the connecting up of exieting consumers to the new mains. 
Also for transformers (20 to 50 kw., about 700 kw. in all) with 
instruments and apparatus in sub-etations erected and fitted complete. 
Particulars at the office of the city engineer; or from Prof. Kennedy, 
17, Victoria Street, S. W. See our Official Notices" May 6th for 
particulars. | 


Glasgow.—May 21st. The Corporation is inviting 
tenders for the excavator and concrete worka of the new genera 
station to be erected at Port Dundas. Architect, Mr. A. Myles, 
143, West Regent Street, Glasgow. 


Hammersmith,—June 8th. The Vestry is inviting 
tenders for the supply and erection of a Ledward evaporative 
condenser and tanks, air pump, circulating pumps, and pipe work. 
Consulting engineer, Mr. A. H. Preece. See our “O Notices " 
for particulars. 


London.—June 21st. The London Courty Council is 
inviting tenders for engines, dynamos, accumulators, switehboards, 
feeders, distributors, service mains and all accessories, to be fixed 
complete in buildings at the Orossness Oatfall Works, near Erith, 
Kent. The L. C. C. also requires tenders for providing and fixing 
cables, wires, conductors, casing, pendants, brackets, and other fittings, 
columns, lanterns, lamps, switches, and switchboards, distributing 
boards, fuses, cut-outs, &c., necessary for the lighting by electricity 
of the Crossness pumping station and worke, near Erith, Kent. 
Particulars of both contracts from the Engineers Department, 
County наг. Spring Gardens, 8.W. See also our “ Official Notices " 
this wee 


Russia.—May 27th. Tenders ате being invited by the 
Municipal Authorities of Odessa for the concession for the con- 
struction and working of three lines of electric tramways in the town, 
the total length being about 39 versts. Particulars may be obtained 
from La Mairie d'Odessa, Rassia, to whom tenders are to be sent. 


Suuthampton.— May 23rd. The Corporation is inviting 

tenders for the necessary trenching and layiny of conduits for electric 

in various thoroughfares. Particulars from the Town Clerk, 
Municipal Offices. 


Spain.— May 28th. Tenders are being invited by the 
Municipal Authorities of Plencia (province of Vizcaya) for the 
concession for the electric lighting of the public streets of the town. 
Tenders to be sent to El Secretario Ayuntamiento de Plencia 
(Vizcaya) from whom particulars can be obtained. 


Sunderland. — May 27th. The Corporation invites 
tenders for the supply of steam and other piping, and water softener 
for the electricity works. Borough electrical engineer, Mr. J. F. C. 
Snell. See our “ Official Notices" May 13th for particulars. 


Victoris.— Jane 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamos, 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. See our Official Notices " March 11th. 
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Aberdeen.—The Gas and Electric Light Committee last 
week considered the tenders sent in for laying the necessary cables 
for the extension to the harbour and the West End. The offers 
sent in were as follows:—The Western Electric Company, £14,318 ; 
W. T. Glover & Co., £13,113; Oallender's Cable Company, £12. 642; 
British Insulated Wire Company, £12,405 ; and Messrs. Siemens Bros., 
£12,138. The Messrs. Siemens’ offer, being the lowest, was accepted. 
Powers аге to be applied for to borrow an additional £20,000. 


Bethnal Green.—Oa Tuesday, at the meeting of the 
Bethnal Green Guardians, the following tenders were received for the 
iostallation of the electric system in their new infirmary, which will 
be the most complete in the arene :—Mesers. Speedy & Oo., 
£6,659; Cox Walkers, £9,920; W. B. Scott & Oo., £8,671 88. 5d.; 
G. E. Cockburn, £8,741; Sharp & Piper, £6,460 ; Thames Ironworks 
Company, £9,321 ; Paterson & Cooper, £6,992 ; ‘Nicholson & Tyler, 
£7,921 66. 7d.; H. F. Joel & Oo., £7,920 147 Private Wire and 
Telephone Installation Com y, £8,919; Calvert & Oo., £4,965; 
National Electric Free W Company, £7,631 ; Richmond Engi- 
neering Works, £5,840 10s; H. C. Keen & Oo., £7,775; Cash, 
Robinson & Go., EB, 100: Crompton & Oo., 28433, Laing, Wharton 
and Down, £7,272 ; Hampton & Sons, £6,837 ; H. J. Rogers & Oo., 
£7,125 ; Troup, Curtis & , £7,192; Brush Electrical En 
Company, £6,958 10s. The tender of Messrs. Calvert & Oo., the 
lowness of which was freely commented u , was unanimously 
accepted. Mesars. Giles & Gough, of Charing Cross, are the architects. 


Bootle.—Last week on the recommendation of the Watch 


Company, Limited, Prescot, was in accordance with the 

E i we ary оо wish’ Dep paste, Dosis 
10-ampere arc ps p-poste, inoan 

lamp brackets, lamps, and other at £25 5s. 3d. per lamp; 


- accessories, at £19 1 18s. 9d. per lamp. 


Colwyn Bay.—The District Council last week accepted 
the tender of Mr. Bertram Thomas for £1,469 for electric lighting on 
the parade. The 55 is a list of the tenders sent in, reproduced 
from the Contract Journal 


Gas Steam 
plant. plant. 
Eckerslcy & Co., Manchester v . £1,971 xy 
B. Thomas, Manchester s ; бвосоріей) 1, ,469* 1589 
British Insulated Wire Company, Prescot ss 1,507 589 
Calvert & Co., Manchester . = .. 1,906 1,415 
Smith & Co., Southport $ ks x .. 1,898 1,418 
Biemens Bros. & Co., Westminster s s 1,723 1,838 
Sharp & ES Westminster А oe as . . 1,684 1,784 
H. J. Mills & Co., Balford .. “a s . . 1,684 1,807 
Lea, Son & Co., „Shrewsbury Pee © .. 1,870 2,008 
Laing, Wharton & Down, don г oe ee 1,661 1,764 
Brook, Hirst & Co., Chester bes э» es 1,510 1,627 
Crompton & Co., Limited, London РЯ ss . . 1,085 1.707 
Donnlson, Barber & Co., Manchester УУ is .. 1,630 1,611 
J. Maxwell & Sons, Dundee sla si .. 1,490 1,584 
J. Lomax, Kendall & Co., Manchester sé ee „ 1,769 1,864 
G. Hill & Co., Manchester ae s% is eo 1,529 1,654 
Rhodes, Webster & Co., Bradford | ee s ee 1,431 1,691 
Wall- all Electric Company, Welle! ee es .. 1,545 3,648 
Belshaw & Co., Chester es s m" "S "e | 2,084 
W. Lucy & Co., Oxford Е M e . . 1,72 1,699 
Donnison, Berlyn & Co., Liverpool s "T .. 1,474 1,599 
г htfoot Bros., Manchester : v: РЕ ee 1,435 1,541 
aynes & Co., Limited, Liverpool š s3 157 1,751 


France.—The French Post and Telegraph Authorities 
have just divided a contract for 139 kilometres of electric cables 
between the three foll firms :—Messrs. De la Malrie & Oo., of 
Gravelles-St. Maurice (Seine); the гн a and Gutta, Percha 
Company, of Ferman Beaumont; and M. A. Grammont, of Port de 

у. 


London.—The London County Council Asylums Com- 


mittee reported on Tuesday ha ted at £16 the tender nf 
— Limited, o W estminster, for 


London.—The Private Wire and oa ons Installation 
Оошрапу have received orders from the Me tan т Board 

y and fit an installation of telephones, fire and 
electric bells at the Grove tal, Tooting j and telephones at the 


North Eastern Fever Hospital, The same com 

also instructions to fit the pis Oounty азбу Hospital at W. with 
telephones, electric clocks, and , for the West Riding 
County Council of Yorkshire. 


„ the meeting on Tuesday evening the 
considered the following tenders for the supply of са for 
extension :—Messrs. W. T. G : 


Limited ; The Western Electric Сорау Limited ; 


те Bros., Limited. The tender of Messrs. Glover & Oo., for 
supplying cable under a five years’ guarantee, was accepted at the 


wing rates :— 
Including laying Delivery 


and i only. 

8. 8. d. 
023 .. High tension twin cable . 1 à per yard . 1 8 
15 ee Low " y e 10 1 99 ee 9 9 
75 79 oe ,9 7 11 9? ee 1 1 
5 m n i 5 4 p» . 5 1 

33 n 77 э, 8 94 , ee 8 64 
2 M" » n” 8 1 » .. 210 
: зз , ee 1 11 


The Vestry also considered the following tenders for the supply of 
чыын A ДА pep 


£ 8. 
Mersrs. Oliver & Co. oe os .. 1,908 8 
The Brockie-Pell Arc Lamp ‘Company .. T oe .. 2,006 0 
Messrs. Johnson & Phillips ss Ае .. 2,063 18 
Messrs. 5 & Со. .. wa Se 4 T .. 2,110 0 
Messrs. Lucy & Co. 28 Né. ws . . 298581 Ө 
Messrs. Bergtheil & Young m ix s © .. 2883 0 
Blahnik A:c Lamp Company ., (exclusive of 5 1570 0 
The Youre Е на the tolling E 3 ying fi 
estry received the owiog tenders for supplying and fixing 
an electrically driven fan in the engine room :— К » 
8. 
Messrs. Pickup & Co. oe és . 09 0 
The Blackman Ventilating Company . ee 80 10 О 


The tender of the Blackman Company was accepted. - 


' Walsall.—The Electric Lighting Committee has accepted 
the tender of Messrs. Thomas Parker, Limited, to supply and erect 
an additional transformer for £558. 


Waterloo.—The Council has given the contract to Messrs. 
Waring & Gillow, Limited, of Liverpool, for an electric light 
installation at the Town Hall. 


FORTHOOMING EVENTS. 


the “ Latest Developments and the P Appli- 
cation of Alternating Multiphase tor Els 
tric Power Transmission ” will be open for 
Saturday, Ma aS at 11 a.m.—Institution of Electrical 
Company. "Applications to jn the party should be 
m . Applica 
Company." Applications to join бе| 
Monday, May 23rd, at 8 p.m.—Bociety of Arts. Fourth and final 
Oantor on 8 


Wednesda, ir 25th, at 7.30 p.m.—Iostitution of Civil Engineers. 
á n4 dents’ Annual Dinner, Sir Douglas Fox in the chair, 


8 Frascati. 
Thursday, May 26th, at 9 p.m.—Oonversasione at the Institution of 
Civil Engineers. 


At 8 p.m.—The Institution of Electrical Engineers at the 

of Arts, John Street, Adelphi, W. O. “The 

өң ay Electric Railway Motors for Rapid Accelers- 
tion," by Prof. Charles A Wilson, member. 


, 6 — Physical Bociety, Burlington House. 
Friday, May 27, м! 5 ра P le ‘Interference Method of Reducing 


Prismatic Spectra,” Mr. E. Edeer and Mr. Butler. 
“Some further Е on the Circulation of the 
Residual Gaseous in Orookes Tubes,” by Mr. 
Campbell Swinton. 


At 9 p.m.—Oonversazione at the Institution of Civil En- 
gineers. 


NOTES. 


Presentation.—The employés of the Edison and Swan 
U.E.L. Company, Limited, and Altrincham Electric Supply, 
imited, were entertained on Thursda шабат ете at supper by 
Mr. Cowan, their late manager, and Still, who has been 
associated with him for many years, on the occasion of their 
leaving the firm. The ering was а great SUOO8S, 
the men, having drank in oer s the Edison-Swan Com- 
pany, presented Mr. Cowan with a handsome silver bowl, 
and Still with а massive cigarette box, both suitably 
inscribed. The presentation was made by Mr. Fawous, 
director of the company, on behalf of the men, who all very 
heartily wished Messrs. Cowan & Still every success in their 
new тшге as manufacturers of electrical specialities. 


б 4 
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Appointments.—Mr. E. Garcke, managing director of 


the British Electric Traction Company, Limited, informs 


us that the following staff appointmenta have been con- 


firmed by the board of directors :— 
Mr. George Stevens has been appointed Secretary 
town clerk of Hyde). уро 
r. О. H. Dade... T сй k Assistant secretary. 
Mr. G. Walmsley (late » ES Accountant. . 
secretary of the com- | 
pany) E . 
Me. Bt Sellon, З = Parliamentary  engi- 
ure т К neer. 
r Gadsby, sé m ontract engineer. 
Wh. Sc., d | | 
Mr W. Howard Smith à n Permanent way engi- - 
(late engineer on the neer. 
d Darnstople Hal 
an е 
way, and стату city 
engineer, Oar 
Mr. H. M. Bsyers (late „ - Power engineer. 


General traffic su 
intendent. ps 


Tramways) 
E ie the cines i: ý Вар irmingham aie. 
De 8- 
ford Rural District trict. 
Council). Address: 
Wollaston, Stour- | 

Mr.J. t Kitchener, s » Ва dent for 

( y secretary of district, 
the company).  Ad- including the Pot- 

19, Y Piace, terios. : 
Oxf Road, Man- 

Mr. D. F. Sugrue (late „ „ 8 tendent for 
of the Bwan- th Wales Die- 
ways Com- trict. 

pany). Address: Tram- 
ways Depót, St. А 
Mr. Frank В. Lea Superintendent { 
„ ги ñ or 
lasgow district, 
and (pro. tem.) for 
Newcastle 
Mr. W. Gumbley, " к Superintendent for 
Assoc. M. Inst. O. E. Midlands and 
Eastern i 


i Counties 
district. 


Exoept where otherwise stated, the headquarters of the staff 
are Donington House, Norfolk Street, Strand, London, W.C. 


The Parliamentary Electrical Committee, — Sub- 
etantial progress was made on Monday, according to the 
Yorkshire Daily Post, by the Joint Committee of the House 
of Lords and the House of Commons which has been con- 
sidering the question of electric light generating stations. 
Considerably more than half the chairman’s draft was passed 
under review, and the main . upon which electrio light 
companies are to be allowed to work settled. The Committee, 
in the portion of the report dealt with, hold that the proved 
public advantages of electrical energy warrant the granting 
to undertakers of compulsory powers for acquiring sites for 
generating stations, and lands or easementa for mains and 

ipes and other works. Provision, in their opinion, should 
made for the granting of these powers in the provisional 
orders of the Board of Trade, subject to confirmation b 
Parliament. Procedure by private bills should be 


as at present, for exceptional cases, The powers indicated, 
it is suggested, may be given either to authorities or to 
incorporated companies, whether the ion be by 
лее er the Companies Acts. With respect to 
liability for nuisance the Committee are of opinion that 
where the site for a generating station is acquired under com- 


wers, and is specified in the provisional order or 
special Ant, the nndertakera Should ‘aot Fs subjected to апу 


further liability than that which is imposed by the common 


law in the case of persons exercising statutory powers 
and duties. On the other hand, where the site for a genera- 
ting station is acquired by agreement the Committee think 
the undertakers onght to be subject to the liability imposed 
by the common law. With respect to notices, they think 

the existing practice. as pe замш to the local authorities, 
and also to owners, lessees, ocoupiers of land, should be 


followed. As to notioes in gazettes and "im cae no 
amendment of the existing law is suggested. Subject to 
these observations the Committee are of opinion that com- 
pulsory powers for the acquisition of land for a generating 
station may be properly given where the proposed site is not 
within the area of supply. The local authorities along the 
trunk lines, it is suggested, should have the same notices and 
the same locus standi as if that district were within the area 
of supply. In the case of powers being given for the erection 
of a generating station outside the area of supply the Com- 
mittee think that powers may properly b» given for laying 
the mains in streets leading from the generating station to 
the boundaries of the area of supply. It is also thought . 
that the local authorities should not have a veto against the 
erection of overhead wires excepting in the case of the 
London County Council, the City Corporation, and the 
larger municipalities throughout the country. 


A Cable Tramway Condemned.—Colonel Yorke has 
recently reported to the Board of Trade on the subject of 
the Cliff Railway at Constitution Hill, and a copy of the 
report was before the Swansea Council last week. In his 
report Colonel Yorke described tke line, and said that from 
testa made in his presence he did not consider that the 
slipper brakes, which would have to be relied upon in case 
of the cable breaking, could be relied upon to pull up a 
heavily-loaded car, ially when the rails were wet or 
greasy. Оп the other hand, the grip brake, though power- 
fal enough, was not sufficiently rapid in its application, and 
the speed might increase to a dangerous extent before this 

e came into There were other features in the 
tramway to which objection might be taken. The fact that 
it had been laid as a single line necessitated the use of auto- 
matic switches at the crossing place. These switches must 
necessarily be uncontrolled, and any ignorant or mischievous 
person or child could push the switches over into the wrong 


Position and cause an accident. Objection is taken to the Y 


shaped openings running down the hill, and the report con- 


tinues: “ On looking at the order of 1896, I find that the 


line i8 to be laid on an interlacing line, and that the consent 
of the Board of Trade and of the Corporation is required if 
any alteration in this method of construction were desired. 


. Had the line been laid as an interlacing line no switches 


would have been required, and no opening in the conduit, 
such as I have described would have existed. I am unable 
to find that the Board of Trade have ever been asked to 
approve of the construction of the tramway as a single line. 

or this reason and because of the objectionable features in- 
sepurable from the use of a single line, and also on account 
of the insufficient control over the сагв (1) by the engine, 
(2) by the brakes, which form sources of danger not only 
to passengers by the trame, bat to the public using the 
thoronghfare, I do not consider the line jn its present state 


suitable for public traffic, and I am unable to recommend 


the Board of trade to grant a certificate to the company.” 


Personal —Mr. Roland 8. Portheim, of Mesers. D. 
Bruce, Peebles & Co., engineers, Leith, has just concluded a 
six weeks’ tour in the States, where he has inspected many 
of the electrical manufactories and electrical power in:talla- 
tions, more especially those dealing with transmission of 
power in mills and factories. | 

We understand that on Thuraday last Mr. Henry Wilde, 
F.R.S., whose name is so well known as that of one of the 
pioneers in electrical work, was elected an honorary member 
of the Institution of Electrical Engineers. 


pointment.— We understand that Mr. A. Bentley, 


4 
A. I. E. E., who went out to South Africa three years ago, has 
. been 
barg 


ri yos “electric wiring engineer" to the Johannes- 
ity Council, at £400 per annum. Mr. Bentley was 
formerly with Mr. Shoolbred. po 


Range Finder.—We understand that the Fiske range 
finder, of which we reproduced a description last week from 
the Scientific American, is made by the Western Electric 
Company, of Chicago and London. 
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Measuring the Resistance of Incandescent Lamps. 
—To those who like unnecessarily complicated ways of elec- 
trical testing the method of measuring the resistance of 
incandescent lamps when lit, described in the Revue 
d' Electricité of March 26th, may be interesting. The 
authors, MM. Abt and Hoffmann, content neither with 
taking the ratio of the reading of a voltmeter across the ter- 
minals to that of an amperemeter in series with the lamp, 
nor with a plain bridge test, arranged the test shown in the 
figure. Four lampe, a, a, а, a, arearranged in a quadrilateral 


L——— —¶4ũUũt7ẽ 


3l 


with the battery, 5, for keeping them alight connected across 


the diagonal. If the lamps are of equal or proportional 
resistances, the potentials at A A will be the same. If not, 
additions] resistances are arranged to make the two equal. 
Then the resistance between A A is measured by connecting 
в, Ry В, to form another quadrilateral with А А and the 
testing battery, B, and galvanometer, G, connected to com- 
plete a Wheatstone’s bridge. Then the measured resistance 
of a A gives the mean of the four lampe, a, a, a, a. The 
whole forms a pretty example of conjugate conductors in a 
complicated network, and suggests examination problems, 
bat seems poor practice. 


The Wright Wave Motor.—An interesting description 
of the Wright wave motor appears in the New York Zlectrical 
Engineer. This motor is one of the latest of a long list, which 
so far has been one of considerable failure. Tests were made in 
January, 1897, and were encouraging enough to warrant a 
new w and pier extending 850 feet out to ses, and 
carrying three floats with machinery on the wharf. The 
floats rise and fall with the waves, and operate vertical 
hydraulic compressore, which force water into a large air 

ure tank, whence.it issues as jeta upon Pelton motors 
iving ba "The water is simply used over and over 
again. The tank acts as an equaliser from wave to wave. 
The present small plant has been running an electric gene- 
rator continuously since September last, and when enlarged, 


a transmission line will ba built to Redondo, four miles - 


distant, and not far from Los Angeles, A table is given of 


the results of a public test, extending from December 1st to: 


11th. The number of waves per minute varied between 
8 and 8 on the different days, according to the weather, 
averaging abont 54. The piston travel varied from 124 to 
184 feet per minute, both the extremes being, on stormy days, 
averaging 151. The average daily tank pressure varkd 
between 150 and 195 lbs., and each float discharged an 
average of 8:9 cubic feet per minute, and 2:1 H.P. at the 
Pelton wheel. These figures represent a fall of about 24 
gallons of water through a height of 370 feet. The result 
was nine electric lights kept going. The apparatus is self- 
regulating to a very large extent, any excessive air pressure 


Corea.—The United States Consul-General at Seoul, 
Corea, reports as follows, according to Trade and Industry: 
“ A company has been formed in the city of Seoul for light- 
iog the streets and residences with electricity, and for 
operating electric street railroads through the principal 
thoroughfares. Only the latter will be begun at once. The 
company, known as the Seoul Electric Company, is composed 
entirely of Coreans, with the governor of the ате ргеві- 
dent. They have an exclusive franchise from the Depart- 
ment of Publio Works.“ | 


. 


Presentation.—Mr. Oassells, late superintendent of mains 
under the Glasgow Corporation, who has now entered the 
contracting business, was presented with a handsome testing 
eet by the officials of the electricity department at a smokiog 
concert held a few days ago. 


Technical Education.—The Coatbridge Town Council 
has agreed to give £100 towards the teaching of metallargy, 
electricity, &., in the Technical S-hool, from the local taxa- 
я d provided a similar sum is given by the County 

ouncil. 


Correspondence.—Pressure upon our space compels us 
to hold over until next week a letter from Messrs. Zeitz 
regarding the Limerick E'ectrio Tramway Proposal,“ and 
one from Mr. E. K. Scott оп “ Testing Magnet Steel in 
Balk.” 

Appointments Vacant. Tae Corporation of Londonderry 
invit»s applications for the post of electrical engineer at £160 
per annum. See our “ Official Notices” this week for par- 
ticulars. - : | 

The St. Pancras Vestry Electricity Committee wants an 
inspector of works. See our “ Official Notices" this week. 


The Glasgow Scheme.—We understand that the Cor- 
poration on Wednesday approved the minutes of the 
Electricity Committee, which embodied Mr. Chamen’s large 
extension scheme which we gave briefly a few weeks ago. 


The Telephone Committee.—We are compelled, owing 
to pressure upon опг space, to hold over until next week our 
report of Tuesday’s and yesterday's proceedings before the 
Parliamentary Telephone Committee. 


1 n 
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NEW COMPANIES REGISTERED. 


British Illuminating Company, Limited (57,260).— 
Registered May 7th, with capital 250.000 in EI shares, to adopt an 
agreement with Smith's Acetylene Gas Lamp and Generator А 
Limited, to manafacture, sell, and deal іп calciam carbide lene 
gas generators, and to generate, sell, and deal in acetylene gas, 
coal gas, and electricity. The subscribers (with one share each) 
are:—G. Sandeman, Colinton, Midlothian, gas engineer; F. B. 
Taylor, 25, Mulgrave Terrace, Gateshead, accountant; P. Gilham, 37, 
Edward's Road, Whitley, Northumberland; J. A. Rowell, 10, Obester 
Crescent, Newcastle, agent; J. F. Kelly, 51, Doncaster Road, New- 
castle, clerk; G' Robson, 64, Rothbury Terrace, Heaton, Newcastle, 
engineer; T. E. C. Green, 1, Poppelwell Terrace, Preston, North 
Shields, agent. The number of directors is not to be less than five 
nor more than nine. The first are H. Coates, N. Wyld, F. H. Smith, 
and D. J. Adler; qualification, £100; remuneration as fixed by the 
company. Registered by Jordan & Sons, Limited, 120, Obancery 

e, E. C. 


tending to counteract the float movement. There is thus Lane, E. O 


вїеайу and continuous working within the limits of the 
plant. | | | 


New Fellows of the Royal Society.—Among the oan- 
didates selected by the Council of the Royal Society we 
observe the name of the Hon. C. A. Parsons, for his inven- 
tion of the compound steam turbine, which he has adapted 
successfully to dynamo driving and other uses, and for bis 
recent spplicution of it to marine propulsion. Mr. James 
Wimshart is also selected for his electrical influence 
machines and improvements therein, to which we refer at 
length on another page, 


J. Tylor & Sons, Limited (57,279).—Registered May 
10th, with capital £200,000 in £10 shares (10,000 £5 per cent. 
cumulative preference), to acquire the business of a company of the 
same name registered in 1890), to adopt an agreement with the said 
company and its liquidator, and to carry on the business of 
mechanical and consulting engineers, sanitary, hydraulic, and elec- 
trical engineers and contractors, brass founders, galvanisers, platers, 
tool makers, boiler makers, millwrights, &c. The subscribers (with 
опе ehare each) are:—W. H. Tylor, 2, Newgate Street, E.O., engineer: 
J. G. М. Rumley, 43, Palace Court, W., C.E.; W. В. H. Drayson, 2, 
Newgate Street, E.C., engineer; P. Bright, 2, Newgate Street, E.C., 
engineer; J. S. Maples, 2, Newgate Street, E. O., engineer; R. Tylor, 
2, Newgate Street, E.C., engineer; W. В. Salter, 2, Nowgate 
Street, E.C., engineer. The number of directors is not to be less 
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than three nor more than five; the first are the first four subecribers. 
Qualification, £1,000; remuneration, £100 each per annum. 
by H. & G. Keith, 43, Chancery Lane, W. C. 


Automatic Light Controlling Company, Limited 
(57,287).—Registered May 10th, with capital £10,000 in £1 shares, to 
adopt a certain agreement, and to manufacture, sell, and deal in 
apparatus and contrivances connected with electric light or gas, ard 
for controlling and regulating the same. The subscribers are:—J. 
Gunning, Bournemouth, engineer, 100 shares ; J. T. Gascoiae, Bourne- 
mouth, gentleman, 60 shares; G. H. Rolle, Bournemouth, property 
agent, 60 shares; C. J. Haydon, Bournemouth, solicitor, 20 shares; 
Mrs. A. P. Gunning, Bournemouth, 20 shares; E. P. Wills, J P., 
Hasel wood. Stoke Bishop, Bristol, 100 shares; E. S. Wills, Frankfort 
Lodge, Clevedon, Somerset, 40 shares. The number of directors is 
not to be less than three nor more than seven. The first are: J. 
Gunning, J. T. Gascoine, G. H. Rolls, O. J. Haydon, and E. P. Wills. 
Qualification, £200; remuneration as fixed by the company. Regis- 
tered office, Richmond Ghsmbers, Bournemouth. 


British Electric Transformer Manufacturing Com- 
pany, Limited (57, 293).— Registered May 1Cth, with capital of 
£50,000 in £1 shares, to adopt an agreement with A. F. Berry for 
the acquisition of certain British and Foreign patents for electric 
transformers, and to carry on the business of electrical engineers, 
electricians, electric transformer manufacturers, iron and brass 
founders, tool makers, mechanical engineers, boiler makers, &c. The 
subscribers (with one share each) are:—R. В. Bain, 254, Cockspur 
Street, S. W., chartered accountant; R. J. Wallis Jones, 6, Hampstead 
Mansions, N.W., engineer; T. Petersen, 119, Worple Road, Wimble- 
don, electrical engineer; A. M. Billington, 7, Porchester Gardens, W., 
electrical engineer; A. F. Berry, 8, Heathcote Street, W. C., electrical 
engineer; W. A. B. Clarke, 10, Norfolk Street, Strand, solicitor; 
A. J. Allum, 25, Princes Road, Notting Hill, W., clerk. The number 
of directors is not to be less than three nor more than five; the sub- 
scribers are to appoint the first. Qualificatior, 500 shares; remunera- 
tion, £600 annum and a percentage of the profits divisible. 
Registered by W. O. Vizard, 10, Norfolk Street, Strand, W. O. 


* Volenites,” Limited (57,337). — Registered May 
13th, with capital £80,000 in £1 shares, to acquire the secret process 
and patent rights for the manufacture of Volenites,“ to adopt an 
= pem with Н. Bennett, and to manufacture, sell, and дез] in 

gunno, volenite, vulcanite, railway sleepers, road and street 
paving, mats, railway carriage and cther wheels, pulley wheels, 

е blocks, carriage panels, electrical switchboards, fuse bases, 
electric bell bases, insulating material, electric motors, &c. The 
subscribers (with one share each) are: — Lurgan, 21, Lowndes 
Square, S. W., peer; F. B. Jameson, "The Albany,” Piccadilly, 
gentleman ; J. R. Parkington, 6, Devonshire Place, W., major; W. Н, 
Wilson, 36, Oollege Green, Dublin, stockbroker; T. B. C. Hardman, 
74, Molesworth Street, Dublin, solicitor; J. K. Rigby, 154, Palmer- 
ston Buildings, Old Broad Street, E.C., chartered accountant; Н. 
Fenwick, 95, Vauxhall Bridge Road, S.W., secretary ; the number of 
directors is not to be less than three nor more than seven; the first 
are, Baron Lurgan, F. B. Jameson, J. R. Parkington, and G. V. 
Qualification, £250; remuneration, £200 each per annum, 
nay al the chairman. Registered by Н. Р. Becher, 26, Bedford 

9 ° . 


Drake and Gorham Electric Power and Traction 
(Pioneer) Syndicate, Limited (57, 852).— Registered May 14th, 
with capital £20,000 in £10 shares, to carry on the business of eleo- 

electrical and mechanical engineers, suppliers of electricity 
and manufacturers of electrical apparatus. The subscribers (with 
one share each) are:—B. M. Drake. 66, Victoria Street, S. W., elec- 
trical engineer; О. Poston, Highfield Stevenage, Herts, gentleman ; 
C. J. Linas, J. P., Warnbam Court, Horsham; G. T. Balfour, 2, 
Cushion Court, Old Broad Street, E. C., stockbroker; G. J. Poston, 
10, Throgmorton Avenue, E. C., member Stock Exchange; J. F. 
Albright, 66, Victoria Street, S W., civil engineer; A. F. Ashwell, 79, 
Qaeen Street, E. O., solicitor. The number of directors is not to be 
less than five nor more than 15; the first are the firat 15 persons who 
subscribe for 50 shares each; qualification, £500; remuneration as 
fixed b7, Ро company. Registered by Ashwell & Со., 79, Queen 
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OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Seuth London Eleetric Supply Corporation, Limited 
(50,392).—This companya return was filed on April 7%, when the 
whole capital of £325,000 in £5 shares was taken up. £2 per share 
has been called, and £131,334 received, including sums paid in 
advance of calls. 


Dover Electricity Supply Company, Limited (39,779). 
—This company's return was filed on April 14tb, when 4,860 shares 
тен taken up out of a capital of £50,000 in £5 shares, and paid for 


Norwich Electricity Company, Limited (80,694).— 
This company's return was filed on March 30th, when 4,565 shares 
ет up out of а capital of ££0,000 in £10 shares, and paid for 


Chelsea Electricity Company, Limited (20,468).— 
This company’s return was filed on April 28th. The capital is 
£200,500 in 34,000 ordinary and 6,000 preference shares of £5, and 
500 founders’ shares of £1 each, all of which have been faken up. 
6,666 ordinary and 500 founders’ shares are considered as paid, and 
the full amount has been called, and £166,670 paid on the rest. 


Direct Spanish Telegraph Company, Limited 
(6,732 C).- This company’e annual return was filed on April 27th. 
The capital is £95,000 in £5 shares (6.000 preference). 12,931 ordi- 
рату and 6,000 preference have been taken up, £5 per share has been 
called, and £94,655 received. 


Sheffield Electric Light and Power Company, 
Limited (36,551).—Tbis company's return was filed on April 12th, 
when 14,000 sbares were taken up out of a capital of £280,000 in £7 
shares; 4,000 have been issued with £5 per share considered as paid, 
£7 per share has been called on 10,000 and £2 per share on 4,000, 
resulting in the receipt of £78,000. 


Guildford Electricity Supply Company, Limited. 
(36,725).—This company's return was filed on April 21st. The 
capital is £20,000, in 3,990 ordinary shares of £5 each and 500 
founders’ shares cf £1 each. 1,542 ordinary and all the founders’ 
shares have been taken up, the full amount has been called, and 
£8,210 has been paid. 


Windsor Electrical Installation Company, Limited 
(46,186).—This company’s return was filed on April 6th, when 20,000 
shares were taken up out of а capital of 425,000 in £1 shares. 450 
are considered as paid, and £19,559 has been paid on the others. 
£1 7s. 6d. has been received in respect of 11 forfeited sbares. 


Gorseinon Electric Light Company, Limited (39,944). 
—This company’s annual return was filed on April 15th, when the 
whole capital of £1,000 in £1 shares was taken ор. 17s. per share 
bas been called, and £843 153. has been paid, leaving £6 5s. in 
arrears. 


Oxford Electric Company, Limited (34,685).—This 
company’s annual return was filed on April 9th, when 10,000 shares 
hr ami up out of a capital of £100,000 in £5 shares, and paid for 


Ozmore Valley Electric Light and Power Company, 
Limited (34,191).—This company's annual return was filed on April 
9:b, when 710 shares were taken up out of a capital of £10,000 in 
£5 shares. £5 per share bas been called, and £3,350 received, leaving 
£197 unpaid. 


OITY NOTES. 


The New General Traction Company, Limited. 


Tux meeting of this company, which was postponed from the 12th 
inst., was held at Oannon Street Hotel on Tuesday, Captain Franc's 
Pavy presiding. The following report was taken as read :— 

“ At the commencement of the year the two Bills in Parliament 
referred to in last year's report, viz , the Norwich Electric Tramways 
Act and the Coventry Electric Tramways Act, reoeived the Royal 
Assent. In connection therewith contracts have been entered into 
with respcnsible and competent contractors to construct both the 
Norwich and Coventry lines, and the work is being proceeded with 
as rapidly as possible. To enable tbe company to carry through 
these undertakings, the additional preference capital of £100,000, 
sanctioned at the last annual meeting, was created and issued at a 
small premium, thus permitting the directors to make contracts in 
exchange for shares and debentures in the Norwich aud Coventry 
Companies, as provided in the Acts. The section of the Coventry 
Company already open for traffic has shown results exceeding the 
board's expectations, and the Douglas Southern O.mpany in the 
Isle of Man, in which this company is interested, has aleo given 
satisfactory results. The gross profits of the year, including 
£1,681 188. 11d. reserved last year on acoount of Bills before 
Parliament and since recovered, amount to £12,874 2s. 11d., to which 
must be added the ваш of £2,982 19a. 1d. brought forward from last 

ear, making a total amount of £15,857 20. to the credit of profit and 
css. The sum of £2,230 14s. 4d., representing the undivided 
profit of the old company, and brought forward from March, 1896, 
the board recommend shall be placed to a reserve account. 
The board bas further decided to charge agaiost the revenue of the 
year one-haif of the cost of the issue cf the new capital, amounting 
to £2,122 123. 91. Tais leaves a balance of £13,734 93. 3d., from 
which have to be deducted £3,435 103. 6d. and £52 15a. 9d. on 
account of general expenses, salaries, directors’ fees, rent, travelling 
expenses, and legal and other charges, leaving £10,246 3s. as the 
am unt of revenue to be dealt with. A dividend at the rate of 6 per 
cent. on the preference capital, calculated from the dates of payment, 
amounts to about £6,500, and the directors recommend that this be 
paid, and the balance carried forward to next year. Electric tram- 
way business in Great Britain is still far bshind that of most other 
countries in Europe and America, but steady progress is going on in 
the use of this power, and from the numerous projects submitted, and 
those now under consideration, the board have every reason to look 
forward to future profitable business." 
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The CHAIRMAN said that in the report they had tried to set out the 
facts, and it was no doubt a very satisfactory one. There were one 
or two tbings in the history of the company which he should like to 
mention. Some four years ago bis friend Mr. Hopkins conceived the 
idea that there was room for a company to take up electric traction 
business, and with a few friende they started a company, which 
carried out schemes at Coventry and Douglas. Бэ many matters, 
however, were submitted, that Mr. Hopkins communicated with him 
(the Chairman) with a view to enlarging the company’s sphere. 
There ap to be gocd business in it, and he (the Chairman) was 
glad to join with Mr. Hopkins in promoting his efforts. They began 
n a small way, and went on quietly, for they knew if good business 
could bs secured they could put their hands on the capital to 
carry it out. They succeeded in getting Acts cf Parliament for 
Norwich and fcr extensions at Coventry. They bad been able to 
issue .£100,0C0 in preference shares, and this was small for 
the operations they contemplated, but no doubt they would be 
arking the public for money later on. They regarded it necessary 
to move with caution, and to secure good business, and they were 
anxious to work in harmony with the corporations with which they 
were thrown in contact. It was not the amount of business but 
the good busincss which paid them. After referring to the backward 
state of electric tramways in this country, the chairman said he had 
no fear for tbe future. Their gross profits for last year had been 
£12.874; the undivided profit of the old company, amounting to 
£2,230, had been placed to reserve, and half the cost of issuing the 
new capital (£2,122) had been charged against current revenue. A 
dividend of 6 per cent. on the preference capital bad been paid, and 
the balance would be carried forward. 


The report was adopted. 


West India and Panama Telegraph Company. 


Тнв ordinary general meeting of the West India and Panama Tele- 
graph Company, Limited, was held at Winchester House on Wednes- 
day, Mr. Wm. Andrews presiding. 

The CHAIRMAN said that the rec ipts for the half-year had been 
£32,228, as карас with £34,058, showing a decrease of £2,000. 
Last year the French cable was interrupted, and that brought extra 
business; but, on the other hand, the disastrous state of trade in the 
West Indies, which had recently b: en intensified, bad been an adverse 
influence. The expenditure had been £19,772, against £21,398 in the 
corresponding half-year, showing a decrease of £1,626. The reduction 
was nct due to decrease of expenses, but to a smaller quantity of 
cable being used on the line. Owing to the falling off of receipts 
it had been necessary to transfer from the reserve fund £1,000 
to enable them to 
dend. He apprehended there was no danger in that, seeing 
the increased value of their investments. With respect 
to the current period, he was sorry to tell the shareholders that, 
owing to the financial crisis in Antigua and St. Kitts, the subsidy 
had been reduced from £800 to £600. Then the subsidy of £2,000 
per annum peid by the island of Jamaica had been discontinued from 
March 31st last, and he believed that the amount would in future go 
to the Bermuda and Jamaica Company. The shareholders had pre- 
viously been informed, at the last meeting, of the necessity of a 

renewal of the line between Trinidad and one of the northern 


i 
Ат во ав to maintain the duplication of the system. They bad 
mileage by the new cable. The Cuba · 


succeeded in saviug a certain 
Company bad objected to them receiving messages at Jamaica for 
Eastern stations, and һай threatened to take proceedings against 
them. The directors were advised they had a good case. 
reductions in their rates, Mr. Chamberlain had made an announce- 
ment that the Government would give some support to the 
West Indies, and the directors, with that statement in 
view, thought they might also, in a small way, help the 
West Indies by making a reduction in the price of tele- 
grams, and giving more ties. He could not state the exact effect 
of the reductions on the revenue, but the falling off had not been much 


more than they anticipated, and latterly their revenue had increased, 


but this was consequent, probably, apon the number of messages sent 
over their line owing to the lamentable war between Spain and 
America. In anticipation of interruptions which might take place in 
their cables, they had taken steps to prevent interference, but in a 
time of war, as the shareholders knew, private, and sometimes public, 
interests were bound to go to the wall. They were keeping a shi 

the spot in order to keep the system 


роп 
going. 
In reply to a shareholder asking if there was still communication 
with Cubs. 


the CHAIRMAN said he did not want to define too clearly 


where the line might be interru but were still on. 
The report was adopted. m "Y ES 


Mix & Genest, Limited. 


Он Monday, May 16th, the annual general meeting of the share- 
holders of Messrs. Mix & Genest, Limited, of Berlin, was held at 
their board room at 67, Bulow Strasse, when the directors submitted 
their report, recommencing a 10 per cent. dividend for the year 1897. 
The gross profit earned amounts to £25,000, which, after deducting 
expenses, and writing off £3,200 on tools and machinery, leaves a net 

rofit of £13,570. "The chairman informed the shareholders that 

usiness has been very brisk during the past year, necessitating a 
further extension of their newly-built factory, which up to now 
accommodated 1,000 bands, and which, with the additional premises, 
will allow of the employment of 1,500 hands. The directors state 
that the number and amount of Government and trade orders gene- 
rally in hand are again in excess of last year's figures, and a further 
development can be prognosticated. 


make up the difference for the divi- 


As to the : 
last year (under old rate of charges), £63,025; i 


„The Bristol Tramways and Carriage vua ey tf Limited.— The recei 


African Trans- Continental Telegraph Company, 
Limited. | 


Mn. Окс, J. RHopzs presided at a meeting of this company heid 
yesterday at the offices of the company: 15, Bt. Switbin's Lane, E.O. 

In speaking of the progress by the company, the CHAIRMAN 
said they had gone from Umtali to Tete, and from Johnson to 
Bandawe, and in about 15 months they expected to have carried the 
telegraph line to the south of Lake тарау ка. They had had 
great difficulties with the line, and had abandoned the route from 
Salisbury to Tete, and carried the system from Umtali to Tete. The 
undertaking had been more expensive than was anticipated, and they 
had made arrangements with the directors of the Chartered Company 
to subscribe money to complete the line. They could not expect to 
make any profit till they got through to Oairo, for he did not think 
the local retarns would pay. General Kitchener would reach 
Khartoum in October, and then it would be possible to carry their 
lines to Cairo. From Tanganyika to Uganda was only 600 
miles, and from there to Osiro was 1,400 miles, and it was 
contemplated this could be completed in five · years. The 
system would then enable them to send practically the 
whole of the African messages to London. If the cable company's 
charges were too excessive, е could Тау an alternative cable. e 
thought the Government would undertake the expense of joining 
Khartoum by telegraph, which would not cost more than £120,000. 
After some farther remarke the chairman үер the adoption of 
the крон which was seconded by Earl Grey, and unani- 
mously. 

An sarong ret meeting was then held, when a resolution to 
increase the capital of the company to £300,000 was adopted. 


Hobart Electric Tramway Company. 


THE me of the directors of the Hobart Electric Tramway Com- 
pany, Limited, for the year 1897, which was submitted to the annual 
саа meeting held at e Pone оге a Peony last, states жечи 
е gross takings amoun , and the wor expenses 
£8,853, and after deduction of debenture interest, administration, and 
other ERER in Hobart and London, the company has made a net 
profit of £301 for the year. The directors continue to receive 
assurances that the service provided by the line is mach appreciated. 
The number of passengers carried by the tramway since the opening 
of the line in September, 1893, to September 30th last is 5,349,450, 
and the total number of car miles run is 1,396,157. The directors 
continue to receive from Mr, Parker, the company’s general manager 
in Hobart, very complete weekly and monthly reports as to the 
working of the company’s business, and are glad to be assured by 
him that the plant and rolling stock remain in an efficient condition. 


The City of London Electric Lighting Company, 
Limited.—Return of gross revenue from supply of electricity only 
during quarter ended March 31st, 1898 :—Gross revenue from public 
lighting, quarter ended March 31st, 1898, £3,162: corresponding 

uarter last year (under old rate of charges), £3,182. Gross revenue 

rom private lighting, &c., less allowances to customers under re- 
duced price and sliding scale, quarter ended March 318, £53,132 ; 

corresponding quarter last year (under old rate of charges), £49,843; 
total, quarter ended March 31st, £55,294 ; total, corresponding Pere 
£2,269. 

Equivalent of 8-C.P. lamps connected on March 31st, 1898, 310,660 ; 
increase during quarter, 14,648. Equivalent of 8-C.P. lamps con- 
nected on March 31st, 1897, 260,936: increase during corre- 
sponding quarter last year, 13,151. 


New Motive Power Company.—A meeting of this 
company was held on Thureday at the Holborn Viaduct Hotel, bat 
the press were not admitted. directors’ report stated that Mr. 
Guattari, the inventor, has settled in Belgium, and has failed to keep 
his promises to return to this country. 


TRAFFIC RECEIPTS. 


for the 
week ending May 18th, 1898, were 648 ба. 7d.; corre period 
1897, £2,288 IS.; increase, £360 5s. 7d. 


The City and Soath London Railway Company.—The receipts for the week end- 
ing May 15th, 1898, were £958; week endin Mar 16th, 1897, 21,000; 
decrease, £42; total receipts for half-year, 156, 220, 679; corresponding 
period, 1897, £20,503; increase, £176. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Friday, May 13th, 1898, were £528 .; corresponding 
week last year, £531 бв. lld.; decrease, £3 бв. 5d.; passengers carried, 
84,256; corresponding week last year, 95,616; aggregate to date, £8,357 
178. 9d.; aggregate to date last year, £8,697 17s, 1ld.; decrease to date, 
£840 Ов. 2d.; mileage open, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
May 15th, 1898, amounted to £1,446; corresponding week last year, 
£1,352 ; increase, £94. 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending May 13th, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany, Limited, were 21,985, 
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THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


THB PREVENTION ОР INTERRUPTIONS TO EnzoTRIOITY SUPPLY. By 
LsoNARD ANDREWS, Associate. Read May 6th, 1898. 


It is probable that some central station engineers will remark, on 
reading the title of this paper, that it is several years bebind the 
times; that interruptions to the supply from a properly equipped 
modern station never now occur; that at their own particular 
stations the supply has never once been interrupted since it was 
started, &c. 

It speaks volumes forthe progress of electrical engineering during 
the past few years that there are several existing central stations 
that can show an absolutely clean sheet in this since their 
commencement, and everyone will agree that their engineers hold a 
very enviable position. It is very duubtful, however, if any of them 
can say that they have not a consumer connected to their mains who 
has during the past 12 months ever had his supply disconnected; and, 
if that is so, surely there is still sufficient room 5 
the matter worth discussiog. After all, it is these local interruptions 
that are so irritating to consumers. Oar experience has been that we 
get far more abuse from a consamer whose lights fail when his 
neighbour’s lights are burning satisfactorily than we do if they are 
both suffering ther. 

Some of the engineers who have achieved such an excellent record 
attribute their immunity from failures to the fact that they use fuses 
made of copper of the same sectional area as the mains. There can 
be no doubt that a large majority of the interruptions that do occur 
are caused by fuses blowing when they have no business to do so. 
Yet it does seem rather risky to use no safety devices at all. We 
have already heard of more than one case where an arc of a few 
thousand horse-power has been started under the pavement, and 
would not be quieted untilthe supply had been switched off from 
the works. On the other hand, when one remembers upon what a 
number of fuses the continuity of an average consumer's supply is 
dependent, it is really wonderful that he is not more often left in 
darkness. It is no exaggerstion to say that there are often from 
15 to 20 fuses between the generators and the lamps they supply. 
Is it, then, to be wond zred at that we are sooften told that electricity 


supply is not to be relied upon? It would be different if we could 
always depend upon fuses blowing at approximately the current they 
are set for. But we cannot. It is no uncommon case to take two 
similar fuses that have been in use for some months and find that 
one requires about 100 per cent. more current to blow it than does 
the other. The fuses used on alternate current circuite appear to be 
particularly erratic in this respect. 

The ELECTRICAL Review drew attention to this fuse trouble in one 
of its leading articles a few months ago. Still more recently, Mr. 
W. B. Sayers, in an article in Lightning on the ap ars saye — 

“In a city less than 100 miles from where I live there is an 
electricity works which, so far as I am aware, has not failed to 
maintain its supply fora single minute during the last 4 or 5 yo ; 
and yet the popu. belief that the 'electric light is not reliable" is 
maintained to day, and with good reason. . . . . Now the only 
proper cause, in my opinion, for a main fuse ‘blowing’ is a short- 
circuit on the mains, and yet I have no hesitation in saying that less 
than 1 per cent. of the cases of main fuees ‘blowing’ are due to this 
cause." 

The conclusion that we have come to at Hastings is that the only 
reliable conductor of electricity appears to be a copper cable; 
and, consequently, it seems advisable to. reduce all fuses, switches, 
Y devices, and mechanical connections of any description to 8 

mum. 

If any fases that it is customary to use can bs omitted, everyone 
will admit that they are a source of danger, and, consequently, 
omitted. Take, for instance, the fuses between alternate-current 
generators and the bus bars: what are they used for? They cannot 
be necessary to protect the machines from overloaded, because 
all modern makers claim that their machines may be short-cireuited 
with impunity. Preeumably they are intended to prevent a generator 
that fails, short-circuiting other machines working in with it; 
but everyone knows that if two or three machines of an equal outpat, 
and equally fused, are working together, it would be the fases of the 
healthy generator that would blow, and not those of the faulty one, 
because the former have to carry sufficient current to blow the , 
in addition to all the useful work on the mains at the time. 

Now what should we think of an omnibus driver who cut the 
traces of one of his horses because it attempted to do more than its 
share of the work, or who, when one of them fell down dead, made 
the remaining horse drag the dead one along in addition to the 
extra work thrown upon it by the decease of its comrade? This 
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sounds absurd, but it 53 represents the manner in which we 
alternate-current engineers have been educated to treat опг. 


on 
; for are we not taught carefully to «quip them with safety . 
me when all their 


machines 
devices to cut them out of circuit jast at the 
energies are required to burn outa short-circuit on the mains? 
whereas any device to prevent a failing machine from short-circuiting 
others is considered quite an unnecessary piece of apparatas. 

In eontinuous-current stations zero cut-outs, or discri 


to & cut-out that 
tes oniy when the current is flowing through it in a reverse 
to its normal. 

Magnetic cut-outs of any description have not hitherto been looked 
upon with much favour in this country. The majority of those now 
in use require too careful and delicate treatment to be popular. 
Only who have attempted to design a simple and to worthy 

i cut-ont can realise the number of difficulties that have 


to bs overcome in doing so. It is to make an a 
| “conditions in the 
it аА тосу сыш matter to инек с that сап 


gu dentall 
to operate at any when it is not required to do во. In the first 
place, the onal area of the winding must be large enough to 
e aximum current of the generator without undue heating ; 
at the same time the apparatus must be small and compact, con- 
sequently the turns must be few; and, finally, it must operate with 
& return current of only a small percentage of the maximum current, 
therefore the ampere-turns or magnetising force must be small. 
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This generally involves the use of delicate releasing mechanism or 
relays, which require carefal treatment, or they will te at the 
wrong time, and not when a failure occurs. These are only workshop 
difficulties. The more serious are those which confront us when the 
ap в is in use under actual working conditions. 

Nabe, for instance, the case of sero magnetic cut-outs Everyone 
knows that these can be made to operate only when the current falle 
below a predetermined amount; and it is also well known that 
if a sh t occur on a system of mains supplied by a number 
vf generators equipped with zsro cut-outs, several of the generators 


will be promptly cut out-of circuit. This is simply a specimen of 
the many troubles which it is impossible to forsee and guard against 
in the manufacturer’s workshop. 

. Between three and four years ago we realised that a reliable 
discriminating cut-out was badly wanted, and since that time con- 
siderably over 100 different combinations of compound Da" and 

mechanisms have been experimented with. Many of th 

have only reached the experimental stage, but a fair proportion have 
had several months’ actual uss under working conditions before some 
unforeseen difficulty made it necessary to scrap them for some new 
and improved arrangement. The result has been that we have at 
last been able to secure a cat-ont that appears to be perfect. 

It appears at first sight impossible to үп a satisfactory dis- 
criminating cut-out for use in connection with alternate current 
machines in which the current is reversing in direction some thousand 
times a minute. Bo long as one considers these reversals in relation 
to а constant polarity, it is, of course, impossible; but as soon as the 
direction of the current through a particular machine is considered 
relatively to the direction of the current in all other parts of the 

stem, the lem becomes a comparatively simple one. Fig.1 

ustrates matically what we have found to be the most 
satisfactory method of applying this principle. The operating device 
in this arrangement is practically a shunt-wound motor, the thick 


winding of which is connected in series with one of the leads from 
the alternator it is intended to control, and the shunt winding is con- 
nected across any transformer excited off the bus bars. Now it is 
obvious that the direction of the current in the shunt winding, s н 
will pulsate synchronously with the current in the bus bars, and will 
be quite independent of the direction of the current in the series 
winding, в и, whereas the direction of the current in the latter rela- 
tively to the current in the bus bars will depend upon whether the 
machine to which it is connected is generatiog current or is being 
driven as a motor If both machines are generating current, 
then the direction of the current throughout the whole system 
at a given moment will be represented by the arrow-heads shown 
fall. But if, say, alternator D, fails, it will tend to short-circuit the 
rest of the system, and the current will rush back into it in the 
direction shown by the dotted arrow-heads, whereas the direction 


Fia. 4. 


of the current in the other circuits will remain the same. In the 
former case the relative direction of the shant winding to the series 
winding in the cut-out device will be such as to tend to make the 
armature rotate in a clock-wise direction, and so to lock the switch 
securely; but when, as in the latter case, the direction of the series 
current relatively to the shunt current is reversed, the armature will 
rotate in a contra-clock wise direction, and so open the circuit. 

Fig. 2 is a sectional elevation of a mechanical application of this 
principle to a low-tension cut-out suitable for use with continuous- 
carrent generators, transformers, and low-tension mains. The 
weight, w, is held in a nearly vertical position by the catch, o. 
Attached to the catch is a lever, L, the free end of which engages in 
а pin projecting from a metal diso on the end of the armature, 8 н. 
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The series winding, s ж, consists of a few turns of thick copper tape 
wound directly round the armature. One end of this is sweated 
and riveted directly on to a brass plate screwed and sweated to one 
of the contacts, and the other end is sweated on to a thimble, т 
(fig. 3), which forms one of the series terminals. The other series 
terminal is screwed and sweated directly on to the second contact. 
The whole of the series connections and contacts are supported on 
three corrugated porcelain insulators sulphured into the base. Fig. 
3 shows these series connections removed from the rest of the cut-out. 
This series winding encloses a practically closed double magnetic 
circuit, consisting of the armature oore, a portion of the base, and 
the cast-iron covers. For alternate-current working these parts are, 
of course, laminated. | 

An important feature of this cut-out is the releasing catch. This 
is shown in detail in fig. 4. The pin, р, is fixed in such a position 
on the armature disc that an extension of the aro described by the 
lever, L, will cut tha pin, P, and the centre of the armature disc. 
The result cf this arrangement is that no amount of vibration or 
pressure applied to the weight, w, will tend to make the disc rotate 
in either direction. And, consequently, when the armature is 
rotated by a return current, it releases the weight without having 
first to lift it, as it would have to do with any other form of catch. 
hs find thís an absolutely reliable and extremely sensitive form of 
release. 

When the weight, w, is released it falls through an angle of about 
60^, then with a sharp blow it strikes the arm carrying the contact 
connecting piece, thus overcoming any stickicg of the contacts 
due to a good fit or to corrosion. | 

A specimen 500-ampere cut-out of this description is shown on the 
table. You will see that it is so reliable that, even when there is no 
forward current on to lock it in position, it may be knocked about 
with a mallet to show that no amount of vibration will release it, 
whereas it is so sensitive that the pressure of a feather upon the 
armature will do so. 

The same general arrangement without any winding on the 

makes a very sensitive and reliable excess-current cut-out. 


( To be continued.) 


A Macwertc BALANCB ron WorxsHor Tesrs OP PEBMEAPBILITT, 
By Prof. J. A. Ewme, F. R 8., Member. Paper read May 12th, 
1898. 


The author believes that the want is felt of a workshop instru- 
ment for making tests, in an easy and rapid fashion, of the magnetic 
permeability of cast and forged metal for dynamo magnets. : 

His own permeability bridge,* introduced two years ago, and now 
somewhat extensively used, allows the B-H curve for a given bar to 
be determined with very much less trouble than is needed to carry 
out ballistic tests. For the accurate comparison of one bar with 
another, throughout a wide range of magnetisizg forces, the per- 
meability bridge is entirely suitable, and it furnishes as simple a 
means of ing that operation as can well be had. The author 
uses it systematically in bis own testing, and is thoroughly satisfied 
with it as a means of determining the в-н curve. But the complete 
B-H curve is really more than the dynamo builder or the steel 
founder generally wants to know. For his purpoce it would often 
suffice to find the induction produced by some one (fairly high) value 
of the magnetising force. That information is a sufficient index of 
the character of the specimen to allow judgment to be passed on its 
suitability for use in the field magnets of a dynamo. 

These considerations have led the author to develop another testing 
instrument, which, while it tells less about the specimen than can be 
learnt by means of the permeability bridge, gives the most useful 
information in a still more easy way. To use it requires no know- 
ledge of electrical testing, and the results need no working out. The 
value of the magnetic induction, in the usual units, corresponding to 
& single stated magoetising force, is directly read off on a divided 


The instrument is a magnetic balance of the traction type, making 
use of the principle already applied in magnetic testing in apparatus 
designed by Prof. 8. P. Thompson, Mr. Gisbert Kapp, and Prof. H. 
Da Bois. In most apparatus of this kind the specimen has taken the 
form of a turned bar with a faced end on which the pull due to 
magnetisation wasexerted. In the author's balance this facing of the 
end is not required, the magnetic pull being exerted between the side 
of the turned bar and a magnet pole which it touches, and from 
which it is pulled away. The specimen is a turned rod j inch in 
diameter, and 4 inches long. It lies across the two poles of a 
U-shaped electro-magnet, which is excited by a constant current of 
such strength as to produce а megnetising force in the rod of about 
20 C.G.8. units. In one of the poles there is a V notch for the bar to 
rest in, and the other pole hasa slightly convex surface, being curved 
to form a portion of a cylinder with its axis perpendicular to the 
direction of the length of tbe rod. The side cf the rod touches this 

ole at one point only, and the tractive force at this point of contact 
s the force which is measured. A lever or weigh-beam is applied to 
pull the rod away from tbis pole, while the other end of tbe rod 
remains in the V notch in the other pole, forming what may be called 
a magnetic hinge. The tractive force is measured by means of a 
weight which slides along the graduated weight-beam. 

When the rcd is put in place, the current is reversed once or twice, 
to wipe out any residual effects of previous magnetisation. The 
weight is then moved along the beam until the beam just drops 


* Described in the author's paper on “The Magnetic Testing of 
Iron and Steel," Min. Proc. Inst. C. E., Мау, 1896. See also the Elec- 
trician, May 8th, 1896. 


VV the rod into contact 
e Ф 

The requires no preparation beyond turning it to the proper 
diameter. Its cylindrically turned side touches the convex pole-face 
in a perfectly definite manner, and the rod may be taken out and put 
back without altering the character of the contact. The lever is 
arranged in such a way that the rod always touches the same point of 
the pole-face. | 

The value of the msgnetising force to be brought to bear оп the 
rods under test was fixed at about 20 O. G. S. units for the following 
reasons:— · 7 m 4 

At forces much weaker than this, the B-H curves of different 
specimens often cross; in other words, the order of merit often 
changes when the force is varied. But the author's ence in 
testing dynamo steel leads him to the conclusion that with forces of 
20 units and over, there is no serious change in the order of merit of 
various specimens. If a piece is good when н = 20, it remains good 
under stronger forces; if it is only fair when н = 20, it remains onl 
fair, and a specimen that hes relatively low permeability under t 
force does not take a materially better place when the force is in- 
creased. On the other hand, any considerably stronger force would 
be less convenient for testing, especially because the difference 
between good and bad specimens would become less well marked, 
and the sensitiveness of the test would consequently be reduced. The 
author has selected 20 as a force which, on the one band, is sufficiently 
low to make the distinction wide between bad and specimens, 
and on tte other hand, is sufficiently high to make the order of merit 
substantially the same as is maintained under stronger forces. 

From the measured induction at н = 20 the probable induction at 
higher forces can be inferred with some confidence. By examination 
of the results of tests of a very large namber of samples of dynamo 
steel, including the published tests of Mr. Parshall,“ as well as his 
own tests, the author has prepared the following table, to show the 
probable approximate values of в at forces of 25,30, 40 and 50 O.G.8. 
units, when the value of в at a force of 20 is known. The values of 
B found for н = 90 range, in dynamo steel, from 16,000 in the very 
best mens, down to 12,000 in specimens of decidedly low per- 
meab: ity. About 15,000 is representative of good dynamo steel cast- 
inge, and anytbiog below 14,000 may be pronounced poor. 


nn. 


TABLE I—PnBoPABLEB УлгпЕв OF Maammrio INDUCTION, B FOR 
: VABIOUS Amounts OF MaGERTISING Foros, н. 


. Magnetising 


force, H. Magnetic induction, B. 


20 
25 
80 
40 
50 


The range of the new magnetic balance extends (for н = 20) from 
12,C00 up to something over 16,000. It will test at the top of its 
range the very best samples that are found, and at the bottom of the 
range it will test steel of poorer quality than would be accepted for 
use in dynamo magnets. | 

The scale is a linear one, in which equal divisions correspond to 
equal differences in B, for a constant value of H. It is graduated to 
give by direct reading the.values of 5 for H = 20. This uniform 
graduation is arrived at in consequence of the fact that with different 
specimens the magnetising foroe is not quite constant, although the 
current in the electro-magnet ís constant. A specimen of high per- 
meability increases the induction iu the magnetic circuit, and oonse- 
quently causes a larger share of the magneto-motive force to be used 
in that portion of the circuit which lies outside of the specimen 
itself. Henoe the induction in the specimen is less high than its 
greater permeability would imply; in other words, the better specie - 
men is expos юа 3 less magnetising force than the worse 

men is exposed to. | i 

an in simple proportion to the actual induction; but matters are во 
arranged that the lessening of the induction which comes about in 
the way just stated compensates for this, and the observed differ 
ences of tractive force, as measured throvghout the range of the 
scale, stand in simple proportion to the differences in the values of В 
which the various specimens would exhibit if the force, m, were 
constant. In other words, a scale of equal parts on the weigh-beam 
corresponds to equal differences of B under a constant magnetising 
force, and the weigh-beam is accordingly lettered to read в directly 
in equal divisions. Toe readings give B for m = 20, although, in con- 
sequence of the action just explained, the actaal magnetising force is 
barely 20 for rods of very quality, and somewhat exceeds 20 for 
rods of lesser permeability. The scale is adjusted by the maker by 
selectiog values of the sliding weight and of a fixed weight on the 
weigh-beam which will bring the readings into agreement with the 
known values of 5 in certain standard rods. 

A single standard rod is supplied with each instrument, and the 
observer adjusts his current until the tractive force on that rod is 
such that the sliding weight stands at the place on the beam oor- 
responding to the known value of в which a force of 20 C. G. S. units 
produces in that standard. The standard rod consequently serves 
instead of an ampere-gauge, and no other current measurer 
required; A rheostat is provided in the instrument for regulating 
the current, and a single small storage cell forms the necessary 
battery. The observer puts in the standard rod, and turns 
rheostat until he finds that the weigh-beam just drops each time 


е Min. Proc. Inst. C. E., May, 1896. 
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lifted, while the sliding weight indicates tho known value of в. He 
then puts in the rod which is to be tested, and finds the position 
which the sliding weight has to take for it, no change being made in 
the current. The constancy of the current is checked at the end of 
tbe tests by again putting in the standard rod. 

The complete instrument is shown in the figure (fig. 1). The weigh- 
beam lifts the rod by means of a V. shaped stirrup close to the po 
piece, from which it is to be pulled away. When the rod is pulled 
away the beam comes immediately against a stop which limits the 
motion. A hinged piece is provided under the far end of the weigh- 
beam, to hold it up while a rod is being taken out or put in. 
weigh-beam can readily be lifted out of the way when it is desired 
te clean the pole-faces, and care has to be taken to keep them, as 
well as the side of the rod where it tonches them, free of dust and 
rust. 

In the following table a comparison is made, for a number of 
rods of different qualities, of the values of B known to be produced 
by а magnetising force of 20 units with the values as measured by 
this magnetic balance. The known values of B were determined 
by means of the permeability bridge, by comparing each rod with 
а standard whose B-H curve had been found in the first instance 
by ballistic testa. The range covered by these examples is as 
wide as is likely to be met with in the practical testing of dynamo 


Readings on Balance 


TM Known values of В 
Fira. 2. 
TABLE IL—CALIBBATION OF THE BALANCE. ad 
Induction, в, at н = 20, Induction, в, 
etermined from read from 
independent measurements. balance, 
13,300 885 «08 wae à 13,280 
13,400 13,400 
14,840 14,360 
14,350 А 14,290 
14,600 sés Я 14,470 
14,900 ee 0060 14,960 
15,100 cus vas 15,060 
15,080 s is "T te 15,150 
15,570 ooo eae . вө 000 15,650 
15,800 sas Sea bee sae 15,720 
16,000 eee eee 000 006 16,000 


"Those tests relate to different specimens, all tested with one con- 
stant current in the et of the balance. The agreement between 
the scale readings and known values of В is satisfactory. Fig. 2 
exhibits the same tests graphically, the readings of the balance being 
plotted against the known values of в for н = 20. They show that 
witbin this range of в the values of the induction (under constant н) 
are fairly represented by the readings on the uniformly divided scale 
of the balance. Such irregularities as occur lie qm BO far as can 
be judged, on both sides of the ht line. e readings of the 

| may be accepted as giving values of B for н = 20 at least as 
accurately as these are required in the uses which the balance is 
meant to serve. 


TRAMWAY BILLS IN PARLIAMENT. 


Aberdeen Corporation Tramways.—To authorise the Aber- 
deen Corporation to acquire, and the Aberdeen District Tramways 
Company to sell their un ing; to empower the Corporation to 
work or lease the tramways; and for other purposes. . 

New Oapital—by Loan, £150,000. А 


New Oapital—by Loan, £187,000. 
New Lines—1 m. 5 chs, double; 3 m. 37 chs., single—Total 
track, 5 m. 47 chs. d : 


€ 9 Ratlway World. 


Blackpool! and Fleetwood Tramroad (Tramway Exten- 
sfons.)—To authorise the Blackpool and Fleetwood Tram ways Com- 
pany to construct tramways at Blackpool, to be worked by animal, 
electrical, or any mechanical power not being steam power; to em- 
power the Company to supply electrical energy in bulk, and to raise 
additional capital; and for other pu ; 

New Capital—by Shares, £75,000; by Loan, £25,000. 
Qs е part of the ВШ relating to extensions has been 
ropped. 


Blackpool! Improvement.—Inicr alia, to authorise the Black- 
pool Corporation to make additional tramways, to be worked by 
electrical, animal, or any other mechanical power; and to empower 
the Corporation to work the tramways. 

New Capital —by Loan, £12,500. 
Qr ето chs., double; 2 chs., single—Total track, 1 m. 
s. | 

Bristol Tramways (Electrical Power, &c.)—To authorise 
the use of electrical or mecbanical power on the tramways of the 
Bristol Tramways and Carriage Company, Limited, and the compul- 
sory purchase of land; and for other purposes. 

Bristol Tramways (Extonsions).—To authorise the Bristol 
Tramways and Oarriage Company, Limited, to construct additional 
tramways, and to widen certain streets and roads; and for other 
purposes. 

New Line—6 m. 55 chs., double; 32 chs., single—Total track, 
13 m. 30 chs, | 

Burnley Corporation Tramways.—Inter alia, to authorise 

the Burnley Corporation to work their tramways, if and when they 


Fia 1 LJ 


acquire the tramways authorised by the Burnley and District Tram- 
ways Order, 1879, to use electrical or any mechanical power thereon, 
to generate electricity, and to enter into agreements with regards to 
the tramways in the Borough of Nelson, tbe Districts of Padiham 
and Brierfield, and the Township of Reedley Hallows. | 


Bury Corporation.— Inter alia, to authorise the Bury Corpora- 
tion to work their tramways, if and when they acquire the tramways 
in the Borough ; and to construct electric works. 

Cardiff Gorporation.—Inter alia, to authorise the Сага 
Vd ty to construct tramways; to use electrical and other 
mechanical power to work their tramways; and to enter into working 
agreement with certain tramway companies. 

New Oapital—by Loan, £261,510. 
New Lines—6 m. 48 chs., double; 1 m. 69 chs., single—Total 
track, 14 m. 5 chs. a 

Olcntarf and НШ of Howth Tramroad. —To incorporate 
the Clontarf and Hill of Howth Tramroad Oompany; to authorise 
the construction of tramroads, to be worked by electrical or any 
mechanical power, except steam power; to confer power to acquire 
land ; and for other purposes. 

New Oapital—by Shares, £50,000; by Loan, £25,000. 
New Line—1 m. 16 chs., double; 4 m. 38 chs., single— Total 
track, 6 m. 70 chae. 


Corporation of London (Foreign Cattle Markot) Dopt- 
ford.—Inter, alia, to empower the Corporation of the City of 
London to construct a tramway between the Foreign Oattle Market 
at Deptford, and the Deptford Wharf Branch of the London, 
Brighton, and South Coast Railway; to be worked by animal power, 
or, subject to the approval of the Board of Trade, by electrical or 
other mechanical power, not being steam power. 

New ee with other works. New Line—32 chs., 
. single. . 

Dovonnort, Plymouth, and Stoke Tramways.—To incor- 
porate the Devonport, Plymouth, and Stoke Tramways Company ; to 
authorise the construction of tramways, to be worked by animal or 
mechanical power; and for other purposes. | 

New Oapital—by Shares, £150,000; by Loan, £37,500. 

New Line—5 m. 61 chs., double; 31 chs., single— Total track, 
11 m. 73 chs. | 

Dublin Southern District Tramweys.—To amend the pro- 
visions of the Dublin Southern Tramways Act, 1893, relating to the 
speed at which engines, carriages, and trucke may be driven or pro- 
pelled on the Dublin Southern District Tramways Company. 

Dundee Corporation Tramways.—To confirm an agreement 
between the Dundee Corporation and the Dandee and District Tram- 
way Company, Limited, to empower the tion to work their 
tramways; to use electrical or any mechanical power; and for other 
purposes. 
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East Ham Improvemont.—Inter alia, to empower the East 
Ham Urban District Council to purchase any tramway in their dis- 
trict, upon the terms and conditions set forth in Section 43 of the 
Tramways Act, 1870, as if the period of years therein stated elapsed 
on the day of the passing of this Act, and to authorise the Council 
to пее mechanical power, and to work tramways. 

New Capital—by Loan, £8 000. 


for other purposes. 
New Capital—by Shares, £200,000; by Loan, £50,000. ! 
New Lines—3 m. 41 chs., double; 9 m. 8 chs., single—Total 
track, 16 m. 10 chs. 

Great Orme Tramway and Tramronad.—To incorporate the 
Great Orme Tramways Company ; to empower the Company to con- 
struct a tramway and a tramroad, to be worked by animal, electrical, 
or апу mechanical power, and to acquire land; to confer power to 
enter into agreements as to supply of electrical or other power by or 
to the Company; and for other purposes. 

New Oapital—by Shares, £25,000; by Loan, £6,250. 
New Line—Total track, 77 chs. 

Halifax Oorporation.—Inter alia, to authorise the Halifax Oor- 
poration to construct new tramways, and to apply certain provisions 
of the Act of 1897, 

New Capital—by Loan, £77,270. 
New Line—1 m. 66 chs., double; 10 m. 20 chs., single—Total 
track, 13 m. 62 chs. | 

Hastings and St. Leonard’s Tramways Oompany.—To 
incorporate the Hastings and St. Leonard's Tramways Company; to 
authorise the company to construct tramways, to be worked by 
animal or other mechanical power; and for other m . 

New Line—2 m. 21 chs., double; 5 m. 1 ch., sio Total track, 
9 m. 43 chs. 
New Capital—by Shares, £125,000; by Loan, £31,250. 
Mord improvemont.— Inter alia, to empower the Ilford Urban 
District Council to work tramways for the time being belonging to 


them, and to use mechanical power thereon. 


Ipswich Dock Oommission.—Inter alia, to authorise the 
Ipswich Dock Commissioners to make tramways, to be worked 
locomotive engines, and to enter into agreements with the Great 
Eastern Railway with to working. 

New Oapital—Included with other works. 
New Line—38 chs., double; 37 chs., single—Total track, 
1 m. 29 chs. 

Keighley Oorporation.—]nt«r alia, to empower the Keighley 
Corporation to maintain a certain existing Tramway ; to work their 
tramways ; to use electrical or any mechanical power thereon ; and to 
construct works for generating electricity. 

New Oapital—Included with other works. 


Leyton Urban District Gouncii.— Inter alia, to empower the 
Leyton Urban District Oouncil to work tramways for the time being 
owned by them within their district, and 
mechanical power thereon. 


London County Counoli (Northern Tramways).—To 
authorise the London County Council to construct tramways in the 
County of London; and for other urposes. 

New Oapital—by Loan, £32,000. 
New Lines—2 m. 3 chs., double; 6 chs., single—Total track, 
4 ш. 12 chs. 

London Oounty Oouncli (Weatminster Bridge and 
Embankment Tramways).—To authorise the London County 
Council to construct tramways over Westminster ооба ада alon 
Victoria Embankment, in the administrative County of don; an 
for other purposes. 

New Oapital—by Loan, £24,000. 
New Line—1 m. 49 chs , double—Total track, 3 m. 19 chs. 


London United Tramways.—To authorise the London United 
Tramways, Limited, to construct 
land ; and to use electrical or any mechanical power; to confer power 
as to the supply of electrical energy by or to the Company; and for 


other purposes. | 
ew Lines—15 m. 4 chs., double; 68 chs., single— Total track, 
30 m. 76 chs. 


Mancheetor Carriago and Tramways Gompany.—To 
authorise the Manchester Carriage and Tramways Company to use 
cal or any 5 on their tram ways; to enter into 


agreement as to the supply of electrical power by or to the Com - 
and to raise additional capital; and for other pui p 


New Ospital—by Shares, £100,000; by Loan, £25,000. 


Norwich Eleotric Tramways.—To authorise the Norwich 
Electric Tramways Company to construct additional tramways and 
to make street widenings; to apply certain provisions of the Act of 
1897; to provide for the purc of the tramways within and 
without the City Borough, by the Norwich Corporation, and for the 
raising of additional capital; and for other urposes. 

New Capitsl—by Shares, £24,000; by , £6,000. 
Es он che., double; 68 chs., single—Total track, 
m. 18 chs. 


Oldham Gorporation.— Inter alia, to empower the Oldham 
Corporaticn bo work their tramways; to use electrical or any 
mechanical poter thereon, and to construct electric works, 


. empower the Board of 


Plymouth Oorporation.— Inter alia, to authorise the Plymouth 

Corporation to constract an additional tramway; to use electrical or 

any mechanical power; to construct electric works; and to work 

their tramways; and to apply certain provisions of the Order of 
893 


New Capital—by Loan, £4,000. 
New Lines—35 chs , double. 


. Portsmouth Corperation.—To em the Portsmouth Cor- 


реш to purchase the tramways undertaking authorised by the 


чыр а см Act, 1863, to construct new tramways, бо use 
electrical or any mechanical power, to work their tramways, to acquire 
land, to generate electricity, and to borrow money; and for other 


PaP Now Capital—by Loan, £38,900. 
New pe u m. 7 chs, double; 1 m. 1 ch, single—Total track, 
m. 15 che. | 


St. Holens Corporation.—Inter alia, to authorise the St. 
Helens Oorporation to construct tramways in and near the bo h, 
to use electrical or any mechanical power, to construct electric wo 
and to work their tramways; to enable the j to purchase 
or take on lease tramways within or outside the borough ; and to 

in certain cases to make provisional 
orders for the construction of tramways outside the borough. 
New Oapital—by Loan, £50,000. 
New Lines—72 chs., double; 8 m. 41 che., single—Total track, 
10 m. 25 chs. 


_Wost Ham Oorporation.—Inter alia, to empower the West 
Ham Corporation to work tramways which they may acquire within 
he borough, to use electrical or any m power ‚ and 
construct electric works. 


v Wigan Corporation. —Inter alia, to authorise the Wigan Oor- 
ration to construct additional tramways, to use the electrical or 

рау mechanical power thereon, to purchase tramways authorised 

the Order of 1895, to construct electric worke, and to work th 

рк s; and to empower the Abram, Ince-in-Makerfield, and 

Standish-with-Langtree ct Oouncils to purchase the tramways 

within their respective 


districte, 
New Oapital—by Loan, £38,000. 
n е0 chs., double; 5 m. 41 chs., single—Total track, 
m. А 


BLAST FURNACE GAS FOR MOTIVE POWER 
PURPOSES. 


“гш ычу subject, by М. A. Greiner, was read recently before 
e Iron and Steel Institute. As this subject has been discussed in 
previous issues of the Ruvrew, it may be interesting if we give an 
abstract of the pal The author first referred to the experiments 
made with an 8 H.P. gas ay at Seraing, and to those at Wishaw, 
described by Mr. Galbraith in December last. Proceeding, the author 
said :—A short description of the great 209 horee-power engine at 
Beraing may be of interest. Gas from the blast-furnace gas mains 
h three of coke scrubbers, 1:5 metres ia diameter 
5 feet x 193 feet) The coke is washed with 
Koerting spray-producers. The passes suc- 
cessively through the two serabbers of each of the t pairs, and 
strage, pedea eiie It may be sent at will through a gas- 
holder which is used for testing, or as a reservoir in case of even- 
tualities, The gas-holder is 12 metres (394 feet) in diameter, and 


. -has a lift of 3 metres (10 feet). It holds 300 cubic metres (10,600 


cubic feet). Gas is drawn through it by а fan driven by an electro- 
motor. e gas engine is of the four-cycle type, with a single hori- 
zontal сунп 800 millimetres (S314 inches) in diameter, and а 
stroke 1 metre (39°37 inches). 
minute. The rod works 


and weighs 15 tons. 

to 8 kil p square centimetre (about 114 lbs. per square 

inch). lere produced electrically, and is adjustable; the 
outside, and the whole build of the engine is simple and 


compressor 
five atmospheres will be led by 
pumpe, which are now driven by 
simple cock will enable steam or 


pleasure. 

A number of objections have been offered to the use of gas engines 
driven by blast-furnace gas. The chief of these is the trouble that 
may arise from the dust carried by the gas. At Beraing the gas 
from the farnaces is no cleaner than in other places, but rather the 


contrary. 
As the "Api panie dust carried forward by the gas into the 
as engine, no of its amount are available. According to Mr. 
urmann, of the Gutehoffnungshutte, there remains about two 
grammes of dust in the washed gas after all possible means of pari- 
fication. At the Georg-Marienhutte. Osnabruck, an aversge of 2:91 
mes of dust was found in а cut‘~ metre of washed gas. Round 
scares of 2 grammes and a 200 horse-power engine using 4 cubic 
metres of т horse-power-hour would give 40 kilogrammes, or 
88 lbs. of dust daily. Happily, nearly all will pass out with the 
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exhaust, as is shown by the 8 horse-power engine, which ran for four 
months without necessitating a clean up of the cylinder. All the 
dust was thrown out in the form of & translucent white smoke. It 
would be difficult to find gas-fired boilers which had run four months 
without cleaning. Besides, it is no more requisite to use thoroughly 
clean gas in a gas engine than it is to use distilled water in a boiler. 

The second objection attributes a destructive action to the dust, 
due to the acid matters, especially sulphuric acid, that it contains. 
Analysis, indeed, shows sulphuric and phosphoric acids, besides 
chlorine; but the alkalies and lime also present probably neutralise 
their effect. It is not necessary to use an inordinate quantity of 
water for washing purposes, and no corrosive action has been observed 
in two years. The only part that requires cleaning after a few 
months is the ignition appliance; bat even that shows no sign of cor- 
rosion, and #6 can resdil y be replaced io a few hours. А comparison 
with the time taken for cleaning and re & boiler and its setting 
leaves no doubt on which side the advantage lies. 

A third objection to the use of blast-furnace gas depends on the 
irregularity of its composition. This objection is not so serious as it 
appears. In the first place, the gas engine readily accommodates 
itself to the variable condition of the gas, and experience has shown 
that when the gas ignites with difficulty under tbe boilers, it is not 
too bad to affect the regular operation of the engines. Even if the 
furnace is not running well, and the gas becomes non-inflammable, 
the same inconveniences occur with both boilers and engines. Coal 
has to be burnt on the boiler-grates, and it would have to be used in 
gas producers for the engines. - | 

In conclusion, а summary of the advantages accruing from the use 
of gas may be given. Gas is, above all other means, the most suit- 
able for transmission of power. In a factory where motive power is 
required at scattered points, there are many advantages in a central 
producer pn from which gas is led to gas engines at the requisite 
places. Blast-furnaces are gas producers ready to hand, and when 
there are two or three together, there is not much danger of very 
great variations in the quality of the gas. Gas can be supplied with 
ease under a low pressure, and without appreciable loss by leakage 
or condensation, to considerable distances. The mains and pipes are 
simple, light, and economical. Boilers, and the dangers accessory to 
their use, may be abolished. Gas shares with electricity the advan- 
tage of directly giving ligbt, heat, and power, and this alone is 
sufficient to ensure its use by manufacturers, and its general applica- 
tion in metallurgical works. 


THE INSTITUTION OF JUNIOR ENGI- 
NEERS. 


A NUMEROUSLY attended meeting of this Institution was held at the 
Westminster Palace Hotel on Friday, May 6th, when a paper on 
"“ Evaporative Condensers, and Independent Air Pumps for same,” 
was read by Mr. Harry Fraser, of Millwall, Member. The chairman, 
Mr. H. Bloomfield Vorley, presided. 

In introducing the subject, the author alluded to the increasing 
field which was opening up for the use of the evaporative form of 
condenser through the establishment of electric central stations for 
power and illumination pu These stations lly being 
placed in crowded districts, so as to be convenient for distributing the 
current, difficulties in obtaioing an adequate water supply usually 
arose where surface condensers were employed. The evaporative 
condenser, if properly designed, would do its work with a water 
supply equal to three-fourths of the weight of steam which it con- 
densed, and descriptions of such condensers producing vacuums up to 
dn таи Age tus, it рату $o bear in mind th 

ing the apparatus, it was necetja in e 
boiling points of water at various pressures [ees than that of the 
atmosphere, as, should the water trickling over the outeide of the 
tubes me too hot when nearing the bottom, the condensed water 
inside would be re-evaporated, and the vacuum destroyed. An 
arrangement of compound condenser, in which the coldest water was 


first brought in contact with the coldest part of the condenser and 


the hottest water against the hottest part, thereby obtaining the 
greatest possible exchange of реи between the inside and 
outeide surfaces, was described, and tabulated figures given showing 
ite advantages. | 

It was of great importance to have all the joints well made, and 
easily accessible; a very small air leak would seriously affect the 
working of the apparatus, and the average deposit on the outside of 
the tubes left by the evaporating water amounting to 25 ounces per 


square foot per annum, provision for cleaning was most essential. 


Specimens of the author's devices for cleaning the outeide of the 
tubes, and distributing the steam through the inside of the condenser 
were exhibited. No fixed condition as to design could be determined, 
as the available for the erection of the condensers varied 
through such wide limits. It had been found that horizontal tubes 
were more advantageous than vertical, but that the occupied 
by a condenser with horizontal tubes was larger than that necessary 
for the erection of a vertical tube condefiser. The distance between 
the condenser and steam engine was of no consequence, provided that 
due area was allowed in the exhaust pipe and in the air pump suction 


pipes. 

Most of the inventions in connection with evaporative condensers 
simply dealt with various arrangements for the distribution of the 
cooling water over the outer surface of the tubes, it being difficalt 
to direct water to flow with an even film over a hot tube. Illustrated 
descriptions of some of these arrangements were piven. 

It being necessary that the evaporative condenser should have a 
much larger surface to do a given amount of work than an ordinary 


surface condenser, the cost of construction per square foot of surface 
was an important consideration. As indicating the effect of improve- . 
menta in construction, it was stated that some of the latest designed 
apparatus cost about one-half per square foot of surface as compared 
with earlier ones, without the efficiency of the condenser being im- 
paired By experiment it had been found that artificial fan dranght 
mproved the efficiency of the apparatus by about 50 per cent., and a 

fan draught was recommended when the load varied to any con- 
oe extent, as then the fan need only be run during the heaviest 


‘With a properly designed condenser, the proportions of air pump 
used for a surface condensing apparatus would be found equally 
satisfactory with an evaporative plant. The idea that it was requi- 
site to have a much larger air pump for the latter probably arose from 
some of the earlier condensers having been put up with not sufficient 
surface to fully deal with the volume of exhaust steam entering them. 
If the condenser were not large enough, putting in a bigger air-pump 
would not prove & remedy. Models and designs of the various air- 
pumps constructed by the Worthington Company, Blake & Knowles 
Company, Browett & Lindley Company, and others, were exhibited, 
all of them being of the balanced system, which arrangement 
largely helped to overcome the natural inequality of the turning. 
moment of an independent air-pump. | 

With reference to the increasing popularity of air-pumps having 
one set of valves only, aud that set being above the piston, the author 
pointed out that while such an arrangement might work satisfactorily 
with marine type surface condensers, it was not certain that they 
would be equally favourable with evaporative condensers; but as his 
firm were now building two sets on this principle for a 1,500 H P. 
plant, he hoped later on to be able to give some more reliable infor- 
mation on this single-valve pump question. | 

A discussion followed the reading of the paper, in which Mr. A. H. 
Stanley, Mr. T. C. Morewood, Mr. A. E. Curry, Mr. J. H. Pearson, 
Mr. R. Marshall, Mr. 8. Boulding, and Mr. W. J. Tennant took part. 
The author having replied, and a vote of thanks having been accorded 
him, the proceedings then concluded. 


THE PARSONS TURBINE PATENT. 


Im our issue of April 22nd we gave briefly the decision of the 
Judicial Committee of the Privy Council to extend the Parsons 
turbine patent for a period of five years. 

On Saturday Lord MacwAGHTEN gave their Lordships’ reasons. 
He stated, says the Times, the invention which was the subject of 
the patent was one of conspicuous merit. It had solved a problem 
which for 100 years and more had exercised and baffled the ingenuity 
of inventors. Many persons had endeavoured to employ the velocity 
of steam for the purpose of causing rotary motion without the inter- 
vention ef any reciprocating apparatus. But no one before Mr. 
Parsons ever succeeded in producing a steam turbine of practical 
utility. Mr. Parsons bad his attention directed to the subject while 
he was a stadent at Cambridge, and he devoted much time and 
thought toit then. But it was only after prolonged research and 
many experiments that he was able to determine the conditions of 
success. Mr. Parsons stated in his specification that motors acoord - 
ing to his invention were applicable to a variety of purposes. 
Practically, however, up to the present time they bad been applied 
only to the two pu of electric lighting and marine propulsion. 
For the purpose of electric lighting the invention see to be 
eon adapted. In dispensing with fec apo action Mr. 

arsons got rid of vibration. It thus became possible to establish 
electrical stations in populous ро and to use the most powerful 
engines there without fear of g stopped by an injunction on the 
ground of nuisance. As marine propulsion, only one vessel 
so far had been equipped with Mr. Parsons's invention. The success. 
of that experiment had, however (as their Lordships were informed), 
induced the Admiralty to order two vessels of a similar type, one of 
which was teed to attain the speed of 35 knots. Lord Kelvin, 
when examined as a witness, expressed bis opinion that there was a | 
great future for steam turbines, and that, for some purposes, Mr. 
Parsons's invention was likely to supersede the reciprocating type of 
engines. Bo far the case was clear. The difficulty began when the 


‘question of remuneration came to be considered. It would not be 


easy under any circumstances to appraise the value of such an 
invention or to assess even approximately the amount of remu- 
neration which 16 deserved. e task was not rendered lighter 
by the circumstance that it was impossible to measure with 
anything like accuracy the profits made by the patentee 
as such.” If the invention had been less meritorious, 
their Lordships would have been dis to consider that 
circumstance 


The general accounts of receipts and expenditure in respect of the 


English patent, exclusive of its application to marine propulsion, 
brought a result showing that the total expenditure had exceeded the 


gross profits by £1,107 13s. 10d., after allowing interest on capital at 
7 per cent. per annum, but without charging anyth or the 
tentee's services. In regard to foreign patents corresponding to the 
nglish patent, the patentee’s accounts brought out а loss of £202 
4s. 114. The ian, German, Italian, and Swedish patents were 
allowed to lapse in the interval between July, 1890, and December, 
1893, when Mr. Parsons's patent rights were in the hands of his late 
ers, from whom taey were repurchased in December, 1893, in 
consideration of £1,500. In: September, 1895, Mr. Parsons sold to the. 
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Westinghouse Machine Company, of Pittsburg, the United States and 
Canadian patente, together with other valuable patent rights belong- 
ing to him, but reserved the right to use all the ts comprised in 
the sale forthe purpose of marine propulsion. The consideration was 
а lump sum of £5,0C0 and certaia royalties in respect of which £850 
had been received. The total amount received from the sale, after 
deducting expenses, was £5,263 18s. 8d., of which one-fifth was attri- 
buted in the accounts to the patent No. 6,736, 1884. Even if the 
whole proceeds of the sale were attributed to the original patent, it 
appeared to their Lordships that the gain on the foreign patente would 
not counterbalance the loss on the English patent if any reasonable 
allowance was to be made to the patentee for his services. The result 
во far, in a lary point cf view, was disappointing. Their Lordsbips 
were, however, satisfied that Mr. Parsons had done his beat to push his 
invention. Its slow progress in public favour was in accordance with 


all experience. New methods were not welcomed by workmen or 


manufacturers, or even by mechanical engineers. The greater the 
novelty, the greater the apathy and hostility to be overcome. The 
circumstances relating to the application of the patent to the pur- 
poses of marine propulsion, and the results in the shape of profits 
attributable to that application, required a more detailed statement. 
In 1893, Mr. Parscns made numerous experiments in order to test 
the applicability of steam turbines for marine propulsion. In January, 
1694, he granted to the Marine Steam Turbine Company, Limited, an 
exclusive license to use for marine propulsion only the patent in 
queetion, with a large number of others belongiog to him. In con- 
sideration of that license he received £9,000 in fully paid-up shares 
in the company, which had an issued capital of £24,000 out of a 
nominal capital of £25,000, во that Mr. Parsons became interested in 
three-eighths of tbe issued capital of the company. In order to 
demonstrate the effect of steam turbines as applied to marine pro- 
pulsion, the company built and equipped the Turbinia, at a cost of 
about £16,000. Mr. Parsons executed all the work for the company 
at net cost, and without making any charge for his own services. 
When the success of the Turbinia was established, a new company, 
called Parsons's Marine Steam Turbine Company, Limited, with a 
nominal capital of £500,000, divided into 5,000 shares of the nominal 
value of £1C0 each, was formed for the purpose of purchasing from 
the old company the license which they held from Mr. Parsons, 
together with the Turbinia, and all the tools and effects of the 
company. The purchase price was £30,000 in cash, and £80,000 in 
shares, together with certain royalties and certain rights to further 
shares in the event of further issues of capital. After repay- 
ment of the outlsy on the Turbinia, the sum received in cash 
by Mr. Parsons in respect of his shares in the old company 
did not seem to have been more than sufficient to pay him a 
fair remuneration for his services in connection with the Turbinia. 
The result appeared to be that the remuneration which Mr. Parsons 
had sod vod. for his invention consisted of so much of his interest in 
the new company and so much of bis remaining interest in the old 
company as might be properly attributable to the patent No. 6,735, 
1884. As Mr. Parsons's interest in the old company, he was 
entitled to certain royalties which no doubt might prove extremely 
valuable, but from which no profit had hitherto been derived. His 
shares in the new company, 300 in all, reduced in number by a few 
shares given by him to his employés, were admittedly of considerable 
value. Shares in the company were not on the market, and had never 
been sold. Their Lordships, however, thought they ought to be 
taken at their par value. Ihe question then arose how much of Mr. 
Parsons's interest in the old company and in the new company was 
properly attributable to the patent No. 6,735, 1884. That was a very 
cult question. But, having regard to all the circumstances, and 
having considered the evidence of the gentleman who the 
value of the patents comprised in the sale to the new company for 
the purpose of apportioning the price between them, their Lordships 
had come to the conclusion that the amount should be taken at not 
more than one-half and not less than cne- fourth. Having arrived at 
that conclusion, considering the position of the new company, bearing 
in mind that it could not commence operations at the earliest before 
August next, and that the value of the shares in the new company 
must depend to a large extent on the prolongation of the original 
t, and weighing all the other circumstances of the case, their 

ps were of opinion that Mr. Parsons had not been adequately 
remunerated, and they would consequently make their report to that 


effect. Tney had already intimated that the patent should be pro- . 


longed for five years. 


NEW PATENTS.—1898. 


Compiled expressly for this journal by W. P. Tompson а Oo, 
Jlecirion] Patent Agents, 899, High Holborn, London, F. O., te whom 
all inquiries should be addressed. 


10,022. Improvements in the manufacture of carbons and fila- 
ments for electric lamps." G. DauBENSPEOE. Dated May 2nd. 

10,034. A new or improved primary electrical battery.” A. 
FBAZER and G. A. Surru. Dated May 2nd. 

10,065. “ An electric double-pole fase plug and combination grid 
connection.” A. WaLTERS. Dated May 3rd. ( Complete.) 

10,089. "Improvements in electric telephony.” О. Apams- 
BaAxpALL. Dated May 3rd. 

10,094. "Improvements in the art of making plates for electric 
battery purposes.“ A. C. Crorran. Dated May 3rd. (Complete.) 


10,110. “Improvements in electric arc lamps" С. OLIVER. 
Dated May 3rd. 


(E. Balbach.) 


10,121. "Improvements in, and connected with, arc lamps.” J. F. 
WaEELIN. Dated May 3rd. 

10,225. Ап improved method of casting accumulator plates and 
apparatus therefor.” J. HxssEm and J. Keamaut. Dated May 4th. 
(Complete.) 

10,236. "Improvements in electric arc lamps“ W. J. L. Sanpr, 
D. С. Bars, and T. dna. Dated May 4th. 

10,245. "An improved automatic electric cut-in and cut-out.” 
A. E. R. Borrons. Dated May 5th. 

10,248. Improvements in electrical time checking and register- 
ing apparatus.” C. Mirxs. Dated May 5th. 

10,2269. “Improvements in alternating current induction motors.” 
TRI Bnair.sg Тномвох-Ноовтон Company, LrwrrED. (C. P. Stein- 
metz United States.) Dated May 5th. (Complete.) 

10,270. “Improvements in alternating current induction motors." 
Тнк BnarrisH THomson-Housron Company, Lrurrup. (O. P. Stein- 
metz, United States.) Dated May 5th. (Complete.) 

10,291. Rheostats for electric circuits.” C. твт. Dated May bth. 

10,308. “Improvements in appliances for automatically replacing 
fases in electric installations for lighting or transmission of power.” 
S HasBisoN. Dated May 5th. 

10,314. ‘Improvements in, or relating to, electric motors.” H. H. 
Lake. (В Arno ard A. OCaramagna, Italy.) Dated May 5th. 

10,333. ‘ Improvements relating to electric signalling and similar 
apparatus.” L.B.CaANDAaLL. Dated May 5th. (Complete.) 

10,346. Improved apparatus for automatically cutting off current 
of electric overhead or other like wires.“ R. Вовтоск and F. A. 
СнкктнАм. Dated May 6th. 

10,352. "An improved magnelio- motor engine.” E. J. Кигант. 
Dated May 6th. | 

10,428. “Improvements in electro-therapeutic exercising арра- 
ratus" A. Mant. Dated May 6th. 

10,437. “Improvements relating to cut-onts and switches for 
electric motors and other electrical рь G. A. Момив. 
(Н. H. Cutler, United States.) Dated May 6th. ( Complete.) 

10,440. “Ап improved detachable ceiling rose for use with arc 
lamps and other electrical apparatus." A.L.Davis. Dated May 7th. 

10,450. “Improvements in the construction of dynamo-electric 
machines and motors." M. W. W. MackIB. Dated May "th. 

10,457. "Improvements in galvanic batteries.” E. HABERMANN. 
Dated May 7th. 

10,475. “Improvement in electrical accumulators.” 
Dated May 7th. 

10,77. “Improvements in quick-break switches or cut-outs for 
electric lines" G. Jazaun, C. Janas, and H. Ввирив. Dated 
May 7th. (Complete.) | 

10,433. “Improvements in and relating to electrical switches.” 
Е. W. Аввотт and R. W. Вит. Dated May 7th. 

10,498. A new or improved maximum electric current self- 
recording instrament.” F. M. Sraunroꝝ. Dated May 7th. 

10,611. ‘Improvements in and apparatus for producing mechanical 
сасу from alternating electric currents." A. Нвуглир. Dated 
May 7th. 

10,523. “Improvements in apparatue for regulating electric arc 
lamps.” I. Н.Нвахав. Dated May 7th. (Complete.) 


W. PECE. 


ABSTRACTS OF PUBLISHED SPHOIFIOATIONS, 


these | be obtained. of Messre. W. P. 
к Ныл сыл: 


1807. 

19,035. “Improvements in electrolytic apparatus.” 
Dated August 17th, 1897. 
cathode case composed of a trough having its bottom divided 
in two portions, one of which is horizont The other portion 
sloping down and connecting the horizontal portion 

out its length. It is provided with a cathode plate and an anode 
suspended therein, arranged to cover the horizontal portion of 
the bottom only. The anode case is composed of an exterior frame 
which has a grated bottom, and an inner frame fitting into the 
exterior case, with a filter cloth bottom. Instead of one anode case 
there may be a series, arranged transversely side by side. 5 claims. 


20,041. “Improvements in metal for telegraph and other poles.” 
G. W. GrazrzB. Dated August 31st, 1897. This consists of a pole, 
to the end of which is secured segmental metal base sections, by 
means of bolts. The lower ends of these sections are made out 
wardly flaring, and are provided with a series of perforations 
which the earth is rammed after these sections have been placed in & 
cavity in the ground. On the outside of these sections are 
strengthening ribs which, besides serving to increase the 
also in а measure conceal and protect the heads and nuts of the 
fastening bolts. 2 claims. 1 


3,796. “Improved means for displacing, dispersing, or extin ° 
ing arcs formed in breaking electric circuits.“ S. H. SHORT. 
February lótb, 1898. Relatively stationary ting con 
are mounted on the controller of a cylinder and conducting coils 
comprising spiral convolutions, are arranged in the circuit to be 
broken adjacent to each pairof contacts. There is a shunt circuit for 
these coils and contacte controlling the shunt circuit, so that wben 
the controller is in running position the coils are cut out of 
working circuit and are replaced in circuit in advance of the 
of the circuit. 10 claims. 


Н. B. Јони. 
This consiste of a 
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suggested to the meeting, as proper subjects for discussion, 
the general question of the advisability of fixing standards, 
what standards should be fixed, and how far they should go. 
Mr. E. W. Rice, jun., then opened the discussion, and after 
referring to the great advantages which accrued from estab- 
lishing certain standard types and sizes of apparatus, said 
that, in his opinion, standardising in this direction was a 
matter which the Institute should not deal witb. There 
were, however, certain features of the subject under dis- 
cussion which, it seemed to him, could and should properly 
be considered by the Institute ; and he then suggested seven 
subjects, as follows :— 

1. Definition of Efficiency.—Mr. Rice stated that electrical 
efficiency was still sometimes confused with commercial 
efficiency, and that a more exact definition of the term 
“commercial efficiency” was wanted, as in the United States 
the mechanical losses, friction, and windage of the dynamo 
were debited to the prime mover in the case of direct-coupled 
machinery, and to the dynamo in the case of belt-driven 
machinery. 

2. Heating Limits, and Methods of Determining the Same.— 
Mr. Rice did not advocate the adoption of any definite 
number of degrees rise of temperature as a standard, but 
pointed out the necessity of better defining the methods to 
be employed for measuring this rise of temperature. 

3. Regulation.— As an illustration of the necessity of a 
more accurate definition of what was meant when it was 
stated that a machine should regulate within a certain per- 
centage, it was mentioned that many different definitions of 
the term regulation, as applied to alternating current 
machinery, were in actual use by different engineers; 
amongst them being the percentage drop in terminal pres- 
sure from no load to full load, with constant open circuit 
excitation ; the percentage rise of terminal pressure from full 
load to no load with constant full load excitation; and the 
percentage increase or decrease of excitation required to 
maintain a constant terminal pressure HOM no load to full 
load, or vice versa. 

4. Sparking.—Mr. Rice thought T must all admit that 
this was a difficult matter to standardise; but he suggested 
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that the meeting might consider whether they could not 
define the limita between which freedom from sperking should 
be demanded for commutating machinery. 

5. Insulotiun and Methods of Testing.— As it was fre- 
quently specified that the insulation of a generator or motor 
should withetand certain breakdown tests by being subjected 
to a pressure considerably higher than its working pressure ; 
Mr. Rice suggested that, although it was perhaps too early, 
in view of the rapid development of the industry, to deter- 
‚ mine definitely the limits and conditions of such teste; yet 
the subject might be discussed with profit, and perhaps some 
useful recommendations be made. 

6. Rating.—As an illustration, Mr. Rice mentioned that 
it was customary in the United States to rate alternating 
current machinery on the basis of volt-amperes output, 
whereas in other countries the rating was often based upon 
the volt-amperes output multiplied by an assumed cosine of 
the angle of lag, and he suggested that some standard 
method should be adopted. 

7. Frequency of Alternating Current Machinery.—Mr. 
Rice said that alternators were being built in the United 
States for frequencies of 25, 80, 35, 40, 50, 60, 66, 125 and 
138, and he euggested that three or four frequencies might 
be selected’ which would practically meet all requirements 
under the different conditions of generation, transmission 
and service, and that great advantages would acorue if it 
were possible to agree on euch a limited number of standard 
frequencies. | 

In concluding his remarks, Mr. Rice laid much stress оп 
the advisability of referring the question to a small com- 
mittee of members, which would be instructed to confer with 
manufacturers, consulting engineers, and prominent users of 
electrical apparatus, and to report its recommendations 
to the Institute. The discussion which followed, and 
adjourned without apy definite resolution being adopted, 
showed considerahle divergence of opinion both as to what 
should be standardised, and as to the best way of dealing 
with the questions suggested for consideration ; indeed, a 
great part of the time was spent in discussing the momentous 
question of whether manufacturers should or should not be 
admitted as members of the committee to which it was pro- 
posed to refer this question of standardising. The reason 
for objecting to manufacturers as members of the committee 
was apparently the fear that they would each have an axe of 
their own to grind, and that they would devote too much of 
their energies to this same grinding operation. It appears 
to us that consulting engineers, professors, and other non- 
manufacturing engineers will also have their special axes, 
and it does not seem fair to assume that one class is more 
likely than the other to try and use the committee for its 
own purposes, especially when it is borne in mind that the 
committee should be composed of the best men of each class. 
As the questions to be examined by the committee were the 
stricter definition of terms used in specifications and con- 
tracts, and the standardising of methods of testing, of rating 
of machines, and of frequencies of alternating current plant, 
all of them questions of great importance to the manufac- 
turer; we certainly agree with Dr. Kennelly when he said in 
the course of the discussion that, “having a committee to 
recommend how manufacturers should make apparatus, 
without having any manufacturers on that committee, was 
something like playing Hamlet with Hamlet left out.” 


Although there were several speakers who thought that 
something might be done in the way of standardising types 
of apparatus, the general consensus of opinion was decidedly 
that any attempt by the committee at standardising appa- 
ratus would be a wrong policy. With this we entirely agree, 


. ав we consider that, with very few exceptions, the buyer's 


engineer should confine himself to defining what the 
apparatus has to do and how its capabilities of fulfilling the 
specified conditions will be verified, and that the oonstruc- 
tion of the machine should be left to the manufacturer. If 
this were done more in England, manufacturers would in 
their own interests standardise to a greater extent than they 
do now, and the buyer would undoubtedly benefit thereby, as 
machines would be made at less cost and more quickly than 
at present. Of course there always will be certain cases 
where the conditions of working will demand that a machine 
be designed specially to fulfil these requirements; but one 
finds too frequently that specifications for machines for 
ordinary lighting work are issned which demand that 
various details of the apparatus shall be constracted in a 
way which does not allow of the use of standard patterns. 
That this is 80 is to a great extent the fault of the manu- 
facturers themselves, because they are so keen on getting the 
order that they do not make a sufficient difference in price 
between their standard apparatus and the one which 
embodies the alterations asked for; and we think that in 
this respect we might take a lesson from American manu- 
facturers, who stick much more closely to their stock sizes, 
make these in large numbera, and, therefore, at reduced 
cost, and charge very considerable extras for any departure 
from their standard design. 

With regard to the subjects enumerated by Mr. Rice, we 
think there is need also in this country for a better defini- 
tion of terms and of methods of verifying whether electrical 
machinery fulfils the conditions laid down in the specifica- 
tions. In the matter of efficiency, for example, although 
most specifications fix a commercial efficiency which has to 
be guaranteed, or require that the contractor shall fix it in 
his tender, very few state how it is to be measured; and 
anyone who has had practical experience of efficiency testing 
of belt-driven machines, knows that very varying results 
may be obtained by employing different methods of testing, 
such as the Swinburne method of measuring the stray power, 
and adding thereto the calculated c? & losses; or the Hop- 
kinson method of ooupling two similar machines mechani- 
cally and electrically, and measuring the extra energy 
supplied to enable one machine to aot as & motor and drive 
the other as a dynamo; or, again, the older way of trying 
to arrive at the efficiency of the dynamo by indicating the 
engine. Again, with regard to rise of temperature of the 
armature and magnet ooils, we have the thermometer method, 
and the method of determining the rise of temperature by 
the increase of the conductor resistance, and these two 
methods give very different results. Each method has its 
advantages, and it do:s not matter much which is used, 80 
long as the temperature limit is fixed in accordance with the 
method to be employed, and this method is clearly defined 
as is done, for example, in the Admiralty specification for 
dynamos. We know, however, of cases where the method 
of testing has not been specified, and the manufacturer bas 
considered that his machine has fulfilled the oonditions, 
whilst the receiving engineer has held that it was not to 
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specification, because one wanted to test with a thermometer 
and the other by conductor resistance. | 

The rating of the output of а direct-current dynamo, and 
the limits within which it should regulate, are also points 
deserving of attention, as we believe there are great varia- 
tions in these-respects between machines listed at the same 
output by different makers; and the buyer who wants a 
200-light dynamo and gets quotations for ita supply, often 
has nothing to tell him, whether the machine he buys will 
do its full load with a rise of temperature of, say, 60° F., 
and an increase of speed of 5 per cent. after a six hours’ 
run, or with a rise of 80° or 90° F., and an increase of speed 
of perhaps 10 to 15 pr oent. | | 

Another point where greater uniformity would be ап 
advantage is in the specification of insulation. In some cases 
it is specified- that the insulation shall stand a breakdown 
test with a pressure which may be several times the working 
pressure, and in others a minimum resistance is fixed. In 
neither case does there appear to be any uniformity in the 
requirements—that is to say, that different engineers specify 
different ratios of testing pressure to working pressure; and 
whereas one specification will require an insulation resistance 
of half a megohm or less, arother will ask for 5 megohms 
for machines working at the same voltage. If half a 
megohm is sufficient (and it may well happen that a machine 
having an insulation resistance less than that will stand a 
high pressure test better, and will be a more durable machine 
than one giving an insulation resistance of 5 megohms), it 
surely is unnecessarily increasing the price of the machine to 
insist that a manufacturer shall change his standard methods 
of insulation, so as to be able to get five megohms after care- 
fully drying and cleaning all surfaces over which leakage may 
take place, and so putting the machine into a condition 
altogether different from that in which it ordinarily 
. works. | 

The last point mentioned by Mr. Rice is the frequency of 
alternating current plant, and although we do nct think that 
the frequencies need in this country vary so widely ав 
appears to be the case in the United States, yet, as the 
differences which do exist are often found to be very 
inconvenient by makers of apparatus to be used on alter- 
nating current circuits, we think, as we have often said, 
that the fixing of certain standard frequencies would be 
advantigeour, as it would enable such apparatus to be 
supplied more quickly and at lower costs. | 
. There are, no doubt, other questions which will occur to 
our readers, such, for instance, as whether there is any 
serious advantage gained by the use of lamp voltages, 
which differ very little from one another, as, for example, 
100, 110, and 115 volte, or the corresponding 200, 220 and 
280 volts; but we do not propose to go further into the 


matter, as our object is not to discuss these various questions 


in detail, but rather to draw attention to what is taking 
place in America, and to invite our readers to consider 
whether it would not be to the advantage of the electrical 
industry if some similar steps were taken in England in the 
direct ion of fixing certain standard definitions and methods 
of testing; and even in some special cases of standardising 
apparatus, not by interfering in any way with the details of 
construction, but by agreeing to a more uniform specifica- 
tion with regard to voltage, frequency, and other kindred 
matters, 


ELENKONSKY, in an article on Tele- 
, graphy by Means of Electric Oscillations,” 
which appears in the last issue of our 
Russian contemporary, Elektrotechnik, describes the progress 
realised since Hertz by Righi, Sarasin, De la Rive, Boltz- 
mann, and Zender. He points out the influence of metallic 
powders on the electric waves, and tells us how, in 1890, 
Branly discovered his radio-conductor, and Lodge, after him, 
constructed his coherer, which is a kind of microphone. 
Branly demonstrated in 1890 that his radio-conductor can 
be used for revealing the electric waves, produced at a 
distance. Narkievitch Iodko had succeeded before Popoff 
in transmitting signals by means of a modified Lodge 
apparatus, at a distance of more than 2 kilometres. 
According to his articles in different papere, and to his letter 
to Ducretet, Popoff stated in the Proceedings of the Russian 
Society of Physics and Chemistry (December, 1895) that his 
apparatus can be utilised for transmitting signals by means 
of rapid electric oscillations when a sufficiently strong 
discharger of these oscillations is available. When Marconi 
made public his discovery, Popoff, in the journal Kotlin, 
declared that he had already gucceeded in transmitting signals 
on land at a distance of one nautical mile and on sea at three 
miles. Therefore, the conclusion is:—lat, that Marconi 
utilised for his apparatus the principles discovered by other 
experimenters ; 2nd, that before Marconi, many experimenters 
had demonstrated the possible adaptation of the electric 
vibrations to the transmission of signals. No one will 
assert that Branly, Lodge, and Popcff would not have been 
able to find the practical solution of the problem if they had 
tiken the subject in hand, and if they had beliered in the 
practical future of telegraphy by means of electric vibra- 
tions. Marconi's merit is that he believed in the future of 
wireless telegraphy, and that in view of this practical object, 
he developed and simplified apparatus which, until then 
had only been employed for theoretical work. | 


Telegraphy by 
Electric Oscillation 


oe Test of a Central Station.—Before the 
American Institute of Electrical Engineers, Prof. Golds- 
borough, of Pardue University, read a paper on the economy 
test of the West Pratt Street station of the Edison Filectric 
Illuminating Company, of Baltimore, Ind. The paper is 
abstracted in the Electrical World. “ While the station is 
not by any means a model up-to-date one, it is perhaps 
representative of the average lighting station of gradual 
growth and moderate size. The engine equipment, for 
example, consists of one 600-H.P. horizontal cross-compound 
Ball & Wood engine, one high speed Russell simple engine 
of 170 horse-power, one of 125 horse-power, one 300-H.P. 
tandem-compound Ideal engine, one 300-H. P. cross-compound 
Ball & Wood engine, two 145-H.P. Buckeye engines, and 
one 800-H.P. Ide engine. The generators are series arc and 
1,000-volt alternating machines of as wide a range of makes 
and sizes, all being belted machines. The tests were most 
complete, and some of their results are of interest, in that 
they show the low economy to be expected of such a hetero- 
geneous cquipment. The boiler tests showed that the equi- 
valent water evaporated per pound of combustible from and 
at 212? Fabr., varied from 6:88 lbs. to 12 lbs., averaging 
between 8 and 9 lbs. The all-day efficiency of the plant or 
ratio of the electrical horse-power at the switchboard to the 
indicated horse-power at the engines was found to be about 
68 per cent. which is commented upon as ‘excellent, in 
showing that the station is operated far more efficiently than 
could be expected, when the numerous drawbacks which 
have to be contended with are remembered.“ The electrical 
output per pound of coal is given for one test as 150°5 watt- 
hours, and for another test as 157:3. This figure is compared 
with the data given in the report of the committee of the 
National Electric Light Association in 1896, in which the 
average efficiency of 81 stations, using coal as fuel, was given 
as 108 watt-hours per pound of coal.” 
D 
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THE INSTITUTION OF ELECTRICAL 
ö ENGINEERS. 


Ат the meeting of the Institution of Electrical Engineers 
held on the 12th inst. at the Society of Arts, Prof. Ewing 
gave a summary of his paper оп “ A Magnetic Balance for 
Workshop Testa of Permeability,” and exhibited the appe- 
ratus in use. After the discussion on this paper closed, Mr. 
A. Н. Gibbinge, borough electrical engineer of Bradford, 
described the supply meter, based on the decomposition of 
an aqueous acidified electrolyte, which formed the eubject of 
his paper on “ The Registration of Small Currents Used for 
Electric Lighting or other Par ы 
Prof. Ayrton opened the discussion on Prof. Ewing's 
per, and congratalated the writer on the many ingenioas 
instrument; he had devised for electrica! measurements. The 
speaker was surprised to find that the magnetic balance had 
во open a scale for во small a range with the same magne- 
tising force. In the paper it was stated that the range of 
the balance extends (for H = 20) from 12,000 up to some- 
thing over 16,000. He would have thought the instrament 
would have been lers sensitive, and therefore less valuable, 
and would like to know the actual force of detachment em- 
ployed for a given position, aleo how the actual force (H) is 
divided up. Lastly, it would be interesting to be informed 
how far there is risk of error being introduced from the 
presence of dirt, &c., at the point of contact between the 
imen and the magnet pole; as there are curved surfaces 
the reluctance may be small. The interesting question is 
the kind of error—how far a slight trace of oil or dirt would 
interfere with the accuracy of the instrument, which seemed 
to be, from the experiments shown, very great. 
Prof. Perry remarked that he understood Piof. Ewing 
was satisfied, and that we were told an accuracy of 1 per 
cent. could be obtained. The speaker should hardly have 
expected such accuracy. Throughout the discussion the 
feeling was prevalent that what Prof. Ewing considered could 
be obtained from the balance would b: got; the invention of 
such an able and illustrious worker in magnetics being 
certain to prove accurate and highly useful. This was the 
tone in which Prof. 8. P. Thompson spoke when joining in 
the congratulations to the author: “If Prof. Ewing is 
satisfied, no one else ought to be dissatisfied.” Long ago 
Prof. Thompson had devised the permeameter, and he felt 
gratified that Prof. Ewing was now converted to traction 
methode, the instrament before the meeting being a much 
better and more refi ned apparatus than others working on 
similar principles. He would return another compliment 
paid him when placing bis instrument before the public— 
namely, criticise the balance. The criticism originally was 
that he ought to have cut the bar in the permeameter in the 
middle; he had placed the contact right outside. To make 
the contact on the top of a projecting pole-piece, however, 
certainly surpassed Prof. Thompson! Again, in the permea- 
meter a faced joint was required, but the reluctance of the 
lead joint was so small it mude no perceptible difference, and 
Prof. Ewing had again gone one better. Whether by such 
а very small contact—thut between the side of a turned bar 
d inch in diameter and a pole having a slightly convex sur- 
ace, the side of the rod touching the pole at one point only 
—there would not be some error due to gathering of the 
magnetic flax was a question. ES 
Prof. Ewing has taken the value of the force H as 20. 
Prof. Thompson supposed it was good t» have a fixed value; 
the instrument does not pretend to give points along the 
magnetic curve, but one frequently wants values in other 
fields than one, and in large multipolar machines B is often 
lower than 13,000 and the fields are lower than 20, while in 
the teeth of core discs B runs up to 20,000, far beyond the 
limits of this instrument at the upper end. The last and 
only other point Prof. Thompson made was that he wished 
he could induce Prof. Ewing to ute Clarendon type. This 
brought Prof. Perry to his feet with an emphatic protest 
against the u-e of Clarendon type, and the expression of a 
pious hope that, Prof. Ewing would do nothing of the sort. 
Mr. Mordey was glad to see how Prof. Ewing was addin 
practical instructions to valuable theoretical work, an 
desired to direct attention to iron testing in bulk. He 
thought the instrument shown that evening was one of the 
simplest and best, but what one wants is to take a big cast- 


ing and make a test of its magnetic quality before it goes 
in the tools; cutting a piece ont of it may affect the 
character of the sample; he asked Prof. Ewing to increase 
our indebtedness to him by enabling us to teat iron in balk. 
Cast-iron varies enormously in its magnetic qualities. 
Identical machines may vary 70 percent. in exciting cur- 
rent, and such differences are very serious indeed when а 
strict specification has to be complied with. He wanted to 
know whether it was neces:ary to be particular as to the 
time the current was on, or the time taken to detect the 
best piece in the balance. 

He would вау we should get out an instrament that would 
enable one to order iron and steel of certain definite mag- 
netic qualities and pay for what is got, and not for what 
makers like to give one. When he started making trans- 
formers Swedish iron was very goo?, bot afterwards iron all 
over the world got very much worse with some very uncom- 
fortable results; orders were acce which stipulated for a 
certain low, but iron got poorer in quality, the losses went 
up, and makers were penalised heavily through no fault of 
their own. He had advised that material should be ordered 
of a certain magnetic quality, but makers did not like the 
specification at first; in six months, however, the result was 
that the quality crept up, and came within 5 per cent. of the 
specification, owing to a penalty and bonus clause giving in 
shillings per cwt. an allowance for the losses (in watts per 
pound) due to magnetic qu dities. He thought if one conld 
specify iron for magnets in any way like that a very great 
service would be rendered. 

Mr. Swinburne pointed out that the mistake with some 
forms of traction instraments for magnetic testing was that 
the pull would be too high if any unevenness existed at 
the cont ut. Obviously, the contact is more highly saturated 
than anywhere else, and there is thus the chance of a pretty 
big error. Prof. Ayrton ir terpolated the remark that this 
was the whole interest of the apparatus before the meeting, 
within its range this crowding together compensated for the 
variation in the distribution of the magnetising force in the 
circuit. That is not what one would have expected à priori. 
Mr. Evershed thought that the natural criticism of the balance 
had been very well put by Mr. eni 

In his reply Prof. Ewing said that Prof. Ayrton had com- 
mented upon the comparatively large range of scale, the large 
preponderance of force was due to the beam of the balance 
itself, and the wight served to make small differences. The 
magneto-motive force is no doubt mainly used to overcome 
the reluctance of the specimen at the point of contact, and 
there is great crowding, therefore the instrament might not 
serve very well to make tests with low values of magneto- 
motive force. As things are, one has a force which is high in 
the specimen itself. What one has is a force of 20 on mo: t of 
the speoimen and a force very much higher than 20 at the 
contact; but if the bar has good . for one of 
these points it will be relatively good at others. Prof. Ewing 
deprecst:d the determination of B in absolute methods 
except by ballistic determination. All he did was to use a 
traction method to compare two bars, one of which had been 
carefully tested ballistically. It was true that points on 
the B Н curve were not obtained; if such were wanted, his 
permeability bridge was distinctly the instrument to be 
employed. There was no difficulty in wiping the contact 
clean. He closed with some remarks on the increase in 
magnetic losses of sheet iron due to continued use in a 
variable magnetic field. 

Mr. Gibbings then gave a description of the electrolytic 
meter devised by Mr. Bastian, which was the subject of an 
article in the ELECTRICAL REvIEW of the 13th inst. 
Mr. Evershed was at a loss to know how far he could praise 
this meter, being interested in a meter of his own. He had 
expressed a desire to see a meter that could be made for 405. 
or 50a. (see remarks by Mr. Evershed, Municipal Electrical 
Association Proceedings, 1897, p. 64, and reprint in Mr. 
Gibbipgs's paper) The principal question was how long 
this meter was going to last. One and all electrolytic meters 
had failed from causes difficult to trace, generally, however, 
the end was a general disintegration of the electrodes. 
Another criticism was ав regards evaporation of the water. 
Although oil had been used on the surface of acid in accumu- 
lators, he had found that this did not get rid of spray. The 
large drop in volts was not so serious as one would expect, 
being only 4 per cent. from no load to full load. The 
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sey all the energy is spent in heating conductors. He 
had found that in well known types only 43th of the total 
power went to drive the gear, the rest was wasted in heating, 
so that in the motor-meter one has an absurdly inefficient 
means of integration. Then materials necessarily cost a Jot, 
a thermometer could Ъз sold for 1s. 6d., but as one must 
have a considerable amount of copper to get losses down to 
а reasonable amount a meter must be costly. Gas meters 
were relatively efficient and fairly accurate, whereas the 
Hookham meter absorbs 5 and the Thomson 12 watts. 
Some interesting but rather irrelevant figures as to gas 
касын were then given, which it is unnecessary to re- 
produce. 

Mr. Swinburne had been accused of having tried to make 
every kind of meter, but none would work; he had got a 
meter that worked, however, although someone else had 
patented it before him. -One’s first inclination in discussing 
a matter of this kind is to say, “Oh! that was done years 
ago.” He replied: * Don't believe it." Every crude idea 
is not an invention; any fool can make an invention; it 
ала а clever man to work out the details, and а genius to 

it! - ; 

Mr. Arthur Wright thanked Mr. Gibbings for bringing 
before them a meter which will help to sell their product. 
The efficiency of a meter never seems to occur to his friends 
in central stations; the question is, will it register? and 
does it cost very much to keep in order? Не had heard that 
the question of the volt-drop was immaterial; it seemed to 
him that the objection was that 1 per cent. of the station 
output was wasted in making gas. 

Mr. Hirst had had a good deal of e 
station engineers, and found they looked at the cost of main- 
tenance closely. He thought the use of oil on the top of 
the water would mean cleaning frequently, and that the re- 
filling meant the loss of previous readings. Every meter 
maker felt the want of a small meter for small consumers. 
The Board of Trade had insisted upon unn accuracy 
in electricity, as compared with gas meters. Then as to the 
lost or wasted power; this had been mentioned as 10 to 12 
or 15 watts. He knew of a meter—whose name need not 
be рта еш only required 1 watt. The audience fully 

ised the force of Mr. Hirst’s argument, and whence it 
was directed. 
deserved a trial. 

Mr. Gibbings, in his reply, stated that six months’ experi- 
ence of the meter had been obtained. He attributed the 
avoidance of error to the small surface exposed to evapora- 
tion, and considered the great merit of the ap ua to be 
the certainty of registration with small C.P. lamps on “high 
voltage ” circuits. 


rience with central 


Mr. J. W. Swan thought the meter well 


UNIVERSAL SHUNT. 


By J. RYMER-JONES, 


In the ELEOTRICAL Review of April 10th, 1896, p. 467, is 
a description and illustration of a convenient adjustable “ uni- 
versal shunt, with a X power of any value from 1 to 10,000; 
ani which when not aA ate for a shunt can be employed 
for all tests, based on the “ Fall of potential” principle, for 
which the Kelvin-Varley slides are applicable. | 

Although this form of shunt leaves nothing to be desired 
in point of convenience, and has been employed during the 
last two years for testing cable in the factory with very satis- 
factory results, yet owing to the cost being an important 
consideration, the writer has lately turned his attention again 
to the subject, with a view to including the slide proper and 
the so-called vernier slide in one box, and at the same time 
considerably reducing the price of construction. The 
present object, however, in again referring to the above sub- 
ject, is not so much to draw attention to simplification 
effected, as to point out aud correct an error when speaking 
x the K-V slides as not being applicable for a universal 
shunt. 

Although shunting two of the main coils rs of the K-V 
slides with 100 vernier coils z + y—the sum of which latter 
gives an equal resistance—produces a fall of potential in 
these two parallel circuits equal to that in one of the main 
coils, so that a sliding contact on the vernier branch (divided 


into 100 parts) gives the potential at each of the sub- 
divisions (fige. 1 and 2), yet it appeared at first sight equally 
evident that, while suitable for potentizls, the conditions 
would be entirely changed if employed as a univereal shunt; 
i. s., for а continuous current flowing through the system; 
and that not only would the resistance permanently shunting 


Fra. 1. 


the galvanometer vary somewhat—when, for instance, the 
the vernier contact s is at d to when it is at d“ or some other 
intermediate point—but that the X power of the shunt 
would not be strictly proportional to the scale reading. 

To ascertain what the difference actually was, the writer 
calculated the current c passing through the galvanometer for 
various positions of the vernier contact when shunting dif- 
ferent parts of the main resistance by the following formula 
obtained from the laws of dynamic electric circuits :— 


c= 0 + 623 с, or 
(zy rg) (rg) + т, E TY TY) + (ety) — 
Lohr + 2 (п) a 
(2.+73+9) (zy) + тз (rir tg xy) 
where r, + ra +r, = 1,100" = total resistance of the slides 


proper; ra = two coils of 100" each = 200" ; 2 + y = 100 
vernier coils of 2" each; g = 1, 200“; c = current from 
battery; c = current through galvanometer. 

It was no little surprise to fird that the calculated X powers 
are in every case identical to the valaes obtained with the 
ordinary simple univeral shunt as shown by the following 
examples :— 

(1) Slide reading = 
2 = 200, and y = 0. 


10,000, £4, т = 9,900, ғ; = 0, 


X power 
ratio. 
y +7% = 200 200 7; = 1,980,000 
т +79 = 10,160 10,1002 = 2,020,000 
x+y = 2CO 4,000,0C0 
Ti 724-9 = 11,100 11,100 (z--y) = 2,220,000 
ritratgtxet+ty = 11,800 11,300 ғ; = 2,260,000 
| 4,480,000 
4000000 — 1 : 
¢ = 4480000 7 112 ° | | 
(2) Slide reading = 100, i. s., r, = 0, 7, = 
9,900, z = 200, and y = 0. 
y ＋72 = 200 200  — 0 
71 112 = 200 200 z = 40,C00 
Ii TTS ＋ g = 11,160 11,100 (x+y) = 2,220,000 
ntrtgtaty = 11,300 113C07, = 2,2€0,000 
| 4,480,000 
40,000 1 
l= 4,480,000 112 0 100. 
(3) Slide reading = 1, i. s., r, = 0, >, = 9,900, 
z = 2, and у = 198. 
y +1» = 898 3987, = 0 
т ＋ 73 = 200 200 x = 400 
t +y = 200 
ntrstg = 11,100 11,10) ( ) = 2,220,000 | 
Ti-FTs-Fg-Fx-Fy = 11,900 11,3007, == 2,260,000 
FR 4,480,000 
400 
= 4480000 ^ 11,200 © 10,000 


Investigating the subject more closely, the following con- 
sideration clearly proves that the two arrangements of shunt 
are equally correct. 

Referring to the examples worked out with the above 
formula for a K-V form of shunt, it will be seen that the 
efficiency of a meter was low; consider a motor-meter, 
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denominator is a constant value for all positions of the slide 
contact ; so that the current through the galvanometer is 
always proportional to 7, (£ + y + Ta) + £ ra; in which 
Z + у = fa Viz., a constant value of 200, or 2 7, 7, + 2 7, 


$.6., 2 72 (r + E ) or 400 (^ + =). 


For the ordinary simple universal shunt (fig. 3) where each 
coil has a resistance equal to two of the K-V coils (r) when 


Fia. 3. 


shunted with an equivalent resistance in the vernier coils 
(2 + y)—that is only half their combined resistance without 
this parallel circuit—the two portions on either side of the 


contact s may be represented by respectively 2 and 25 
In this arrangement r, + 5 + 5 + ту = 10,000"; and 
zt 2 = 100 vernier coils of 1“ each. 


For such a simple shunted galvanometer circuit, the 
fractional value c of the current passing through the galvano- 
meter for any position of the slide contact is proportional to 
the shunt resistance, viz. :— 

2 
с * 


ntntgtst+s 
[in which the denominator has a constant value]. 
Hence the current c through the galvanometer is also pro- 


portional to 7, + э a8 when the K-V slides are employed, 


As the resistance of the ordinary K-V slides (100,000") 
is, however, undesirably high for a universal shunt, it is 
preferable to reduce the resistance of all coils to j';th of 
their usual value; viz.,to a total of 10,000", as for the 
examples worked out above. | : 

Fig. 4 shows a modified form of K-V slides in which 101 
coils of 100° each are arranged around the circumference 
of the central vernier slide having 100 coils of 2" each. 
The former are fixed and the latter can be moved bodil 
round on the circular ebonite slab to which they are attached, 


Main Circuit. 


во that two radial spring arms, а and 5, connected 
respectively to the 0 and 100 terminals of the vernier coils, 
press in their circular movement against platinum contact 
wires affixed to the top surface of the 101 segmental pieces 
to which the main resistance bobbins, as shown at w, are 
connected, and shunt /wo of them with an equal resistance 


(200") in the same manner as the K-V slides provide for, 


The vernier slab is moved round by a central handle, A (the 
vernier contact meanwhile remaining on its zero stud) until 
the two radial spring contacts, а and b, reach a position 
which gives an approximately suitable shunt value, which 
can be more exactly adjusted, if necessary, by the vernier 
slide contact. This is moved round by the same handle, 
because the detent which before clamped it to the spindle 
rising from the centre of the ebonite slab is now withdrawn, 
во as to allow the vernier contact spring to be moved round 
freely without altering the position of a and 5. Thus if 
8,526 be the full shunt reading, 85 will be read off the brass 
segments outside and 26 on the vernier scale. The amount 
of friction with which the vernier slab moves round can be 
regulated by screws from outside the case. 


DEAD-BEAT SENSITIVE INDICATING 
GALVANOMETER. 


THE want of a dead-beat sensitive indicating galvanometer 
has for some time been felt. There are so many purposes to 
which it could be put both in experimental and practical 
work, that the introduction of a cheap reliable instrument 
of this nature has become a necessity, therefore Messrs, 
Crompton, who have for some years past manufactured for 
use in their laboratory at Kensington Court, and to order, 
an instrument of the D’Arsonval or moving coil type, have 


now decided to place it upon the market at a reasonable 
price. The instrument is as illustrated herewith, and can be 
supplied to any reasonable degree of sensibility, that usual 
with an instrument of 200 to 300 ohms resistance being a 
deflection of 1:75 millimetres with roth of a volt applied 
to its terminals. 

The same type of instrument can be supplied divided off 
as a milli-voltmeter or ammeter, so that by means of suitable 
shunts the instrument becomes direct Well in the matter 
of amperes or volts, or it can be calibrated direct as a low 
reading volt or amperemeter, its absolute dead-beatness 
enabling very fast work to be done, It is in this Jatter 
respect admirably suited as a “cell volt tester,” in which 
case the zero is placed in the centre of the scale ко that 
readings may be taken either side, £o obviating the necessity 


‚ Of a reversing key. 


ELECTRIC RAILWAY MOTORS. 


IT seems that the subject of Prof. Carus-Wilson’s paper, 5 
“The Design of Electric Railway Motors for Rap! 
Acceleration,” has not been treated very rigorously from the 
experienced electrical tramway engineer's point of view. | 
п the first place the torque сап be more convenient? 
expressed by the magnetic flux per pole, times the number o 
current turns opposite pole; this multiplied by the number 
of poles gives the total torque of the armature. —— , h 
A the designing of motors for rapid accelerasion it 288 
been found necessary to get out а set of di в showing 
exactly the total effort required to produce a good 800/18" 
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tion, and have then designed a motor with proper torque to 
give this acceleration. 

It does not appear that the question of the fly-wheel 
effect on the armature and driving wheels hus been con- 
sidered in determining the total starting effort. For rapid 
acceleration it is of the utmost importance that the moment 
of inertia of the armature and driving wheels be limited to 
the smallest possible amount. For this reason best traction 
practice has been directed towards diminishing the diameter 
of the armature. The first single reducticn motors were 
built with an armature of 18 inches diameter, whereas at the 
present time motors of the same capacity have an armature 
of 10 inches in diameter, so that the effort to start the 
armature itself and the rotation has been tremendously 
diminished. 

Another point we should have liked to see discussed in the 
paper is the difference between saturated and non-saturated 
motors for rapid acceleration. The saturated motor acts 
very much like a shunt motor, consequently the torque varies 
approximately with the current; whereas, with a non- 


"saturated motor the torque varies approximately with the 


square of the current. Obviously then, for very rapid 
acceleration the degree of magnetisation has to be care- 
fully considered. 

Most traction motors built to this time have been very 
highly saturated, but this was brought about primarily from 
consideration of weight. When, however, such high accelera- 
tions as 2 or 3 feet per second have to be considered, it is 
found tbat the non-saturated motor, on account of its 
greater efficiency, gives greater acceleretion for the same 
weight. 

The paper will probably be of some interest to many 
members of the Institution, bat those particularly interested 
in electric traction will, no doubt, expect a more rigorous 
treatment of the subjeot. | 


ALUMINIUM AND OTHER  ELECTRO- 
CHEMICAL INDUSTRIES AT FOYERS. 


A SPECIAL meeting was convened a few weeks ago by the 
London priis of the Society of Chemical Industry for ri 
purpose of receiving a paper by R. W. Wallace, Е, Q.C. 
on the work that has been done by the British Aluminium 


Company at Foyers. Much of the information given in this 


is old news to most of our readers,* but it is all well 
and carefully put, Mr. Wallace by no means erring on the 
side of exaggeration ; and a study of the paper cannot fail to 
be instructive as well as suggestive. 

From our special point of view, perhaps the most impor- 
tant result of the operations at Foyers is that contained in 
Mr. Wallace's statement that the British Aluminium Com- 
pany is able to produce electrical energy, including all costs 
and interest on capital, at less than one-third the cost that the 
same could be produced by coal and steam. To demonstrate 
this is an achievement of great significance, for not only will it 
enable many manufactures to be carried on under remunera- 
tive conditions, but it will attract capitalists to the exploitin 
of natural sources of power now running to waste, an 
resalt without doubt in their utilisation. The successes 
which have been achieved at Foyers will give a great impetus 
to electrical engineering generally. 

Remembering that his audience was chiefly composed of 
chemists, Mr. Wallace touched rather lightly upon the 
engineering aspects of the industry at Foyers, and mainly 
concerned himself with an account of the electro-chemical 
industries which are carried on there. He discussed the 
history of aluminium at some length, comparing the various 
methods which have been from time to time proposed and 


worked. The process used at Foyers was carefully explained. . 


Our readers are familiar with this, so we need not follow his 
description of it; we may note, however, his statement that 
= practical yield is 1 1b. of aluminium metal per 12 E.H.P. 
ours. 
The aluminium industry is one of the most remarkable of 
modern times as regards rapid development. Just 12 years 
ago the total output of the whole world was about 5 tons. 
Even as late as 1890 only 40 tons were prodaced, and the 


* Bee ELECTBICAL Китү for May 14th, 1897. 


price was £1,083 per ton. Last year 2,500 tons were pro- 
duced, and the price was £148 per ton. 

Mr. Wallace claims that the aluminium produced at 
Foyers is practically pure, though a large quantity is pro- 
duced of a somewhat lower grade, namely, containing 98:5 
99:0 per cent. of aluminium. The various chemical and 
physical properties of the metal were of course described, 
and amongst these we may notice that Lord Kelviu's latest 
results for the electrical resistance of aluminium (99 69 per 
cent. pure) show 6:997 + 1075 Board of Trade ohms per 
gramme-length (i.e., for a length of wire weighing 1 gramme) 
at 0° C.; or 2 58 microhms per cubic centimetre. Taking 
Dewar's value for pure copper (1:568 + 10? Board of Trade 
ohms at 0? C.), the relative resistance of the aluminium 
becomes 165˙3 per cent.; that is to say, its conductivity, 
volume for volume, is 60:5 per cent., and, weight for weight, 
double that of copper. | 

Mr. Wallace entered very carefully into the subject of the 
materials used in the industry, and defended the company 
against the charge of their having been unwise in their 
selection, not only of materials, but of the sites of some of 
their various works. He divided the various uses of alumi- 
nium into three general classes, pointing out that it may be 
employed alone, as an ingredient in alloys, and ав a metal- 
lurgical re-agent in the purification of other metals. | 

At Foyers carbide of calcium is now made, and there is 
plenty of spare horse-power which may be utilised in the 
production of cyanides, chlorate of potash, sodium, caustic 
soda, carborundum, &c., not to mention phosphorus, the 
manufacture of which has left this country to go to Niagara. 
These and other processes require for their chemical success 
the use of cheap electrical energy. The cost of the power to 
produce this energy is the all important factor, and the experi- 
ence of the British Aluminium Company gained from the 
development of the water-power in Foyers, proves that this 
power costs but a fraction of that produced from coal or any 
other known source. This statement did not pass without chal- 
lenge in the discussion which followed, when one speaker pointed 
out that it had recently been claimed at a meeting of the 
Icstitution of Civil Engineers, that at the present price of coal 
ia this country, it was possible, near the pits, to produce 
power cheaper than by water. Mr. Wallace replied v 
carefully to those who took part in the discussion, and state 
that, with regard to the cost of producing electrical energy 
from coal and steam-power versus water, he could о gay 
that, roughly speaking, the cost per horse-power at Foyers 
was about 30s. per annum, exclusive of interest on capital, 
whilst Prof. Kennedy had put the lowest price for producing 
it in Scotland, coal costing 38. 6d. per ton, at £9 per horse- 
power per annum. 

Mr. Wallace's paper certainly forms an extremely interest- 
ing resumé of work done in a new direction, which marks 
an epoch in the history of electrical enterprise in this 
оошту. 


2 — 


SOCIETE INTERNATIONALE DES 
ELECTRICIENS. 


MoxrHLY Srrrina. 


THE monthly sitting of the Société des Electriciens was held on 

May 4th, M. R. V. Picou then ы upon his duties as president. 

After the reading of the report, M. Picou made his speech. He 

promie to work for the good of the society, and spoke in praise of 
is predecessor, Dr. d’Arsonval. 

M. LAPORTB then gave the results of some experiments which he 
had performed at the Central Electrical Laboratory on photometric 
standards. He studied first the Violle standard, and then the Carcel 
standard, and found that a decimal candle is equivalent to °104 
Carcel. He received some lamps standardised at the Electro-tech- 
nical Institute of Berlin, and standardised them again himself. The 
results were as follows :— 


Electro-technical Institute. Central Laboratory. 
I. II. I. II. 

Difference of poten- 
tial in volts 1115 108:5 111 


. 1085 
Amperes ... sad 338 489 338 48 
Luminous intensity 10 hefaer 16 87 candles 142 


He then made various experiments on the Hefner and Carcel lamps 
and on the paraffin candle; he then compared the same incandescenoe 
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with a paraffin candle, and found :— 


191 А 
841 Oarcel 
72 Hefner 
913 paraffin candle. 


M. P. GÜ1BAULT then read a paper on Commutation in Continuous 
Current Dynamos.” He br ught forward with regard to this question 
a к of somewhat intricate calculations which we cannot particu- 


lamp with a special standard, A, with a Carcel, with a Hefner, and 


THE TELEPHONE INQUIRY. 


Tux Select Committee of the House of Commons appointed to inquire 
into and report upon the question of the acquisition of the telephone 
service by municipal authorities, sat for the first time on Tuesday of 
last week for the purpose of taking evidence, Mr. HANBURY, secretary 
to the Treasury, presiding. The inquiries of the Committee are to 
be directed more particularly to the question as to whether the tele- 
phone service is, or is calculated to become, of such general benefit as to 
justify its being undertaken by municipal and other local authorities, 
regatd being had to local finance; and if so, whether they should 
have power to undertake such service in the districts of other local 
authorities outside the area of their own jurisdiction, but comprised 
wholly or partially in the same telephone area, and what powers, 
duties, and obligations ought to be conferred or imposed upon such 
local authorities. | r 
Sir RoBERT Hunter, solicitor to the Post Office, was the first 
witness, his evidence continuing throughout the whole of the sitting. 
Examined by the CHAIRMAN, he gave а history of the dealings of the 
Post Office with the various telephone companies. He said that in 
1880 the Postmaster was advised that spoken communications 
by telephone were to be regarded as telegrams within the meaning of 
the Act, and an action was commenced— The Attorney-General v. 
The Edison Telephone Company.” In that suit it was decided that 
every organised system of comméaication by means of electricity, 
and any communication by means of wires, according to a precon- 
certed system of signals, was within the Act of 1869, and that tele- 
phones came within the monopoly enjoyed by the Post Office, and 
that every telephonic communication was a telegram. Immediately 
after that decision, licenses were granted to various companies by 
the Postmaster-General. The system at first was to grant a 
separate license for every district, but those licenses were 
only granted to a comparatively fow mpanio There was a 
limitation as to the distance through which telegrams should be sent. 
That system lasted until 1884. The licenses reserved the right of the 
Postmaster to compete within these districts, and no kind of mono- 
poly bad ever been granted by them. The companies had 
no special wayleaves, and had to take their chance with 
regard to them. Licenses were also granted for trank wires. 
In 1884 representations were made as to the еи of these 
restricted licenses, and it was then decided that licenses 
should in fature be general in their character, and should enable any 
body to whom they were granted to transmit telephonic communica- 
tions anywhere within the United Kingdom. The consideration had 
always been that 10 per cent. of the gross receipts should be paid to 
the Post Office. In 1892 the Government announced another change 
of policy. After 1884 the telephone companies became gradually 
amalgamated, and at the i of 1892 practically all the tele- 
phone business of the country, both exchange and trunk wire, were in 
the hands of the National T | Company. It was not thé onl 
company in existence, but the bers were com ively very small. 
No limitation was imposed by Government such as that on gas and 
water companies. The telephone companies could make any charge 
they liked, and they could supply whom they liked, as opposed to the 
legislation with regard to the gas and water companies, which 
allowed only such charges to be made as were set к= of 
Parliament, and required that if a company raised its dividend 
it should lower its charges. There were no such limitations with 
respect to the telephone companies. On the other hand, the 
gas and water companies specific powers for opening 
streets independently of the consent of the local authorities, 
which was not the case with the telephone companies. If the owner 
of a house refused to have a pole placed upon his property he thought 
the telephone company could refuse to serve him. In 1892 an 
atrangement was come to with the National Telephone Company 
and the New Company. The general principle of that arrangement 
was that the Post Office should take into its hands all the trunk wires 
and leave in the hands of the companies all the exchanges within areas. 
That policy was reccgnised by Parliament by the Telegram Act of 
1892. The areas were composed originally of urban districte, and in 
addition there were tracts of country in connection with the urban 
districts where the telephone company had been carrying on busi- 
ness, and these were embodied in the deed. The next step was that 
the National Telephone Company sold to the Postmaster-General all 
the truok wires outside certain areas, £459,900 being paid. By this 
arrangement the trunk messages practically came into the bands of 
the Government, the National Telephone Oompany having atill the 
right to send messages withia the exchange districts. They also had 
the right to telephone messages to the Post Office which were written 
down and sent as t:.legrams. If there was any recognised delay on 
the part of the telephone company in sending & message which 
came off the Post Office wires it would bea breach of their agree- 
ment with the Post Office, and the Post Office would have the right 


to remonstrate with the telephone company and to state wbat the 
remedy was. Tbat would be a matter for grave consideration. He 
should tbink the National ере Company would say that there 
never was any undue delay. ere was no proviso as to delivering a 
message within a specified time. It the telephone company put any 
difficulty in the way of the free use of their wires in connection with 
the Post Office that would be a breach of the agreement of 1892, and 
he had no doubt the Post Office would fiad a remedy. 

The CHaraman: It might occur all the same that the company 
would prefer to give precedence to a message sent by one of their 
own subscribers. 

WiTNESS said that would be a breach of their agreement. He 
thought it would be very difficult to frame a provision which would 
prevent a company in competition with the National Telephone 
Company from amalgamating with it or of being acquired by it. 
The New Company went into liquidation, and he thought he was 
right in saying that the secretary of the National Telephone Company 
was the liquidator. Originally it had been contemplated that the 
New Company should have precisely the same agreement with the 
Post Office as the National Telephone Company, but as the New 
Oompany was in articulis mortis, and were ected to surrender 
their agreement, they were informed that the Post Office would not 
interfere with their business in certain towns, as it would gradually die 
out. When Mr. Raikes was тат he had a тшу топ ыч 
against the companies combining, and was very anxious ep 
competition amongst the various companies, but he found he “could 
not prevent the amalgamation. There was a very strong feeling on 
the part of Mr. Raikes that these amalgamations ought not to be 
permitted. In 1892 the principle was laid down that fresh licenses 
should not be granted substantially without the support of the 
municipal bodies. Up till then licenses had been granted 
without difficulty. In Mr. Raikes's time opinion was taken as to 
whether the Poet Office could prevent the amalgamations, and they 
were advised that they could not do so. With regard to competition, 
the Postmaster-General was perfectly at liberty to establish com- 
рео in any exchange area, and he was perfectly free to grant 

icenses to any other body in any area. 

The : We have got the fact that the company has no 
umu to its righte, and there is no provision as to any preferential 

ts. 
Е а said that was so. The National Telephone Company's 
rights terminated on December 31st, 1910. On ёраб date their rights 
terminated and they had no business to dispose of. . 

Assuming that the year 1911 is reached and the Government had 
not bought up the compeny, what is the position of the National 
Telephone Company in the face of the Post Office 7— In the first 
place the license absolutely lapses. | 

Is the Postmaster under obligation to buy any portion of the 
plant ?—None whatever, and on the other hand there is no power of 

uying it compulsorily ; the two parties are absolutely like ordinary 

rsons, two parties to a bargain. 

In 1911 the license will have ceased. The National Telephone Com- 
pany could no longer send messages and therefore could not use ite 
plant.—Quite so. 

The only person who could buy the plant to put it to any probable 
use would be the Government, and they are not under obligation to 
buy any portion of it ?—Not the least. : | 

WriTNESS continuing, said the Postmaster-General had power to 
purchase the business of the National Telephone Company in 1904, 
provided he gave notice of that purchase, and in the case of difference 
as to the price the matter was to be determined by arbitration. 
In the agreement of 1896 there was a special provision that 
it should terminate at the same time as the original license, 
and upon the purchase any additional powers derived under the 

ment of 1896 shall not be property to be purchased by 
he Postmaster-General. The Postmaster-General derived his 
wayleaves power from various Acts. He had power to place his 
telegraphs either over or under roads with the consent of the local 
authorities. If the local authorities refused such consent, there was 


an ap to the police magistrates, or the justices, and a further 
appeal to the High Oonrt. This provision applied all over the 
country, England, Scotland and I d. The Postmaster- 


always objected strongly to paying any rent for poles. Of course, in 
the case of private property, the Post Office was in the hands of the 
owner, and if he would not let them place the poles on his propery; 
they could not do it. They could put up еа ДЕЕ on a public road 
in the country without the consent of the local authority, but in 
other places the consent of the local authority was necessary. Speak- 
ing generally, the Post Office could not make any attachment of wires 
or erect posts on private property without the consent of the owner. 
In the country they could not take a wire over private pr é 
without the consent of the owner, but in towns, when the Post 
Office had obtained the consent of the road authority for carrying 
wires along the street, then they could carry the wires over the pro- 
y of private owners, The Post Office had an exclusive waylesve 
over most of the important lines of railway, and also over the : 
Over some lines of railway the Post Office had a wayleave, but it 
was not exclusive. The telephone companies had no right over the 
railways, or over private property, except that, assuming they had 
attachments on opposite sides of the road, they oculd carry thelr 
wires over without the consent of the local authority, provided they 
did not interfere with the ове of the road. If they had the consent 
of the Iccal authority, they could not then use the roads. It was 
the law that no obstruction could be made in the road, even with па 
consent of the local authority, except under Act of Parliamen 
It had been decided that the erection of poles upon the greenew: 
at the side of the road, even with the consent of the loca anthcrity, 
was not permissible except under Act of Parliament. Upto aie 
there ought not to have been any wires laid under the ground by © 
company. Strictly speaking, there ought not to have been any over 
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head wires either, though he believed there were. Before 1892 the 
bad practically no wayleaves at all, except over private wi 
the consent of the owner. In 1892 they got certain rights way- 
leaves. It was part of the arrangement that the Postmaster-General 
should be empowered to grant his license to exercise the same powers 
he had. There was no special consideration of this; it was part of 
the arrangement as to the trunk wires and exchange areas. 1892 
the Act was passed authorising the Postmaster-General to give the 
companies wayleaves, but they bad no authority to exercise wayleave 
wer until 1896. The Act referred not merely to the National 
Telephone Company but to all licensees. The National Telephone 
Company on more than one occasion endeavoured to obtain wayleaves 
from Parliament before 1892, and these Bills were op by the 
Poetmaster-General on the ground that it was pot desirable licensees 
of his should have an independent statutory provision. The powers 
the National Telephone Company applied for were really stronger 
= any ш „ re The National Telsphone 
y could not exercise any wayleave | ¢ under the 
special licens of the Postmaster General Pre eee 

What are the powers which the Postmaster-General is authorised 
to give to the National Telephone Oompany, or any other company ? 
—Just the same powers as regarded roads, buildings, and towns, and 
во on, аз he himself possessed, but these powers were qualified by 
provisos. The fact was, that the powers the Postmaster-General gave 
could only be exercised in an urban sanitary district or such area 
adjoining as was presence in the license. The second proviso was that 
the licensee should not exercise any power without the consent of the 
Oounty Oouncil, or other authority, and should be subject to such 
terms as they might exact. Another condition of the Act was that 
the Postmaster. General should not give any wayleave powers over the 
railways or canals. The Postmaster-General was under contract to 
give the National Telephone py all he could give under the 
Act. In London the company would have first to get the consent of 
the London Oounty Oouncil and then of the road authority. Any 
authority could say that as a condition of giving their consent the 
сапе to subscribers should be reduced to, say, £5. 

Take the case of Glasgow. Supposing the company wanted to lay 
underground wires between its exchange and the house of a sub- 
scriber, what is the position of the company ?—They would first 
apply tothe Postmaster-General for the authority to exercise way- 
leave powers. Having obtained that they would apply to the 
Glasgow Oorporation for leave to exercise the powers obtained from 
the Postmaster- General. 

With regard to the National Telephone Company is it the practice 
to do that ?—It is. The Glasgow Corporation could make any con- 
dition they pleased. This would be by virtue of their right to refuse 
the original consent, and there would be no appeal. They would not 
refuse the Postmaster-General in the same way, because he would 
not apply to them generally, but only for the right of a particular 
street, and then if they refused he would appeal. If the Corpora- 
tion or County Council refused a general consent, no company had 
any right whatever to lay wires between the exchange and a sub- 
scriber's house. The London County Council might give this 
general permission, but as regarded laying the wires between the 

and the subscriber's house the company would have to 
get the further authority of the Vestry or District Board subject to 
appeal As to the wires between two exchanges of the company, 
both in the Treasury minute of 1892 or the agreement of 1896, there 
was a special озш The Treasury minute said that the Post Office 
would provide underground wires so that the local authorities might 
not bave to complain of their streets disturbed. In pursuance 
of that announcement of policy in the deed of 1896, the Postmaster- 
General covenanted so far as practicable to connect by underground 
wires any wires of the company in the same се 

The Post Office would not bave the power to take up the streets 
and lay a wire for the company between the exchange and the sub- 
scriber’s house, how does it get the power to lay a wire between 
exchange and exchange ?—I don't know that there is that power. 
They contended that the Postmaster-General was the јад whether 
he wanted a wire, it was not for the local authority to with. 

Do you contend that the Postmaster-General would have the power 
to take up the streets between the exchange and a subscriber's house 
without the ission of the local authority ?—No! Не would bave 
to go to the local authority in any case, subject to appeal the Post 
Office would claim the right to lay their wire from the exchange to a 
subscriber's house, and that would be discussed on appeal. The 
Post Office had never contemplated such a thing, and therefore the 
question had not arisen. The Post Office had laid wires for the com- 

y between exchange and exchange, and between exchange and 
Post Office. The Post Office could exercise on behalf of its licensees 
all the rights and privileges it could exercise for itself, subject only 
to the right of appeal against the local authority. 

Ву Sir J. WoopBovsm: If the Postmaster-General undertook to 
lay wires for the company and the loca] authority declined to give its 
general consent, then the Postmaster could appeal st the refusal. 
The Post Office in their covenant had undertaken to lay wires between 
the exchanges for the companies. 

So that you are enabling the company to get behind the consent of 
the local authority ?—We were bound to do so under our covenant. 

By Bir Hzxay HowonTH: There was nothing in the agreements 
between the telephone companies and the Post Office to prevent the 
former from charging differential rates. The Post Office do not enter 
into their charges except to see that they paid over the 10 per cent. 
of the receipts. The National Telephone Company claimed to have 
the right to exclude a private individual from the supply. There 
was nothing in their arrangements with the Postmaster-General 
to prevent it. There was nothing to prevent the Postmaster from 
granting a license to another company to work within the same area. 

By Mr. Тогу: The Post Office h«d slways made it clear to the 
National Telephone Company that the Post Office was perfectly free 


to grant competing licenses at any time. There had never Ъзеп any 
substantial competition with the National Telephone Company. 

By Mr. BABTLEY: A corporation with a license frcm the Post- 
master-General and with authority to exercise his rights of way- 
leave, could take up its own streets for the purpose of laying 
telephone wires; but without the license the corporation could not 
во act. The telephonc companies were in possession of lines all over 
the kingdom, and the Post Office had to acquire them, and if they 
had made certain conditions the telephone companies would have 
said, “ Well, we will go on as we are." 

By the Снлтвмам: In the case of a company determining to work 
the telephones it would have to get from the Postmaster-General the 
authority for wayleave powers, then if it were carrying on business 
within its own area of course there would be no veto on the part of the 
local authority, because the local authority g the veto would 
be the same. Then as to taking up the streets, in the majority of 
cases the road authority would be the same body. Therefore, there 
would be free control of the streets. In the case of a municipality 
carrying on business outside its own district, in some other borough, 
for inatar ce, it would be in the same position as the National Tele- 

hone Company. It would have to get permission to go into the 
ugh, and if it was granted it would have to go to the road 
authority to get its consent to take up the roade, and if that were 
refused it wculd have to go to the tribunale. In its own area it 
would to a certain extent adjudicate on its own case. He did not 
d legal difficulty in the way of judging their case as sug- 
ges 
The Committee adjourned until Thursday. 


The Committee of the Houre of Commons sat for the second time 
оп Thursday, 19th inst., Mr. Hanbury, the chairman, presiding. 

The Снахвмли, at the opening of the proocedings, said the Com- 
mittee had been considering an application from the Naticnal Tele- 
phone Company and from the Direct Telephone Company to be heard 

y counsel, tut the Committe were unanimous in the opinion that 
they oculd not accede to the application. 

Sir Hsyny Нонтив, solicitor to the General Post Office, again 
attended, with the object of supplementing the evidence given by 
him at the former sitting. He that on that occasion Prof. Stuart 
bad raised a question as to whether London came within Section 5 
of the Telephone Act cf 1892, and bad suggested tbat the words there 
used were not wide enough to cover London. He (Sir Henry Hunter) 
read the section in question, and eaid that in his opinion London 
came within the meaning of the words urban ranitary authority." 
With regard to the suggestion that the Treasury Minute of 1892 con- 
раа competition between various telephone companies, and that 
all the enactments in the Telegraphs Act, 1896, were authorised and 
passed in contemplation of competition, he said that the draft agree- 
ments between the Post Office and the National Telephone Company 
and the New Telephone Company were laid before Parliament. It 
ap from the debate that followed, and from the minutes of the 

Committee, that the National Telephone Company had 
absorbed the New Telephone Company. The Committee re d in 
July, 1895, and the sgreement witb the National Telephone Company 
alone was entered into on March 25th, 1896. Оа August 19th, 1896, 
the Act was passed which authorised the raising of an adoitional 
£300,000 to carry out the policy of handing over the trunk wires to 
the Government and leaving the exchanges to the companies. The 
point was that he thought it was perfectly well known that there was 
only one company, and that the business would be practically divided 
between that company and the Post Office, and that Parliament 
granted additional money with that knowledge. 

Sir Hy. HowonrH: Was it not granted for the purchase of plant 
actually in existence at the time ?—The preamble to the Act of 1892 
stated that it was ent to raise money with a view of carrying 
into effect the sche me of the Post Office for requiring the telephones, 
and particularly with a view of raising money fur the lines. 
The Act of 1896 said the Treasury might issue a sum not exceeding 
£300,000 for the Postmaster-General’s use for the purposes of the 
Telegraph Acts, and he submitted that that was an express confirma- 
tion of the policy outlined in 1892 of buying up the trunk wires in 
1896, and that i¢ was known that there was only one com ; 

By Mr. Gaivrira-Bosoawan: The £300,000 was solely for the 
purchase of the trunk wires. 

By the CHamman: Bis evidence went to show that Parliament was 
duly seised of knowledge that the two companies had become one at 
the time. It was moved in the House of Commons that the agree- 
ment should not be confirmed, and the mover based his case upon the 
fact that the National Telephone Company had absorbed the New 
Telephone Company, and that there was practically only one com- 
pany, and the Government was carrying out a bad policy when there 
was only one company. The arrangement was tolely in reference to 
trunk lines. Pa:liament was aware at the time that there was no 
competition, apart from the Post Office, with the one company, and 
it might have challenged the policy of the Government when this 
money was granted. 

By Mr. Totty: The agreement was not executed until 1896. He 
did not think there was any understanding on the part of the Govern- 
ment and the Post Office that the execution of the agreement should 
be suspended. | 

By the CBHArRMAN: With regard to the trunk wires, he had said 
on the last occasion that he thought that if the National Telephone 
Company gave preference to the messages of its subscribere, that 
would be a breach of the agreement. He had since rcferred more 
closely to the sgreement cf 1896, and had found that there was a dis- 
tinct covenant on the part of the company that they would do every- 
thing to enable messages to be carried over trank wires, not only 
between their own subscribers but between subscribers to other 


exchanges also. 
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By Mr. Вавтгжү: To postpone the sending of other messages in 
favour of those of their own subscribers would be a breach of the 
agreement, as that was over the trunk wires. 

By tbe CHAmMan: In 1884, when the form of the new license was 
being debated, it was considered whether the Government should 
insert in that license a clause preventing the Telephone Company 
from giving favour or preference to one over another. It was 
eventually decided not to insert such a clauee. The reason was 
obvious. At the time of the draft public opinion was in the direc- 
tion of giving the telephone companies a free hand. Up to that time 
the Post Office had imposed a great number of restrictions, and it was 
proposed to remove all these restrictions, and give the telephone 
companies a free hand. 

By Mr. СонЕн: His opinion was that if the Telephone Company 
gave preferential treatment to their own subscribers they would not 
be carrying out their contract. They would be deliberately delaying 
a message, and would not be doing all the necessary acts and things 
to carry out the agreement. 

Prof. ВтпАВТ: Would a breach of that clause by the company 
entitle you to revoke the license ?—I think not, but we could bring an 
action against them. 

no LIN think it completely safeguards the public in that respect ? 
— 80. 

Do you mean to say you think the Telephone Company would 
object to words being put in to prevent them by any possibility giving 
preference to their own subscribers ? —I really cannot say. All these 
questions were minutely considered at the time. He would not say that 
these particular words were considered, but the whole of the 
ments between the Post Office and the company were most elaborately 
debated. He thought the clause he had referred to was sufficient to 
safeguard the interests of the public. | 


By the Онатвман: Preference in time would constitute a branch. 


of the agreement, but he could not say that a preference in rates and 
charges would do so. 

I do not see where the difference comes in—They must not do 
anything that delays one message for another. | 

urely the principle of preference applies to rates and charges as 
well ?—That was not dealt with. 

I want to get it clearly that the preference in time of one person 
over another would constitute a breach of the agreement, but the 
preference in charges would not.—I do not think it would. 

By Mr. Fry: The breaches which would entitle the Post Office 
to determine a license would be tbe non-payment of the royalty and 
He sending of messages out as telegrams, writing them down as 

egrame. 

By Prof. Sruazt: No doubt these were pointe to secure the specific 
interest of the Post Office, not points to protect the public. There 
was no intention in the agreement to fix the rates the company should 
charge. He would not вау the question of preference was considered 
from this point of view when the agreement was drawn, but it was con- 
sidered. He did not think that the company would have submitted to 
any restriction on the way in which they were carrying on their 
business as between themselves and their subscribers. The view in 
1884 was that the telephone could be best dealt with by throwing it 
open to free action. 


How is it the Post Office can give its licenses the power of charging | 


preferential rates which, by law, it does not possess iteelf ?—ТЪе Post 
Office did not give its licensees the right of making preferential 
rates. All that the Post Office did by its license of 1884 was to 
remove the restrictions which would otherwise make every telegram 
which was transmitted illegal. But for that, all these telephonic 
messages would be illegal. It was thought in 1824 that the best 
thing to do was to leave the companies open to make any terms they 
liked. There was nothing to vent the company giving a pre- 
ferential rate to a man doing a large business over one doing a small 
business. Whey they got their exchange license it was thought 
better to give them a free hand. From 1892 to 1896 it was a matter 
for negotiation. The Government could not make the companies 
accept any terms they thought fit. 

By Mr. BABTLEY: He would rather not give an 
whether it was fair that the same restrictions should 
the com as were im upon the Post Office. As to whether 
it was right that they should have реке which were not pos- 
sessed by the Post Office, it seemed to him a question of policy. 

By the CHarRMAN: The question of policy was fully considered in 
1884. He would prefer that Mr. Lamb should answer the question 
as to whether it was considered in 1892. 

Mr. F. T. LAMB, second secretary of the Post Office, examined by 
the CHAIRMAN, said his special department was the telegraph and 
telephone service. He was іп charge of the telegraph department, 
which portion he had occupied since April, 1889, and for many years 
before he had had a great deal to do with it. He had been concerned 
in the administration of the telegraphs since 1870. He gave evidence 
before the Committee of 1892, and also before tbat of 1895. The 

rincipal recommendation of the Committee of 1892 was that the 
icense of the Telephone Company should not be extended beyond 
1911. It left the Governmert the responsibility of entering into 
arraogements with the telephone companies, and made that recom- 
mendation that the license should not extend beyond 1011. He had 
& hand in drawing up the Treasury Minute, in the sense that he pre- 
pared tbe information for the Post Oftice, which was embodied in 
that minute nearly word for word. That information was prepared 
in view, at any rate, of limited competition. All along the Post 
Office and the Treasury bad in view competition, and freedom of 
competition was reserved carefully from the earliest date, and it was 
again reserved in that minute. In 1892 agreements were drawn up. 
They were not signed, but they were initialled by the Postmaster- 
General and the representatives of the two companies. That was in 
August, 1892. The Postmaster-General, Sir James Fergusson, initialled 
them on behalf of the Government. The Duke of Marlborough initialled 


opinion as to 


imposed upon. 


one document on behalf of the New Telephone Company, and Mr. 
Forbes the other document on behalf the National Telephone 
Company on August 11th, 1892. The heads of the agreement so 
signed were embodied in the agreement of March 25th, 1896. The 
final agreement was with one company. 

Did the Post Office encourage the amalgamation of these two com- 
panies ? - It was not a question of the Post Office. It was a question 
of the Government, who gave direct instructions to the Postmaster- 
General. The Postmaster-General was in constant communication 
with the Chancellor of the Exchequer, and acting for the Government, 
he facilitated the amalgamation of these companies. Practically, the 
5 had taken place when the heads of the agreement were 
signed, | 

In 1889 Mr. Raikes was Postmaster-General, and offered strong 
opposition to the amalgamation. Was the same opposition offered by 

Postmaster-General to the am tion in 1892 ?—No, ce 

not. Not only was there no opposition to amalgamation, but it was 
rather encouraged; but that was not the Post Office, but the Post- 
master-General acting on behalf of the Government. The agreement 
undoubtedly facilitated the amalgamation of the National ‘Telephone 
Company with the New Telephone Company, and was signed with the 
fall knowledge of the Ohancellor of the Exchequer and, he believed, 
other members of the Government. The formal signatures were 
attached on August 11th, 1892, in Sir Jas. Fergusson’s room in the 
House of Commons. He would not say that the Ministry had 
authorised an agreement which was cont to the Treasury Miaute 
issued in March, 1892. He was in constant attendance at the House 
of Commons with the Postmaster-General, and was present at dis- 
cussions, and he knew that the Postmaster-General acquainted the 
Chancellor of the Exchequer of what was going on. 

Eu examination of the witness had not conoluded when the Com- 

rose. Ы 


CORRESPONDENCE. 


Limerick Electric Tramway Scheme. 


As a subscriber to your esteemed periodical, which I 
regularly receive through your Berlin agency, I take the 
liberty to put the following belare you. 

In your number (No. 1,067, May 6th, 1898, page 622) I 
find this notice :— 

* Limerick.—The firm of Zietz, of Hamburg. are stated 
to have written to the Corporation in quaint Eaglisb, offering 
to establish an electric tram system all over the city, ‘ without 
any cot, on getting a lease of the streets.’ This is cool! 
We guess many an English promoter would like to get tram- 
way concessions on these terms." 

There is no doubt that my ficm is alluded to, and as I 
cannot allow to be ridiculed in anybody’s eyes, I beg to hand 
copy of two lettere, which are the only ones I addressed to 


. the Corporation of Limerick, and from which you will learn 


that there is nothing like any “cool offers,” but only a com- 
mercial offer of my services. 

As tə the Liverpoo) order you refer to just under the 
Limerick notice, I beg to state that same was given to me 
respectively to my friends the Wagenbsuanstalt un 
Waggonfabrik für Elektrische Bahnen (vormabs W. О. F. 
Busch) of our place. 

As it cannot be in the interest of your REVIEW to give 
any wrong information, or to allow anybody to ridicule any 
of your subscribers or to harm their interests or position, 
should thank yon to make use of my to-day’s information 
in such way a8 you may think fit. cm 

E Z. 


[copy]. 


To the Town Clerk 
Of the City of 
Limerick (Ireland). 

Sir,—I take the liberty to inform you that I have provided the 
Liverpool Tramways Corporation with some samples of Cars for 
electric trafic, completely fitted out. 

The respective Committee will visit this city at the beginning of 
March to look over our electric car traffic, which is the best and 
largest on the Continent, as we are running about 700 cars with 
overhead system. ; 

Supposing that ere long your Corporation also intend to transform 
your horae tramcars into electrical cars, I beg to offer you my ser- 
vices for anything you may require to this purpose. Any details will 
be given with pleasure on application. 

Hoping to be favoured with your reply. 


I am, Sir, 
Yours respectfully, 


(Signed) Ep. ZiETZ. 


v 
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[сорт]. 
Hamburg, April 22nd, 1898. 
To the Town Clerk 
Of the City of 
Limerick (Ireland). 


Bir,—Referriog to my respects of February 19th, I beg to inform 
you that since then the Liverpool Committee have inspected our 
electric tramcars traffic, and that at the meeting held at Liverpool 
& resolution bas been taken to order from me for their trial line 14 
motor cars and 14 trailer cars fully equiyped. This order gives you а 
full proof that I am in the position to provide you with the 
necessary, and I am looking forward to your good news. 


Yours respectfully, 
(Signed) Ер. ZIETZ. 


[Our brief comments were made on the information — now 


chown to be very meagre—receivd from a local source. 


The correspondence printed contains no mention of terms 

proposed by Messrs. Zie'z, therefore the reference to cost 

and lease seems to b» a mere fabrication of the Trish mind. 

7 a our apologies to our correspondent.—Eps. ELEC. 
EV. 


Testing of Magnet Steel in Bulk. 


. With reference to the point raised by Mr. Mordey in the 
discussion on Prof. Ewing's paper on the importance of 
knowing the magnetic qualities of soft magnet steel in bulk. 
It would appear that the variations in magnetic quality has 
much improved of late owing to the steel makers having 
come to the conclusion that it pays them to make special 
blows of steel instead of using any mixture they may have 
in hand +t the time. 

The South Steffordshire Steel and Ingot Company, for 
example, who turn out very large quantities of soft magnet 
steel appear to have found out exactly what is wanted, and 
by taking a little trouble with the mixture and with the 
chemical analyses, the quality is practically constant for each 
magnet steel blow,” which they now make at frequent intervals. 
At the same time it would undoubtedly be a great advantage 
for electrical firms to be able to make their own tests of the 
magnetic quality of castings and ingots in bulk, and in the 
absence of any such method, the writer thinks that perhaps 
the following suggestion may be interesting :— 

An electro-magnet similar to those which are now taking 
the place of crane hooks, but with tapered and rounded 
poles, is suspended over an ordinary weigh table. When the 


ingot or casting comes forward to be “ weighed in” by the 


the stores department, two places are fettled up at, say, a foot 
apart, for the electro-magnet poles to rest against. After the 
casting has been weighed in the usual way, the magnet is 


brought against it and a known current is switched on. The 


weights are then run off the scale beam їп the weigh office 
until the casting drops away from the electro-magnet. - 

It seems to the writer that this is roughly analogous to 
the traction method of testing as used in Prof. Ewing's 
instrument, and that the difference between the actual weight 
and the weight at which contact is broken is a measure of 
the magnetic quen of the steel lying adjacent to the pole- 
pieces of the electro-magnet. 


E. Kilburn Scott. 


The South Staffordshire Steel and Ingot Company, Limited, turn out 
over 50 tons of soft magnet steel per week in ingots, &c., weighing 


up to 7 tons each. The following is the average chemical analysis: 


Carbon ... 


Manganese 380 95 
Sulphur 075 % 

Phosphorus 060 Y 
ilicon ... trace. 


* Honour to whom Honour is Due.” 


An article in your issue of last week, entitled“ Honour 
to whom Honour is due," seems scarcely fair to James 
Wimshurst. Since 1775, when Volta invented the electro- 
рћого:, induction machines have, by common consent, 
been named after those who have introduced improvements 
in the mechanical and electrical details of the development 
of the cardinal idea. "Thus, Toepler and Carré, Kelvin and 
Varley, are all credited with having invented induction 
machines; and induction machines have b:en named efter 
them. In all these cases the right and honour of invention 
goes to the man who fashions a machine qualified, by its 


details, for specific purposes, or for convenience in its mode 
of operation. | 

Experiment has determined that the machine made by 
Wimshurst possesses the following simultaneous character- 
istics : (1) It is self-exciting. (2) Its polarity is subject 
to no capricious reversals. (8) It does ita work well in all 
weathers. (4) Its discharges can be regulated as to quantity, 
potential, and rate of interruption. (5) It is, for some 
purposes, the best possib'e exciter for Róntgen-ray tubes 
(see Proc. Röntgen Soc.) aud allied phenomena. It is upon 
these simultaneous characteristics that the right and honour 
of invention is ascribd to him. 

The skeleton figure, accompanying your article, no doubt 
represents the best that could be attained before 1883. 
But, un'ortunstely for your argument, that machine would 
not possess the simultaneous characteristics (1) (2) (8) (4) 
and (5). We can afford to give Prof. Holtz much credit for 
his work, but the merit of having invent: d the“ Wimshurst“ 
machine should no less be given to our own esteemed 
countryman, James Wimshurst. | | 


. Rollo Appleyard. 
May 23rd, 1898. | 


Alternating Arc Lamp. | | | 


I have been experimenting with an alternating arc lamp. 
and find my greatest trouble is that the current has a 
tendency to run up the side of the carbon. Could you 
or any of your readers inform me any means of keeping 
this down, and the cause? Ів it the quality of the carbon, or 
the E.M.F. in the too (?) high which is 72 volts at 7 amperes, 
18 mm. cored carbons are used? This lamp burns fairly 
steady till it flares, when the light changes from a white to а 
violet colour for the instant. The lamp burns at 100 volte 
on its terminals, no impedance coil is necessary, and I am 
therefore anxious to get it to burn steady. I shall be much 
obliged if I can obtain any information. | 

W. Addley. 


[Our correspondent has apparently left out the word 
* arc,"— Ens. ELEC. Rkv.] 


THE "HART" SECONDARY BATTERY. 


WE announced a few weeks since that Mr, E. J. Clark had 
left the Electrical Power Storage Company to take the 
management of the business of the “ Hart” Secondary 
Battery Syndicate, Limited. At that time the Syndicate 
had just taken possession of premises at Crispin's Wharf, 
Stratford, London, which, though admirably adapted for 
its purpose, required a considerable amount of fitting up. 
That the Syndicate is now ina position to execute orders 
indicates the possession of energy which deserves success. 

At present arrangements have been made to manu- 
facture three types of battery, namely, for traction, 
lighting, and central station pu . The traction 
cell consists of 11 plates, weighing 38 lbs., with a 
capacity of 150 ampere-hours at a discharge of 50 
amp2res, equal to 4 Н.Р, for one hour. The lighting 
type has a capacity of 40 ampere-houra per positive at a 
discharge rate of 15:6 amperes; at half rate а capacity of 
55 ampere-hours. The oentral station cell is constructed to 
meet the demand of consulting and central station engineers 
for a battery that will stand a very heavy discharge for a 
short period. The plate is calculated to sustain a discharge 
at 100 amperes for one hour, as a maximum, and at the same 
time leave a safe working margin. 

With all kinds of cells a novelty is supplied in the shape 
of а non-corrosive connection decreasing the resistance and 
saving much trouble in cleaning. И 

The principal improvement claimed in connection with the 
construction of the plates is that by some process not ex- 
plained, the active material is hardened and does not suffer 
disint- gration under heavy strains. а 

The plates for the traction cells are also provided with an 
additional protection to the active material, little Ings being 
arranged so as to fold over and hold the contents of the 
plates in rigid position. | , | 

By decreasing the weight of the grids and increasing the 
proportion of active material as compared with the inactive, 
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it is claimed that for a given weight of cells at least 40 per 
cent. is gained in capacity. 

With respect to the Syndicate it is composed of some of 
the leading public men in West Ham and the neighbourhocd, 
and is putting down plant for an output of 6,000 or 
7,000 plates per week. The works are very favourably 
situated just off the main Stratford Road, with a canal by 
which heavy material can be brought to the gates. Every 
department is well lighted, and all the operations can be 
carried on under healthy and wholesome conditions. 


BUSINESS NOTICES, &c. 


Electrical Wares Exported. 


WII Енрика May 24TH, 1897. | WIIR Enpina May 24тн, 1898. 


6 в, & в. 
Alexandria. Teleph. mat. 75 O | Amsterdam . 83 0 
Amsterdam 150 0 Antwerp gus .. 138 0 
Bombay ... an саз 7 0 » Elec. fuses 283 0 
Brisbane. Tele. cable ... 1,217 0 | Beira Sai .. 256 0 
fn Teleph. (joint Bombay п .. 45 0 
boxes) es T 0 | Boulogne E .. 89 0 
Buenos Ayres .. `... 25 С | Calcutta... vas *. 379 0 
Calcutta... .. 19 0 | Cape Town  .. . 623 0 
Саре Town ... .. 580 0 Vu peso Ne aes .. 12 0 
Christiana 985 .. 17 0 | Delagoa Bay ... . 57 0 
Copenhagen .. 21 0 | Darban т .. 61 0 
Durban ... bor .. 4729 0 East London ... .. 149 0 
East London .. 46 0 | Flushing E .. 15 0 
Hamburg. .. ov 150 0 | Fremantle we 5. 215 0 
Madeira ess .. 526 0 | Gibraltar 828 » 75 0 
Melbourne id .. 229 0 | Gothenburg... .. 47 0 
Pirsmus. Teleg. mat. 40 0 | Halifax e *. 820 0 
Port Elisabeth .. 80 0 Hamburg stl . 195 0 
Shanghai "es . 26 0 | Hong Kong ... .. 58 0 
ii Teleph. mat 47 О | Madras ... hus .. 208 0 
Singapore - . . 180 0 | Melbourne m — 32 0 
- Teleph. mat. 31 0 | Natal ... see ... 1,360 0 

Sydney ... ses .. 70 0 | North Atlantic. Teleg. 
Wellington  ... . 888 0 cable ... m 10,800 0 
й Teleg. mat. 948 0 Port Elizabeth... . 1,403 0 
Rotterdam re . 42 0 

Total ... £5,749 0 | St. Petersburg. Elec 
— launch x .. 420 0 
Ai ania see *. 170 0 
Stockholm e. 5 e 232 0 
Sydney... . .. 610 0 
Trieste ... ses .. 240 0 
Wellington .. 49 0 
Yokohama ss .. 160 0 


Total ... £19,266 0 


Foreign Goods Transhipped. 


| Durban ... o 0 


19 0 


Alleged Fraud.—At the Manchester City Police Court 


this week Thomas Scott was charged with obtaining sums of money 
from Manchester tradesmen by false pretences, among them being 
Mr. Geo. Margetts, manager for the district of Drake & Gorham. 
Prisoner was remanded. | 


Cable Making in Germany.—A company has just been 
formed in Berlin, with a capital of £300,000, to be known as the 
See-Kabel Gesellschaft, to manufacture electric cables, and to acquire 
and carry on the works and business of Herr Frans Olouth at 
Nippes. 

Cowper-Coles Parabolic Reflector.—A sole license has 
been granted to MM. Sautter, Harle & Cie, of Paris, for manufacturing 
easy reflectors by this process for searchlights in France, Russia, 
and Spain. 


Dissolutions of Partnerships.—Mesers. F. Reid, F. S. 
Reid & W. H. Ferens, carrying on business as electrical engineers and 
agents, at Newcastle-on-Tyne, under the style of F. Reid, Ferens and 
Co., have dissolved partnership by mutual consent. Debts will be 
attended to by Messrs. F. Reid & W. Н. Ferens, who will carry on 
the business under the old style. 

Messrs. B. Wild, J. H. Clarke, and W. Rothwell, carrying on busi- 
ness as general electrical engineers at 6, Virginia Street, Southport, 
as Wild, Rothwell & Co., have dissolved partnership by mutual 
consent. Debts will be attended to by Messrs. Wild and Clarke. 


Drake & Gorham Electric Power and Traction 
(Pioneer) Syndicate, Limited.—In order to deal with the motive 
power transmission schemes and light railways and tramways which 
are brought to Messrs. Drake & Gorham in the course of their busi- 
fe they have сае ытаа to deal with the pre- 

minaries, and аттап are being made for a company with а 
Pital of about £250,000. Mr. J. F. Albright, late managing director 
Crompton & Oo., bas joined the syndicate as joint managing 


director with Mr. Drake, and the syndicate is already in negotiation 
for acquiring several important echemes for electric traction, power 
transmission, &c. To avoid misunderstanding, we are asked to state 
that, while the name of the syndicate is the Drake & Gorkam Electric 
Power and Traction (Pioneer) Syndicate, the business and organise 
tion are quite separate from Messrs. Drake & Gorham's own business, 
and the syndicate will deal direct with any persons, firms, or loca! 
authorities who may wish to negotiate for the promotion or fiaancing 
of electric traction or power schemes. Offices have been taken at 
hes Hin Btreet, Westminster, to which all inquiries should be 


Devon County Agricultural Show.—At the above 
show, which was opened last week at Newton Abbott, Messrs. Lord 
and Shand, electrical engineers, of Plymouth, shewed a number of elec- 
tric motors driving а variety of agricultural and domestic machines, 
such as cream separator, chaff cutter, coke crusher, and horse clipper. 
The necessary current was obtained from a Taunton dynamo, driven 
by а Hornsby-Ackroyd oil engine exhibited by Messrs. Beare & Sons, 
agents at Newton Abbott. The current was supplied to two 14-ELP. 
Taunton motors, manufactured by the Newton Electrical Works, 
Limited, and 10 Lundell motors of various sizes by Mesars. Veritys, 
Limited. 

Electric Clock Switches.—We understand that Messrs. 
James & Browne have just despatched a dczen of their patent auto- 
matic electric clock switches for use in the arc lamp standards at 
Exeter. A description of these switches, which are for automatically 
putting current on and off at any desired time, appeared in our issue 
of February 18th last. 


Electric Power in Shipyards.—Au installation of 
electrical transmission of power has recently been carried out by 


Messrs. W. H. Allen, Son & Co., of Bedford, at the well-known ship- 


building. yard of Messrs. Harland & Wolff, Limited, of Belfast, 
comprising a direct current 500-volt belt-driven generator, and five 
motors, varying in size from 12 B.H.P., all of Messrs. Allen’s manu- 
facture. The generator is compound wound, and the motors shant 
wound, whilst the cables run for a distance of 100 yards on steel 
tubular poles. Messers. Allen have now secured an additional order 
from the same firm. This new installation will be one of the largest 
of its kind in the United Kingdom when completed, and will consist 
of a 550 LH.P. compound three-crank forced lubrication engine, 
running at 300 revolutions per minute, direct coupled to a three- 
phase 350 kilowatt generator. There will aleo be seven three-phase 
motors, four of 100-H.P., one of 75-H.P., one of 50-H.P., and one of 
20-H.P., distributed throughout the shipyard for driving the various 
departments. 

The Electrophone.— The Princess of Wales and Princess 
Victoria upon two evenings last week listened to the leading London 
theatres through the electrophone which is installed in the private 
boudoir of the Princess of Wales at Marlborough House. 


Hammond v. The Electricity Supply Company fo 


r 
Spain, Limited.—This was a motion on the part of Mr. Robert d 


Hammond, the plaintiff, heard before Mr. Justice North in the 
Ohancery Division, on Tuesday, to restrain registration of а tran:fer 
of shares in the defendant company, of which he claimed to be bene- 
ficial owner. The defendants, other than the company, were Don 
Pedro Pastor y Landero, the transferor, and Mr. R. O. Wyatt, the 
transferee. Owing to the fact that the Spanish Government would 
not it service of a concurrent writ on Don Pedro Pastor y 
Tander, who is in Spain, it appeared the plaintiff had not been able 
to bring him before the Court, and the motion therefore stood over. 
Mr. Kirby was for the plaintiff; Mr. Martelli for the defendant, 
Wyatt; and Mr. K. H. Leach for the company. 


London County Council and the Smoke Nuisance.— 
At the weekly metting on Tuesday, the Pablic Control Committee 
brought up a report in reference to the smoky atmosphere of the 
metropolis during the past few weeke. In this connection the com. 
mittee mentioned that they had addressed to 23 Vestries and District 
Boards a letter stating that many com, 1 ints Lave been made during 
the past few weeks of the very serious nuisance caused by the emis- 
sion of black smoke in large volume from chimney shafts in various 
parts of London. The nuisance has probably been most serious in 
the central districte, and has largely proceeded from electric light 
generating stations and notels. The cause is almost invariably attri- 
buted to the difficulty now experienced in obtaining smokeless coal, 
and to the consequent necessity of using bituminous coal in the fur- 
naces of steam engines. If this difficulty had proved to be of a very 
temporary nature, it might not have been desirable during its con- 
tinuance to strictly enforce the law as to smoke consumption, buf it 
has already lasted upwards of six weeks, and there appears to be no 
indication of its speedy cessation. Meanwhile the most serious 10- 
‘convenience continues to be caused, apparently without any attempt 
being made to mitigate the evil, notwithstanding that by proper 
precautions and careful stoking, much of the nuisance might be pre- 
vented. In some districts legal proceedings bave already been insti- 
tuted, and the Council believes it to be necessary in the public 
interest that steps should now be taken for strictly enforciog the law 
in every serious case which may occur.” Sir Harry Poland moved 
that tbe report should be referred back, in order that the 
committee might bring up a recommendation with a view to 
stopping the nuisance. Mr. Lawson, who seconded, suggested 
that the Council should initiate legislation next year in order to 
with the question. Mr. Н. Ward attributed the large volumes of 
dense smoke to the fact of the steam at the electric light atations not 
being condensed. The result was that the steam was discharged into 
the stacks, and assisted in driving the carbon particles into the atmo- 
sphere. On a show of hands, the report was referred back to the 
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Committee by 23 votes to 21. The Council approved on the recom- 
mendation of the Building Act Committee the plans submitted for 
the extension of the Carnaby Street station of the St. James’s and 
Pall Mall Electric Lightivg company. Formal consent was given 
to the laying of new mains by the Metropolitan, the House-to-Honse, 
and the Oounty of London Electric Lighting Companies. 


C. & C. Electric Hoist.—The hoist shown in the illus- 
tration was supplied to Messrs. Belshaw & Co., of Victoria Street, by 
the О. & О. Electric Oompany, of New York, through their repre- 
sentative for the United Kingdom, Mr. О. В. Heap, 47, Victoria 
Street, London, S.W. The motor, which is stated to possess several 
novel features, is of the O. & C." direct current (compound wound 
and over com ded) ironclad totally enclosed four-pole slow-speed 
type. It develops 40 Н.Р. on the brake, with 450 volts 
at the terminals, running at a speed of about 750 revo- 
lutions per minute. The hoist is of the double drum 
typo. Hither dram may be worked independently in 
either direction, there being a separate friction clutch, 
brake, and reversing gear for each. Thus raising or 
lowering may be accomplished as required by either 
drum. The duty of the machine is to raise 1 ton plus 
the weight of 500 feet of steel wire rope up an incline 
of 60° at a speed of 300 feet per minute. The motor 
will run at practically a constant speed, the power and 
speed of hoisting being varied, as well as the direction 
of travel of drums by the brakes, clutches, and gear. 
Thus the working is said to be simple and reliable. 
There are no complicated controlling and reversing 
resistances, and the hoist can be managed with safety 
by an unrkilled operator. For starting the motor the 
“О. & О” standard starting box is It ора 
besidesa double-pole switch and safety fuse, a graduated 
shunt resistance with 10 steps, and an automatic 
“overload” and no load” release. Through this 
apparatus, if the current to the motor is interrupted, 
the starting handle will return quickly and automatic- 
ally to the “ off” position, and the motor can only be 
restarted in a proper manner through the step-by- 
step” resistances, thus preventing any er 
injury to the motor by starting again with load on 
and motor at rest. The same action occurs with an 
overload, and thus a finely graduated fuse is unneces- 
sary. The whole machine is compact, and massive 
in build, and is mounted on one solid bedplate. The 
weight of the whole is about 8,000 lbs. Owing to 
its entirely enclosed form, the motor is damp- and dust-proof. 
It is provided with self-feeding carbon brushes, requiring no 
change cf lead under any variation of load, and needing the 
minimum of attention. The bearings are oiled by ring lubrica- 
tion,” the oil reservoirs c an ample supply of oil, and are 
fitted with visible oil gauges and drain cocks all accessible from out- 
` gide. By the removal of close-fitting hand-hole covers at both ends 
the armature is readily accessible. These hoists are made in standard 
sizes, from 5 to 50 brake horse-power, and are made on the inter- 
changeable ” plan throughout. 


Lists,—The Simplex Steel Conduit Company, Limited, 
of Ooventry Street, Birmingham, have issued lists of their 
" ideal" system of wiring for electric light, power, bells, aud tele- 
phones. lists detail the various advantages claimed for the 
system, and give particulars of some installations carried out. The 
company bas equipped works capable of a large output of steel 
conduit, together with all accessories in the way of T's, bends, and 
inspection pieces. 


New Electrical Works.—It is stated that the old cotton 
mill on the Boxton Road, Bakewell, and land adjacent, have been 
purchased by Messrs. Drake & Gorham, electrical engineers. The 
necessary alterations are to be made to adapt the buildings to Messrs. 
Drake & Gorbam’s business. As a cotton mill the place gave employ- 
ment to about 100 hands. There is ample water-power obtainable 
from the River Wye. The site is (or was up to the time of the 
purchase) the property of the Duke of Devonshire. 


Patent Litigatlon.— The Comptroller gave his decision 
on 17th inst. in the matter of the Electrolytic Plating Apparatus 
Company's (Walsall) opposition to the grant of letters patent upon 
G. Nash’s (W. Canning & Co., Limited, Birmingham) patent 
application No. 14,708 of 1897, for An improved apparatus for the 
e -plating of small articles.” Messrs. W. P. Thompson & Oo., of 
Birmingham, appeared for the opponents at the hearing, and Mr. 
А. J. се тше n & Lo London) Vines for iex 
applican e grant o patent was opposed on the grounds 
that the applicant (Nash) had obtained the invention from the 
Electrolytic Plating Apparatus Company, Limited, and that the 
invention had been patented in this country on an application of 
prior date, viz, by British patent No. 5,274, of 1896, vested in the 
Electrolytic Company. The Comptroller by his decision ordered 
Nash to insert a disclaiming clause in his complete specification, and 
also to strike out а certain portion of the exlsting letterpreas thereof; 
subject to this being done he would seal him a patent. 


Personal.—Mr. John Hunter, late electrician to the 
Allan Line Shipping Company, Liverpool, has been appointed 
5 the Liverpool Electric Lighting and Fittings Corpora- 

oD, : 


Private Installations.—Messrs. Archer, New & Co., 
of Liverpool, have carried out a number of installations connected 
with the Liverpool, Birkenhead, and ы порох Oorporation mains, 
under the supervision of Mr. F. W. Rayner, late Liverpool manager 
of Messrs. New & Mayne. They havé also put down a complete in- 
stallation for the cotton warehouse of the Liv l Warehousing 
Company, Limited, a 30-ampere Parker Ayano Deine run from a 
hoisting engine. The buildings are wired on the wrought-iron con- 
duit system. A 30-ampere ae and Crossley oil engine has also 
been installed at Aigburth for Mr. Hollbrook Gaskell. They have 
fitted up Leasowe Castle Hotel and Hydro, Cheshire, for 500 lights, 
and six enclosed arc lamps in the grounds. An Edison and Swan 
dynamo, 200 amperes, and спеше room switchboards, 60 E. P. S. 
K 21 accumulators, British I ted Wire Company's underground 


" Ур. 


per insulation mains, and a Robey horizontal engine and Lancashire 

iler, make up the installation. The Priace of Wales Hotel, South- 
port, has been fitted with 390 lights to be supplied from the Corpora- 
tion mains; also 130 electric bell communications. Messrs. New's 
business is to be absorbed shortly by Messrs. New & Byrd, Limited. 


Submarine Miners and the Electric Light.—The 
Western Mail says that a party consisting of two officers and 10 men 
of the Severn Division Royal Engineers (Volanteer Submarine 
Miner»), whose headquarters are at Cardiff, are at present under- 
going a month’s course of instruction at Plymouth in electric lighting. 
The course consists of a series of lectures on the theory of magnetism 
and electricity, and the construction of the various kinds of dynamos 
and lamps used in the service for electric lighting. The practical 
work consists of instruction in the running of steam and oil engines, 
the working of dynamos, and the manipulation of “ fixed beam and 
" search " lights. 'The practical work takes place by day and night 
a ur maa with the forts, &c, at the entrance to Plymouth 

an : ' 


Verltys, Limited, v. Sharp. —On Friday, in the Queen's 
Bench Division, before Mr. Justice Day, sitting for the trial of non- 
jury causes, the case of Veritys, Limited, v. Sharp came on for 
hearing. This wasan action brought by Messrs. Veritys, Limited, who 
are electric ligh engineers, of King Street, against the defendant, 
who is an electric lighting engineer, to recover £90 83. 8d. in respect 
of electric light fittings sold and delivered to the defendant for an 
installation at 56, Ludgate Hill. Mr. W. W. Thompson was counsel 
for the plaintiff, but the defendant did not appear, nor was he pro- 
fessionally represented.—Mr. Lionel George Oonter, traveller for the 

laintiff company, deposed to receiving the order from the defendant, 
response to which the goods were delivered to him at Ludgate 
Hill. Mr. Sharp acknowledged the receipt of the goods. The 
рее had frequently applied for payment of the account, but it 
not been paid.—His Tardship gave judgment for the amount 
claimed, with costs. | 


Wattmeters for Storage Batteries.—The increasing 
application of storage batteries to electric light and railway 
station use, as well as to street cars, motor carriages, electric 
launches, &c., where & portable source of power is requisite, has led 
the General Electric Company, of Schenectady, to develop a special 
type of meter, which will show at a glance the amount of energy 
available in the battery. The Thomson recording storage battery 
meter, as described in the Street Railway Journal, resembles in general 
appearance the standard Thomson recording wattmeter, and is, in 
fact, a development from it, the mechanism being almost exactly 
similar. The accuracy and durability characteristic of the standard 
type have both been maintained, while additional precaution is pro- 
vided against injary from shock or vibration. The meter is provided 
with a single indicating needle moving overa horizontal semi-circular 
dial. The essential requirement for a storage battery meter is that the 
armature shall rotate in either direction and give equally accurate 
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readings in both. In this meter this requisite is obtained. The 
reading of the meter represents not the amount of energy put 
into the battery, but the amount available, and when the needle 
points to zero on the dial, it shows that the battery is completely dis- 
charged. For motor carriage, street car, and electric launch service a 
meter of this character is a most necessary adjunct. Without it the 
operator is absolutely ignorant of the power upon which he can 
depend, and would run serious risk of finding himself at a standstill 
far from home with no means of getting either forward or backward 


without recourse to some mechanical method. These meters are 
manufactured with any desired percentage difference between charg- 
ing and discharging rates, and in all of the standard sizes in which 
two-wire Thomson recording wattmeters are built. Since, however, 
this percentage varies in almost every case, the General Electric Com- 

any manufactures them only to order. One size, that reading to 
L^ amperes, however, may be considered as standard, and will be 
more promptly furnished than any other. | 


Wireless Telegraphy.—Some experiments were made 
from the Terrace of the House of Commons on the morning of the 
20th inst. The apparatus was fixed in a private smoke room just 
off the Terrace and in the treasurer's office of St. Thomas's Hospital, 
on the other side of the Thames. 


ELECTRIC LIGHTING NOTES. 


Barmouth.—Mr. T. Blackburn, C. E., and Mr. David 
Davies bave each prepared a dust destructor and electric lighting 
scheme for the town. The District Council has appointed the 
Lighting Committee to consider both proposals and report. 


Belfast.—Last week the electrical engineer was instructed 
to communicate with the contractors for new engines, requesting 
them to have the engines forwarded at once, the tests already made 
being of a satisfactory nature. 


Blackpool.— Mr. Quin, the Blackpool borough electrical 
engineer, has just issued his report for the year ending March 31st 
last. The total revenue was £12,827, which included public and 
private lighting. The expenditure on working account was £7,152, 
and £3,856 was set aside for interest and sinking fund, being at the 
rate of 5$ рег cent. for these items. This leaves the sum of £1,819 
as the net actual profit on the year's working. As the profit last 

was only £828, there is a substantial increase. The units sold 
җай gone up from 429,669 to 707,965, but the “generation costs” 
have gone down from 2:614. per unit to 1 87d., а highly creditable 
result. Tae “general coste,” too, have gone down from 64d. per 
unit to 39d. Тһе “ total costs of working per unit have gone down 
from 3:414. to 2424. Mr. Quin deserves every credit for these 
reductions in costs of working. The total revenue has gone down 
from 5 5d. to 5 13d. per unit. 


Cardiff.—The Electric Lighting Committee last week 
instructed the engineer to report on the question of the electric 
lighting of Newport Road. 

Chelmsford,— The Board of Trade have confirmed the 

rovisional order promoted by the Chelmsford Ekctric Lighting 
mpeny for the extension of their mains into the districts surround- 
ing the borough, and have specified Springfield as a compulsory area. 


Chester.—The Council last week authorised the Lighting 
Committee to have an electric main for street and private lighting, 
and for supplying motive power to compress air for the ejectors at 
the Infectious Diseases Hospital, Sealand, laid at an estimated cost 
of £1,1C0, of which £460 is to be c to cost of the Infectious 
Diseases Hospital; to carry the new main to be laid along Brook 
Street, past the station, and connect it with the main in City Road, 
at the estimated cost of £55; to have & small addition made to the 
switchboard at the electric light station, at the estimated cost of 
£36, and to accept the tender of Messrs. Johnson & Phillips to supply 
11 aro lamps for the Lower Bridge Street and Castle Esplanade 
extensions, for £136 11s. 


Chiswick.—The District Council had a discussion last 
week regarding the “alleged scandal” in respect to the electric 
lighting order, and ultimately a Committee was appointed to inter- 
view Messrs. Bourne & Grant on the matter. 


Conway.—At a meeting of the Conway and Colwyn Bay 
Water Board last Friday,a member expressed the opinion that the 
Board had valuable water rights which could be utilised for electric 
lighting purposes, and he moved that a committee visit the place and 
inquire into the matter. It was also proposed that a professional 
man be engaged to advise the Board. The Mayor was of opinion 
that the Board should carry a scheme through, or a company would 
soon be formed for the purpose. Mr. T. T. Marks, C.E., was appointed 
to advise the committee. 


Coventry.—The statement of the Electric Light Com- 
mittee shows the progress of the undertaking as follows: — Electricity 
supplied during quarter ending December 31st, 1897, 34,895 units; 
1898, 25,685 units. Rentals for quarter, 1897, £830 83. 9d.; 1590, 
£618 5s. 6d. Number of consumers on December 31st, 1897, 100; 
1896, 72. Mileage of mains on December 31st, 1897—high tension, 
2 miles 687 yards; low tension, 2 miles 1,331 yards; 1898, high 
tension, 2 miles 77 yards; low tension, 2 miles 332 yards. Electricit 
supplied during quarter ending March 31st, 1893, 35,09) units; 1897, 
21,516 units. Rentals for quarter, 1893, £891 4s. 5d.; 1897, £547 
6s. 5d. Number of consumers on March 31st, 1898, 112; 1897, 76. 
Mileage of mains on March 31st, 1898—high tension, 2 miles 1,592 
yards; low tension, 3 miles 791 yards; 1897, high tension, 2 miles 
337 yards; low tension, 2 miles 432 yards. 


Darfield.—The Council will oppose the scheme of the 
esi Lighting Syndicate so far as it may concern the Darfield 
istrict. 


Dewsbury.—The Oorporation are 3 their system 
of street electric lighting, and already eight ditional lamps 
have been erected. The improvement which has thus been effected 
has met with general approbation, and already many desires have 
been expressed in favour of a further extension. Householders and 
shopkeepers are asking for the extension of the mains to the outlying 
portions of the borough. 


Doncaster.—The District Council will oppose the General 
a эй ашынын Company's scheme for electric lighting in the 
0 


Dunoon.— The Police Commission has resolved, on the 
recommendation of the Pier and Parks Committee, to use the balance 
of current from the Castle dynamo for lighting the pier electrically. 
The offer of Messrs. Dixon to erect wires and lamps at £15 odd has 
been accepted. 


East Stonehouse.—The Bill confirming the East Stone- 
house provisional order was certified for second reading last week. 


Greenock.—At a recent Police Board meeting the 
minutes contained a report of the conference with the Board of Trade 
on the subject of supplying electricity in the burgh. The Provost 
said it was absolutely necessary, if they should retain their pro- 
visional order, that steps be taken towards the installation of 
electricity within a year. They were clearly led to understand that 
the opposing company would in a year hence be in a much more 
favourable position if the Council showed they were not in earnest 
in the ution passed to proceed with the installation. They felt 
very much indebted to the authorities of Port Glasgow and Go 
for the assistance which they gave them, and they made it clear to 
the Board of Trade that they would prefer to have the electricity 
supplied by Greenock rather than by a private company. Mr. John 
Cameron said the Board of Trade were surprised that in a large com- 
mercial town like Greenock electricity had not already been estab- 
lished, and when the argument was preseed upon them that the 
Corporation were the owners of the gas works, and that they must 
take great care of them, they were met by the retort that the 
univereal experience of the Board of Trade was that wherever elec- 
tricity was introduced it did not prejudicially affect the. Gas Trust, 
but, on the contrary, both lights seemed to develop and pay corpora- 
tions. There was no reason why they should have fresh taxation 
placed on the ratepayers, but if Greenock was to take its place along 
with other large towns, the time had arrived for the installation being 
formed. The matter was remitted to the Sub-Committee on Elec- 
tricity to report their views on the best method of carrying ont the 
details of the proposed installation. 


Hertford.—The Corporation is inviting offers for a lease 
of its electric lighting order from persons competent to carry out 
ваше. See our Official Notices” this week for particulars. 
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High Wycombe.— The Town Council had before it last 
week a report by the Electric Light Committee on general matters 
regarding the undertaking of the Electric Light Company. The 
5 is to draw up a plan of proposed positions of public 

ps. 


Huddersfield.—The Hill Top Co-operative Society, 
Paddock, Huddersfield, have resolved to obtain estimates for the 
lighting of the premises by electricity. The Board of Trade has 
given formal permission to the Huddersfield Corporation to alter 
the standard pressure upon the low tension electric lighting mains in 
the central portion of the town from 100 to 200 volts. 


Il feacombe.— The Ilfracombe Electric Lighting Bill has 
passed through Committee of the House of Commons. 


Kingswinford.—The Board of Trade has issued a pro- 
visional order to the District Council. The Billhas yet to be con- 
firmed by Parliament. 


Leeds.— The Local Government Board has intimated that 
the provisional order enabling the Corporation to issue stock, irre- 
deemable or otherwise, for the purchase of the undertaking of the 
Yorkshire House-to-House Electricity Company had been made, and 
would shortly be submitted to Parliament for confirmation. 


Ly mington.— Messrs. Elmundson's Electricity Corpora- 
tion have placed a proposal before the Town Council regarding electric 
lighting. They propose applying for a provisional order, and, with 
the consent of the Council, are ready to start work at once. The 
public lighting would be done at 41. per unit, and private lighting at 
7d. A special committee has been going into the matter, and was to 
report to the Council this week. 


Lynn.—The whole Council in committee recommended this 
week that the offer of Prof. Robinson to prepare drawings, specifi- 
cations, &c., and supervise the electric lighting installation, should 
be eccepted. They also recommended tbat another site besides that 
near the walks should be selected for the central station works. Tne 
proposals were adopted. 


Maidstone.—The Electric Lighting Committee has fur- 
ther considered the question of & combined dust destructor and 
electric lighting stationgand is anxious for more information before 
reporting definitely to the Council. A small Sub-committee has been 
therefore appointed to visit Norwich and Leyton with a view of 
inspecting the works at those places. 


Margam.—The E'ectric Lighting Bill has been certified 
fot sccond reading. 


Melbourne.— The Lighting Committee of the City 
Council recommends the purchase of the undertakings of the electric 
lighting companies. The Electric Light and Power Act provides that 
each company shall receive 10 per cent. beyond the total value of its 
undertaking. The assets of the two companies are roughly estimated 
at £150,000. 


Metropolitan Asylums Board.—At the fortnightly 
meeting on Saturday, a letter was read from the Local Government 
Board asking for information as to the grounds which bave led the 
managers to decide to substitute electric light for gasatthe Northern 
Hospital at an estimated cost of £10,350. The Board also asked for 
a description showing the extent of the scheme. It was resolvad to 
refer the letter to the Works Committee for consideration. 


Newport.—The Electricity Committee on Tuesday morn- 
ing decided to recommend the Oorporation to sanction the purchase 
of emergency plant, in order to meet the demand for light which will 
have to be faced in the autumn. The present plant is already over- 
loaded, and as the demand shows a y increase, the works will be 
inadequate to supply light for next season even for the present area. 
The Chairman (Alderman Moses) and the consulting engineer (Mr. R. 
Hammond) have made inquiries and in plant, and the Com- 
mittee have adopted their suggestion that to meet the emergency 
second-hand Brush plant, which. cau be obtained for £1,150, after 
being put in thorough repair, shall be purchased. As the new plant 
cannot be delivered in time to meet the necessity, it is necessary to 
obtain some additional plant, and in the opinion of the Committee 
this is the best that can be done. 


North Berwick.—Prof. Kennedy recently wrote to the 
Town Council regretting that he would be unable, owing to pressure 
of business, to give time for a report on electric lighting at present, 
and recommending the firm of Messrs. Burstall & Monkhouse, 
Westminster. After discussion it was agreed to ask Messrs. Burstall 
and Monkhouse to report. 


Netting паш. —А reduction is to be made in the charges 
for мон йыш tage ed from June аа Тһе 55 8 
charge for lighting purposes for any quantity not ex the 
equivalent of 100 hours per quarter 4d. ga unit, and 2d. afterwards. 
For power purposes it will be 2d. per unit for four hours’ average 
daily use, and 1d. beyond. 


Ossett.—The new mill premises of Mr. R. E. Phillips, 
mungo manufacturer and rag merchant, at Gedham, have been lighted 
electrically. The plant comprises a Robey 30-H.P. nominal horizontal 

, and a multipolar dynamo, capable of supplying current for 
about 200 16-C.P. lamps, and a 12-H.P. electric motor. At present 
just over 100 lamps are installed. The lights are arranged in groups 
of eight, and all circuits controlled by single-pole switches. The 
pre have been fitted up with telephones on the “ Ennunciator ” 

lug-board system, The work has been carried out by Mr. Walter 
Robb, of Ossett. 


- 


Paris апі Berlin.—Some recently published statistics 
show that in Berlin there are some 300,000 16-0.P. incandescent lamps 
installed, besides several thousand arc lamps. The length of mains 
is about 186 miles, and the power developed is about 28,000 H.P. 
There are also some 1,600 motors, taking 6,450 Н.Р. The price for 
lighting is 7`5@. per kilowatt-hour, for power 2d. per kilowatt-hour. | 
Paris demands some 25,000 H.P. for about 418,000 lamps of 10 
candles, and 7,448 arc lamps, with about 240 miles of mains. The 
motors number 513, requiring 1,940 H.P., and the price is 114d. per 
kilowatt-hour. 


Peterborough.—Toe Peterborough Electric Light and 
Power Company is prepared, if the Council does not commence to 
put its electric lighting order into effect by June, to make application 
for the order to be revoked. As, however, Mr. Gill, the engineer, has 
prepared plans for the proposed electricity works in Queen Street, 
the site having been already purchased by the Corporation, the com- 
pany’s application will probably be unnecessary. 


Petersfield.— For some time past the Petersfield Urban 
District Council (Hants) have had under discussion the advisability 
of applying for & provisional electric lighting order. At th» last 
Council meeting on the 19;h inst. it was decided to communicate with 
different firms of electrical engineers to ascertain the terms for 
advica and report as to the practicability of an electric lighting 
system for the town. | 

The District Council has referred a proposal that it should apply 
for an electric lighting provisional order to the Lighting Oommittee. 


Plymouth.—The work of laying the electric cables is 
going on in the principal thoroughfares. 


Portsmouth.—It is stated that a scheme has now been 
repared for introducing incandescent electric lighting into rather 
more than 100 streets in which gas is now the sole illuminant. The 
idea 18 to utilise the present gas standards, to the top of which two 
incandescent lamps would be affixed. It ie estimated that the cables 
could be laid, the lamps converted and the lights supplied on precisely 
the same terms as is now charged for gas. Itis further understood 
that the balance-sheet of the Electric Light Committee, which will 
shortly be issued, is likely to be more satisfactory than ex А 
Owing tothe engineeriog strike last year, the new works were yed 
for seven months, and the Committee were put to great expense in 
hiring machinery to keep the station in full operation. The surplus 
over all liabilities will not reach £1,000. 


Salford.—At last week's Council meeting, Mr. A. 
Haworth, chairman of the Electric Light Committee, moved the 
adoption of plans for the erection of a new generating station on 
land in Strawberry Road, at an estimated cost of £28,161. He said 
they were considering plans for the application of electric traction to 
the tramways, acd as they had already gone as far as they dared in 
supplying the current to consumers, they had to decide between ex- 
tendiog the old station and erecting a new one. He believed that, 
unless perhaps for the first year, the proposed new station would not 
entail any charge on the rates, for as soon as they commenced work- - 
ing, interest and sinking fund would be provided out of the revenue. 
Tae electricity works were making gratifying progress, and the loss 
during the past year had been reduced by £900. The motion was 
scconded by Mr. Boys and adopted. 


Sheffield.—The residents have this week been voting 
on the electric lighting question. The papers were collected on 
Monday. The voting was as follows:—For Corporation purchase, 
28,130 votes; agaiast ditto, 1,965 votes; majority, 26,165 in favour. 

In accordance with the resolution of the Oity Council, an 
expert inspection of the water reservoirs was commenced on 
23rd inst. by Mr. Frederick Nell, of London, with a view 
to advising the Council upon the question of utilising the water-power 
available for generating electricity. 


Southampton.—The Court of Arbitration appointed to 
decide what compensation shall be paid by the Corporation to the 
Southampton Tramways Company for their undertaking, held its 
first sitting on 14th inst. to fix the course of procedure. Bir Henry 
Oakley sat as umpire, Messrs. G. Hopkins, C. E, and J. Kincaid, 
O. E., as arbitrators, and Mr. W. Phipson Beale, Q.C., as legal 
assessor. 


Stockport.—The Gas and Electric Lighting Committee 
received 54 applications for the post of clerk of works for the elec- 
Zo ee They are being considered, and will be dealt 
wi week. 


Stonehouse.—The District Council has disapproved of 
plans submitted by a company for the erection of an electric lighting 
station at the corner of Phonix Street. 


St. Pancras.— Мг. H. J. Munzies, chairman of the 
Electricity and Public Lighting Committee during the past year, 
was elected chairman of the Vestry at the first moeting alter the 
election on Wednesday evening. It was decided, on the recommenda- 
tion of the Electricity Committee, to sanction the diture of 
£414 for the installation of a coal conveyer at the King's Road 
station, in order to deal with the increasing output. The resignation 
of Mr. Ј.С. A. Ward, inspector of works, who has obtained an appoint- ' 
ment under the Corporation of Glasgow, was accepted, and it was 
reso;ved to give him a testimonial under the seal-of the Vestry. 
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Tynemouth.—The Tynemouth Aquarium is being fitted 
up by its new proprietor with a complete electric light aud power 
installation, including engines, dynamos, motors, and boilers. The 
work has been placed in the hands of Messrs. W. Dalzell & Oo., 
electrical engineers, of Newcastle. The Aquarium will be lighted by 
14 arc lamps, each of 2,000 C.P., besides numerous smaller lamps. 


Wiuchester.—The directors of the Winchester Electric 
Light Company announce that a supply of current is now available. 
They are prepared to fit up any premises on the free wiring 

ошер No charge is to be made for апу current used prior to 

y lst. 

A committee recommends the Council to accept the tender of the 
Gas Company for lighting the streets of the city for a farther period 
of three years. This company's offer amounts to £1,240 per annum, 
while that of the Electric Lighting Company is £1,313. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Blackpool.—The report bas been issued of the electric 
tramway for the year ending March 31st, 1898. The estimated receipts 
for the year were £14,575; they actually were £15,406 —an increase 
of £921. The estimated expenditure was £9,776, and the actual 
£10,206, increase £360. This increase includes £119 as the tram- 
way share of the expenses of the Continental deputation. The gross 
proñt is £5,290. Deduct from tbis £2,984 as interest and sinking 

d, and there is a net profit of £2,306. Dedact again 1 per cent. 
for depreciation on a capital of £58,900, which is £589, and we get 
£1,717 as the available balance of profit for tbe year, a sum equal to 
12d. in the £ on the rates. 2,279,209 passengers were carried -an 
enormous increase on the previous year. The growth of the tramway 
receipts is as follows:—1895-6, £9,869; 1896-7, £13,223; 1897.8, 
£15,496. In the last report, for 1896-7, although the receipts had 
grown by £3,500, the profitas fell off by £360. This year they have 
jumped up from £230 to £1,717. The car miles ran for the year 
ending March 31st of the present year were 220,818. The receipts 
per car mile were 169d., and the expenses 1l'1d., giving a profit of 
58d. per car mile. The trams cost for electrical energy, coal, 
water, &c., £2,172; wages, £3,120; channel repairs, which were kept 
down in view of the overhead syatem being adopted, £658 ; ргө 
to motors and gearing, £2,145, and to cars and wheels, £675. 


Brighton, — At last week's Council meeting the 
Works Committee’s report was adopted, in which it was recom- 
mended that 2,100 feet of the electric railway lying between the 
Camelford Street groyne and the east end enclosures should be 
carried on piles on the seaward side of the nev breastwork. The 
estimated cost to Mr. Volk is £1,500 additional. This was agreed to, 
and it was also resolved that the Corporation should grant Mr. Volk 
a lease for the period of 21 years of the arch now in his occupation, 
and a license for the same period for the AT at a rent for the 
whole of £120 per annum. The license to be subject to conditions 
providing for its determination in the event of its being judicially 
decided that the railway is a nuisance, annoyance, injury, or danger 
to the public. Mr. Volk was to maintain the railway, which, at the 
expiration of the 21 years’ lease and license would become the 
property of the Corporation. A table showed the compensation to 

paid to Mr. Volk in the event of the Corporation at any time 
takiag pues of the railway at six months’ notice. The scale 
ranged from £3,000 in the first year, to £200 in the 21et year. The 
terms also prescribed that the maximum fare should be 2d. for the 
single journey, and 3d. for the double journey. 


‚ Bristol.—A requisition on behalf of the Corporation of 
Bristol for leave to withdraw their opposition to the Bristol Tram- 
ways (Electrical Power, &c., Bill) has been deposited in the Private 
Bill Office of the House of Commons. 


Cardiff and Penarth.—A deputation from the Penarth 
Chamber of Trade will support the Cardiff and Penarth light railway 
scheme at the Board of Trade inquiry on June 1st. 


Clacton-on-Sea.— The Coast Development Company has 
been formed with a capital of £500,000 for various purposes, one of 
which is to enlarge the pier at Clacton-on-Sea, and to construct an 
electric tramway. The company proposes to also put down an elec- 
tric line at Walton-on-the-Naze. 


Dundee-Broughty Ferry.—Mr. Б. О. Ritchie, of 
Messrs. Greenwood & Batley, electrical engineers of Leeds, who are 
the promoters of the electric reas railway scheme to connect 
Dandee and Broughty Ferry, paid a further visit to Dundee last 
week. The Dundee Couricr interviewed him and he made some 
general comments regarding the scheme. 


Dublin.—Rapid progress is being made with the electric 
tramway lices in the city, and it is expected that in about four weeks 
the connection between O'Connell Street and Haddington Road will 
be completed. The trip can then be made direct from Nelson's 
Pillar to Dalkeyiwithout changing tbe car. 


East London (South Africa).—The East London Town 


Council bave prepared specifications for tramlines and electric light, 
and, we understand from a contemporary, that tenders are being 
called for in England and in the colony. 


Gillinghan.—4At the meeting of the Gillingham Urban 
District Council on the 19th ult, the clerk read a letter from Mesers. 
Ashurst, Morris, Crisp & Co., to the effzct that the promoters of the 
electric trams were prepared to proceed with the remaiuder of their 
scheme for running trams throughout the Gillingham district, and 
with reference to the proposed improvements ia the High Street, 
they were prepsred to contribute £2,000 towards the cost. The 
question of providing weekly tickets for workmen at a cost of 9d. for 
24 journeys was also discussed, and the promoters propose to provide 
two special trams on each route for the workmen at sta hours 
during the day. The Civic Union sent a copy of a resolution passed 
at their last meeting, calling upon the Council to op pose the scheme, 
and take the necessary steps for laying down electric trams of their 
own. Several members of the Council were in favour of the pro- 
moters carrying out their scheme in ite entirety for the whole of 
Gillingbam. There was а great deal of discussion on the subject, 
and the whole matter was eventually referred to a sub-committee. 
The adjourned public inquiry into the scheme will take place on 
June 4th, and there is very little doubt that although strong oppo- 
sition will prevent the electric trams being adopted throughout the 
whole of the combined districts of Rochester, Chatham, and the 
neighbourhood, still the trams will appear at Gillingham, and most 
likely through Old Brompton, and from a part of Chatham to Luton. 


Glasgow.—The laying of plant for the introduction of 
electric cars upon the Springburn route proceeds fairly . 
but, adds а local paper, not quite so quickly as some anticipa 
The Tramways Committee is stated to have hopes cf opening the 
route from Mitchell Street under the trolley system by the Fair 
holidays. The lines, which have been relaid, are now pretty nearly 
completed. The poles, which were commenced to bs erected at the 
Springbura end, are gradually planted citywards. The engines and 
dynamos are now complete at the works, and some of them are being 
delivered. The carriages are being constructed at the Corporation's 
own workshops, and are well forward. Озе of the large sheds at 
Springbuen is being altered and made suitable for the power house. 
Good progress ie being made with the lowering of the road under 
the railway arch at Bt. Rollox. 


Hastings.—Mr. Murphy appeared before the Town 
Council on 19th inst. and explained his proposed light electric railway 
scheme for Hastings. He would put down a line of 3 feet 6 inches 

uge, with 18 cars, and his company would agree to a 25 years’ lease. 

he Corporation conld use tbe overhead wire standards for the 
purpose of electric lighting. Mr. Murphy’s interview lasted some 
considerable time, and numerous questions were put and answered. 
In a subsequent discussion the Council went into various points in 
connection with the matter, and ultimately parea a resolation 
supporting the Hastings, Bexhill, and district light railways (electric) 
scheme, which is Mr. Murphy's proposal. A committee is to go into 
the matter of terms with the promoters and report on June rd. 


Huddersfield.—The County Borough Council has in- 
structed the Tramways Manager and Borough Electrical Engineer to 
prepare and submit a report as to the application of electric traction 
on one or more of the sections of the present steam tramway system, 
having regard to capital expenditure and the present rolling stock. 


Hull—The ceremony of laying the first rail of the 
electric tramways is expected to take place on June 9th. The city 
engineer has reported on the subject of the overhead construction. 
A quesson had arisen, he said, whether the poles for carrying the 
trolley wires on the Holderness Road route should be placed on the 
north or the south side of the road. It was being a to place 
the poles on the right-hand side going out of the town on the Hessle 
Road, Anlaby Road, Spring Bank, and Beverley Road routes, and 
also on the right-hand side coming from Nelson Street on tbe Old 
Town route If it were not for the fact that through cars might be 
run from either the Hessle or Anlaby Road on to the Holderness 
Road (if Savile Street is carried straight through to Bt. John Strect) 
the right-hand side going out of the town would no doubt 
be selected for the Holderness Road route; but in view of the 
possibility of through cars being run, he (the engineer) thought 
t desirable to adopt the left-hand, or north side, for the route. The 
only disadvantage which could arise by fixing the poles on the north 
side of the route appeared to be that unless the lines were arran 
во that the cars would run straight through, by connecting St. John 
Street to Savile Street, or otherwise, a car could not, in case of 
emergency, be transferred to or from the Holderness Road route 
without t it round; but if а double janction were provi 
at some suitable point on the system, the cars could be turned round 
if the necessity for doing so arose. It was resolved to adopt the 
engineer's suggestion with respect to the poles in Witham. 

The Tramway Deputation Sub-Committee has been authorised to 
addi for tenders for electrio cars to run with those already 
о 8 


Italy.—1t is reported that the Rete Adriatica Railway 
Authorities are considering the question of introducing electric 
traction on the railways between Lecco and Sondrio (79 kilometres) 
and between Colico and Chiavenna (26 kilometres). The water power 
of the River Adda would be utilised in generating the necessary 
electrical energy. . 


Kidderminster- Stourport. — This electric tramway 
scheme which was described in our last issue, was passed by the 
Board of Trade inspector on Wednesday, 18th inst. Sir F. Marindin 
and Major Cardew were the officials =, А inspected the line. In the 
matter of speed it was considered that 8 miles an hoar would not 
too great a pace in the streets, except Foundry Street, Stourport, and 
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at certain narrow parts in Kidderminster, where 5 miles must be the 
maximum. On the open road between Kidderminster and Stourport 
a rate of 12 miles would be allowed. The inspectors were met by 
District Councillors, Mr. A. Dickineon, and representatives of the 
contractors. Sir Francis gave permission to commence running at 
. once. He made suggestions with reference to the stopping places, 
but the permanent way and power plant were perfectly satisfactory. 


Liverpool.—Notwithstanding that the Council at its last 
meeting declined to the recommendation of the Tramways 
Committee to accept the tender of Messrs. Willans & Robinson, to 
supply two compound engines and dynamos at the price of £6,530 
each, and a triple expansion engine and dynamo at the price of 
£6,939, we learn from the Liverpool Daily Post that the committee at 
& special meeting on the 13th again passed the recommendation, 
which will, therefore, again come before the Council in its original 
form. An amendment was moved by Mr. Ratherford, and seconded 
by Mr. Beaver, That in view of the fact that no engine of tbe type 
recommended has hitherto been used for power, this committee con- 
sult Dr. Hopkinson thereon prior to issuing the order.” This was 
rejected by a large majority. 


Llandudno.—At last week's Council meeting various 
small main extensions were authorised. The question of the 
application of the Llandudno and Colwyn Light Railway Syndicate, 
and the letters of the Simplex Company and Меватв. Kingsland and 
Edwards was discussed in a report by Mr. A. Н. Preece. Mr. 
Preece said that it was to be regretted that the establishment of 
tramways in Llandudno could not be undertaken by the Council. 
However, as it had been necessary to arrange matters with the Light 
Railway Syndicate, the Council were only safeguarding their own 
interests by insisting upon the supply of energy remaining in their 
own hands. The question of the powers of the Council to supply 
the syndicate with energy in these outlying districts was a legal 
matter which he was unable to enter into. At the same time he saw 
no reason why it could not be suitably arranged temporarily with the 
cbief parties concerned if a permanent arrangement were not 
possible. As regards the terms in the agreement for the supply of 
electrical energy, the following heads were suggested: — (1) The 
syndicate should tee the use ofa minimum quantity of energy 
perannum. (2) The Council should agree to deliver the requisite 
electric current at constant pressure to a switchboard in the 
generating works, and all work, consisting of feeders, &c., beyond 
this board should be erected by the syndicate. (3) The syndicate 
to fix the maximum quantity required at any moment, and any 
increase to be subject to not less than nine months’ notice. (4) The 
Council should agree to penalties in case of failure to supply energy, 
and fix fall in pressure below a fixed point, subject to causes 
beyond the Council's control. (5) The price to be matually 
agreed upon subject to modification at the end of the 
second season, and every three years after. (6) The energy supplied 
to be measured b рее meters, and any difference to be settled 
by arbitration. (7) ayments to be made every month. The ques- 
tion of the prices to be charged was the only point which may 
present difficulties in settlement. He suggested that the Council 
should consider a scheme by which the payment should depend upon 
the interest, sinking fund, and depreciation of the cost of the extra 
plant түшө, and upon the actual working cost of the power gene- 
rated. He anticipated that the extra capital expenditure in the 
generating works would not exceed £5,000. In reference to the 
overhead and underground system, Mr. Preece reported to the effect 
that there are four principal systems, viz, the overhead trolley 
system, the underground slot system, the closed conduit system, and 
the accumulator system. The overhead system was undoubtedly the 
cheapest system to instal and to maintain. The rest were all expensive 
both in first cost and in maintenance. The only ible objection 
to the overhead system was the ssthetic one. ere was not the 
least doubt that a properly designed overhead system, with handsome 
poles erected in the centre of the main road upon which the public 
lamps could be d, might be made sufficiently attractive to over- 
come the objection raised to the system. "The Council adopted the 
recommendations. 

Lord Jersey and Colonel Boughey held a light railway inquiry 
at Colwyn Bay on Friday last. The scheme was supported b 
Llandudno and Colwyn Bsy District Council and the Conway 
Corporation, while Lord Mostyn and other private parties opposed. 
After two hours' evidence the promoters approached Lord Mostyn, 
and he withdrew his opposition upon terms. The Commissioners 
will recommend the scheme. 


London.—Arrangements аге being pushed forward with а 
view to providing the northern suburbs of London with increased 
facilities for getting cheaply and quickly into the central district. 
The scheme, says the City Press, is being prepared by the Metro- 
politan Tramways and Omnibus Company, and, if the authorities 
allow the programme to be carried out in its entirety, something like 
90 miles of rails will be laid, at a cost of about £500,000. The new 
scheme is styled the “ London, Barnet, Edgware, and Enfield Light 
Railways,” and by means of electricity, on the overhead system, it 
intends to provide cheap and quick transit for passengers and parcels. 
A great part of the district affected is at present only served by the 
Great Eastern and Great Northern Railways, and the proposal has 
been warmly received in the localities that will be benefited. Owing 
to the fact that the London County Council are committed to a policy 
of developing the tramway system in their own borders, the new 
railways will have to commence at various points outside the county 
boundary. These will not be isolated points, but in most cases will 
practically be junctions with the main routes of the North Metro- 
politan Tramways Oompany. For instance, the latter runs cars to 
Wood Green, and from this point the new company will continue 
along the high road to Enfield, vid New Southgate, Palmer's Green, 


Winchmore Hill and Bush Hill. From Enfield a branch to the 


right will connect with Ponder's End, to which the North Metro- 


politan Company already convey passengers. From the base at 
Wood Green, also, a connection with Tottenham will be made, join- 
ing on tothe existing tramway to Ponder's End. A third line from 
Wood Green will run vid Friern Barnet and Whetstone to Chipping 
Barnet. From Whetstone it will be possible to get south-east 
through East Finchley aud North End to Highgate; and south-west 
to Hampstead, Child’s Hill, and Cricklewood; Finchley and Church 
End being served en route. Cricklewood is to be the centre of a con- 
nection between the Marble Arch and Edgware, the first part of the 
journey being in omnibuses run by the new company as feeders to 
the western branch of their system. 


London United Tramways Bill. — The adjourned 
report of the Highways Committee of the London County Council 
iu reference to the London United Tramways Bill, wasagain brought 
forward at last week's Council meeting. It will be remembered 
that the committee suggested that the Council should support its 
petition against the Bill by evidence before the Belect Committee. 
Earl Russell had given notice of an amendment that the Council 
should offer no opposition to the use of overhead traction in the 
Uxbridge Koad, but this was not proceeded with owing to the with- 
drawal of the recommendation by the chairman of the committee. 
Mr. J. W. Benn (chairman of the committee) asked permission of the 
Council to withdraw the paragraph, the committee being of opinion 
that they would be touching upon the scope of the Select Committee. 
The latter, he remarked, were proceeding on the lines of testing that 
clause of the Bill, the object of which was to deprive the Oouncil of 
its power of veto in regard to mechanical traction. The question 
would, however, come up again, and hence he desired to withdraw 
the recommendation. The Council then consented to the withdrawal 
of the paragraph. | 

Norwich.—The Norwich Electric Tramways Bill came last 
week before the Standing Orders Committee of the House of Commons, 
on the petition of the promoters to be allowed to insert an additional 
provision giving them power to widen streets for tho gant of the 
"тавзе The committee allowed the additional provision to 

rocee 
When the electric tramway Bill came before the Parliamentary 
Committee on 23rd inst., there was a strong opposition against 
running the trame along Surrey Street, and, in consequence, this 
portion of the scheme was struck out. 


Redditeh.—The District Council has given assent toa 
proposal made by Messrs. Coleman & Whiteley, solicitors, on behalf 
of a syndicate to lay down a light electric railway from the railway 
station, Redditch, through the populous districts of Headless Oross 
and Crabbs Cross to Astwood Bank, a distance of three miles. 


Richmond.— The Duke of Cambridge, Lord Charles 
Beresford, the Earl of Dysart, Lord Perth, and others are opposed 
to the Kew and Hampton Court electric tramway scheme. 


Richmond and Hampton Court.—At a meeting of 
the Kingston-on-Thames Town Council on Tuesday last week, it was 
agreed to diesent from the p to construct a light railway for 
passengers through the borough boundaries in connection with the 
Scheme to connect the West End with the district by trams worked 
on the trolley system. The General Purposes Committee having 
framed a resolution to this effect, Councillor Lynes said there was 
undoubted need for better communication, seeing that Kingston was 
fast approaching the dimensions of a county borougb, but he thought 
that a system of tramways under their own control would not only be 
a source of revenue, but would utilise the day load from the Corpora- 
tion's electrio lighting station. Alderman J. B. Walker, J.P., said 
thatif the present light railway scheme were carried through, the 
Corporation would not have the option to purcbase the undertaking, 
as under the Tramways Acts. He thought the Corporation ought not 
to lose control of their roads under any circumstances, and that the 

roposed alteration of the level of the road beneath the railway 
bridge in Richmond Road would make that place even more 
dangerous than it was already. Councillor Horsfield pointed out 
that Kingston had made a great mistake 30 years ago in refusing to 
allow the L. & 8. W. R. Company to bring their main line into the 
town. He thought that the matter should be fully discussed at а 
special meeting, and said that he had seen on the Continent that 
wherever sach railways had been made, the country round about 
them was in a very flourishing state. The Mayor (Councillor W. 
Hart), in putting the committee’s recommendation, said that in the 
cases cited by Councillor Horsfield, the lines were worked either by 
the State or the municipal authorities. The resolution was carried 
nem. con. 


Rowley Regis.—The District Council had a brief dis- 
cussion last week regarding the scheme of electric light railways 
brought forward by a company, and it was resolved to support the 
scheme. It was stated that the Dudley Corporation was promoting 
a tramway echeme which it would like to run through Rowley Regis. 
The District Council of the latter place, however, thinks the matter 
would be more satisfactory if in the hands of a company. 


- Bpen Valley.—It is extremely probable that within the 
course of a very short time some important developments will be 
made in the Spen Valley of Yorkshire in regard to the use of 
electricity as а motive power. An agitation has been prcceeding 
sometime for placing the towns of this populous district more in 
touch with each other by means of trams. The matter is not only 
being discussed by people living in the towns, but by gentlemen 
connected with tramways їп other towns. A director of a Midland 
electric tramways company visited the district, and after inspecting 
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the various routes suggested promised to report to his company. He 
also stated that he would come over again and bring the company’s 
engineer with him. The managing director and engineer of the 
British Electric Traction Company has aleo visited the district 
several times recently. The latter company are also prepared to 
Jay down the line if there is a prospect of a ressonable return for 
the outlay, and providing that there is no opposition from local 
authorities. The scheme is an extensive one and would be about 
11 miles ia length. It is proposed that the line should proceed by 
way of Halifax Road, Berkdale Road, Starncliffe Road, White Lee 
R ad, and then through Heckmond wike to Liversedge, and forward 
to Cleckheaton. The line should then proceed to Gomersal and effect 
a junction with the existing tramway from Dewsbury on which, how- 
ever, steam power is used. The existing tramway from Gomersal, it is 
thougbt, could be purchased, and, in fact, some of the gentlemen con- 
nected with the tramway company have been approached and were 
not disinclined to sell out. By this circular route the trams would 
pass through а district with a population of over 100,000. It is 
stated that the corporations and district councils far from opposing 
the running of trams through these districts would do all they could 
to encourage. 


St. Petersburg.—The Helios Company has offered to 
introduce electric traction on the St. Petersburg tramway on the 
following conditions:—The three existing lines to be converted into 
two lines of 4 5 and 7 3 kilometres in length. The cars to be worked 
with accamulators, and also to be lighted, heated, and braked by 
electricity. The fares for each line to be five and three kopeks. A 
three minute service to be run during the day, and a five minute 
service in the evening up to 12 o'clock. If the city should wish to 
work the line itself, the Helios Company asks to construct the line 
and the cars and also to supply the electric energy. After taking 
over the installation, the city will be asked, over and above the 
payment for the energy, to pay to the company 7 per cent. per 
annum on the installation capital for 40 years. But in сазе the city 
should not take over the undertaking, the Helios Company offers to 
work the undertaking for 40 years and pay the city on the net income 
annually: firet, 7 per cent. on the installation capital; second, 
1 per cent. of the capital for maintenance and the reserve fund. 
After subtracting the said 8 per cent., 30 per cent. of the re- 
mainder of the net income falls to the Helios Company, while the 
remaining 70 per cent. goes to the city, a minimum sum of 20°,000 
roubles yearly being guaranteed. Should the proposal be accepted 
without delay, electric traction could be introduced about September 
Ist. Further proposals are being made to take over the much more 
extensive network of the second horse tramway company. 


Teeside, — We understand that the Middlesbrough, 
Thornaby, and Stockton electric tramway, which has been put down 
by the Imperial Tramway Company is now completed, a trial trip 
over ths whole course from Norton to North Ormesby and Linthorpe 
being made by local pressmen and the officials of the company on 
Monday Jatt. The run wae not a fcrmal opening, but merely a 
trial to see that the gauge was true, the points properly adjusted, and 
everything satisfactory. 


Worksop to Newark.—It is stated that the Railway 
Corporation of Great Britain (the promoters of the above scheme) 
have decided to defer their application to the Light Railway Com- 
missioners for powers to construct this proposed electric line until 
next November. 


TELEGRAPH AND TELEPHONE NOTES. 


The Gotland Cable.— The cable steamer, H. С. Ori led, 
which left Henley’s Telegraph Works at North Woolwich on the 21st 
inst., with the Gotland cable on board, arrived at Copenhagen on the 
24th inst. and proceeded at once to Abr, from which point she will 
start laying the cable. This is the second Gotland cable made and 
laid by Mesers. Henle y—the first, laid many years ago, being still in 
good condition. 


Interruptions of Cables to the Cape.—Since March 
4th, the date of the repair to the cable between Aden and Zanzibar, 
on the East Coast of Africa, the interruptions of the cables to the 
Cape have been almost entirely confined to those on the West Coast. 
The record is as follows :— 


Down. Repaired. 
Bt. Thomé-Loanda sii March 17th March 19th. 
Sierra Leone-Accra — ... April 9th April 19th. 
Cape Town-Mossamedes » 14th May 5th. 
Benguela-Mossamedes ... » 20th es May 5th. 
Kotonou.San Thome  ... » 27th Still interrupted, 
St. Thome-Loanda "m May 4th T May 14th. 


Thus from March 17th up to the present time, with the exception of 
20 days, the West Coast route to the Cape has been totally inter- 
rupted ; two of the main cables being down together during a portion 
of this time, and three of the main cables being simultaneously 
vnavailable during another portion of the period mentioned. It is 
fortunate that during this period the only cable interrupted on the 
Eset Coast was that which runs from Delagoa Bay to Port Natal, 
which was useless on two occasions, during which, however, commu- 
Dication with the Cape was not entirely cut off, as telegrams for Cape 
Colony could etill pass over the Transvaal landlines. As public 


confidence in Mr. Kruger’s administration seems to be reviviog, the 
fact that all telegrams for Cape Colony have occasionally to pass over 
the Transvaal landlines need not arouse such anxiety as would have 
been natural during the recent misunderstanding at Johannesburg. 


Pacific Cable.— The Critic says that the eventa of the 
Spanish-American war, more especially the cable-cutting tactics of 
the opposing forces, have impressed upon Canadians the value of an 
open cable communication in time of war, and renewed interest has 
been aroused in favour of the Pacific Cable scheme. The general 
opinion is that Canada should take the initiative in the movement, 
especially as she contributes so little to the defence of the Empire. 
It is, therefore, being advocated by prominent Oanadians and 
Imperialists, among others Doctor Parkin, that a joint resolution 
from both Houses of the Canadisn Parliament be addressed to the 
Home authorities, asking that a Royal Commission should be at once 
appointed, with full powers to arrange for the construction and 
operation of acable from Canada to Australia. It is also proposed 
that the Commission should assign the fair proportion of oost to be 
borne by the different parts cf the Empire, the initial cost to be 
guaranteed by Canada. As Sir Sandford Fleming has proven, to bis 
own satisfaction at least, the enterprise would pay from the start, and 
it would at least be an «xbhibition of our national pluck and 
patriotism. 


Shallow Water Cables,.—On many occasions we bave 
poiated out the risks which attend telegraph cables lying in shallow 
water, even when no organised attempt is made to destroy them. This 
opinion is quite warrapted by experience, but in time of peace the 
attention of the public is not drawn to such occurrences, as their 
interests are not sensibly affected. The extent of the damage to 
which we refer may be gauged from the following extract from the 
abridged report of the Great Northern Telegraph Company :—"' The 
state of the cables in Europe has not been satisfactory during 1897, 
especially towards the end of the year. No fewer than 11 of the 
cables have been interrupted, the total number of interruptions being 
32. These have nearly all been due to injury caused by the fishing 
vessels, especially by the steam trawlers, which are spreading more 
and more, not only over the North Sea, but also in the 
Skager Rick and Kattegat. Even the strongest cables cannot 
withstand the rough treatment to which they are exposed, 
and we are, therefore, now considering the advisability of 
msking an alteration in the type of cable so as better to 
protect them against the attacks of the trawlers.” This experience 
gocs to prove the ease with which shallow water cable can be 
interrupted, as along the track of these cables in the North Sea, the 
depth of water is generally less than 50 fathoms. It is clearl 
against the interest of the trawlers to fall foul of a strong telegrap 
cable, as by so doing they run the risk of losing their trawl nets and 
lines, otherwise the interruptions referred to would be much more 
frequent. Т е lesson to be gathered from this is of especial interest 
to us now when the vital importance of unimpaired telegraph lines 
is so clearly illustrated in the case of the war between America and 
Spain. With this lesson before us we would again strongly insist on 
the danger to which the cables connecting England with Gibraltar, 
Malta, West Africa, the Cape, Zanzibar, Mauritius, Egypt, India, the 
Straits Settlements, China, Australia, and New Z :aland are exposed. 
It we except Continental landlines, and also an impracticable route 
vid America, the West Indies, the South American Republics and 
Brazil, we are utterly and entirely dependent for communication 
with the colonies above-named, on a single group of three cables, 
which, etarting from Cornwall, run southwards to wl рен in 
Spain and Portugal, all lying for a distance of about 150 miles from 
England in water which is not 100 fathoms indepth. ‘These cables 
lie within easy reach of the French naval headquarters at Brest, and 
however efficiently the mouth of the Channel might be patrolled by 
Eaglish war vessels, the risk of interruption, and the dissatrous 
consequences which such interruptions would entail, are much too 
serious to be any longer regarded with levity. : 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired, 

Brest-Bt. Pierre (Anglo, 1869) April Och, 1893 ... eos 
West Indies— 

Bt. Oroix-Trinidad eee Nov. 80th, 1896 eee eee 
Amason Oompany’s ca 

Parintins-Itacatiara  ... May 5th, 1896 өөө eee 

Obidos-Parintins [Ir Dec. 7th, 1896 eee eee 

Cable beyond Gurupa... Nov. 4th, 1898 „ 
Cyprus-Latakia eee .. Feb. 10th, 18989898. oe 
Bolama-Bissao А .. April 12th, 1898 . "T 
Maranham-Para  .. „„ 170, 1898 ... e 
Kotonou-San Tnomé .. » 276, 1898 ... May 26th, 1898 
Hong Kong: Manila. .. May 3rd, 1898 .. ies 
Monte Video-Rio Grande ... „  0th,1898 ... May 18th, 1898 
Aden-Zauzibr «ws . „ 24th, 1898 ... May 25th, 1898 

LABDLINBS. 
Trans-Oontinental line be- 
yond Masol } March 12th, 1896 TT T 


Oartagena-Barranquilla — .. July 4th, 1898 ... 808 
Saigon-Bangkok 88 .. May 20th, 1898 . May 21st, 1896 
Vent zu-la landlines ... .. May 20th, 1898 ... May 23rd, 1898 
Majuanga-Tananarive... .. May 23rd, 1898  ... oes 


Teneriffe- Cuba Cable.— A despatch dated April 4tb, 
from H.M. Chargé d'Affaires at Madrid to our Foreign Office, 8278 
that the Minister of Colonies is authorised to announce a public 
auction for the concession for the construction and establishment 
а submarine telegraph cable between Cadiz, Santa Cruz of Tenerifa, 
the Island of Vieques (near Puerto Rico) and Havana, 
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CONTRACTS OPEN AND CLOSED. 


OPEN. | 


Belfast.—June 6th. The Harbour Commissioners are 


inviting tenders for the supply of three belt-driven, continuous 
current, series wound dynamos, to give 15 amperes, 2,850 volts, at 
800 revolutions per minute, for 18 hours’ continuous running 
without undue heating. Harbour engineer, Mr. G. F. L. Giles, from 
whom particulars may be obtained. Взе our “Official Notices for 
particulars. | 


Belgium.—June 10th. The Provincial Government 
Authorities in Brussels are inviting tenders for an installation of 
electric lighting in the Bibliotheque Royale, in the Place du Musée, 
Brussels. Tenders to be sent to Le Gouvernement Provincial, Rue 
des Augustins, 17, Brussels, from whence particulars may be obtained 
on payment of 4s. 6d. 


Belgium.— May 31st. The Municipal Authorities of 
Ixelles, a suburb of Brussels, are inviting tenders until May 31st for 
the exclusive concession for the supply of electrical energy for 
lighting and power purposes during a period of 26 years, that is, to 
September lst, 1924. Tenders to be sent to the Secretariat de la 
ooo d'Ixelles, Brussels, from whence particulars may be 
obtained. 


Bournemouth.—June 20th. The Corporation is inviting 
tenders for the supply, &c., of cables, arc lamps, incandescent lamps, 
wiring, switchboards, fittings, &c.; also steam dynamo, &c. Par- 
ticulars from the borough engineer, Mr. F. W. Lacey, also see our 
4 Official Notices” this week. 


Bary St. Edmunds.—Jane 13th. The Corporation 
invites tenders for the supply and erection of Lancashire boilers, 
three 60-kw. steam dynamos, transformer and booster, accumulators, 
street mains, and various other machinery and apparatus for the 
electricity undertsking. Consulting engineer, Mr. F. H. Medhurst, 
13, Victoria Street, S.W. See our Official Notices " May 13th. 


Caventry.—June 7th. The Electric Lighting Committee 
invites tenders for electric mains, switchboards, arc lamps, posts and 
apparatus in connection therewitb. For particulars of the several 
sections see our Official Notices" May 13th. Mr. Gilbert В. Ram, 
city electrical engineer. 


Hammersmith.—June 8th. The Vestry is inviting 
tenders for the supply and erection of a Ledward evaporative 
condenser and tanks, air pump, circulating pumps, and pipe work. 
Consulting engineer, Mr. A. Н. Preece. Bee our “Official Notices ” 
May 27th for particulars. 


London.—June 21st. The London County Council is 
inviting tenders for engines, dynamos, accumulators, switchboarde, 
feeders, distributors, and service mains and all accessories, to be fixed 
complete in buildings at the Croseness Oatfall Works, near Erith, 
Kent. The L.C.C. also requires tenders for providing and fixing 
cables, wires, conductors, casing, pendants, brackets, and other fittings, 
columns, lanterns, lamps, switches, and switchboards, distributing 
boards, fuses, cut-outs, &c., necessary for the lighting by electricity 
of the Crossness pumping station and works, near Erith, Kent. 


Particulars of both contracts from the Engineer’s Department, 


Oounty Hall, Spring Gardens, 8.W. See also our “ Official Notices ” 
May 27th. 


Spain.—May 28th. Tenders are being invited by the 
Municipal Authorities of Plencia (province of bios i for the 
concession for the electric lighting of the public streets of the town. 
Tenders to be sent to El Secretario del Ayuntamiento de Plencia 
(Vizcaya) from whom particulars can be obtained. 


St. Mary, Newington.—Jane 6th. The Vestry Electric 
Light Oommittee is inviting tenders for the supply and erection 
of engines, generators, and public lighting plant for the electrio 
lighting scheme. Engineers, Messrs. Kincaid, Waller & Manville. 

Sunderland,— May 27th. The Corporation invites 
tenders for the supply of steam and other piping, and water softener 


for the electricity works. Borough electrical engineer, Mr. J. F. C. 
Snell. See our “ Official Notices” May 13th for particulars. 


Taunton.—Jane 6th. The Corporation invites tenders 


for the supply and erection of engines and alternators in exchange 
for existing alternators and transformers, also alterations to switch- 
board, supply of rectifiers, &c. Messrs. Kincaid, Waller and 
Manville, engineers. | | 
Victoria.—June 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynam 
transformers, mains, meters, arc lamps, poles; also running the plant 
for three years. See our Official Notices” March 11th. 
Watford.—Juue 8th. The District Council is inviting 
tenders for the erection of an electric light station adjoining the new 


sewerage works. Particulars from the architects, Messrs. Gordon, 
Lowther & Ganton, Finsbury House, Bloomfield Street, E. O. 


OLOBED. 

Aberdeen.—The Gas and Electric Lighting Committee 
recently authorised the electrical engineer to accept the offer of 
Siemens Bros. & Co., Limited, being the lowest, and amounting to 
£12,138, for the extension of the electric main cable to the harbour 


and the west end of the city. 'The committee recommended the 
borrowing of the further sum of £15,000 in connection with the 
electric lighting undertaking. The Council approved of these matters. 


Chester.—The Council has accepted the tender of Messrs. 
Johnson & Phillips for the supply of 11 arc lamps at £136 odd. 


FORTHCOMING EVENTS. 


1898. 
Friday, May 27th, at 5 p.m.—Physical Society, Burlington House. 
Agenda, A Simple Interference Method of Reducing 
Prismatic Spectra,” by Mr. E. Edser and Mr. Butler. 
“Some further Experiments on the Circulation of the 
Residual Gaseous Matter in Crookes Tubes" by Mr. 
Campbell Swinton. 


At 9 p.m.—Conversasione at the Institution of Civil En- 
gineers. 


Thurs ay, June 2nd, at 8 pm. — Chemical Society, Burlington House. 
Papers to be read: — The Action of Ether on Organic 
Acids and on Carbo-hydrates in presence of Hydrogen 
Bromide,” by H. J. H. Fenton, M.A, and Mildred 
Gostli.g, B. Sc. | 


Wedacsday, Thursday, Friday, and Saturday, June 8th, 9th, 10tb, 
and 11th.—Muanicipal Electrical Associaticn Conference. 
Sve ur Notes” this week. | 


Thursday, June 16th, at 9 p.m —Institution of Electrical Bngiocers’ 
Conversszione at the National History Museum, South 
Kensington. 


NOTER. 


Electricity Direct from Water-power.— Herr Josef 
Popper describes in the Zlectro-techniker, May 15th, 1898, 
an ingenious method of obtaining electric cu:rents directly 
from water-jets without the intervention of a bydraulio 
п.о:от. He does not appear as yet to have reduced his inven- 
tion to practical form, but it is jast possible that there is 
Something of practical value iu it. It is a well-known pria- 
cipls that if a conductor moves so as to cut magnetic lines of 
force, that an E M.F. is produced at right angles to the lines 
of force and to the direction of motion. If, now, a water-jet 
passes through a strong magnetic field—say between the ро!ев 
of a strong electro-magnet—and the terminals of a circuit: 
are brought in contact with the opposite sides of the jet, a 
current will flow through the circuit. Any number ot jets 
may. be used and connected up in series to obtain a useful 
electromotive force. The water of streams and waterfalls 
being by no means pure, will probably not have so high a 
resistance as to render the idea impracticable on that account 
—at least, so says the inventor. Popper thinks that steam 
and gas jets may be used in the same way, when currents of 
high tension and small quantity are required. This scheme, 
if practicable, would have the great advantage of reducing 
the cost and simplifying the construction of water-power 
installations. Popper states that he has been working at the 
idea since 1895. | 


“Scientific American Naval Sapplement.—The 
pub'ishers of the Scientific American have very opportunely 
issued a * Special Navy Supplement," in which they include 
a brief history of the United States navy between the years 
1883—1898 with the authorisations up to date. Any 
information respecting the fleet of either parties to the pre- 
sent war is of great interest, and the illustrations and general 
desoriptive notes of the U.S. battleships, cruisers, monitors, 
gunboats, torpedo boats, &c., may be perused with profit. 
There are valuable tables of statistics, a coloured map of 
Cuba, and an explanation of the method of classifying the 
various types of war vessels. Messrs. Mann & Co., of 361, 
Broadway, New York, are the publishers, | 


Smoke Nuisance.—On Wednesday last week, at Bow 
Street, the Metropolitan Electric Supply Company were fined 
£5 53, on one summons, and 63. on each of 19 others, for 
having on 20 days between April 19th and May 11th allowed 
the chimneys at their Sardinia Street station to emit black 
smoke in such quantities as to cause a public nuisance. An 
order for the abatement of the nuisance was made by consent. 
The secretary of the company explained that, owing to the 
ooal strike in South Wales, they were unable to get their 
usual smokeless coal. na 
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Electric Railways in Europe. — Some interesting 

statistics showing development of electric railways in 
Europe within the last three years are published in the 
Elektrotechnische Zeitschrift, March 31st, p. 209. The 
statistics are arranged in two table:; one showing the 
extension in different countries, and the other the various 
systems in use. These tables are as follows :— 


The First! The Best! The Last !—Hoult’s original 
electro-chemical chimney and flue cleaner is a late discovery 
and invention for cleaning soot and scales out of stove pipes 
and ranges by a practical and scientific method. It more 
than does the work of a di it requires but a few 
moments’ time, it does its duty tho 
pence. By burning an electro-chemical flue cleaner in a 
stove or furnace, it generates a gas charged with electricity 
that decomposes the soot, destroys all combustible matter, 
and causes it to pass out with the draught, leaving the pipe 
both free and clean. Here is a rare chance for an investiga- 
tion by Lord Kelvin or Prof. J. J. Thomson into the 
electrification of electro-chemical stove pipe gases. Mr. 
Hoult is indeed a very ingenious Yorkshireman,” says the 
Stationery World. Just the sort of man, we would add, to 
keep the world, slowly as it moves, from absolute 
stagnation. | 


Appointment.—The Dewsbury Corporation has ap- 
inted Mr. O. M. Jonas, lately with Messrs. Ferranti, 


imited, and the Newcastle Electric Supply Company, as 


borough electrical engineer at a salary of £250 per annum. 
There were 76 applications for the post. 


roughly, and all for siz- 


The Nature of an Oath.—It is said that a well-known 
counsel, a familiar figure in electrical lawsuits, was examin- 
ing a youth the other day, and asked him if he knew the 
nature of an oath. “ Don’t I just!” replied the boy with 
evident glee. “ Was'nt I your caddie for three days when 
you wos playin’ golf a few weeks ago; and then you arst me, 
Do I know the nature of an oath!” 


EXTENSION. 
Total length d beide kilometres. Total output nne owe stations in Total number of motor cars. 

1898 1897 1896 1898 1897 1896 1898 1897 1896 

Germanys. as oi oel 1882 — 609 4064 25.868 13963 7.194 2.403 1.631 857 
Wate шо. ae aes | 8988. MOM 1920 15,158 8,736 4.490 664 432 226 
Great Britain i - 157 2 127:42 107 3 6,843 5,156 4,683 252 200 168 
Switzerland тү - T 146 2 78 75 47 0 3,828 2,622 1,559 237 129 86 
Italy ve a ЖУ КЕР 1327 115 67 39 7 6,570 5,970 1,890 311 289 84 
Austria-Hungary ^ ..| 1065 | 8389 710 3,404 2,389 | 1,949 243 194 157 
BIS. tee. ake Л 69 0 34 90 250 2,415 1.220 1,120 107 73 48 
Hed cuoc ose use : 610 47:00 29 0 930 600 600 50 40 26 
Russia ^ ive Р 807 14 75 10:0 1,270 870 540 65 48 32 
Sweden aod Norway xin 240 7:50 75 875 225 225 43 15 15 
Ser via * sai TS 10:0 10:00 10 0 200 200 200 11 11 11 
Bosnia — РЕ T 56 5 60 5'6 75 75 75 6 6 6 
Roumania x dee m] 55 5:50 50 140 140 140 — 15 15 15 
Salad. s a Ч 0x9] 32 | 320 39 320 320 320 14 14 14 
Porugel 2. nec 6005 | 2:8 2:80 28 110 110 110 3 3 3 

— — = — — E ia 
Total... 2,259:4 1,45903 9020 68,106 47,596 25,095 45514 3.1 0 1747 
| | рт. 
SYSTEMS. 
С Lines with overhead .. Lines | . Lines Li kod wholl Lines on the mixed 
"e 8 | n | with ие | торбай ннз у ge MUN Total. 
1898 | 1897 ' 1886 | 1898 1897 | 1896 | 1898 | 1897 | 1896 | 1898 | 1897 | 1896 | 1808 , 1897 1896 1898 | 1897 | 1896 
| | | 

— . ра — — — | - — — = — — — RA — — — — 
r 6 4 1 65 51 36 
France - ..| 36 19 d E M: 1 еМ 1 1 1 | 4 5 4 | 2 44 26 16 
Great Britain 15 | 11 | 8 1 1 Е В 1 1 1 | 24 | 20 11 
Switzerland n 1-28 17 12 ink Pe 34: t - isi 23 17 12 
ИШ s cud MES [- es E ases ome ! | | M|9 7 
Austria-Hungary ... | 11 7 ЖА 2 | 1 я 1 1 2 | 15 | 10 9 
Bügi- c sl бел 4€ 5 3E EY we fs 8 | б 3 
Spain 4 3 2 „ | & 3.8 2 
Russia ani 185 3 2 2 1 4 | | E ps 2 
Sweden end Norway 3 1 1 MEN СТА uc d 3 | 1 1 
Servia ew * 1 1 1 Wi. Doa no Л 1 1 1 
Bosnia 1 1 1 ac pF as] Se у 1 | 1 1 
Roumania ... 1 1 1 - Tt T cae Ii 1 1 1 
Holland Lá T" - 1 1 1 Lob c 1 
Portugal 1 1 1 eso NC TE. E 4 1 
Total 172 123 | 91 8 8 3 8 8 9 13 if) BE 3 ui M 204 150 111 


The First Electric Automobile.—lIt is a fine thing for 
a modest man to have champions, and Mons. Raffard, the 
French engineer (whom we might fairly term “ well 
known") finds his cause as inventor and designer ardently 
advocated by a friend in a journal called Le Chauffeur, a 
copy of which has just reached us. The article would 
appear to be written in defence of Mons. Raffard’s title to 
the first practical designs for electric automotor vehicles 
actually carried out into operation on the road, and it recalls 
the original Faure accumulator patent of 1880 as a starting 
point. Some few months after this (in April, 1881, to be 
exact) Mons. Raffard made arrangements with the Paris 
Omnibus Company to take one of their vehicles for conver- 
sion to electric working, and at the same time completed an 
electric tricycle provided with 12 small Faure cells, the 
electric equipment weighing altogether about 160 lbs. The 
omnibus was completed, and ran on the streets in May 
and June, 1881, but was not shown at the Electrical 
Exhibition owing to an accident, which caused heavy 
repairs with a lawsuit to follow. This omnibus was 
one of the ordinary type, no alterations to the main 
structure or design being allowed, and was operated 
by means of a belt driving on to a differential pulley, 
which allowed for change of speed in either of the driving 
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wheels. The differential pulley was mounted on a counter- 
. Shaft connected to the driving wheels by chain geer, with 
pinions and toothed discs on the driving wheels. The advo- 
cate of Mons. R- ffard's claim to be the first in the field with 
an electric automobile, considers that this vehicle (which ran 
either on the tram rails or the ordinary road surface at will) 
took precedence not only of the small electric railway at the 
Electric Exhibition of .that year, but should also be regarded 
as the first practical result achieved for real working, although 
the Borlin Exhibition of 1880 had в small electric line in opera- 
tion. Probably Mons. Raffard may claim with justice the first 
electric motor car for street work; certainly he did more 
than many others to advance the automobile, for in 1883 he 
had a tramcar running in Paris both on the rails and the 
road for 30 miles at a time. This vehicle weighed complete, 
in working order and fully loaded, about 11 tons. Not con- 
tented with claiming precedence for Mons. Raffard in regard 
to telf-contained electric omnibus:s, and even tramcars, the 
contributor to Le Chauffeur also tries to show that he must 
be considered tbe originator of heavy electric locomotives. 
Certainly he pasanto? in France, towards the епі of 1883, 
the details of an electric locomotive which compares very 
favourably with those now so well known in connection with 
the Baltimore Belt Line railroad. Not the least ingenious 
or interesting feature of the Raffard locomotive may be con- 
sidered the method of elastic coupling together of driving 
wheels, with the driving discs mounted on the multipolar 
motor armature shaft. It is perhaps hardly correct to call 
the latter a “shaft,” as it is hollow, like a sleeve, and sur- 
rounds the main driving axle. Whether or no Mons. 
Raffard was actually the firat to design a workable electric 
omnibus, and also an electric locomotive for heavy working, 
the fact remains that he can claim credit for some very in- 
genious details that perhaps even yet have not come into the 
extensive use which their value and good points deserve. 


The Efficiency of Transformers.—In a recent number 


-of the Elekirotechnische Rundschau, Herr Schlatter, in an 
article on transformer distribution (which is condensed in 
the Practical Engineer), draws attention to the fact that, 
notwithstandiog the very high efficiency of transformers at 
fall load, they nevertheless show but a very low all-day effi- 
ciency when permanently connected across the mains, and 
states, as the result of experience of central stations, that the 
total energy delivered by a transformer during 24 hours is 
approximately eqaal to the energy it would deliver in one- 
twelfth of the time if worked at full load, and on this 
assumption he gives the all-day efficiencies, together with 
other data, of transformers of various capacities, which we 
append in the form of a table below :— 


— ee Se iim me — — — ä e — —— 


Output of transformer in kilowatts ... | 1 

Useful energy in kilowatt-hours 2 1 5 10 | 20 
Iron losses in kilowatt-hours... LE 156 228 372 ' 502 
Copper losses in kilowatt-hours 004 009 017 | 0931 
Meter losses in kilowatt-hours 0:288 0288 0:576 | 0 864 
Total energy absorbed, kilowatt-hours ' 3:888 7:658 14 466 ' 26:694 
All-day efficiency (e 0515 | 0:625 2 075 


— — — 


To check the value of the assumption, equal numbers of the 
four types of transformers given in the table were connected 
across the mains from a large central station, when the mean 
all-day efficiency worked out at 0°652, or practically a mean 
of the efficiencies of the four types. With the object of 
increasing the all-day efficiency, the house transformer 
system has been abandoned in favour of the transformer sub- 
station system, with which the number of transformers may 
be greatly reduced, with a corresponding increase in their 
Biz» and efficiency. The distinct economy of such a change 
has been shown by the results obtain in a town in Masea- 
. chusetts, where 57 small transformers were replaced by 18 
of a larger size. In this instance the total core loss of the 
small transformers, supplying about 1,500 lights, was 5,870 
watts, whereas the 18 larger ones substituted supply 1,624 
lights with a total core loss of only 1,348 watts. In order 
to reduce the losses as much as possible, it is necessary to 
keep only so many transformers in circuit as will enable 
them to work at full load, or nearly full load. 


Some Recent Tests of Materials, &¢.—TZechnology 
Quarterly publishes from time to time tests made in еррі- 
neering laboratories, which are of some interest. Ina recent 
number are given results of testa on bolted joints, some 14 
in number, with a view to finding the efficiency. All the 
best specimens were made from plate of a tensile strength of 
68,000 lbs., aud bolts of machine steel of 96,900 lbs. tensile 
strength, the bolt holes being drilled and rimmed to take the 
turned bolts an easy driving fit. Two joints, which showed 
au efficiency of 65°2 per cent., were made with plates 14°64 
inches wide and 45 inch thick. There were three bolts 

itched 44 inches centres; they were 1} inches diameter. 

he net plate section was 4°90 square inches after rimming, 
and the tension on this section was 59,600 lbs. per equare 
inch. The shear on the bolts was 39,700 lbs. per square 
inch. The compression on the plate was 173, 100 per 
square inch, and failure was by tearing of the plate through 
the bolt holes. The bolts were damaged only. In the next 
teste, with plates 11°55 inches wide of a net area of 3 96, 
with two 13 inches bolts pitched 54 inches. The plate ten- 
sion was 49,000 lbs, the bolt shear 82,700 lbs., the plate 
compressio2 156,700, and the joint efficiency only 55 per 
cent., the joint failing by shearing of the bolts; yet the 
maximum shear was less than that which failed to shear the 
bolts of the last test. A repetition test showed almost the 
same figures. After the test the bolt holes were about half 
an inch longer than their width. In a one-bolt joint, with 
plates about 54 inches wide and 12 bolts, which sheared 
at a unit stress of 32, 600 lb3., the joint efficiency was 59 per 
cent. and the plate tension 53,200 lbs. Generally these and 
previous tests seem to show that the strongest joints were 
those which failed through the plate ; that when joints failed 
at the bolts by shearing, the unit shear was less than the 
stress, which did not shear the bolts when the plates failed ; 
also, that when the plates failed, the strength of both plates 


and bolts was better developed than when the bolts failed. 


The lesson seems to Ъз that generally there should be an 
excess on the side of the bolts. Generally, with bolts from 
4 inch to 1j inches at pitches of 2 inches to 54 inches the 
joiat efficiency only varied between limits of 57 and 65 per 
cent., the best results being with 1}-inch bolts. All the 
plates were 43 inches to 45 inches thick, but the maximum 
plats tension per unit net area was greatest with the more 
numerous small bolts. Tests of wrought-iron pipe columns 
about | inch thick and from 2 inches to 6 inches inside 
diameter showed, for the 2 inches to 4 inches oolumns, when 
from 6 feet to 10 feet in length, a crushing strength between 
21,000 lbs. and 27,000 Ibs. per square inch of cross-section, 
while for the columns 4 inches to 6 inches diameter the 
strength varied from 27,000 Ibs. to 82,500 lbs. for lengths of 
8 feet to 15 feet. The first lot of smaller columns merely had 
ordinary screwed-on cast-iron flanges; the second lot of 
larger siz» had the ends turned off square, and supported on 
cast-iron caps. Well made pipe columns may thus ba rated 
at а crushing stress of, вау, 25,000 Ibs. per square inch, а 
useful figure to know, as wrought-iron columns of short 
age are often very convenient and useful, and easily 
made, from readily procurable materials. 


American Society of Mechanical Engineers.—The 
above society holds its conference from Tuesday next, May 
31st, to June 8rd, at Niagara Falls. The opening address 
will be delivered by Hon. Arthur Hastings, Mayor of Niagara 
Falls, and the work and methods of the Cataract Construction 
Company will be afterwards described by Messrs. Coleman 
Sellera and W. A. Brackenbridge. On the Wednesday the 
power works will be visited. There will be a number of 
papers read on mechanical engineering and allied subjects. 


The Bastian Meter.—It has been suggested in some 
quarters that when reading the paper on electrolytic meters 
before the Institution, Mr. Gibbings did not give due credit 
to Mr. Bastian, the inventor of the meter. . We happen to 
know that it was the express wish of the inventor that his 
name should not be mentioned, and it was in carrying 
о, this request that omission of Мт. Bastian’s name was 
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Electrically O;erated Dredgers.— We described some 
time ago an electrically worked dredge which was being used 
in Spain, and was driven from a shore plant. In the minutes 
of Proceedings of the Institution of Civil Engineers a year or 
two back will be found a description of a dredge, electric- 
ally operated, and in use on a New Zealand river for gold 
recovery from the river bed, the rivers of Southern New 
Zealand being full of gold, which is only recoverable by 
dredging. In Colorado, where there are large deposits of 
auriferous gravels, dry dredgers and excavators have been 
brought into use by the Bennett Amalgamator Manufactur- 
ing Company. The dredger is what in England would ba 
called an excavator. It is of the ordinary steam navvy type, 
with scoop bucket as used on canal and railway work. tt is 
carried on a car body 40 feet long by 12 feet wide, built up 
of 20-inch rolled girders, and supported on two four-wheel 
diamond trucks. The amalgamator is carried at one end of 
the frame, and serves to balance wholly or in part the 
dredger boom. This boom is like the jib of а crane, and 
with its appurtenances will swivel round a central piller, 
the swivelling power being a 5 Н.Р. General Electric Com- 
рару'в motor through bevel and spur gears. A 25 Н.Р. 
motor, with double reduction spur gear, actaates the 
dredging scoop and derrick motion. There is a third motor 
of 5 H.P. to move the dipper handle up or down in the 
main jib. Three motors perform every movement necessary. 
The amalgamator is driven by its own motor of 25 H.P., 
which aleo travels the whole machine on its rails and also 
drives the tailings elevator. Water to the amount of 1,600 
gallons per minute is furnished by a fifth motor, and a 15 
Н P. motor receives this water and discharges it, after it bas 
dcne its work, to beyond the creet of the tailirgs pile. A 
150 kw. dynamo supplies all the current, and may be placed 
anywhere convenient for either fael or water power. The 
voltage is 500. The capacity of the dredge is great—200 
yards perhour. The dipper swings twice a minute, and cuts 
u 60-feet circle to a depth of 8 feet below the rail level. 
Electro-magnetic brakes are provided to the three dredger 
motors, which have rheostat reversing controllers all mounted 
in the cab within reach of one man. The brakes are not 
strap braker, but magnetic clutches arranged to draw a large 
disc against a stationary face with a releasing spring to push 
the disc back when the brakes are off. The pumps and amal- 
gamator run constantly, and so only require rheostat starters. 
One man on the machine, with two men for track laying and 
in the pit are sufficient to handle the whole machine satis- 
factorily, apart, of course, from the attendance at the boiler 
house if steam power is the original source of power. The 
company build also river dredgers for gold recovery, self- 
contained, as neversary. 


Cleaning the Globes of Enclosed Arc Lamps.—In 
an article in the Electrical World, Mr. J. H. Hallberg 
remarks that the trimming and cleaning of the inner globes 
on enclosed arc lamps is of the utmost importance, as the 
efficiency and candle-power depend, to a large extent, on the 
transparency of the inner globes. It will be found that 
moet of them are covered inside with a grey-white dust, or 
film, which comes off if the globe is washed in clean water; 
but some, even after they are washed in water, show a brown- 
black stain around the top of the globe which apparently will 
not come cff, то matter how much it is washed; in fact, it 


appears as though it were а natural colour in the glass itself. 


his is due to several causes. The most common is the im- 
purity of the carbons, which contain too much metallic 
material ; another is too great a length of the lower carbon, 
which brings the arc too near the neck of the inner globe; 
or the cause may be too much current flowing across the arc, 
especially during the few minutes after trimming the lamp 
with new carbone, this cassing an excessive flame, that gets 
in contact with the globe, and in that way stains it. The 
only way to clean a globe in this condition is by dipping the 
burned part in hydrofluoric acid. This acid is very dangerous 
to handle, and much care should be exercised when it is 
used. As this acid will eat through almost every material 
except lead and wax, it must be kept in a jar of either of 
those materials. Mr. Hallberg prefers lead, as the acid gets 
warm when it acts on the glass, and he has seen cases where 
the wax melted ard let the acid 1un out. 


The War and the Cables.—It is stated in official circles at 
Madrid that the Spanish Government has decided, if the cable 
from Cuba is cut by Americans, to send some auxiliary vessels 
to cut all the cables landing in the United States territory. 

The Times Washington correspondent says that it is 
proposed to close without delay the three remaining cable 
exita from Santiago de Cuba to Jamaica and Hayti, whence 
there is a choice of six routes to Spain. Little danger, it is 
thought, will attend the cutting of these cables, and no doubt 
is entertained as to the right of the United States to cut 
them, although most of them belong to British companies. 
General Greely, the chief signal officer, advanced the prin- 
ciple that the right existed to destroy cables in waters within 
Spain’s jurisdiction. This principle has been accepted, and 
the Government are acting upon it. 

The Times New York correspondent says that the censor- 
ship on cable despatches which now exists is of a some 
crude form. Each company seems to be acting as its own 
censor, and the feeling is that the Government itself ehculd 
assume responsibility instead of tte company’s clerks. 

The following communication on the general question of 
submarine cables in war time appeared in Tuesday's Times 
from the pen of Prof. T. E. Holland, of Oxford :— 


I venture to think that the question which bas been raised as to 
the legitimacy of cable cutting is not so insoluble as most of the 
allusions to it might lead one to suppose. It is true that no light is 
thrown upon it by the Convention of 1884, which relates exclusively 
to time of peace, and was indeed signed by Lord Lyons, on: behalf of 
Great Britain, only with an express reservation to that effect. Nor 
are we helped by the case to which attention was called in your 
columns some time since by Messrs. Eyre & Spottiswoode. Their 
s)lusion was doubtless to the International” (L. R., 9 A and E., 321), 
which is irrelevant to the present inquiry. The question is a new 
one; but though covered by no preceaent, I cannot doubt tbat it is 
covered by certain well-established principles of international law, 
which, it is hardly necessary to remark, is no cut-and-dried system, 
but a body of rules founded upon, and moving with, the public 
opinion of nations. | 

That branch of interrational law which deals with the relations 
of neutrals and belligerents is, of ccurse, a compromise between what 
Grotius calls the belli igor and the commerciorwm libertas. The 
terms of the compromise, originally suggested partly by equity partly 
by national interest, have been varied and re-defiued, from time to 
time, with reference to the tame considerations. It is perhaps 
reasonable that, in settling these terms, preponderant weight should 
have been given to the requirements of belligerente, engaged possibly 
in a life and death struggle. Jus commerciorum equum est, Says 
Gentili; "a£ Лос «quius, tuendu: salutis." There is accordingly no 
doubt that in land wasfaie a belligerent may not only interrupt com- 
munications by road, railway, post, or telegiaph without giving any 
ground of complaint to neutrals who may be thereby inconvenienced, 
but may also lay hands on such neutral property—shipping, railway 
carriages, or telegrapbic plant—as may be essential to the conduct of 
his operations, making use of and even destroying it, subject only to 
a duty to compensate the owners. This he does in pursuance of the 
well-known droit d'angarie, an extreme application of which 
occurred in 1671, when certain British colliers were sunk in the 
Beine by the Prussians in order to prevent the of French 
gunboats up the river. Oount Bismarck undertook that the owners 
of the ships should be indemnified, and Lord Granville did not press 
for anything furtber. Such action, if it took place outside of belli- 
gerent territory, would not be tolerated for a moment. | 

The application of these principles to the case of submarine cables 
would appear to be, toa certain point at any rate, perfectly clear. 
Telegraphic communication with the outside world may well be as 
important to a State engaged in warfare as similar means of commu- 
nication between one point and another within its own territory. 
Just as an invader would, without scruple, interrupt messages, and 
even destroy telegraphic plant, on land, so may he thus act within the 
enemy’s territorial waters, or, perhaps, even so far from shore as he 
could reasonably place а blukading squadron. It may be objected 
that a kelligerent has no right to prevent the access of neutral ships 
to unblockaded portions of the enemy’s coast on the ground that by 
carrying diplomatic agents or despatches they are keeping up the 
communications of his enemy with neutral Governments. Bat this 
indulgence reste on the presumption that such official communications 
are innocent,“ a presumption obviously inapplicable to telegraphic 
messages indiscriminately received in the course of business. It 
would seem, therefore, to be as reasonable as it is in accordance with 
analogy that a belligerent should be allowed, within the territorial 
waters of his enemy, to cut a cable, even though it may be neutral 
property, of which the terminus ad quem is enemy territory, subject 
only to a liability to indemnify the neutral owners. | 

The cutting, elsewhere than in the enemy's waters, of а cable oon- 
necting enemy with neutral territory, receives no countenance from 
interrational law. Still less permissible would be the cutting of а 
cable connecting two neutral ports, although messages may pass 
through it which, by previous and subsequent stages of transmission, 
may be useful to the enemy. 


A brief note appeared in yesterday's Times, from Messrs. 
Eyre & Spottiswoode, in reply to the above. 


A Daily Chronicle despatch, dated New York, Tuesday, 
says that “shoitly after midnight much excitement was 
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caused here by the discovery that the Western Union Tele- 
graph and Telephone wires to Sandy Hook were interrupted. 
Theee wires connect the harbour fortifications and city. It 
is supposed that the interruption was effected by Spanish 
coe The Postal Telegraph Company’s wire is still 
working.” 

дор to the Financial News, the New York Sun has 
received news from St. Thomas showing that the recent 
bombardments of Santiago de Caba and Guantanamo arose 
from some osble-cutting exploits by the United States 
cruiser St. Louis and the gunboat Wampatuck. The &. 
Louis, while picking up a cable off Sintiago, came witbin 
range of the Morro Fort there, and instantly b сате a target 
for its guns. The cable was severed, and the vessels left for 
Guantanamo, where similar incidents took place. They 
silenced the shore batteries and cut the cable. 


Municipal Electrical Association Meeting. — The 
programme of the third annual convention of this associa- 
tion is to be held at the Royal United Service Insti- 
tution, Whitehall, S.W., on June 8th, 9th, 10th, and 11th. 
The president of the year is Mr. A. Н. Gibbings ; the vice- 
5 being Messrs. Faraday Proctor, and Wilmshurst. 

he presidential address will ba delivered on Wednesday 
morning, and the papers down for discussion are as 
follow :— 

н Management of Electrical Undertakings,” by Councillor 
Hesford, Southport Electricity Committee. . 

н Switchboard Apparatus,” by J. R. Blaikie, Chief Assistant 
Electrical Engineer. Bristol. 

“Steam - using Plant,“ by J. A. Jeckell, Borough Electrical 
Engineer, South Shields. 
Visita will be paid to the Waterloo and City Railway, and 
to the Islington Electricity Works ; and in the evening tke 
Association Dianer will take place at the Holborn Restaurant. 
On Thursday papers will be discuseed as follow: — 

“Uniformity of Plant,” by О. Н. Wordingham, Manchester. 

" Appropriation of Profits and R:payment of Loans," by Bailie 
W. Maclay, convener of the Glasgow Blectricity Committee. 

“Single v. Multiple Generating Stations,” by J. F. C. Snell, Sun- 

derland Borough Electrical Engineer. 
Visits will be paid to the works of Messrs. Willans & Robin- 
son, Limited, at Rugby, Croydon electricity worka, and the 
General Electric Company's lamp works. On the Frid iy 
papers are to ba discussed as follow: — | 

“Blectric Traction,” by R. C. Quin, Blackpool borough electrical 
engineer, and J. E. Stewart, Derby borough electrical engineer. 

М Accumulators in Connection with Lighting and Traction,” by 
J. Н. Rider, Plymouth borough electrical engineer. . 

“ Stand-by Supply,” by В. О. Qain, Blackpool. 

Visits will be paid to Messrs. Siemens Bros. & Co.’s works at 
Woolwich, and the Shoreditch electricity works. ‘The business 
meeting will be held on Saturday, June 11th, and in the 
afternoon visits will be paid to the Portsmouth and Dover 
electricity works. | | 


Death by Electricity —Oar New York namesake, having 
. Yeprinted from onr columns Dr. Hedley’s recent article on 

* Death by Electricity," Dr. J. Mount Bleyer writes to that 
journal criticising the article, saying :— 

1 carefully looked over the article, and must say that I failed to 
learn therefrom anything original, either from investigations or sug- 
gestions on the part the author. The whole matter contains 
nothing but a rehash of what others have done. I therefore cannot 
find a single peg or plea—to hang it upon—for his having written 
this article except for reviewing some of the already known works of 
others. As father and one of the first experimenters on electrocution, 


a few words in answer to this review will be acceptable to your 
readers, &o., &c. 


As a matter of fact, Dr. Hedley's article was what it 
was intended to be—a judicial summary of all that is worth 
knowing on the subject of death by electricity. It was not 
written to proclaim his own praises, nor to claim anything for 
himself—not even the title of Father of Electrocution,” or 
foster-father of the high-sounding phrase dynamic apoplexy” 
(a term used by Dr. Bleyer in his letter), which, in the present 
connection, means about as much as Mesopotamia. 


The New German Cable.— We understand two officials 
of the German Government have arrived in London to 
discuss the question of the proposed new German cable from 
the Azores across the Atlantic. 


Fleetwood, in the early eighties. 


Copper.—The Engineer asks, “Is there to be a copper 
famine?” In the reply to this question, says our contem- 
porary, the boilermaking and general engineering trades are 
vitally interested. And certainly the way in which the 
copper market has been jumping lately makes such a query 
not at all unreasonable. Daring last year this metal has 
been higher than the year before by an average of £2 per 
ton, and this advance has recently been greatly accentuated 
by the war. The production and consumption of copper 
was on а greater scale in 1897 than in any previous year in 
the history of the trade, no less than 896,728 tons having 
been produced, against 878,368 tons in 1896. Yet notwith- 
standing this great increase of 23,000 tons, the present 
visible supply in this latter part of May is at least 5,000 
tons less than it was 12 months azo. The general inorea:e 
in the consumption of copper for electrical engineering 
services and for marine engineering purposes is chiefly 
responsible for this diminution. Europran consumers 
are depending to a greater ext2nt than ever before 
upon American supplies. The trans-Atlantic production 
has been, and still continues to be, on a very large 
scale. The price of copper to-day is altogether out 
of proportion to the quantity available for use, it being £2 
per ton cheaper than at the same date in 1891, although the 
visible supply—or quantity in stock —is less than half what 
it was in 1891. In fact, the present stock is only sufficient 
for five weeks’ consumption, and if the war between the 
United Stst-s and Spain is prolonged—for they, of course, 
are the two chief producing countries—there is no knowing 
to what extent the sapply may be diminished; so that a 
copper famine is quite within the bounds of possibility, and 
those who have much to do with this useful metal in any 
capacity will act wisely if they regulate their operations in 
accordance with that possibility. Any real scarcity would, 
however, be only temporary, for new sources of supply are 
not infrequent—the latest copper discovery b:ing just an- 
nonnced from Russia, where extensive copper ore beds have 
been found at Potar, only 10 miles from a point on the 
Samarkand-Andidsban railway. 


Obitaary.—The death is announced of Mr. R. Stuart 
Hampson, of Mayfield, Withington, at the early age of 87 
years. At the time of his death Mr. Hampson was the 
electrical engineer of the Great Central Railway Company, 
and also of the Manchester and South Junction Railway. 
He joined the service of the Great Central abont 11 years 
ago as telegraph engineer and superintendent, and since then 
he has carried out many important engineering works, Pre- 
viously, as an assist int of the late Mr. E. C. Warburton, tele- 
graph superintendent of the Lancashire and Yorkshire Railway 
Company, Mr. Hampson erected the electric light installa- 
tion —one of the first in the country—at the grain silo at 
Mr. Hampson was a 
member of the Institution of Electrical Eagineers, and was 
president of the Association of Railway Telegraph Engi- 
neers and Superintendents of Great Britain for the years 
1896-7-8. e was & frequent contributor to scientific 
and electrical journals, and his professional advice was fre- 
quently cought. 


Personal.—We are glad to be able to inform the many 
friends of Mr. H. Hirst, of the General Electric Company, of 
London, that he is now recovering from the serious 
operation which was quite successfully performed on 
Tuesday last. 


Queensland Electrical Association.—On the initiative 
of Mr. John Hesketh, the Government electrical engineer, 
an electrical association is being formed for Queensland. 
The asro:iation would have for its objects the promotion of 
the general advancement of electrical and telegraphic sci: п зе 
and its applications, the facilitating of the excbange of 
information and ideas on these subjects amongst its members 
and the general public, and would hold meetings, publish pape +, 
&. The British Australasian says thut at a recent meeting 
at Brisbane a commit‘ee was formed for the purpose of 
drafting rules for the approval of a subsequent meeting. The 
committee consists of Messrs. J. S. Badger, E. G. Barton, 
С. H. Caspsreonn, J. Н. Darant, and J. Hesketh. Mr. J. 
Power, Post and Telegraph Department, Brisbane, is весге- 
tary to the committee, 
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Róntgen Rays in Warfare,—Before the Royal United 
Service Institution on Friday last, Surgeon-Major Beevor, 
M.B., Army Medical Staff, lectured on the * Working of the 
Róntgen Ray in Warfare.” The lecturer said, according to 
the Times report, that his object was to give his experience 
in the working of the X ray in military surgery, and through 
the kindness of many official friends he would beable to give the 
audience the results of ita employment on the recent frontier 
expedition in India, and then to lay before them some 
mcdifications in the construction of the appliances for 
generating the X ray which had suggested themselves to him 
after working among the wounded on the field of battle and 
its adjacent hospitals. He then exhibited, by means of the 
magic lantern, photographs of cases from the Frontier War, 
which showed with the utmost clearness the importance of 
the use of the X ray inthe treatment of wounded men. The 
positions of bullets in various parts of the body.were made 
perfectly evident in cases where it was quite impossible to 
localise the bullets by ordinary sargical methods. The 
lecturer said that it was not only possible, but quite easy to 
have an X ray apparatus working at the front. The cases 
exhibited contained indisputable proof that even in savage 
warfare, where the Geneva Convention was unknown, the 
ray conld be brought under control, and an immensity of 
naman suffering obviated ; it was not necessary that every field 
hospital or bearer company should be supplied with an appa- 
ratus, a8 it could be readily transported from one part to 
another of the field of operations. He felt sure they would 
see what an advantage it was to be able to localise 
bhallete, and other foreign bodies, without the painful process 
of searching with probes, and that a threefold advantage was 
gained in the treatment of patients by this means—first, the 
absence of any pain or physical injury, from which arose the 
second advantage, that in cases where there had been much 
loss of blood or injary to bone, they were enabled to ascer- 
tain the exact condition of affairs, without the risk of in- 
creasing the depression of the patient by operation, and the 
thus gave him the beet chance of reaction, upon whic 
depended: his recovery. He maintained that it was now the 
duty of every civilised nation to supply its wounded in war 
with an X ray apparatus, among other surgical aids, not only 
at base hospitale, but close at hand, wherever they might be 
fighting and exposing themselves to injury in the per- 
formance of their hazardous duty. The rest of the lecture 
wag devoted to the consideration of tèchnical questions in 
оше with the appliances required for generating the 
Xray. * — : 


Electric Light Wires as Telephonie Cireuits.—In а 
letter to Nature, Mr. F. J. Jervis-Smith, of Oxford, 
describes a method of using electric lighting wires as tele- 
phonic circuits. He was requested some time ago to try to 
localise a fault in an elcctric light main, by means of a eer- 
tain form of inductor used iu conjunction with a telephone 
but not connected to the main. While using it, it occurred 
to him that probably the main might be used instead of a 
telephone wire. His first experiments were not productive 
. of good results, as a small fraction of the company’s current 

passed continuously through the telephone. In October, 
1897, he placed 4 microfarad condensers in his telephone 
circuit at each end; these stopped the current, but in no way 
reduced the telephonic effects. If the note given out by 
virtue of the rotation of the armature of the dynamo is great, 
it can be very greatly reduced by plaeing an inductively- 
wound resistance in the circuit. Tne resistance, he writes, 
does not appear to modify the telephonic effecta in any 
marked degree. This probably arises from the fact that the 
E. M. F. due to the secondary coil of the telephone transmitter 


is high. The experiment was successfully made over two 


miles of a main which was carrying the fall load used in 
lighting the town. 9 | 


The Royal Society.—The following were among the 
papers down for reading yesterday aft-rnoon: — Prof. 
Roberte-Austen, F. R. S., Оа Surfusion in Metals and 
Alloys.” Dr. J. Larmor, F. R. S., Note on the Complete 
Scheme of Electro-dynamic Equations of a Moving Material 
Medium, and on Electrostriction.” E. Wilson, “ Aluminium 
аз an Electrode in Cells for Direct and Alternate Carrents.” 
Dr. Capetick, On the Kathode Fall in Gases.” 


Fatal Shock Accident at Chelmsford.—On Saturday, 
2let inst., Edward Fell, the outdoor foreman of the Chelms- 
ford Electric Lighting Company, went to a small transformer 
pit to switch off the transformer with a view to removinz 
some secondary leads. He switched off the transformer, and 
afterwards, whilst removing коше high pressure: leads with 
his ungloved left hand, touched another bigh pressure lead 
with his right hand, and was immediately killed. The 
inquest was opened on Monday, 28га inst., but was 
adjourned until yesterday (Thursday). Major Cardew held 
an official inquiry into the matter on Tuesday. 


Erratum.— In the evidence given before the Select Tele- 
phone Committee, on page 722 of this issue, Mr. F. 7. 
Lamb should, of couree, read as Mr. J. C. Lamb, С.В. 


NEW OOMPANIES REGISTERED. 


Cowans, Limited (57,378). — Registered May 16th, 
with capital £30,000 in £5 shares (2,000 74 per cent. cumulative 
preference), to carry on the business of eleotricians, suppliers of 
electricity, mechanical and engineers, contractors, machini 
&c. The subscribers (with one share each) are:— T. В. Cowan, 
4, Marlborough Road, Ealing, solicitor; C. C. Smith, Bengeo, Hert- 
ford, gentleman; A. E. Hale, 18, Austin Friars, E.C., clerk; H. J. 
Welle, 5, Victoria Grove, Stoke Newington, clerk; Е. W. Cowan, 
Hart Hill, Bowden, Cheshire, civil engineer; E. J. O»wan, 26, Kenil- 
worth Road, Ealing, gentleman; A. J. Wells, 5, Victoria Grove, 
Stoke Newington, clerk. The number of directors is not to be less 
than three nor more than seven; the subscribers are to appoint the 
first; qualification, £250; remuneration, £5) each per annum. Re- 
gistered by E. W. Cowan, Hart Hill, Bowden, Cheshire. 


leyland and Birmingham Rubber Company, Ltd. 
(57,410), — Registered May 18th, with capital £300,000 in £1 shares, 
to adopt agreements (1) with the Leyland Rubber Company, Ltd. ; (2) 
W. Stanley Morrison & Oompany, Limited; and (3) with “The 
Birmingham India-Rabber Company," and to carry on the business 
of manufacturers and dealers in India-rubber, proe peres, flax-hose, 
flax and cotton belting, &c., electricians, telegraph and electrical 
engineers and contractors, cable telegraph instrament manufac- 
turers, pneumatic and other tyre manufacturers, cycle manufacturers 
and dealers, motor саг bui'ders, engineers, machiniste, &c. The 
subscribers (with one share each) are:—J. E. Baxter, Highfield, 
Leyland, Lancashire, manufacturer; J. W. Brown, Beech Mount, 
Bolton, cotton waste dealer; 8. Whitehead, Sannyside, Leyland, 
manager; J. W. Kenyon, The Hollies, Bury, gentlemen; J. A. 
Fallows, 14, New Brown Street, Manchester, salesman ; E. T. Everett. 
3, Stevenson Square, Manchester, merchant; R. T. Byrne, 124, New 
Btreet, Birmingham, manufacturer. The number of directors is not 
to be less than three nor more than seven; the first are: J. E. 
Baxter, A. 8. Morrison, R. T. Byrne, J. W. Brown, and S. Whitehead; 
qualification, £2,500; remuneraticn, £52 108. each per annum. 
Registered by Jordan & Bons, Limited, 120, Chancery Lane, W.C. 
Registered office, Golden Hill Works, Leyland, Lancashire. 


The Caledonian Wire Rope Company, Limited 
(3,875).— Registered at Edinburgh, May 17th, with capital £20,000 
in £10 shares, to carry on in tbe United Kingdom or abroad the 
business of manufacturers of wire ropes, electric cables, telegraph 
wires and lightning condactors and wire fencing of every description. 
Tbe subscribers (with one share each) are:—J. Wilson, e 
House, Airdrie, M.P.; R. Moore, 156, Bt. Vinoent Street, Glasgow, 
О.О.; R. Wilson, 75, Bothwell Street, Glasgow, coal master; J. 
Dixon, 127, St. Vincent Street, Glasgow, coal master; J. Mitchell, 
Airdrie, banker; W. Hugh, Thornhill, Blantyre, wire rope maker; J. 
Hugh, Thornhill, Blantyre, wire rope maker. The first directors are 
J. Wilson, R. Wilson, J. Mitchell, W. Hugh and J. Hogb. Qualifica- 
tion, £100. Registered by Oswald & Son, Edinburgh. 


Werner Cadmiam Electric Accumulator Syndicate, 
Limited (57,417).—Registered May 19th, with capital £6,000 in £1 
shares, (2,250 preference), to adopt an agreement with Alexis Werner, 
and to carry on the business of an electric accamulator and electric 
supply company, also electricians, mechanical engineers, and elec- 
trical apparatus manufacturers. The subscribers (with one share 
each) are:—H. Simmons, 5, Sydenham Park, 8.E., engineer; R. S. 
Keary, 1, Lea Hall Road, Leyton, E., clerk; T. L. W. Ginger, 39, 
Roseman Road, S. W., traveller; L. Sternberg, 22, Little Alie Street, 
Aldgate, E., clerk; G. Goodman, 21, St. Helen's Place, E. O., solicitor ; 
M. Goodman, 21, Bt. Helen's Place, E. O., clerk; W. d. Richardson, 
88, Dempery Street, Stepney, clerk. Registered without articles of 
association. Registered office, Devonshire Chambers, Bishopagate 
Street Without, E C. 


Electric Theatre, Limited (57,416).— Registered May 
20th, with capital £5,000 in £1 stares, to erect, prcdace, construct, 
organise, exploit and show an electric theatre or music hall, and fo 
carry on the business of electricians, mechanical engineers, suppliers 
of electricity, &c. Tbe subscribers (with one share each) are:— 
J. H. Harrison, 81, Bow Street, W.C., costumier; A. J. Thomas, 
30, Regent Street, S.W., gentleman; S. Jousiffe, Grosvenor House, 
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Kensington Park, wine merchant; J. L. Camp, 1, Bpridgdale Road, 
Stoke Newington, artist; A. R. Kelly, 5, Camden Square, N.W., 
surveyor; E. Tremearne, 34, Gresham Street, E C., accountant; 
M. W. Taylor, 34 and 36, Gresham Street, ЕС, solicitor. The 
number of directors is not to be less than three nor more than seven; 
the 5 чы appoint the first; о; £250 ; re- 
muneration as fixe *he com . Registered mnley & Co. 
45, Ludgate Hill, E.O. м d “ш 


OFFICIAL RETURNS OF ELEOTRICAL 
COMPANIES. 


Barcelona Tramways Company, Limited (6,544) — 
This company’s return was filed on 
were taken up and paid for in full out of a capital of 2900, 000 in 
£10 shares. 


Anglo-Portuguese Telephone Company, Limited 
(24,545).—This company’s return was filed on April 15th, when 50,000 
shares were taken up out of a capital of £75,0CO in £1 shares, all of 
which are consid as fully paid. 


Edmondson Electricity Meter Syndicate, Limited 
(41,758).—This company's annual return was filed on April 26th, 
when 175 shares were taken up out ofa capital «f £2,000 in £1 
shares ; 168 are considered as paid, and £7 has been received. 


Eastbonrne Electric Light Company, Limited 
(16,422).—This сошрадуз annual return was filed оп May 3rd, when 
1,949 sbares were taken up out of a capital of £50,000 in £10 shares, 
and paid for io full. 


Edison-Gower Bell Telephone Company, Limited 
(16,010).—This company’s return was filed on April 15th, when 
386,009 shares were taken up out of a capital of £500,000 in 21 
shares. 370,000 have been considered as paid, £15,005 has been 
received, and £4 is in arrears. | 


OITY NOTES. 
| THR result of the year's working is that the 
The gross profit amounts to £2,195, the net deflci- 
Worcester ency, after setting aside amounts for sinking 
Accounts. fond, beiog £1,474. The works’ costs are slightly 


higher than those of last year, and the reasons 
given by Mr. Ruthven Murray in his very excellent report to the 
municipality are as follow :— 


“The greater consumption of fuel during last year is mainly 
responsible for the higher works’ cost, and it at first sight appears 
paradoxical that while so many more units were generated by water- 
power, the coal account should have increased. The following is the 
explanation :—By reason of an increased pow day load and public 
lighting load, extending daily over many hours, it was possible to use 
more water-power when tbe supply was plentiful, but it nec2ssitated 
more steaming on low loads when the limits of the water-power were 
exceeded, or when no water could be obtained. During the fall of 
year, when the flow of water was exceptionally small, the percentage 
of steaming hours and steam generated units became very high. 
Owing to the engineers’ strike and the stoppage of work, we were 
unable to get any of the extension plant which was ordered last year. 
The day load engine, which was more than ever reqaired, has onl 
just been delivered. Oonsequent upon the increase of the mean load, 
and the small flow of water, the steaming hours increased from the 
previous year's 33 per cent. to 45 per cent. of the total, and the cost 
‘of coal, per sold steam unit generated, from 106d. to 132d. With 
the new small engine at work, I look forward with confidence to a 
reduction in this figure for the present year. 


March 24th, when 23,000 shares. 
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The following table gives the cost unit :— ` 
E ix 1897. 1896. 
Total capital expended ...  .. . £67,298 260,718 
Number of units sold ... à 429,270 | 333,044 
Number of lamps connected  ... e — 7 — 
Revenue from sale of current | £5,948 — 
Net revenue T . 82,195 = 
Average price obtained per unit 8144. — 
Cost of Production. 4 Per unit, 1896. 
Coal be уй nds hf. SS 1,328 74d. me 
Oil, waste, water, and engine room | 144 084. — 
stores i 
Salaries and wages at generating | 1,176 86d.’ = 
station ` . 
Repai d mainte f build- | . 
er enginem tole demoni] 74 (Potim m 42a. — 
Rent, rates and taxes .. .. .. 87 *05d. — 
Management expenses, directors' re- | 
muneration, salaries of managing 5 ` 
engineer, secretary, clerks, &c. 485 27d. — 
stationery and printing. general 
establishment charges, auditors, 
law charges and insurance 
Depreciation of buildings and рап) а €: ls 
account .. A es © «s 
Renewal fund account .. = Te c 
Total £3,964 2°22d. — 
Average price 
btained 
Beyenus. £ в. d. per uit: 
By sale of current .. .. .. 5948 0 0 3:14d. 
Meter rente, &c. .. .. .. 192 0 0 — 
Supply of steam j ‘ — — 
Transfer fees is — ` — 
Other items s T 151 0 O — 
Total £6,291 0 0 3:144. 


Total cost per unit (exclusive of depreciation and renewal ac- 
counts), 2:22d. ; works’ coat, 1:904. 
* Including charges for public lamps. 


Tum lighting accounts of the Shoreditch 
The Vestry for the nine months ending March 25th, 
Shoreditch 


while presenting some interesting features, are 
Electric nevertheless incomplete, because they do not 
Lighting include any statement setting forth the financial 
Accounts, results of the dust destructor. Though dust 


destruction and electric lighting go hand in hand 
in the parish of Shoreditch, we understand that it is impossible to do 
otherwise than present separate accounts. Before an extended 
criticism were offered it would be necsssary to have complete figures 
relating to both departments of the undertaking, and we shall there- 
fore wait until the publication of the dust destructor accounts. 

The form of the accounts is by no means a model of perspicuity, 
and it is to be regretted that the Board of Trade form is not adhered 
to. The net result of the undertaking is, that after providing for 
redemption of capital and payment of interest, there is a profit of 
£2,072. Of thissum £1,255 goes to pay off previous calls on the 
rates, which leaves a round sum of £700 to be carried forward. No 
provision has been made for depreciation. The least satisfactory 
feature in the report is the statement relating to electricity gene- 
rated, and we reproduce the table as it stands :— 


StaTEMBNT OF ErLEOTBICITY GENEBATED, SOLD, &c. 


Quantity sold. | | 


f | | Total tit Total 
Quantity | Sa qaanvity | Snot ý Аг of | maximum 
generated тп | | "Private | Quantity used on works. | accounted accounted E 10 supply 
B. T. units. Public | By & 9 5 ners Total sold | for. | for. amps demanded, 
| lamps. | contract. | by meter, e 
| MEAT 8 " 
— — — | Бараа | uA nb decies 
491,107 80,791 203,804 284,295 156,726 411020 : 50,067 | 57 arcs, 408 
| | | ' jncladiog that quantity used , li4incan-^ kw. 
| buy lift and fan motors, also descents 
| 2M | (32 C P.) 
| | | ; 


“ As the works have been taken to the water, fuel bas also to follow, 
and at a moderate estimate the extra cost for increased railway dues 
and cartage on the 1,702 tons of coal used was £127, which should, cf 
course, be deducted from the revenue derived from the water-power. 
Е Г ано be noted that the above sum represente 6 per cent. on 

100. 


loss in distribution. | | 


It we add to the amount of electricity used in works and lost in dit- 


‘tribution, the quantity unaccounted for, we arrive at 206,812 unite, 


which is not far off half the total quantity generated, and is in excess 
of the total current sold to private consumers. 
An analysis of the cost of producticn shows the following :— 


(Spa — gèe—— GPE A ———-——äk —— 8 :y —᷑—:.. NET ааа 
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| 1897. 1890. 
Total capital expended Hi^ ай £87,802 — 
Number of units sold N 284,295 — 


Number of lamps connected е — — 


Revenue from sale of current * 26,118 — 
Net revenue eee ven eo 23,780 == 
Average price obtained per unit , 514. — 
Cost of Production. 2 Per unit. 1896. 
Coal ee eo oe ee ee 7 9 23d. = 
P NAMES water, and engine room } 996 *19d. — 
Salaries and wages at generating } 774 * 65d. — 
station 


Repairs and maintenance of build- Works cost) o ЕЕ 
ings, engines, boilers, dynamos, &c. 276 { 1:30d. } 28d. 


Rent, rates and taxes уз ew 19 *09d. — 
Management expenses, directors’ re- 


muneration, salaries of managing 


engineer, ‘secretary, clerks, &c., » = 
stationery and dde, general 412 85d. 
establishment charges, auditors, 
law charges, and insurance 
Depreciation of buildings and plant) раз — "e 
&ccount .. ee ee oe T 
Renewal fund account. ‘a ZI = = 
Total E19 6 167d. — 
Ате price 
i о пе 
| дегене EK в. d. per unit. 
By sale of current. .. .. .. 6118 0 0 5144. 
Meter rente, &c. ee oe. ee oe ^ — == 
Supply of steam ex — oe | — == 
Transfer fees - es — -— 
Other items oe ee 3.643 0 0 — 
Total £9,761 0 0 5°14d. 


Total cost per unit (exclusive of depreciation and renewal ac- 
counts), 1:67d.; works’ cost, 1:30d. 


The Electric Railway and Tramway Carriage 
` Works, Limited. 


Твар us of this company has been before the public this week! 
the list of subscriptions closing on Wednesday. The nominal capita! 
is £150,000 in £5 shares, and the present is an issue of 22,000 shares 
of which the vendors, who are the promoters of the company, have 
agreed to take 3,(00 in Te payment of the purchase money. The 
company has been formed to manufacture all classes of cars and rail- 
. way carriages, but especially tramway cars for horse, electric, and 

cable roads, and vehicles for ligbt railways. The production cf eli o- 
tric motor trucks and steel underframes for Indian und Colonial 
railways, will also be a feature of the undertaking. The company 
bas also been formed to acquire valuable property and works in West 
Strand Road, Preston, Lancashire, having an area of nearly 123 acres, 
about 94 acres, of which will be used by the company for the above 


pu 

The present is considered the right moment to bring ont the com- 
pany, in view of the extensive movement all over the country in the 
gee? bean of mechanical traction. 

е vendors will furnish and equip the works with machinery 
of the moet modern character, and lay down plant for driving the 
principal machinery by electric motors. They will also construct an 
overhead electric tramway system through the works and grounds, so 
Шм, all сага manufact can be properly tested before leaving the 
works. 

It does not appear that the company is to acquire any business 
reputation or connection, or to take over any orders, but it is expected 
that the works, when completed, will be capable of an output of 600 
cars per annum at least, a.though, as we presume the works cannot 
get into full working order for some little time, profits may have to 
be waited for. The company will sell cars and other rolling stock on 
the hire-purchase system as required. 

Mr. Wm. Wilson bas reported upon the value cf the works and 
property, and when completed they will, in bis estimation, work out at 
£59,465. Mr. Stephen S»llon has reported upon the contract for 
the equipment of the works, and both his and Mr. Wilson's state- 
ments are included in the prospectus. 

The vendors are to receive £80,000, payable as to £65,000 in cash 
and £15,000 in fully paid shares, leaving £30,000 available for work- 
ing capital. The directors are: George Richardson, E+q, chairman 
North Metropolitan Tramways Company, chairman; George F. Fry, 

“Esq, J. P., director Brisbane Electric Tramways Company, Limi ed; 
Richard H. Prestwich, E3q., deputy-chairman Blackpool and Fleet- 
wood Tramroad Company; John Kerr, Esq., dir ctor Edinburgh and 
District Tramways Company, Limited; George Flett, Esq., director 
Newcastle and Gosforth Tramways Company, Limited. The secre- 
tary (pro. tem.) is Мт. Frederick Crimes, 13, Spring Gardens, 
Manchester, 


The West African ‘Telegraph Company, ‘Limited. 


Tr report and accounts of the directors for the year ended December 
91st, 1897, presented to the thirteenth ordinary general meeting, held at 
Winchester House, 50, Old Broad Street, London, E.C., yesterday, states 
that the company's revenue for that period amountea to £64,722 15s. 2d., 
againet which £21,212 93. 2d. is charged for ordinary expenses, and 
£18,780 4s. 4d. for expenditure relating to repairs of cibles, &. After 
providing £860 2s. 3d. for income-tax, and £225 1s. 3d for re- valuation 
of currency assets, there remains a balance of £923,644 183, 2d, to which 
is added £459 108. brought from the preceding year, making a total 
available balance of £24,104 88. 2d. From this balance there has 
been deducted £10,098 93. for interest on debentures, and £13,633 
68. 8d. for sinking fund, leaving a balance of £372 12s. 6d., which it 
is proposed to carry forward to next year. The director who retires 
by rotation is Robert Kaye Gray, Esq., who, being eligible, offers 
himself for re-election. The auditors, Messrs. Deloitte, Dever, . 
Griffiths & Co., also retire, and offar themselves for re-election. 


The Marquis of Tweeddale presided at the ordinary meeting of the 
company. 

The CHaIBMAN said the gross revenue for 1897 was £64,723, a 
decrease of £6,266 compared with 1896; this was accounted for by 
the falling off in the Cape joint-purse traffic, which amounted to 
£1,693, the increased loss in exchange of £2,699, which could not 
possibly have been foreseen, and to increase under the head cf rent of 
cable, £1,074. The last increase was explained by the interruption 
of cable between Bathurst and St. Vincent, which occurred simul- 
taneously with interruption to communication by the East Ooast, 
compelling them to divert traffic on to lines not belonging to the 
company, and for which they had to pay rent. The total working 
expenses for the year amounted to £21,212, or an increase of £3,314. 
Repairs of cables was £18,780, or a decrease of £1,915. Although 
this was a decrease, the figures were still exceptionally high. 
The French Government still continued to withhold subsidies, the 
action of the Government being due to difference of opinion, based 
on certain clauses of their concession. They were anxious to main- 
tain good relations with the French Government, and they sub nitted 
а proposal for the settlement of the differences, conceived in a very 
liberal spirit, and they had reason to think it was acceptable. 
It had not yet received the confirmation of the Chamber, which was 

robably accounted for by the election nearly concluded. They 

oped before long to come to an arrangement satisfactory to all 
arties. 
М The report and accounts were then adopted. Mr. Robert К. Gray, 
the retiring director, and the auditors, were then re-elected. 


British Aluminium Company, Limited.—This com- 
pany has, during the past week, been inviting applications for an 

ne of £100,000 5 per cent. debentures, of which £18,000 has already 
been applied for and allotted to shareholders. The list closed on 
Wednesday, 25th irst. The money is required to provide fora larger 
output at the different factories, the necessary additional works being 
now in course of construction. 


Braziliau Submarine Telegraph Company, Limited. 
—The directors have declared an interim dividend of Зв. per share, 
or at the rate of 6 per cent. per annum, free of income-tax, for the 
quarter ended March 31st, 1898, and payable on June 24th. The 
transfer books of this company will be closed from June 17th to the 
23rd, both days inclusive. , 


Detroit Telephone Company.—The directors have 
declared a quarterly dividend of 2 per cent., being at the rate of 8 per 
cent. per annum, payable on and after 16th inst., to all holders on the 
register on April 30th. | 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The receipts for the 
week ending May 20th, 1898, were £2,696 13s. 9d.; corresponding period 
1897, £2,483 19s. ld.; increase, 4212 14s. 8d. 


The City and South London Railway Company.— The receipts for the week end- 
ing May 22nd, 1898, were £987; week ending May 23rd, 1897, £953; 
increase, £29; total receipts for half-year, 1898, £21,660; corresponding 
period, 1897, £21,161; increase, £205. 


The Dover Corporation Electric Tramways.—The receipts for the week 
ending May lith, 1898, £135 5s. 114.; total receipts to May lith, 1898, 
£2,217 Rs. 7d. Week ending May 21st, 1898, £127 10s. 5d. ; total receipts to 
May, 1898, £2,209 19s. 1d. 


The Dublin Sonthern District (Electric) Tramways Company.—The receipts for 
week ending Friday. May 20th, 1898, were £563 3s. 4d.; corresponding 
week last year, 4000 178. 10d.; decrease, £106 14s. 6d.; passengers сап 
84,163, corresponding week last year, 95.616; aggregate to date, 48,92 
ls. ld ; aggregate to date last year, 49,307 158. 9d.; decrease to date, 
£446 148. 8d.; mileage open, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
May 22nd, 1898, amounted to 41,116; corresponding week last year, 
£1,346 ; increase, £30, 


The Western and Brazilian Telegraph Company, Limited.—The receipts fot 
the week ending May 20th. 1498, after deducting 17 per cent. of te 
gross receipts payable to the London Platino-Brazilian Telegraph Com: 
pany, Limited, were £2,259. 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


— — — — —— — ä — ä — 


Present ! 
Issue. | 
i ! 


137,007 
25,000 
125,000 
923, 9600 
3,038,020! 
3.038, 0207 
130, 000 


60, 7100; 
120,000 


70,000 | 
89.900 
1.302.615“ 


African Direct Telegraph, 4 % Deb. 
Amazon Telegraph, shares 
Do. do. 


Anglo-American Telegraph — .. КЕ 
Ро. do. 6 % Pref. 
Do. do. Deferred... 


Brazilian Submarine Telegraph 
Do. do. 


Commercial Cable 


Do. do. Sterling 500 year 4 % Deb 
Consolidated Telephone Construction and e "s 


Cuba Telegraph .. 


Do. 10 y^ Pref. 
Direct Spanish Telegraph 
Do. do. 


Do. do. 
Direct United States Cable 


Direct West India Cable, 44 ол Rez. Deb. 
400, 000 | Eastern Telegraph, Nos. 1 to 400,000 


Do. : o Cum. Pref. 
Do. b Debs. , repayable August, 1890.. 
Do. 1 % Mort. Deb. Stock Red. В 


5 95 Debs. Red. 


10 o, Cum. Pref. . 
44 Y Debs., Nos. ] to 6,000 = 


| 5 96 Debs. 2nd series, 1906 
Chili Telephone, Nos. 1 to 44,000 


Stock TUE. 


250,000 Eastern Extension, Australasia, and China Telegraph 


25,2001 
100, 5007 
320, 000“ 

35, 100“ 


200, 0000 


Do. 5 % (Aus. Gov. Sub.) Deb.. 
drgs., reg. 1—1,049, 3,976—4,326 
Bearer, 1 ‚050—3 „975, 


Do. do. 
Do. 4 95 Deb. Stock 


1900, red. ann. 


Eastern and South African Telegraph, 5 % Mort. Deb., 


1900 red. ann. drgs., Reg. Nos. 1 to 2. 343 
do. to bearer, 2,344 to 5,500 | 

Do. 4% Mort. Debs., Nos. 1 to 3,000, red. 1909 | 

Do. 4% Reg. Mt. Debs. asd Sub. i 1—8,000 | 


Do. do. 


180,227 | Globe Telegraph and Trust 


180,012 | 


160, 0007 
97,000 
17,000 


1, 329. 1717 
171,504 
100, 0007 

11,839 
3,381 
58,000 
146,7337, 
15,609 , 
' 218, 4001 
64,269 | 
83,129 , 
83,129 | 
889,521 
88,321 | 
84,563 | 
4,669 | 
80,0001 

1,163, 0008 

160, 1000 


— — — — = | 


—— ——— ы 


30,000 | Charing Cross and Strand Electricity Supply 
Do. - do. do. do. 
*Cholsea Electricity Supply, Ord., 


220.0007 
6,452 


Do. do. 6% Pref. 
150,000 Great Northern Telegraph, of Copenhagen. 
do. 


Do. do. do. 


5 РА Debs. 


Halifax and Bermuda Cable, 4 * Ist. Mort. Debs., 


Indo-European Telegraph 


within Nos. 1 to 1,200, Red. 


1 London Platino-Brazilian Telegraph, | 6 96 Debs. `... 


Montevideo Telephone, 6 % Pref., Nos. 1 to 28,000 


| National Telephone, 1 to 484,007  ... 
Do. : T Cum. Ist Pref. 


Router's ... 

Submarine Cables. Trust 

United River Plate Telephone 
Do. do. 


Do. do. 5 % Debs. . 
Western and Brazilian Telegraph 
Do. do. do. 


Do. do. do. 
West India and Panama Telegraph . 


Do. . do. do. в 9 Cum. lst Prof. 
Do. do. do. 6 % Cum. 2nd Pref. . 
Do. do. do. 5 % Debs., Nos. 1 to 1; 800 


Western Union of U.S. Telegraph, 7 


Do. . do. do. 


Do. do. do. 


Cum. 2nd Pref. ... 
| Non-cum. 3rd Pref., 1 to 250, 000 ; 
D». 3i 95 Deb. Stock Red. - 
Oriental Telephone and Elec., Nos. 1 to 171,504, fully paid 
Pacific and European Tel., 4 95 Guar. Debs., 


5% Debs. 
West African Telegraph, 7,501 to 23,109 


5 е А p 
Do. do. do. Def. Ord. 
4 * Deb. Stock Red. 


Ist Mort. Bonds 31000 7 
Ster. Bonds 


ELECTRICITY SUPPLY COMPANIES. 


44 % Cum. Pref. 
Nos. 1 to 10,277.. 
44 95 Deb. Stock Rod. 


City of London Electric Lighting, Ord. 40, 001 - 90, 000 
Do. M Certs. Nos. 90,001 to 100,000 £5 


Do. Cum. Pref., 1 to 40,000  ... 
Do. 5 Deb. Stock, Scrip. (iss. at £115) all Haid. 
County of Lond. & Brush Prov. Elec. Ltg., Ord. 1—30,000 
Do. do. do. Nos. 30,001 to 40,000 £4 paid. 
6 % Pref., 40,001—80,000 | 
Edmundsons Elec. Corp., Ord. Shares 1—17, 400 £4 paid | 
House-to-House Electric Light Supply, Ord., 101 to 10,100 
7% Cum. Pref.. 
82, 400 *Mctropolitan Electric Supply, 101 to 62.500 | 
Do. 45 % First Mortgage Debenture Stock 


Do. do. do. 


Do. do. 


Notting Hill Electric Lighting 


31,980 „t. James’s and Pall Mall ao Light, Ord. 


n | 


79,900 | 


Do. do. 


7 % Pref., 20,081 T 


Do. do. 4% Deb. Stock Red. 
South London Electricity Supply, Ord., £2 paid .. 
Westminster Electric Supply, Ord., 101 to 80,000 


* Subject to Founder's Shares. 
t Unless otherwise stated all shares are fully paid. 
Dividends marked § are for a year consisting of the latter part of one year and the first part 


the last three years. 


; Stock ££ 18s C5 
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| Closing 
| Quotation, 
| May 18th. 
100 —104 
7— 8 
93 — x 
63 — 
1121— 1133 
147— 154 
151 — 154 
112 —116 
3 — 3 
175 —185 
104 —106 
6— 1 
у 8 
| 144— 15} 
4 — 5 
10 — 11 
103 —1069% 
101— 10% 
99 —102 
161— 174 
18 — 19 
100 — 103 
123 —127 
172 — 18 
5 % 100 —104 
101 —104 
127 —130 
1100 —104 
1101 —104 
101 —104 
105 —108 
114— 117 
163— 17 
100 —103 
97 —102 
50 — 53 
107 —110 
| 2 — 
| 98— 58 
| 15 — 17 
15 — 17 
| g= 33 
| 99 —104 
і 5 — 
105 —108 
8 — 9 
136 —141 
E 
105 —108 
341— 44 
99 —102 
113— 12] 
71— 8 
4 — 
105 —108 
1— 
ae 74 
105 —108 
0З —108 
100 —105 
| 
| 13 — 14 
6 — 64 
9 — 10 
115 —117 
| 234 — 244 
116 — 17 
| 1643— 174 
129 —134 
|12 — 13 
6— 7 
15 — 16 
341— 44 
9 — 10 
11 — 12 
17 — 18 
117 --121 
19 — 20 
161— 174 
10 — 11 
107 —110 
lj— 2 
15 — 16 


| Closing 


| Quotation, 
May 25th. 
100 —104 
7— 8 
93 — 96 
64 — 67 
114 —115 
151— 153 
154— 154 
112 —116 
3— 3 
170 —185 
104 —106 
= 
E 
| 144— 154 
4 — 5 
10 — 11 
103 —106% 
104— 10$ 
99 —102 
| 163— 174 
| 174— 184 
100 —103 
123 —127 
| 174— 18 
100 —104 
101 —104 
126 —129 
E —104 
101 —104 
101 —104 
105 —10895 
114— 12 
163— 174 
| 284— 295 
1100 — 103 
97 —102 
50 — 53 
107 —110 
| 2]1— 23 
54— 57 
14 — 16 
15 — 17 
528 — 5 
| 99 —-104 
105 —108 
| 8— 9 
136 —141 
= 
104 —107 
31— 4 
99 —102 
114— 12 
74— 8 
14 — 
104 —107 
і 
BS ш 
71— "i 
| Б— 7 
105 —108 
103 —108 
100 —105 


| 0 — 63 
81— 94 
115 —117 
| 241— 254 
163— 174 
162— 17 
129 — 134 
13 — 14 
63— 75 
15 — 16 
| 9$— 4 
9 — 10 
11 — 12 
161— 173 
117 —121 
1832— 194 
16 — 17 
10 — 11 
107 —110 
2— 22 


| 154— 164 


1 Quotations on Liverpool 8tock Exchange. 


Business done 


1144 
154 | 14H 
158 154 
P uq 

1054 . 1044 
7 
| 
m 104 
ITA 10H 

171 
171 173 
102 
105 | .. 
113 n 
ІВ! 164 
2876 283 
52 503 
5 553 
58 5 
1023 100 
1 dH 
вн... 
Th ase 
1064 | .. 
"UH o 
T 125 
251 23h 
167 16 
ә | eos 
137 124 
т. 6 
15 14. 
44 a, 
174 | 16} 
mo 
163 i 164 


24, 
| 107 pa 


! Dividends paid in deferred share warrants, pronis being used as capital, 
0 


the next. 
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ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES, 


Stock | А Business done 
Present | or Dividends for еге г „38 aree during week 
Азд МАМЕ. Thare the last three years. | 9 ay 18th. Ў ay 25th. | мау 34h. 108. 
| 1895. 1896. 1897. | | Highest Lowest. 
30,000 | British Electric Traction гая - ind 8 10 * ТЕ 153— 16 153 — 16 " bon 
Do. do. 6 95 Cum. Pref. 30,001—40, NE | Е 
Mu £4 pd. (issued at £2 10s. prem. all pd.) aa sn 7 8 d 8 | ^" d 
90,000 | Brush Elecl. Enging., Ord., 1 to 90,000 883 ‘hace "A 235 nil nil | 11— 2 l4— 2 13 
90,000 Do. do. Non-cum. 6 % Pref., 1 to 90,00 2 3 % nil 4 * 21— 24 21— 24 | 2% 
125,0001 | Do. do. 44 95 Perp. Deb. Stock ... [Stock] ... io. | doe HO -14 dqUO-—HM с. {ам 
50,000 | Do. do. 44 95 2nd Deb. Stock Red. Stock — 101 —104 101 —104 1034 | 101$ 
19,894 | Central London Railway, Ord. Shares T YT s A] | 10 — 104 | 10 — 104 10g | 10 
129,179 Do. do. do. £6 paid ii | 10 | | 6— 6 | 6 — 6| 64 6d 
59,254 Do. do. Pref. half-shares £1 paid re) БЧТ 1j— 11 1j— 1M аыл om 
67,680 Do. do. Def. du. Ee ^ al ome] xw Ä A AE Ae ME Li 
630,000“ | City and South London Railway yi ae US ... Stock I IN 137 67 — 70 67 — 70 |o | 
28,180 | Crompton & Co., 7 % Cum. Pref. Shares, 1 to 28,180 5 | nil cu — | 2— 2} 2—03 |... | 
99,261 Iw & Swan United Elec. Lgt., A e 5| 59, 54%| .. | 24— 33 | 21— 23 25 
17,139 Do. do. до. “А” Shares, 01—017,13 5 595 54% б | 4— 5 | ... | 
194,023 Do. do. do. 4% Deb. Stock Red.. | 100 | .. |... | 103 —105 103 —105 103 
110,000 | Electric Construction, 1 to 110,000 ... - M „ 2 6595 >. 20— 2 28— 2 | 2 
16,343 Do. do. 7 Cum. Pref., 1 t016,343 ...| 2, 75 7 $i 34— 38 3à— 38 31 
111,100 Do. do. 4% Регр. Ist Mort. Deb. Stock — . Stock | | ... 106 —108 106 —108 
91,196 | Elmore’s Patent Copper Depositing, 1 to 70,000 ... а «I з 3eqonse4 ИЕ. — 4 
67,275 | Elmore’s Wire Manufacturing, 1 to 69,385, issued at 1 pm. | 2 TO re al i— $ 
9,6001 | Greenwood & Batley, 7 % Cum. Pref., 1 to 9,600 see 10 18000 7 @ ы 9-—HH ]9—1 
12,500 | Henley's (W. T.) Telegraph Works, Ord. ... sik m | 10 | 8 %| 12 %| 10 211— 224 | 214— 223 | 
3,000 Do. do. do. J Pref. |. uel. SOY Ж. = ШЖ. e 7 © 184— 191 184— 194 | 
50,000 Do. do. do. 44 Mort. Deb. Stock... Stock) 44% 445% 98 110 —115 110 —115 er d 
50,000 | India-Rubber, Gutta-Percha and Telegraph Works bis 10 | 10 $ 10 10 21 — 22 21 — 22 214 
300,000 | Do. do. do. 4 95 1st Mort. Debs. | 100 TUA TS ... 102 —106 102 —106 | 106 
37,500 Liverpool Overhead Railway, Ord. ... E б ..| 10, 23% 22%) 3195, 108— 103 10s— 103 | ... |... 
10,000 t Do. do. Pref., £10 paid... 10| 5 € 5 8 5 95 151— 16} | 15j— 16} | er ЖЕ 
37,350 | Telegraph Construction and Maintenance ... a$ ар А x 16 15 $ 35 — 38 34 — 37 36 35] 
150,000 Do. do. do. 5 % Bonds, red. 1899 | 100 | 5% 5% 5 95102 —105 102 —105 att bip 
s d MO un > с (188 186 - 1198 —198 134 1333 


640,000! | Waterloo and City Railway, Ord. Stock  ... 1 


+t Quotations on Liverpool Stock Exchange. ; Unless otherwise stated all shares are fully paid, 
Dividends marked § are for a year consisting of the latter part of one year and the first part of the next. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


*Birmingham Electric Supply, Ordinary £5 (fully paid) 10}. | London Electric Supply Corporation, £5 Ordinary, 3]—34. 
House-to-House, 4495 Debentures of £100, 107—110. Tr. Parker, £10 (fully paid), 154. І 
Kensington and Knightsbridge Electric Lighting, Ordinary Shares | Yorkshire House-to-House Electricity, £5 Ordinary Shares fully 


£5 (fully paid) 15—16; Ist Preference Cumulative 6%, £5 paid, 8—83. Dividend for 1896—6 9%. 
(fully paid), 8—8}. Debentures, 107—110. Dividend, 1897, 
on Ordinary Shares 10%. 

* From Birmingham Share List. Bank rate of discount 4 per cent. (April 7th, 1898). 


— _ ч — e — — — ————————— ———— - — _— a — — = 


the windings is connected. The second end of the windings passes cut 

PHYSICAL SOCIETY. through an ebonite bush piece. This arrangement is said to nullify 
' leakage and to prevent electrostatic disturbance of the suspended 

system. In the second section of the paper the authors calculate 


Onpmany Мккттна, May 13th, 1898. the limiting sensitiveness of galvanometers of the “Thomson” type. 
Мв. SHELFORD BIDWELL, President, in the Chair. The investigation is based upon Prof. Schuster's B.A. 1891 pues it 
fakes into account the period of the suspended system, and the 


A PAPER by Prof. W. E. Ayrton and Mr. J. MATHER, on GALVANO- specific magnetisation of the needle. Lastly, the authors discuss the 


— was read by Prof. AYRTON. relative merits of long and short periods, i.c., the best control, for 
It is a sequel to Proc. Physical Soc., Vol. x., p. 393, and to Phil. Mag., galvanometers intended to indicate zero points in potentiometer 
Vol. xxx., p.58. The authors suggest that in future the compara- operations. They conclude that if the control can be readily 
tive sensitiveness of galvanometers should be expressed in terms of tered, and if the sensitiveness can be adjusted for the test, then, 
the number of millimetre scale-divisions per micro-ampere, when the for rapidity of working, the control“ should be so adjusted that 
observed image or “ " is one metre from the mirror. Unit the sensitiveness is ^ wie sarap two or three times greater than is 
angular deflection is, therefore, one two-thousandth of a radian. absolutely needed for the desired accuracy. 
Further, for the periodic time, i.e., the time between two transits Prof. THRELFALL thought the author's method of comparing 
of the “spot” across some fixed point on the ecale, in the same galvanometers very misleading. The results obtained in their com- 
direction, the standard should be 10 seconds. It is also proposed to parison of the oscillograph (3,310,000), and the suspended-coil 
reduce the factor of sensitiveness, as regards resistance, to the com- galvanometer (27) might be regarded as the reductio ad absurdum of 
mon basis of one ohm. The assumption is that, for a given galvano- the proposed system. The absurdity arose from the dissimilarity 
meter, the deflection per micro-ampere is proportional to the two- of the two instruments. Moreover, the proposed system ignored 
fifth power of the resistance of the windings. Tables accompanying the fact that sensitiveness may be obtained by optical as well 88 
the paper give complete data for a large number of galvanometers бу electro-magnetic means. Optical sensitiveness, owing to ils 
constructed d the past ten years, and it is possible to trace pue stability was to be preferred to electro-magnetic sensitiveness. 
the improvements in sensitiveness throughout that time. Тое most e fundamental problem in the construction of gal vanomete гз is an 
sensitive galvanometers are the oscillographs, they bave very short optical one, it is necessary to decide the mass and dimensions of the 
periods; the T parts are small; the controlling fields very suspended parts so as to ensure (1) optical accuracy, and (2) 
i electro-magnetic sensitiveness. Thus, to some extent the weight 
cillogra of the mirror determines the thickness of the suspension. Ав 
was exhibited; its pericd is 00001 per second, and its factor oi an instance of what might be done optical methode, Prof. 
sensitiveness, according to the authors’ classification, is greater than Tbrelfall referred to work done by f and Mr. Brearley 
any yet obtained. A distinction is drawn as to the use cf the (Phil. Mag., 1896), in which it was possible to measure to 
term “ dead-beat.” Maxwell applies it to galvanometers in which 148 x 10 amperer, and, with special refinements, to 3 х Т 
the motion is “aperiodic,” i.e., to those in which the suspended amperes. He had found that the best diameter for glass mirrors 
system, before coming to rest, passes only once through the position was 1'1 cms., with a weight just under 05 grammes. These were 
of equilibrium. This ноор is retained ; it is not to be confused used with a scale at 276 cms., read by a microscope to 004 mm. The 
with “quick-moving” or "sbort-period." A pendulum illustrating course of the light was: lamp, large lens, small scale, mirror, eye- 
these distinctions was exhibited. As regards insulation of galvano- iece. The pericd was 25 вєсв., and the resistance £0,000 ohms. 
meters and shunt-b xes, the authors now apply the “guard-wire” Even better results could be obtained by using mirrors of quaríz or 
principle of Mr. W. A. Price. The instrument to be insulated is en- of bloodstone. Quartz is incomparably to be preferred to glass. 
closed in a metal case, provided with a terminal to which one end of Such figures indicated what could be done by optical sensitiveness, 
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the sensitiveness that the authors ignored. It was pointed out by 
Prof. Threlfall that the controlling field for galvanometers of the 
"Thomson" type should be straight and uniform. This was best 
secured by using two magnets, one above and one below the needles. 
Prof. Puany said the authors bad not asserted that a galvanometer 
with higher figure of merit, to their classification, was 
to another of lower figure. It must be 
figure they obtain is a very valuable datum for the comparison of 
ments desi for similar purposes; for instance, in classi- 
fying those by Prof Threlfall, Mr. Daddell was to be con- 
JW and small period of his 
ograp 
Prof. Ayrton, referring to Prof. Threlfali's reductio ad absurdum, 
admitted that the criticism would carry some conviction if the two 
instruments were of different kinds; if, for instance, one possessed a 
needle and the other a suspended coil. But the argument 
iled, because both instruments were of the «d coil type. In 
one of them Mr. Duddell had developed the advantages to be gained 
by reducing the air-gap. To form an opinion of electro-magnetic 
improvements in galvanometers, it was necessary to reduce the 
results of all instruments to some system of classification. There 
was no objection, after that, to adding a good mirror and reading by 


a microscope. 
8 votes of thanks to the authors, and the 
meeting adjourned until May 27th. | 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Tum PREVENTION OF INTERRUPTIONS то ErsorBIOITY SuPPLY. By 
LEoNARD ANDREWS, Associate. Read May 5th, 1898. 


(Concluded from page 708.) 


Fig. 5 is a sectional elevation of a similar cut-out modified for use 
in connection with high-tension currents. In this arrangement the 
contacts are screwed and sweated into metal pots, and immersed in 
water. This serves effectually to quench any tendency to arcing 
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when large high- on currents are interrupted. АП the high- 
tension parts in this cut-out are entirely covered with porcelain or 
g material. The releasing mechanism is practically 
as in the low-tension cut-out. 
. 6 із a of the Hastings switch gear. 
found this arrangement entirely satisfactory in every respect. It has 
not only enabled us to cope with several breakdowns to machinery 
without interruptions to the supply, but it has aleo effected a saving 
in coal, &., d the past 18 months of over £400. This has been 
saved by the arrangement referred to enabling us to work safely 
without running a spare plant. 

All the machines are arranged to feed into a common of 
inner and outer ’bus bars. The inner 'bus bar, however, is divided 
at a by a change-over switch, 0, into two separate branches. One of 
these, Ау, is permanently connected to a, but the other brazch, 42, 
may be connected either to the main ’bus bar or to a spare 'bus bar, 
B. Normally, it is connected to the former. Hach machine and 
circuit is equipped with a two-way switch, т, by means of which any 
machine or any circuit may be connected either to the inner 'bus bar 
or to its auxiliary branch. In the diagram only three circuits and 
three machines are shown. The maximum output of the machines 
is 60 amperes, and the total load of the three circuits is assumed to 
be 120 amperes—namely, 60 on No. 1, 40 on No. 2, and 20 on No. 3. 
By setting the circuit two-way switches, T, and T,, over to the left, 
circuits 2 and 3 are connected directly on to the 41 branch of the 


We have 


Ee 


inner bus bar; whereas, T; being set over to the right, circuit 1 is 
connected on to the a, branch. The machines Nos. 2 and 3 are 
connected in by their two-way switches directly on to the 
inner 'bus bar, a. Aud the machine No. 1 is kept turning as a spare, 
with its two-way switch over to the right, thereby connecting it on to 
the spare bus bar, B. The change-over switch, o, is constructed to 


Fio. 6. 


be released by a solenoid excited off any convenient source, В. 
Inserted in series with it are two switches, в and LI. In, or Ls. Both 
the s and one of the L switches must be closed together to excite the 
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solenoid, When в only is closed it completes a circuit through an 
electric bell, which can be heard anywhere in the station. Тое 
driver has ins‘ractions that whenever that bell rings he must 
immediately run the spare plant up to speed. Now if either of the 
running plants break down, the switchboard attendant merely has to 
close switch в, and then as soon as the volts on the spare machine 
have risen to normal, or before if necessary, he releases the cut-out 
switch of the faulty machine. The weight of this on falling closes 
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switch L, and so completes the circuit through the solenoid of the 
releasing change-over switch с. This disconnects the ’bus bar a, with 
its load of 60 amperes from the inner 'bus bar a, and transfers it to 
the spare 'bus bar B at precisely the same moment as the generator 
supplying 60 amperes is disconnected from the inner 'bus bar. Thus 
the lights on the circuits Nos. 2 and 3 are not affected as they would 
be if the change-over were not done simultaneously with switching 
out the faulty machine; and the lights on No. 1 circuit only give a 
momentary flicker, which, as & rule, is not even noticed by the 
consumers. 

Of course the use of a spare 'bus bar is not original, but we believe 
that the simultaneous method of change-over is. 

In the discussion on & paper read before the Northern Society of 
Engineers on switch gear last year, it appeared to be the general 
opinion of engineers present that all high-tension connections should 
be absolutely enclosed. But it was objected that it did not appear 
possible to do so without having exposed connections at the back of 
the board, and boards with backs to them increased rather than 
decreased the risk of accidents. A suggestion was also made in this 
same paper that a full sized diagram of connections painted on the 
walls above the switch gear would often prove useful, but other 
engineers thought that the switch gear should be its own diagram. 
We venture to think that in the switch gear shown in fig. 6 we have 
succeeded in complying with both of these specifications. The leads 
from the machines are carried in porcelain or other insulating pipes 
directly up to their respective cut-outs, from these to the two-way 
switches vid their ammeters, and so on to the 'bus bars. All the 
high tension connections, both in the cut-out switches and the two- 
way switches, are entirely enclosed; and, as these switches and the 
conductors are bolted and clipped to the surface of a brick wall, all 
the connections are diagrammatically shown at a glance. 

Some form of excess current cut-out should certainly be used on 
the feeders. We prefer magnetic cut-outs to fuses, as we find them 
more reliable. They can also be used as switches if necessary, which 
isa distinct advantage. At any rate, whatever form of cut-outs is 
used, their operation should on no account be permitted to interrupt 
the supply to any consumers. 

It is curious that engineers have not paid more attention to the 
duplication of electrical mains. It is the custom to spend thousands 
of pounds on duplicating boilers, engines, dynamos, and other plant 
which is directly under the engineer's control; but no steps are 
taken efficiently to duplicate that part of the system over which he 
has no direct control, and which is always at the mercy of 
such external forces as gas explosions, burst water mains, fires, 
pick-holes, &c. 

It is true many engineers arrange their mains on some ring system, 
so that any portion of it may be made dead for repairs, extensions, 
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&c.; and some go even further, and fix fuses at intervals round the 
ring, 80 proportioned that a fault will only cut out a certain section 
of the lights. But that is not sufficient. We ought not to be 
satisfied until we are able to tee an absolutely constant supply 
to everyone. The problem of how to do this has been troubling us 
at Hastings for years. But we now feel satisfied that we have 
solved it. Our method of doing so is shown in пр. 7. 

Each sub-station or feeding point is supplied from the works, w, 
by two feeders, either by running to each two distinct mains, 
each sufficiently heavy to carry without excessive fall of pressure 
half the load of the sub-station, as shown at a, ог by connecting 
together two sub-stations, each supplied by separate feeders, as at 
B; or, in the case of low tension distribution, by running radial 
feeders from the generating station, and connecting the several feed- 
ing points on these to correspónding feeding points on an adjacent 
feeder by the distributing mains, as shown ato. If a fault occurs 
on either of these feeders, the current will be supplied to it both 
directly from the generating station and also vid the adjacent feeder 
and connecting mains. To prevent this fault from short-circuiting the 
whole of the system, fuses have previously been inserted in the 
feeders at di, da, bi, and b,. A little consideration will show, how- 
ever, that this arrangement can never be satisfactory, for it is obvious 
that either one of these feeders may at any time have to carry as 
heavy a current as the others; consequently, they must all be equally 
fused. Now, if a short-circuit occurs at, say, E, fuse a, will blow. 
The current will then be supplied vid a, b, and b, Now fuse b, 
should, of course, blow, and во cut out the faulty main, leaving both 
sub-stations to be supplied vió feeder 1. But this will not happen, 


because a, and bi would have to carry sufficient current to blow bz 
in addition to the useful current taken by the sub-stations. The 
result will naturally be that a; or bi will invariably blow before bə, 
thus cutting off the lights supplied by both feeders. Now, if fuses 
b, and b, are replaced by discriminating cut-onts, no amount of 
current flowing in its normal direction will cause them to operate, 
but a comparatively small return current will immediately release 
them. As the only conditions that can possibly cause the current to 
flow back from the sub-stations to the generating station is a fault 
on the feeder between these points, this form of cut-out can be relied 
upon to operate only when it is required to do so, 

It is, of course, very essential that the cut-outs used for this pur- 
pose should be made not to operate if either the series or shunt 
current is interrupted separately or simultaneously, as it would cause 
a great deal of trouble if the supply from the works was ever inter- 
rupted for a few seconds and all the cut-outs on the mains were 
thereby caused to operate. 

Cut-outs that are opened with a spring or springs should also be 
avoided, as it is impossible to make them sensitive and reliable, 
owing to the fact that the catch has to be released against the 
maximum tension of the springs; and, further, these springs must 
be very stiff, as in addition to overcoming the friction of the contacts 
when they are clean, a large margin must be allowed to overcome the 
increased friction that will certainly be caused by corrosion of the 
contacts after they have been in, say, a few months. A falling 
weight seems much b:tter suited for the purpose than a spring, for 
the pressure on the releasing catch is comparatively small, and the 
sbarp blow upon the contact arm is just what is required to overcome 
with certainty any tendency to sticking due to corrosion. 

Cut-outs should have no screws about them liable to work loose 
and so release the catch and open the circuit. 

For burying under the pavements they should be as compact as 
possible, as the space is then very limited. 

They should be unaffected by rust, dust, damp, or corrosion, 
and precaution should be taken to prevent any possibility of their 
being caused to operate by external vibration. They should be made 
to cut out with аз small a current as possible, to prevent excessive 
arcing when the circuit is interrupted. 

The cut-out illustrated in fig. 5 has been designed to comply with 
these and other requirements. 

Another very frequent cause of local interruptions is the failure 
of primary fuses of transformers. It certainly appears to be 
advisable to use some form of excess-current cut-out between the 
primary winding of transformers and the mains supplying them. 
But the object of this cut-out should be, not to prevent the trans- 
formers from being overloaded, but to protect the mains from being 
short-circuited by a faulty transformer. Where two or three trans- 
formers are coupled together no good can come of cutting one of 
them out of circuit because it is overloaded, for if one is cut out the 
extra load is thrown upon the others, thus invariably blowing their 
fuses as well and cutting off the supply to the whole district. 

We consider that a transformer fuse should not blow unless the 
excess current exceeds the normal current by about 300 per cent. 

Fuses between the secondaries of transformers and secondary 'bus 
bars are invariably worse than useless. Take, for instance, the case 
of three transformers of equal size feeding а common bus bar. If 
one of these fails, the current will rush into it from the other 
two; but, as these have to =ү + жы the useful current to the mains, in 
addition to that required to blow the faulty transformer’s fuse, they 
will blow their own fuses before that of the faulty transformer. 
Obviously these fuses should be replaced by discriminating cut-outs 
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.8 is a diagram showing the equipment of a sub-station we now 
itin hand. The two high-tension feeders from the generating 
station, му, My, terminate in two return-current cut-outs, в; and E; 
Beyond the cut-outs they are connected together by the fuse ғ. Fuses 
F; and F,, &c., are inserted in series with the primaries of each trans- 
former. Return-current cut-outs, r!, 7?, 7°, &c., are inserted in series 
with the secondaries of cach transformer. The primary connections 
of the sub-station are divided into two distinct halves; the inner 
"bus bar of each half is equipped with an earthing fuse, E F. Any 
man found working on the primary connections of either side with- 
out the earth fuse inserted will be instantly dismissed. Either half 
sub-station can, of course, be made dead by PE the return- 
current cut-out of the feeder to which it is directly connected, fuse F, 
and the secondary return-current cut-outs of that side. 

There are no high-tension connections exposed in this sub-station. 
The primary cut-outs are of the type illustrated in fig. 5. The fuses 
are дж of an enclosed type, and are screwed to two cast-iron frames 
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one frame for each half of the station. A section of these frames 
is shown at a, fig. 9. The’bus bar, B, to which the transformer fuses 
are connected, is si арй on insulators inside this frame. These 
on н, ю that they can be lifted to enable the 

to the fuses to be peri ically examined, High tension 


Fra. 9. 


eables are run down to the transformers in porcelain tubes, », clipped 
the walls. The high tension apparatus for one half of the station 
on the nerih wall, and that for the other is on the east wall. The 
rn current cut-outs, which also serve as secondary 
the south wall, and the distributing 'bus bars and 
ip on the west wall. This sub-station is a building 
13 feet by 8 feet wide by 7 feet 6 inches high. It is built above 
ground in a back garden in the centre of the district it supplies. 
We pay £10 per annum for the rent of the ground it stands upon. 

Several of our existing sub-stations are placed under the pave- 
ment. These have been such a source of trouble to us that we are 
now abandoning them entirely. 

Arrangements are made to cut off all the transformers except one 
small one during the hours of light load, not only for the  parpose of 
saving the current wasted in exciting tnem, but also to allow them 
to cool down between each heavy sbift. We expect by so doing to 
greatly increase the life of our travsformers. 

Whether it is advisable to equip the Jow tension distributors with 
cut-outs cr not, is a question upon which we should be glad to hear 
the opinion of other engineers. We ave inclined to think that, if a 


200-volt short-circnit occurred on a cable not exceeding 1 square inch 


sectional area, it would in most cases burn iteelf out before 16 
da other parts of the cable. If we could be sure of this, we 
should endeavour to loop all of our distributors and insert in series 
with each main a magnetic cut-out adjusted to operate when the current 
exceeded five times the normal. If the main burnt asunder before 
the out- outs operated, the supply would not then be inter:upted to 
any consumers. 

mably everyone will admit that excess-current cut-outs are 
necessary on electric light services where they enter consumers’ 
premises, but we think the majority of central station engineers will 
agree with Mr. Sayers when he says that they should not operate 
until the normal current has been exceeded by at least 3(0 per cent. 
Ia it not possible that the number of brarch cut-outs at present used 
to comply with the fire insurance regulations might be reduced? It 
appears to us to be rather a question whether or no so many of these 
cut-outs do tend to reduce the risk of fires. Consumers who are 
repeatedly troubled by these branch fuses melting are apt to discover 
that a fuse replaced by a stout piece of copper wire gives them far 
less trouble. Now, if the connection to one of these short-circuited 
fuses should work loose, it gets hot, the heat is transmitted to the 
cable, and a smell of burning is the result. Of course, if no branch 
fuses were used, it would be advisable entirely to enclose the house 
wiring in some form of conduit instead of in wood casing; 
but we are inclined to think this would be a preferable arrangement 
both for the prevention of interruptions to the supply, and for the 
reduction of fire risks. 


FAILURE OF COPPER PIPES. 


Ir is one of the commonest experiences of engineers that materials 
and processes which for years give satisfaction, suddenly begin to be 
associated with disaster. Опе such instance is the br d copper 
steam pipe so common in marine practice. For years satisfactory, 
the bra йүз пва ерис о сае disaster. 

Undoubtedly the use of copper pipe has come about because gocd 


fondo урш bent cold, proving the origi 


copper is а tough material. It can bs worked to fit the requirements 
of a steamer, and it can be made thio, and will follow the springing 
of a vessel without risk of fracture. But copper pipe has one un- 
sound part—its brazed joint. These brazed joints bave, since steam 
pressures became so high, commenced to give way, and the disaster 
on the Elbe, among many others, served to call more particular atten- . 
tion tothe subject. At Daptford, at the electrical station, Mr. 8. Z. de 
Ferranti adopted a novel method of pipe construction. Hs clustered 
a set of sm pipes, ped to reduce the bursting stress, and to 
reduce, perhaps, the outburst of steam in case of any rupture. To 
give the cross-seotional area of steam, tay, equal to that of a 12· inch pipe, 
will, however, require 16 pipes of 3 inches diameter. Each of these 
9-inch pipes must be one-fourth as thick as the 12-inch pipe they 
replace. e mean circumference of 16 3-inch pipes is fully four 
times that of the 12-inch pipe, and as the fourth of the thickness of a 
12-inch pipe will scarcely be safficient for brazing purposes, it is 
probable that there will be a good deal more copper in a Ferranti 
pipe than in a single pipe of equal capacity, and the thought 
suggests itself why not use more material in a large pipe, and so 
increase its factor of safety, just as makers of shell boilers have made 

work, where makers of water-tube boilers have sheltered them- 
selves behind small diameters. Bat if we are to accept rcoent fiad- 
ings, the fault of copper pipes is in the brazing of them, and no 
amount of thickness and original excellence can bs proof against a 
brasing which changes its nature, and becomes as brittle as a flower- 
pot. Various remedies are propcsed, such as frequent hoops to 
confine a rupture within short limits, wire wrapping to take the 
bursting stress, and that ever dangerous hydraulic test to be applied 
occasionally, under the false assumption that a hydraulic test to-day 
will make a pipe safe for a year or two, whereas, in fact, a common 
result of such test is to put the pipe into a condition to burst when 
“ү тө pressure Р вор on spon it. The е йен н 

oyd’s Register о р reported upon the steam-pipe о 
the es. Pradano, which exp] in June, 1897, and portions of which 
have been tested and examined by Prof. Arnold, of Sheffield. 

The chief engineer and Mr. Walliker, of Cardiff, came to the con- 
clusion that the failure was due to brssing, originally sound, but 
deteriorated by some cause. The pipe which burst had been made 
inal excellence of the brazing. 
Th rt which sat under the Boiler Explosions Acts of 1882, 1890, 
came to the conclusion that the brazing had been lly unsound, 
апа they further considered it onght to have been hydraulically 
tested. They also recommend lap-welded iron or seamless steel as 
superior to either brazed or инда Жы copper. The gh kot test is 
recommended to be made on pipes above 3j inches diameter every 
four years—a rather useless expedient. 

There was m little brazing material to be ob'ained from the 
burst pipe, but Mr. Walliker found another sbip, the pipes of which 
showed a similar appearance, and had a considerable amount of the 
solder at the joints. This was submitted to Prof. Arnold, who made 
microscopic and other inspection, and showed that the brasing had 
lost a good deal of ite constituent sinc, which had been dissolved ont 
by fatty acids of oil or tallow introduced for lubrication either inten- 
tionally or as an adulterant. The sinc having disappeared left the 
copper as а more or lees cellular mass with the pores containing the 
above acids. The peroentage cf copper was raised considerably, 
proving the disappearance of the sinc, and there seems no room to 

oubt this latter had been removed. 

If this be so, it points to the absolute necessity of entirely discard- 
ing bras»d pipe or of ignoring the bursting resistasce, and trusting 
entirely to the wire serving on tte outside to withstand all bursting 
stress. Now that copper pipes are made el ctrolytically without 
seam, there ought to be no difficulty in avoiding this very serious 
difficulty of brazing. 

It is not that brazing is weak when made. A brased pipe when 
new will test well, and give a sense of security in brazing; but now 
that bra ing is proved so likely to fail under the influence of fatty 
acids generated by high temperatures it ought to be abolished. We 
have heard it said that electrolytically deposited copper is not par- 
ticularly strong. We have no figures before us as we write, but 
should be glad to publish any reliable figures sent to us. In our 
Opinion, the crux of the matter is not so much in the original 
T of the material of a pipe as in tke continuance of such 
original tenacity as it may possess. The tenacity being known may 
be suitably arranged for in the proper thickness of pipe, and if no 
deterioration takes place, the pipe will ba as strong in 20 years as it 
is when new. The writer has used a deal of electrically depo- 
sited pipe, but not under pressure, and has found it good, sound, and 
tough material There appears ample reason to expect that it will 
remain gocd. Turnings cut from it were tough, like wire, and had no 
appearance whatever of any discontinuity of substanoe as might be 
feared from the mode of manufacture in their lamina. 

Prof. Arnold's analysis of a sample of deteriorated brasing showed 


as follows:— 


Metallic copper ... von re . 768 
Ziac oxide eee ra ids . 225 
Fatty acid in terms of oleic a id .. 14 


1007 


Yet new brasing solder by the makers of the ipe is su d to 


be mixed of half sinc and half copper. A melted up sample showed 
only 54 per cent. of copper. 
Heated to 400 C., pounded in a mortar, and fused with borax so as 


follow through all the operations of pipe brasing and solder prepara- 
tion, there was still only 62 per cent. of copper. Yet the deteriorated 
brazing showed 76 8 of copper, and such sinc as there was was in the 
form of oxide, whence we find the true percentage of copper must have 
been much greater—pomething like 81 per oenf.— proving the dis- 
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appearance of sinc since brazing. The failure of copper pipes is 

robably hastened by improper design and fixing, insufficient atten- 
Ban being given to expansion. А brazed pipe does not in any case 
appeal to an engineer s sense of the fitness of things in these days of 
high pressures, good materials, and facilities for securing solid-drawn 
or otherwise seamless tubes. 


NORTHERN SOCIETY OF ELECTRICAL 
| ENGINEERS. 


ELEOTRIO ELEVATORS, WITH SPECIAL REFERENCE TO THEIR STARTING 
AND BSToPPING. Abstract of paper read by W. C. C. HAWTAYNE, 
May 16th. | 


The first electrically-driven elevator to be put to any practical use 
was, of course, the belt-driven machine. This consists of a windin 
drum on which the lifting cable coils or uncoils, and which is rota 
in either direction by straight and crossed belts. These belts run on 
loose pulleys when the car is at rest, and are shifted over to an inter- 
mediate tight pulley, зоа motion ів теда тед, by сее of 1 
or ship o a passing through the car and con- 
trolled PES car attendant А асове of these machines can be 
seen in our workshops and factories, the countershaft from which they 
are driven in some cases taking power from the works countershaft, 
and in some cases from a countershaft driven direct by electric 
motors or other available power. 

When you consider that it is only about 15 years since the electric 
motor was really brought out, and that within a few months it was 
actually being used for this class of work, you will acknowledge that 
practical engineers saw at once how eminently suitable the electric 
Te m for this class of work and tbat they lost no time in getting 

t to work. 

A number of these machines are still being erected, and though, of 
course, they differ materially in design from those first constructed, 
and are greatly superior both as regards safety and efficiency to the 
pioneer machine, yet the principle underlying them is practically the 
same. 

It was, of lc pic raph Ши оо пера n 0 со маа 5 
roduce a suitable g and stopping arrangement for the motor, 
or all the first machines had motors that ran continuously. 

It was necessary to insert a resistance in the armature t of the 
motor to guard against a sudden rush of current at starting, and in 
order to ec ntrol the cutting in and out of this resistance and to 
operate the main switch, an independent hand rope was provided, 
operated from the car or from the various landings. 

In some cases the armature resistance was cut out by the direct 
pull of the rope, in- others by gravity, the hand rope releasing by 
means of a cam, an arm which in falling cut out the different sections, 
the too rapid travel of the arm being impeded by a dash pot. 

By the time we had got thus far, it was of course seen that there 
was a great future for the electric elevator as a nger 
but before it could be put to this use a de advance had to be 
made—what wonld do for factory use would not do for passenger 


To begin with, the loss of a few seconds in starting and stopping 
would be fatal to the usefulness of an elevator in & business office, 
the jerky motion of starting and stopping by means of a shifting belt 
would not be tolerated, and the safety devices were crude in the 


| 


resting if І descri 
am naturally best acqusinted with. 


Mr. Hawtayne described the Otis elevator, full particulars of 
which can be seen by referring to the ELECTRICAL Havisw for 
February 24th, 1896. 
system of electric control used by the Otis Company is 
one in which a small pilot motor is also used, but I regret I am not 
yet at liberty to describe it fully. It consiste of push buttons in 
connection with a small pilot motor, actuating a series of oontacts. 
There are two forms of this arrangement, in one of which two 
buttons are used, one fcr the ир motion, the other for the down motion 
and the car stops automatically at any required floor. In the second 
arrangement only a single push is used. No relays are required with 
either form. : 

In addition to the push buttons there are also stops in the oar 
corresponding to the various floors. In the one button arrangement, 
the stop corresponding to the floor required is pressed, and the 
main porn is pressed, when the car commences to move towards the 
floor desired, no matter whether it be above or below the car at that 
moment. A single push button is also placed on each landing, which, 
when pressed, will call the car to that floor, automatically stopping 


it when it reaches the landing. Whenever the oar is in use the 
ushes on the various landings are thrown out of action, so tbat it is 
mpossible to interfere with anyone who may at the time be using 
the elevator. 

Automatic door contacts and locks are also used with this arrange- 
ment, which is one that is especially suitable to private houses, 
accidents being praotically impossible and the general arrangement 
being 80 simple that a child can use it with impunity. 

I have only had an opportunity of seeing one of the machines 
made by Messers. Waygood & Co., but I believe they now make some 
of similar type to the Otis. In the опе in question the motor and 
den are at the top of the shaft. A two-rope grip sheave is used 

tead of a winding drum. The car is counter-balanced, and the car 
ropes pass over the grip sheave direct to the counter-balance weights 
—an arrangement I do not care so much about as the drum ; 
The grip sheave is geared through a worm shaft coupled direct to the 
armature of the motor, and the cou between worm shaft and 
armature shaft is also used as the b pulley. 

The motor is of the ordinary two-pole kind. 

The starting and stopping is affected by a hand rope working over 
a sheave keyed to a shaft connected with the switch box. Midway 
on this shaft is a cam, which raises by means of a bar the brake band 
on the coupling referred to above. 

In the switch box is a main switch and a reversing drum өреге 
by the shipper shaft. At the end of this shaft is a small cam holdi 
up a rack and pinion device. When the hand rope is pulled, 
depressing the cam, the rack falls by gravity, and as the pinion is 
turned a pair of brushes work round a resistance commatator” 
cutting out the coils. I am not aware that there is any means of 
re-inserting the resistance in case of an accident to the lift attendant, 
or should the hand rope break. Switches are provided at the top and 
bottom of the lift shaft to cut off current if the lift should overran, 
but unless the brake is also applied the momentum of the car or 
balance weights might well cause an accident, and if the car should 
Stick, and the hand rope should break, the motor might receive far 
more current than would be good for it. 

Perhaps in the discussion a fuller description of the machine may 
be given, but from what I remember of some correspondence that 
appeared in the ELxzcrBRICAL HmviEW? а year or so ago, the above 
description is practically correct, and I think the arrangement might 
be considerably шочеш. 

The United Ordnance Engineering Company, better known as 
Messrs. Easton, Anderson and Goolden, have recently taken a 
number of orders for electric elevators. The principal featare 
their machine is the winding mechanism, by which the disadvantages 
of a many grooved drum are done away with. 

The gear may, as in the case of all dram machines, be placed 
either at the top or bottom of the lift shaft or even remote from it. 
It consists of a motor of cither multipolar or two-pole type driving a 
sheave, usually provided with eight grooves, through the medium of 
a worm gear. А slightly smaller sheave, having four is 
placed either above, below, or to the side of the wi sheave 
according to circumstances and has its axle slightly skewed with 
respect to that of the main sheave. 

Usually four wire ropes are employed, and they are led from the 
cage, either direct or over guide pulleys, first round four grooves of 
the winding sheave, then round the four grooves of the smaller or 
cross-over sheave and finally round the remaining four grooves of the 
winding sheave and away (over guide pulleys if required) to the 
balance weight. 

The advantages claimed for this arrangement are :— 

(1) Saving in the s occupied by the gearing, the length of 
travel of the car not ting the size of the win sheaves. 

(2) Any number of ropes may be used to р е cage and the 
balance weight, without greatly affecting the of the арин 

(8) The ropes always lead off in the same position and do not re- 
quire в for lateral travel as when a dram is used. 

(4) The car and counter-balance weights beiag all in one, less rope 
is required than with the ordinary drum. 

A magnetic brake is used connected as usual in parallel with the 
shunt circuit of the motor. 

The control of the armature resistance in the machine used to be, 
and I believe still is, effected by a centrifugal governor, driven off 
the armature shaft and cutting resistance in and out as the speed of 
the armature decreases or increases. 

I have tried this arrangement on small service elevators, but always 
found it troublesome. i i — 
An em cy switch is generally fitted arrarged to break 
circuit, and do cadio thie ear 3 stop If by any chance its motion 
should not be arrested at the end of its travel by the usual stop on 
the hand rope. В 

As the company have the contract for the elevators at the New 
Brighton Tower, which is in the immediate neighbourhood, I hope ve 
may hear something more of their machine in the discussion. I 
should like, for instance, to know what would happen to the . 

and counter-balance weights if the hand rope were to 
and the car be brought to a standstill through any hitch р 

Во much has been written of late about the screw and nut mac 
of Mr. F. J. Sprague that, although it is a distinct type in itself, 
will leave it out of consideration in this paper. 

The New Central London Railway some time ago entered into & 
contract with the Sprague Electric Company for two experimental 
elevators to be placed in the shaft of their Notting Hill Station, and 
these bave done so well that I believe the firm have now o 
the contract for all the other elevators on the line. 

These cars are to carry from 12,000 to 17,000 Ibs. at fall load at 4 
speed of from 150 feet to 180 feet per minute. 

Бый SN ) шшш ы азы ырыа сы 
* See our “ Correspondence” columns for February 28th, March 6tb, 
13th, 20th, 27th, and April 3rd, 1896.—Eps. ELgc. RW. 
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The general arrangement is on the lines of the 8 ө ordi 
drum-type machine, and is somewhat similar to t at of the Otis 
Company already described. The motor is iron-clad and shunt 
wound, having its armature coupled direct to & double worm shaft ; 
the two driven gear wheels do not intermesh, but are bolted to two 
other gears which do intermesh and бога the winding drum. 

The starting and stopping is effected by a pilot motor worked from 
a circular switch in the car; the brake is magnetic, and the car 
attendant can vary the speed of the car by the operation of the 
switch. The handle of the switch works against a spring action, so 
that if the attendant lets go or is pushed away from his post, the 
handle flies back, and the circuit being thus 
reet at once. 

The duty of the pilot motor is to complete the armature circuit, 
and, by means of a revolving arm passing over faced contact pieces, 
to cut out the armature resistance. 

The car attendant, by moving his switch to contact No. 1, lifts the 
brake and gives the machine full field; on the second contact he 


position. 

The machine is provided with a slack cable device, and a switch in. 
device o the brake magnet circuit and 
applies the brake directly anyth with the ropes. 

I had hoped to give a description of the Central London Railway 
machines, together with some fi showing their efficiency at 
various loads, but I understand is to appear shortly from the 
pen of Mr. Sprague himself. It will, however, give you food for 
thought when I say that at full load the actual cag dors 
Notting Hill machines from motor terminals to lifting ropes is as high 
as 70 per cent., and at one-third load 50 per cent. 

Ia results of tests made on two typical Oris machines, one 
of which was erected nearly four years ago іп an office at Glasgow, 
the other about 18 months ago in a private house in London :— 


Son INSURANCE COMPANY, GLASGOW. 
Rise of Car, 74 feet 9 inches. Speed, 170 feet. Volts, 220. 


broken, the ear comes to- 


pensive they were to buy and to maintain, but most of them have 
since been converted, and now that they have mastered the principles 
of the machinery, and have seen the immense advantages to be 
obtained by the use of electric power, they have started into the field 
themselves, Some of the machines produced are very good, some 
are marvels of how not to doit. I was called to one a few weeks 
ago in London—it was a case where the lowest tender was accepted, 
which absolutely had not а good point about it, and on w I 
refused to travel. A specidcakion had been prepared by the manu- 
facturers duly setting forth that the machine was equal to any of the 
more 5 machines, and would be provided with switches and 
all the improvements, including resistance in the armature 
circuit to be cut out as the machine acquired speed. The consulting 
engineer was satisfied and the contract made. The resistance in the 
armature circuit tarned out to be a hand arrangement, and the motor 
now has to run continuously, being thrown on by a wonderful friction 
gear; it is only brought into use on the “up” motion, and the car 

ops by gravity on the down motion, acquiring speed at such a 
that the shock of stopping nearly throws the passengers off their 
and brings in the safety device nearly every time. You can 


this on. This is an enormous drawback, for many 
of our largest towns are supplied, as you know, on the alternating 
system, and I have personal knowledge that many orders could be 
obtained for electric elevators in these places if the machinery was 
forthcoming. Perhaps during the discussion someone may be able 
to show us how to do it. _ 

I had hoped to give you more data with regard to loads and 
efficiencies, but manufacturers are still averse to letting others know 
too much, and so І have only been able to give you generalities. 
Data that I have been promised has not yet come to hand; when 16 
does I may find a means of communicating it to you, if the subject 
is of sufficient interest. 


Car designed to carry 1,000 lbs. . ý | 
Peer HUE THE TELEPHONE SERVICE.-CONFERENCE 
Time 
Load. | Weight. in seconds, | Amps. кре: Total. Rabe, AT SPRING GARDENS. 
1 Мар | 149 Iba. up 24 secs. Ат the County Hall, Spring Gardens, on Monday, Mr. McKinnon 
down 26 „ W (chairman of the London Oounty Council) presided 
"2341 over а Conference between the London County Oouncil 
2 Men | 289 lbs. | up 25 „ Munieipal Corporations, representatives being present from 
down 28 „ Belfast, Brighton, Salford, Bedford, Li Hudderefield, 
| 1925 Leeds, Halifax, the City of London, Blackburn, ; ; 
3 „ | 457 lbs. up 23 „ : Newcastle-on-Tyne, Norwich, Oldham, Plymouth, Purtemonth, 
down 28 „ Sheffield, Cardiff, Tanbridge Wells, and Bradford. 
| 1880 The CuaraMan, in opening the Conference, said that the matter of 
4 „ | 597 ibs. up 26 „ the ne Company was one upon which disadvantages 
down 28 „ would from iso action. Tney had to call that Oon- 
"1630 ference upon short notice, because the Committee which had 
5 „ | 757 Ib. up 28 „ been appointed had begun to take evidence. The evidence given was 
down 27 „ of a very interesting character, showing that the position of the 
i 1780 National phone Company throughout the country was an exoeed- 
6 „ 911 Ibs. up26 „ ingly strong one, and one which behoved them; as representatives of 
down 27 „ the towns of the country, to consider with a good deal of care. A 
: "1920 practical monopoly had conferred upon the Telephone Company, 
7 „ |l05llbe., up 26 , | 25 he thought he might say, without the safeguards which were usually 
down 27 „ 2 attached to such a monopoly. They had to consider how far the 
2220 telephone service was likely to prove of general- benefit, and how far 
8 „ ,12251be, up 29 , | 29 | 05 there was a possibility of its further extension, if it could be per- 
| down 26 „ 110015 fected and reduced in cost. He thought it was obvious that mani- 
| ———— 0515 2575 біра] authorities would not go in for a telephone system if a license 
Tests or Oris Exzcraic Lirr АТ 12, Нил, BraEmT, W., NovEeMBER 27TH, 1896. | 
| | | | | 
No. of Test. 1 2 3 4 | 5 12 7 | 8 | 9 14 | 15 i 18 
—n . —ͤ — — — ——— MERE - — | | 
Direction - “ - ..| Up | Down U Down | Up Den Up | Down . Ор |Down| Up Dorn 
Load ... eee sae ids .. lbs. | 648 648 506 336 336 171 171 | 0 0 336 | 336 
Travel А sea is . feet 305 | 365 36:5 36°5 36 5 365 | 365 365 365 365 |2475 |3475 
Time per trip o ae seconds | 230 220 250 210 220 290 | 220 224 220 240 |164 160 
Maximum current vs .. amps. 130 | 110 12 0 12 0 110 120 | 100 110 120 | 120 120 120 
Average "A ei ns M 11:5 | 30 8:6 40 65 65 4°25 12 | 25 95 65 55 
Daration of current ... “seconds 286 | 232 272 |233 |252 240 240 |242 234 | 258 |176 164 
Energy per trip... .. watt-hours | 198 | 56 |156 708 |i12 | 927| 78 |1268 537 | 1635 | 83 | 683 
Cost per single trip at 4d. per unit ..| 00791 00225) 00621, 00283 0044+; 0 (37 0 0312 00509 00214 0 0655 0 033; 0 0273 
„ „ U double trip e. 1 01015 _ 00907. | 008:8 00521 | 09 00.05 
Average current from meter reading amps. | 122 495 | 103. | 54 79 69 | 5175 | 920 40 112 | 89 74 
Average speed m feet per minute | 780 | 99:6 87:5 1040 995 | 950 | 995 98:0 | 995 |910 | 900 | 92°7 
was only ted to them to 1911. The L. O. O. had passed по resolu- 


In conclusion, gentlemen, I would draw your attention to the 
tremendous strides that are being made in the elevator basiness. I 
have seen it boldly stated, and I have no doubt it is true, that in 
the States more people are carried vertically in elevato:s than hori- 
zontally by street care. When the electric elevator was introduced 
here makers of hydraulic lifts went about trying to prove how ex- 


tion for submission to the meeting. 

Mr. J. W. Bumm (L C. O.) moved: That in the opinion of this Oon- 
ference the telephone service is calculated to become of great general 
benefit, and is so much in the nature of a поворот, that 1 ongar 


not to be left permanently in the handa of private un 
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said that it would be a great advantage to the State if it decided to 
take the telephone system over, to have a municipal system working 
beside a private company. 

ыш Town CLERK OF SALFORD seconded the resolution, which was 


Mr. Тновитов (L.C C.) compared the cost of the telephone system 
in Stcckholm and Douglas with that of London, and said it was 
reserved to the greatest city in the world to be charged eight times 
as much for their service as the people of Stockholm. He moved: 
“That the evidence afforded by foreiga towns and cities shows that 
similar places in this country —especially London—do not utilise the 
telephone for business and private purposes to nearly the same extent 
asa , and that such non-user arises mainly from excessive charges 
and inefficient service.” 

The Томи CLERK or LIVERPOOL, in seconding the motion, said that 
the inefficiency of the service was in a great mea«ure due to the short- 
sighted policy of the Government, who might have acquired the whole 
system for £100,000 years ago, whereas now it would cost millions. 
He suggested the addition cf the following words: And the failure 
of the Post Office Department to provide an adequate number of 
trunk lines to connect the local exchanges." 

The addition was accepted, and the resolution, as amended, 
agreed to. 

The Lorp Mayor or BELFAST next moved: That in the event 
of the Post Office being unable to take over the whole telephone ser- 
vice of the country, it is practicable and advisable that municipal 
authorities should be empowered to provide such service in their 
respective localities, on the understanding that every facility will be 
afforded for close co-operation between the local authoritics and the 
Post Office.” 

Tbe Town Сгавк or LEEDS seconded. 

The Towm CLEBK oF HUDDERSFIELD moved the following amend- 
ment: “That in the opinion of the Conference, it is expedient that 
municipal and other local authorities should undertake the telephone 
service within the area composed of their own districts or a combina- 
tion of such districts.” 

Mr. Вотгв (Bedford) seconded the amendment, and said that he 
had worked out the cost, and found that in Bedford, with 500 sub- 
scribers, they could work an exchange for £2 53. а year, and after five 
years make a profit of something like £5,000. 

Mr, Мовтон (ity) observed that the Post Office officials seemed 
completely captured by the private company. | 

The Towx or LivEBPOOL said 16 was no good talking about 
having a £3 municipal service if they could not get communication 
with other places. It was a national question, and they wanted the 
great commercial houses of the country to be in a position to have a 
ре service. It was playing with the question to say that a few 

lated corporations would start a system of their own. 

The amendment was lost and the resolution carried. 

Mr. Dioxmson (L. O. C.) moved: “That as the National Telephone 
Company obtained its powers and raised its money upon the basis of 
being subject to actual effective competition, it is just and expedient 
that tteps should be taken to protect the public against the practical 


monopo гоа the company has obtained for itself, and against the - 
ina 


inord charges that are only leviable by the company by reason 
of such monopoly.” 

Mr. GREEN (Norwich) seconded the motion, and it was carried. 

Mr. Baxza (L C. ) proposed: That, as one of the causes of the 
excessive charges is the fact that the company's capital, upon which 
dividend is paid, has been swelled by the expenditure of sums 
of money not represented by any works, it is inequitable that the 
im should be forced р the pon 5 either having to submit 
to such charges anently, or ing to buy ont the com on 
the basis of such charges.” ie d р 

This was carried without discussion. 

Mr. Bans (L. O. C.) moved: That seeing that the license of the 
National Telephone Company will expire in 1911, it is expedient 
(a) that Parliament should decide that no extension of the license 
should be granted to the company; (b) that in order that the public 
may be provided with a telephone service by 1911, the various muni- 
cipal authorities be granted licenses to establish and work local tele- 
phone services р to that date, and that such licenses shall only be 
mine inable on the payment by the State of the outlay of the under- 

ings.” Л Е 

Recommendation (a) was agreed to without dissert, but considerable 
discussion took place on the second recommendation, which was 
be aR amended so as to provide that Any license granted to a 
municipal authority should give leave to speak over the trunk lines. 

On the motion of Mr. Веки, the following resolution was agreed 
to without discussion :—" That the power of the breaking up of the 
streets which is claimed on behalf of the National Telephone Com- 
pany—acting through the Postmaster-General—is a grave interfer- 
ence with the rights of municipal authorities.” | 

It was resolved that the views of the Conference be placed before 
the Belect Committee. 


ELECTRIC LIGHTING IN 8T. PANCRAS 
DURING 1897-1898. 


Ax epitome of the work of the Electricity and Public Lighting Com- 
mittee of St. Pancras Vestry during the year 1897-98 har been p:e- 
pared and presented to tbe Vestry by Mr. H. J. Menzies, chairman 
of the committee. The report is accompanied by a diagram showing 
both the expenditure and income since 1692, and that for the first 


time the private lighting income (for 1897) has exceeded the total 
expenditure by nearly £3,000. The following figures indicate the 
selling and cost price per unit each year from 1892 :— 


А А 
E 
а. JJ Be т з ы eo 

| | d. d | d. 
16592... Sor 6 46 6 88 
189 9. | . 6 35 | 53 
1594 wai "T 56 | 39 \ 5 
1895 . E 53 85 | 51 
1693 „ ге | 54 | 38 58 
1897  ... к 52 | 9-9 | 42 


i 
' 
1 

_————————— 


It will be seen from this that last year, whilst by far the most 
rosperous of the series, reali ei tre lowest average in price, which 
в, with one exception, the lowest also of any of the Metropolitan 
supply companies. The alteration in the method of charging, re- 
commended to the Vestry in January, and now further modifled, 
together with the reduction in the charge for public lighting, will 
probably make the St. Pancras rate the cheapest in London. 

Another satisfactory feature is the great diminution iu cost. It is 

interesting to note that in the revised original estimates, on which 
the Vestry commenced operations, the price per unit was fixed at 
2°45 pence works’ cost, and 75 pence for interest and repayment 
charges. The former figure might Бате been realised but for the 
heavy repairs, and probably will be reached immediately ; the latter 
seems altogether too low. Either more was expected of a limited 
area than it has been found to yield, or money was sunk in un 

ductive mains: in anv case the capital expenditure has involved a 
heavier burden than 21. per unit. It is possib!e, however, that when 
the full benefits of the chief engineer's invention of the 220 volts 
system are obtained, the original figure may not be far exceeded. 


ANALYSIS OF Costs IN PENCE PER UNIT. 


| | | 


Maintenance 


| Oil, | г i 
— | Coal | waste, | Wages. nnde Rates. 8 Total. 
40. y eeu les, &. 
d. | d. | d. . d. d. | d. d. 
1892 163 24 | 1:30 31 — 108 4°€0 
1893 126 | 17 | 72 92 — | мз 850 
1894 993 15 71 80 10 44 1321 
1895 95 10 67 118 10 49 349 
1896 99 17 72 107 12 73 3:80 
1897 84 09 63 92 09 33 2:89 
| | 


The report pointe out that the coal consumption shows much 
improvement, but the expenses for maintenance and continue 
abnormally heavy. The fact is, Mr. Menzies states, that the system 
is being reconstructed out of revenue, but it is to ъз hoped the most 
of the early faults are now removed. 

The business, which has more icularly engaged the attention of 
the Electricity and Public Lighting Committee, bas been that of 
extending the Stanhope Street station. This im б step was 
forced троп the committee by the increasing demand for current, 
which has so grown tbat at Ohristmas much anxiety was felt by 
Mr. Baynes lest the requirements should be more than the plaut 
could supply. Consumers have come on very fast, espe-ially d 
the past three years; and as the committee have to anticipate their 
wants by at least 18 months, their action was not taken a moment too 
soon, for both stations are already almost fully loaded. The plans of 
the engincer were of & very comprehensive character, both doubling 
the capacity of Stanhope Street station and adding greatly to ils 
efficiency; and although some opinion was expressed that a third 
station should be built elsewhere, the advantages of enlarging the 
existing one on a site quite ready for use weighed down every other 
consideration. The new work will probably cost £45,000, but no one 
who has studied the business can doubt that it will prove & mos 
remunerative outlay. The bulk of the contracts are now placed, and 
it is much to be hoped such progress may be made that some of the 
new machinery will be in position for next winter's work. 

Ia addition to the increase of generative power, the decision to 
carry the maine to Highgate almost completes the arterial eyetem of 
distribution, all the boundaries of the parish having thus been 
reached. The extension to Qaeen’s Crescent, Malden Road, and 
Prince of Wales Road takes up all the remaining important thorongh- 
fares ав yet unsupplied with current. 

The work of public lighting goes on slowly, bat, owing to the 
precautions imposed last year on the engineer, its early stages are 
a difficult and complicated nature. The Gray's Inn Road extension 
has come into operation, and the Kentish Town Road section is 
pearing completion. When the Highgate and Malden Road arcs are 
installed there will be 222 lamps in operation, and it will be the daty 
to consider by what further action the Vestry can entirely supply 
itself with the means of street illumination. 

Naturally with an increasing revenue and the prospect of в 
favourable balance, claims have been made for reduction in price. 

After much consideration the committee adopted the maximum 
demand indicator as the first step towards fairly effecting this objecf. 
There is no doubt that Dr. Hopkinson's method, favoured by sr 
engineer, is theoretically the right one, that every lamp in use вош 
pay a fixed sum towards the standing expenses of the station ич 
which current could be supplied at a slight-advance over the 
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coal, labour, and wear and tear of machinery required in its pro- 
duction. But this has many practical difficulties, and to adapt it to 


a business built up on different lines was a hopeless endeavour. 


Next in scientific value is the so-called Brighton system, the success 
of which is shown by its general use for municipal charges. This 
achieves the same result as is sought by Dr. Hopkinson, and when 
its application becomes general in St. Pancras on the basis now 
accepted, it will not only give considerable relief to consumers, but 
stimulate as well a large extra demand. The vestry is rapidly 
approaching in its tariff a point when electricity becomes as cheap as 
gas,and there seems no reason, why in the nesr future customers 
whose use of it can average four hours a day during the wiater half 
of the year will be actually paying less. 

By direction of the Vestry the committee have had to consider the 
question of lighting Somers Town, but pressure of business 
prevented the engineer preparing his report in sufficient time for 
decision. This, however, must come up for jadgment shortly, either 
as a special case or as part of a large and general scheme for covering 
the parish with electrical illumination. 

A matter that must not escape notice is the decision of the Home 
Secretary that the generating stations fall under the operation of the 
new Workmen’s Compensation for Injuries Act coming into operation 
on July ist of this year. It will be necessary to make some pro- 
vision to meet the obligations of this Act, and early action is 
desirable. 

The closing month of the committee's term of office has seen the 

ial realisation of a hope which originally connected the King’s 

station with the dust destructor, that the latter could supply 

the engines with steam. It cannot be said as yet what is the practical 

value of this supply, and the investigation Mr. Baynes has been 

кам to hn ia must determine to what extent it can be turned 
use. 


ELECTRICAL ENGINEERS (RE) VOLUN- 
TEERS. 


IT will be teen from the annexed rules that the War Office bave made 
an important change in the regulations for efficiency of the Electrical 
Engineers Volunteers. By the regulations originally proposed, 
recruits were required, in addition to military drills and eight days’ 
training in camp, to attend 78 technical drills. By the modifled 
s gara. the 78 technical drills are reduced to 12. Whilst this 

make the work of recruits living in London much easier, it will 


materially to the greater success of the corps. The rulesare now 
as follows :— 


The headquarters of the corps are at 13, Victoria Street, West- 
minster 


The uniform will be the same as that worn by other Royal 
Engineer Volunteers, with such modifications as the War Office 
approve. Uniform will be supplied free to members. 

corps will be armed with the Lee-Metford rifle. 

The g is divided into two kinds—military and technical. 

The military work consists of infantry drills, musketry, &c. 

The technical work includes every чүле of electricity to war, 
with the мый doe of telegraphy, and such other work as will be 
usefal to an electrician or engine-driver in carrying out his duties, 
such as ing; fitting, loading, priming, and connecting up 
airmen ч mines; a certain amount of boat work, and kaotting, 
Spticing, | 

This work will be carried out partly in London, but mainly at 
defended ports. 

In order to become efficient, each member must attend a con- 
tinnous Harry a defended port for at least eight days each year. 
In addition, 12 hours’ technical work must be done each year. For 
this purpose, each working day—after the first eight—of the con- 
tinuous ning counts as six hours; each balf-day four hours. Or, 
these drills may be done in periods of 1, 14, 2, 24, 3, and 34 hours. 

The capitation allowance is £4. 

For each of the eight days of the continuous training, an allowance 
of 5s. per member in camp is paid to the corps. The allowance will 
be primarily devoted to the maintenance in camp. 

rills—both military and technical—are being carried out in 
London and Woolwich at present. 

Members from other districts will only be permitted to join on 

oe to make private arrangements to learn their infantry 


Intending members are requested to study the conditions of eff- 


ciency. 

Below will be found an extract from the rules of the corps :— 

. Every enrolled member who is non-efficient in any year shall 
pey to the funds of the corps, on or before November 10th in that 
year, a sum equal to the Government capitation allowance which he 

to earn. The commanding cfficer shall have power 
to remit payment, wholly or in part, in special cases. 

8. No person shall be admitted as member or hon member 
unless proposed by one or more members of the corps, and approved 
by the co officer. 

24. Any member wishing to leave the corps may doso on November 
2nd, providing he shall have given notice of his intention not later 


ohm. 


than the 30th of the p September. Failure to comply with 
this rule shall render him liable for half the amount of the succeeding 
year's capitation grant. 

Norz.—Age limit 17 to 47 years. 

Intendiog members should write to the adjutant, Captain Brady, 
R.E., 13, Victoria Street, 8.W., who will supply all information. 
They should give their full name, address, occupation, and electrical 
qualifications. If they wish to join as engine drivers, they should 
state their qualifications for that work. i 

Every application mast be accompanied by a reference to a member 
2 the corps or to some other person well known to the commanding 
officer. 

Pu enrolment, each candidate must be passed as fit by a medical 
officer. | 

Every member shall be enrolled for three years at least. A member 
„ completing three trainings shall be liable to a penalty 
o 8. 

NorE.—The headquarters are open on week days from 10 to 4, 
Saturdays from 10 to 12. On Mondays and Thursdays at 8 p.m. in 


addition. 
J. Норктмвох, F. R. S., Major, 
Commanding the Electrical Engineers, 7 
R. E. (Volunteers). 


REVIEWS. 


A Treatise on Magnetism and Electricity. 
Gray, LL.D., F. R. S. 
Limited. | 
Messrs. Macmillan have sent to us the first volume of this 

work by Prof. A. Gray. It is pleasant to recognise the 
learning and scholarship of the author in such a handsome 
material form. The matter of the book, so far as this 
volume goes, is arranged in the logical order suggested by 
modern conceptions of magnetism, and though possessing no 
originality in matter or treatment, is the moet philosophical 
connected statement of these conceptions we have seen. 
The production of this work is creditable to the author, and 
to the distinguished school of physicists that trained him. 
The book is beantif ully printed and got up, and will nọ doubt 
find a place on the shelves of all mathematical physicists. 
We could wish the author had the courage of his convictions 
in the matter of the Heavisidal units. The magnetic pole 
is now to everyone the source of magnetic flux, only secon- 
darily the centre of magnetic force, and we do not believe 
the adoption of the corresponding definition would cause any: 
confusion through our use in practice of the ampere and the 
Probably 19 out of 20 electricians are more or less 
agreed about this, and not 1 in 20 will act on the consensus. 
Prof. Gray’s preface shows that he is, as every teacher must 
ba, alive to the philosophical value of a change. The defect 
of the book, if it is a defect, is ita very close following of Lord 
Kelvin in sabject and mode of demonstration, but it seems 
that the time cannot be distant when a satisfactory hypothesis 
for the conditions of the ether will be devised, and all elec- 
trical phenomena will be dedacible from the laws of these 
conditions. Then the books can be re-written on an exact 
basis, and the work of the great physicists built into a per- 
fect structure. May we be there to see! 


By ANDREW 
London: Macmillan & Co., 


The Standard Electrical Dictionary. By T. O’Conor 
SLOANE, A.M., E.M., Ph.D. London: Crosby Lockwood 
and Son. 


This dictionary of electrical terms is not only a useful 
work for present reference, but promises to be of great inte- 
rest in the future. Electricity is the mother of a great 
family of new ideas, new terms, and new inventions. Many 
of these are already obsolete, and others continually become 
во, and a book which condenses into a small space short 
statements and illustrations of all the terms in use at any 
given data is of great value: and this small volame contains 
all sorts of electrical terms, some scientific, some slang, that 
one ever meets. It is not very serious lexicography, nor are 
the definitions too precise, and except in a few cases of con- 
spicuous difficulty, e.g., induction, and resistance, the treat- 
ment is very terse; bat for the object of the book this is 
undoubtedly a merit. To a non-expert electrician the book 
would be useful and interesting; for a professional man the 
matter is hardly exact enough to be very valuable. 
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Practical Telephony. By James BELL, A. I. E. E., and 8. 
WILSON. London: Electricity, 11, Ludgaie Hill, E. C. 
This is a republication in book form (with additions) of 

a series of articles which appeared in the pages of our oon- 
temporary Electricity. It desoribes— much after the manner 
of earlier works — various types of telephonic instruments. 
It is perhaps chiefly valuable for its description of the 
apparatus now used by the Post Offioe, and also for domestic 
apparatus. Exchange working generally is somewhat 
beyond its всорз. The authors believe that there is room 
for а simple telephone manual at a moderate price," and 
two shillings and sixpenoe will doubtlees be considered as 
coming within the lines of moderation. 


A Popular Guide to Commercial and Domestic Telephony. 
By M. Bryne, M. I. E. E., and F. G. BELL. London: The 
General Electric Co., and Whittaker & Co., 2, White 
Hart Street, Paternester Square. 


This work mainly deals with apparatus furnished by the 
firm whose name is given as joint publishers. Its object is 
* to assist the fitter to obtain some knowledge of the tele- 
phone, both theoretically and practically,” and, being written 

rom the standpoint of the non-expert, it covers much 
elementary ground. Some of its statements may be open to 
question, as for example, the origin suggested for the dis- 
covery of the microphone on page 16, but the main object 
of the work is descriptive of apparatus which is, on the 
whole, well done. It may perhaps be doubted if the non- 
expert, for whom the work is intended, will make much of 
the instructions for discovering faults on page 142. The 
work is well printed and furnished with good blocks and 
clear diagrams. 


First Ge M Magnetism and Electricity. By R. H. JUDE, 
M. A., D.Sc. University Correspondence College Press. 
London: W. B. Clive, 13, Bookeellers’ Row, Strand, W. C. 


The book is intended primarily to cover the syllabus of the 
elementary stage of the Science and Art Department. The 
author admits that there are already a number of books in 
existence written for the same subject, but he argues that 
none of them present the subject of electrical potential clearly 
to the student. Whether the failure to make this particular 
point clear is a sufficient justification for the issue of a new 

ok dealing with the whole general subjects of electricity 
and magnetism, may be doubted. We cannot, however, 
find fault with Mr. Jade’s production nor his attempt to 
compete with others who may have written books equally 
good and of eqaal utility with his own. With the exception 
of the particular point (certainly an important one) with 
reference to electric potential there is but little originality 
in the work ; it is, however, perfectly sound and can, there- 
fore, be safely and profitably used for the purpose intended. 


NEW PATENTS.—1898. 


Compiled expressly for this journal by W. P. THowrPson & Oo., 
Electrical Patent Agents, 322, High Holborn, London, V. O., to whom 
all inquiries should be addressed. 


10,535. “Improved method of winding armatures of dynamo- 
electric generators or motors." W. R. V. MARSHALL, and PATERSON, 
CooPEB & Co. Dated May 9th. 


10,557. "Improvements in and relating to electric furnaces." Т. 
Jackson. Dated May 9th. (Complete.) 


10,585. "Improvements in electric resistances.” W. Р. THOMPSON. 
(The Chemisch Elektrische Fabrik Prometheus Gesellschaft mit 
beschrankter Haftung, Germany.) Dated May 9th. (Complete.) 


10,599. "Improvements in electrical devices for igniting liquid 
burners.” Тнв REFORM PETROLEUM BELEUCHTUNG, GESELLSCHAFT 
М. B. Harruma and E. Wreinnaaen. Dated May 9th. (Complete.) 


10,606. Ар electric signal bell for cycles.” В. Knaus. Dated 
May 9th. (Complete.) ! 


10,608. Improvements in electrically illuminated buoys.” Н.Н. 
Laxe. (P. O. F. Hoffman, Germany.) Dated May 9th. 


10,611. "Improvements in electric primers for firing guns." C. A. 
MoEvov. Dated May 9th. 


10,615. "Improvements in automatic apparatus for receivin 
the charges for telephone conversations and telegrams"  L. M. 
EnicssoN and 8. Rirrer. Dated May 9th. (Complete.) 


10,616. "Improvements in enclosed arc lamps.” G. Т. Davis. 
Dated May 9th. 


10,017. 4 controlling switch for large numbers cf clectric 
circuits.“ H. K. SurrH and J. Eck. Dated May 9th. 


10,618. "An improved indicating and recording apparatus for use 
in connection with electric meters.” G. C. Рпллмаюв. Dated May 


10th 

10,647. " 5 in electric incandescent lamps.” W. J: 
PHELPS. Dated May 10th. (Complete.) 

10,650. "Improvements in and relating to electric arc lampe." 


(Complete.) 
О. B. BRADLEY. 


F. A. GILBRRT and E. О. Lunpm. Dated May 10th. 


10,652. "Improvements in electric condensers." 
Dated May 10th. (Complete.) 


10,690. “Improvements in starting devices for single-phase 
alternating electric current motors.” Tax Barrie Тномвон- 
Hovston Company, LiwrrED. (J. P. Stone and S. E. Doone, United 
States.) Dated May 10th. (Complete.) 


10,705. ‘Improvements in electric motors and meters adapted for 
use with alternating currents." H. P. Davis and F. Conran. 
Dated May 10th. (Date applied for under Patents, &&., Act, 1883, 
Bro. "e October 22nd, 1897, being date of application in United 
Btates. 


10,805. “Improvements in primary batteries.” F. H. Риввт. 
Dated May 11th. 
10,808. "Improvements in Morse telegraph apparatus." Suns 


Bros. & Co., Ілмітер. (A.|Tribelhorn, Argentine Republic.) Dated 
May llth. (Complete.) 


10,816. “ Ап electrical two-way pear or presse] switch.” J. W 
Нит. Dated May 11th. 


10,818. ‘Improvements in electricity meters.” 
Dated May 11th. 


10,821. Improvements in the manufacture of electro - plate." 
S. CowPER Cones. Dated May 12th. 


10,848. "Improvements in dynamo-electric machines and motors.’ 
В. G. Brown. ted May 12th. 


10,869. ‘Improvements in electrical clocks." А. GRIFFITHS. 
Dated May 12th. 


10,883. “Apparatus for transmitting motion to a distance by 
means of electrical energy." Siemens Bros. & Co, Lutan. 
(Siemens & Halske, Acktieu-Glesellschaft, Germany.) Dated May 
12th. (Complete.) | 


10,900. ‘Improvements in electric arc lamps.” W. L. Wist 
(J. H. Hubbell, United States.) Dated May 12th. (Complete.) 


10,901. ‘ Improved system of vacuum tube lighting and apparatus 
for use therein.” W. L. Wism. (The Moore Electrical Company, 
United States.) Dated May 12th. (Complete.) 


10,922. ‘An improved switch for electric motors.” A. E. TANNER 
and F. A. C. Laram. Dated May 13th. 


10,941. "Improvements in conduits for electric railway and tram- 
way traction" E. О. HogGERSTABDT. Dated May 18th. 


10,942. "Improvements in electro-magnetically operated switches 
for strong electric currents.“ E. C. HomamnsrAEmpT. Dated May 
13th. 


10,960. “Improvements in electrical storage batteries or accumu- 
lators.” J. В. ScAMMELL. Dated May 13th. 


10,979. “Improvements in and in the production of glass globes, 
chimneys, lenses, and such like, for electrical, gas, and oil illumins- 
tion.” H. Свораікатон, W. Сворагхатом, and W. R. Rimes. 
Dated May 18th. 


11,044. “Process and apparatus for covering metallic wires with 
asbestos for insulating and other purposes.” E. ALBASINI. 
May 14th. (Date applied for under Patents, &c., Act, 1883, Sec. 103, 
December 3rd, 1897, being date of application in Italy.) (Complete.) 


11,051. “Improvements in apparatus for use in the electro-de- 
position of zinc or other metals.” Tum CowPEn-CoLEs GALVANIBING 
SYNDICATE, LIMITED, and 8. О. CowPEn-OorEs. Dated May 14th. 


11,068. “Improvements in the production of sinc and sulphate of 
copper by electrolysis" Н. Н. je (A. Lotti, Italy.) Dated 


G. HooKHAM. 


May 14th. 
11,075. "Improvements in apparatus for vacaum tube lighting." 
W. L. Wise. (The Moore Electrical Company, United States). 


Dated May 14th. (Completc.) 


11,076. "Improvements in and relating to telephone installations." 
E. Barvy. Dated May 14th. 
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LOAD FACTOR. 


THE question of what is the best definition of the term load 
factor has recently been brought into prominence as the 
result of the divergence of opinion shown to exist amongst 
speakers in the discussion on Mr. Hammond’s paper “ On 
the Cost of Generation and Distribution of Electrical 
Energy;” and, in consequence of this want of accord 
amongst electrical engineers, Mr. Hammond, in a letter 
which appeared recently in the columns of a contemporary, 
has explained his own views more fully than he was able to 
do when replying to the discussion on his paper, and has 
invited discussion with a view of settling once for all the 
definition of the term “load factor.” In this letter Mr. Ham- 
mond claims that a complete agreement was come to as to the 
definition of this term in the discussion on Mr. Crompton’s 
paper, which was read in 1891 at the Institution of Civil 
Engineers, and in which the term load factor was first 
employed; and although we must confess that the discussion 
itself did not evidence a complete agreement, yet the final 
definition given-by the author of the paper in his reply to 
the discussion is the one which has been almost aniversally 
adopted ; and, when any one has spoken of the load factor, it 
has been anderstood to mean the ratio of the actual units 


generated during the year to the product of the maximum 


output in kilowatts at any time during the уг into the 
total number of hours in the year. 

Although the above definition ie, we believe, the — 
accepted one, yet the term is often used, sometimes with and 
sometimes without qualification, to express other ratios than 
the one named above; the reason being that there are a 
number of factors all of the nature of load factors which 
influence the total cost of a unit of electricity, and that 
sometimes one and sometimes another of these factors is the 
most important in its effect a>cording to the particular point 
which is beiog examined. Take, for instance, the load 
factor to which Mr. Hammond takes objection, and which is 
based on plant capacity, we can find three different defini- 
tions, each of which has its special utility. If the denomi- 
nator of the ratio is the maximum plant capacity multiplied 
by the number of hours, we have a factor which has a 
decided effect on the financial results; since, if the plant is 
of greater capacity than is necessary, eapital is lying idle, 
and interest has to be paid on plant which has no earning 
power. Again, if the maximum capacity of the plant in use 
at the time of greatest demand appears in the denominator, 
the factor so obtained has a great effect on the coal con- 
sumption and evaporative efficiency of the boilers, and also 
and this factor is extremely useful in 
comparing the results of one week with another, or one 
month with another. The third factor is one in which the 
denominator expreases the sum ef the products of maximum 
output of each engine and dynamo into the number of hours 
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it has been in service, and this factor, which gives the ratio 
of the actual average output of each steam plant during 
running hours to its maximum output, is the one which 
affecta the steam consumption per unit. 

Another factor which affecta the financial results may be 
termed the lamp-hour load factor, and is obtained by making 
the denominator equal to the product of the output required 
for the total lamps connected into the number of hours, and 
this is useful as a basis of comparison of the earning power 
of the distributing plant. Although all these factors have 
their utility, we do not think that any of them have a claim 
to be called “the load factor,” as compared with the one 
based on maximum output, unless it be the factor based on 
the maximum capacity of the plant in use at the time of 
greatest demand. This latter factor, we consider, gives a 
truer basis of comparison for works’ cost than any other, if 
the load factor for the year is calculated by taking the 
average of the daily or weekly load factors. For example, 
the load factor each day will be the ratio of the number of 
units generated to the capacity in kilowatts of the plant in 
use at the time of greatest demand multiplied by 24, or for 
each week the similar ratio with a multiplier of 168 instead 
of 24; and the load factor for the year will be the average of 
the 365 daily or the 52 weekly load factors. 

This averaging of daily or weekly load factors, whether 
they are based on maximum units generated or maximum 
plant capacity in use at the time of greatest demand, gives 
a factor for the year which is much more useful than one 
based on the absolute maximum at any time during the year ; 
and of the two ways of calenlating the daily or weekly load 
factor, we consider that the one which depends on plant 
capacity is the more useful. This averaging is advantageous, 
not only for the reason given hy Mr. Hammond that it takes 
into account the fact that the lamp connections are con- 
tinuall increasing in number, but because it takes into 
account the variations of the daily load curve at the different 
seasons of the year; and these variations are equally im- 
portant, whether the number of lamps connected has doubled 
in the 12 months, or has remained stationary. For example, 
if we take two districts, in one of which the demand is very 
largely for the lighting of residential and other buildings 
which require to be fully lighted for a certain time every 
evening throughout the year, whilst in the other the 
demand is chiefly for the lighting of shops which close early 
enough not to require any artificial light during the summer 
months; we may get equal load factors if we calculate on the 
absolute maximum demand or capacity of plant in service; 
and yet the shop district, which would give the higher load 
factor calculated by averaging the daily or weekly factors, 
would be the cheaper district to supply as far as generating 
costs are concerned, because in the summer months a smaller 
number of boilers would have to be lighted and fewer engines 
run than for the residential district. 

In conclusion, we would remind our readers that, whatever 
definition is adopted for “the load factor,” it will at best be 
a sort of compromise, as no one factor can be found which 
will form an accurate basis of comperison between two supply 
undertakings ; and, that if it be desired to compare the condi- 
tions of working of two undertakings, all the other factors 
that we have mentioned, and possibly others that have not 
been referred to, must, be taken into account, whether they 
be called load factors or by any other name, 


The Inconveniences of Acetylene.—We have fre- 
quently argued that whatever results are obtained on a small 
scale in laboratory working with such a thing as an illami- 
nant should not be given to the world as absolute, or as 
illustrative of that which will attain in practice, and we are 
interested to notice that our position is fally confirmed in 
the case of acetylene by the numerous experiments which 
have been made since this gas came into prominerce. In 
Hungary, at the town of Veszprim, Josef Vértess has been 
studying the use of acetylene on a large scale at the central 
station there, and we should like to suggest that it is desirable, 
for those who are endeavonring to bring this gas into general 
use, to consider carefully the experiences recorded by Vértess 
in а paper which may be found in the Chemiker Zeitung, 
Vol. 21, page 174. The paper does not betray any bias, 
and, indeed, does not go геагїу so far as might have 
been expected, considering the opportunities which exist 
at Verzprim for an exhuustive examination of the whole 
subject. However, Vértess has succeeded in recognising 
a number of inconveniences at present attaching to 
the use of acetylene in practice, and these may be 
summed up in the following abstract of his paper:— 
* The carbide generally contains uncombined carbon, which 
is carried in the form of fine dust into the pipes, and with 


the water of condensation forms obstructions in them. In 


theory, 1,000 grammes of carbide should yield 860 litres of 
acetylene ; the Continental worke guarantee only 300, and 
practice shows that 280—290 is the general yield. Besides 
free carbon, the carbide contains metallic compounds of 
sulphar, phosphorous, and nitrogen, and consequently the 
acetylene evolved contains HS, phospharetted hydrogen 
and ammonia, the impurities reaching 8—4 per cent. Acety- 
lene ought to be purified in the same way as coal gar, aud 
until that is realised it cannot make much progress as an 
illuminating agent. The burning of unpurified acetylene in 
closed rooms is dangerous to health, the most dangerous 
impurity being phosphuretted hydrogen. There is no doubt 
that some of the so-called spontaneous explosions have bten 
caused by the ignition of this gas at the temperature existing 
in the generator. The worst inconvenience of acetylene is 
the ‘smoking of the flame.’ The best burners are those 
with 10—12 small flames, as each flame has a separate atmc- 
sphere; even with these, smoking sets ia after 200— 
300 hours’ burning. The cause is the decomposi- 
tion of the acetylene by the heat of the burner; 
the carbon deposits in the narrow opening of the 
burner and the flame begins to ое. Sometimes 
an oily liquid is formed in the burner, probably a hydro- 
carbon formed by polymerisation of the acetylene.” In con- 
clusion, Vértess says that a very great deal more work must 
be done before the defects specified in lighting by acetylene 
can be overcome, and he contents himself by the opinion 
that it is absurd to attempt to produce acetylene for general 
lighting purposes until the problem of properly purifying it 
has been overcome. 


The Magnetic Properties of Nickel Steel, —Numerous 
researches have been made on this subject and a gcod deal 
of knowledge accumulated, but there is still much to do in 
checking the results and a great deal more to be done in 
obtaining further information. Recently E. Dumont has 
contributed a paper to the Paris Academy of Sciences on this 
subject (vide Comptes Rendus, Vol. 126, pages 741—744.) 
Dumont has determined the magnetic permeability for fields 
lying between 14 and 50 C.G.S. units, and for temperatures 
between — 78° and 250° C., of reversible nickel steels, con- 
taining from 27 to 44 per cent. of nickel. The variations 
of permeability with temperature in the maximum field are 
continuous, and the curves representing them are roughly 
parallel to each other, so that at equal distances (of tem- 
perature) from the point of total loss of magnetism, all the 
alloys have the same permeability. At a temperature of 20°, 
all the alloys show similar changes of permeability, with 
variations in the magnetising field, rising slowly as the field 
is strengthened from 14 to 25 units, then rapidly increasing 
to a maximum in а field of 35 units, and slowly diminishing 
as the strength of the field is further inc Under the 
game circumstances of temperature and strength of field, the 
permeability increases with the content of nickel. 


Ln Se 


Vol. 42. No. 1,071, Јони 3, 1898.) 


THE ELEOTRIOAL REVIEW. 


751 


VIBRATING CABLE RELAY. 


By K. GULSTAD. 


Wuar to be done in order to produce a suitable cable 
“relay” is a questiou which no doubt has troubled the minds 
of many telegraph people. It is certainly not leas interesting 
at the present time, when the demand. for increasing the 
working speed of submarine cables to their utmost capacity 
has necessitated the introduction of automatic transmitters 
on the basiest lines. 

With the exception of some ingenious proposals by Mr. 
Ch. Cuttries and othera—vide the Review, July, 1892—in 
reference to the reversal system, I am, however, not aware 
that anything worth mentioning has been published about 
cable relays since the appearance of the Brown & Allan relay, 
an instrument which is probably stil] looked upon as the only 

veritable cable relay, and which deserves this name, from its 
being able to act under the influence of varying current 
strengths, independent of the direction of the current. 

It is at the same time hardly necessary to point out that 
the Brown & Allan relay does not possess all the qualities 
required for working at high speed, and as an essential point, 
I may mention that it is unable to give reliable contacts 
unless it3 sensibility be sacrificed. 

A cable relay, like the Brown and Allan instrument 
adapted for Morae code signalling, and more especially for 
automatic working, may, however, be made in quite another 
way, 83 described hereafter, which I truat will not prove 
uninteresting to some of the readers of the Review. The 
cable relay I refer to is not in principle of any particular con- 
struction. Any polarised double current relay may, generally 
speaking, be and made into a cable relay, not by way of 
altered construction, but simply through aspecial arrangement. 

The failure of the polarised relay, when employed as a 
cable relay in the usual manner, is partly due to want of 
gensitiveness, but principally to its being unable to respond 
to variation of currents in one direction only. It is under- 
stood that the want of sensitiveness « priori is caused by 
the magnetic attraction between the armature and the 
nearest pole-piece, a circumstance that gives to the relay its 
most sensitive state when the pole-pieces are р to 
some distance from the armature, although the action of the 
current through the relay is considerably diminished thereby. 

Now this attraction can be done away with, or rather con- 
verted into a repulsion independent of the relative position 
of the pole-pieces. Of course, a relay freed from the attrac- 
tion would be very sensitive, and it would also respond better 
to variation of the current than before. In figs. 1, 2, 3, 8 


energy required to move the armature is supplied by the 
relay current itself, the work left for the cable current being 
to stop the motion when wanted. This work can be made 
very small indeed, and means in reality that the relay 
becomes exceedingly sensitive. One thing is however, 
needed, namely, that the vibrations of the tongue can be 
“tuned,” and this being a matter of importance, I propose to 
treat of it more particularly. 

Experiment will show that the plain arrangement of an 
interrupter will not do when a polarised relay is to be 
altered into a donble current interrupter of required qualities, 
as the relay might not vibrate at all, or at too high a rate, 
and too irregularly to be of any use—see fig. 4, where the 
шг is shown, ¢ being the tongue, e the electro-magneta. 

his occurs because the attraction cannot be converted 
into a repulsion of sufficient strength to make the armature 
or torque vibrate between the contacts, unless the current be 


made so strong, that the rate of vibrations at the same time 
becomes disproportionately high. If the current be reduced 
hy increasing the resistance, p, in order to get vibrations of 


a lower rate, the armature may be moved, but only very 


little indeed, until the contact is broken and the interrupting 
current ceases to flow; the attraction will then again pre- 
dominate, viz., the vibrations take place very close to one of 
the contacts, but not from the one to the other. 

In order to overcome this difficulty, I retard the propaga- 
tion of the interrupting current by applying an inductive 
capacity, c. Fig. 5, for instance, at point o, in connection 
with the resistance, 7, a little time will pass before the 
potential at o is raised sufficiently to enable the current to 
overcome the attraction, but when this is accomplished and 
the contact broken, the armature will not fall back, but con- 
tinue its motion from one contact to the other with appreci- 
able energy, due to the fact that the condenser, c, is now 
partly discharged through the windings and 7. | 

By utilising this principle it is possible to make a relay 
vibrate at a glow rate, but some alterations of, and additions 


cable signal through a relay is represented. Let а be the 
zero line, and let further the dotted lines m and nm, fig. 1, 
signify the current requisite to overcome the said attraction. 
As indicated by Morse signals on the sketch, the relay would 
record the received signal in different ways, according to 
whether the attraction is neutralised or not, as in fig. 2 and 
fig. 1 respectively, the effect of distortion in the former case 
being at least somewhat less. 

Fig. 3 shows a still better result, and refers to a case of 
repulsion, or to that particular point which I am going to 
deal with here. This repulsion of the armature is achieved 
by arranging the relay as an interrupter in some particular 
manner, which will make the armature vibrate at a certain 
rate between the contacts, if the interrupting current be 
made sufficiently strong. In fig. 3 this rate is supposed to 
be equal to that of dots sent into the cable; if m, and n, here 
di dir the eurrent required to stop the vibrations, the 
relay will accordingly record 3 dots between b е and 1 dot 
between d e—i.e., the Morse signal as shown. 

By thus employing a vibrating relay the effect of distor- 
tion is reduced—a most valuable achievement—and all the 


to, the arrangement will nevertheless be found advantageous 
or necessary to enable the rate to be varied at pleasure. 

An appropriate arrangement is sketched out in fig. 6. 
с, d, fare condensers; n, p resistances; ma large and r a 
rather small resistance. The relay is differentially wound in 
the usual manner. 

The resistance, p, is put between the tongue and some 
other point of the circuit than before, say, at the middle of 
the convolutions. By charging the conductor, c, the tongue 
is at first ргеғвед against one of the contacts, whence it is 
removed shortly after. Good contacts are thus fully ensured. 

One particular object of the condenser, d, will be evident 
from the following :—Suffice it here to say that the reversals 
for high speeds are produced by the difference in charges of 
c and d, that d increases the rate of vibrations, at the same 
time somewhat mitigating the rattle of the apparatus, and 
that d must be shanted by a resistance n, for otherwise the 
tongue will not vibrate, or, at least, not steadily. The con- 
denser, /, is inserted to avoid or make up for other causes of 
trouble, viz., the sparking between the contact points, minute 
mechanical vibrations, &c., in virtue of the condenser main- 
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taining the electrical potential of the tongue for a little 
while, when it moves from one of the contacts. 

With suitable condensers the relay, arranged as described, 
can be made to vibrate practically at any pitch—by varying 
the resistances, &c.—with beautiful regularity, as will be 
observed from the relay records, fig. 7, on the slip of an 
“undulator,” a recording instrument described in the 
Review, January 29th, 1892, page 130. 


=> 
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One apparently fatal objection urged against the view that 
the cathode raya consist of charged particles, is that they are 
not deflected by an electrostatic force. If these rays consist 
of electrified particles, one would expect prima facie that they 
would be more susceptible to an electrostatic force than to a 
magnetic force. The reverse, however, is the case. They 
can be readily deflected by a comparatively weak magnet; 
but Hertz found that no deflection was produced when 
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Such vibrations give an interesting illustration of the 
retarding effect accompanyicg the charge of condensers com- 
bined with resistances and effect, which for large condensers, 
с, and cables can be extended to such a degree that the 
armature only is reversed once every half second or more. 
Under certain conditions irregular vibrations can also be 
had—see record fig. 8—for instance, when the direct action 
of the resistance, n, ia about to be overpowered by the action 
of the condenser, d, or vice versa. 

In some instances the different action of the condenser 
and resistance can be produced instantly, without any period 
of transition—see record fig. 9—causing the rate of vibra- 
tions to be changed suddenly. 

A curious thing can be observed in connection herewith, 
namely, that the tongue is able to vibrate at two different 


rates under the same conditions, although the vibrations are . 


stable for one rate only. 

This shows that the vibrations or the condenser oscilla- 
tions keep their pitch at any moment with a persistence 
that can only be overcome by a certain force. In fig. 9 the 
different rate of vibrations is not produced by altering the 
connections, but by slightly tapping the base of the 
8 tus. | 

й п the regulations to be described later on, one must, of 
course, not make any connections, which tend to cause such 
irregular vibrations. 

The application of the vibrating relay for working can be 
effected as shown in fig. 10, L being line or cable, whence 


the current passes through one set of windings to the cable 
condenser, /, while the vibrating current acts through another 
separate set of windings. Condensers and resistances are 
marked as above. 

Suppose, now, that a positive marking current in the 
direction of the arrow moves the armature and tongue to the 
right, and recalling to mind that the cable carrent has to 
stop the vibrations and keep the tongue against the right- 
hand contact, the poles of the relay battery must be con- 
nected as shown, $.е., in such a way that the translated 
marking current through line L, is of opposite sign to the 
corresponding cable current. 

(To be continued.) 


CATHODE RAYS IN AN OSCILLATING 
ELECTRIC FIELD. 


THE theory of the cathode rays ost in favour among physi- 
cists in this country is that which assumes that the rays 
consist of a etream of particles charged with electricity. 
This theory has not been generally accepted in Germany, 
though recently it has made a few converts. 


— 


the raya passed bet veen two plates connected to a 
battery. 

Prof. J. J. Thomson makes an ingenious attempt to ex- 
plain away this anomaly in the charged particle theory. He 
says:: '* We must remember, however, that the cathode rays, 
when they pass through a gas, make it a conductor, so that 
the gas acting like a conductor, screcna off the electric force 
from the charged particle, and when the plates are immersed 
in the gas, and a definite potential difference established 
between the plates, the conductivity of the gas close to the 
cathode rays is probably enormously greater than the average 
conductivity of the gas between the plates, and the potential 
gradient on the cathode rays is probably very small 
compared with the average potential gradient” Не also 
describes an experiment in which a deflection can be 
produced when the electrostatic field is caused to act on the 
dark space next the cathode, and this he explains by the 
hypothesis that the gas in the dark space is either not a con- 
ductor at all, or, if a conductor, a poor one, compared with 
the gas in the main body of the tube. 

An interesting experiment is described by J. J. Thomson, 
which illustrates this curious resistanc» of the dark space to 
the passage of the cathode rays. Two spherical bulbs were 
connected together by a glass tube; one of these bulbs was 
small, the other large; they each contained a cathode, and 
the pressure of the gas was such that the dark space round 
the cathode in the small bulb completely filled the bulb, 
while that round the one in the larger bulb did not extend 
to the walls of the bulb. The two bulbs were wound with 
a wire which connected the outsides of two Leyden jars; the 
insides of these jars were connected with the terminals of a 
Wimshurst machine. When sparks passed between these 
terminals, currents passed through the wires and induced 
currents in the bulbs, which caused a ring discharge to pass 
through them. Things were 80 arranged that the ring was 
faint in the larger bulb and bright in the smaller one. On 
making, however, the wires in these bulbs cathodes, the dis- 
charge in the small bulb, which was filled by the dark space, 
was completely stopped, while that in the larger one became 
brighter. Prof. Ebert has also shown that a cathode stream 
18 deflected out of its straight path by creating a dark space 
in its way. 

The charged particle theory gives no satisfactory explana- 
tion of this curious property of the dark space; and though 
some Ingenious experiments, similar to that of Perrin, have 
been devised by J. J. Thomson to show that the cathode 
raya discharge negative electricity on anticathode conductors, 
yet, while so many important phenomena remain inexpli- 
cable by this theory, it appears advisable, for the present, to 
suspend our judgment. 

Jauman also obtained a deflection of the cathode rays by 
placing a conductor close to the sidé of the tube just 1n 
front of the cathode. But this has been shown by Schmidt 
and Wiedemann f to be due toa displacement of the start- 
ing point of the cathode rays owing to the change produced 
in the electric field by the presence of the charged conductor, 
and not to a deflecting influence exerted on the cathode rays 
by the electrostatic field. The deflection obtained by J. J. 
Thomson may be explicable in the same way, since the condi- 
tions of his experiment were very similar to those of Jauman. 

Though it is still doubtful whether the stationary electric 


* Кота! Institution Lecture, April 30th, 1897, p. 10. 
ї E. Wiedemann & G. C. Schmidt, Wied. Ann., 60, p. 510, 1897. 
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field produces any deflection of the cathode stream, it has 
been recently shown by Schmidt * that unmistakable deflec- 
tions are produced by an oscillating electric field. The con- 
ditions of the experiments made by Schmidt exclude the 
possibility of the deflections being due to a displacement of 
the starting place of the cathode rays. 


Schmidt's experiments were made with a special vacuum 
tube designed by Braun. In this tube, illustrated in fig. 1, 
K is the cathode disc, and a is the anode. At р is an 
aluminium diaphragm with a central ap2rture about 2 mm. 
in diameter ; 8 is a disc of mica coated with phosphorescent 
material, on which the phosphorescent spot can be seen 
through the glass when looking at the end of the tubs, 

Tf an insulated metal plate is brought near the tube in the 
neighbourhood of L, the phosphoresent spot widens out a 
little. This phenomenon is intensified if the plate or, in its 

lace, a brass ball is connected to the cathode pole of the 
induction coil. Under these circumetances a comet-like tail 
is thrown out from the side of the spot opposite to the 
inducing body. The appearance of some of these comet tails 
is shown in fig. 2, 


Fia. 2. 


Since the publication of Schmidt's experiments, this 
subject has been taken up and thoroughly investigated by 
Prof. Ebert, of Kiel.t Instead of the induction coil, Ebert 
used a small alternating dynamo driven at the highest 
possible speed by an electro-motor. This machine generated 
an alternating current with a frequenoy of 60,000 per 
minute, The E.M.F. of this current was raised by a Siemens 
ма. inductor with the condenser removed to 1,500 volts. 

he terminals of the secondary of this coil were connected to 
a pair of condenser plates placed at opposite sides of the 
Braun tube close behind the diaphragm. The cathode rays 
in the tabe were produced by an influence machine. Ebert's 
arrangement, therefore, differs from Schmidt’s iu several 
features. (1) With Ebert's apparatus the oscillating electric 
field is persistent and regular, while in the Schmidt arrange- 
ment it is irregular and quickly damped, owing to the 
oscillations being derived from the ordinary induction coil. 
(2) The source of the oscillating field is independent of the 
source of the cathode rays in Ebert's arrangement, while iu 
Schmidt's they are both derived from the same source, viz., 

весо of an induction coil. 

Ebert satisfied himself, by experiment, that the time 
changes of the electric field between the condenser plates 
were almost perfectly sinusoidal, and followed one another 
without a break. With this apparatus were obtained not 
only comet-tail extensions of the nucleus spot on the phos- 
phorescent screen, but well defined deflected rays could be 
seen, which, in the rotating mirror, were drawn out into oscil- 
lation curves of the greatest regularity. 


K. E. F. Schmidt, Abhandl der Naturforsch-Gesellschaft zu Halle, 
21, p. 168 and 173, 1897. 

T Wied. Ann., Vol. 60, p. 552. 

t Wied. Ann. 64, p. 240, 1898, 


The two metal plates, Pi P}, fig. 8, having each a surface 
of 8:7 x 6'8 om., were formed into a small condenser by 
fixing them at one end to a block of vulcanite, 82, 9:5 cm. 
thick. These plates projected far enough over the vulcanite 
to embrace the tube, 5. When the machine was started, the 
spot on the phosphorescent screen was drawn out into а thick 
vertical band of about 3 om. in length. This iment, 
therefore, proves that in the oscillating electric field cathode 
raya are distinotly deflected, and always in the direction of 
the lines of force, the latter assertion being easily demon- 
strated by turning round the condenser. The deflection in 
this cage cannot be explained on the theory of the displace- 
ment of the starting point of the cathode rays, since that 
was 80 cm. distant from the condenser plates, and it waa 
found that these plates lœt their deflecting power if they 
were moved away from the tube even a few centimetres, 
The deflection is greater the greater the surface of the plates, 
and it also increases if the condenser is moved towards the 
end of the tube, as if the amplitude depended on the 
leverage at which the condenser acted. The defect ion alt o 
increases with the potential difference between the plates. 

Ebert suggests three different theories to explain this 
deflection effect of the oscillating electric field, and then 
proceeds to examine these theories by crucial experiments to 
determine which gives the correct explanation. He considers 
it possible that the deflection may be due to :— - 

.—The magnetic effect of the displacement currents in 
the dielectric. 

II.—The electrostatic charges on the walls of the vacuum 


tube. ( 
IIT.— The deflection effects of tecondary cathode pheno- 
mena. | 


1.—ТНЕ INFLUENCE OF THE DISPLACEMENT CURRENTS. 


The displacement currents of Maxwell's theory oscillate 
backwards and forwards along the electrostatic tubes of foroe, 
and would consequently give rise to circular magnetic lines 
of force surrounding each tube. These magnetic circles are 
equivalent, according to Stokes’s theorem, to а shell of 
rectangular magnetic lines of force lying in the planes joining 
the edges as the condenser plates. The magnetic effect of 
these lines would ten1 to deflect the cathode rays in exactly 
the same direction as is shown by Shmidt and Ebert's 
experiments. But it remains to be seen whether in other 
resp»cts this magnetic force is sufficient to acoount for the 
phenomena observed. 

Ebert makes use of several arguments to show that, not- 
withstanding this partial agreement between the predicted 
and the observed resulte, the deflections are not due to the 
influence of the displacement currente, One of the strongest 
is the answer to the following question: Is the movement of 
the cathode rays in phase with the charging of the condenser, 
or with the displacement current? If d is the electrostatic 
potential gradient, the displacement cucrent is determined by 
da/dt,and therefore differs in phase from the charging of the 
condenser by a quarter period. If the deflection is due to the 


magnetic effect of the displacement current, it should have a 

phase displacement of about 90° relatively to the curve of 

tension. In order to determine this point, the primary 

current of the transformer was made use of for comparison. 

By causing the two forces, whose phases are to be compared 

to act on the cathcde beam at right angles, the shape of the 
D 
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resulting curve will give the required information, in accord- 
ance with the well known rules for combining simple 
harmonic motions. In the pri circuit of the trans- 
former was га сана а small solenoid, M, бр. 3. This 
solenoid or bobbin was mounted on guides, R, at right 
angles to the axis of the Braun tube, в. The condenser, 
consisting of the two metal plates, P, Pz and an intervening 
vulcanite block, $;, was mounted on guides, R, at right angles 
to the axis of the tube and also to the guides, R, The 
bobbin, м, еше а magnetic deflection of the cathode 
rays at right angles to the magnetic lines of force, and the 
condenser, Р, Ps, produces a deflection in the direction of the 
electrostatic lines of force. These two deflecting forces, 
therefore, pone deflections at right angles to each other, 
and the bobbin and the condenser can be adjusted at such 
distances from the tube that the deflections are equal. 

As the result of numerous experiments, Ebert found that 
the figures produced by the combination of these two perpen- 
dicular oscillations were invariably approximately circular 
р This showed that the phases of the oscillations 

iffered by as nearly as possible a quarter period. Now we 
know that the phase difference between the primary and 
secondary of the transformer must in this case be quarter 
period, and it follows, therefore, that the oscillations of the 
cathode rays are in phase with the charging of the condenser 
and not with the magnetic field койш by the displace- 
ment currents. s 

Ebert has also shown, by calculation, that the deflection 
which would be produced by the magnetic field produced by 
the displacement currents would be only хов» of that 
actually observed. | 

It may be taken, therefore, as proved, that the oscillations 
of the cathode rays between the p'ates of a rapidly charged 
and discharged condenser are no/ due to the magnetio effect 
of the displacement currents. 


II.—ThR ELECTROSTATIC CHARGES ON THE WALLS 
OF THE VACUUM TUBE. 


It is well known that a vacuum tube in which cathode 
rays are being prcduced shows strong electric charges on its 
walls. Inthe Braun tube, which is somewhat different in 
shape from the ordinary Crookes tube, the distribution of 
the surface charges can be easily ascertained by a proof ball 
and an electroacope. The proof ball (of brass) is fixed on 
the end of a glass rod; different parts of the surface of the 
active tube are touched by the ball, and the charge on the 
ball is then tested by the electroecope. By exploring the 
surface of the Braun tube in this way, Ebert found a v 
strong negative charge on the cathode end of the tube, whi 
covered the whole surface of the tube to about half way 
between к and a (fig. 1). The charge was so strong that 
sparks could be drawn from the surface of the tube, and the 
surface ch lasted for a considerable time after the dis- 
charge in the tube had stopped. The negative charge was 
gradually neutralised towards a, and before A was reached 
was rep by a positive surface charge which, however, 
was not quite so strong. This ре charge continued 
in varying amount up to the diaphragm, р, reaching а 
minimum shortly before D was reached. In the cylindrical 
part of the tube behind the diaphragm, p, there was found 
ü hz d strong реч charge, which increased steadily 
to the end, 8, and reached such an intensity on the 
surface of the pear-shap2d end, that small sparks could be 
drawn off after the yp in е т ceased. Es 

itive charge outside the tube implies a correspondin 
purse charge on the inner surface 5t the tube. In thé 
active Braun tube, therefore, all parta of the inner surface of 
the section D 8, even where the cathode rays do not strike, 
are coated with a layer of positive electricity, which binds 
а corresponding negative charge outside. 

By these surface c the course of the cathode rays is 
essentially influenced. It is well known that the cathode 
stream always moves along the axis of the tube, even with 
considerable variations in the shape of the cathode; but if 
the surface distribution on the tube is disturbed by puttin 
one part to earth, or by drawing off sparks, the beam o 
cathode rays jumps at first suddenly to one side, and then 
returns slowly to its ош position. The return of the 
rays to the axis of the tube is evidently due to the restora- 
tion of the surface charges by the action of the tube. 


The oscillating electric field will evidently have the effect 
of periodically changing this surface distribution, with the 
result of producing oscillations of the cathode stream, in the 
same way in which a single disturbance produces a сора? 
deflection. Some idea of the mechanism by which this 
deflection is produced may be obtained from what follows. 


III. — THE INFLUENCE OF THE CATHODE PHENOMENA 
CALLED INTO EXISTENCE -BY THE OSCILLATING 
ELECTRIC FIELD. 


Ebert and Wiedemann have shown“ that when alternating 
electric tensions are applied to electrodes on the outer surface 
of a sufficiently evacuated tube, cathode rays, with all their 
attribntes of dark space, &oc., are 5 opposite the elec- 
trodes inside the tube. |t was found sometimes, however, 
that these phenomena could not be obtained, though all the 
essential conditions of the experiment appeared to have been 
fulfilled. Then it was discovered that the cathode pheno- 
mena could alwaya be started again by sending a direct dis- 
charge through the tube from internal electrodes. From 
this it would appear that the cathode discharges produced by 
alternating potentials applied to external electrodes are only 
possible when there are considerable surface charges on the 
walls of the vacuum tube. | 

From what has been said above, it will be seen that these 
conditions exist in the Braun tube, as used in Schmidt’s and 
Ebert’s experiments. When the tube was examined in a 
dark room, sparks could be seen ing between the con- 
denser plates and the sides of the tube, but no corresponding 
cathode discharges were observed inside the tube till after the 
main cathode discharge had taken place. 

Ebert and Wiedemann have shown] that the dark space 
from one cathode offers a great resistance to the e of 
rays from another cathode. They described one experiment, 
in which, by means of a movable cathode, the rays were 
bronght gradually closer to the dark of another 
cathode. As they were brought closer кы ailed completely 
to penetrate through, but became deflected and bent round 
the outline of the dark space. 

These experimental results can now be applied to explain 
the oscillation of the cathode rays in the oscillating electric 
field. The electric oscillations proceeding from the con- 
denser plates, will project a dark space into the interior of 
the tube, first from one side and then from the other. These 
alternately projected dark spaces bring about the observed 
oscillations in the main cathode beam. According to the 
experiments of Kaufmann and Aschkinass,] the deflection 
celeris paribus is proportional to the potential gradient of 
the deflecting cathode. There must, therefore, with а 
regular periodic electric foroe, be an oscillation of the cathode 
rays obeying the sine law. And this is exactly what has 
been observed. 

These interesting experiments of Ebert's appear to show 
that the deflection of the cathode rays in the oscillating 
field are not primarily due to the рей gradient of the 
electrostatic field but to a cathode discharge which is created 
by this gradient. Why the dark space should have this 
curious resistance to the passage of cathode rays remains 
unexplained, though it appears to be a well-established 
experimental fact. Ebert, indeed, with true scientific 
caution, does not consider that his experiments exclude the 
possibility of direct electrostatic influence, but only that 
5 ше if безе is too TA n be shown by g^ 

raun's tube. ese imenta, however, a 
bə fatal to the view thik: the whole of dhe elec: 
tric current is carried by the particles of шр 
in the form of electric charges. They point er 
to the view that the current inside a Crookes tube differs 
only in degree from what takes place when a current passes 
through a gas outside the tube. 

Ebert points out that his apparatus, illustrated in fig. 3, 
forms а very convenient and sensitive arrangement for 
measuring the difference of phase between the primary and 
secon currents in transformers, and recommends its use 
to electrical engineers. 


* Wied. Ann. 50, p. 42, 1893. 
1 Sutzungsber. Physikal Societàt Erlangen, 24, p. 114, 1891. 
i Wied. Ann., 62, p. 588, 1897. 
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THE SECRET OF THE KEELY MOTOR. 


PROBABLY in no other civilised country in the world are the 
people more characterised by a mixtare of shrewdness and 
eredality than most folks are in the United States. This 
perhaps accounts for the reason why he whom we have called 
quack, charlatan, and swindler, viz., the man Keely, has 
managed to keep alive the public interest for 25 years. We 
have dealt with the man and his pretensions on many ooca- 
sions, and have not hesitated to state our opinion in the 
plainest of terms; we judged him by his works and his 
record, and there is no reason to alter our opinion. An 
opportunity of seeing the celebrated motor, and of testing 
ita alleged performances was never presented to us, otherwise 
we doubt not we should have succeeded, as we have done in 
other instances, in showing that Keely was at best only 
a clever old jaggler. He exhibited his greatest clever- 
neas, however, in keeping his motor in his own workshop. 
We are not aware that during all the years that he was 
levying toll upon the purses of his enthusiastic admirers, he 
ever presented one of them with even a little model as a 
token of his affection and regard. He wonld invite them 
on to the platform, so to speak, and assure them there was no 
deception; but, of course, he could not be expected to give 
his bag of tricks away. 

Keely is getting old now, and possibly, like the late Tich- 
borne ышын, he is driven to earning а precarious dollar by 
getting himself interviewed, but has not now the cuteness 
necessary to recognise a skilled scientist in the garb of the 
бл a man. At any rate, Keely has been interviewed 
by Mr. E. A. Soott, of the Philadelphia Engineers Club, and 
this “ chiel taking notes has algo taking observations, 
from which he concludes that the great magician’s famous 
“ gpergy" seems to be only an ingenious combination of 
com air and electricity. 

The results of the interview did not go to adorn the 
columns of a dime newspaper, though probably Keely 
thought that his interviewer was simp l searching for copy 
(for the war had not broken out then), but were made the 
subject of a paper of considerable length, read before a 
meeting of the Engineers Olub at Philadelphia. 

Mr. Scott said the Keely motor has been a matter of 
greater or lees public interest for 25 years, and yet there is 
now ав little knowledge of what it is as when it was first 
announced. Probably no other enterprise making as little 
progrees was ever kept alive so long. Keely has carefull 

uarded his secret; even the Courts could not extract it 
rom him. In fact, the secret constituted the entire pro- 
perty, of which Mr. Keely was the treasurer, and even the 
company formed to exploit his supposed invention was never 
able to wrest it from him. Any effort on the part of 
the stockholders to do so has been met with the objection 
that Keely controlled the situation, and the value of their 
property depended on their keeping on good terms with him. 

Many investigators, ecientific and otherwise, have seen 
his experiments; United States Government officials and 
experts have witnessed them; capitalists, with millions at 
their disposal, have sought to control his inventions; yet 
there has always been an unreadiness on the part of the in- 
ventor to do anything practical. He is now over 70 years 
of age, and the possibility of bis secret dying with him has 
aroused those who have supplied him with funds to the 
desirability of having him communicate his knowledge to 


. someone who could continue his work. 


Probably the idea of raising more money in this way 
originated with the man hi who, with one foot in the 
grave, still hopes to continue his success as an exploiter of 
public credulity. 

The Keely motor or engine is the last of the long 
series of Keely’s inventions, of which the previous apparatus 
are only experimental studies. It is supposed to embody the 
principles which Keely Las laboured во many years to 
establish. He says it is operated directly by ‘ apergy,” а 
force hitherto unknown; that apergy consists, like light, in 
extremely purs vibrations of ether, or matter of infinite 
divisibility which pervades the universe, the problem being 
to devise apparatus which will respond to these vibrations. 
This apparatus he calls the vibrodyne, which is thus described : 
À heavy cast-iron bed-plate, supported 18 inches above the 
floor by an iron slab at each end, bolted to the floor at each 


of the four corners by heavy iron rods and braced from the 
side walls, forms the foundation of a machine which can be 
prevented from running by the pressure of a finger, or 
sto when at full speed by grasping it with one hand. A 
flat brass ring, about 4 feet in diameter, is supported on two 
wooden slabs resting upon the iron bed-plate, which are held 
to it by brass straps. On the outside of this ring, at equal 
distances era are fastened clusters of short tubes, each 
about a half inch in diameter and 8 inches long, called 
resonators. These tubes are partially filled with amalgam, 
or stopped up with diaphragms at varying distances from 
the ends. There are nine of these clusters on the circum- 
ference of the ring, and on the outside of each is a hollow 
binding to which wires can be attached. On the inside 
of the ring, immediately opposite the resonators, a “ sen- 
sitised disc” is attached.” On the inside of this disc is 
another binding post similar to the one outside the ring, 
which is also hollow, and making an open passage between 
the inside and the outside binding posts. There is thus a 


Tam VIBRODYNB on KEBLY Moros. 


set of nine binding posts and discs pointing inwards, which 
are connected together by the mysterious platinum wire 
which figures iu nearly all the experiments. The outside 
resonators and inside discs are about 2 inches apart. 

Concentric with and inside of this ring is the revolving 
wheel. Its axis is snpported at each end upon large iron 
pillars enlarged at the bearing of the axle. large hub in 
the middle of the axle has radiating from it eight spokes, 
one less than the numoer of opposing discs on inside of 
the flat ring. These spokes do not terminate in a rim, but 
on the end of each is а disc similar in size and character to 
those which project inward from the ring. There is also 
upon the axle near the hub a heavy iron ring about 14 inches 
in diameter, which revolves with it, presumably as a balance 
wheel to make a steady motion. 

Keely set the wheel revolving in the following manner : 
Taking a 10-inch sympathetic negative transmitter (a large brass 
ball), he placed it on a table having a glass on one side 
of the room, and connected it with the vibrodyne by a 
platinum wire, attaching one wire to the binding post of 
the transmitter and the other to the binding post projecting 
from a resonator on the top of the vibrodyne. . Then 
snapping some of the wires on the scale of the transmitter, 

ing the handle backwards and forwards, the wheel 
commenced to revolve, slowly at first, and with gradually 
increasing speed, until the revolutions were about 180 per 
minute. Keely suggested that he could stop the wheel in 
several ways, two of which he illustrated. He pulled the 
wire out of the binding post of the transmitter, and it stopped. 
Again starting it, he stopped it by pulling out a plug ina 
hole in the binding post of the machine, the hole being a 
continuation of that hole into which the wire was thrust on 
the other side. 
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This left the transmitter attached to the machine, and 
ve Mr. Scott an opportunity to confirm his belief, formed 
rom previous observations, that the so-called platinum was 
latinum tube. On the occasion of this iment 
he took his seat next to the revolving wheel, not following 
Keely’s suggestion to take another position. When у 
ү out the plug from one arm of the binding post (whi 
in the form of a “T,” and is hollow), leaving the wire 
sticking in the other arm, the other end of the wire still 
being connected with the sympathetic negative tranamitter, 
he moved his face olose to the hole left by the plug being 
removed, and distinctly felt a blast of air ito the “ wire." 
To make certain that the air current did not come from the 
revolving spokes, he kept his face in the same position until 
the wheel had stopped, and still felt the full force of the blast 
of air from the tube. Here was a confirmation of his belief 
that the wire was a tube carrying compressed air, the reservoir 
of which was the 10-inch glob; of the “sympathetic nega- 
tive transmitter.“ It was evident, however, that a sufficient 
amount of power to run the wheel for any length of time, or 
to run it at all, could not b>: stored in a globe of that size. 
His conclusion was that the air preasure performed the office 
either of an automatic switch closer or an automatic pole 
changer on an electric circuit. “The construction of the 
" gays Mr. Scott, рш directly to electricity 
acting through magnetism.” The unnecessarily heavy parts 
of the machine afford every opportunity for the concealment 
of the mall wires necessary for the power developed, or the 
bolts which run down through the floor to hold the iron 
foundation could serve as conductors. It was an easy matter 
to bring a current to electro-magnets concealed in the nine 
interior discs, and no great amount of ingenuity would be 
required to construct a switch, operated upon both by the 
compressed air and magnetism, which sd, cut the magnet 
into or out of circuit at the proper time to attract the arma- 
ture on the end of each revolving spoke. Had there been 
nine spokes as well as nine opposing discs, the wheel would 
have on а dead centre, and could not have always been 
; bat with only eight spokes there were always some 
in a position to receive a magnetic pull before the magnets 
were cut out of circuit by the opposing discs being exactly oppo- 
site each other. The evidence of design here is sufficiently 
strong to warrant the conclusion that the wheel is operated 
by electro-magnets. “Apergy” would not have required this 
arrangement. 

Mr, Soott declared that some of the most important of the 
experiments had since been duplicated by very simple means, 
which may have been the very means used by Keely. One 
of these was the well-known levitation experiment, by which, 
apparently, heavy weights are made to float in water. It 
was bol pare that the weights in the jar might be ко con- 
structed as to just sink in the normal condition of the jar, 
and to rise when a slight increase of air pressure was put 
ape the surface through a fine tube carrying compressed air, 
after the principle of the “Cartesian diver.” Tais tube, 
called a platinum wire by Keely, was said to form an essential 
part of moet of his apparatus. 

Mr. Scott's conclusions from his personal investigations 
are in substance precisely the same as those to which we 
have always arrived, viz., that the man Keely cannot sub- 
stantiate his claim to have discovered any hitherto unknown 
natural force, but that he ів а juggler of superior ability. 


OIL FUEL FOR STEAM RAISING. 


A GREAT deal has been said and written in favour of 
water-tube boilers in particular, and boilers of small water 
capacity in general, with special regard to rapid steam raising, 
not so much on the score of rapid steam production from 
cold water, but when a boiler is at work, on rapid increased 
production. Many who argue on the point do so entirely 
without thought. Assuming that the boiler is worked at a 
temperature of 300°, if the fire becomes more fierce there is 
more steam made, and if the safety valve is of proper 
size, the temperature of the boiler does not rise above 300°. 
If no rise in temperature takes place, the amount of heat in 
the water does not become greater. Therefore, all the 
additional heat of the fiercer fires has been applied in 


- dead and cold in the boiler bottom, an 


furnishing latent heat to water at 800° to convert it into 
steam at 300°. We see no way out of this conclusion. 
No heat has entered the water, for had it done ю 
the water would be hotter, and, being so, the steam would 
rise in pressure. Our conclusion being inevitable, it must 
follow that whether the boiler contains 5 tons of water or 15 
there can be no difference in the rapidity with which it will 
answer to a pushed fire. With engines working with 300° 
steam the addition suddenly of other similar units makes а 
demand for more steam at 300°, not for steam at 810? or 815°, 
If eteam at a higher temperature were called for, there would 
be more rapid reply to a pushed fire by that boiler whose steam 
space was least or whose water content was least. This plain 
fact is quite overlooked by those to claim rapid reply to 
calls oa behalf of boilers of small water capacity. In one 
respect only does a large capacity tell against a boiler, and 
that is where the circulation is poor, part of the water lies 
a sudden livening 
up sete this water in circulation and checks the steam 
duction instanter. Bat this is a fault which ought to be - 
wise remedied, as, for example, by a pump to transfer the 
surface water to the boiler bottom continuously, а system 
absorbing very little power, as the pump would work in a 
closed circuit and have no tight pistons, or it might be a 
centrifugal one. 

Apart from faulty circulation, the ory for little water 
content in а boiler required to give sudden demands is 
erroneous and essentially unscientific, and based.on entirely 
false assumptions. The same additional heat will form the 
same amount of steam, no matter what the water or steam 
capacity, so long as the feed water is supplied at the same 
temperature in each case. 

here sudden calls for steam are made, there is wanted а 
fire that will quickly respond to an increased demand as 
signified by a wider damper opening or an increased fan 
speed. No solid fuel fire can immediately rise to the call 
made suddenly, and a sudden demand for steam mast almost 
invariably be first met by a reduction of pressure which 
allows the water in the boiler to give up some of its heat by 
lowering its temperature. Here, then, we see the advantage 
of large water capacity, and an ability to give off consider- 
able heat without too great a fall of pressure. Bat what is 
really needed is a sudden accession of fire. With a boiler at 
800°, a sudden addition to the fire would give an almost 
instantaneous addition to the steam supply. 

The problem thus narrows itself down to а means of se- 
curing the necessary increase of the fire. This must not be 
done at too serious an expense of costly fuel, nor can it be 


done at all with solid fuel, except in the shape of air-carried dust. 


A careful consideration of all the conditions involved, points 
strongly to liquid fuel as the auxiliary. Liquid ful can b 
blown into an ordinary coal barning furnace without any 
change being made in the furnace conditions. Take Holden’ 
system as an example. In this system a locomotive has two 
holes in the fire-box, through which the oil fuel is blown by 
compressed air in a fine spray upon the fuel on the grate. 
Only a light fire of coal and chalk is carried; but if desired, 
a heavy fire could be carried, and merely supplemented on 
gradients by a temporary admission of oil. We have tre 
velled on one of Mr. Holden’s oil barning locomotives with 
8 heavy train behind, and were astonished at the ease Wi 
which the fuel supply could be regulated to suit the d 
for steam, and at the way in which, at a stopping station, the 
oil was shut off completely, and at once re-started at exactly 
the previously existing rate of flow, when we moved out 
again. | [ 
For general power purposes, the one question is that 0 
expense. To the central electric station engineer the demand 
for steam is foreeeen from hour to hour the ү througb. 
The load curve, combined with & weather o on, 18 
sufficient for estimating the proper time to get fires ready 5 
spring into activity in time for the big demand. But in t н 
English climate, and particularly іп the peculiar sitaation 0 
London, sudden unforeseen obscurations of the sun are 4P 
to occur, with little or no warning. Under these circum- 
stances a single movement of a lever would fill the furnaces 
with brilliant flame and increase steam production to & 
maximum. In the Holden system, oil is injected by mean? 


.of a peculiar nozzle, consisting of a central mixed jet of ш 


and oil impelled by steam, and surrounded by a ring piene 
with small holes, through which steam issues, and induce 
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good air supply to burn the pulverised oil as it is diff used 
over the fire-box and the fuel on the bars. 

Approximately, 1 lb. of liquid fuel will do the work of 
2 lbs. of coal, and this figare can be used in conjunction 
with the relative prices of coal and “oil” in determining 
the cost of oil fuel. The cost of oil will often be pro- 
hibitive; it would soon become prohibitive if everyone took 
up its use, but, for sudden demande, its cost is well worth 
incurring for a few minutes to get over the peak of a load 
curve with otherwise insufficient boilers, or to get matters in 
order when a fog or a thunderstorm sends up the demand for 
carrent. Current demand falls off nearly as rapidly as it 
rises; with solid fuel the drop in demand may find furnaces 
fall of fuel and in full swing ; with oil fuel the régime of the 
furnace can be restored instantly, and further expense at 
once stayed. 

We are confident that station engineers who undertake to 
try liquid fuel, say, in one boiler, will appreciate its conve- 
nience and the aid it will afford them. Liquid fuel is easy 
to apply, the apparatus required is small, and it need not 
inter? ere with the ordinary arrangements of a boiler, Indeed, 
in the Holden system, either liquid or solid fuel can be used 
at will. The operation of changing from one to the other 
may be said to consist simply in the picking up or throwing 
down of the coal shovel, and the opening or closing of a valve. 
The elasticity is perfect. 


+ — — 


BATTERIES v. GENERATORS. 


Іх a young industry like electricity supply, a 1 amount 
of energy has to be expended in educating the public to the 
adoption and use of electricity for domestic and other 
ses. This acoomplished, attention is turned to the 
means of supplying the want which has been created. 
The question of pounds, shillings and pence, enters 
largely into the calculations, in fact, it is the controlling 
factor, on it hinges everything. Before expending capital a 
reasonable prospect must be visible of receiving an adequate 
yearly profit, or great difficulty would be experienced in 
raising the necessary money to erect electricity supply 
stations. 
The electrical engineer has devised various means and 


systems of supplying electricity for various purposes, and 


naturally these are all based on the economical generation 
and distribution of electricity, and rightly so. 

Engines, boilers, generators, transformers, mains, lamps, 
&c., are all chosen with the above considerations well in 
view, and the result has been an ever-increasing and 
important industry has sprang up, affecting the whole com- 
munity, the importance of which cannot be over-estimated. 


The general demand for electricity keeps on increasing in . 


ee city and town where a supply has been established, and 
the little station of a year or two ago, put down as a “feeler” 
as it were, has grown to be an important concern which bids 
fair to rival, if not eliminate, the local gas industry. 

This at present, to the sceptical, may seem impossible and 
absurd, but where do we find a customer who has once ex- 
perienced and appreciated the comfort, cleanliness, and 
safety of the electric light, expressing a wish to go back to 
gas with its dirt, danger of fire, explosion, and asphyxia ? 
The rush light was superseded by the candle, the candle by 
the oil lamp, the oil lamp by gas, and now a greater power 
in the land than even gas has appeared. 

Just as each of the new means of illumination was 
more expensive at its introduction, until the demand 
and supply regulated the price and brought it to its 

level, and ita increased advantages and better illumi- 
nation slowly but surely gained for it the preference, во 
each of the older means of illumination will gradually 


die a natural death, but not without a struggle. Many 


were the blows aimed at the new comer, but it has 
come to stay. It is only a matter of time, and we 
believe a very short time, until the prejudices of to-day, 
vd of them interested prejadices, will have disappeared, 
for the simple reason that no opposite interests will exist, or 
if they do their feeble attempts at depreciation will be treated 
with scorn by the majority of those who at present side with 


them, for by that time they will be using the new illuminant 
and will have learned to appreciate and rely on it. | 

It is the question of reliance which we wish to 
emphasise. Various means are adopted to ensure a constant 
acd uninterrupted supply. Spare plant in the shape of 
engines, boilers, generators, transformers, accumulators, 
&c., are all in use to-day for this purpose, but who can 
truthfully say we have any reserve? 

In cases of emergency, valuable time is lost in “getti 
away" with the spare plant; and if continuity is preserv 
at least pressure is often sacrificed. No matter how well it 
looks on paper to have a certain proportion of spare plant 
to take up the work in case of accident, we know 
that time must баре ше a stand-by boiler сап be 
got up to proper working pressure, or an engine run 
up to full speed and put on to the work, and we 
also know that the expedition and precision with which 
these are done depends largely on the intelligence, experi- 
ence, and coolness of the men on duty. The motives of 
ecocomy which govern all electricity works throughout the 
country render a number of spare men an impossibility. In 
times of peace the men on duty have, especially during the 
the period of greatest demand, their hands full, but when 
things begin to go wrong and attention is diverted from the 
running plant to getting under way the spare plant, many a 
threstaned calamity has become only too real by the 
insufficiency of men at these critical moments. 

The vulnerable spot, which is well known to electricity’s 
enemies, is no doubt a danger of sudden extinction. 
Although they are becoming fewer and fewer, and when they 
do occur their duration is briefer, yet their seriousness does not 
diminish but rather increases, for the danger is not removed. 
The important question which will shortly have to be faced 
is: Shall we continue to depend for a stand-by on spare 
units of plant, or shall we tackle the etorage battery question 
in a proper spirit and have a reserve of electricity which will 
make us quite as independent of temporary disarrangements 
of machinery as gas 1 ? We say gas works store gas 
because they cannot make it as it is wanted, and we generate 
electricity becanse we can make it as it is wanted, and because it 
is more economical so to make it, and because we cannot store 
it in sufficient quantities to be of much use as a reserve. 
Whut evidence have we to support this latter assertion ? 

Electricity is undoubtedly generated cheapest when the 
machinery is working at full load, but this comes for such a 
short time each day that a great many makers of late years 
have been designing their plant to give beet results at or 
aboat three-quarters load, because they are called upon to 
work under these conditions many more hours in a given 
time. The hours of heavy load each day are very short 
indeed, the peak seldom lasting more than 20 minutes 
to half-an-hour, yet we have to keep plant to supply current 
and maintain the proper voltage over the system at this time, 
and in addition have in reserve a reasonable amount of spare 


machinery. 

If the output of a year was averaged over the 24 hours of 
the day for the 365 days, it would be found that the current 
could have been generated by an astonishingly small unit of 
plant; probably one of the station exciter engines and ex- 
citers would have been ample. It would certainly seem that 
if ever complete reliance can be placed on electrical supply, 
storage batteries must enter more largely into the composition 
of supply stations than at present. The installations of 
accumulators to be met with in various stations presumably 
kept as a reserve in case of need, but principally to supply 
the current in the hours of minumum demand, are a delusion. 
They are only toys compared with what they should be. If 
occasion arises when an unusual demand has to be put upon 
them they fail utterly. | | 

Consider for à moment a station equipped mainly of huge 
storage batteries composed of plates nearer the size 
billiard table tops than the cover of a pocket note book and 
we get something like a battery. As mentioned above, if 
the year’s de was spread out evenly over the 8,740 hours 
in а year of 865 days we begin to realise what a small sum 
would have to be spent in generating machinery. The small 
plant would be worked day and night in charging the huge 
accumulators, and as they would be working at or nearly full 
load the ourrent would be generated as cheaply as possible, 
and this would tend to lessen the loss in efficiency in the 
batteries as we at present know them. 
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When we remember that the commercial efficiency of a 
battery is somewhere between 50 and 60 per cent., although 
the makers place it as high аз 75 per cent., it is not so very 
far behind the commercial efficiency of a modern plant work- 
ing under ordinary conditions. Coal is the largest item in 
out-of-pocket expense in tbe production, and it often happens 
that this item in a summer month is three times as Sons 
in a winter month per B.T.U. generated; when this is borne 
in mind, the apparently wide gulf between the two systems 
narrows perceptibly. 

A large amount of running plant requires an extensive 
and efficient staff, generally multiplied by three to cover the 
24 hours of the day. By the storage system the wages bill 
would be cat down at least one-half, if not more. Wages 
form the largest of establishment charges, and with one-half 
abolished we witness a still farther reduction in the great 
galf fixed. Maintenarce and depreciation affects both 
systems. No doubt the heavy charges of present batteries is 
largely due to having from time to time to work them under 
unnatural conditions. Sudden heavy overloadings do not 
tend to improve them, and if often repeated do great harm. 

If batteries amply large are in use, then overloading 
should never, or very rarely, occur, and this alone would 
tend to lengthen the life. 

Battery suppliers will gladly enter into a maintenance 
contract fora number of. years from 7} cent. upwards 
on the original cost, making good all deterioration due to 
fair wear and tear. | 

We usually put aside 5 per cent. on the cost price of our 
machiaery for depreciation, but this sum does not cover 
maint znanoe, which will not come far short of another 
24 per cent. Where, then, is the difference if the two 
systems cost the ваше money to instal? If the battery 
system costs more, should, ot gladly pay more to ensure 
absolute immunity from interruptions in the supply from 
the generating station. 

Interruptions from causes exterior to the generating 
station must be dealt with in precisely the same manner, 
and do not enter into the question. 

Accamulators are engaging the attention of engineers at 
present, due, no doubt, to the p of motor-car traffic 
developing, and the efficiency and mechanical strength will 
increase, while the depreciation and maintenance figures 
will diminish. 


THE ECONOMICAL USE OF STEAM IN 
NON-CONDENSING ENGINES. 


For many years the technical papers were full of the 
beauties of automatic and variable expansion gear, and the 
advantages of the steam engine indicator. We seem likely 
now to be equally supplied with pa rubbing out the 
arguments so long advanced. The nginsering Magazine 
contains one from the pen of Mr. Jas. B. Stanwood, 
advocating the throttle governor for non-condensing oom- 
pound engines. He quotes Mr. С. Т. Porter as saying that 
nothing so unsuitable as the automatic variable gear could 
have been devised if it had not been already in use. 

The range of economical working of an engine is much 
wider than expansion faddists would once allow. Men who 
swore by the indicator now find it better to pay more 
attention to the relation of indicated to effective horse-power, 
and are learning to pay attention to the internal friction of 
large engines which so soon pes a limit upon the desirable 
expansion ratio, especially when taken in combination with 
various other loes:g, such as initial condensation and interest 
on first cost. Mr. Stanwood realises that Corliss—and he 
might have added pre-Corliss English inventore—effected a 
big economy not because of variable cut-off but because they 
abolished ridiculously late cut-off, and made a valve gear 
capable of cutting off at about a quarter stroke. The 
variability was with Corliss a mere accident. It 
could have been well dispensed with so long as a 
fair cut-off was secured, any load variation being dealt 


with by the throttle. Had Oorliss been compelled to 
run his engines at light loads demanding cut-off at an 
eighth or a tentb, he would have seen the error of variable 
cut-off, for the full effects of cylinder action and waste 
spaces would have been more apparent, and the low mean 
pressure compared with the friction diagram would have 
made the fuel cost per effective horse-power very serious. 
The terminal pressure would have been only 5 or 6 Ibs. 


below atmosphere, the piston being dragged inst the 
atmosphere. Sometimes this occurred, and disappoint- 
ment followed the nse of too large engines. In old style 


transmissions with so very much shafting and belts to move, 
there was always a Leavy dead load on an engine, and the 
ratio of light load to full load was not so far from unity as 
with a dynamo engine which шау Tey rom full load toa 
mere engine friction load, and these light loads could not be 
operated economically with expansion gear, the limit of ex- 
pansion being soon reached, varying, however, with the t 

of engine—being shorter with short stroke engices. High 
speed engines of short stroke were found to be more 
economical than similar engines at slow speeds of revolution. 
Engines with small clearances were similarly found to have 
superior economy. Long stroke engines had an economical 
expansion of four, some short stroke engines of only two. 
Thus the economic early limit of expansion was respectively 
five and three in the two types, the reasons being those of 
clearance space and condensation in the cylinder. Olearance 
is ordinarily 8 to 4 per cent. in long stroke engines, but has 
been reduced to 1 per cent. in special cases. In short stroke 
engines it is 15 or 16 per oent.—henoe the advantage of long 
stroke engines, for filling up clearance of compression by no 
means give back the loss. 

Mr. Stanwood says nothing of the importance of careful 
design on cylinder condensation effects. There are a dozen 
ways in which a nominal equality of inside exposed surface 
may be trebled or quadrupled by careless design. On this 
point a report by Mr. M. Longridge may be studied with 
interest. 


Increase of steam pressure has intensified all the losses 
due to clearance, and no doubt this has done so much to 
counterbalance the gains due to high pressure per se. High 
pressure means more weight of steam to fill up clearance 
space, and it means wider range of temperature and more 
condensation. But high pressure enables a higher minimum 
pressure to be carried and reduces the expansion below at- 
mospherio pressure. Gain from high pressure could only be 


secured by the compound system, but this had its limits 


exactly as had the single oylinder, and, unless with full loads, 
the non-condensing compound automatic engine was a failure 
and economy was found to be possible only for nearly con- 
stant loads. It has always been i y ical 
engineers to be a mistake to round a huge L.P. 
piston on a semi-loaded engine. In compound engines, 
non-condensing, the loss due to excessive expansion below 


the atmosphere is even greater than in simple engines. 


With increase of pressure the difficulty increases, because 
the minimum mean effective pressure obtainable without 
expansion below the atmosphere increases with the ргев- 
sure, and at about the same rate as the maximum mean 
effective pressure. Hence the ratio of the minimum to 
maximum mean effective pressure is not reduced for light and 
heavy loada as in the simple engine. Where both cylinders 
are controlled by the governor this drag develops in the H.P. 
cylinder whenever its terminal pressure falls below the high 
receiver pressure induced by early L.P. cut-off. Control of 
both cylinders involves large clearance spaces to avoid stresses 
due to high compression. Experience seems to point to the 
desirableness of not controlling the L.P. cut-off by the 
governor but of fixing it at about ү в stroke, and 
к ын in the Н.Р. cylinder only. Mr. Stanwood, how- 
ever, would control both cylinders and reduce clearance losses 
by suitable compression and by avoiding early cut-off. 
Obviously the compound engine must have only a moderate 
expansion in each cylinder, otherwise cylinder condensation 
and clearance losses are brought about, and the non- 
condensing compound engine is only economical at uniform 
load and when properly proportioned to such load. 

Taking into consideration all the difficulties and data, out 
author advocates fixed cut-off to determine full-load and 
throttling governing, and proposes to more fully discuss the 
subject in a second paper. 
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THE HEFNER LAMP. 


IN order to express measurements of light so that the resulta 
are strictly comparable with each other, all light intensities 
must be ex | ав a multiple of a fixed unit. For 
technical purposes the only anita available are flames, since 
these alone are cheap, always reproducible, and handy to use. 

As the resnlt of the investigations of the German Reichs- 
anstalt, the Hefner lamp alone fulfils all technical require- 
ments. The light of the Hefner lamp is designated a Hefner 
candle or simply a candle (н к). The definition of a Hefner 
candle and Hefner lamp is as follows :— 

The unit of light is the light intensity of & flame burning 


freely in still, pure atmospheric air; the flame being produced 


from a massive wick saturated with amylacetate which 
completely fills a circular wick tube of German silver, 8 mm. 
internal diameter, and 8:8 mm. external diameter, and 
25 mm. Jong; the height of the flame being 40 mm. from 
the edge of the wick tube, and no measurements being made 
till at least 10 minutes after the lamp has been lighted. 

The Hefner candle was accepted as the international anit 
of light by the Electrical dn airy at Geneva in 1896. In 
Germany this unit has been adopted by the societies repre- 
senting the electrical and gas industries. 


Fig. 1.—Tas Harner Lamp. 


The light intensity of the Hefner lamp varies to a certain 
extent with the condition of the surrounding air. The 
influence of the height of the barometer and humidity is 
shown by the diagrams, figs. 8 and 4. In the neighbourhood 
of the normal barometric pressure, the variation of the light 
is of no practical importance. The variation of the light- 
intensity with change of humidity is also of little practical 
importance. On the other hand the intensity of the light 
is very much influenced by the amount of oxygen in the air 
in which the flame is burning. 

One of the first conditions, therefore, for accurate 
photometry by means of the Hefner lamp is that the space 
in which the lamp is used shall be sufficiently large and 
sufficiently well ventilated. 

The following is & description of the Hefner lamp as 
manufactured by Siemens & Halske, which is shown in 
section in fig. 1. 

The reservoir, A, for the reception of amylacetate i8 made 
of brass or bronze and is tinned inside. 


The cap, B, supporte at its centre the tube a, and the 
mechanism for raising and lowering the wick. This wick 
mechanism consists of two axee, оп which are mounted two 
toothed rollere, w and 0, projecting through the sides of 
the tube. Fixed on the axes of the rollers are two toothed 
wheels, ө and e, which can be turned in opposite directions 
by a pair of endless screws, f /!, mounted on the same 
axis, 5. This axis, 0, terminates in a milled head, 9, with 
the help of which the wick mechanism can be set in motion. 
The tube, a, projects above the upper plate of the cap, B, 
abont 4 mm., and on this projecting end a screw thread is 


Hefner lamp with 


Hefner flame measurer. measurer. 
Fia. 2. 


formed on which the tubular cover, D, can be screwed. 
Close to the tube, a, there are two openings in the top plate 
of the cap, to admit air to take the place of the liquid 
consumed. 

The wick tube, c, is made of German silver without a 
soldered joint; its length is 35 mm., its internal diameter 
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Change of light intensity of the Hefner lamp with the height 
of the barometer. 


Fia. 3. 


8 mm., and the thickness of its walls 0'15 mm. It is 
pushed down into the tube, a, till it Wines against a 
shoulder. | 

The flame measuring apparatus for determining the length 
(40 mm.) of the flame, is mounted in a ring, й, which in 


Change in hundredths H K. 


Relative moisture in hundredths. 


Change of light intensity of the Hefner lamp with relative moisture 
at different temperatures. 


Fig. 4. 


turn is mounted on the top plate of the cap в, so that it can 
be lifted off or turned round and fixed in any ко 

The apparatus of von Hefner-Alteneck ог of Kriias (ig. 2) 
may be used for measuring the flame. The Hefner flame 
measurer (figs. 1 and 2) consists of two pieces of tube, one 
pushed inside the other, and fixed so that their horizontal 


760 THE ELECTRICAL REVIEW. 


[Vol 42. No. 1,071, Jona 3, 1898. 


axis passes through the vertical axis of the wick tube. The 
inner tube is cut in two longitudinally, and supporte 
horizontally a polished steel plate of 0'2 mm thick, with a 
rectangular opening. The under side of the steel plate is 
40 mm. above the upper end of the wick tube. 

The Krüss flame measurer (fig. 2) consists of a tube about 
80 mm. in length, of which the axis is also horizontal and 
passes through the axis of the wick tube. A small lens of 
about 15 mm. focal length is fixed in the end of the tube 
next the flame, and at the opposite end is mounted a disc of 
ground glass with its ground surfate next the lens. At the 
centre of the disc is a black horizontal mark not more than 
0'2 mm. thick. The image of this mark over the centre of 
the wick tube is 40 mm. above the top of the tube. 

The gauge (fig. 2) serves to fix the position of the upper 
end of the wick tube, as well as that of the flame measurer. 
If the gauge is pushed over the wick tube so as to rest upon 
the cover of the cap в, then by looking throngh a slit in the 
tube, a line of light less than 0'1 mm. will be seen above the 
end of the wick tube when the latter is at the normal height ; 
the slit at the top of the gauge should lie in the same plane 
as the steel plate of the Hefner measurer. "With the Krüss 
arrangement, the image of the slit on the top of the gauge 
should coincide with the mark on the ground glass. 

All the metal parta of the lamp, except the wick tube and 
the steel plate, are etched to a dali black oolour. 


THE BRITISH ELECTRIC TRACTION 
COMPANY. | 


On Thursday evening, the 26th ult., the staff dinner of the 
British Electric Traction Company, Limited, was held at 
the Trocadero Restaurant, Mr. Emile Garcke, managing 
director, being in the chair. Amongst the company, which 
numbered about 45, we noticed Mr. Godfray, Sir Edward 
Gourley, M.P., Mr. eu Herring, Sir Ch. Rivers Wilson, 
O.B., Major Cardew, R.E., Sir Charles Freemantle, K.C.B., 
Mr. Atherley Jones, QC., M.P., Mr. Sidney Morse, Mr. 
Alfred Dickinson, Mr. George Flett, Mr. H. Hatchett, Mr. 
R. Simpson, Mr. W. Alderson Smith, Mr. Percy Sellon, Mr. 
J. S. Raworth, Mr. W. B. Jeffries, Mr. A. R. Monks, Mr. 
W. H. Scott, Mr. J. W. Alison, Mr. B. Gibson, and Mr. 
H. F. Woodward. 

The dinner was a thoroughly enjoyable one, worthy of the 
occasion and a credit to the caterers, and it was pleasant to 
observe the mutual confidence whioh exists between Mr. 
Garcke and his able staff, a confidence which we may be 
permitted to hope will continue for many years to come to 
the advantage of not only employers and employed, but to 
the benefit of the travelling public. The principal toast was 
that of The British Electric Traction Company,” proposed 
by the chairman, in which he said :— 


In proposing this toast, I would prefer, of course, to be able to 
afford you entertainment, instead of speaking of the affairs of the 
company, which are already too fully engrossing the attention of most 
of you, but the circumstances of our gatbering are somewbat excep- 
tional. Several members of the staff have only lately either joined 
the company, or entered upon their present duties, and there are 
several gentlemen present who are connected with our associated 
companies. It has been suggested to me that they would like some 
fuller information than we have yet had the opportunity of giving 
them as to the policy and business of the company. 

The extensive character of the business will be seen from the large 
number of un which we have already under our control, to 
say nothing of those which are in course of being established or pro- 
moted, and its complex nature will be at once appreciated when I 
explain that we not only arrange for the acquisition or leasing of 
existicg tramways undertakings, but also undertake the initial pro- 
motion of new schemes, with a view to working by electric traction. 
This, I need not say, is a work requiring a great deal of judgment 
and discrimination. It involves ditlicult and weary negotiations with 
the local authorities, and applications to the Board of Trade, to Par- 
liament, and to the Light Railway Commissioners for the necessary 
powers. When these bave been obtained the work of construction 
has to be undertaken, and when the line is ready to be opened for 
traffic, a totally different kind of talent and experience is required 
forcarrying on the business. A large numberof men have to be engaged, 
and traffic arrangements have to be carried out which require a very 
close study of local conditions. 

It will be seen, therefore, that the operations carried on by this 
company require, in their various etayes, abilities and experience 
which it is impossible to combine in any one individual. Moreover, 
oar various undertakings are scattered over the entire length and 


breadth of the United Kingdom, and are not continuous, like rail. 
ways, but are divided, at any rate at present, into relatively small 
gections. 

Having regard to the multifarious duties to be the 
board have come to the conclusion that the highest efficiency and the 
greatest economy in the conduct of so extensive an enterprise can 
only be attained by a carefully arranged system of devolution, com- 
bined with a scheme providing for watchful supervision of details. 
This the board believe they have secured by a specialisation of duties, 
and by the appointment of district superintendents, very much on 
the lines adopted by the large railway companies. 

For instance, the board have appointed a permanent way engineer, 
жоо will attend to nothing but the permanent way of various 
undertakings of the company wherever they may be located. The 
tramways, which in one form or another we control, cover between 
80 and 90 miles, and the tramways for which we have already ob- 
tained powers, and which have to be constructed within periods 
‘specified in the orders, cover another 60 odd miles, and this does not 
include any of the new lines we intend to promote. 

Then we have a traffic superintendent whose duty will be to estab- 
lish, as far as possible, uniform traffic arrangements. We estimate 
that when our present tramway undertakings are electrically equipped 
we shall have at least 500 or 600 cars running, and shall directly or 
indirectly employ upwards of 2,000 men. 

Then we have a power engineer whose duty is to superintend the 
construction and the maintenance of the electrical machinery. We 
estimate that when the tramways to which we are already committed 
are in full working order, we shall either have to generate or pur- 
chase upwards of (10,000,000) 10 million Board of Trade unite of 
electricity per annum. | 

We have created a department for carrying on the responsible work 
of promoting and obtaining powers from Parliament, the Board of 
Trade, and the Light Railway Commissioners. The an in 
regard to which we have made definite agreements for the adoption 
of electric traction are governed by no less than 60 Acts of Parlia- 
ment or provisional orders, and the negotiations we have to carry on 
with the local authorities and other bodies involve a thorough know- 
ledge of the provisions of all these Acts and orders. In addition to 
these we have at the present time some 15 or 16 light railway orders 
in progress, and have made agreements for the promotion of about 
20 further Acts of Parliament, provisional orders or light railway 
orders. That is as far as we can see to-day, but we are not standing 
still, and are negotiating fresh business from day to day. 

There are several other departments, but those I have mentioned 
are sufficient to show the principles which bave guided the board in 
the distribution of the duties. So much for the technical staff. Now 
I will say a word or two as to tne geographical divisions. We have 
grouped our various undertakings into distri-ts with a superintendent 
for each district, who will be officially associated as a director, or in 
some other suitable capacity, with the undertakings in his district, 
and he will be in direct communication through the secretary with 
the heads of the technical departments. In this way each under- 
taking or company will obtain the benefit of the best expert advice 
and of a wide experience at only a small proportionate cost. | 

The geographical divisions we have decided upon have been deter- 
mined mainly by the large centres of population in which our present 
business is chiefly concentrated. : 

By-the-bye, it will be of interest to state that our Kidderminster 
line was opened for traffic to-day, and this little line constitutes an 
exemplification of British electric traction in the truest sense of the 
word, for all the plant and rolling stock has been manufactured in 
this country by our friends the Brush Company. "This is, I believe, 
the first electric tramway in this country of which this can be said. 

From what I have said ycu will see that мо re ROM. in develop- 
ing an extensive and important business, and it will be satisfactory to 
our financial friends to know that in nearly all the undertakings we 
are engaged upon, the expectations of earning dividends upon the 
capital to be invested are not based merely upon the faith that we 
have ia the future of electric traction. In nearly all cases we have 
based our calculations upon the results obtained by the companies 
whose lines we are converting; and we all know that if a company 
working an inadequate service, by steam or by horses, is making & 

rofit, we are certain to show better results when we put upon the 
es а more frequent service at a lower cost of ое: I may add 
that the capital we have employed in building up this business is 
already productive of profits, and, contrary to the Ricardian law of 
diminishing returns, every addition to our capital is calculated 
produce an increasing margin of profit over the fixed interest we 
ve to pay. 

Sir Rivers Wilson, at the annual general meeting of the shareholders, 
referred to the subject of municipalisation of the tramways—a question 
which, I think, ie surrounded by a good deal of misapprehension on 
the part of local authorities, who do not seem to realise the 
difference between the municipalisation of horse tramways, w are 
generally confined within the limits of municipal areas, and electrical 
tramways or light railways, which, to attain their highest develop- 
ment and fullest utility, should be cunstructed with a view to con- 
necting outlying towns and villages with the cities. 

Sir Rivers Wilson struck the key-note of the matter when he said 
that municipal boundaries do not coincide always with the centres of 
population, and if the municipalities construct tramways, they have 
to confine themselves to their own boundaries, so that the outlying 
villages and towns are not reached, and it is because electric traction 
is particularly suitable for the working of tramways extending over 
long distances that electric traction is not a suitable industry for 
municipalisation. 

No one would dream for а moment of municipalising our large 
railway systems, and the arguments against the municipalfseation of 
railways, telegraph and similar enterprises, which pass from. the area 
of one municipality to another, apply will equal force against the 
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municipalisation of electric tramways. The present tendency of 
Corporations *o undertake the working of tramways will have the 
serious effect of retarding and restricting the natural growth of an 
industry, which, if not thus hampered, will, I am sure, extend as it 
has done in other countries in every direction, and contribute very 
largely to the convenience and welfare of hundreds of thousands of 
people who have to travel from one town to another, and to inter- 
vening places. If the policy of municipalisation of electric tramways 
advances, most of the smaller outlying places will be deprived of 
tramway facilities. | | 

Not only the theoretical arguments, but the. physical facts of the 
case demonstrate that the working of electrical tramways by muni- 
eipalities will prove a social calamity. I am in sympathy on poli- 
tical and social grounds with the expansion of the sphere and scope 
«f municipal life, and I am not at all averse to the municipalisation 
of undertakings which are confined within the limits of the municipal 
area, and which do not raise such large social questions as is the case 
with electrical tramways. N 

I have often spoken and written in favour of the municipalisation 


of electric light undertakings, but it is a question whether even this 


policy has not been carried too far. There are many small munici- 
palities in the country which are not large enough to enable electric 
lighting business to be carried on with the greatest possible economy, 
and it is found now that electricity can be supplied more cheaply if 
generated on a large scale at a central point and distributed to these 
small anthorities in bulk, but the fact of a local authority having 
established its electric light station is not the same thing as if it had 
been done by а company. In the сасе of a company making а mis- 
take the unfortunate shareholders are inevitably brought face to face 
with a liquidation, end the competition of new comers leads to the 
survival of the fittest, but when a local anthority is carrying on a 
relatively unprofitable business, this beneficial and effective competi- 
tion is impossible because the local authorities have the power to 
DE the larger and better supplier c. ming into competition with 
em. 

In this way we see that the municipalisation of some undertakings 
stands in the way of industrial progrese, and the advantages obtained 
from the working by municipalities, whatever those advantages may 
be, cannot be such as to compensate for these evils. 

Now, let me refer to one or two of the physical obstacles which I 
venture to say municipalities cannot and will not overcome. 

The difficulty of the variation of gauges in towns adjacent to each 
other has already been pointed out, but it is not generally recognised 
how widespread this anomaly is. 

Which of these loeal authorities will make the gauge throughout 
the district uniform for the benefit of the others? 


In our South Staffordshire scheme we proposed to alter the Wolver- 
hampton gauge so as to bring it into conformity with the other 


tramways of the district. 

I ask anyone vill the Cotporations—can the Oorporations—do what 
the companies can and will do in the matter? 

But the diffüculty of municipalising electrical tramways are not 
confined to rations with small areas. | 

If the principal of munici on is sound, Manchester surely 
should demonstrate it. But what do we find there. Very nearly 
half the lines worked by the Manchester Carriage Company are out- 
side the municipal boundary. 


Among the suggestions made by the Manchester Corporation to - 


the other authorities is one that each authority shall fix the fares 
in its own district. Now, this suggestion alone destroys the whole 
advantage to be derived from the control by one central authority. 

Another suggestion ie, that the several local authorities shall 
provide the necessary energy and electrical equipment for the working 
of the tramways within their districts. It is impcssible to see what 
advantage so chaotic an arrangement of working such a large system 
would have over the uniform arrangements which a company working 
the whole of the lines would be able to organise. 

I must not weary you by discussing all the other aspects of this 
question, but it will become our duty to face the problem before long, 
and we shall have to be prepared to expose all the other fallacies upon 
which local authorities are proceeding in this matter. If local 


а Enie t 

favour m palisation. Ishal be prepared to show that the oft- 
quoted cases of municipal working do not support this doctrine. Then 
we are told that in the case of municipal tramways the profits go back 
to the yers. Yes, but not to the same ratepayers who have 
produced the profits. I have been told by the mayor of a town in 
the North that about one-third of the total rates are paid by the rail- 
way company whose lines pass through the town. t comfort is it 
to the labourer in that town to know that by patronising corporation 
tramways he will produce profits, one-third of which will go to reduce 
the rates paid by the railway company ? 


Then we are told that corporations can borrow money more cheaply 


than companies; but this resolves itself merely into a question of 
tenure. If you give a company a tenure of 62 or 90 years, the slight 
financial advantage in favour of municipal loans disappears. More- 
over, the grant of a longer tenure would have the enormous advantage 
to the community of enabling sparsely populated districts to be 
developed. The present system of granting concessions for only one- 
life period necessitating, as it does, a heavy sinking fund, precludes 
the possibility cf either corporation or companies doing what bas 
done on so large a scale in the States—putting down electric 
tramways in anticipation of, and to encourage the growth of cities and 
industries. О | 
.But I have said enough to show that the subject deserves further 
discussion, and I only, wish, in conclusion, to again emphasise that 
I have been prompted in what I have said on this subject of 
municipalisation, not so much by the immediate interests of the 
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British Electric Traction Company, but by the feeling that, besides 
doing the work which lies before us, we have also the duty and the 
responsibility of promoting the general advance of electric traction. 
The work we have to do will offer scope enough for our energies and 
our ambition, it is a useful work, and I may say a noble work, which 
it is our intention to do, not only with profit to ourshareholders, which, 
of course, is our first duty, but also with satisfaction tothe public and 
with pleasure and advantage, combined with credit and honour, to 
ourselves. I propose to you success to the British Electric Traction 
Company, and health to Sir Ch. Rivers Wilson, our chairman. 


Sir Cb. Rivers Wilson responded to the toast, in the main 
seconding Mr Garcke’s contentions. Mr. Raworth.“ in 
lighter mood,” proposed the toast of “The Electrical 
Industry,” to which Mr. George Herring and Mr. Percy Sellon 
responded. “ The Visitors,“ proposed in a ponderously 
humorous vein by Mr. Stephen Sellon, and replied to by 
Major Cardew and Mr. Madgen, completed the toast list. 

It must have been most reassuring to Mr. Garcke and his 
friends, for the success of their future operations. if, indeed, 
it did not come as a complete surprise, to hear Mr. Madgen 
disclaim that he represented Lightning on that occasion, ' 
and eloquently repudiate the policy of that journal, endanger- 
ing its raison d'étre, in fact, by agreeing wholly with 
Mr. Garcke’s views, and boldly asserting that local autho- 
rities and the parish pump were all a huge mistake. To 
secure such a valuable ally is a feat of which Mr. Garcke 
may well feel proud, and probably this was one of the 
schemes to which he briefly alluded as having to deal with, 
but to which he did not, for many reasons, deem it necessary 
to specifically refer in the course of his very suggestive and 
interesting post-prandial oration. 


THE INSTITUTION OF ELECTRICAL 
" ENGINEERS. | 


Ат the meeting of the Institution of Electrical Engineers, - 
held at the rooms of the Society of Arte, on May 26th last, 
Mr. J. W. Swan, president, in the chair, Prof. Charles A. 
Oarus-Wileon read a paper on “The Design of Electric 
Railway Motors for Rapid Acceleration.” The writer gave 
an explanation of the contents and scope of his paper instead 
of reading it in full, the diagrams being projected on a 
screen and fully described. As will be seen from our 
columns, in which a reprint of the paper itself is given, the 
writer deals with the important question of the incidence of 
design as regards the motors employed in what in this 
country we prefer to call tramway systems, §.6., those lines in 
which frequent stops are made, the intermediate runs being 
of comparative shortness. It is pointed ont that in such 
cases efficiency may be of less importance than rapid speed- 
ing-up, while the loss of energy in the rheostatic controller, 
or even in the motor coils with a S. P. controller, may be so 
large relatively to the utilised energy, that any means of 
modifying the design to enable such loss to b» reduced must 
be of value. To assist his argument, Prof. Carus-Wilson 
has introduced such terms as “induction factor” and “ force 
factor.’ | | 

The discussfon was of a character which does not lend 
itself to useful summary; indeed, ag several speakers 
remarked, the paper is one which requires careful and quiet 
study to do it justice, and we would apply the same state- 
ment to the discussion upon it. The speaker who opened 
the discussion drew attention to the idea of the controller 
introduced by Prof. H. S. Short, which is claimed to con- 
tinue the acceleration more closely until the final speed has 
been reached. In his reply the writer may be said to have 
effectively combated the notion that Prof. Short has 
achieved any important advance in controlling by the aid of 
his apparatus. Down grades at the starting point were also 
referred to as straightening up the acceleration curve to a 
straight line. | 

Mr. Mordey had just returned from a short visit to the 
United States, and summarised his investigation of the 
present practice by saying that motors are now being made 
as large as can be worked with, the field being as strong as 
can be got, the tendency being to develop more and more 
powerful motors. The main principles seem to be much as 
they were years ago, the difference being in strength of field 
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Bize and weight. Study and ingenuity is being largely 
exercised in improving controllers, although many are even 
now 1 notwithstanding all the experience on the 
other side. Mr. Mordey joined with several other speakers 
in expressing pleasure that this subject should have been 
brought up just now for consideration. 

Prof. R. H. Smith thought that quick time service was 
the importance matter on electric railways. It seemed to 
him that the calculations in the paper were carried out on 
the basis of a constant train resistance. Resistance could be 
divided into internal and external, the former being approxi- 
mately constant; but this remark does not apply to the latter. 
The paper seemed to regard the matter from one point of 
view, the possibility of covering a certain distance in a 
certain time. Prof. Oarus-Wilson afterwards acknowledged 
that if the stoppages were infrequent, the ideas embodied in 
this paper became of less and less importance as the steady 
runs occupied more and more space, and the length traversed 
at constant ш increased relatively to that in which accele- 
ration was allowed. Prof. Smith pointed out another view, 
how to get work done as quickly as possible with minimum 
stresses in the machinery, and certain cases could best be met 
by dividing the whole distance traversed into two sections, 
in one of which aniform acceleration, and in the other 
uniform retardation, reigns. 

Prof. Ayrton followed Mr. Mordey in his appreciation of 
the service done by the writer in preparing this paper, 
on “рее ina oono where data from actual examples 
on a large scale was available. He appreciated the import- 
anoe of reckoning the size, &c., of motors, as is done in the 
United States by the draw-bar pull, which he thought was 
the proper way to make motors. Nevertheless, he ed 
some points in the paper as blemishes: he did not, in the 
first place, fall in with the unnecessary use of new words. 
We have names which have caught on with the British 
public— power factor, form factor—because of the word 
“factor.” There was the expression in the paper “ induc- 
tion factor,” which represented the induced E.M.F. at one 
revolution per second : he did not particularly know the use 
of the term “force factor.” Prof. Carus- Wilson gave his 
reason for using the former term as being useful when the 
motor was at rest; there was a certain induction factor " 
to be considered, although there were no induced volts what- 
ever—it was therefore perfectly definite and 55 
Prof. Ayrton thought that air resistance had been entirely 
ignored in the paper, although different velocities were con- 
sidered. In the case of a railway train air resistance cannot 
be ignored, and will certainly not be constant. Again, the 
argument would be modified, if the y was not to cover a 
distance in a certain time ending at full speed, but from a 
state of rest to rest. It was interesting that, although series 
motors were universally used, and had been always recom- 
mended so as to start freely, that the writer had shown that 
they were not merely better from a speed point of view, but 
also from an economy point of view. 

Mr. E. К. Soott referred to the connection of motors. 
On some lines they were always in series, on others always in 
parallel. The use of down grades at the starting points 
might modify the practice of series parallel control. 
mentioned that the curves would be affected by the use of 
roller bearings, and asked the writer for some information as 
to the modification of the curves in this case. 

Another speaker took Prof. Carus-Wilson to task for his 
terms and notation, and wanted to know whether his 
formulso were empirical or rational. He considered that all 
formule of this kind should have attached to them sufficient 
explanation. Then the paper seemed to be dotted all over 
with assumptions. It was desirable that it should be stated 
to what extent these were purely arbitrary, and he rather 
thought some of these must be wrong. One word he would 
say on the question of acceleration. Some people seem to 
think that the design of the motors was the first thing done 
on a railway scheme, whereas the engineer found that the 
number of people to be carried per hour—the load per mile 
in a given time—had been settled before the problem was 
put into his hands, and he had then to design his trains to run 
on a schedule already prepared. 

The President felt that the paper could be utilised as a 
record of valuable experience, as we are now beginning the 
construction of electric railways. Prof. Carus-Wilson then 
replied. The more important of his remarks have been noted 


e also 


above, The meeting then adjourned, the general impression 
apparently being that those members who found time hang 
on their hands in the coming holiday season oould effectively 
dispose of it by studying the paper read that evening. 


THE EFFECT OF LIGHTNING UPON 
OVERHEAD POWER CIRCUITS AND THE 
CHEAPEST METHOD OF DISTRIBUTING 
POWER. 


By ARTHUR H. GIBSON, A I. E. E. 


THE growing importance of an effectual protection against 
lightning, and the admitted inefficiency of most arresters, 
induces the writer to record these observations, with the hope 
that they may be found useful to some of your readers. 

It was a long while ago that the spark discharges from 
infinence machines suggested the zig-zag appearance of the 
lightning flash to be the natural side view of a spiral dis- 
charge, inasmuch as sparks from the machine had a zig-zag 
appearance, whilst, when viewed endwise, appeared as rings. 
М А „ an in d of 5,000 ros above sea level 

e lightning discharges rarely present this appearance 60 
familiar at lower levels, bat take the form of чин or less 
wavy line, often bifurcating in its downward course. This 
is panl merely an elongated spiral due to the rarefied air. 

n power and lighting circuite, dram armatures, especially 
smooth cores, are very liable, indeed, to damage by lightning ; 
ring-wound armatures are less so, whilst hole, or slot-wound 
alternating current gear and transformers are rarely damaged, 
though some alternators with coils laid upon flat iron sur- 


faces are frequently in trouble. 
wer transmision plant in- 


The following concerns a 
Una in Sonth Africa by Messrs, Siemens & Halske, of 
erlin. 

The district is particularly infested by lightning, and the 
arresters used ы ушын by that firmi. 

The whole plant has run through the rainy season without 
апу, serious damage attributable to this source. 

he generators were approximating to “ hole-wound,” 
pressure being 8,000 volts between lines. 

An arrester was fixed upon each of the three-phase lines, 
generally on entering a building. The arrester itself re- 
sembles a much enlarged I. H. arrester, but has no magnetic 
arrangements whatever. It consists of copper wire bent to 
shape, and supported in situ upon porcelain insulators, the 
distance across the two outermost points at the top being 
about 2 feet; each earth sector was carried to a separate 
earth plate. 

It is interesting here to remark that the ohmic n, between 
two earth plates, each 5 feet by 3 feet, buried near to one 
another, was found to be 20 ohms. The soil at times 1s 
remarkably dry. 

The arresters worked well, but were unfortunately 
arranged rather too close together; the distance between 
arrester and arrester was only 13 inches, resulting in a strong 
tendency to arc from pole to pole, with consequent burning 
and cracking of the porcelain insulators. 

The action of the arrester evidently depends upon the 
arc to E, being carried rapidly upwards by the natural action 
of the heated air. The rising arc, rapidly increasing in 
length (owing to the shape of the conductors), eventually 
b 


When a set of arresters work, the effect upon the gene- 
rators is much like that of a partial short circuit, and the 
generators emit a iar note as the speed falls for 8 
second, during which time the arc has broken, and the 
machine being well governed runs up to normal speed and all 
goes on as before. | 

In more severe cases the circuit fuses will go, and possibly 
some instruments may suffer as well. l 

The nature of the discharges to Е vary much; sometime, 
one or two bright sparks like those from а Leyden jar vi! 
ар across to E on one pole, only without any arc. 

hen the spark gaps are adjusted as olose as 4 inch, the 

discharge is explosive in character, and the circuit fuse 8° 
more often than they would otherwise. 
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The discharge which takes place when по current is on 
the line does not to be materially different from the 
usual, except that it may be of less duration. 

Ordinarily the lightning seems to start the arcs to Е, which 
are vigorously maintained by the 8,000-volt current. 

As the plant runs continnously, testing any line meant a 
stoppage of machinery somewhere, thus it came to pass that 
tests were not often made. | 

It was soon found, however, that when an к was formed 
on 8 5 it was Lew known, e by the telephone 
system, becoming paralysed, and, secondly, the arresters on 
ilat ашы circuit worked more frequently than they 


‚ It is interesting to record that for about a fortnight, a 
few hours after sundown, on each day a icular arrester 
in the largest power station worked when there was по 
lightning to be seen. This one was fixed too close to the 
roof, and in spite of asbestos linings, a volume of vaporised 
copper and reddish flame accumulated round the top of the 
arrester, not being able to escape by rising, the flames or 
aros seemed to absorb the whole power from both power 
stations robbing all the circuits for about a second, the 
flame spread in ап alarming way, giving out considerable 
heat. This diurnal discharge was assumed to be due to 
accumulated static charge of lines. 

The tel circuits, which ran underneath the H.T., 
suffered to a much greater extent than the power circuits 
discharges which hardly effect the latter damage the tele- 
phones considerably. 

As a result of observations, it may be said that electrical 
lines cannot be struck anything like so often as arresters 
work, or as often as damage is done. | 

Those who have had the privilege of seeing в flash actually 
strike within 1,000 yards, will have a distinct recollection 
of the circumstances, and, by the way, the writer and 
others who have done во, noticed a snapping sound appa- 
rently quite close, and a fraction of a second before the 


When such discharges do take place, every dweller 
within 1,000 yards radius may be oned for imagining, 
momentarily, that his own house is the particular spot. 

‘Such a discharge will cause arresters to work and blow 
fuses in a circuit nearly half а mile away. 

The following hypothesis explains these phenomena. If 
a lightning discharge strike the earth in the vicinity of a 
highly insulated line, or any insulated area, the earth 
potential in the locality is sud enly changed sufficiently to 
cause a smaller discharge to pass into the line to equalise 
potentials. The lightning flash only reetores potentials to 
normal. 'The sun is the real offender, and it is not n 
here to reoount the process of evaporation, electrification, 
condensation, and consequent accumulation of static charge 
which goes on preparatory to the flash. 

If this supposition is correct, then discharges in most cages 
pass from earth to line, instead of vice versd ; but the effect 
npon the apparatus is the same. 

Here arises the question. Why should earthed lines suffer ? 
such as tramways, telegraphs and telephones. Prof. Oliver 
Lodge has shown what the impedance of a tarn or two of 
wire means in the case of such discharges as these, and thus 
the nr wire or ер line becomes a condenser of 
considerable capacity, whose outer coating is the world in 
general and the air the dielectric, the only path being the 
motor coils or relay magnet, which have such a high impe- 
dance that the current makes a short cut, во to speak, through 
the insulations. 

Arreaters of many forms have been tried, but the one that 
can effectually protect a smooth core dram armature does not 
appear to exist. Taking a general view of the question 
to-day, the wisest course to adopt in distributing power, 
where lightning is troublesome, is to stow the drum armature 
away and adopt the inevitable at once, $e, polyphase 
machinery, with sunk windings or hole wound. Aperi 
from the lightning question, in any power distributing 
systenn in England there is a strong ЗЕ аы to hang on to 
continuous current and perfect the commutator (only a 
reformed reprobate at best), while our neighbours across the 

nd have thrown it out altogether, and have their shops 

ed with orders in consequence. No worthy reason can 
be advanced for this slowness. 


80 long as our engineers persist in connecting up the alter- . 


nator coils for si “ри and then spending golden days 
at the infernal teak making motors to suit, so long shall we 
be at the tail end of The time and money might be 


better spent in fighting out the patent right, seeing that we 
are legally supposed to be fenced in and the neighbours 
raking in the harvest outaide. | | 
Electric lighting will soon form only a fractional part of 
electrical work. Tramways will make enormons headway, 
and when the possibilities of electrical traction become 
generally known, the busy railways must, and will, be 
operated electrically. To-day the cost of copper and trans- 
forming stations for a 500-volt collection would make the 
would-be promoter’s hair stand om end, but necessity will 
provide a better system; and here lies the crux of the rail- 
way problem—one rather too large for consideration at 
resent. 
: The railway can become a duct of power and light, and 
the owner of the cotton mill by the wayside will cast out, the 
boiler and engine and put in some motors, “ because it is 
cheaper." | | 
These prophetic remarks some may disagree with, bnt 
calmly work out the 5 of a power station at the 
it's mouth, with modern automatic ooal-handling gear, and 
lf-a-dozen marine engines of about 5,000 Н.Р, each and a 
80,000-volt transmission, it will then be clear that such 
is pcasible, and must be cheaper than conveying coal to 
the various points. In other words, it is cheaper to send 
the power along the wire. | 
this is recognised, the sooner the problem is tackled 
the better, or Uncle Sam and others will demonstrating, 
just as in the case of the tramway, In faot, Uncle Sam is at 
it already. 


MECHANICAL DRAUGHT. 


THOUGH, perhaps, open to the charge of special pleading, the 
publication by p^ Sturtevant Company of anything upon 
the subject of mechanical draught will command attention 
as representing the experience of makers of fans who have 
had a considerable experience in schemes of draught. Chimney 
draught, or so-called natural draught, is, prima facte, at fault, 
or it would not be found so often supplemented. For many 

ears assisted draught was мру ешш draught helped on 
by other means, but now the chimney has come to be looked 
on in the light of an expensive superfluity. Artificial 
draught is made variously by steam induced air currente, by 
blowing engines and air compressore, and by fans, exhaustere, 
and positive rotary blowers. The Sturtevant оса object 
to all except the centrifugal fan, which to-day is the acce 
substitute for the chimney, and it may be applied in two 
ways, either to give a plenum b поша air into 
a closed boiler room or a closed hearth pit,or by exhaust- 
ing from the outlet end of the furnace, and merely a low 
chimney is required to deliver the gases at some height 
above floor line. Such was the system first, we believe, em- 
ployed in England at the factory of Sir Henry Edwards, 
near Sowerby Bridge, in Yorkshire, Fans were placed at 
the back of each boiler which delivered air to a chimney 
only as high as the mill, The arrangement was said to have 
been due to a nal quarrel and litigation over a chimney, 
Sir Henr finally deciding he would have no Ош, With 
the cl ashpit system there is a tendency to blow flame out 
of the door, and obviously some chimney action is a 
to prevent this. Hence the use of double fronts in marine 
practice which serve to keep back the flame, and, of course, 
the air blast ought to be automatically stopped when the 
door is opened for stoking By this system the air may be 
heated by means of the w gases, an arrangement not 
practicable with the closed stokehold system. The er. 
Dania showed an economy of 18 per cent. per day and 
a shorter voyage by 5 per cent. when fitted with fans as 
below :— 


Conditions. Days run. Knots speed. | Coal per day. 
Natural draught ... 17:00 750 9:76 
Forced draught... 16 21 768 7 75 
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The closed stokehold system is usually impracticable on 
land, and chiefly useful for naval purposes when ordinary 
steaming can be performed on natural draught, and the 
forced draught is used for emergencies to maintain high 
power, during an engagement for example. In the induced 
system, which is the most easily applied because it involves no 
change of arrangement, the fan can simply be placed in the 
fine to the chimney. Its leakages are always inward. Mr. 
Blechynden is quoted to the effect that with ordinary good 
arrangements a fan draught enables the steaming power of a 
boiler to be increased safely by 80 to 40 per cent. for con- 
tinnous work, and by 100 per cent. for short runs, and this 
may be secured with a smaller fuel consumption per H. P.. 
probably because the better draught permits of thicker fires 
and reduces the excess of air. Inferior fuel may also be 
employed, and we have known considerable economies to ba 
thus secured. Equally important is the elimination of all 
weather conditions which sometimes put a stop to work. 
Fans may be large or small, as necessary to location, speed 
by inversely as size, and they may be of cast-iron or sheet 
steel. 

It is recommended that as far as possible the fan driving 
nower should be independent of other sources of power. 
The fan should have its own independent engine direct con- 
nected where possible, as usually it is with large fang. 
Induced draught by fans seems to be almost a necessity with 
garbage destructors. Thus at the Shoreditch destructors 
12 cells, each of 25 feet square feet of grate area, heating 
six water-tube boilers, are blown on the closed ashpit system 
by three motor-driven fans of a capacity of 8,000 cubic feet 
per minute. They deliver by undergronnd duct to the 
ashpits at a pressure of 3 inches of water, and they draw 
their air from the sewers, and to come extent from the space 
above the celle, where otherwise the men engaged dumping 
the rubbish would find the heat unbearable. 

With a chimney, a certain temperature of the waste gases 
is an absolute necessity. With a fan there is no heat 
required, and where a fan is employed it is only reasonable 
that the waste gases should be cooled much lower than they 
ought to be with a chimney draught. The problem for engi- 
neers who employ fan draught is to secure this reduced waste 
temperature. With a better draught and properly arranged 
thicker fires on perhaps shorter grates, the excess of air 
admitted to a furnace will be reduced, and the furnace 
temperature will be higher, so that even the same final 
temperature will re nt a leas proportion of the initial 
heat, or, in other words, the final temperatures with and 
without fan may be alike, yet with the fan the weight of 
escaping gas may be only two-thirds or three-fourths of 
what it was without the fan. This itself means a large 
saving but with lessened temperature as well the economy 
will be even greater. "Waste temperature may be reduced by 
. using the gases to heat an air trunk to carry air to a closed 
ashpit where such a system is possible, and there are many 
factories where steam js used for heating drying stoves that 
could as well be worked from the heat of the waste gases 
either passed directly throngh pipes, or perhaps better used 
to heat sir to be blown into the drying room by an 
independent fan. 


ELECTRICAL SHOP TRANSMISSION. 


Іх a recent paper by Mr. Dimick, read before the Chicago 
Electrical Association, attention was chiefly confined to a 
description of a plain two-wire 220-volt system with motors 
belted to line shafting in the various departments. Other 
systems used to some extent in American practice are the 
220-volt three-wire and the 500-volt direct and alternating 
Byrtoms. | 

The author refers to the use of separate motors to each 


machine requiring power, but while this may be the most 


economical as regards power, unless the motors are needed of 
at least 5 H. P., the first cost is prohibitive in moet cases. 
For 5 H.P. motors, however, it may be employed, seeing 
that motors can be purchased at per horse-power. 

The two cases which usually come under an engineer's 
attention are the changing of the belt or rope driving of an 
existing shop, and the equipment of an entirely new shop, 
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which is, of course by far the easier problem. The first 
case is often complicated by the necessity of avoiding any 
stoppage of machinery during the change, and this demands 
a good deal of ingenuity and scheming. The great question 
to decide is how much power does each section i 
what will be the minimum, maximum, and average leads, 
and what allowance is needed for future extension. Often 
mere assumptions must be made, and on this point we think 
much might be done with tran«mission dyoamometen, 
instruments for which there ought to be a considerable de- 
mand. Assuming that the various powers have been decided 
pon, the author states what is the practice in modern power 
plants with regard to the size of generator to be employed. 
Units are to be as large as possible, with one in reserve, 
especially if the day be of 24 hours, and it will usually be 
practical to have a small unit of 50 or 100 kw. for periods of 
small load and for overtime. | 

Besides the usual switchboard ontfit there should be a 
recording ammeter or wattmeter in series with the bus bars, 
and a recording voltmeter. Distributing switches should be 
of ample capacity to provide for futures. An ammeter on 
each circuit is desirable, as it will save many future tests. 
There shonld be provision for ground test through the volt- 
meter. Cables from the generator to the board of not over 
800,000 circular mils cross-section are easy and convenient 
for use. They can be doubled, trebled, or quadrupled, if 
needful, in parallel, and are cheaper to put up, and une les 
copper than larger cables. They should be lead covered 
between the board and generator. 

The most expensive, and by far the best system of 
feeders to distribution circuits, are the lead covered oable in 
iron pipe, or in iron armoured conduit. The objection is the 
difficulty of tapping a circuit, but the cables are safe from 
injury, and from sagging and loops. 

The terminals should be sealed or soldered into the 
fixtures. With lead-oovered cables, a large sleeve is wi 
onto the end of the cable and filled with a compound 
will not run out if the end is pointed downwards. 

For sub-division there is needed a switch and a plug 
fuse for each motor circuit on each floor at the janction with 
the main riser or feeder. The switches may be dispensed 
with—they are oost!y—bat the fuses should remain. Fig. 1 


FLOOR 


PLUG FUSE 


Fig. 1. 


shows the arrangement of boards on the floors, while fig. 2 
shows a branch block to be used on the ends of sub-feeders 
from the boards where more than one motor was required. 
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It ought to have a plug switch or fuse, and a fireproof 
cover. 

The motor-starting apparatus ought to bs alike all over 
the system. The switchbsards should be of slate and 
uniform in size, and should carry a switch, a fuse, a starting 
box or rheostat, pilot lamps and ammeter, which is worth its 
cost,.even if not absolately necessary, for it shows when the 
motor is overloaded. The chief item is the rheostat. 

There are two good rules. Put in a motor big enongh 
to do the work without over strain; use a good auto- 
matic starting rheostat ;” on these two depend the success of 


a motor transmission; say there are 100 or 150 motors in 
operation, and as many starting boxes, all the rheostats 
must return to the starting point of the circuit breakers 
open at the generator. 

An aatomatic rheostat means, properly, one that will open 
the armature circuit as soon as current ceases to flow, and 
make it impossible to start again until all the resistance is in 
the circnit. Lately, overloads have been included also. A 
good rheostat onght to be thoroughly fireproof ; the resistance 
steps should be proportioned to avoid injurious ee at 
the switchin каты or allow too great a difference of 
current to flow before the armature is up to speed; the 
segments should be large and massive; the contact arm easy 
to work, and the contact piece itself ought to be the point 


of wear and tear, easily removable and оар: The seg- 
ean 


ments and moving contacts must be kept and free 
from burned spots. | 
The antomatio part is usually a magnet to hold the 


contact lever in position when the resistance is all out, and 
when the circuit opens from any cause the lever is thrown 
back to starting position by а spring, or by gravity. 
Another magnet, or the same one, performs the same 
ion for an overload. These magnets are in series 

with the field, in series with the armature, or across the 
feeder terminals. The common troubles are the failure 
to act when it should, or it acta when it should not, and 
the barning of the segments or contact. Minor troubles 
аге the burning out of the resistance coils or magnet 
spools, spring b ев, screws loose, contacts overheated, 
&c. There is a field for the rheostat that will perform 
ita duty as above, and be free of half the troubles named. 

Motors for steady work should have a 10 per cent. 
margin. Motors for a heavy load of a few hours, and a 
light, load for the balance of time may b2 15 per cent. 
--; over size. Motors rapidly changing from no load to full 
load; or reversed often and quickly, must be 20 to 25 per cent. 
larger; large liberal allowances will soon pay for themselves 
in repairs, especially in commutators and the waiting for new 
ones to be put in. Then there is always room for more 
machines in every large factory, and they ought to be pro- 
vided for in a margin. | 

When completed, tests should be made to show where 
improvement is possible. Every machine can be tested as 
regards the power it consumes, and on this point we think 
engineers generally might tabulate any useful data by giving 
the power absorption of all machines they can indicate. 
Such information is very much needed. There is very little 
real knowledge of power absorption outside the textile 


mills, and there only with the addition of shafting, so 
many spindles going to a horse-power. Engineers’ 
machinery, grindstones, grinding mills, cement grinders, 
and all manner of machinery in general trades are run very 
much on guess work. This is not as it should be. 

No one seems to really know how much power it requires 
to ran even a railway carriage, or, if known, those who know 
stick to the information. 


CORRESPONDENCE. 


Re Nash’s Patent. 


In your issue of May 27th you give а notice of the decision 
of the Comptroller re the Electrolytic Compeny's opposition 
to the grant of Nash’s patent. As the terms in which the 
notice was made would convey the idea that the opponents 
had succeeded against us, we send you a copy of the Comp- 
troller's decision, and copy of Nash's specification will be 
sent by our agents, Messrs. G. F. Redfern & Co., from these 
you will see that the decision is entirely in favour of Nash’s 
patent. The word ordered to be struck out, and the disclaim- 
ing clause, do not interfere in any way with the construction 
of the apparatus. 

So far from being a copy of any other patent, it has 
distinct advantages on any other apparatus for this p 
The deposit is very ductile—a result which has not hitherto 
been obtainable. A substantial deposit is made in one-third 
the time in that taken by the opponents; it is much more 
convenient to use, the container being lifted from the vat 
without the use of ropes and pulleys, and, by using a duplicate 
container, the apparatus can be kept continually at work. 
By the use of specially made insulating material in the con- 
struction of the container we avoid the deposit of metal 
upon the apparatus, this being a decided advantage over the 
opponents, 

To sum up the advantages of this apparatus we would 
claim :—a better deposit, convenience in use, and economy in 
time and: material. 

Kindly give thia notice of correction in your next issue, 

W. Canning & Co. 


Lumford Mills, Bakewell. 


Doubtless your paragraph with reference to our firm 
having purchased the above mill was inspired from some 
local paper. The facts are as follows:— We obtained an 
option of purchase of the mille, which we afterwards trans- 
ferred to the D.P. Battery Company, who are now the owners 
of the mill. As there is 150 H.E. laid on from two 
pare ирне, а 10 a ete c on 

ensing engine, we have little dou t com ill. 
shortly be producing accumulators at a price whiol has 
hitherto been considered impossible for first-class work. 


Drake & Gorham. 


ELECTRIC ELEVATOR INSTALLATION. 


AMEBICANS shout so much over their performances which, when 


ever 
enter the mouse ladder as it is found at, say, the Mansion House 
Chambers, he would become hopelessly insane before he reached the 
fourth floor. In America tall buildi and rapid elevators have 
acted and re-acted upon each other, until the one has grown out of all 
reason and the other has become a very perfect piece of агаа Д 
Stairways in an American office building are there, but are y 
used. me idea of the business in elevators may be gathered from 
the Engineering Magazine, wherein Mr. P. R. Moses states there are 
more than 6,000 in 3 city of New York alone, айс о -— over 
500,000 tri , and carry more passengers the ways 
or the стад а садо combined. Our author considers that 
the new electric underground railways of London will oon- 
centrate business in London in the same way as it has done 
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in New York, and lead to 12-floor buildings in spite of the building 
law. While we do not think the author can bave appreciated the 
different oonditions of London and New York, and the ithat the 
concentration of New York business is not likely to be paralleled in 
London, we do entirely че that there is room for an entite change 
in the London system. London, office PELE DES are much too 
small, and their arrangement is of the worst. The building we have 
referred to is an aig of thorough badness; it is also an example 
of one large enough if properly arranged to afford at lease three rapid 
elevators. London office buildings are badly worked, in fact, there 
is no working at all about them. An ideal office building is warmed 
and lighted, fitted with a centrally-controlled elock, and supplied 
with at least one elevator for each 75 rooms, under charge of an 
attendant who is there when wanted. Compare this with Leaden- 
hall House, with its slow service and minutes of waiting, and it is 
easy to see why upper floors in London bring such small rents, while 
in New York they bring in practically as much as the lower 
floors. The future elevator will be electrically operated. Elevators 
are machines demanding severe mechanical conditions to be fulfilled. 
They attain a speed of 600 feet a minute in about five quarter 
seconds without a jark, and they decelerate cqually quickly. They 
must be safe. They have the enormous advantage that they always 
have a clear road, and can be fully open for inspection. senger 
elevators of high speed vary from 300 to 700 feet per minute. Below 
150 feet is considered low speed. Freight elevators do not exceed 
300 feet. Three types of electric elevators have been perfected. One 
is the device of a screw and multiple sheaves, the screw takiog the 
place of the ram of the hydraulic Otis lift, and the cage hanging 
upon the single fall end of the rope, which is wound round the mul- 
ple sheaves. 

The seoond type embodies the double worm gear drum, and the 
third type is that of the single worm gear drum, the second variety 
having the advantage over tbe third in the well-known balance 
effects of the double worms. Each of the worm gear types bas the 
motor on the worm-shaft, the worm operating a large worm-wheel on 
the rope drum. Motion is arrested by removal of Ponens and 
by b on the motor-shaft, or by closing the motor circuit through a 
resistance, and causing work.to be done by the car through the motor. 
The screw type, which was contrived to imitate the Otis type, 
raises the cage by power, and lowers it by gravity. Ball-bearing 
nuts are used on the screw, and tho multiple sheaves multiply the nut 
travel about 10 times. Та а 200-foot building the nut must, therefore, 
travel 20 feet on the serew.- Whe conditione to be filled are very 
various, and depend on the kind of work and the space available. A 
small available space may be utilised by high speed machines and 
skilled attendants. Apartment houses, with women and children, 
obviously require different treatment from a busy office building. In 
smallbuildings the power to be used becomes a question, if available 
фт aii 6 f a building affects the type of t 

Again, the heating system of a ects the engine to 
be employed. Safety isthe primary requisite. Hence there must be 
safegu agaiust dropping, should ropes fail: against excessive speed ; 
against all sorte of conditions of overload, and for automatic arrest cf 
motion at the limits of travel. All parts of vital importance, as the 
ee lines, &c., must be of far excessive strength, which 
coste little. 


One system of control allows of speed being varied by the atten- 
dant in the car; the second does not, ex for starting or stopping. 
The first method is secured in two ways: by a pilot motor operating 


to vary the resistance on the main circuit, as in the Sprague system, 


with an inverse variation in the motor field strength; the second, 
by the Leonard or variable voltage control, where each motor has a 
separate generator, and the car speed varies in accordance with the 
electric pressure in the generator, this being determined by a resist- 
ance in series with the small field current, and is adjusted from the 
car. The Leonard system is employed only on worm gear machines, 
and could not bs operated em acrew machines. The system of 
varying voltage is an ideaf eng for start and stop, either from the 


economy or comfort standpofet. On the other band, from the point 


of total economy, the rheostat control is advisable, because of the 
continuous operation, and the first cost of a separate generator for 
each machine. The on of fime during w the car is 


, moving rarely exceeds five-eighths, and generally falls below one-half 
the total nominal bours of work. Each must be sufficient 
for starting loads, and therefore runs at a low efficiency. Data of 17 
elevators picked at random from 100 tests show speeds of 60 to 450 
feet per minute; maximum capacity 1,500 to 3,000 Ibs. live loads from 
а minimum of 150 to a maximum of 1,600 with an average 
of 593. In a tall office building the average load was under 
a seventh of the maximum, and even where elevators were worked 
to their fullest capacity the average load did not exceed a fifth of the 
maximum. ' 

Applied to worm-gear machines, the system of variable voltage 
is shown to be less economical and simple than the rheostat control, 
bat is superior in smooth starting and operation. In low speed 
buildings, where variable speed is not essential, а solenoid control 
answers well; it may be operated by electricty from the car, or the 
бирре rope and wheel imay be used to close switches, and operate 
а brake. 

House elevators have automatic control, and inclade push buttons 
on each floor, to bring the car to the landing; automatic locks to 
hold the doors till the car is there; door switches to prevent move- 
ment while the door ів open, and a means to prevent the car being 
called by more than one person at a time. Spring and trigger 
actions are to be avoided, and positive action substituted. An 
important branch of control is the car stopping which has to 
operate under such various conditions of load and speed, and where 
loads are heavy, the car ought to perform work, and a device for this 
is necessary to easy operation. For high-speed machines the car 


must likewise do some work on the brake band, as -well as electrically 
by short circuiting. 

The use of brakes with worm gear depends upon the variety of 
worm. Low pitched threads, of course, will not start under car 
pressure, but coarse pitches will reverse, and a brake must hold the 
car or it will run the worm. With fine pitches the brake becomes 
simply an emergency stop. The flat pitch worm is less economical, 
but has the added element of safety. The question of counter- 
weight is important, and theory shows that a minimum of inertia 
must be sought. The carshould in practice have a fourth to a half 
more downward force than the balance weight. On drum machines 
there may be two weights, one on the car of two-thirds its weight 
unloaded, the other on the drum equal to the unbalanced weight of 
car and to the av load. In high buildings a variable counter- 
weight attached tothe balance and to the carto balance the rope 
variation may be used in the form of a chain hung to both car and 


ce. 

In high speed service a car must never be over-balanced, the 
excess counterweight system is at fault and should be abolished, for 
in case of accident, the ropes are sure to break when the car is at the 
top and drop the car, if safety appliances fail. Counterweights may 
be arranged to move at half or a third the car speed. This reduces 
inertia, and reduces the cost of the weight guides and ropes. A useful 
speed is that which in any building will make the round trip without a 
"or in half a minute. This is a good rough approximation, and may be 
modified to suit exigencies. Special elevators for upper floors only 
area doubtful success. Call pushes at the varions floors and car 

ition indicators help the service speed. In high buildings the 
inertia, due to hig speed, must be met by strong cables, fixed 
limits of travel, and underbalanced cars, with slow moving counter- 
weights, conditions only filled by hydraulic or screw electric machines, 
and not at all suitable for gear drum machines, which cannot accomo- 
date triple ropes on the drum. 

With the screw and ball nut there are multiple sheaves on the not, 
the rope from the last sheave going to the bottom of the counter- 
weight and to the sheave of the weight, other ropes pase to an 
anchorage at the building top, and to the overhead sheaves of the 
ear. An interval of one second, with the screw making 250 turns 
per minute, would carry the car 8 feet 4 inches, with a 20 to 1 multi- 
plication, Any higher speed must be by increasing the of 
screw. Worm gear drum elevators are all right ow 350 feet 
velocity per car. They are accorded little cars in residences, apart- 
ment houses, or sidewalk hoists, and must be self-oiling, have self- 
cleanin g switches, enclosed motors and parts, and arc arresters. All 
types of elevator require strength, s Шон commutation, ventilated 
armatures, carefally secured lugs and winding, no sharp corners, fields 
variable and balanced, and they ought not to be highly speeded. 
Hoistways should be akylighted, fireproof, and with screen below 
overhead machinery. There must be a space above and below as a 
safeguard against slip or stretch of ropes. 

With worm-gear elevators in numbers, descending cars help to 
raise those rising, and economy results. 

Elevators are more cheaply worked by electricity than by any 
other means. The power per car-load in office buildings varies 
from 2 kw. hours, with overbalanced worm gear, to 4 kw. hours with 
unbalanced screw. Central station costs, of 10 cents per Н.Р. hour for 
small, to 10 cents per kw. hour for large consumers, are $3 to $10 for 
residences, $10 to 820 for apartment houses, $15 to $40 for loft and 
small office buildings, and $40 to $60 for tall office buildings, per 
month. To the question of safety, the answer is that no has 
been killed outside their own fault. No electric elevator has fallen, 
and they run in most unsuitable places for machinery. 

Burely, in London, where there is such an outcry for the day load, 
meng might be done to get electrical elevators to work, even in 
euch dings as do exist. But we wonder continually tbat our 
architects have absolutely no ideas as to the conveniences and ures 
of buildings. Their one idea is to present something that will look 
well from the street—we don’t say they even do this ; bat they cer- 
tainly are destitute of all internal ideas, and in this respect they 
ought to study America. One need not go up 12 floors or even eight. 
A properly designed six-floor building would provide double the con- 
venience of an existing London office building. Why has London 
not absorbed the desk room idea. In New York s man hires simply 
desk room in а building as big as a bank. He has room for bis 
desk, a safe, and has the use of all conveniencies and a good address 
for money that would only rent a poor room out of sight in a dirty 
corridor np a back flight of London stairs. We have much to acquire 
from Americans in this respect, and the elevator is what is wanted 
to secure this end. Once get a large number of elevators in London, 
and the rebuilding or internal remodelling would be bound to follow. 


THE CHELMSFORD SHOCK FATALITY. 


Ат the inquest held at Chelmsford on 23rd ult. into the death of 
Edward Fell, of the Chelmsford Electric Lighting Company evidence 
was given to the effect that deceased had been in the employ of the 
company since they first undertook public lighting eight or nine years 


ago. : 

Enxxsr GARBARD, an articled electrician at the arc works, said 
that on the morning of the 21st ult. about a quarter past ten, he was 
with the deceased in Conduit Street. He was going to switch off & 
transformer, and witness assisted him to remove a lid from а surface 
box. They took the lid off, and deceased got down into the pit. 

The Coroner: When the lid was ор, the current wou 
running ?/—WrTNESS: Yes, unless it was switched off at the works. 
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Is it possible to switch off the current in the pit ?—No; only the 
Did you receive any instruction that morning at the works as to 
where you were to work ?—No. 

Did deceased tell you that the current was running, as he had not 
switched it off?—No; we knew it was charged. 

Where would he switch it off ?—In the engine room, on the switch- 


When you go to these boxes, whose duty is it to switch off the cur- 
rent ?—The switchboard man, but if he is not present the man who 
is going on the circuit would switch it off, place a ticket on the board 
90 words on circuit upon it, and then sign bis name in a 

What happened when he got into the pit ?—He switched off the 
transformer. This means that he cut off the current between the 
transformer and the private houses, but that the current between the 
transformer and the works was still running. 

Was there anything to show that there was current running 
between the transformer and the works ?—No; but the transformer 
was humming, and he knew it was on. | 

Had he eaid anything about turning it off before leaving the 
works ?—It was not necessary, as we were only going to take off the 
secondary wires; and, for that 1 the switching off of the trans- 
former has the same effect as if the current is switched off at the 
works. I do not think that he thought anything about the switching 
off until he got to the pit. 

‘Was he in the act of switching off the transformer when this bap- 
pened ?—He had already switched off, and, as far as I could see, 
was coming out of the pit when his right hand accidentally touched 
the wire. He did not catch hold of the wire, but simply touched it. 

And he was accidentally killed ?— Yes. 

The wire was charged to the extent of 2,000 volts ?— Yes. 

Is it usual for men to work in these pits when the current is run- 
ning through them ?—If a man goes to work in a pit, he knows which 
circuit he is going on, and he switches the current off at the works 
before going into the pit. 

Did you hear deceased give anyone instructions to have the current 
switched off that morning ?—No. 

Has he worked in the pit before with the current ?—Yes. 

Is it a rule to work in them when the current is on?—It is a rule 
that the men should not go into a pit when the current ison. They 
have no right to touch the “ leads” at all. 

The man had no right to work in this pit with the current on ?— 
Certainly not. 

Replying to farther ачз Wrrmmss said the men who worked 
in the pits were supplied with rubber соте and boots, and also with 
a written notice stating '" No one is allowed to touch wires carrying 
high-pressure currents, except in cases of emergency, and then only 
еа з сагои rubber gloves.” Deceased was not wearing gloves оп 

у. 

Do you know why ?—Because һе had no intention of going on the 

high ig pe circuit. i : Т 

ow large are these pits ?—Some are very large, but this опе is ve 
small. It was never intended to be a transformer pit, but he nies 
transformer into it. 

A Јовов: Ате the wires protected in any way ?—WrrmEsS: They 
are insulated. 

How was it that when he put his thumb upon it this insulation 
did not act ?—Simply because the current inside was at such high pres- 
sure, and I think the cable was damaged by the wet. He no 
gloves on. There you аге! 

Do you think that if he had had gloves on this would have 
happened ?—I do not think so. | 

А Јовов: If he had touched his leg the wire do you think 
the effect would have been the same ?— Wrrxzmss : I think so. 
| = o ито supposed to be safe rag tag eared 
— WITHESS : ; ; the contractor them ut we 
won't take the risk Dm 

Was it damp when he touched it ?—Yes, it was wet, and the ground 
was damp. had a great effect upon it. 

Mr. DurFIBLD (representing Messrs. Crompton): Is it necessary 
for a man to get into a pit at all?—WrrxESS: Not in this case; 
but I think this is the only one of its kind. | 

Mr. Gray (representing the widow of the deceased): If a man 
is not going to touch the high pressure wires he will not wear gloves? 
—WiTNESS: No. 

Are there any printed regulations dealing with these secondary 
wires 7— No; they are not necessary. 

Then he did n out of the usual that morning, a from the 
accident of touching the wire ?—Nothing out of the b 

Was this transformer a temporary arrangement ?—No; but the 
река Ре Oak is being constructed to abolish all these wretched 

р 

The present little pit with a transformer is not considered satis- 
factory ?—No, I do not think so. 

The CoBONER: In your opinion it is not satisfactory ?—I am not a 
judge; but ifa man is to be killed as easily as that, I should say it 
not satisfacto 


ry. 
In reply to further questions by Mr. Gray, Wrrexss stated that on 
Saturday morning deceased received instructions from Mr. Entwistle 
to remove the hoarding which had been erected over the pit at the 
Royal Oak corner. 

Hr. Dorruostp: The removal of that hoarding had nothing to do 
with this accident ?—Wrress: Yes, it had, because in order to re- 
move two lamps on the hoarding the transformer had to beswitched off. 

A Juror: Did Fell know that the wet was so great that it would 
make the wires dangerous ?—Oh, yes. : 

Yet he went into the pit ?—Yes. 

Do you consider it was his own neglect that brought him to his 
death ?—Yes. | 


А Juror: Has Fell over been sus ed for a week for not wear- 
ing gloves?— WrrNESS: Not to my knowledge. 

Not after his last accident ?—Not to my knowledge. 

In reply to another juror, Wrrurss added: If the pit had been 
larger I could have got down and knocked him off the wire, but it 
would have been of no use. Iran over for James Brown, and we 
lifted him out. 

Mr. Gray: What reason have you for saying that his death was 
caused by his own neglect ?—That is a very hard question to answer. 

You have told ue that he did nothing out of the usual way, and 
that the touching was an accident. Where was the neglect ?—Going 
into a pit in which there were high tension wires without gloves. 

But you told me that it is not usual to wear gloves when a man is 
only going to touch secondary wires ?—That is so. 

en it is not true to say that there was any neglect ?—No. 

These wires being guaranteed insulated, you would not expect a 


shock ? —No. 
A JUROR: I have seen the man down this pit several times. It is 
ife out of his pocket 


so small that I do not think he could take a 
without touching the side with his elbow. 

The Совонив at this point announced that he should not conclude 
the inquest that day, and that, after hearing the doctor's evidence, he 
should оп in order to give the Board of Trade an opportunity of 
being presen ' 

Dr. BopkrN stated that when called to the deceased he was quite 
dead. Witness examined him and found an injury to his right hand. 
The thumb, together with a portion of the joint, had been what he 
might describe as blown away—burned off. There was a tracing up 
the arm where the electricity had apparently gone, the skin being 
takon off just as one would peel an onion, Death was due to shock, 
and had been, he believed, instantaneous. 

The Cogomza: Did the shock go to his brain ?—Wrrnuss: No; I 
think it went through his body to the earth, and so interfered with 
the heart's action. 

The inquiry was adjourned till Thursday, 26th ult. 


When the inquiry was resumed the Совомив said: Since our last 
meeting, I have communicated with the Home Office with regard to 
this matter, and their inspector was down here just now, but he 
considers that it is not a matter that comes within his department. 
I understand that Major Cardew has been down and made investiga- 
tions for the Board of Trade. Therefore, if he considers it а case 
which he ought to advise the Board of Trade to afterwards take up, 
he may do s0; but we shall have no one here from the Board this 
afternoon. | 

WILLIAM ENTWISTLE, engineer to the Chelmsford Electric Lighting 
Company, said that he superintended the running at the lighting 
station. On the Friday evening he gave deceased instructions to 
remove the hoarding around the work which had been going on near 
the Royal Oak Inn. Witness knew that there was а wire on the 
hoarding which it would be necessary to remove, because he ordered 
it to be put on. Deceased placed it there himself a fortnight before. 

The CogoNzR: Was it necessary to switch off the transformer in 
order to remove the wire from the hoarding ?—WrrBESS: It was not 
ner and Fell switched it off for his own convenience. 

Then it was not absolutely necessary to switch it off ?—Not neces- 
sary at all. Could the wire be removed with perfect safety without 
being switched off ?—Yes, with perfect safety. 

Was there any necessity at all for the deceased to get into this 
pit on this particular occasion ?—There was no occasion for him to 
get into the pit to switch off the transformer. I do not know 
whether he any other reason for getting into it. 

P irc he have carried out his work quite as well without doing 
во ?—Yes. 

Can you tell us the size of this pit? Is it an or -sized pit ?— 
Ít is one of our smaller pits, and the approximate dimensions are 
2 feet 6 inches х 2 feet. 

A Juror: Inside the pit is only 21 inches x 96 inches. 

The Совоиив: Have you ever had occasion to speak to the deceased 
for doing any work without wearing gloves ?— WrrTNESS: I have never 
had occasion to do во. | 

Have you ever warned him ?—I have admonished him. I do not 
mean that I have ever caught him handling wires without gloves, but 
I have warned him against touching them. 

Are these wires Pu posee to be safe?—If the wires are in a 
thoroughly sound condition, they should be quite safe when charged, 
even if touched without rubber gloves. 

Is dampness likely to make them dangerous?—When the rubber 
insulation is sound it should not make them less safe. 

Are you of opinion that this small pit was safe to work in?—It was 
not safe for any man to workin. I should forbid any man on the job, 
barring Fell, to get into the pit. 

Owing to the smallness of it ?—Yes. 

I erra you mean by that that Fell wasthe most experienced man 
you )— Yes. As foreman it was his place to forbid anyone to get 
into this pit without his permission. | 

You are of opinion that he was aware of the danger he was running 
in going into 162—1 am certain he was. 

you form any opinion as to what possessed the deceased to get 
into the pit ?—The only reason I can think of was to have a look 
round the pit and inspect it, to see whether it was wet. It was 
usual for him to inspect the 9 after wet days to see if there was 
any water in them. To do this it was not absolutely necessary that 
he should get into the pit, but he could inspect them better by getting 
into it. f 

Replying to Mr. Gray, Wrrness stated that it was not usual to 
switch off the current merely for inspections, but such inspections 
would not include the handling of wires. 

Mr. Gray: Then the getting into this pit was the correct thing to 
do?—WiTNESS: As an intelligent workman he should have thought it 
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was not the correct thing to do, and if I had been there I should 


have warned him against it. 

Have you not been in this pit dozens of times ?— Yes. 

When the current was on ?—Sometimes. 

Therefore you would not think it a foolhardy thing to do?—No, 
but an unwise thing. 

Yet you have done it dozens of times ?—Yes. 

There is plenty of room to get into the pit without touching the 
wires ?—Yes, if they are properly adjusted. Fell had put in some 
new cables about a week previous, and left them in such a manner as 
to be almost d rous. 

Reply ing to Mr. DurrFIELD, Wrrurss stated that he had known 
Fell for some time, but he did not think he was a careless man; he 
was a very fearless man. He had been a sailor, and was in the habit 
of doing things on the poles which witness would not attempt. 

Wrrurss, continuing, stated that deceased had an accident about 
four years ago, and after that he was more careful fora time. It 
was im for deceased to touch the high tension wires without 
gloves, witness did not think that he did so deliberately on the 
morning of the accident. It might have been done under some 
sudden impulse. 

Mr. DurFIRLD: Was the getting into that pit dangerous? — 
WrrTNESS: I consider it was, in the condition it was in that morning. 

Was Fell in a position to know that? — He did know it: I am 
sure of that. 

A JuBOR: Would the damp make the electricity pass through the 
covering of the wires?— WrrNESS: Damp will not affect the covering 
if the rubber insulation is sound. 

Do you think he touched a bare wire ?—He touched a piece of 
wire which was imperfectly insulated. The insulation of it had 
been weakened by water. 

A Јовов: Had the deceased made some temporary joints ?— 
WirNESS: Yes, and they were defective. 

And it was by touching one of these joints which he had himself 
made that he met with his death ?— Yes. | 

The Совокев: Do you think that the joints were unsatisfactory ? 
— WITNESS: Yes. 

JAMES Brown, a labourer, in the employ of the company, eaid: I 
had been working in the new pit near the Oak Inn with the deceased 
and aman named “Sonny.” The deceased went across to the new 
pit. Shortly afterwards Garrard ran to me, and said. Where is 
Bonny? Teddy has gota shock.” I went across at once, and saw 
the deceased lying at the bottom of the pit with his thumb touching 
one of the leads. Sparks several inches long were running off his 
thumb. I knocked his hand off the wire, and pulled hold of his coat 
and lifted him out as soon as I could. 

Mr. BENNBLL: Had Fell had a shock the day before ? Wrr- 
pied : I have heard that he had one the day before, on the Baddow 

The witness GARRARD was re-called. He said that when the de- 
ceased received the shock he had hold of some leads in one hand, and 
in some way the other hand came into contact with the high tension 
lead. Whether this was done accidentally he could not say. He 
could not understand how Brown could have knocked deceased's 
hand off the wire, and thought that what Brown saw was the instal- 
lation on fire. 

Mr. A. H. Porr, the chief engineer of the company, said deceased 
was an excellent workman, but was very careless in his work, and 
witness had had to caution him lots of times. He had not, however, 
caught him doing anything absolately dangerous for some years. On 
one occasion he saw him handling wires with gloves that were so wet 
that sparks were crackling down the back of his hand, and on another 
occasion his hat touched a wire, and sparks crackled all down his 
back. Deceased merely eaid that he felt queer, and witoess told him 
ty get away from the wire. The pit in which deceased was killed 
was one of the first two erected in the town, and was passed by 
Major Cardew before it was used. 

plying to Mr. Gray, Wrrurss stated that he was surprised to 
hear that Fell had been in the pit, even to inspect it, when the 
current was on. He did not know that Mr. Entwistle had also 
been in it; to get into it when 16 was wet was a very foolhardy 
thing to do. 

The jury, having consulted in private, returned a verdict of acci- 
dental death. 

Mr. DurrIBELD said the company were exceedingly sorry that this 
accident had happened. The deceased had been an excellent servant, 
and the company had trusted him, perhaps, more than they had trusted 
any other man in their employ. 

The Совохев said that, from what be had beard, Fell must have 
been an excellent servant, although he might have been a little too 
venturesome. 


ee 
BUSINESS NOTICES, &о. 


The Care of Steam Boilers.—Messrs. R. Hargreaves 
and Sons, 4, Richmond Terrace, Blackburn, are sole agents for 
Waddicar's improved patent for preventing formation of scale in 
steam boilers, and removing dirty waters aud sediment. It may be 
fitted to any part of the boiler considered most convenient. It is con- 
nected to the outside of the boiler by a pipe, which allows dirty water 
to be drawn from the bottom of the boiler at any time when working. 
The apparatus is constructed to allow of a rotary motion, which prevents 


the sediment adhering to the bottom of boiler, во that by the regular | 


use of this apparatus the formation of scale is entirely prevented, 
thereby maintaining the evaporative power and efficiency of the 
boiler. The apparatus has to three times a day, and one 
inch of water drawn off each time. 


Electrical Wares Exported. 
Win Емрма May 31s7, 1897. | WI ExpmaG May 31er, 1898. 


£ 6 £ в. 
Albany ... s e. 47 0 | Antwerp see 36 0 
Alexandria. Teleph. mat. 118 O Brisbane. Elec. fuses... 50 0 
Amsterdam .. 60 0 Buenos Ayres ... .. 24 0 
Bangkok (is .. 24 0 | Calcutta... - .. 70 0 
Berbia .. . 35 O,;OspeTown  .. . 193 0 
Bombay...  ..  .. 441 0 Christiana |.  .. 33 0 
Boston " .. 24 0 , Colombo "A * 811 0 
Bundaberg - 82 8 0 | Darban... T *. 211 0 
Buenos Ayres ... .. 522 0 | East London. .. 400 0 
ii Teleg. mat. 223 0 | Fremantle. Elec. {пев 50 0 
Calcutta... «x .. 250 0 | Geraldton sis *. 99 0 
Oape Town ..9,528 0 | Gothenburg . 59 0 
Colombo... .. 418 0 | Hamburg . 20 0 
эө ee 110 0 vro eee LAA] 15 0 
Demarara ace .. 20 Madras „ 16 0 
Durban Ч . 593 0 | Melbourne sin . 65 0 
East London . „ 537 0 Port Elizabeth ... *. 227 0 
Flashing ies 11 0 | Rangoon des 4. 44 0 
Fremantle уз ... 16 0 | Ronen ee *. 230 0 
Gothenburg .. 19 0 | St. Petersburg ... — 42 0 
Hiogo ... i. ... 26 0 | Shanghai we *. 2°86 0 
Hong Kong .. 12 0 | Singapore 1,292 0 
La Plata Ss .. 398 0 | Bydney ... s .. 85 0 
Malaga ... ding .. 23 0 Trinidad төз .. 21 0 
Malta. Teleg. mat. 38 0 Wellington .. 117 0 
Melbourne ius .. 207 0 | Yokohama as * 30 0 
в Teleg. mat. 387 0 
Paseages... Т .. 260 0 
Penang. Teleg. mat.... 65 0 
Port Elisabeth ... .. 2,564 0 
Rosario iss .. 200 0 
» Teleg. mat. ... 62 0 
tterdam w=. 12 0! 
А Teleg. mat. 31 0 
Rouen ... iss „. 40 0 
St. Petersburg .. 300 0 
Singapore “a *. 28 0 
Stockholm. Teleg. mat. 1,103 0 
Sydney ... sss .. 941 0 
Teneriffe. Teleg. mat. 290 0 
Trieste. Teleg. mat. ... 220 0 
Trinidad is *. 60 0 
Yokohama «vs .. 56 0 
Total ... £13,357 0 Total £4,010 0 
Foreign Goods Transhipped. 
£ d. £ s. 
Bangkok s 1,550 0 | Shanghai. Teleph. mat. 6 0 
Leghorn. Electric Trinidad. Teleph. mat. 56 0 
meters e 43 0 
Total £1,593 0 Total... © £62 0 


Change of Address,—Mr. R. Е. Yorke has removed 
from 51, West Regent Street to 48, West George Street, Glasgow. 


Electric Pumping Plant.—The Better Bed Coal 
Company, owners of the Fell Greave Oolliery, Huddersfield, have for 
some time experienced delays and difficulties in wo the coal 
owing to the flooding of the mine. To overcome these culties 
the company have ordered an electric motor and pamp to be fixed 
in the workings. The dynamo is compound wound, capable of ET 
ing 230 volts and 18 amperes at 1,050 revolutions per minute. It is 
driven by the hanling engine at bank, and is connected to motor and 
pump by a pair of 7/18 vulcanised cables at a distance of 400 yards, 
the motor being geared down from 1,050 revolutions to 60 revolutions 
by belt and pinion wheels. The motor is of the enclosed type, the 
lubricators being of the ring pattern. Dynamo and motor have been 
made by Messrs. Rosling & Appleby, of Bradford. The pump is of 
the double action and has been made by Messrs. G. and 
Co., Huddersfleld. It is capable of delivering over 1,200 gallons per 
hour. The work has been carried out under the superintendence of 
Mr. J. Makin, electrical engineer. The t has been working for 
three weeks, and bas given entire satisfaction, having overcome 
serious drawbacks. 


Electric Cranes.—It is зей that it is proposes to 
erect powerfal steam or electric cranes at Calais and Dover for the 
transfer of mails and baggage. 


Fined,—The Tudor Accumulator Company, Limited, were 
fined £3 at Dukinfield Police Court, for & breach of the special rules 
of the Factory Acts by not providing a bath for the use of their 
workpeople engaged in dangerous occupations. It was stated by the 
Government inspector that over a dozen cases of lead-poisoning had 
occurred among the workpeople. 


Harrison, Coles & Co.—Notice has been given that the 
electric lighting business lately carried on by Harrison, Coles & Oo., 
at Richmond, 8.W., will in future be carried on by the Thames Valley 
Electrical Engineering Company. 
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Liquidation Notices.—Lsst Friday's London Gazette 
contains notice to the effect that at a meeting of the Fowler-Waring 
Cables Company, Limited, held on May 25th at 110, Fenchurch Street, 
E.C., it was resolved to wind up voluntarily. Mr. Geo. Fleming, of 
9, Billiter Street, E. O., and Mr. J. A. Blackwood, of 110, Fenchurch 
Street, E. C., were appointed liquidators. It will, of course, be 
remembered that this concern was recently taken over by the Western 
Electric Company. 

A meeting of the Wigston Electrical and Engineering Company, 
Limited, is to be held at 24, Friar Street, Leicester, on Friday, J “iy 
Ist, at 3 o'clock, to hear an account of the winding up from the 
liquidator. : 

A meeting of the Gas and Oil Engine and Dynamo Company will 
be held at 1, Queen Street, Cheapside, H. O., on Tuesday, June 28th, 
at 4 o'clock, to hear an account of the winding up from Mr. Edward 


Lintott, the liquidator. 

- At meetings of the -Coles Zinc Extraction Syndicate, held 
at the offices, Mellanear, Hayle, Cornwall, on May 5th and 21st, reso- 
lutions were passed to the effect that it is desirable to reconstruct 
the company, and for that purpose that the company wind ар volun- 


tary, Mr. T. В. Lowry, of Camborne, being appointed liquidator. 


Lists,—Messra. Washington & Co., of Sowerby Bridge, 
Yorks, send us an illustrated price list of continuous current elec- 
tric m „tors. 

Mesars. Strasser & Rohde, Glasbütte in Saxony, have issued a list, 
showing various micrometers of convenient sizes. 


Lloyd & Lloyd v. D. & W. Henderson.—On 24th ult. 
Sheriff Strachan delivered his judgment in this case at Glasgow. 
The action it will be remembered was taken at the instance of Messrs. 
Lloyd & Lloyd, of Coombswood, Birmingham, the holders in the 
United Kingdom of the letters patent of the Benardos system of 
electric welding, against David and William Henderson & Company, 
shipbuilders and engineers, Glasgow, to recover the yearly royalties 
for 1895, 1896, and 1897. The Sheriff assoilzies the defenders from 
the conclusions of the action, and in the note to the interlocutor his 
LordeLip remarks that the indenture and agreement bear that full 
license and authority was granted to defenders to use the inventions, 
and in consideration of the license defenders bound themselves to 
рау on January let, 1893, £200, and on each succeeding January let, 
£200. They paid pursuers in 1893 £200 and in 1894. On December 
18th, 1894, tney intimated that they were not to use the patented 
processes any longer. Parsuers ineisted on payment whether the 
processes were used or not, and in this action they sue for the 
royalties due in 1895, 1896, and 1897. It was maintained by de- 
fenders that no valid or effectual license was entered into between 
the parties. On January 17th, 1893, the license was signed by Mr. 
Andrew Pitcairn Henderson, a partner of the defenders’ firm, with the 
consent and authority of the other partners, but not in presence of 
witnesses. In consequence of the plea stated by the pursuers the 
Sheriff says he directed a csse to prepared and submitted to 
English counsel for his opinion on the question whether the inden- 
ture and minute of agreement was а valid and effectual license 
according to the law of England. Mr. Danckwerts, an English 
barrister, has given an opinion thereon to the effect that the deed 
was not valid or effectual according to the law of England. The 
pursuers objected to the opinion, but his Lordship considered the 
objection not well fo If the validity of the deed was to be 
determined by the law of Scotland the Sheriff had no doubt it must 
be held invalid. Not one of the solemnities required by that law in 
regard to the execution of deeds had been complied with. If the 
deed was held invalid and ineffectual the action fell. 


The Royal Engineers and Electricity.—General Sir 
Richard Harrison, K.0.B., O.M.G., the newly appointed Inspector- 
General of Fortifications, paid his first official visit to Brompton 
Barracks, Chatham, this week, and among his various duties he in- 
spected 5 8 N Barracks. This sar is 
now very rtant, as the are во very y 
connected with this branch of science, and both officers And inte 
daily undergo instruction in all branches of electricity here. 


Royal Institution Soirée,—On Friday last, at the 
Royal Institution soirée, the Edison and Swan Unitcd Electric Light 
Company showed the Jatest 1898 improvements in Ediswan appa- 
ratus. These included a patent dry cap lamp for use in damp places, 
or for outside lighting. The cap is attached by means of a brass 
disc, and is fastened to the glass bulb by specially prepared cement, 
which is thoroughly damp proof. Also a patent casing cut-out. Each 
easing cut-out is provided with four brass thimbies, adapted to the 
connecting cables, and these are held in position by the form of the 

elain case, without screws, and are easily removable. Provision 
made for holding reserve fuses. There was also a t direct 
contact high voltage lamp and bolder; the holder is without 
being taken to pieces; the wires pass direct to the spring contact 
pieces which enter cavities in the lamp socket; there is claimed to be 
no bility of short circuiting, and the work of wiring is greatly 
facilitated. Also the patent anti-shock switch for high оке ап 
improved “Tumler” pattern, with patent enamel er, and the 
patent anti-shock holder for high voltage, an improved “8” holder, 
with patent enamel liner. 


Smoke Nuisance,—At the Greenwich Police Court on 
Thursday last week, the summons brought against the Crystal Palace 
y, Limited, and Mr. B. G. Blanchard, 


District Electric Supply Com 
their secretary, of Springfield Works, Wells Road, Sydenham, by the 
Lewisham District Board of Works for an abatement of a smoke 
nuisance was adjourned sine die on payment of five costs b 
the defendants, it being stated by Mr. E. Wright, clerk to the Board, 
that the nuisance had been abated. 


e The Metropolitan Electric Supply Company was, on 26th ult., 

in summoned at the Marylebone Police Court, at the instance 
of the Paddington Vestry, for causing a smoke nuisance from their 
Ав Road station. After discussion the summons was adjourned 
Sine die. 

At Clerkenwell on Tuesday Messrs. Walter Scott and Co. were 
summoned for using, at the Chancery Lane Station of the Central 
London Railway, a furnace and steam engine which were not so 
c,nstructed as to consume the smoke arising therefrom. The 
Holborn District Board of Works prosecuted. The magistrate, after 
hearing evidence and arguments, dismissed the summons, holding 
that the furnaces were, as far as possible, constructed so as to 
consume their own smoke. 


Testing Magnetic Steel in Bulk.— Mr. Robert 
Jenkins, of 88, Bishopsgate Street, E.C., writes as follows:—'' I see 
in this week's Revizw a communication headed Testing of Magnetic 
Steel in Bulk, wherein a reference is made to the output of the 
t Bouth Staffordshire Steel and Ingot Company, Limited. This name 
is incorrect. The firm whose analysis and whose output are given is 
that of Messrs. Alfred Hickman, Limited, of the Staffordshire Steel 
i Ingot Iron Works, Bilston, for whom I act as agent in electrical 

usiness.” 


Veritys, Limited, v. Sharp.— With reference to the 
above in our last week's issue, Mr. Sidney Sharp, of 84, Victoria 
Street, Westminster, desires us to state that he does not carry on 
contracting work, and that the defendant in this case is not in any 
way connected with him, or known by him. We have much pleasure 
in giving publicity to this disclaimer. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.— Mr. Blackman has resigned the position of 
electrical engineer to the Council, he having secured an appointment 
as electrical engineer to the Poplar Board of Works. А successor is 
to be advertised for at £225 per annum. 


Asylum Lighting.—The Richmond District Asylum 
electric lighting scheme is not to be proceeded with until it is known 
91 e Dublin Corporation new electricity works will be likely 
to у. | 


Bangor.—The Lighting Committee has reported that . 
as the area of the fields adjoining the gas works was too restricted 
for the erection of electric light works, gasometer, and offices com- 
bined, and would not allow of any extension in the future, if found 
necessary, it is highly advisable that the land adjoining the gas works 
should be devoted to gas business only, and that the electric атыр 
works be erected on land at the corner of Dean Street. They vised 
the purchase of a site there, and Lord Penrhyn had his 

illingness to sell the land to them. The Council hada discussion 
on the point, and finally the minutes were adopted. 


Bath.—The Electric Light Committee has purchased for 
£90 the dynamo and 30 lamps which they had had on hire from the 
old company. Mr. Hammond remarked that if they had taken them 
over in the first place, they would have had to pay £1,950. The con- 
tractors for the new engines are arranging for their erection to be 
commenced on June 6th, and the first set of new plant, it is antici- 
pated, will be ready by July. 


Bethnal Green.—The Vestry has been advised on the elec- 
tric lighting question by Prof. Robinson, who foresees a large measure of 
success for an installation. The County of Londonand Brush Provincial 
Electric Light Company’s letter re a scheme was . by the 
Vestry without discussion. Prof. Robinson advises the Vestry to 
carry out an installation for 5,000 lamps of 16 О.Р. This would 
entail a capital diture of £33,000, exclusive of land. Of this 
sum, £4,100 wo be t upon buildings, £10,500 on mains, 
£2,400 on house ons, and £11,500 for machinery. Prof. 
Robinson has no doubt whatever that the undertaking will at once 
prove remunerative, and he үш down the profit at the end of the first 
year at £200, at the end of the second year at £350, and at the end 
of the third year at £1,010. The charge for private consumers is put 
down at 6d. for the first year, and 5d. afterwards. The report says 
that the prone might with advantage be applied towards improving 
the pub hting. Two schemes are submitted. It is estimated 
that to provide arc lamps for 9,000 yards of main street would cost 
£16 per lamp, as compared with £3 8s. for the present gas lampe. A 
large number of standards would be displaced, and the increased 
cost, therefore, would be £1,090 per annum for in the total 
candle-power from 2,0C0 to 6,500 before midnight, and to 3,200 after 
midnight. If, on the other hand, two incandescent burners were sub- 
stituted for the present gas burners the increased cost would be 
£278, and the illumination would be increased from a total of 2,750 
candle-power to 7,040. The extra cost could ultimately be met out 
of the profit on the general supply, and extra lamps of higher power 
placed in important streets. e change would be advantageous, 
not only in the lighting, but because it would transfer revenue from 
the gas company to the electricity department. The professor thinks 
that refuse destruction wou:d lead to a saving of nearly £1,000 a year 
on the present arrangement. 


Birmingham.—At a meeting of the General Purposes 
Committee on 25th alt., the report of the sub-committee appointed 
to consider the projected purchase of the electric lighting under- 

was fully discussed. It was resolved to recommend the 
Council to accept the terms provisionally indicated on behalf of the 
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company in whom the electric lighting is at present vested. These 
terms fix the price of the £5 shares at £10 10s., their value in the 
open market. Apart from the price, there are various matters of 
detail outstanding. 


Blackpool.—A Local Government Board inquiry was 
held at Bl 1 on Tuesday regarding an application on the part of 
the Corporation for power to borrow a further sum of £40,000 for 
electric lighting extensions. Mr. Quinn, the electrical engineer, said 
that the £40,000 would only meet immediate demands, and if the 
самае {от the current continued, another £40,000 would be asked 


Bolton.—At the monthly meeting of the Town Council 
on Wednesday, Councillor Panton, as chairman of the Electricity 
Committee, called attention to a report of the engineer (Mr. Arthur 
Ellis), in which that official recommended a change from the alter- 
nating system to the continuous current for the central portions of 
the town. The subject, he said, was of considerable im ce, and 
he was to have the matter referred back, so that members 
of the cil ht be placed in possession of the report and the 
estimates. He added that one of the advantages in changing would 


vantage was, that they would be able to extend and supply power 
for all p . The matter was referred back, во that the chair- 
man's ary open might be carried out. In his report the engineer 
says that the question of extensions for the coming year has had his 
careful consideration, and he is firmly of opinion that it is not 
advisable to extend on па оар system, but to adopt the con- 
tinuous current for the central portions of the town. By this means 
they will get rid of a t source of trouble and danger, as well as 
а great loss in the transformers, by being able to run direct from the 
works to the consumers’ premises, with nothing in between to go 
wrong. In гас ќо е to use electricity for tramway 
traction, Mr. Ellis lays em on the fact that, by c ing to the 
continuous current, the lighting plant could be so utilised for this 
pops, the plant made interchangeable. This would mean 
the on would not have the same amount of spare plant 
idle. The ty Committee have approved of the recommenda- 


Bray.—A number of electric lights are to be placed along 
the sea wall marine promenade for the ensuing season. 


Brighouse.—Mr. J. W. Garside, Brighouse, has been 
appointed electrical engineer to the Town Council. 


Bulawayo.—On April 21st the new lamps on the sub- 
ree wall nig »— K for ba first time. The current is now 
on e electric t com is now pu meters 
in the houses of all consumers, — 9 are al — fer the 
charge will be 2s. per Board of Trade unit, a reduction of 25 per cent. 
There are now some 800 private lights being used in the town, and 
65 street lights. Only one dynamo is being used, the other bein 
kept in reserve for emergencies. The engines are by Macintosh an 
Seymour. About six tons of red wood, чє Ae by the Timber 
Supply Company, are burnt nightly, which fuel is delivered along- 
side the buil on Willoughby’s special siding. It has been proved 
that “ mapani ” wood is no good as fuel. 


Canterbury.—The Corporation has received a consider- 
able number of orders for the installation of the electric light. The 
laying of the mains is being rapidly carried out, and it is expected 
that the public lighting be completed by November. 


and д4. unit afterwards. Increased consumption is expected to 
well ool жн up for the consequent reduction in revenue. 


China.—The London and China Telegraph says that 
Yang, a Taotai, has been commissioned to manage the electric light 
ent for the Chinese Bund. He has obtained $10,000 from 

the Shanghai Taotai’s Treasury for the purchase of ‚апа 
also the assistance of a military official in the management of affairs. 


Conway.—On Thursday last week the Mayor of Conway 
and several members of the Cowlyd Water Board, with Mr. Marks, 
of Llandudno, as rere e adviser, visited the board's property of 
the Turbine, near Cowlyd Lake, to report as to utilising the water 
power for the purpose of ing electricity. The or stated 
that the result of the inspection quite warranted the on of the 
c aes that the property is likely to lead to important develop- 
m 


Croydon.—The Local Government Board has sanctioned 
loans for the electric lighting extension. 


Darwen.—On 25th ult. a Local Government Board 

mimi was held re the proposal to borrow £30,000 for electric 
g. 

Derby.— The borough electrical engineer having written 
to the Guardians asking them to consider the advantages to be secured 
by using electric lighting at the Workhouse, the matter has been re- 
ferred to the House Committee. 

Dundee.—The Gas and Finance Committees have reported 
that in the electric department there has been a surplus of £1,328 
48. 3d. The charge for current up to 20 unite is to be reduced from 
78. 6d. to 6s. 8d., and the supply above 20 units will be charged at 
the rate of 4d., being 3d. under last year's price. Current for power 
purposes will be supplied at 24d. per unit. 


Gloucester.—4At the last meeting of the City Council the 
electric light question again came up for discussion. 'The installation 
has some time sgo been decided upon, and plans for the works, 
together with dust destructor, were drawn up by Mr. Hammond and 
approved. The site was the chief difficulty, and this was the matter 
which occupied the Council's attention last week. 


Hampstead.— Last week Mr. A. P. Johnson, the clerk, 
ri beg to the Vestry that the profits on the electric lighting under- 

ing for the past year had exceeded all tions. The revenue 
for the year amounted to £8,081 0s. 9d. They had paid £2,980 8s. 3d. 
interest on capital, and they had also repaid £1,187 12s. 10d. instal- 
ments of capital, leaving the net profit £3,905 3s. 4d. Sir Henry 
Harben, the chairman, pointed out that, if the Vestry were a trading 
corporation, and had not to repay the capital by instalments, the 
profits for the year to rank as dividends would exceed £5,000. The 
total amount of capital expended up to the present is £100,167. 

The Vestry has resolved that, “ in view of the fact that the electric 
arc lighting of Haverstock Hill, Rosslyn Hill, High Street, and the 
southern portion of Heath Street is now satisfactorily completed, the 
Lighting Committee be instructed to bring up a report as early as 

sible upon the question of lighting Heath Street, north of its 
junction with High Street, by means of electricity, such question 
aving been deferred by the Committee from December 13th last." 


Hotel Lighting.— The order for the complete plant 
and wiring of the St. Anne's Hotel, St. Anne’s-on-Sea, has been given 
tothe National Electric Free Wiring Company, Limited, who have 
also secured the orders for the wiring of Jones's Hotel, Suffolk Street, 
nd ne the residence of Mr. Ernest Franklin, 50, Porchester 

errace, W. 


Hull.—There has been considerable delay in the com- 
pone of the Sculcoates Lane electricity station, but it is pro- 
ably to be finished early in July. The chairman and deputy- 
chairman of the Electric Lighting Committee and the el cal 
engineer are to attend the Municipal Electrical Association Conven- 
tion next week, Tbe mains are to be extended in certain thorough- 
fares. With to the subway proposed to be erected by the 
Gas Committee under Queen's Dock Basin, the electrical e er 
advises that owing to the distance from the line of main feeders, it 
кан not » advantageous to the Electric Light Committee to join 

the affair. 


Kilmallock.—T his small Irish town, having a population 
of about 1,000, is lighted electrically. Mr. J. J. O'Sullivan, J P., 
who some years ago had an —Á t€ down for lighting his 
mineral water factory, has now ligh the business houses and 
streets. There are nine public lamps. The plant was supplied by 
the Edison & Swan United Company, and consists of an 18-H.P. 
horizontal engine and a dynamo giving 60 amperes at 200 volts. 


Lancaster,—The budget on the electric light department 
of the Lancaster Corporation, as presented at the monthly meeting 
on Wednesday, May 25th, was considered to be very satisfactory. 
The committee reported a profit of £598 7s, 2d. on the year, and 
Mr. Johnson, the engineer, submitted the comparative statement 
ae the years ending March 25th, 1897, and March 25th, 1898, as 
follows :— 


CURRENT Sor, &c. 
March, 1897, March, 1898. 


Current supplied to public lamps . 20,580 26,752 
= а private consumers 85,545 120,423 
- À used at works TEE SRD 3,344 
109,050 150,519 
Cost Cost 
Generation of March, per March, per 
electricity. ; t. 1898. unit, 
1898. 
| 
Coal, oil, waste, water and E в. d. Pence E в. d. Pence. 
8 ies... T in 47215 8 104; 581 0 7 92 
Wages at generating 
Hos "T . 982 10 5 73 | 371 1 9 59 
Distributing is ee 25 1 5 05 2212 1| ‘03 
Publiclamps  .. 67 16 1 14 69 211 11 
Rents, rates, royalties ...| 121 1 10 26 96 19 11 | 15 
salaries, and 
sundries... ET ..| 174 5 4 38 194 17 1 31 
1,193 10 4 2˙60 1,835 14 4 211 
eee 49 
decrease. 
INCOME. 
March, 1897. March, 1898. 
$ s d. £ 8. d. 
Sale of current, less discounts ... 1,710 10 8 2,382 9 10 
Rent of meters — % 119 6 9 19 3 
Public lighting EN *. 384 13 7 504 19 6 
Miscellaneous "T ess өөө 12 10 0 13 0 0 


£2,227 1 0 £2,90118 7 
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Mr. Clough (the borough accountant) reported that the electricity 
department has made considerable progress, the balance transferred 
to the district fund being £510 in excess of the previous year. The 
financial results, so far, have been :— 


E s. d. E s.d. 
Loss 189-5 m See „ 373 11 7 
97 1895-6 ove eee aoe eee §39 8 11 
913 0 6 
Profit 1896-7  ... "m з 888 87 19 8 
99 1897-8 eee [11] eee eee 598 7 д 
——— 686 6 10 
Net loes eee eee eee e eee eee өөө 996 18 8 


It was estimated that there would have been а profit 
amounting to £260 1s. 6d., and it is pleasing to have to report that 
this department has done better than anticipated. The comparative 
figures are as follows, shillings and pence omitted :— 


1995-6. 1806-7. 1897-8. 
Income :— £ £ £ 
Sale of current, less discount 1,997 1,795 2,494 
Bent of meters... 5 s 87 119 1 
Public lighting... s T .. 366 384 504 
Bale and of lampe, &. e. 352 248 273 
diture :— 
ufacture of electricity. .. 919 805 952 
Dist. and management... iss *. 611 447 480 
Debt ene et n loans, “ di m 
on, on 

4, or contribution to stock dívi- 

dends account s ; .. 992 992 992 


Capital diture upon the electricity works amounts to £24,211 
4s. 4d. The increase during the year was £1,313 16s. 2d., but the 
peu obtained on the Corporation 3 Pu cent. redeemable stock, 

compensation to mortgagees, brought forward from last year, 
reduces this amount by £319 17s. 9d. rm 


ty the 
electricity during tbe year, which the Oommittee were prepared 
meet by putting down fresh plant. The comparative statement was 
well worth considering, because it showed at once the large increase 


England 
syste to the 1 t which they 
duced electricity. He they would Te able to bep that Tat 
tion. Mr. Heald secon and the minutes were confirmed. 
Leigh.—The District Council has decided to apply to the 
Local Government Board for sanction to borrow ous sums, 
ineluding £10,500 for proposed electricity works. | 
Liverpool.—The Lighting Committee bas resolved upon 
extension of mains in several thoroughfares at a cost of nearly £700. 
Londem.—At last week's Court of Common Oouncil 


their respective 

Mauritius.—Mr. F. J е 

Be ee BONA кепе чес Maning aC Dort LOI 
us. 


Moreeambe.—At a баре meeting of the District Council 


sioners’ proposal to raise £33,000 for electric lighting. 


Poplar.—The Board of Guardians has adopted a report 

of Ив Electric Lighting Committee with reference 

cold water and steam sup 

schemes for P EU the workhouse and the offices at North Street by 
‚ Warden-Stevens’ gh Sa scheme was adopted, and 


Board for a £9,000 loan for the purpose. 


Portsmouth.—The balance-sheet and revenue accounts 
of the Electric Lighting Committee for the year ending March 31st 
last, which was issued on Thursday last week, shows receipts 


balance of £6,795 9s. 3d. on the year's тошо. 


leaving a balance of £45 98. 3d. to be carried forward. Out of the 
£6,750 the Committee have Pag £3,180 19s. 4d. for interest of bor- 
rowed capital, and £2,793 13s. 7d. towards redemption of loans. No 
sum is written off to provide a reserve fund to maintain and renew 
the machinery. 


Provisional Orders.—The electrio lighting provisional 
orders to Batley and Ossett were confirmed in the House- ot 
Commons on Monday last week. : 
Saltburn.—Mesars. Burstall & Monkhouse are preparing 
a report on electric lighting for the District Oouncil There are two 


schemes—one promoted by the Oleveland and South Durham 
Company, and the other by the Urban Council. 


Shoreditch.—Mr. О. ЇЧ. Russell the chief electrical 


w The list is as follows, the mains in some cases being 
laid on one side, and in others on both sides of the street :—Bateman's 


to boundary), Calvert Avenue, Coronet Street, Hast 
Fran . 


, treet, 

Street), Old Street (Pitfield Street to h Street), Paul Street 
Wilson Street, Pitfleld Street, Rivington Street, Rufus Street, Bun 
Street, Shepherdess Walk, Tabernacle Street (to boundary), Wenlock 
Street, Worship Street, Ware Street. 

Tunbridge Wells.—It is stated that the sarplus for the 
eae March 31st on the electric light undertaking at Tunbridge 

ells is close upon £2,400. 


Twickenham.—The District Council have had laid before 


the Oouncil, to light the districts of Twi and 
by electricity. They would consent to the inclusion in the order to 
be obtained from the Board of Trade of a clause that light to be used 
for the streets or public buildings should be supplied at 3d. per unit, 
for private d 7d. per unit, and that the Council should have 
the option of taking over the undertaking at the end of 14 years. The 
communication was referred to a special committee, but members 
expressed the view that the Council should be careful how they tied 
themeelves down, for there might be a time coming when they could 
destroy dust and manufacture electric light at the same time. 


Wandsworth.—The Board of Works has given consent 
to the application of the County of London and Brush Provincial 
Oompany to lay mains in Lower mond Road, Patney. | 


Westgate.—On 21st ult. Major Oardew, R.E., resumed 
VC li- 
cation by the Isle of Thanet Rural District Oonnell for а provisional 
order. A good deal of evidence was given, and the Major he would 
report in due course. 


Whitechapel.—We learn that the District Board, on 
6 to lay down its own electric light installation for 
6 


Wimbledon.—It is expected that the 5 works 
18 
eee ——— — —⅞ö0⁴ 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


compelled 
other means of the difficulty, which, in its quiescent 
some ше ty | 


state, was causing the public no 
% 


supported proposal 
asked to adopt. It must be clearly understood, says the Birmingham 
Post, that this is merely a four years’ trial of the overhead syetem, 
which has been ad in several places where the tramways have 
been municipalised. If, at the end of that period, the overhead 
method does not meet with the approval of the Corporation, we 
understand the company have undertaken to remove it at their own 
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expense, but, in the meanwhile, members of the Public Works Oom- 
mittee feel strongly that the experiment in question will be prefer- 
able to the continuance of the present system. In addition to this 
recommendation the report includes an offer of Messrs. Dick, Kerr 
and Co, Ltd. The whole matter will be discussed on Tuesday next, 
June 7th. Messrs. Dick, Kerr’s offer is for the provision of a tram 
service upon roads in the city along which there is at present no 
such accommodation. They undertake to adopt either the under- 
ground electric conduit or the cable system of traction as may be 
found suitable to the various routes; they stipulate that the term 
of concession must be for 21 years, and agree that if the Corporation 
purchase the business of the Birmingham Electric Lighting Company, 
as is proposed, they will become customers for their electric power. 
In lieu of и а роза 5 is Has era contingent 
upon payiog 5 per cent. interest upon the cap of any company 
shat may be formed, and the laying aside of a sufficient annual sum 
to provide for a sinking fund for the whole of the capital. Finally, 
at the expiration of the term of concession the whole of the lines 
within the city would revert to the Corporation without payment. 
It is understood that the chairman of the Tramways Company does 
not now adhere to his recent statement that the Corporation had 
given verbal permission to instal the overhead trolley system in 
certain parts. | 

Brierley Hill.— Last week the first воа was turned at 
Round Oak in excavating the foundations for the power station of 
tne British Electric Traction Company. 


Dublin.— Early last Friday morning a successful trial 
trip was made on the newly completed section of the electric tram 
line between Haddington Road and Nelson’s Pillar. Mr. Astrom, 
the electrical engineer of the Dablin United Tramways Company, 
accompanied by other cfficials of the company, ran one of the motor 
cars from Haddington Road into O'Connell Street vid Merrion 
Square, Westland Row, Great Brunswick Street, ard D'Olier Street, 
This section was to be open for traffic this week. In this line centre 
poles are placed throughout the entire distance, but otherwise the 
installation is exactly the same as that on the Clontarf section. The 
Board of Trade inspection was expected to take place this week. 
Tne electrical equipment of the various other lines is proceeding 
rapidly. Poles are now being erectea along the north quays, where 
tbe cables are also being laid. The laying of the underground 
conduits is being pushed forward rapidly all over the city. The 
great central power station at Ringsend is progressing quickly. 
Already the foundation excavations have been made, and the work 
of erection commenced. "The line connecting Rathmines with the 
sea is now almoet constructed. Pending the electrical equipment of 
this line, which will be shortly taken in hand, it will be worked, 
says the Dublin Nation, by horse haulage. 


Dadley.—The contract for the new electrical power 
station at Brierley Hill has been secured by Messrs. J. H. Whittaker 
and Co., Dudley. The contract amounts to £7,000. The work has 
to be completed in about four months. 


Gl and Paisley.—A sub-committee of the Upper 
District Committee recently had a conference with the Glasgow Tram- 
way Committee re the proposed construction of electric tramways in 
Paisley and district. The members cf sub-committee, having con- 
sidered the proposals by Glasgow, resolved to report that, in their 
opinion, it would be preferable to enter into an arrangement with the 
Glasgow Corporation in connection with the construction of tramways 
on the Paisley Road, rather than with the British Electric Traction 
or other private company, who, moreover, it is understocd, propose 
to lay, in the first instance at least, only a single line of rails on 
the road, to which the sub-committee entertain the strongest objection. 
The sub-committee also resolved to request a conference with repre- 
sentatives of the burgh of Paisley regarding the proposal of the 
British Electric Traction Company to construct a tramway on the 
Leith Road, between the burghs of Paisley and Johnstone, to be held 
either at Glasgow on Wednesday, 25th curt., or at Paisley on Thurs- 
dey, 26th curt.,as may be most convenient for the Paisley representa- 

ves. 


Gorton.—The Electric Lighting Committee has been 
considering the Manchester Corporation's proposal regarding the 
working of the tramways. The proposals were that the authorities 
in the out-townships should acquire the lines in their respective 
districts, and provide electric energy and the necessary equipment 
for the working of the tramways on the same system and at the same 
voltege as proposed to be adopted in Manchester, at their own cost. 
Such an arrangement, if agreed upon, was subject to a revision at the 
end of three years’ working. The Committee, whose proceedings 
were confirmed by the Council, decided not to accept the proposals, 
Tne chairman of the General Purposes Committee and the clerk 
subsequently met representatives of the Denton District Council and 
the British Electric Traction Company. Arrangements have been 
made for & conference to be held at an early date between the 
members of the Gorton Council and the representatives of the 
district upon the Lancashire County Council. 


Helston to Lizard.—The Board of Trade has issued the 
modified and now confirmed order made by the Light Railway Com- 
missioners authorising the construction of a light railway, com- 
mencing by a junction with the Helston line of the Great Western 
Railway at its termination, and terminating at the Lizard, a distance 
of over 11 miles. Clauses are inserted to enable the company to 
work the line by steam, mechanical, or electric power. 


Kew Bridge.—The Middlesex County Council at its 
meeting on Thursday last week, resolved to oppose the proposals of 
the London United Tramways Company to carry electric trams over 


-screws. The joints of 


Kew Bridge. They, however, acknowledged the receipt from the 
joint Kew Bridge Building Committee of the following recommenda- 
tion:— That it be a recommendation to the County Councils of 
Middlesex and Surrey, that a double liae of tramway be allowed 
over the proposed new bridge, subject to the tramway company pay- 
ing the whole cost of the widening of the proposed bridge and its 
approaches, in accordance with the ion of Sir John Wolfe 
Barry, and subject to other conditions being satis as 

the method of working, maintenance, and in other respecte.” 


Kirkealdy.—Prof. Kennedy. has been collecting further 
information locally for completing his report on the proposed electric 
light and traction scheme. 


Leeds.—On Tuesday night a guard wire broke when a 
car was running along North Street toward Briggate. 


Llanfair and Beaumaris.—The Light Railway Com- 
missioners have come to the decision, the above line, 
that they would not be justified in submitting to the Board of Trade 
an order authorising the construction of the line. The decision has 
caused the greatest disappointment in the Menai Bridge and Beau- 
mane ae Liandegfan districts, through which it was intended to 
run the е | 


Middlesborough.—The Streets Committee on 27th alt. 
discussed the laying of the track for the new electric tramway 
вегтісз, the ground of complaint being that the scored brick paving 
was considerably above the level of the rails. Ata previous meeting 
a resolution was allowing three months in which to give the 
bricks opportunity to settle, upon an undertaking that if at the end 
of that time they were not level with the rails the company would 
make them so. Last week it was resolved that the former resolution 
be rescinded, and that the Corporation consistently oppose the 
granting of the license till the pavement is made on a level with the 


Rochester, Chatham and Gillingham.—The Light 
Railway Commissioners will continue at Ohatham, on Monday, June 
6th, their adjourned pape inquiry into the application which has 
been made by the Rochester, Ohatham, Gillingham and District 
Electric Railways Company, Limited. 


Southall.—The District Council last week considered the 


Southend.—The Corporation of Southend-on-Sea have 
just let a contract to Messrs. Alexander Penney & Oo., of London, for 
the provision of a siding and passing place in connection with the 
electric tramway on the pier. This has been necessitated 
the almost phenomenal growth of the traffic on the tram. The whole 
length of this tramway is one mile. VVV 
and the weight of the rails is 45 lbs. per yard. These are secured to 


5 


ту 
bolts with strip bonds. The line is straight with equal forked 
siding at the pier head. The 

pier entrance. It is provided wi 


B 
to 
š 
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The traffic is worked by means of three trains, each consisting of a 


siding and passing place the service will be accelerated. This work, 
it is expected, will be completed in t wo or three weeks’ timi Messrs. 
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the a сап be made in November next and the intervening 
time will give us ample opportunity to discuss the whole details of 
the scheme with you.” The letter has not been discussed by the 
authorities yet, but it has been relegated to the various committees. 
The line will be some 12 or 13 miles in length. 


Sunderland.—The Council has adopted a report of the 
Tramways Committee, recommending that a deputation be appointed 
to visit Hamburg, Brussels and Leeds, and to report to the Council 
upon the systems of electrical or mechanical traction in vogue there. 


Surrey and Middlesex Light Railways.—The oppes tion 
which from the first was displayed in Richmond towards the London 
United Tramway Company's proposed light railway over Richmond 
Hil to Kingston has not in any way diminished. Other local 
authorities haye followed the lead of the Richmond Town O^uncil 
in giving notioe of intended opposition. The Ham District Council 
at their last meeting di*cussed the proposal, and came to the cor- 
eclosion that the railway would be of no benefit to Ham, and it would 
te an obstruction to traffic, that it would be dangerous owing to the 
steep gradient running down through Petersham Wood from 
Richmond Hill, and that the narrowness of the roads at places would 
increate the danger. The result of tke debate was the passing 
unanimously of a resolution to oppose. At the Kingston Town 
Council the pointa urged against the preposal were that light rail- 
ways were intended for agricul'ural districts, not for towns like 
Ricbmond and Kingston, that no provision was made for the purchase 
of the undertaking by the Corporation, that a monopoly should not 
be tolerated in the borough, that it would injure the residential 

„that there would be danger on the roads, that the district 
was well served in means of communication, and that if tramways 
were wanted the Corporation should provide them. It was also 
argued tbat the Town Council should oppose with a view of getting 
roads widened, and particularly securing the reconstruction of 
of Kingston Bridge over which the line would pases into Middlesex. 
A recommendation to oppose was unanimously agreed to. At the 
meeting of the Middlesex County Council also it was agreed without 
Saat oppose the order, inasmuch as it related to the County 


a 


Swansea. — The British Electric Traction Company, 
into whose posgession the Swansea Tramways recently passed, com- 
VVV to equip it for electrical 

on. 


TELEGRAPH AND TELEPHONE NOTES. 


The Alternative Cable to the Cape.—In the Legislative 
Assembly at Cape Town last Friday, Sir J. Gordon Spricg intimated, 
that, subject to the approval of Parliament, the Government 
to construct the land wires for the “all British cable from England 
to Australia,” and that subject toa reduction of cable rates the 

Government favoured 


Company. Mr. Merriman pointed out that Mr. Hofmeyr was in 
favour of the proposition that the cable should be owned by the 
Cape and the Imperial Governments, thus abolishing the company’s 
monopoly, The matter will come up for discussion at an early date. 
In the meantime we learn that the cable steamer John Pender is 
about to sail from the Oape for England, with instructions to take 
soundings along the proposed cable route on her voyage home. The 
length of the proposed cable will be about the same as that projected 
across the Pacific, and, judging from the few soundings y 
taken on the sonthern portion of the proposed line, the depths 
should be about the same as those found in the Pacific along the in- 
tended cable route. It isto be hoped that the survey by the as. 
John Pender will not occupy so long as the cable route survey still 
being carried on by the Admiralty across the Pacific, which has been 
going on for about ten years. There is some talk of extending the 
Oape cable on to Australia; but this idea does not meet with much 
encouragement from the Australian Premiers. At the Hobart Con- 
ference it was pointed out that there was no willingness shown by the 
telegraph companies to reduce rates to the public, in spite of the fact 
that last year alone, which was а year of reduced traffic, the money 
collected was £50,000 in excess of the guaranteed amount, yet the 
company was only prepared with a concession amounting to about 
£4,000, which was wholly inadequate. In view of the large subsidies 
the company had received during the past 20 years it would have been 
reasonable to have offered to take public messages at 4s., which would 
have reduced the company’s takings to about the guaranteed amount. 
The company was disinclined to do anything except on the under- 
standing that the colonies antered into the new project of an alterna- 
tive route vid the Oape. Unless it could be shown that the Cape 
route afforded Australia advantages beyond strategic and sentimental 
ones from an Empire point of view, the conference could not recom- 
mend the respective colonies to accept the arrangement. That was 
the view taken at the meeting of premiers. They would not subsidise 
the Oape cable. The better alternative route wonld be via Canada. 
iha RE Oompaay knd of any proposal at all сер onthe baal 

. Company and of any s at except on the 8 
of an alternative cable vid Africa, this co»ference is unable to make 
any fresh arrangement with that company." Mr. Duffy seconded the 
motion. Не said no company must be allowed to fetter Australia 
with a monopoly. The motion was put and passed. Mr. Dickson 
advocated the Pacific cable route as tending to reduce charges and be 


& further subsidy to the Eastern Telegraph. 


all in British territory. He moved a motion in favour of that con- 
summation as speedily as possible, and communications be made with 
Oanada and England, that if they will contribute one-third each 
Australia would give the other third. Mr. Daffy seconded. The 
motion was put and passed. 


The New Gotland Cable.— Messrs. W. T. Henley's 
Telegraph Works Company completed the laving of this cable, con- 
necting Gotland with Sandon, Hufvudskor, Ornon, and Dalaro on 
the lat inst. The cable steamer H. О. Oerstad returned to Oopen- 
hagen the same evening. 


The Pacific Cable.—The Timas Ottawa correspondent 
says that on the 26 5h ult. a discussion took place in the Oanadian 
House of Commons on the Pacific Cable question. Members on both 
sides of the House urged the Government fo endeavour to push 
forward the project. Sir R. Cartwright, for the Government, said 
that the people of Canada were far less directly interested in the 
project than the Australasiau colonies; and, as the Imperial authori- 
ties had contributed heavily to Imperial projecta by constructing the 
Canadian Pacific Railway of Oanada, he thought thay should not be 
asked to contribute beyond s reasonable share. The nogotiations 
had not resulted in action, yet the Government has not abandoned 
the hope of a successfal issue. 


Telegraphic Interruptions and Repairs :— 


. OABLES. Down. Repaired, 

Bvest-Bt. Pierre (Anglo, 1869) April Oth, 1693 ... eee 
West Indies— 

Bt. Oroix-Trinidad  ... Nov. 30th, 1896 ... eee 
Amason Company's ca 2 , 

Parintins-Itacatiara ... May 5th, 1896 ... EP" " 

hide Parintina .. Dec. 7th, 1896. ... ove 

Cable bevond Gurupa... April 46,1898 .., | 
Ovprus-Latakia eee eee Feb. 10th, 1898 eee : 006 
Bolama-Biasao 444. April 12th, 1898 ... ivi 
Maranham-Para ... ... . 17th, 1898. see 
Hong Kong- Manila ... .. May 3rd, 189898. iss 
Z1nsibar-Mombassa „„ 18th, 1898 ... May 3186, 1898 

LANDLINBS. 
Trans-Oontinen 
yond Мало! ый! March 12th, 1896 ... eee 
Oartagena-Barranauilla — .. July 4th, 1898 ... qus 
Majunga-Tananarive .. May 23rd, 1898 ... May 25th, 1898 
BSrBuRIAN LANDLINES. | 

Djalinda-Blagowestchensk ... May 27th, 1808 ... May 28th, 1898 


The Telephone Aritation.— The conference between the 
London Oounty Council and representatives of Metropolitan local 
authorities has been postponed till June 10th. The Select 
Parliamentary Committee will meet again on Tuesdav next, 7th inst., 
and continue the examination of Mr. J. О. Lamb, О.В. 


Telephones in Switzerland.— There are some interest- 
ing remarks on the success of the telephone system under State 
management in the latest Swiss Consular report. The number of 
members on the Berne Exchange is 2,025, the subscription being 
originslly fixed at £4 16s. for the first year, £4 for the second. and 
£3 4а. for tbe third and subsequent years, the subscriber being ' 
entitled to 800 messages per annum. The rates, says a financial 
contemporary, have since been reduced to £4, £2 16«. and £1 128. 
respectivelv, with an additional charge of 5 centimes (14.) for every 
message. The number of central stations is 225, and the total 
number of stations, counting the dwellings or offices where instru- 
ments for the use of subscribers are placed, amounted to 23,671. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Belfast.—June 6th. The Harbour Commissioners are 
inviting tenders for the supply of three belt-driven, continuous 
current, series wound dynamos, to give 15 amperes, 2,850 volte, at 
800 revolutions per minute, for 18 hours’ continuous running 
without undue heating. Harbour engineer, Mr. d. F. L. Giles, from 
TM particulars may be obtained. See our Official Notices” May 


Belgium —June 10th. The Provincial Government 
Authorities in Bruesels are inviting tenders for an installation of 
electric lighting in the Bibliotheque Royale, in the Place du Musée, 
Brussels. Tenders to be sent to Le Gouvernement Provincial, Rue 
des Augustins, 17, Brussels, from whence particulars may be obtained 
on payment of 4s. 6d. 


Bournemouth.— June 20th. The Corporation is inviting 
tenders for the supply, &c., of cables, arc lampe, incandescent lamps, 
wiring, switchboards, fittings, &c.; also steam dynamo, &c. Par- 
ticulars from the boroveh engineer, Мг. F. W. Lacey, also see our 
“ Official Notices" May 27th, 
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Bury St. Edmunds.—June 13th. The Corporation 
invites tenders for the supply and erection of Lancashire boilers, 
three 60-kw. steam dynamos, and booster, accumulators, 
street mains, and various other шо мекен гог. e 
electricity un . Consulting e , Mr. F. H. Medhurst, 
13, Victoria Street, 8.W. See our Official Notices May 13th. 

Coventry.—June 7th. The Electric Lighting Committee 
invites tenders for electric mains, switchboards, arc lamps, poste and 
apparatus in connection therewith. For particulars of the several 
sections see our Official Notices" May 13th. Mr. Gilbert В. Ram, 
city electrical engineer. 


East London (Cape соавт) опе 28th. The Town 
of buildi 


Edinburgh.—June 14th. The Corporation wante 
tenders for the electric wiring of the police chambers (400 lamps). 
Particulars from the electrical engineer, Dewar Place, eee our 
“ Official Notices." 


Hammersmith.—June 8th. The Vestry is inviting 
)) 8 
condenser an i ump, umpe, an wor 
Consulting engineer, Mr. AP H. Preece. Bee one VOmcia] Notices " 
May 27th for particulars. 


London.—June 21st. The London County Council is 


inviting tenders for engines, dynamos, accumulators, switchboards, 
feeders, distributors, service and all accessories, to be fixed 


Sheffield.—June 18th. The Tramway Committee is 


inviting tenders for the erection of an electric power station for its 
Partioulars Surveyor. | 


tramway scheme. from the City 


Southampton.—June 20th. The Corporation invites 
tenders for the supply and erection of lamp columns, arc and 
descent lampe, automatic switches and быз. e e 

See our 


"St. Mary; Newington.— June 6th. The Vestry Electric 
а : оте lle Th Ming ‘plat 15 т electric 
‘en and pu or 

lighting scheme. Engineers, Messrs. Kincaid, Waller & Manville. 
St. Pancras.— J = по. о mat таз s tence for 
steam pipes, &о., for gent's petris d 
station. from the chief clerk, De 
57, Pratt Stress. Вов our “ Official N. а, . 


for existing alternators 
board, supply of rectifiers, &. Messrs. Kincaid, Waller and 
engineers. 


Manville, 
"Tynemeuth.—June 20th. The Corporation wants 


tenders for the supply of steam dynam 
9 engineers, Messrs. Lacey, Olirehugh & Billar. Bee our 
" Official Notices " this week for particulars. 


vietoria.— June 24th. The Council of the city of 
viting tenders for 


for three years. See our “ Official 
Watford. — June 8th. The District Council is inviting 


tenders for the erec‘ion of an electric light station adjoining the new . 
Meeers. Go | 


sewerage works. Particulars from the architects, 
Lowther & Ganton, Finebary House, Bloomfield Street, E. O. 


Southampton.—The City Council has e the 

tender of Mr F. Osman for and laying conduits for electric 

igut mains, at £1,029 odd. The other tender received was from 
Reid Bros., £1,280. 


os, balancer and boosters, & o. 


FORTHCOMING EVENTS. 


1098. 
Wednesday, Thureday, Friday, and Saturday, Jane 8th, 9th, 10th, 
and 11th.—Municipal Electrical Association Conferenoe. 
Bee our “ Notes” last week. 


Friday, June 10th, at 8.30 p.m.—The Institution of Junior Engineers 
at the Westminster Palace Hotel Special meeting to 
welcome Bir T. Salter Pyne, O. S. I., honorary member 
of the Institution. 

At 5 5 Society. Agenda: —1. Exhibition of a 
odel illustrating Dr. Max Meyer's new theory of 
Audition, by Prof. 8. P. Thompson, F. R S.; 2. Attenua- 
tion of tric Waves ng & line of negligible 
Leakage,” by E. H. Barton, D.Sc; 8. Diffusion Con- 
veotion,” by A. Griffiths, B.Bc. 

Thursday, June 16th, at 9 p.m.—Institution of Electrical Engineers’ 
Conversazione at the National History Museum, South 
Kensington. 


NOTER. 


Mr. C, E. Dolbear's Submarine Telegraph Tests.— 
The manifest necessity of establishing communication 
between vessels at sea and the shore in time of war has 
induced numerous inventors to try methods for acoomplish- 
ing this end. Of the electrical methods tried, says the New 
York Electrical Engineer, perhaps one of the oldest, but least 
developed, is that of simple conduction, that is, taking 
advantage of the fact that a current flowing between two 
points not metallically connected spreads out in waves, and 
covers a wide area, depending upon the condacting material, 
the strength of the current, and distance between the 

i To determine the relation between these quan- 
tities and the possibility of practically employing this means 
of communication between American vessels now stationed 
in southern waters, near the Florida and Cuban coasts, Mr. 
C. E. Dolbear, a son of Prof. A. E. Dolbear, of Tufts College, 
made arrangements with the New York Worid to catry on 
extensive experimenta in the Kill von Kull, a channel of salt 
water between the New Jersey and Staten Island shores. 
1,500 feet of No. 14 copper wire stretched along a rocky 
ledge between the railway station of Sailor's Snug Harbour 
ahd an : s The two erri of this тте м PLE 
to co tes immersed in the water, a telegraph ke 
and оаа начан of Mesco dry batteries were placed in tho 
circuit. After these preliminary arrangements, a party con- 
sisting of Messrs. T. A. Edison, jun., C. E. Dolbear, W. J. 
Clarke, Charles Outtriss, Chas. W. Price, Max Loewenthal, 
О. S. Burr, W. H. Holzer, and World representatives, Messrs. 
Young and Miller, embarked on the tug Leonard Richards 
on Thursday, May 5th, to conduct the experiments across 
the Kill von Kull, a distance of a quarter of a mile. A wire, 
whose ends were connected to plates of copper inserted in the 
water over the bow and stern of the tng, was cut in the 
middle, and a vii er receiver placed in circuit. A pro- 
visional oode was adopted, and signals transmitted from the 
shore were plainly heard by those on the tug. The experi- 
ments may ba considered highly successful, and may lead to 
gratifying and beneficial results. 


Obituary.—The death occurred on Tuesday afternoon of 
Sir Robert Rawlinson, the distinguished sanitary engineer. 
Sir Robert, who was 89 years of age, was Sanitary Engineer 
Commissioner of the British Army in the Crimes, and Ohief 
Engineer Inspector of the Local Government Board. 

he Standard algo records the death of Dr. John Barrett 
Melson at the age of 87. He was educated at Trinity 
College, Cambridge, and was appointed Professor of Nataral 
Philosophy and Hygiene at Birmingham Medical School. 
When lecturing at a Philosophical Institution upon physics 
and electro-dynamics, the late Archbishop of Canterbury and 
the present Bishop of Durham were among his ора We 
understand that, at the request of Sir Isam runel, he 
calculated the lateral oscillation of engine axles, and Prof. 
Furaday relegated to him the question of the economical 
value of electricity as a motive power. 
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The War and the Cables.—Mr. E. W. Parsoné writes 
to the Times, from the Constitutional Club, in regard to 
Mr. Holland’s letter on this subject, which was reprinted in 
our last issue. He says: 


Without doubt many interested in submarine cable Property 
have read with interest Mr. T. E. Holland's letter published in your 
issue of the 24th inst., in which, after referring to the international 
convention for the protection of submarine telegraph cables signed at 
Paris in March, 1884, he says:— 

“ The question is a new one, but, though covered by no precedent, 
certain well-established 


I cannot doubt that it is covered by 
principles of international law.” 

This remark would lead most to sup that up to the 
present there did not exist cases of submarine cables interfered 
with by This, however, is not the case. the 
Franco-Prussian war—1870-71 es s on the 
French coast were systematically cut in extra torial waters, and 
later, in the war Chili and Peru, the cables of an English 
company those two countries were cut in territorial 


Go pon to indemnify the company for actual 
and indirect loss occasioned by this action, and had the clai 


im been 
submitted as a whole to the international commission which sat to 


goes should be kept in mind as 
f а precedent for the liability of States which may in time of 
war it expedient in their own interests to cut su ө cables or 
interfere with telegraphic communication by their means. 


Despatches from Washington state that the cable which 
the scout steamer St. Louis cut is one of the English-owned 
lines between Jamaica and Puerto Rico. It is stated at 


Guantanamo and Hayti, which belongs to a French company. 

According to the Times Berlin nt, the Berliner 
Neueste Nachrichten devotes a leading article to the ques- 
tion propounded in the Spanish journal Jmparcial as to 
whether America has the right or not to cut submarine 
cables in time of war. The article says:— 


There can be no doubt that Spain could inflict ку 

on America by the simple process of cutting the cables o 
with Europe. Her commerce would be materiall impaired. 
Exchan She could hold 


Personal.—Mr. Wm. Н. Marshall, who has been for two 
on the technical staff of Messrs. Baboock & Wilcox, 
imited, has been 1 draughtsman to the West- 
minster Electric Supply Corporation. Mr. Marshall was for 
five years assistant to Mr. Campbell Swinton. 

The Electricity Committee of the пасо. Town 
Council have recommended that the salary of the electrical 
engineer (Mr. Quin) be advanced from £300 a year to 
£400. 


A Hitherto Unknown Cable.—We have often had occasion 

draw attention to newspaper and magazine science, and the 
latest example of the *talented author" type may be found 
on page 762 of Pearson's Weekly. In & new serial story, 
“Contraband of War,” a tale of the Hispano-American 
struggle, a party of men land to cut a cable. In five minutes 
someone whispered “Here it is.” He pointed to a thick rope 
made of many layers of netied wire, ing with guita- 
percha, which ran down a hillside, then along the sands, 
then dived to tts dark bed within the deep. We have 
inquired of every manufacturer as to the probable date of 
the making and laying of this remarkable type of cable, but 
they all disclaim any knowledge of it. Perhaps Mr. Charles 
Bright can enlighten us ? 


A Hint to English Consuls.— We reproduce the follow- 
ing letter from Scientific American. If our consuls in 
foreign would take a leaf out of the U.S. Consul's book 
and send home similar reports, English electrical manufac- 
turers would be benefited, that is, assuming that proper 
regard were paid thereto :— 
Ax Егжотвіс RAILROAD FOR FREIBURG. 

To the Editor of the Scientific American. 

The city of Freiburg, a town of 55,000 inhabitants, with most 
beautiful surroundings, тау large villages near by, and romantic 
valleys into the heart of the Black Forest, is contemplating the build- 
ing of an electric railroad and a central power station for 
electric light and locomotive power. 

Competition for these new enterprises is open to the world, and as 
United States consul I consider it my duty to call the attention of 
American manufacturers to the same, and feel that your valuable 
publications are the best medium for that purpose; hence send this 
note to you. , 

Freiburg is a busy little city, very conservative and slow, bat sure 
in whatever it undertakes, and whatever is constructed here is built, 


E. THBOPHILUS LIEFELD, 
United States Consul, 


Freiburg, Baden, Germany, April 29th, 1898. 


Electric Car Accident.—It is stated that on Whit 
Monday one of the electric cars at the Alexandra Palace was 
running down an incline loaded with passengers, when the 
brake refused to act. The car ran down the track at great 
8 and collided with another, doing considerable injury. 

wo men who jumped from the car, also a boy, were injured. 


Forthcoming  Lectures.—A course of lectures on 
Dynamo and Transformer Construction” will ba given at 
the Electrical Standardising, Teating, and Training [nstitu- 
tion, Charing Cross Road, by . James Swinburne, 
M.I.E E., commencing Tuesday, June 7th. 


Appointment Vacant.—The Aberdeen Town Council 
is inviting applications for the post of electrical engineer at 
£225 per annum. Applications have to be lodged with the 
Town Clerk by Jane 17th. See our “ Official Notices.” 


NEW OOMPANIES REGISTERED. 


New & Byrd, Limited (57,458).—Registered May 23rd, 
with capital £5,000 in £1 shares (3,000 6 per cent. cumulative pre- 
ferenoe), to acquire the business carried on by A. New and R. New 
at 24, St. Thomas Street, Liverpool, as Archer New & Oo.,“ and to 
carry on the business of electrical * : 


rocer; W. 
Trinity Hoad, Bootle, miller; A. W. Willmar, 24, V. 
Birkenhead, cotton broker. The number of directors is not to be less 
than two nor more than five; the first are R. New and P. H. Byrd; 
qaalification, 50 shares. Registered by F. Wright, Palace Chambers, 
Westminster. 


Paterson, Bell & Co., Limited (3,879).— Begistered 
in Edinburgh, Көс with capital £5,000 in £1 shares, to estab- 
lish and carry on in the United Kingdom or elsewhere the business of 
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mechanical], steam and electrical engineers, contractors, and agents. 
The subscribers (with one share each) are : —R. Paterson, 28, Renfield 
Street, Glasgow, chartered accountant ; J. Spence, 28, Renfield Street, 
Glasgow, accountant; S. Bell, 65, Bath Street, Glasgow, engineer ; J. 
Service, 58, Renfield Street, Glasgow, solicitor; J. B. Service, 58, 
Renfield Street, Glasgow, stockbroker; H. Frew, Burngreen Kilsgth, 
Glasgow, cashier; G. Wilson, Sprinefield, Helensburgh, clerk. The 
first directors are: В. Paterson, М. Paterson, 8. Bell, and Т. Carlile, 


23, West Nile Street, Glasgow. Qualification, 100 shares. Registered 


by Oswald & Bon, Edinburgh. 


Dargue Acetylene Gas and Electrical Company, 
Limited (57,489).—Registered May 24th, with capital £5,000 in £1 
shares (8,000 £5 per cent. cumulative preference), to adopt a certain 
agreement and to carry on the business of patentees and manu- 
facturers of acetylene gas apparatus, electricians, mechanical engi- 
neers, and suppliers of acetylene and other gas and electricity. Tne 
subscribers (with one share each) are:—W. H. Dargue, 72, Grey 
Street, Newcastle, electrical engineer; F. К. Harmen, 2, St. Nicholas 
Buildings, Newcastle, director; C. Percy, Alnwick, solicitor; T. C. 
Martin, 42, Grainger Street, Newcastle, chartered accountant; W. 
Percy, Belvedere, Alnwick, silk mercer ; A. Blake, Alnwick, solicitor; 
W. Armstrong, 554, Malvern Street, Newcastle, clerk. Table 
“A” mainly applies. Registered by Turner & Oo, 61, Carey 
Street, W. O. 


Hydro-Incandescent Gas Light Company, Limited 
(57,493) —Registered May 24th, with capital £200,000 in £1 shares, 
to adopt an agreement with M. J. Wells & B. B. Beckles to acquire 
certain patent rights for Great Britain, Canada, South Africa, India 
and Australasia, for gas compreesing and pressure regulating appa- 
ratus, and to carry оп the business of suppliers of gis and electricity, 
gas apparatus manufacturers, electricians, electrical and gas eers, 
&. e subscribers (with one share each) аге: —Р. О. В acheroft, 
1 and 2, Great Winchester Street, E. O., director; M. S. Myers, 18, 
Finch Lane, E. O, stcckbroker; S. Samuel, Stock Exchange, H. O., 
gentleman; S. H. Banister, 5), Wrotham Road, Camden Town, clerk; 
Н. Howitt, 11, Victoria Street, 8.W., clerk; F. J. Moore, 29, The 
Avenue, i Dean, clerk; H. Janes, Oampsbourne School, 
Hornsey, writer. The number of directors is not to be less than 
three nor more than seven; tbe subscribers are to appoint the first. 
Qaalification, £250; remuneration, £200 each per annum. Regis- 
tered by Faithfull & Owen, 11, Victoria Street, S. W. 


OFFICIAL RETURNS OF ELEOTRICAL 
COMPANIES. 


City of London Electric Lighting Company, Limited 
(34,406).—This company's return was filed on May 16th, when 
60,000 ordinary and 40,000 preference shares were taken up out of a 
capital of £1,200,000 in £10 shares. £10 per share has been called 
on 50,000 ordinary and 40,000 preference, and £2 per share on 10,000 
ordinary, resulting in the receipt of £920,000. . | 


Corlett Electrical Eogineering Company, Limited 
(36,200).—This company's annual return was filed on May 16th, when 
620 shares were taken up out of a capital of £6,200 in £10 shares; 
и have been issued as paid, and £5,200 has been received on the 
others. 


City of Mexico Electric Power Syndicate, Limited 
(55,438).—This company’s statutory return was filed on May 12th, 
when 40 shares were taken up ont of a capital of £5,000 in £50 
Тра, £25 per share has been called, and £880 paid, leaving £120 

arrears. 


CITY NOTES. 


The Brazilian Submarine Telegraph Company, 
Limited, 


Tum report cf the directors for the half-ycar ended December Slst, 
1897, to be submitted to the forty-ninth ordinary general meetiny, 
June 8th, 1898, states that the revenue for this period amounted to 
£100 300 48. 34., and the working expenses to £26,166 8s. 3d. After 
providing £3,200 for debenture interest and sioking fund, and £1,353 
2s. 8d. for income-tax, there remains a balance of £69,580 13s. 4d. ; to 
this is added the sum of £7,221 5s. 5d. brought forward from June 
30th last, making a total of £76,801 183. 9d. In commemoration of 
Her Majesty's Jubilee, and of the 25th anniversary of the foundation 
of the company, a bonus has been granted to the staff, amounting to 
£4,139 14s. 7d. First and second interim dividends, amounting to 
£39,0.0, have been paid, and £25,000 transferred to the reserve fund, 
leaving the sum of £8,662 4s. 2d. to be carried to the next account, 


The directors with great regret report the death of their esteemed 
colleague, Lord Sackville A. Cecil. The vacancy has been filled by 
the appointment of Sie John Wolfe Barry, K.O.B. Negotiations for 
closer working with the Western and Brazilian Telegraph Company, 
Limited, have been in progress, and an agreement will shortly be 
submitted to the shareholders, is 


i d 


South Staffordshire Tramways Company. 


Мв. Ромквв L. SoHusrER (chairman) presided over the eighth 
general annual meeting of the above company held yester- 

day (Thursday) at the Cannon Street Hotel, and in moving the 
adoption of the report, said it was the first time he had been 
able to recommend a dividend of any sort, and he trusted 
they would now go from bad to better. The dividend to be 
5 was 22 per cent. on the preference shares. The work- 
ng expenses amounted to £18,247 128. 7d. as against £17,934 
in tbe previous year. The general expenses were £1,917 against 
£3,521, the decrease being due to the abeence of litigation. 
Repairs had cost £8,000, as against £6,895. He could hold out no 
hope of the expenses under that head decreasing, brcause the per- 
manent way must be kept up. The total receipts were £32,916 4s. 5d., 
as against £31,830, bat he could bold out little hope of this 
being much further increased. He thought, th their 
иче method of traction, they had pretty well reached 
heir maximum. The improvement which would take place 
if they had a much quicker and more regular, and he might say 
a better method of traction, would undoubtedly tend to increase the 
receipts very largely. If they had а 10 minutes’ service as against а 
half-hourly service, it would make a great deal of difference; but 
that was & question for the future. There was a difference of opinion 
on the board. Mr. Dawson held the opinion that the one thing 
which would help the South Staffordshire Tramways was the system 
of auto-traction. That had been tried for two years under the 
supervision of Mr. Dawson, and the report of the manager showed 
that it wasa ghastly failure. At а recent conference held at Bir- 
mingham, all represented, with one exception, were in favour of 
electric traction, whether overhead or underground. 

Mr. BLUNDSTONE seconded the motion. 

Mr. Rorr asked if anything had been done with reference to hand- 
LE оте the company to the British Electric Traction Company, 

The CHAIRMAN: The whole thing has been completed. 

Mr. Rorr said he protested against the way in which the vote was 
taken at the last meeting. | 

The OBAIRMAN said had it not been for the agreement the company 
would have been wound up. It was neck or nothing, and they had 
got neck and something. 

Mr. FULLER said the money might have been raised somewhere 


else, and it was Mr. Dawson who was the true friend of the 


company. 
he Osama said he wont to five of the largest financial houses 
to get the money required, and not one would touch it. 
The report was adopted. | | 


Great Horseless Carriage Company (in liquidation). 
—The liquidator of the above company is prepared to receive offers 
for ce sbares in the Motor ufacturing Company, Limited, 
and shares and debentures in the British Motor Company, Limited, 
not taken up by the shareholders of the Great Horseless Carriage 


Company. 


Shannen Electric Power Syndicate.— We understand 
that Mr. J. F’G. Bannatyne, D. L., has resigned his seat on the di 
torate of the Shannon Electric Power Syndicate. ЭЕ 


The Spiral Globe, Limited.—Letters of allotment for 
shares in this company were posted last week. 


- 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The гесе! 
week ending May 27th, 1898, were £92,658 5s. 4d.; oorr 
1897, £2,473 28. 6d.; increase, £180 28. 10d. 


The City and South London Railway Company The receipts for the week end. 
ing May 29th, 1898, were £1,012; week ending May goth, 1897, #999; 
increase, £83; total receipts for half-year, 1898, £22,678 ; corresponding 


The Dover Corporation Electric Tramways.—The receipts for the week 
ending May 28th, 1898, were £147 1s. 2d.; total receipts to May Bth, 
2,357 Os. 8d. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Friday, May 27th, 1898, were £577 28. Id.; corresponding 
week last year, £651 15s. 1да; decrease, £104 19s. 9d.; passengers Carr 95 
89,005; corresponding week last year, 98,010; aggregate to date, date 
8s. 2d; Bgeregnte to date last year, £10,049 11s. 7d.; decrease to , 
£551 88. 5d.; mileage open, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the week ens 
May 2th, 1498, amounted to £1,412; corresponding week last Je 
£1,310; increase, £102. 

The Western and Brazilian Telegraph Company, Limited.—The receipts 15 
the week ending May 27th, 1898, after deducting 17 per cent. о соп 
gross receipts payable to the London Platino-Braszilian Telegraph 
pany Limited, were £3,077, 


for the 
period, 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Stock | | | Closing | Closing Busnes done 
Prosent AMB. ae Dividends for : week ended 
Issue. N phare; the last three years. asin: | Suorat on June] st, 
= EE) КИНЕ CENE | 5 
| 1895. | 1696. | 1897. | Highest.| Lowest. 
187,400l| African Direct Telegraph, 4 Y Deb. 100 4 | .. .. 100 —104 100 —104 | bo $ed 

25,000 | Amazon Telegraph, shares 7 . | 10 7 — 8 : 7—8 
125,000 Do. do. 5% Debs. Red. 100 a 98 — 96 | 93 — 96 
923,060!| Anglo-American Telegraph ...  ... ... Stock £2 95£2 13s! 3 Y 64 — 67 64 — 67 654 | ... 

3, 038, O20“ Do. . do. 6 % Pref. Stock £4 18s'£5 6s| 6 ym ат 115 —116 1154 114 
3,088,020! Do. do. Deferred... Stock | 154— 158— 164 15i 153 

130,000 | Brazilian Submarine Telegraph 10 7 7 % 7 % 151— 15) 154— 16 153 153 

75,0001 Do. do. 5 $ Debs. 2nd series, 1 1906 100 5 112 —116 112 —116 hs ге 

44,000 | Chili Telephone, Nos. 1 to 44,000 ; ЗЕ 5 4 4 3— 33 23— 24 23 

10,000,000% Commercial Cable Ds . $100 | 7 8 8 Ф 170 —185 180 —190 W 7 
918,2971 Do. do. Sterling 500 year 4 Ф Deb. Stock Red. Stock T: .. 104 —106 |104 —106 1054 ji 
224,850 ! Consolidated SUME Construction and Manufacturing "o 149 2 O — ? ы ? - is 

16,000 | Cube Telegraph .. 3 85 87 7 L- M ODN UE ue ss 

6,000 Do. 10% Pref. 10 10 10 10 144— 154 | 144— 154 А T 
12,931 | Direct Spanish Telegraph  .. 5 4 4 4 4 — 4 — 5 - ied 
6,000 Do. do. 10 Cum. Pref. 209 5 10 10 10 10 — 11 10 — ll T " 

30,0001 Do. do. 44 €, Debs., Nos. 1 to 6,000 ..| 50 | 4495 | 4495 | 44% 103 —106% поз —106% / 

60, 7107 Direct United States Cable 20 2} 24% is nd 10g , 10j— 11 10] 
120,000 | Direct West India Cable, 44 95 Reg. Deb. Б : 100 e ae .. | 99 —102 | 100—108 ТИЙ И 
400,000 | Eastern Telegraph, Nos. 1 to 400,000 ‚1 10 | 64% | 64 . | 168— 17] 17 — 17} 171. 17 

70,000 ' Do. 6 95 Cum. Pref. 10 6 в де 174— 183 18 — 19 uis ss 

89,900 Do. Я Debs., repayable August, “1899... | 100 5 5 . . |100 —103 101 —104 i^ 

1,802,615! Do. Mort. Deb. Stock Red. Stock| 4 4 . 123 —127 124 —128 1244 | ... 
250, 000 Eastern . 13 and China Telegraph 10 7 7 7% | 174— 18 174— 18 172 174 
Do. 5 Aus. Gov. Sub.) Deb., 1900, red. ann. 

25,2001 d 1 тоа апа. | 100 5 * * 5 % 100 —10 100 —104 
100,500! Do. do. Bearer, 1,060—3,975, 4, 827—6, 400 100 | 5 5 Ф 5 @ 101 —104 101 —104 
320, C0007 Do. 495 Deb. Stock ... Stock 4 4 4 126 —129 126 —129 

Eastern and South African Telegra] h, 5%, Mort. Deb., б Ex NE 

зоо! l 1900 red. ann. drgs., Rog. ы 1 {о 2,843 100 5 % 5% vs 100 —104 |100 —104 

46, 000 Do. do. do. to bearer; 2,344 to 5,500 | 100 | 5 5 .. 101 —104 101 —104 m 
300, 000 Do. 4% Mort. Debs., Nos. 1 to 3,000, red. 1909 | 100 | 4 © | 4 .. 101 —104 101 —104 d 
200,000! Do. 4% Reg. Mt. Debs. nd Sub. rr 1—8,000 25 4 4 .. 105 —108% 105 —108 me - 
180,227 | Globe Telegraph and Trust 10 | 44% | 4j Ak 114— 12 11 111 114 | 118 
180,042 Do. do. 6% Pref. zas m 10 | 6 6 6 16%— 17} 163— 17 174 16H 
150,000 | Great Northern Telegraph, of Copenhagen... ..| 10 10 % 10 % По 281— 4— 294 294 | ... 
160,0001 Do. do. do. 5 % Debs. ... | 100 5 5 6 100 —103 100 —103 Ge Е 

Halifax and Bermuda Celle: 44 lst. Mort. Debs., 22; NK 
97,000 | within Nos. 1 to 1300, Red. 3 100| .. |... |... |97 —102 | 98 —108 
17,000 | Indo-European Telegraph . " .. | 25 10 10 10 50 — 53 50 — 53 A i 
100, 000l| London Platino-Brazilian Telegraph, 6 % Debs. . | 100 6 6 6 107 —110 108—111 1094 А 

28,000 Montevideo Telephone, 6 % Pref., Nos. 1 to = 000 vas | b|4 4 4 21— 24 21— 23 кез К 
484,597 | National Telephone, 1 to 484,597 ... н ге: 5 | 54 54 6 51— 5ў 54— 52 511 54. 

15,000 Ро. 6 % Cum. 1st Pref. ‚| 10,6 8 8 14 — 16 14 — 16 di "T 

15,000 Do. 6 Н Cum. 2nd Pref. ... 10 6 6 6 15 — 17 15 — 17 dus Qui 
250,000 Do 5 % Non-cum. 3rd Pref., 1 to 250,000 | 5 5 5 5 58— 58 | 58— 68 Se 54 

1,329,471 Ф Deb. Stock Red. tock) 34% | 34 34%, | 99 —104 101—106 108 Эт 

171,504 | Oriental endes and Elec., Nos. 1 to 171, 504, fully paid 115 5 5 — — Em in 
100,000l| Pacific and European Tel., 4 % Guhr. Debs., 1 to 1,000... | 100 4 4 4 105 —108 106 —108 sni - 

11,889 | Reuter's ... i 8,6 5 5 8— 9 8 — 9xd 8 Ss 

3,381 | Submarine Cables Trust ; Cert. ... a .. 136 —141 136 —141 m S 

58,000 | United е Plate Telephone | 5 4 5 95 is 4 — 4 — Wis in 
146,733l do. 5% Debs. Stock 5 des . 104—107 104—107 is ads 

15,609 | West Attn Telegraph, 7,501 to 23,109 10 4 nil | nil 84— 44 Pa 8 
213, 4007 Do. do. 5 LÀ Debs. . i 100 5 5 5 99 —102 99 —102 sais те 

200 Western and Brazilian Telegraph ... -— ivi 15 3 2 81 114— 12 12 — 124 ngj 

33,129 Do. do, do. 5 % Pref. Ord.. 74| 5 5 5 | 71— 8 71— 8 hs 7à 

33,129 Do. do. do. Def, Ord. 74 1 ni $ 4 — 4 — 4 сег 
889,621 Do. do. do. 4% Deb. Stock Red. .. Stock, ... |... | ... 104 —107 104 —407 |... |... 

88,321 , West India and Panama Telegraph ... . | 10 1 Ё 1— - #2 8 їз 

34,563 Do. do. 43 А Cum. lst Pret. | - 10 6 6 6 — "à 71— "i A es 

4,669 Do. do. Cum. 2nd Pref. . 10 | 6 6 6 5— 7 5 — 7 "m T 

80,0001 Do. do. do. 5% Dae. Nos. 1 to 1 800 100 5 5 5 105 —108 106 —109 jus is 

1,163,0008, Western Union of U.8. Telegraph, lst Mort. Bonds 81000 7 7 q 108 —108 103 —108 { i 

160,100l Do. do. do. Ster. Bonds 100 | 6 6 6 es —106 100 —105 к vas 
ELECTRICITY SUPPLY COMPANIES. 

0,000 | Charing Cross and Strand Electricity Supply 5 | 6951092517 96 | 12 — 13 12 — 18 | 1228 

20, 000 Do. do. do. do. 44% Cum. Pref. Б... ЮА D 6 — 64 6 — 6} SN sis 

26, 000 “Chelsea Electricity Supply, Ord., Nos. 1 to 10,277... T 5 5 5 @ 6 | 84— 94 8— 9) | 9 ae 

60,000 | Do. do. do. W Dub. Stock Red... Stock 4495 | 44% | 44% 116 —117 1115 —117 E | xc. 

50,000 City of London Electric Lighting, Ord. 40,001—90,000 ...' 10 5 7 96 10 Ф | 244— 254 — | 253 24 

10,000 Do. Prov. Certe. Nos. 90,001 to 100,000 £5 10 „ 171 161— 177. 

40,000 Do. 8 Cum. Pref., 1 to 40, 00 10 6 Ф 6 ф | 6 $ | 164— 174 |164— 174 | 164] .. 
400,000 | Do. Deb. Stock, "Scrip. (iss. at £116) all paid "TEE 5 6 129 — 134 129 —134 Без " 

80,000 | County of d & Brush Prov. Elec. Ltg., Ord. 1—30,000 | 10 | nel | «i nil | 13 — 14 13 — 14 " M 

10,000 Do. do. do. Nos. 30,001 to 40,000 £4 paid. | 10 | ... n sus 74 71 Я ii 

20,000 Do. do. do. 6 Y Pref., 40, 001—60, 000 10 6 6 6 „ 15—16 15 — 16 is pus 

17,400 | Edmundsons Elec. Corp., Ord. Shares 1—17,400 #4 paid 5 Wee ivi | 44 2 aie 

10,000 | House-to-House Electric Light Supply, ae 101 to 10,100 5| .. — 4 | 9 — 10 9 — 10 Ws га 

10,000 ' Do. do. 7 96 Cum. Pref. . 5 7 7 7 11 — 12 11 — 12 ран 

62,400 “Metropolitan Electric Supply, 101 to 62,500 10 | 4 5 6 164— 174 16 — 17 16k 164 
220, 000 Do. 41 % First Mortgage Debenture Stock | ... 4h 44 44% 117 —121 1117 —121 25 dui 

6,452 | Notting Hill Electric Lighting 10 | 2 @ 4 6 |181— 194 181— 1945 | ... ih 

31,980 *St. James’s and Pall Mall Electric Light, Ord. .. 5 71% 10175 144% | 16 — 17 16 — 17 | 163 | 108 

20,000 Do. do. 7% Pref., 20,081 to 40,080 5,7925 7 7 10 — 11 10 — 11 sis Е 

50,000 По. do. 4% Deb. ‘Stock Red. .. Stock e. |4 107 —110 107 —110 sei 

43,341 | South London Electricity Supply, Ord., £2 paid ... Р К es 2— 24 2 — a 

19,900 | Westminster Electric Supply, Ord., 101 to 80,000 5 7 Y 9 |12 % | 154— 164 16 — 17 1 

Subject to Founder’ otations on Liv Stock Exchange. 
| Unless Ы Mad all көндүрө) fully paid. { Dividends paid in deterred share warrants, profi being used as capital. 
Dividends marked § are for a year consisting of the latter of one year and the first part ої the next, 
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SHARE LIST OF ELECTRICAL COMPANIES— Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 
Stock | | ' | Business done 
Present NAME. or | Dividends for Peover А | ыр. daring week 
Issue. Share, the last three years. May 25th. | p се LE | ама. 
| 1895. | 1896. | 1897. | Highest.| Lowest. 
30,000 | British Electric Traction ies TA > T - АО ue dou Ross 154— 16 151— 16 154 ёз» 
Do. do. 6 95 Cum. Pref. 30,001—40,000 | bu Е: 
а £4 pd. (issued at 22 103. prem. all pd.) 191 | oe | [7—8 [7—8 8 
90,000 | Brush Elecl. Enging., Ord., 1 to 90,000  ... T a : "d ni ni 17— 2 1— 2 | 2 ie 
90,000 | Do. do. Non-cum. 6 % Pref., 1 to 90,000 2 3 9, nil | 4% 21— 24 | 21— 23 | iss 
125,0001 Do. do. 44 % Perp. Deb. Stock ТЕШ uel эе 110 —114 110 —114 Я 
50,000 Ро. до. 44 @ 2nd Deb. Stock Red. Stock.. 101 —104 101 —104 | ENT 
19,894 | Central London Railway, Ord. Shares е " 10 | . e. | e | LO — 105 10 — 104 10g | 10} 
129,179 Do. do. do. £6paid . 10 „„ „ Жезде l бА 8 
59,254 Do. do. Pref. half-shares £1 paid n $t 11— 1$ 11— 13 | MET 
67,680 Do. do. Def. do. £5 paid 1 T uw — | 4— 41— 4) | ET 
630,0001 | City and South London Railway ... Lae — Stock 11 14% 109%) 67 — 70 68 — 71 69i | 69 
28,180 | Crompton & Co., 7 95 Cum. Pref. Shares, 1 to 28,180 5 | nil Bh hee fe an 2— 2} Е 
99,261 | Edison & Swan United Elec. Lgt., A“ пане E р 5 | 5 * 5495. Pi 21— 3j | 2341— 2 | 
17,139 Do. do. do. “A” Shares, 01—017,139 | 5 5%| 59% .. | 4— 5 | 4— 5 
194,023 Do. do. do. 4% Deb. Stock Red. ОО. aet] ў . . 103 —105 103 —105 
110,000 | Electric Construction, 1 to 110,000 ... bai sige 2| 6 2 6 ar | 28— 23 | 28— 21 21 28 
16,343 Do. do. 7 Cum. Pref., 1 to 16,343 24 7 @ .. 33— 88 34— 38 ud nj 
111,100 Do. do. 4% Perp. 1st Mort. Deb. Stock Stock | 33 .. 106 —108 |106 —108 T | ive 
91,196 | Elmore’s Patent Copper Depositing, 1 to 70,000 ... 2|.. |... e| dd 4 1— 4 TT - 
67,275 | Elmore's Wire Manufacturing, 1 to 69,385, issued at 1 pm. И ^ als .. | 8&— $ 1 — acd гё 
9,600! | Greenwood & Batley, 7 95 Cum. Pref., 1 to 9,600 10 | 104 7% 7% 9 — 11 | 9— 1l . 
12,500 Henley's (W. T.) Telegraph Works, Ord. ... à; JO | 8 9$5| 12 10 2141— 224 | 214— 224 227 
3,000 Do. do. de “FS PME 2.1191 9 @ 7%| 7 Y 181— 19} | 18—194 ИШ. ж 
50,000 Do. do. do. 44 Mort. Deb. Stock... Stock 44%) 4495 H 110 —115 |110 —115 114$ | ин 
50,000 | India-Rubber, Gutta-Percha and Telegraph Works ^ 10 | 10 %| 10 $ 10 21— 22 21 — 22 21g 214 
300,000 Do. do. do. 4 % 1st Mort. Debs. | 100 | ... | ... | 102 —106 102 —106 b 
37,500 Liverpool Overhead Railway, Orc. 10 3j | 24%) 31%, 108— 102 | 10§— 103? 
10,000 t Ро. do. Pref., £10 paid 10 5 н 5% 5 Ф 15#— 16} | 15% 16 el 
37,350 | Telegraph Construction and Maintenance ... se c1 281185 2518 15 V 34 — 37 | 34 — 37 361 
150,000 | По. do. do. 5 % Bonds, red. 1899 | 100 | 5% 5% 5 95102 —105 102 —105 Е ИЕ 
540,0001, Waterloo and City Railway, Ord. Stock  .. —- *. | 100| .. | „. 188 —186 132 —186 134 1334 


f 


t Quotations on Liverpool Stock Exchange. 


t Unless otherwise stated all shares are fully paid. 


Dividends marked § аге for a year consisting of the latter part of one year and the first part of the next. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


*Birmingham Electric Supply, Ordinary £5 (fully paid) 104. 

House-to-House, 44% Debentures of £100, 107—110. 

Kensington and Knightsbridge Electric Lighting, Ordinary Shares 
£5 (fully paid) 15—16; Ist Preference Cumulative 6%, £5 
(fully paid), 8—8}. Debentures, 107—110. Dividend, 1897, 
on Ordinary Shares 10%. 


* From Birmingham Share List. 


London Electric Supply Corporation, £5 Ordinary, 34—4. 

T. Parker, £10 (fully paid), 15]. 

Yorkshire House-to-House Electricity, £5 Ordinary Shares fully 
paid, 8—84. Dividend for 1896—6 %. 


—— — — — 


AUSTRALIAN NEWS. 


o——ñ— —½2 


[FROM OUR OWN CORRESPONDERT. | 


ELECTRICAL work in New South Wales appears at present to be 
confined to Government works, the trams being monopolised by the 
Railway Commissioners, and the only electric lighting contracts 
settled lately being for the lighting of various Government offices. 
The George Street electric tramway is beginning to show signs of pro- 
gress, as work has been commenced on the permanent way at the Harris 
Street end of the line, and wailsare springing up on the spot selected 
for the power house and car house, which, by the irony of fate, are 
on the site of the old omnibus stables. In connection with this line 
further contracts have been awarded to Messrs. Phippard Bros. for 


and to Mesars. Stewart & Co. for the erection of car house at £12,490. 
In the case of the former, two sets of tenders were called. On the 


back end wall consists of timber. On floor of car house is an examin- 


The Rose Bay tramway is also progressing favourably, the gene- 
rators have been housed at last, the underground fedet laid, and a 
considerable portion of the permanent way laid and bonded, and the 
rails of the cable train, of which this line will be an extension, are 
also bonded with Edison-Brown plastic bonds. Feeders have also 


been laid, together with those for the tramway, for an electric pump- 
ing station for the Double Bay rewerage, and it is probable that the 
new generators will first be utilised for this purpose, as the pumping 
plant bids fair to be completed well before the tramway. 

The Public Works Department have recently gone in very exten- 
sively for electric lighting, amongst those completed being the 
Hawkesbury Agricultural College, Kenmore Asylum for the Insane, 
Berrima and Darlinghurst Gaols, and the Government printiog office. 
For the lighting of the Goulburn Gaol 14 tenders were received, 
ranging from £2,387 to £2,669, Messrs. F. Lasseter & Co.'s tender of 
£2,450 being accepted for Ransomes, Sims & Jefferies engine and 
Siemens dynamo. For the Bathurst Gaol nine tenders, varying from 
£1,986 to £2,616 were received. Specifications are in hand for the 
electric lighting of other public buildinga. 

In the matter of the electric lighting of the city of Goulburn, though 
tenders were only received from two firms, the Council pag poe com 
the tender of Mr. R. Thompson at £7,665, to include a 
boiler, Worthington pump, and three 35-H.P. engines, the system 
to be three-wire at 440-volte, and mains to be placed under- 
ground in the principal thoroughfares. The tender also provides for 
running the plant for two years at £600 per annum, charging 44d. per 
unit for private consumption. 

At Tamworth the Municipal Council, after a lengthy discussion, 
unanimously adopted the gal vri of the Lighting Committee recom- 
mending a comprehensive scheme for the utilisation of the surplus 
water-power at the service reservoir for generating electricity for 
both the public and private lighting of the town. It is proposed to 
erect a duplicate set of Pelton wheels and dynamos hag gene of supply- 
ing from 1,200 to 1,400 16-C.P. lamps; using overhead mains, the coat 
is estimated at about £4,300. Steps will now be taken to secure the 
passage through Parliament of a Bill empowering the Council to con- 
tract with the people for a supply of electric light, also for power to 
make charges and collect the same. (Needless to say, that, notwith- 
standing repeated ministerial promises, the N.S.W. General Electric 
Lighting Act is still hung up indefinitely). The Council wien d 
anticipate b able to reduce the Tamworth lighting rate from 
to 3d. if this scheme is carried out, and give private consumers cur- 
rent at a rate equal to about half the present cost of gas. 

At Broken Hill reports on the lighting of the town have been sub- 
mitted by gas and electrical experts. The prime cost of electric 
lighting is estimated at £12,500, with an annual maintenance charge 
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of £3,657 10s., while the gasworks, &c., is estimated to cost £8,750 
to put down and annual cost of working £1,936 10s. Under these 
circumstances, and as there is already an electric supply company in 
Broken Hill, it is hardly probable that the Municipal Council will 
put down an electric light plant. 

The New South Wales Department of Industry recently asked the 
Crown solicitor to give his opinion as whether, legally considered 
electricity can be defined as в” Th 


be. amalgamated, and that the 
business was to be conducted with the aid of a large amount 


of British capital. The money would be forthcoming as soon 


er in buying out the ighting companies, and undertake 
е" whole task of supplying the metropolis with light. This 


in the hands of the Co Bere 
will be called to consider the committee's 


£150,000. 
In marked contrast to this, the Sydney Municipal Council are not 


шаш the slightest attempt to avail themselves of the powers 
gran 


to them by Act of Parliament so long ago. In the meantime, 
a number of small та РР stations are starting up, and supply 
mains are to be seen s in all directions over the house-tops ; 
and by the time the Sydney Council do make panos minds, these 
will bave to be dealt with as the Melbourne Corporation are now 
doing. 

In Brisbane the Municipal Council have given notice of their 
intention to apply for an order-in-council under the new Act, to 
supply ty within the city. Within two years from the date of 
the ordes, it is intended to construct electric lines and works in 29 
streets. The Brisbane Railway Oommissioners are endeavouring to 
arrange with the tramway company for the lighting of the long rail- 
way tunnels with electricity. The company's manager has [was the 

th lete arrangements. 


p tram- 
way company has some 24 miles of track now working. 
Bydney, April 14th, 1898. 


INSTITUTION OF CIVIL ENGINEERS' 
| CONVERSAZIONE. 


Он Thursday and Friday e Г of last week the Institution of Civil 
ik napa conversazione was held at Great Street.- The 


trical men, but the 1898 gathering may be safely said to 1 


We this op ty of again congratulating Mr. Preece upon 
ane i first electrical president of this time-honoured 
On Thursday night the president, Mies Preece, and the Council, 
brought together by Mr. Killngworth Hedges, in honour of Mr 
roug er by Mr. о „ in honour of Mr, 
i ead election, an exhibition of electrical apparatus of historical 
The programme was a very elaborate one, and we quote a few of 
the items. The string band of the Royal Engineers played in the 
. Hall during the evening; there were exhibitions of views by the 
biograph; an exhibition by Oaptain Abney of Dr. vag A process of 
photography in natural colours; a demonstration by Mr. Campbell 
winton on some phenomena of the electric discharge in vacuo; a 
demonstration of wireless telegraphy by Mr. J. Gavey ; and various 
engineering models and scientific apparatus were on exhibition. Mr. 
Wallie-Jones, of the Electric Welding Company, showed the latest type 
of automatic electric welder, and samples of recent advances in electric 
welding; Hon. О. A. Parsons had on view a unipolar dynamo made 


in 1887, and an 1884 turbo-generator. 
pen 's exbibit comprised some of the earliest Ediswan 
olders, including the original Swan lamp lent by Mr. Swan. Mr. 
Crompton showed a Orompton-Pochin projector arc lamp, a 1,000- 
sepe automatic sero cut-out, a 500-am heavy pattern switch, 
electric thermometers at work. Mr. James White had a number 
of Kelvin instruments; Mr. Cowper-Coles had ee reflectors ; 
Dick, Kerr & Oo., sections of rails and sleepers; Mr. L. В. Atkinson, 
eet остао а nene Mor lanpa. Mr. Alexander Siemens 
exhibited an electric drill, a deck ШШ A Hoguea ера иши 
Mr. Killingworth Кыш маш his collection of pLa t 
Д tion to co apparatus, 
showed specimens of cop 


tric light a s on view, aud Messrs. Barnard & Carver showed arc 
lamps a le to photo- phy and other projection appa- 
ratus. A. Wright & Co. exhibited а 60-inch ocho -Bunsen 


showed а number of his specialities. Edmundson's Electricity 
Co on showed some original types of electrical fittin Mr. 
H lent a Gramme d o made by Mr. W. Blanch B about 
1878, the original Lane-Fox meter, and system of cut-outs, fuses, and 
switches invented by Lord Kelvin about 1881. Mr. A. G. Lyster 
showed some early Serrin lamps. 

From the above notes may be gained a general idea of the very 
varied and interes character of the exhibition which formed an 
important feature in the conversazione arrangements. 


SOME NOTES ON AN ELECTROLYTIC 
METHOD FOR THE RECOVERY OF GOLD 
FROM CYANIDE SOLUTIONS.“ 


Вт SHERARD COWPER-COLES, A. M. I. C. I., M.LE.E. 


Оми of the chief difficulties spporaining to the economical recovery 
of gold from weak de solutions by electrolysis has been the 
electrodes. If sheets are cut superimposed, the кр оов 
together, and have to be carefully out one by one, so 


surface may be to the solution. A clean up is made every 
seven or eight when the wood frames carrying the lead stri 
strips removed, and new substituted, the 


melted down and oonveyed to'a 
his method is both crude and expen- 


ton of ore treated, and Mr. Williams, at the Orown 


Сошралу, at 1°75. | 

The cath ould fulfil the following conditions :— 
1. The gold must be adherent during the process o 
2. The gold must be capable of being readily stripped 

from the electrol 


osition. 
remova 


an aluminium 
that a loose 


that the gold is deposited as a metallic sheet which is easily detach- 
able from the aluminium cathode. This peculiar of alu- 
minium is made use of in the invention so that the gold deposit can 
almost as soon as it is 
minium cathode consists of a sheet 
3 drum or cylinder, by varying the 
rate of rotation the film of gold can be or removed from off 
the cathode continuously, $0 that the process is an automatic one, 
resulting in the immediate and continuous Aae е the gold withont 
any subsequent cupellation of the lead as in older electrolytic 


process. 
oe has therefore in it the elements of economic working, 
coupled with the quick recovery of the valuable gold. In the 
Siemens-Halake process, the lead cathodes remain some weeks in the 
bath, and the gold, which only then amounts to about one-tenth the 
weight of the cathode, is only recoverable therefrom after a second 
further operation of smelting and cupellation. In the Siemens Halske 
TFC the p of allowing 
he gold to adhere to it. In the aluminium process aluminium is 
used as the cathode, as it permits of the easy removal of 1 | 
film. In the former process the gold has to be won from the by 
а secondary operation; in the latter the gold is directly obtained in 
the form of a pure foil, without any farther expense or trouble. 
Gold, by this process, has been successfully extracted from cyanide 
solutions con only 01 per cent. of cyanide of potassium, aud 


on before the Institution of Mining and Metallurgy, April 20th, 
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93 dwts. of gold tothe ton of solution. The best results are obtained Third stage: - ‚5 
when the solution is raised to a temperature of about 100° F.; it is Time... .. 6.55 Amps., 2:20 Volts, 2.30 
also found advantageous to use a greater current density with the Taken out .. 845 . 


necessary increased voltage when the alumivium plates haye been 
freshly placed in the solution, so as to ensure their being covered 
with a of gold as quickly as possible, otherwise there is a.ten- 
dency for aluminium hydrate to be formed. In about 10 hours an 
extraction of 95 per cent. can be obtained by the use of the aluminium 
cathodes, the amount of gold in solution before electrolysis being 
24 derts. to the ton of solution, and the strength of cyanide 01 per 
cent. and the rate of flow about 15 gallons per 100 hours for every 
cubic foot of electrolysing cell or three equare feet of cathode sur- 
face. Gold has been on aluminium cathodes from solutions 
containing only 0075 per cent. of cyanide of potassium; the current 
ones per eee foot being 03, and E. M. F. at the poles of the 
volts. 

The following are the resulta obtained from gold cyanide solutions 

of varying strengths, with aluminium cathodes and iron anodes. 


. First EXPERIMENT. 


A cyanide solution containing 32 grammes = 2 dwts. gold per 


gallon and 2271 grammes per gallon of potassium cyanide or 0:5 pe 
cent. solution was electrolysed. . The aluminium cathode had an ч 
of half а square foot, and two similar s/z»d iron plates formed the 
anodes, placed 1} inches from each side ; the amperage being 1:50 and 
the voltage 140 at the terminals of the electrolysiog cell. The gold 
began at once to deposit on the aluminium cathode as а bright 
coherent coating, and the deposition was allowed to continue for 
15 minutes, when the am was found to be 20 and the voltage 
3°40. The layer of gold could be completely and easily detached by 
mong gently with & pieoe of india-rubber tubing fixed on a glass 
I 


‘A frech cathode was then inserted. 


Time of immersion ... 1.05 ... Amps., 3:10 Volts, 4°40 
Taken out eee eee 1.20 eee [T] ` 3:20 ose » 4:60 


The gold was removed from this cathode, and a fresh one inserted, 
without changing the conditions. 


Taken out  .. 1.50 Amps. 260 .. Volts, 4770 
= still continued to be deposited the experiment was con- 
tinued. ; : 


Time of immersion ... 2.20 ... Amps., 2°80 Volte, 470 
Taken out e. 2.55 » 260... » 480 
Time of immersion ... 3.0 » 280... » 460 
Taken out eeo —— eee 4.0 eee [I] 2 20 eee н 4°90 
Time of immersion ... 415 $00 .. » 490 
Taken out 15 ... н 200 „ 490 · 


was well remove of ium cyanide, and then 
T кре potass y › 
Gold added.  ... 3200 grammes ... 100 per cent. 
Gold found . 2/7108 E .. 8470 á 


It willthus be seen that 8470 per cent. of the total gold was re- 
covered from the solution in 3 hours 35 minutes,using an average 
amperage of 2:51 per plate, or a current density of 5:02 amperes, and 
ап average voltage of 4°63. | 


Szconp EXPERIMENT. 


In this experiment a weaker solution of potassium cyanide con- 
taining 11°36 grammes per gallon = 0:25 per cent. solution was 
employed. The percentage of gold was nearly doubled, viz, 91 
grains = 5 = 04 grammes = 380 dwts. per gallon. 

The experiment was divided into two portions, the yield of gold at 
each stage being determined. 

First stage :— 

Time of immersion, 1115 . . Amps., 9:00 . . Volts, 475 
Taken out... woe 105 .. „ 200... 


н 510 

Second — | 
Time of ersion, 120 .. Атре., 210 .. Volts, 490 
Taken out... ... 940 .. Ж eis n 480 


The experiment had to be discontinued at this stage owing toa . 


short-circuit taking place within the cell. 
The gold recovered— 


First stage, in 1 hour 50 min., 3005 grammes = 50 69 cent. 
Becond stage, in 1 hour 20 min , 0:875 grammes = 14°73 per cent. 


A total quantity of gold amounting to 6532 per cent. was, there- | 


fore, recovered in 4 hours and 10 minutes, although it will be noted 

маа the greater part cf the gold was deposited in the first two 
A solution containing 6 dwts. of gold p«r gallon and 3271 

саная potassium cyanide, being а 0:5 per cent. solution, was 

employe 

к. gold was ‘deposited in ‘bree stages and weighed separately, as 

ollows :— | 


First stage— | | 
Time eee .. 5.80 ... Amps., 625 ... Volte, 4:90 
Taken out .. 600 » ) 020 n £10 

Gold deposited, 2:930 grammes — 32:02 per cent. 

Becond stage :— 

Time... .. 6.12 ... Amps, 480 Volta, 4°10 
Taken out ss 645... n 120 n 490 


Gold deposited, 1'340 grammes = 14°68 per cent. 


Gold deposited, 2 055 grammes — 23:46 per cent. 
69°13 per cent. of gold was thus recovered in 3 hours 33 minutes, 
and the greater part was also deposited in the first half hour, viz., 


32 02 per cant. | 

These experiments demonstrate that the process affords a quick 
method for depositing gold from its cyanide solutions, and also show 
that it is easy to remove the film of metallic gold from the aluminium 
о by mechanical means. Рета refally 

n another experiment some go gs were carefu assay 
and found to yield а button of gold, equivalent to 1:4 grammes rd 
per 1,000 kilos., or 5 1 dwt. per ton. 

The quantity of tailings used for testing the efficiency of the pro- 
cess was 90 lbs. This quantity was placed in a suitable vat, and 
treated by the well-known methods for extracting the gold by means 
of a cyanide solution. The tailings were first leached with a weak 
eaustic вода solution, containing 4 ounces caustic per ton of water, 
and after its removal, a cyanide solution containing 0:5 per cent. 
K O N was added. This solution was allowed to leach the taili 
for several hours, and was then drawn off into an electrolytic vat. 
The tailings were then leached dry for some hours in order to ensure 
the complete solution of the gold, and the double cyanide so formed 
was leached out with a weak cyanide solution containing 018 per 
cent. KON. After this solution had been drawn off into the elec- 
trolytic tank the last traces of the gold solution was washed into the 
vat with water. The time occupied for the whole operation was 50 
hours, so that it represented the same time as is used in actual prac- 
tice on a commercial scale. The total amount of liquors obtained in 
this way and submitted to electrolysis amounted to abou’ 50 litres, or 
about 11 gallons, or about half the weight of the tailings treated. 

From the above assay the theoretical quantity of 
be extracted from the above weight of tailings is 0056 gramme, 
or „pth of a dwt. On submitting the solution to electrolysis, а 
current of 0:29—0 31ampere was employed, at a pressure of between 
6 and 7 volts. As the area of the aluminium cathode was approxi- 
mately 1 square foot, the current density corresponds to the amperes. 
The electrolysis was allowed to proceed for seven hours, and at the 
end of that time the gold was seen covering the whole of the cathode 
as a very bright т deposit of extreme thinness. Notwithstanding 
the thinness of the film, it was found possible to detach it 
mechanically. 


THE DIESEL OIL ENGINE. 


As considerable attention has of late been directed to the Diesel 
motor, it may be of interest to оц its operation with other 
internal combustion engines from which the Diesel motor differs in 
one rather important principle. 

Ia the standard, or Otto type of engine, worked either by gas or 
by oil, there are four strokes of the piston in the full power cycle, 
two out-strokes and two in-strokes in the following sequence: No. 1, 
an out-stroke drawing in a charge of gas and air. No. 2, an in-stroke 
compressing this charge, which is ignited by external means just at 
the point of maximum compression. No.3 is the out-stroke during 
which the ignited gases do work on the piston, and Мо. 4 is the in- 
stroke of exhaust when the products of combastion are expelled. If 
а good diagram be examined from an ordioary gas engine, it will be 
observed that the compression line is joined to the expansion line by 
a vertical line of explosion. This shows that the mixture, com- 
pressed in the clearance space of the cylinder is burned instan- 
taneously, or to use the physicists’ terms, the combustion takes place 
at constant volume. The volume of the clearance space controls the 
pressure of compression. Apart from the heating of the obarge by 
compression and from the cylinder walls, the pressure will simply 
vary with the ratio of the total cylinder volume to the clearance 
space. Thus if the clearance is 20 per cent. of the total volume, the 
compression will run up to five atmospheres. Obviously, as explosion 
takes place at constant volume, it must be accompanied by an increase 
of temperature. к= : 

By compressing a gas its temperature is raised, the work of com- 
pression becoming converted into heat. Conversely if a gas-be com- 
pressed it will ignite more readily than when not compressed. By 
very high compression it would be found that the charge in a gas 
engine would explode spontaneously, and ignition might be thus 
secured without external meaus. In the oil engine of the Hornsby- 
Akroyd type ignition would always be premature if it were not that 
the vaporiser were shut off from the cylinder by the long bottle neck 
through which the air necessary to explosion has to travel to mix 
with the oil vapour in the hot vapouriser. In the Diesel motor thee 
are two differences from the foregoing mode of working. In the 
first place the compression is very great, rising to over 500 lbs. per 
square inch. At this high compression the combined effect of coa- 
pression and of the cylinder heat is to raise the temperature of the 
compressed charge toa very high point, so high, indeed, that if а 
combustible were present it would ignite. The compressed charge 
consists of air only, and at the point of maximum oompression, fuel 
is introduced by means of a small pump, and as the piston moves 
on its outward working stroke the combustion of the injected fuel 
maintains the temperature so that the expansion line is much fuller 
than the compression line, the difference feine work. By regulating 
the fuel admission the combustion does not cause, as in the ordinary 
engine, a sudden and large increase of temperature, but merely 
as above -stated keeps up such temperature as was attained by 
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compression, the endeavour being to secure isothermal expansion. 
There is, in fact, no sudden explosion in the Diesel engine. The 
fuel ignites as it enters a vessel of highly compressed air and burns 
just as an jet burns when it enters the atmosphere from 
a common burner with a light to give its initial ignition. The large 
ratio of sir present, its high pressure bringing every particle of fuel 
into close contact with plenty of air, produces a perfect combustion. 
Obviously with such high pressures the expansion ratio can be great, 
and it is said that the clearance space is not over 7 per cent. Hence 
in the larger sis compound working is resorted to. The compound 
Diesel motor is made so far with two high pressure cylinders and one 
low pressure cylinder, the latter having a working stroke every revo- 
lution and its charge from the 
nately, these being arranged to alternate their working strokes for 
this purpose. One end of the low pressure cylinder is used as the 
first stage compressor. Air ly compressed into a 
reservoir, whepce it flows to each of the small cylinders, and is in 
them, » to about 500 Ibs. The Diesel motor differs from 
the ordidary gas engine in not having an explosive mixture to com- 
press. It works simply by the heat effect of a flame burning in 
com 


preased sir. 

B» far tbe fuel used in this new motcr seems to be oil, but pow- 
dered coal has been suggested as a 5 fuel, though it seems to 
us that the dust therefrom would be prejadicial in vertical engines 
except where the shaft is above the cylinders, so that dust cannot 
reach the pistons so readily, an t much against the 
possibility of introducing the ооа! by gravity. Originally, too, 
the water jacket was not to have been employed, but bas been 
found necessary. 

It is claimed that a fuel efficiency is seeured of 28 
cent. for Even 


igh pres ure cylinders alter- 


т cent. as 
f of this 


very high p 
this item, and there is no reason why the Diesel motor should not 
economical, But except that it compresses air 
is required there is not so 


fact a device for securing high compression, as pointed out by 
theory, should be secured. The fact that the compressed charge is 
all air, causes the combustion of the fuel jet to be very perfect, and 
there is no smoke or smell from this motor. 

Generally spesking, the theory seems to be all right. Can the 
practice be made so? This is, of course, a question for constructive 
mechanics. The pressure to be employed is one which must tell 
seriously upon pistons, though against this is to be set the absence of 
explosive action. The maximum pressure is brought gradually on 
. the parts during the compressive stroke, and the pressure. line of 
the diegram is merely kept above the line of compression by the 
heat action of the burning jet. Originally the inventor talked of a 
compression running into hundreds of atmospheres and there was to 
be no water-jacketting. 

The engine experimented with in Germany about 1894 bad a com- 
pression of 90 a$mospheres. As now being made, we believe about 
35 atmospheres is the maximum compression; there is a water 

acket, and the efficiency, instead of the hoped for 60 to 70 per cent., 
less than 30 per cent. The inventor has set himself a difficult task. 
: We should like to see him succeed in a very praiseworthy attempt 
d he himself said, it th VVV 
As 6 very pressures he со 
employed, motors would become mere models шрека with our 
existing steam . In Herr Diesel's book, The Rational Heat 
Motor,” published about four years ago, very high tions were 
held as to the possibility of high pressures and the abolition of the 
water jacket and efficiencies of 70 per cent. were anticipated. Oould 


the water jacket be abolished in the ordinary gas engine, it is a ques- 


tion whether over 60 per cent. efficiency could not be obtained at 
ordinary pressures. The practical question now is, is it likely to pay 
to use even the low pressure of 500 Ibs. for the sake of getting 28 per 
cent. efficiency, and is the Diese] motor offering promise of anything 
more than this after its few years’ trial and experience? 


THE ECONOMICAL USE OF EXHAUST 
: STEAM. 


Wartime in the Electrica] Wirld, Mr. Perkins considers the question 
of using exhaust steam. He instances a water-power where the 
driven factory uses so much steam for drying purposes that the fire- 
men cannot tell when the relay engines—used when the water is low 
—are running or standing, because АП the engine exhaust is available 
for beating purposes. He very properly questions the economy of 
the water-power in this instarce. Another instance is cited where a 
college is electrically lighted, and is heated also from the exhaust 
steam, and, owing to certain minor improvements introduced when 
the light was installed, the fuel bill is less than it was before there 
was any light. The light really costs nothing, for the heat was pre- 
viously required. | 

It would appear, however, that in paper mills the reverse шау be 
the case, and Dr. Louis Bell has protested against the uee cf exhaust 
steam for drying purposes, while а case is given by a Mr. Schillit 
: where an engine 13 inches x 21 irches x 175 revolutions per minute 
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Grove the mill and heated 13 driers and used 2,868 lbs. of steam per 
hour with a back pressure of 23 lbs. When exhausting ly, and 
using live steam for drying, the consumption, all told, was only 2,745 
lbs. In each case there were 14 other driers heated, in both. 


ponente producing 100 H P., and he shows that it will not pay to 
6 lbs. of back pressure for the sake of using the exhaust unless 
the amount of exhaust used exceeds 20 per cent. of the steam used b 
the engine under normal conditions. If only 3 lbs. back pressure 
needed, then 10 per cent. of the normal steam must be used. These 
conditions assume that the remainder of the exbaust is blown away at 


the increased pressure. It appears that the 13 driers did not 


require so much steam as the engine used normally Yet a 
back pressure of 23 lbs. implied that the engine must double 
its consumption, and obvio the consumption would be greater 
than if there were a free exhaust and live steam in the driers, and 
that if the other 14 driers had been available for exhaust hei 


to close up the exhaust of а big engine 
force steam through lorg pipes to boil one glue kettle. 


oN THE PRODUCTION OF A “DARK CROSS” 


IN THE FIELD OF ELECTRO-MAGNETIC 
RADIATION.’ 


Bx JAGADIS OHUNDER ВОЗЕ, M.A., D. So., Professor of 
Physical Science, Presidency College, Calcutta. 


A CIRCULAR piece of chilled glass when interposed between crossed 
Dicols produces a dark cross. A si is produced by 
orystals like salicine where there is a radial disposition of the 
principal planes. | 

I have been able to detect a similar phenomenon in the field of 
electric radiation by the interposition of an artificial structure 
between the crossed polariser and analyser. 

І have in a previous communication described the polarisation 
pode by the leaves of a bock. For the following experiment, а 

ng strip of paper was rolled into a disc. A roll of Morse tape 
serves the purpose very well. The diameter of the disc is 14 cm. and 
its thickness 2 ст. 16 will be observed that here we have а ringle 
axis passing through the centre, and that all planes passing through 
the centre are principal planes. 

The effect produced by the interposition of the structure may be 
reo keeping the disc fixed and expl the different parts 
of the field by means of the detector; or the tor may be kept 
fixed (opposite the analyser) and tho disc may be moved about so 


that the different parts of the field may successively be brought to 
act on the detector. This latter plan was adopted as being simpler 


in practice. 
The arrangement of the apparatus is the same as in fig. 1 of my 


. B . 
4 B, C D, аге the vertical and horizontal diameters, 


Fig. 1.—TuHm Paper Disc. 


per “On the Rotation of Plane of Polarisation of Electric Waves 
Ey a Twisted Structure.” The polariser is vertical and the analyser 
horizontal. The paper diso is interposed between the screens with 
its plane at right angles to the direction of the ray. 

e receiver is fixed on the prolongation of the line (wbich I 
=, call the awis), joining the centres of the polariser and the 
y-er. 

Oa the supposition that the interposition of the disc produces a 
dark cross, the arms of the cross (with {е particular arrangement of 
the polariser and the analyser) will lie in the projections of the 
vertical and the hor/sontal diameters of the disc, and will move in 
space with the movements of the disc. When the centre of the disc 
js on the axis, the intersection of the cross will be rig) даган on the 
receiver, and there should then be no agtion. If the disc be moved 
up and down, the centre remaining in the vertical line passing 
through the axis, the vertical arm of the cross will slide over the 


•. Communicated to the al 8155 by Lord Rayleigh, F. R. 8B. 
h 1 , 1898. 
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receiver. If the disc be moved laterally, with its centre in the 
horizontalline passing through the axis, the horizontal arm of the 
cross will slide over the receiver. In this, as in the last case, there 
should be no action on the receiver. But if the disc be displaced во 
that the centre does not lie in either the horizontal or the vertical 
line passing through the axis (the axis now cutting the disc at pointa 
such as a, b, c, or d), the arms of the cross will not fall on the receiver, 
and there should be a response in the receiver. 

The experiments were now arranged as follows:—The disc was at 
first placed with its centre on the axis, the plane of the disc being 
perpendicular to the axis. There was now no action on the receiver; 
but as soon as the disc was tilted, however slightly, an action was 
immediately produced on the receiver. 

The disc was nov mounted on a stand, between the two screens. 
By means of sliding arrangements the disc could be raised or lowered, 
or moved laterally. 

In the next experiment the centre of the disc was first adjusted on 
the axis, and the disc moved vertically up and down. No effect was 
produced when this was being done. 

The centre of the axis was again adjusted on the axis, and the 
disc moved laterally on the horizontal slide. In this case, too, there 
was no action. 

By adjusting the vertical sliding rod the centre of the disc was 
next placed vertically above or below the axis. The disc was then 
moved laterally either to the right or to the left. In this way the 
field could be displaced, and the quadrants, a, b,c or d (see fig. 1), 
placed opposite to the receiver. In all these cases, even with small 
displacements, very strong action was produced on the receiver. 

rom experiments carried out in the manner described above, the 
outline of a dark cross projected in space was distinctly made out. 

A disc of wood, with concentric rings, would probably show the 


effect eqnally well. I shall, in a future paper, send an account of the 


р, the paper disc; v, L, are the vertical and horizontal slides, 
Fic. 2.— Tun HOLDER ғов THE Disc. 


action of crystals cut perpendicular to the axis placed in convergen 
or divergent beams of electric radiation. i 

Some of the investigations on the rotation of the plane of polarisa- 
tion will, perhaps, be facilitated by &a observation of the rotation of 
the cross. By a modification of this method I am at present trying 
to detect the rotation produced in a magnetic field. 


ADDENDUM, Maron 16тн, 1898. 


Tne production of a dark cross can also be demonstrated by inter- 
posing between the crossed polariser and analyser concentric rings 
of tinfoil mounted on a thin sheet of mica. But greater interest is 
attached to the exhibition of the phenomenon by double refractiog 
substances, where the axes of elasticity are disposed in radial direc- 
tions. From the peculiar stresses present, I surmised that woody 
stems with concentric rings would exhibit the phenomenon above 
described. Through the kindness of Dr. Prain, I obtained from the 
Government Botanical Gardens, Sibpore, stems of Pinus longifolia, 
Swietenia mahogani, Araucaria  Cunninghamii, Mangifera indica, 
. Casuarina equisetifolia, Cupressus torulosa and Dalbergia sissoo. Tne 
ring systems present in some of these were very regular. I was, how- 
ever, at first disappointed in failing to obtain the results anticipated. 
But this failure, I subsequently found, was due to the general 
opacity of the wood, which was freshly cut, and which, though 
apparently dry, contained large quantities of sap in the interior. 
I then carefully dried some of the specimens, when the stresses 
Тезге quite apparent by numerous cracks starting in radial 

The results obtained with these dried specimens were 
quite satisfactory. 

I now tried to devise some experiments strictly analogous to the 
optical experiments with chilled glass. For this purpose I cast a 
cylinder wax in a metallic mould surrounded by a freezing 
mixture. Owing to the great contraction produced by solidification, 
a hollow depression was formed in the centre, and this produced a 
distortion of symmetry. It would, therefore, be better to build up a 
cylinder by successive dippings, the deposited molten layer con- 
tracting on the solid core. I obtained, however, extremely good 
resulte with a cylinder of cast ebonite, in which the stresses present 
are exactly similar to those in a circular piece of una: n:aled glass. 

The next series of experiments were un en with mineral 
specimens. I here acknowledge with thanks the kind help I 
received from Mr. Hayden, B.A, and Mr. Blyth, of the Geological 

nt, in obtaining suitable specimens for my experiments. 
One very interesting specimen obtained from pt was formed 
by ringed concretion of flint round a central nod This speci- 


men exhibited the cross with great distinctness. 1 also obtained 
fairly satisfactory results with stalactite. The cuncretion of calcium 
carbonate formed inside a pipe by deposits from temporarily hard 
water flowing through it, would also be found to exhibit this 
phenomenon. 


NEW INDUCTION COIL. 


Abstract of a paper read before the Röntgen Society by ALFRED APPS, 
M. I. E. E, and Member of the Röntgen Society, on May 10th, 1898, 
entitled “ Notes on the Description of a * New’ Induction Coil, 
* Electrical Review, February 4th, 1898, page 165.” 


Tue author considers many of the points advanced to be erroneous, 
and he insists that the members of the Róntgen Society require the 
mosf accurate information with & view to the improvement of their 
X ray appliances. Dealing with the statement that the Ruhmk rff 
coil is the only cne in use, he adduces facts showing that it was, for 
all practical purposes, supersedei some 28 years ago. Ladd greatly 
improved it, and the author devised a new form both as to coil and 
accessories which became, with further details, the subjects of a series 
of patents. These instruments are. now known as Apps coils. Oa 
the subject of efficiency, it is pointed out that the Ruhmkorff coil, an 
excellent instrument 30 years ago, weighing about 20 lbs., and giving 
1j inches spark of about the same dimensions as the Apps coil of the 
present day, giving 8inches spark. This coil has about 64 miles of 
wire as secondary as against the 8j miles which, by calculation, 
appears to be coiled on the central bobbin of the “new” coil de- 
‘scribed in the ELECTRICAL R&viEW. The weight there stated, 600 
grammes, appearing to be a misprint. It is contended that expe- 
rience is the best answer as to decay or siege d of insulation in the 
secondary coil, and are given of many coils of the 
Apps manufacture under the ts referred to, where no 
decay could be found after nearly 30 years’ use, nor diminution 
of spark length. Cases of extreme damp, immersion in sea 
water, &c. acid fumes, and direct sunlight impinging on the 
ebonite exterior are excluded. High power and portability, as 
in the 8 to 10-inch Apps coils are urged as important for X ray work. 
The dimensions of secondary bobbins are discussed, and by means of 
a diagram it was shown that the sectional area of the secondary 
bobbin of a nominal 4-inch Apps coil working to 7 inches, was prac- 
tically the same as that of the “new” coil. In answer to the 
assertion that all coils are defectively insulated, experience is 

advanced. The author, however, admite the extreme desira- 


ing to explosion and tion. As an example of high efficiency, 
where a spark of 4j in C 
i by Apps for the late Mr. W. Spottiswoode, 
F.R.8., is mentioned (see Phil. Mag., Jan., 1877, p. 30). Fluid insu- 
lators are discussed at some length; and replying to the p in 
the ELECTRICAL REVIEW, the author declines to grant that, е 
taken into account, ару advantage can be gained by the use of fluid 
insulators for the secondary of an induction coil. In supporting this 
view, he refers to the very limited use of oil for the insulation of 
transformers where the voltage is TW ed low in comparison with 
that Pres je in the induction coil. To show the danger of an accu- 
mulation of carbon formed from the oil, he instances the case of 
condenser, 20,000 volts only, where there was found to be an 
accumulation of carbon in the glass cell. In this case resin oil was 
used. It is further pointed out that authorities differ widely as to 
the insulating power of oils—that the nature of the electrical dis- 
charges affcct the percentage or efficiency of oil insulators to an 
extreme degree, and, further, that the precise nature of the electrical 
excitation in the secondary of a coil is not satisfactorily known, and 
that, therefore, the value of oil insulation is uncertain. As there is 
carbon formed in all oil insulators—certainly when the electrical 
stress is great. It is produced in the interstices of the secondary 
winding, thereby destroying all insulation and cannot fall awa by 
vitation. In 1870 the author, in conjanction with Mr. Н . 
es, of Pembroke College, Oxford, tested the use of oil in induc- 
tion coils, and discarded it for similar reasons. 

The danger of accumulations of gas in oil insulsted coils is dis- 
cussed at considerable length. The visible bubbles rising to the sur- 
face while the coil is working and the possibility of enlarged bubbles 
being formed in the interior parts and then fired by a minute spark, 
lead the author to conclude considerable of an explosion 
is incurred. He has seen such explosions, and refers to Tesla’s 
description of a coil tried when unfinished in a darkened room pre- 
senting the appearance of а mass of бге” The author some 20 
years ago was endeavouring to ascertain how small a spark would 
explode gas. He employed a common medical magneto machine, 
with a small condenser attached to the rotating contact breaker. 
Sparks scarcely visible of about th inch long thus produced were 
found sufficient to fire a mixture of coal gas and air 

Much has been written as to the proper shape of the secondary 
coil, and as a contribution to the history of this matter, and to show 
that the bobbin recommended in the ELECTRICAL Review is not the 
best, reference is made to the experiments of Mr. Ladd about the 
year 1860. He thorougbly tested the use of various forms, and found 
no advantage from a central bobbin. It is contended that the 
lines of force, within which the seoondary wire must be placed, are 
found in such positions and relative intensities (Kapp lines per square 
centimetre) that one is led, both by theory and experience, to wind 
the wire nearly to the whole length of the primary coil, and in depth 
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equal to about one-eighth of tbe length. The wire recommended, 
0:16 cm., is considered too small for a coil designed for 20 cm., or 
about 8-inch spark. { : ЖР 
The author thinks that no good can be gained by undue economy 
as to secondary wire, and he refers to the use of iron wire now largely 
employed in very cheap coils which soon rusts asunder, and he 
humorously says that there are also other devices for constructing 
coils so as to make them last for a short time. With special reference 
to X ray work, it is pointed out that unless the secon coil be of 
considerable length, the sparks will not be во frequent as to give good 
results. It is an ing of energy that is required, and not a 
simple disruptive d The coil made for Mr. 8 
woode gave a continuous outflow at each diecharge for at least half a 
second when the terminals were separated from 1 to 2 inches, and it 
is precisely this effect, though necessarily less in degree, that is 
wanted for the best X ray work.* As an instance of long spark 
lengths from a small quantity of wire a 3-inch Apps coil is referred 
to, which, as a maximum, gave 6] inches. In conclusion, it is stated 
that induction coils can now be constructed according to specified 
conditions—it is simply & matter of ord electrical engineering 
practice found to fo very closely the data the author has accu- 
mulated during an experience of 33 Finally, he expresses his 
thanks to the authors of the paper in the ErgoTRIOAL Review. 


Norm он Мв. Arrs's PaPER on “А Naw Inpvcrion Com.“ 


Mr. Appe's long experience in the manufacture of induction coils 
with a high reputation entitles his opinions to the greatest 
Да git In some however, we think his criticism of the 

invented by MM. Rochefort-Lucay and Wydts (ELECTRICAL 

Rm. 42, p. 165) is unfair. He objects to the statement at the 

commencement of that article that the Rubmkorff ooil is the со 
in general use, but Mr. Apps must know that the term Rahmk 

is in general use forthe modern induction coil, and does not 

was constructed more than 40 years ago 

first Ruhmkorff coil imported into this country 

000 turns in the secondary оой, and gave 

. But since that time many рч 

construction, by w Mr. 

Apps, as well as other makers, have been enabled to leave far behind 

ue ae ae of the induction оой; for instance, Sinsteden 

the condenser in 1855, Ritchie invented winding the 

ts in 1857, and many improvements were 


d no 

ments in details in the course of his practice. We 

that the central coil shown in the illustration of 
and Wydta's coil is not tbe best 
as we understand it that is not an essential part of their invention, 
Mr. Appe’s remarks on liquid insulators appear also to be beside the 
question. The French inventors’ improvement consisted in the use 
of viscous or pasty insulators, which in many respects haye different 
properties from liquid insulators—for instance, they can stand a 
ger static strain without allowing the electricity to leak 
away by convection. The excellent results obtained with the 
viscous insulators, even though they might not have appeared 
н ы aca an Apps coil had been used for comparison, indicate 
it may be worth while to make further experiments in this direc- 
tion. Mr. Apps alludes to a series of patents 
ments in induction coils have been em 
one 


to jut . Apps in drawing such a hard and fast line between the 
the Rohmkorff 


Scientific Society, certainly said all 
could for belts, but did not seriously overstate matters. Не 
certainly pr some very useful points to his hearers. For really 

ting the centre of a belt ought to be the centre of the 

spine of the ox lying evenly between the two halves of the 

strip. Such belts should be cemented and stretched, and properly 

will ran у true and straight. А safe tension 1s 50 lbs. 

inch of breadth of ji single leather, and 80 lbs. for double 
ther. On this item of cementing, tbe present writer was recenti 

орук щш о the best 4-inch belt to be obtained. He 

sent the “all cemented joints" of a leading maker, and the engineer 

rejected the belt as not the best. It is thus clear that belt users are 

in need of instruction. It is often most difficult when supplying the 

very best goods in the market to obtain credence for the fact. In 


* This sentence does not occur in the original. 


regard to the care of belts there should be no dust allowed to cake on 
а belt, and a belt face should be clammy and should be kept from 
undue dryness by a reliable dressing. We can understand this, but 
what isa reliable dressing? A pulley ought not to become bright, 
он implies slip. А non-slipping belt makes a pulley face dark 
A belt only slips if ont of condition or overloaded. Slip implies 
friction and loss of power and destroys а belt. If overloaded a belt 
can be compounded. Mr. Tallis is great on compounding. A com- 
pound belt is simply one belt running freely on the top of another. 
An 8-inch belt run on a 12-inch belt is equivalent to a 20-inch belt, 
the 8-inch belt will doas much work as if on a pulley of its own. 
When running at over 4,000 feet per minute belts ought to be thin, 
pliable, and tough, as orange tan or raw hide softened.- If com- 
pounded they may be run up to 9,000 feet velocity, but vdo not 
see how the author makes out that compounding deadens and 
counteracts centrifugal force," and fora 9,000 feet velocity to be 
economical we consider a belt must have a more than usual working- 
tenacity per unit weight as 7,000 is usually considered quite an out- 
side velocity taking centrifugal stresses into account. 

The flesh side should run next the pulley; it is the stronger, but 
if overloaded the grain or hair side should be next the pulley, as it 
will better stand the overheating due to slip. Belt thickness must 
not exceed a given ratio to the pulley diameter. A 4-inch pulley 
must not carry a belt above j-inch thick. Up to 8 inches а belt may 
be gu- inch thick, thin - inch up to 12 inches, and 32-inch bare up to 
18 inches diameter. Above 18 inches heavy leather can be used. We 
publish Mr. Tullis's table of belt powers and speeds in full. 


PULLEY AND BmuT-POWEB TABLE, 


showing what horse-power 1 inch in width of single or double leatber 
belt will transmit when running on pulleys from 1 foot diameter to 
10 feet diameter :— | 


SixoLE LEATHER BELTING. 


1 in. width of single belt on pulley 6 in. dia. at 6, 400 ft. belt speed per min. 1 H. B. 
1 » ” " 12 » 8 200 9 97 "т 
1 ?9 » 9? 18 ” 2.400 97 99 , 
1 ul 97 , 94 n 1,500 3 n” » 
1 n ” ?? 80 9 1,240 n 93 " 
1 ” ” n 36 н 1 i » » „ 
1 » ?»» » 42 » 9,9 9 АЛ 
1 „” 97 n 48 ” 800 "n n 99 
1 » n ?? 60 9 680 77 ” » 
1 99 97 n 12 9? 583 ?»* „ LAJ 
1 L] ,* 99 8⁴ - v 457 77 n U 
1 ge n 99 96 927 400 , 9 9, 
1 ?9 „э * 108 „ 355 ,?9 , 9 
1 9 n n 120 uj 250 90 " 27 


DovuBLE LEATHER BELTING. - А 
іп. width of belt on pulley 18 іп, dia. at 1,833 ft. belt speed per min, 1 Н.Р 


1 

1 » » ” 24 »" 1,000 " m " 
1 ” T ” 80 " 875 n » » 
1 , ” r 86 „ . 730 » .- n Т 
1 99 » *» 4 a 625 n 97 we 
1 ” n — y 48 ” 500 m „ T 
1 " T „ 60 „ 400 „. " 75 
1 н ” » 72 " 835 » ” ” 
1 " ” » 84 " 296 09 n » 
1 ” н " 96 " 250 " , n 
1 ” ” » 108 ” 222 » m ээ 
1 ” " » 120 » 200 " " » 


The above figures сопор are durability. A belt will do 30 per 
cent. more than the table without slip, if ба little tighter and in 
good condition. Even twice the power can be transmitted at high 
tension, but a belt ought to do its duty when slack. Its “slack” 
side ought to be distinctly slack. Mr. Tullis would save pulley cost 
by using compound belts. Two 20-inch belts will do more than one 
40-inch belt on a wide pulley. Superposed belts check surging and 
air cushioning. The top belt really is working on a leather pulley, 
and the under belt is being held against its pulley firmly. · 

Mr. Tullis advances instances of the benefit from compounding 
insufficiently strong belts. In our own practice we well remember 
where certain 4-inch belts were continually giving trouble. We 
changed them for 5-inch belts and the trouble ceased. All Mt. 
Tullis's examples are to the effect that by means of placing one belt 
over another, the work done may be increased in fully the ratio of 
leather used, and such compound belts are altogether satisfactory, — 
and may even be used as shiftiag belts with strap forks,&c. 

In quarter twist drives the ordinary flat belt, especially in a short 
drive, has one edge of the belt badly strained. This fault is got over 
by making special belts with one side longer than the other. So 
made they work perfectly, and may also be compounded. They 
ought to be of thin leather. | VERE 

For really heavy work link belting is advised. It ought to have a 
flexible centre as it will then flt the crowning of the pulleys and d» 
80 per cent. more than if fiat; but here again Mr. Tallis is wrong іа 
saying that on such a belt centrifugal force has no effect. Such belts 
should not be tightened until they slip, unless the slack side dags 
down to touch the tight side. Д ss 

The breaking strain of a link belt F- inch thick is mn as 1,400 
i per inch of breadth for oak tanned and 1,800 lbs, for orange 

nne | 

On tapered cones a link belt made to fit the cones will work 
without trying to climb against the shifter. Some such belts are 
made for steep pitched cones, which have a cross section varying 
from ё to 23 in a width of 6 inches. Sich beits are, of course run 
halt-t . If an open drive must be used then a full twist must 
be put on to both sides of the belt so as to get the correct arrange- 


ment of the taper of the belt upon the cones. 


A little belt slip may sometimes ba desirable, as, for example, when 
driving a dynamo from a gas when: a little slip prevents 
surging and waves in the belt. | | 


( To be continued.) 
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THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Tum Dzstow or Exszornic BRainwav Morons ror RAPID ACCBLEBA- 
пои. By Prof. OgARLES A. Canus-Witsom, Member. Read 
May 96th, 1898. 

The torque on the shaft of a motor may be expressed by the 


equation, 
t = 1'41 p a ои 10-8 inch-pounds (1) 


where и is the number of O.G.8. lines per pole, л is the number of 
surface conductors, с is the total current into the motor, in 


and p is a numerical constant җе upon the way in 
the armature is wound. This equation may be written, | 
t = 11410 M (8) 
where м is given by 
x = panio (3) 


We shall call м the induction factor of the motor. Sinoe the 
tension, e, induced at я revolutions per second is given by 

€ = AE ^ 10— volts (4) 
te induction factor may be found by dividing the induced tension 


volta by the speed in revolutions Br рш , and the induced 
tension is given by the product of induction factor and the 


The constant, p, may be defined as the ratio of the number of 
surface conductors in series between the main terminals to the 
number of surface conductors lying between two adjacent neutral 
ран M UnMT for a bipolar machine, whether drum-wound or 


PCC and к 
ашчы, ol арш, we рате the following сера 1 for 


= и * R (5) 


where п is the terminal tension in volts, and в is the resistance of 
the motor in ohms measured berana ене гоо ва ee 
Hence, in the case of a railway mctor, the speed in feet per second is 
given by 
8 = 0 262 = (m - ов) | (6) 
whare v is the ratio of the speed of the motor to thst of the main 
aai —efterw 


ards called the Мити а is the diameter of 
the driving wheel in inches. 


5 
NAC LEA € 
D 


Amperes in „ ArmeLurs and Magnets 
Fra. 1. 


an experiment be ee the reed, tha tension 
an observed, we can find from eq 

of the induction | factor for different currents, and thus obtain 
we shall call the induction curve. Such a curve is 

for the G. E. 800" railway motor made by the General Eleo- 


motion, 
second will be given by 
а = 405 x 19-4 И? 2e (7) 


where o, is the current in amperesavailable for acceleration, and w is 
the whole weight that has to be accelerated, in tons of 2,240 lbs. 

As an illustration, we may tske the motors used on the Baltimore 
aud Oaio Railroad. The conditions are as follows:—A train weighing 
780 tons has to start from rest on a of 0'8 per cent. The train 
2 locomotive equi with four motors y 
series. Tae dri wheels, which are gearless, have a 
diameter of 62 inches. The maximum current from the line is 
limited to 1,800 amperes, and the mean value of м while the motors 
are startiog may be taken as 155. 


The tractive effort required for the grade is 3,490 Ibs., 
and for friction: allowing 9 Ibe. per ton, 1,756 Iba, making al 
5,245 lbs. If we allow 95 per cent. mechanical , We find 
from equation 3 that the current required to overcome fricti^n must 


r 
- 0 б 


m 


E | 
NENE ГЇ 
NES 


M сни ом res, leaving 1,020 available for 
acceleration. K Um, ter мй from 
5 & per second. The induction 

carve of thete motors is given in fig. «and the current-curve observed 
5 fig. 3. 

a palley of d centimetres diameter is | laced on thé shaft of a 
Soc dE IS но он зу кгс OEO An peres, tns 
tangential force at ths rim of the pulley is given b y 


= l 1 
os xo 10 dynes (8 
It d = + 167 centimetres, this may be written, 
т = м o dynes | (9) 


The force of а motor may thui be defined as а force of x o d at 
the rim of a pulley 107 centimetres in circumference. e shall 
cll x the foes factor d tho motor R 


III 
F 
CORE 


Жжж ата ai ee EN 

ПЕЕ uu 

TCC... 
JT 

Eri dx 8 8 808 
Seconds 

Fia. 8. 


example, each of the four motors must have a force factor of 
279 Eilodynes in order to mart up with an soeelention o 0 53 f p.s. 
т secon 
The rating of a motor in horse-power gives us no indication of its 
ability ogra ош this may be the most im t function 
it i» called upon to perform. hus, in the example, the 
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horse-power of the motors at the moment of starting is nothing. 
In the problem that we now propose to discuss we shall find it con- 
venient to be able to define the action of a motor in terms of a force 
unit instead of a power unit, and for this purpose we shall make use 
of the force factor. We may note in passing that the power in kilo- 
watts at any moment is given by multiplying the force factor in 
kilodynes by the number of revolutions per second. 

When a given distance has to be covered, we may divide the whole 
period of motion into two parts—that of acceleration and that of 
uniform speed. For the present we shall assume that, if there are 
two or more motors in the locomotive, they are connected in parallel, 
and кс they speed up with uniform acceleration until full speed ів 
Teac 

From equations 6 and 7 it appears that, if everything else remains 
unchanged, the acceleration increases directly, and the final speed 


inversely, as . For example, if we keep м and v the same, we 


‚ d ` | 
сап increase the acceleration by putting on a smaller wheel, but we 
shall thereby reduce the final speed. The accelerating period will 


then be small, and most of the distance will be covered at full speed. 


50 | 
I INE CURVES 
FOR OFERENT | DISTANGES 
AND WHEEL DIAMETERS. 


дее _ ў 
à B 
У 1 
d.. Oo Whee f à 
” Pid 
gi? 2° ‘ 
LI 
. 
=. 
' 


econd. - 
€ è 


Feet ger S 


2 40 
Seconds. 


Fia. 4. 


On the other hand,if we increase the diameter of tbe driving 
wheel, we shall get a small acceleration but а high final speed; most 
of the distance will then be covered during the process of accelerating, 
and fall speed may not be. reached before the given distance has 
been traversed. Similarly, if we vary the velocity ratio, keeping 
м and d the same, we shall get the reverse of these results. Or, if 
we keep v and d fixed and vary M, we shall get the same results as if 
we varied the velocity ratio. | | 

In fig. 4 the horizontal axis represents seconds, and the vertical 
axis speed in feet per second. Let us suppose that the conditions 
are such that with a driving wheel 40 inches in diameter an accelera- 
tion of 1:5 f.p.s. per second is obtained, and that the final speed is 
30 feet per second. A distance of 200 yards will then be covered in 
30 seconds, 20 seconds being occupied in accelerating, during which 
time 100 yards is covered, the remaining 100 yards being covered in 
10 seconds at full speed. 

If now we replace the 40-inch wheel by one whose diameter is 
30 inches, we increase the acceleration to 2 f.p.s. per second, but 
reduce the final speed to 22 5 f.p.s., so that it takes 33 seconds to 
travel 200 yards. If we put оп а 50-inch wheel, the acceleration is 
decreased to 1:2 f.p.s. per second, and full speed is only just reached 
ее gd 200 yards has been covered, the time being nearly 33 
seconds. 

If a line, such as a f in the figure, is drawn to a point at which the 
given distance is covered, the points thus found by using wheels of 
different diameters will lie оп а curve. We shall call this the time 
curve. In the figure, dotted lines such as & a represent the accelerat- 
ing period, and dotted lines such as a f the period during which the 
motors are running at full speed. The area Л a f g, then, represents 
the whole distance covered in the time x g. 

Time curves have been drawn for distances of 200, 300, 400, and 
500 yards. An increase in the value of m or of v gives the same 
result asa decrease in the value of d. 


It is evident that there is a certain value of = Ра for which the time 


ч ТЕ in covering any given distance is a minimum. This value 
now proceed to find. 

We know from equation 7 that the acceleration varies inversely as 

d 


1 We may express this fact as follows: 


ab, 1 
w Ay B (10) 
where / is a constant, and В = ae 
From equation 6 we have 
а b = 1 В (11) 
where * is а constant. 
If. D is the whole distance in feet that has to be covered, we bave 
p= %% p+ bp x bg (12) 
1 
hence, by substitution, we get 
D ke 
f= — + Фф. 8? . as 
iB i Ta | (18) 


where (is the time occupied. To find what value of В makes the 
time a minimum, differentiate and equate to nothing, and we ‘have 


| e =Ñ o, or bg = jbh 

The given distance then is covered in the shortest time, when the 

equipment is such that the distanca travelled during the process 

of acceleration is equal to that travelled at full speed, the time of 

accelerating being two-thirds of the whole time. Ж 
Substituting for kı and Iz their values as given by equations 7 and 


6, we get 
{2 }" =- 0592 a 
M v W (B — c; B) 

It appears, then, that, when a train of weight w tons has to be 
started from rest and moved through a distance of р feet, the tension 
of the line being Е volts, the accelerating current с„ amperes, and the 
internal drop when running at full speed cy n volts, the time occupied 


is least when the ratio 


xs is that given by equation 14; and that, 


if this value of — 75 is adopted, half the distance will be covered in 
the process of accelerating. 
Since the equation 14 gives the value of 285 for covering any dis- 


tance in the least time for a given accelerating current, it follows 
that, when the time as well as the distance is given, the accelerating 
озлеп m be least when half the distance is covered during 
acce on. = 


For, if any other ratio of ik is adopted than that which covers 


half the distance during acceleration, the time will be prolonged, and 
consequently a greater accelerating current required. 

We have, then, two conditions to fulfil. First, half the distance 
must be covered at full speed in one-third the time. If we ars at 
liberty, as we generally are, to adjust the value of the resistance so 
ie the drop at full speed is independent of M, v, and d, we then 

ve 


M v te 
LL = 0174 hd | 
0:1747 (15) 


where ¢ is the induced tension at full speed, or the tension of the 
line minus the heat drop. 


It thus appears that the ratio T which governs the design of 


the whole equipment, is given by the consideration that half the 
distance must be covered at full speed in one-third of the time. 

. The accelerating current can now be found from equation 7. We 
know that half the distance has to be covered in two-thirds of the 
time: this gives us the acceleration. We know also the value of 


T and of W: hence we deduce, i 


| DW О 

| Ca = 55 5 s 12 — p v ’ (16) 

or we may write at once, A 
3 

c, = 918 Ру. (17) 


If we know the retarding forces at full speed we can find the cur- 
rent, since P 
tbe motor. UN | 5 

For example, suppose that we have to design an equipment by 
which a tramcar weighing 10 tons can be started from rest and moved 
through 500 feet in 30 seconds. We may suppose, further, that two 
motors are to be used, connected in parallel throughout; that the 
tension of the line is 500 volta, and the drop at full speed 9 volte. 


From equation 15 we obtain the value of .* Зы „and find it to be 
5°15. We may assume for the present that v is limited to 4°78, and 
that d is 33 inches; hence м = 35:5. The maximum speed is 25 feet 
per second, or 17 miles per hour. If the frictional other forces 
retarding the motion are equal toa юше of 3,580 inch-pounds on 
each axle, the current at full speed will be 15 amperes, and the 
resistance of each motor 0°6 ohm. | 


(To be continued.) 


is fixed, and hence we can obtain the resistance of 


D 


PHYSIOAL SOCIETY. 
May 27тн Muerina. 


Мв. CAMPBELL SWINTON read a paper on Some Further Experiments 
on the Circulation of the Residual Gaseous Matter in Crookes Tubes.” 
In the discussion that followed the former paper on this subject, 
at the Physical Society on March 25th, 1898, Mr. Appleyard had 
suggested that, in tracing the cause of the rotation of the exploring 
mill, it would lead to simpler results if the vanes were made of some 
ligbt conducting substance, for it was probable that mica introduced 
complications by retaining the charges. Prif. Boys then pointed 
out that the mica might be gilded. Such a tube has now been 
made by Mr. Wolff. With the gilded mica vanes so placed as to be 
outside the cathode stream the mill behaves in а manner similar to 
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the non-conducting insulated mill It shows a greater tendency to 
assume a position of stability, due to electrostatic induction, this 
renders it somewbat troublesome in starting, but, when once under 
way, the mill rotates always when excited. Occasionally, when 
starting, a few reverse revolutions are observed, these are probably 
due to electrostatic influence and momentum, and also possibly to 
eddy currents in the residual us matter. Bot it is found, 
in all cases, that rotation in the direction that indicates a stream 
of residual gaseous matter from anode to cathode, follows the 
reversal immediately after one or two oscillations. An electro- 
meter connected to the mill, through the pivot and needle- 
point, shows the vanes to be always electrified positively. The 
results are confirmed by а second tube with oblique vanes. The 
author concludes that at very high exhaustions there existe a mole- 
cular or atomic stream from anode to cathode, which carries a posi- 
tive charge and travels at high velocity outside the opposite cathode 


stream. 

Mr. J. Quick asked what was the minimum degree of exhaustion 
required to produce these resulte. | 

Prof. Bors said that the experiments gave some amount of proba- 
bility to the truth of Mr. Campbell Swinton’s hypothesis, but it did 
not altogether о the mechanical theory of rotation to be correct. 
He was glad the chance suggestion at the last discussion had 
led to such interesting experiments being continued. 

Prof. THRELFALL mentioned that Boettger had devised a method 
for gilding mica, by a chemical process, that was much to bs pre- 
ferred to ordinary gilding. 

Mr. OAMPBBLL SwriNTON said it was necessary to exhaust the tubes 
as completely as possible, to a point where it was only just possible 
for any discharge at all to pass through them. If the rotation was 
due to electrification, there must still be some mechanical process 
whereby the charges get to the vanes—a stream of residnal gas 
satisfied that condition. 

The ViCE-PRESIDENT рор votes of thanks and the meeting 
adjourned until June 10th. 


TRANSATLANTIC CABLES. 


Mxmssas. Srwwzss Bros. have kindly permitted us to publish the 
following tabular statement of calculated and actual s compiled 
by them of Atlantic cables. It will be noticed that in the 1894 
cables, which are of different lengths, and varying weights of copper 
and insulation, the advantage would ba with the manufacture of 


THE “FULMEN” ACCUMULATOR. 


Wm know that accumulators intended for electro-mobiles should 
above all a high specific power (watts per kilogramme of (оа! 
weight) and a high specific energy (watt-hours per kilogramme of 
total weight) in order to reduce as far as possible the dead weight 
carried, and so to increase the length of the journey that the battery 
enables us to make without recharging. These figures are now 
pretty well established for certain types of accumulators, and we 
find under the signature of one of the best authorities on automobile 
locomotion, M. Ed. Hospitalier, a very competent article on the 
“ Falmen ” accumulator, which is already well known to our readers. 
This article describes the progress ised in apparatus for the 
storage of electrical energy during the past 15 years. 

The type that we have examined, says M. Ed. Hospitalier, is dis- 
tinguished by the symbol Bis and comprises 13 plates: 6 positive and 
7 negative. The plates, which are rectangular, are 183 centimetres 
high, 94 wide and 4 millimetres thick. They form a block consisting 
of 24 rect lar cells, in which is lodged the active material. Thin 
sheets of uloid prevent the plates from coming in contact with 
one another. 

The moist plates cut level with the fastening gave us the following 
pasta weights of the grid and of the active material (in 
grammes). 


Positive plate. Negative plate. 
Grid ..  .. .. 195 .. vas .. 136 
Active material .. 3400 s .. 255 
Total weight ..  .. 4755.0 390 


The surface of each plate їз 175 square decimetres of the total sur- 
face for the 12 faces of the six position plates. 

The celluloid trough and the partitions separating the plates weigh 
600 grammes. The total weight of the complete element with the 
liquid is 7:5 kilogrammes. 

Brault, administrator and delegate of the Falmen Accamulator 
Company, considers the normal régime of discharge equivalent to a 
current of 21 amperes corresponding to a continuous discharge of 
5 hours, or a density of current of 1 ampere per square decimetre of 
surface of the positive plates, but the accumulator can, at the expense 
of its capacity, supply as much as 50 amperes of continuous discharge 
and 100 amperes in interrupted discharge, for a special strain, for 


With the normal discharge in 5 hours the mean available difference 
of potential of the element is 1:9 volts, and the capacity 105 ampere- 
hours. Each element of 7.5 kg. supplies at the normal régime 40 
ATALADI watts and contains an available energy equal to 200 watt- 

ours. 

The specific constants of the element are, therefore, as follows, as 
compared with the tota? weight: — 


Messrs. Siemens, length and weight of core being equal (see cols. 9 Specific output, in amperes, per kg. “es ids 3 
and 10). Available specific power, in watts, per kg. Ves 53 
As earlier figures may require further notes to explain that the Specific capacity, in ampere-hours, per kg. .. 146 
speeds given were by mirror or recorder, or simplex and duplex, Available ific energy, in watt-hours, per kg. 26 
we have үт to draw attention ouly to the two results directly Specific weight in kilogrammes per kilowatt ... 190 
comparable, vis., the 1894 cables :— Specific weight in kilogrammes per kilowatt-hour 37:5 
= — — 
1 2 8 4 5 6 7 8 9 10 11 
| | Type о 96 5 Calculated 8 байый Calculated 
core 0 . 8 8 speeds speed 
Date Length in deep sea taki taking 8 5 8 if lengths 
when Designation of cable. nautical cable. 1874 cable | 1874 cable | obtained | if lengths | 1,850 naut. Manufactured by 
laid. miles. at 20-2 at 27:6 in regular | 1,850 naut. | miles and 
| Lbs. per {Ohm x Microfarads words per words рег | working. | miles. core | 
| naut. Vi 10, minute. | minute. 650/400. 
Cop. G. P. 
1873 | Anglo-American ...| 1.876 | 400/400 3°919 18°11 24 75 A dis Tel. Const. & Mtac. Co 
1874 | Anglo-American ...| 1,837 | 400/400 3:512 20:90 276 (f), 20:2 (a) 199 28:2 Tel. Const. & Mtno. Co 
1875 | Direct United States | 2,423 | 400/360 7:558 9:38 12:82 | 226 38:6 70:2 Siemens Bros. 
1879 | Pouyer-Quertier 2,242 | 350/300 6 600 1074 1467 | 22 (с 32:2 59:8 Biemens Bros. 

1866/80 Anglo А аена 1,852 iis 632 1531 20 91 i si zu Tel. Oonst. & Mino. Co 
1881 | Jay Gould 2,518 350/300 7 834 905 1237 |215(d)| 398 69:4 | Siemens Bros. & Оо 
1882 | Jay Gould ... ..| 2,563 350/300 8 030 ! 8 84 1208 | 21:5 (d) 41-2 71:2 Siemens Bros. & Co 
1884 | Mackay-Bennett (8 2,353 350/300 6°740 10:52 14°37 | 26 42:0 72:3 Siemens Bros. & Oo. 
1884 | Mackay-Bennett la .)] 2,846 350/300 6 630 1071 1463 | 26 41:8 712 | Siemens Bros. & Oo. 

.1894 | Mackay-Bennett(3rd) 2,161 500/320 4°671 1518 | 2074 | 40 (9) | 546 772 | Siemens Bror, & Оо. 
1894 | Anglo-American ... | 1,850 | 650/400 2:420 29:31 40°04 | 474 (e) 474 474 | Tel Const. & М ос. Co. 


(a) Report of engineers, Messrs. Clark, Forde & Co., to the manager of the Anglo-American Telegraph Company, dated June 25th, 1877. 
(b) Report of engineers, Messrs. Clark, Forde & Co., to the manager of the Direct United States Fab e Company, dated June 265th, 1877. 
(c) Report of the engineer · in- chief, Mr. von Chauvin, to the Pouyer-Quertier Cable Company, dated June 15th, 1880. 
( (i.) Special trial of code words, 18 words per minute | mean 
(d) Report of Dr. Muirhead to Mr. von Chauvin, Poets in London of ' ii.) Press messages, usual rate, . 
the Western Union Telegraph Company, dated July 10th, 1883 


(e) Electrician, dated October 12th, 1894. 


(f) Speed ified as basis for column 7 is taken from a letter from the manager of the Anglo-American Telegraph Company, dated September 90th, 1894. 
un From a letter from Mr. G. G. Ward, vice-president and general manager of the Commercial Cable Company, dated May 10th, 1895. 


* 9 5 
(iii. As many as 185 letters per minute have been observed to pass at times 
l without requiring repetition. 


It will be noticed in column 8 that the actual working speed 
obtained with the cables made and laid by Siemens Bros. & Co., is 
very much greater than that calculated upon, even allowing for all 
the progress in manipulation and manufacture. Columns 9 and 10 
prove this even more clearly, the figures given there having been 
calculated (from actual speeds) according to well-established formule 
—column 9 showing what the speed would bs if all the cables were 
only 1,850 nautical miles long, and column 10 if the length and 
weight of core of all the cables were the same as those of the 1894 
Anglo Cable. 


At the regime of 5 watts per kg., the Fulmen accumulator contains, 
therefore, more than 25 watt-hours per kg. These two figures are 
sufficient to calculate the weight of accumulators necessary to work 
an automobile of a given total weight, at a given в on a given 
track, the efficiency of the motor and the transmission being known, 
and also the road to be traversed between two successive charges. 
If the régime of continuous specific discharge ba doubled and brought 
to 10 watts per kilogramme, the specific energy falls to 20 
watt-hours per kilogramme. If we jo not require more than 
100 kilogrammes of accumulators to produce 1 kilowatt, we 
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should require 50 kilogrammes (instead of 40) to store up 1 kilo- 
watt-hour. 

If, on the contrary, we reduce by half the specific régime of con- 
tinuous discharge, the available specific energy increases and attains 
to 30 watt-hours per kilogramme. 

In calculating the weight of a battery, therefore, we must not lose 
sight of the fact that we lose in energy what we gain in power, 
and rice versá, and tbat accumulators wear much better when they 
are subjected to more moderate régimes of discbarge. In their 
special application to electro-mobiles, the discharge is not continuous, 
but, on the contrary, extremely variable, and interrupted by intervals 
of rest favourable to the diffusion of the liquid, which diffusion is 
also facilitated by the agitation of the elements during the journey 
The figures given for the normal regime may therefore be accepted' 
as representing the energy actually available, notwithstanding the 
variations in the output. 

As regards the duration of the elements we can give no figures as 
there is too great & difference between the conditions under which 
they work in the laboratory and on the road. We shall gain more 
information on this important point as electro-mobiles become more 
extensively used. 

We had intended to publish the conditions of working of other 
94 of accumu'ators applied to automobiles, but we found that 
they were nearly all considerably inferior to those we have just 
described relating to the “Fulmen” accumulator. As each maker 
or inventor claims in favour of his apparatus special advantages as 
to solidity, duration, cheapness, facility of arrangement, &c., which 
more or less compensate for inferiority in output and capacity, we 
did not think it expedient to challenge claims and contradictions. 

The figures which we have given, and which are deduced from our 
own experience, represent the maximum of what can be obtained 
from the present accumulators while we are waiting for better, in 
defiance of the proverb that says “ Let well alone." 

The accumulator question is attracting universal attention just now, 
and we would readily believe that the present maximum is merely 
provisional. But such as it is, it enables us to realise practical electro- 
mobiles capable of making daily journeys of 50 to 60 kilometres 
without being recharged. 

The competition for electric cabs to be held by the Automobile 
Club in Jane, will be a reliable experimental confirmation of our 
deductions. —L’ Energie Electrique. 


REVIEWS. 


Treatise on Chemistry. Tol. I.— Jh Metals. By Prof. 
Roscor and SCHORLEMMER. | London: McMillan & Co., 
Limited. 1897. 


This is the third edition of one of the most important 
volumes in the great work first issued by the authors in the 
early part of 1878. During the 19 years which have elapsed 
since the publication of the first edition of this volume, 
much important work on the chemistry of the metals and 
their compounds has been done. So much, indeed, that 
the time was ripe for a new edition in which the metallic 
elements and their compounds should be re-arranged and 
all new matter of importance added. Prof. Roscoe and his 
assistant have had a large mass of material from which 
to make their selection, and on the whole, those who are 
familiar with the first two editions will conclude that they 
have generally exercised their judgment well, and have 
not failed to realise the significance of the new discoveries, 

The new edition is more bulky, but fortunately, it has 
been posible to condense much of the old matter and even 
to reject some, so that the volume before us is not too 
ponderous. This is a great advantage, for, in the early 
editions, the metals used to be dealt with in two volumes. 

To review this work from the point of view of the metal- 
lurgist is scarcely within our province, but we have no doubt 
whatever that those who are interested in the chemistry of 
metals will give a whole-hearted verdict in favour of this 
new edition, which we are sure they will find to be a verit- 
able mine of unusually accurate information. 

A treatise on the metals, their chemical and pbysical pro- 
perties, wonld not be complete without alluding in the 
proper places to the achievements of those who have sought 
to increase our knowledge of electricity within the past 20 
years, and this has been done to some extent. We humbly 
suggest, however, that the work would have Ъзеп far more 
valaable if the editors had drawn more copiously upon these 
achievements and had made more of them. We even venture 
to say tbat the work would have been more valuable if an 
electrical engineer thoroughly conversant with the researches 
of the past 20 years had been associated with them in their 
labours, for сара Кары to which the metals are now placed 
in the electrical industries are 80 numerous and important 


that they cannot be overlooked. It is only in this direction 
that we can detect any serious weakness, otherwise the work 
is, humanly speaking, complete. 

In a treatise on the metals, ext nding to nearly 12,000 
pages, one might surely expect more than a page on the 
subject of conductivity ; this is all that is devoted to it, and 
the subject is only considered with conductivity for heat 
under the heading of Physical Properties in relation to the 
Periodic System.” ^ Actually in describing the physical 
properties of silver, we are only informed that it is the best 
conductor of electricity ; and under the physical properties 
of copper, the only statement is that next to silver it is 
the best conductor of electricity, and that pure copper 
is very largely employed for electric light mains and 
subterranean constructions, and that small quantities of im- 
purities lower the conductivity to a large extent. We should 
have thought that metals possessing this property to such 
a high degree would have been written about somewhat 
differently, and that wherever the physical id itus of 
metals were stated, the values of their electrical conductivities 
would have been given. Bat we have searched for them in 
vain. Generally speaking there is a great dearth of physical 
constants. 

Another instance of unbalanced treatment in dealing with 
electrical matters is to be found on page 319, where the 
electrolytic preparation of copper is described in 18 lines, yet 
the electrotyping process, which is surely a matter of less 
ш aberat receives more than two pages. 

n dealing with the velocity of reaction we miss any re- 
ference to recent German researches on the velocity of ions. 

Spectrum analysis and the methods of producing emission 
spectra are very fully dealt with as mignt be expected from 
one who has done so much himself in this direction ; 
indeed, this part of the work is very complete. 

There is a very gocd section on the constitution of salts 

and bases in dilute solution, but, strange to say, no reference 
to Arrhenius, Nernst, and the other great investigators in 
this field of research. It seems impossible to have omitted 
a full explanation of the electrolytic dissociation hypothesis, 
but such is the case. Indeed, the editors of this edition do 
not seem to have realised the important progress which has 
been made in electrolysis, not only a3 regards theoretical 
matters, but in practice; and so we look in vain for any 
reference to recent achievements in the direction of produc- 
ing chlorates, hypochlorites, &c., in this way. 
. We should have thought that the work would not have 
gone to press too soon to have included some reference to 
Karl Elb’s recent research on electro-chemistry. We miss 
ш in common with many others of greater and less 
rank. 

The authors had a great opportunity when writing up 
aluminiam, bat they do not call our attention to the 
phenomenal progress which has been made in the industrial 
application of this metal during the past 7 or 8 years, and 
the electrolytic production of aluminium ія dismissed in 
about half a page. Some of the data too are wrong. We 
might have been favoured with the authority for the state- 
ment that the electrical energy required for the prodnction 
of 1 lb. of aluminium amounts to 3,730 watt-hours. In 
describing the Héroult ргосев ia use at Foyers, the 
statement is made that the alumina is melted without the 
addition of a flux, and is then simply electrolysed. Bat the 
fact is, that alumina itself is practically infusible, though it 
dissolves readily in several salts which melt at a reasonably 
low temperature. In practice cryolite is found to be the 
most suitable with the Héroult cells, and this is used by the 
British Aluminium Company. The bath is filled with 
molten cryolite which is coustantly fed with alumina as the 
aluminium is deposited. If the cryolite is not a flux, it is 
certainly a solvent for alumina and most, if not all, 
will imply this if they speak of oryolite as a flax. Loose 
ашан of this kind ought not to have crept into such а 
work, | 

Turning to platinum we find as, indeed, we do with nickel 
aud others of the metals which are more interesting to our 
industry, tbat data which we may reasonably expect to be 
present are conspicuous by their absence. The position of 
platinum in the electrical industries ought certainly to have 
been defined. 

The last chapters in the book deal with the newly dis- 
covered elements of helium and argon, and practically con- 
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stitute abstracts of the more important papers which have 
appeared, and with which our readers are familiar. We 
were expecting too much, perhaps, when we looked for some 
pronouncement on the fact that the existence of these two 
elementa is not in any way indicated in the periodic arrange- 
ment of the elements, yet it is probable that their discovery 
will lead to modifications of that hypothesis. 

As a treatise on chemistry, the work will probably satisfy 
chemists and also metallurgists of the older school, but the 
up-to-date metallurgist and especially electrical engineers 
who are interested in electrolysis will find it somewhat 
disappointing. 

The book is executed in Messra. McMillan’s well known 
style, it is well print-d, well illustrated, and suitably bound, 
and though as a treatise not perfect from our point of view, 
will, we are quite sure, be welcome wherever the chemistry 
of the metals is studied. 


Alternating Currents of Electricity, By ALFRED STILL. 
London: Whittaker & Co. 1898. 


This book, says the author, is written less from a scientist’s 
point of view, and more from an engineering standpoint, 
than is usually the case; and not only for engineering 
etudents, but also for those engineers who are but slightly 
acquainted with alternating current problems. 

There are, doubtless, many electrical engineers who, while 
possessing an extensive practical acquaintance of alternating 
current machinery, are ignorant of, or, at any rate, have bat 
hazy notions of the principles underlying the design and 
working of such apparatas. To write a book meeting the 
requirements of this class of reader demands an author 
whose knowledge of the subject is good in both theory and 
practice, and who at the same time possesses the aptitude of 
expressing bis ideas simply and clearly. 

As far as we can judge, Mr. Still appears to satisfy all 
these requirements. His production is undoubtedly one 
which will appeal to a large class of readers. His preface is 
a little misleading where he states that the introduction of 
mathematics has been entirely avoided, since there are 
instances of the use of differential coefficients to denote 
rates of change; but such insertions are so carefully ex- 
plained that no exception can be taken to them. 

In the explanation of the various phenomena due to self- 
induction, capacity, &c., liberal use is made of graphical 
methods. 

In general, the explanations givon are scientifically sound 
and clearly stated. On page 119, however, the explanation 
of the constancy of the cycle of magnetisation in a trans- 
former core for varying secondary loads is rather loose, We 
presume Ohm's law has an extended meaning given to it here. 
Moreover, would Ohm's law necessarily be violated in the 
primary, if, on increasing the secondary load, the maximum 
value of the induction varied? This is, however, but one 
unsatisfactory passage in an otherwise uniformly excellent 
production. he book is well written, aptly illustrated, 
clearly printed, and free from typographical slips. We can 
heartily recommend Mr. Still’s book to the class of readers 
for which he haa ostensibly written it. 


NEW PATENTS.—1898. 


Compiled expressly for this journal by W. P. Tnonrion й Co., 
Electrical Patent Agents, 322, High Holborn, London, V. C., io whom 
all inquiries should be addressed. 


11,153. Improvements in electric arc lamps." Semmens Bros. 
and Co, LiurrED. (Siemens & Halske, Aktien-Gesellschaft, Ger- 
many.) Dated 16th May. (Complete.) 


11,154. Improvements in self-regulating driving pulleys applic- 
able to the driving cf a dynamo from a railway carriage axle and for 
other purposes.” E.J. Preston. Dated May 16th. 


11,155. “Improvements in secondary batteries or accumulators.” 
F. Kina. Dated May 16th. 


11,157. “Improvements in alternating current motors.“ W. 
Lawapow-DavigS. Dated May 16th. 


11,175. "Improvements in switches for electric circuits.” C. B. 
CarLow and J. Eck. Dated May 17th. 


11,185. “Improvements in starting devices for monophase 
electric motors." E B. WEpMoBE. Dated May 17th. 
11.255. An improved means or apparatus for reducing or ex- 


tinguishing the electric arc formed on breaking electric circuits.’ 
R. H. FowLEB, C. J. HALL, and R. Acock. Dated May 17th. 


11,2278. “Improvements in step-by-step printing telegraphs.’ 
W. 8. SrELIES. Dated May 17th. 


11,282. "Improvements in electric check clocks or alarm signal 
apparatus.“ H. Rich. Dated May 17th. 


11,290. "Improvements in electric arc lamps." P. R. JACKSON 
AND Co., Limrrep, and L. С. Н. Munsina. Dated May 17th. 


11,292. “А new and improved electrical gas lighter." J. De MRZ. 
Dated May 17th. 


11,293. “А new and improved theatrical ticket or check.” A. 
MazsH. Dated May 17th. 


11,302. ‘Improvements in or connected with electrical switches." 
A. BBrizB. Dated May 18th. 


11,307. "Improvements and modifications in the construction of 
amperemeters, voltmeters, wall meters, or the like.” А. Spakk. 
Dated May 18th. 


11,320. "Improvements in electrical jgaition apparatus for gas 
burners." R. J Овоснавт. (The Actien-Gesellschaft fur Fabrika- 
tion von Broncewaaren und Zinkguss, vorm. J. C. Spinn & Sohn, and 
B. J. von Romocki, Germany.) Dated May 18th. 


11,326. “Improvements in adjastable reels, leads, and other 
similar purposes." W. H. SruRGE. Dated May 18th. 


11,340. ‘ Improvements ia or connected with electric batteries.” 
E. A. JABNCKE. Dated May 18th. 


11,353. "Improvements in or connected with commutators for 
dynamo-electric machines and electric motors.“ С. J. FERGUSON and 
G. T. FEBSELL. Dated May 18th. 


11,360. "Improvements in globe holders for enclosed electric arc 
lamps.” К. WzEriNEBT. Dated May 18th. 


11,396. Method of  produciog foot-plates for  electrotypes, 
stereotypes and the like and foot-plates thus produced." V. Н. 
Ном. Dated May 19th. 


11,416. "Improved method of and apparatus for signalling or 
advertising by electricity." А. GimrmTY and V. Mertz. Dated 
May 19th. 


11,426. “Improvements in electrically propelled vehicles.” The 
Нох R. T. D. BrouacHam and W. О. Bessey. Dated May 19:h. 


11,429. “Improvements in electrically propelled road vehicles.” 
O. Paris. Dated May 19th. 


11,433. “Improvements in pre payment electricity meters.” F. F. 
YgatMaNn. Dated May 19th. 


11,438. “Improvements in electrical furnaces.” біємухв Ввоз. 
AND Co., LTD. (Siemens and Halske Actien-G-sell:chaft, Q@:rmany.) 
Dated May 19th. (Complete.) 


11,440. “Improvements in dynamos.” G. Онтаввево. Dated 
May 19th. (Complete.) 


11.455. Ар improvement in automatic electric circuit breakers 
and restorers.” G. E. FLETCHER. Dated May 20th. 


11,498. "An improvement in holders for electric glow lamps.” 
Н. С. Gover aud C. Е. Рвостов. Dated May 20th. 


11,499. ‘Improvements in resistance switches.“ Н. C. GOVER 
and C. Е. Рвостов and A. Н. Bare. Dated May 20th. 


11,206. “Improvements in or connected with telephones.” 
J. E. O. Комвква. Dated May 20th. 


11,518. “Improvements in electrical lighting devices for kerosenc 
and other burners." S. M. Метев. Dated May 20th. (Complete.) 


11,519. “ Improvements in electric brakes." H. P. Davis. Dated 
May 20th. (Date applied for under Patents, &c., Act, 1883, Section 
108, October 22nd, 1897, being date of application in United States ) 


11525. “Improvements in ard connected with electrical switches.” 
E. J. Wane and the ELECTRIC Morive Power Company. Dated 
May 20:h. " 


ELECTRICAL PATENTS OF 1884, EXPIRING . IN 
JUNE, 1898. 


We are informed by Messrs W. P. Thompson & Co. that about 
80 applications for electrical patents were filed in the month of June, 
1884. Out of these applications some were never completed, and of 
those that were, not one has been maintained to run ite full length of 
term, viz, 14 years, but became void after a period of a few years. 
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No. 1,072. 


DYNAMO DESIGN IN THE UNITED 
STATES. 


Ar the Electrical Exhibition, which was recently opened in 
New York, a large number of machines by different makers 
are on view, and our contemporary, the Electrical World, has 
taken this opportunity of comparing the several designs, and 
has drawn therefrom certain conclusions as to the direction 
in which modern practice is moving. These conclusions are 
published in a recent editorial, and as the subject will 
probably be of interest to many of our readers, we propose 
to briefly enumerate some of the leading features mentioned. 
First, we learn that multipolar machines steadily grow in 
favour ав compared with two-pole machines, and that slow 
speed machines are now made multipolar for as small an 
ontput as one-half horse-power. Steel is not so much used as 
formerly, a common construction now being to use cast-iron 
yokes with cores or pole tips of wrought-iron plates from one- 
eighth to one-quarter inch thick. The yokes are generally 
circular in form, and wide enough to entirely cover the 
magnet bobbins ; these latter being often farther protected 
from possible mechanical injury by arranging an inward 
flange at each side of the yoke, so that the bobbins 
lie in a sort of trough. With regard to the magnet 
winding, it is stated that edgewise tape winding is 
beginning to be used for the series coils. Smooth core 
armatures, we are told, have practically disappeared from 
up-to-date design, deep parallel-sided slota about half the 
width of the teeth being most frequently used, althongh 
some makers prefer an overhanging tooth with a very small 
gap between the tips of adjacent teeth. In this case no 
bands are used, and even with the parallel slot bands are 
often replaced by the insertion of long strips of wood 
running the whole length of the armature, and held in 
place by being fitted into notches just beneath the tips of 
the teeth. A notable feature of modern design is the in- 
creased induction in the air-gap, the use of enlarged pole 
pieces to increase the area of the air-gap having been 
largely abandoned ; whilst in some cases this increasing of 
the magnetic density is carried to the point of bevelling 
the magnet cores at the poles so as to reduce the area 
of the air-gap below that of the magnet limb. The 
object of this design is to reduce as much as possible 
the distortion of the field under load, and this practice 
has arisen owing to the demand for a machine that will 
run sparklessly without changing the position of the 
brushes from no load to 25 or 50 per cent. overload. The 
carbon brush is almost universally used, even for 100-volt 
machines, and is invariably arranged radially or nearly во; 
the brush-holders being of various designs, very generally 
carried on two rings, one positive and one negative, which 
serve both for mechanical support and electrical connection 
of the brushes at the same potential. With regard to com- 
mutators no great changes are noticed, except a tendency to 
increase the area of brush contact per ampere, this being 
D 


790 


THE ELECTRICAL REVIEW. 


[Vol 42. No. 1,072, Juxm 10, 1898. 


done by increasing the diameter of the commutator whilst 
keeping the length unaltered. Although the exhibition does 
not include any examples of the very big output machines 
now made for traction and power transmission, it is, says 
our contemporary, of very great technical interest, and besides 
many examples of moderate-sized machinery of various 
designs, it contains a very good collection of dynamo and 
motor accessories, arc lamps, switchboards, and other 
apparatus. 


Бє 


In the American Х Ray Journal, April, 
1898, Dr. Graves makes some very inte- 
resting remarks on methods of restoring 
X ray tubes which have become “dead” by increase of 
resistance in use. He considers that by proper treatment 
any “dead” tube may be made to work again, without re- 
exhaustion, or without the use of restoratives, such as vapour 
emitters in side pockets. Dr. Graves's treatment consist: in 
a rational combination of certain artifices ulready known 
and applied separately. The principal artifices employed by 
Dr. Graves to resuscitate “ dead ” tubes are reversal, spark- 
gaps, and tinfoil on the cathode end of the tube. He finds 
that in tubes of an ordinary Fesistance, the direct resistance 
is about three times the reversed resistance. When, there- 
fore, the current refuses to pass in the proper direction, the 
chances are that it will be able to pass when it is sent in the 
reverse direction through the tube. If it is found impos- 
sible to send the current through the tube even in the reverse 
direction (when the leads are connected directly to the tube), 
then success will usually be attained by introducing аврагк-рар 
between the tube and the negative terminal of the generator. 
Dr. Graves has repeatedly observed that a spark-gap at the 
negative pole reduces the resistance of a tube, while a spark- 
gap at the positive pole increases it. The reversed current 
is sent through the tube till the phenomena observed are the 
same as when an ordinary tube is reversed. Dr. Graves 
maintains that tubes that have been resuscitated in this way 
are far more efficient than new tubes which have not yet 
become “dead” by continued use. Dr. Graves’s paper is 
кы the study of those engaged in practical X ray 
work. 


Overcoming High 
Resistance 
in Crookes Tubes, 


In making boiler testa, it is rightly 
observed by Mr. Schweder in his paper 
to the South African Association of Engi- 
neera, that complete trials are lengthy. He advises means 
whereby the action of а plant can be followed con- 
tinuously. For this he would analyse flue gases fre- 
quently, so as to approximate the ideal of 15 per cent. 
of carbonic acid in the gases. Average analyses only 
showed 10'8 per cent., and once only had he found 15 per 
cent. The Arndt econometer is recommended as giving, 
with a fair degree of accuracy, the ratio of CO, in furnace 
gases, and it will justify its title if the fireman can be induced 
to fire to its indications, either by pride or by a bonus on 
results. We drew attention to this instrument when it first 
came ont, and advised ite employment as a means of paying 
firemen by the piece, so to speak—that is, by the proportion 
of CO, they manufacture. Furnace temperatures are com- 
puted by means of & piece of copper held in a piece of gas 
pipe a few inches above the fire. Tbe copper is quenched in 
water, and the temperature computed from the fiual tempera- 
ture and specific heat. Mr. Schweder has had made a new 
instrument for measuring the velocity of the furnace 
gases for the purpose of showing the amount of air that is 
being used for a certain amount of coal. It is not clearly 
described, but appears to record by means of a nearly hori- 
zontal water-gauge tube euch that a little difference of head 
gives a long range of reading. The instrument is the design 


Some Notes on 
Boiler Trials. 


of Prof. Buknagel, and should Mr. Schweder read this, we 
hope he will send us a drawing and full description for our 
columns. 


——————P— 


The Magnet and the Spectram.—Mr. F. Charles, of 
Bristol, writes the fo'lowiog very interesting letter to the 
Engineer as follows :—“ At a time when so much attention 
is being paid to X rays and new developments of the theory 
of light, it will not be inappropriate to direct attention to a 
passage in the British Cyclopedia, published by Orr and 
Smith, Amen Corner, in 1835. The passage in the article 
on ‘Spectrum’ runs as follows:—‘ One of the most extra- 


ordinary effecta which has resulted from the action of 
colou rays is the communication of magnetic powers to 
metallic bars. Dr. Morichini, of Rome, was the firet person 


who discovered the properties which he considered were con- 
fined to the violet rays. At that season of the year when 
the light of the sun is moet powerful, he admitted it into his 
chambers, and having formed a coloured spectrum by means 
of a prism, he collected the violet rays in the focus of a 
convex lens, and by moving the lens parallel toa steel needle, 
he made the focus of the violet rays pass from the middle of 
one extremity of the needle to the other, and always in the 
ваше direction, without touching the other half. By con- 
tinuing this operation for nearly an hour, the needle was 
found to be completely magnetised..... The same result 
was obtained by Dr. Carpi at Rome, and Mr. Cosimo Redolfi 
at Florence. . . . When the violet light was passed through 
the thick smoke of burning sugar, the needle showed only & 
very sligbt degree of magnetism.’ Further on it is explicitly 
Btated that in 1817, when Dr. Playfair was in Rome, he saw 
the eame experiment carried out with perfect success. Per- 
haps some of your readers can tell me whether these state- 
menta are true or not." 


The Ameer and the Dynamo,—lInu the whole annals of 
the engineer in the East, probably no man has achieved in 
во short a time as honourable a record of difficulties overcome 
and conspicuous success attained from the smallest beginnings 
as Sir Thomas Salter Pyne, C.S.I., M.Inst.M.E., and С.Е. 
The extent of confidence reposed in his ability by H.H. the 
Ameer of Afghanistan has been more than jastified by the 
varied and far-reaching industrial developments which, under 
the enlightened patronage of the Afghan ruler, Sir Salter has 
created in the midst of an unsympathetic and fanatical popu- 
lation. The story of Sir Salter Pyne’s rapid snocess is a 
testimony to his solid worth of character and indomitable 


energy in a position from which a predecessor, after a short 
inspection of Kabul amenities, hastily retired dismayed. To 


enter ч ae in which the worst aay ees of the ape 
revail, his only guarantee the somewhat filmy protection 

4 ruler suddenly become interested in Шош, аз а child 
on or be in watching wheels go round, to retain that interest 
and form it in the direction of serious work, to erect and 
equip workshops, foundries, mills, and to establish a dozen 
or more useful industries, and, above all, to make 3,500 
skilled mechanics out of the typical Oriental material before 
him—all this is surely an achievement which can only be 
described as grand. The solid fact of this industrial activity 
set going in a land amongst a people whose energies knew no 
other outlet than that of warring againtt their neighbours, 
is sufficient to place Sir Thomas Salter Pyne in the front 
rank of the pioneers of civilisation. Great things often 
originate in small beginnings, and this great enlightenment 
of the Afghan people may be tra»ed to a dynamo which one 
diy the Ameer, when on a visit to India, lingered to watch 
at Rawal Pindi. It is from this incident that the great 
interest in applied mechanics which the Ameer now 

may be dated, and which has given the subject of our note 
the opportunity of which he has so well availed himself. 
The Ameer retained the services of the engineer in charge of 
the plant, who happened to be a Frenchman, bat that gentle- 
man, after a brief experience of Kabul, took an early oppor- 
tunity of returning to his beloved boulevards. He was 
succeeded by Mr. Pyne, and from that date Sir Salter’s 
career has been one of uninterrupted success, not only in his 
own professional lines of activity as a civil and mechanical 
engineer, but also in the more exacting domain of confidential 
agent to the Afghan ruler, 
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APPLICATIONS OF ELECTRIOITY ON A 
MODERN WARSHIP. 


THERE is little doubt that the Americans are far ahead of 
us in their шо of electricity on board ship, and if 

iral Sampson can force the Spanish fleet, now said 
” up in Santiago de Cuba, to a pitched battle, 
it is possible that the lessons which electrical engineers 
will learn from the fight will be as important in their way ss 
those which will be gathered by students of naval strategy, 
and of armour v. gun. 

Even the most sanguine of electrical engineers do not look 
forward to the use of electricity in propelling warships: at 
any rate, they do not expect that this method will be adapted 
in the near future; but they are without doubt right in 
claiming that electricity is by far the best source of power 
for driving the auxiliary machinery of the modern man-of- 
war. The American naval authorities, more than those of 
any other country, have realised the importance of this, and 
should a really serious action take place between the hostile 
fleete, we shall eagerly watch for official reporta on the 
behaviour of electrical systems in actual warfare. . 

The presence of steam and exhaust pipes anywhere out- 
side of the main engine and boiler compartments is unde- 
sirable, especially in the crews’ living quarters, where the 
heat that they produce in confined spaces denrely inhabited 
is particularly bad. In addition, the presence of complicated 
steam appliances in various parts of the ship adds to the 
work of keeping the vessel clean. These, however, are 
minor disadvan . А greater опе is the obvious danger 
in action from steam pipes ре above the protective deck. 
This is met by placing below the protective deck all 
auxiliaries whose use would certainly be necessary in battle, 
and by shutting off steam from all the rest below the pro- 
tective deck when the ship is cleared for action; but the 
capstan and the winches must be on deck, and their use may 
become imperatively necessary in action. The cutting of 
the steam pipe, above the protective deck, to any of the 
machinery, would render some of the ammunition-passing 
rooms entirely untenable until steam could be shut off from 
below, to say nothing of the probable loss of life and disas- 
trous moral effect. | ! | 

By far the most serious objection to these auxiliaries, how- 
ever, is their lack of economy. Everybody knows they are 
wasteful, but just how wasteful it is dificult to say, because 
of the rarity of testa under service conditions. About a 
year ago, however, engineer W. W. White made a series of 
very careful experiments on the auxiliaries of the Minnea- 
polis (U.S. Navy). In these experiments the condensed 
exhaust was measured and indicator cards were taken from 
13 different auxiliaries, beside the dynamo engines, in- 
oluding main and auxiliary air and circulating pumps, pumps 
for feed, fire, bilge, flushing, and water service, one forced- 
draft blower, and the ice machiue. The mean result from 
these 13 was 99:522 lbs. of feed-water per I. H. P. per hour. 
The greatest economy was shown by the middle circulating 
pump engine, a simple, vertical, two-cylinder, inverted, direct- 
acting engine, with slide valves, actuating two centrifagal 
рше At the time of test the pump was working under its 

] load. The consumption was 55:06 lbs, of feed-water 

I. H. P. per hour. The least economy was shown by а 
orizontal duplex pump, 12 inches x 85 х 10. At the 
time of test it was making an average of 12:7 double strokes 
per minute on a very light load. Its consumption was 
818°68 lbs. of feed-water per I.H.P. per hour. 

These results are certainly startling. We have, of course, 
always known that the auxiliaries were very extravagant 
in the use of steam, but who supposed that there were 
engines to-day using from 100 to 300 lbs. of steam per 
I.H.P.? In an official summary of tests to determine the 
consumption of steam of the main and auxiliary engines, 
we find there are 34 auxiliaries having in all 52 steam 
cylinders. Thirty-one of these engines were indicated, 
giving an of 471 H.P. developed, using collectively 
56,049 Ibs. of water per hour, ог an average of 119 lbs. per 
I. H.P. Were these auxiliaries as economical as the main 
engines, 9,891 Ibs. of steam would have developed the same 
power. 46,158 lbs. of steam or water being used more than 
is necessary if the beet conditions of economy prevailed. In 


other words, the data show that at 8 lbs. of water evaporated 
per 1 lb. of coal, 5,769 Ibs. of coal can be saved per hour. 

It must, of course, be borne in mind that it is impractic- 
able to realise this gain because of the complications which 
would follow the introduction on board ship of high-ex- 

nsion engines for these numerous purposer, but the question 
is, shall these numerous engines for so many ү һе 
replaced by fewer engines of higher character and have a few 
central-power plants capable of meeting similar wants with 
greater economy; or shall we design more economic engines 
for each individual condition, even at the cost of a slightly 
increased number of parts; or shall we have one more 
economical central steam-plant developing power to be dis- 
tributed by electricity to the varied requirements in different 
parts of the vessel ? | | 

Wastefulness is inseparable from any system requiring the 
development of power in numerous independent engines of 
smell power situated at a distance from the boilers. Under 
such circumstances the losses by radiation and condensation 
must necessarily b» greatly increased. Then, too, the use of 
numerous small engines causes a great increase of the friction 
load. Worst of all, each of such small engines must be 
large enough to do its maximum work ; hence, under service 
conditions, it must often work at low power with great waste 
of steam. 2E | | | 

These troubles can be avoided by the use of one power 
plant for all the auxiliaries. Such a plant for a large man- 
of-war could be divided into a sufficient number of units, so 
that the generators in use could always be working at nearly 
their full load ; and at the same time the units would be so 
powerful that compound engines could be used with conse- 
quent economy. In addition there would be the gain from 
the subetitution of a few large engines for many small ones. 
The plant, of course, would be placed near the main boilers, 
avoiding much 5 drop and condensation, would be 
below the water -line and well protected, and would keep its 


heat, dirt, and noise in the machinery space. 


In the Engineering Magazine, Mr. George H. Shepard 
discusses the applications of electricity on modern Meer 
and indicates the direction in which it may be most usefully 
employed. He is a great advocate for central power plant. 
In order to run this to the best advantage by keeping ite 
load as nearly uniform as possible, the distribution to the 
auxiliaries should be by electricity ; the dynamos for electric 
lighting being continued to run by steam. By this means, 
when the night's lighting load goes off, the day's motor load 
could be put upon the same generators, instead of runnin 
two sets of generators, each at light load and heavy | 
alterrately—a8 necessity under any system of distribution. 
There would, of course, be variations in the load; but elec- 
tric light and power stations equipped with several unita, 
operated by condensing engines, can run under wide varia- 
tions of the total load, without greatly changing their steam 
consumption per I.H.P. 

Eleotricity is very adapted to the conditions existing 
on board ship. 'The wires can be carried through water- 


tight bulkheads with less damage to the latter than that 


caused by the pipes necessary for any other system of dis- 
tribution. For the short distances existing on board ship 
the transmission losses are negligible. In starting machiner 
electricity can be p with a quickness, certainty, an 
safety attainable with no other power, except ibly com- 
pressed air, whilst distant motors can be controlled from the 
central station. 

It must be admitted that moet naval officers regard elec- 
tric machinery on board with distrust, so that at present it 
is chiefly used only for illumination, search lights, com- 
munication, and to some extent for signalling. Perhaps the 
dislike for electric machinery arises from the fact that 
electric call-bells and telephones on board ship frequently 
get out of order, whilst a fault in the electric mains is hard 
to locate, but such disadvantages as have been experienced 
аге probably due in most cases to the restrictions and 
interferences which electrical engineers have to contend with 
when putting in installations on board a man-of-war, for it 
cannot be said that electric machinery deserves a bad 
reputation, although the conditions on board ship are very 
trying to electrical appliances. 

Naval arohitects should try and meet electrical engineers 


more leniently, for the advantages to be gained by giving 


electrical appliances a fair field are enormous. 
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Mr. Shepard carefully examines the advantages and dis- 
advantages of replacing steam auxiliaries by  electrio 
auxiliaries, and puts his finger upon the chief difficulties in 
using complete installations of this kind. He concludes 
that although electric auxiliaries offer many advantages, their 
great cost and the amount of space they would oocupy 


render a complete installation of them of doubtful benefit, : 


while their great weight makes it absolutely out of the 
question under present conditions. It is to be expected, 
therefore, that the present mixed system of power dis- 
tribution will continue aboard ship, possibly as long as the 
steam engine remains the prime mover, but that electric 
appliances will never occupy в much more important place 

ere во long as present ideas obtain. However, there is 
every reason to hope that, with continued progress, both 
amongst makers and users of electric machinery, it will 
gradually become more and more adopted aboard ship for 
those pu for which it is peculiarly fitted. The necessary 
power will probably be furnished by a gradual expansion of 
the present electric light plant to meet the new demands. 
What the limit will ba depends upon the future improve- 
ment in electrical appliances, especially in the matter of 
weight, and upon an increased disposition among naval 
constructors to design their plans in such a way that whilst 
the efficiency of а man-of-war as a fighting machine shall 
not be impaired but enhanced, more scope shall be allowed 
and more „үү given to the electrical engineer for 
the practical solution of those difficult problems connected 
with the distribution of power to auxiliary engines. 


VIBRATING CABLE RELAY. 


By K. GULSTAD. 


(Concluded from page 752.) 


Ir is not always necessary to employ special windings for 
the vibrating current; some advantage might possibly be 
gained by an arrangement, as in fig. 11, or in principle as 
sketched out in diagram, fig. 12, where the tongue, for the 


Fig 11 


sake of clearness, is placed apart from the electro-magneta, 
mg ы resistance, р, for the same reason, is joined up 
as in fig. 5. | 


at point o, while the transmitter at the sending station, A, 
sends a series of dots into the cable, р being chosen во that 
the rate of relay impulses is the same as the rate of dota. 

Considering the instant, when the armature has been 
moved against, say, the right-hand contact, a negative 
current is sent through p into the cable end at the relay 
station, B, thereby decreasing the potential throughout the 
line. In fig. 12 this decrease at different periods of time is 
roughly illustrated by the potential curves, a1. a,, a; the 
ordinates at any point representing the otial, which, at 
the tongue, is z y. This fall will evidently continue till the 
potential at point o has dropped to, say, o 5$—4.5., во far, that 
the negative current through the relay windings is sufficiently 
strong to move the armature and press the tongue against 
the left-hand contact, whence a positive current is then sent 
into the cable, &c. The time elapsing from making till 
breaking contact thus depends upon the potential at o due 
to the relay battery, and it is further evident that the time 
also will be influenced by the sending current, that tends to 
increase or decrease the potential, as the case may be. 
In fig. 12 the potential curves for a positive sending 
current are indicated as 51, 5, b, If a positive sending 
current increases the potential at o a little just before it has 
fallen to o s, the time for the reversal of the tongue will be 
prolonged. If the sending current, on the other band, is 
negative, the time will be shortened. In general, the inter- 
ference of the sending currents will therefore, after a little 
while, bring the vibrations of the relay tongue into unison, 
and practically into synchronism with the reversals of the 
transmitter, and in such a way that, while the transmitter 
sends a positive current into the cable, the relay will send a 
negative current into the cable at the other end, as well as 
into the line LI, fig. 11, or vice versa. 

How soon this synchronism is established depends, of 
course, upon the strength of the line current; suffice it to 
say that a relatively weak current will soon be able to control 
the motion of the relay armature, even if the resistance, p, 
is not exactly corresponding to the rate of dots. In case the 
action of the dots is quite negligible, sufficient synchronism 
would, however, be established as soon as the action of the 
dashes commences; all that is wanted is that the influence 
of these signals of longer duration are strong enough. 

From this it will be seen that only positive and negative 
dashes at certain intervals are necessary for signalling, it 
being of minor importance whether the dots penetrate or not, 
as the relay iteelf will fill up the intervals between the dashes 
and spaces with the number of dots needed. Obviously the 
very circumstance that this Morse code signalling can be 
practised by means of dashes and spaces, involves the 

ssibility of increasing the working specd of cables or long 

dlines, where vibrating relays are employed. 

When I have mentioned the arrangement, fig. 11, as pro- 
bably being preferable to that shown, fig. 10, it is not only 
for the sake of convenience, but also because a partial dimi- 
nution of the effect of the charge appears to be attainable. 

Referring again to fig. 12, it has been pointed ont that 
whenever positive dote are sent into the line from А, a nega- 
tive current is simultaneously forced into the cable at в, or 
vice versd, and the same refers to the sending of dashes. As 


To limit the subject, I shall try to explain the working of 
the relay arranged in this manner only. 

Let us suppose that the vibrating apparatus is put into 
action by switching the resistance, р, fig. 12, on to the cable 


the current direction through the cable is the same, a portion 
of it nearest B will be charged oppositely to the length of 
cable nearest A, the two charges being separated at a point 
of zera potential. Whenever reversals take place, a portion 
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of these opposite charges will tend to neutralise each other, 
thereby diminishing the time for the succeeding re-charge 
from both cable ends. On account of the sensitiveness of 
the relay—even with pole-pieces quite up to the armature— 
a feeble charge only can be sent into the cable from B. in 
case p is placed as is fig. 5, and it is partly to try the effect 
of increasing the charge dne to the relay current that I have 
applied p as described (fig. 6, &o.). 

t has been mentioned that the effect of distortion will be 
diminished by making the relay vibrate in a proper manner 
(vide fig. 8). Going further into the matter it will be found 
that the diminution cau be effected to a greater extent than 
might appear possible at the outset, The question of dota 
beiog of minor importance for high speed work, the forma- 
tion of the dashes is the only one to be considered as regards 
the speed of signalling. To make up for the distortion of 
the dashes, the tongue must leave the contact on which it 
rests as soon as the time for the dash is elapsed. The 
decrease of the negative potential due to the relay current 
at o, fig. 12, must, for instance, correspond to the increase of 
the potential due to the sending current, or vice 06780, in 
such a manner that the differences between the reeultant 
potential at o, and the equally varying potential at и, will 
cause the tongue to be reversed, whenever the relative 
strength of the cable current diminishes. Up to this 
moment the tongue will be kept against the contact by the 
attraction of the armature, which action will continue as long 
as the flow of electricity from в can be neutralised by the 
flux of opposite signed electricity from 4. 

In order to ensure a satisfactory working of the vibrating 
relay, it is therefore not sufficient that it vibrates at a certain 
rate; this can be attained in different ways, but it must 
vibrate so that the relay current through the windings also 
increases in a special manner. This can be accomplished by 
proper variation of the condenser capacity, or of the resist- 
ance r, of course, at the same time altering p for maintaining 
the rate of vibration. For the sake of extending this varia- 
tion, a condenser, g, fig. 11, may sometimes be added with 
very good result. 

The manner in which the variation of the condenser 
capacity affects the working of the relay is illustrated by the 
record of signals upon undulator slips marked figs. 18, 
14, 15. 


As to the regulation, the same holds good as for duplex 
working, it is chiefly a matter of experience, patience, and 
perseverance, although certain rules can be given. When, 
however, the right “balance” is found for the maximum 
speed, it is likely to be steady from day to day, and only to 
need small corrections. When the speed is lowered a new 
delicate adjustment of the condensers is not required, as it is 
generally sufficient to alter the resistances, p, and sometimes 7. 

Referring to fig. 3, it may be said that the regulation is 
intended to prevent the top of the dash or the space from 
extending much above or below lines m, and n, respectively. 
This is possible even with a series of dashes sent, from the 
fact that the vibrating relay also sends an equal series of 
negative dashes into the cable, thereby producing correspond- 
ing phenomena of charge. 

The above regulation is dealt with as if it was undertaken 
from the receiving end only. It is, however, clear that the 
same thing can be done to some degree from the rending 
end, all the effecta of variation of. current—by altering the 
battery power, by compensation, by employment of sending 
condensera, &c.—being at once noticeable on a suitable 
recording instrument, such as the undulator. The manipu- 
lations at the sending end must at the same time only be 
looked upon as & means of facilitating the adjustment at the 
relay station. 

By the use of the vibrating relay, the distortion of signals 
on undisturbed lines may be compensated for and eliminated 
to a considerable extent in conformity with the “ balancing” 
applied in duplex working. The arrangement, fig. 11, is 
the same in several respects as the one employed in the 
differential duplex. “ Bridge” connections may also be 
employed with good results—see fig. 16, where Л, $ are 
resistances. 

The modus operandi for “ balancing” is comparatively 
simple in principle. Let the transmitter station send a series 
of signals, including a certain number of dots previously 
agreed upon. The relay station, which switches on the 
vibrating current as soon as the signalling commences, regu- 
lates at first the resistance, p, fig. 11, till the right number 


of dots is obtained, and subsequently the condenser capacities 


and resistance, 7, for correcting the dashes, then re-adjusting 
о, and во on. . 
Theslip, fig. 17, records the effects of the transmitter 


Fig i 


The records in fig. 18 are very readable, yet it will be 
seen that the dashes are unproportionally large, and would 
possibly run together when the specd is increased. In order 
to increase the influence of the relay current, I may then 
reduce the capacity of 4 and likewise the resistance р, fig. 
11, the result being as in fig. 14, that the signals become 
more distributed. Reducing the capacity much more would, 
however, not do—see fig. 15—as the relay current would 
then rise or fall too quickly (preponderate) and break the 
dashes, making the signals unreadable. In all three cases it 
will be seen from the 12 dots that the rate of vibration is the 


proper one. 


current when signalling begins. The vibrating current is 
put into action at a, the interference of transmitter currents 
commences at b, and the proper signalling at c. 

The details of construction and the adjustment of the 
relay may influence the results obtainable considerably. 
The conditions of the line, L,, may likewise affect the same, 
and I consider it, therefore, preferable sometimes not to 
connect L, directly to the vibrating relay, but to the tongue 
of ancther ordinary relay, worked by the former. 

Regularity of the transmitter motion and constancy of 
the sending battery are also essential points to be observed, 
when the system is to be fully utilised. 
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Tt seems evident that the application of the vibrating relay 
is not limited to cables, but may be employed on long landlines 
also. The regulation for dashes and dots requires not be во 
very exact in the latter case, neither is this necessary on short 
cables nor when working long cables at low speed. The 
arrangement, fig. 10, would perhaps be convenient on land- 
lines.“ Ав to duplex working in connection with the vibrating 
relay, I don’t see any objection for employing the same 
arrangement (fig. 10). 

So much for the theory of the vibrating relay. By means 
of this a very considerable increase of в on cables or on 
long circuits, undisturbed by induction, &c., may be looked 
for, when compared with ordinary relay work. I shall, how- 
ever, not here suggest to what extent this is possible, the 
matter being new, and no doubt open to improvements in 
different respects. I have myself obtained a speed of 80 to 
90 words per minute on an artificial line composed of resist- 
ances and artificial cables representing something like 
700,000 K. R. The system has also been tried practically 
upon the Great Northern Telegraph Company’s cables and 
landlines from Newcastle-on-Tyne to Gothenburg, #.6., a 
circuit of about 580,000 K.R., with the result that upwards 
of 100 to 110 words per minute can be sent from Newcastle 
and translated at Gothenburg to Nystad in Finland, when- 
ever the landlines are free from external disturbances; if such 
is not the case, the speed as a matter of course is consider- 
ably lower. 

t should be mentioned that a modification of the vibrat- 
ing relay arrangement as described above has been in use on 
this very cable for many years, and with a very satisfactory 
result. This modified arrangement—shown in fig. 18—is 
due to Mr. Falck, the Great Northern Telegraph Company’s 
Superintendent at Gothenburg, who introduced it in order 
to facilitate the reversal of the relay armature, and who has 
since improved upon it in several ways. The speed attain- 
able is 65 words per minute. It will be understood from 
fig. 18 that the direction of the marking current is the same 
here for the sending as for the relay carrent, and the diminu- 
tion of the distortion is consequently caused by the proper 
variation of potential at the points o and g, both being of 
the same sign, | 


To illustrate insome way what the influence of the dis- 
tortion means, I may refer to the undulator records, .бов. 
19, 20, 21. Fig. 19 shows signals translated through the 
mentioned artificial line at в speed of 90 words per minute by 
means of the vibrating relay. Fig. 20 gives the signals 
sent through the line direct to the undulator at a s 
of 80 words, and fig. 21 the same thing at a л 
50 words per minute, the conditions being the same їп 
all three cases as far as practicable. When the relay was 
worked in the ordinary fashion a signalling в of only 
21 words could be attained (impulses to ba ed) o6 
‚ In oonclusion, I beg to remark that when I have 
limited the s on the artificial line to 80 or 90 words 

minute, it should be understood that this is effected 

y rather a moderate E.M.F. By increase of the battery 

power a somewhat higher speed would no doubt be obtain- 
able according to previous trials. 

The limit of speed appears, indeed, principally determined 
by the attenuation of the sending current, and not so much 
by the distortion of the signals, which can be neutralised, to 
а great extent, in the way shown. The attenuation can 
of course be counteracted by augmentation of the E.M.F. till 
the same has reached the limit which is considered safe for 
ме e 

The vibrating arrangement may, according to its mode of 
action, be looked upon as a contrivance for trans- 
forming the distortion into an attenuation of the current, 
i.e., the very same thing which partly is done by condensers 
in circuit with receiving instruments working with the so- 


* If arrangement fig. 11 is used, cond 
ba Ae itn, g ‚ condenser c and resistance m may 


he ought to report on ev 


called variable zero. Au increase of battery power will also 
to some degree be found advantageous for such instru- 
mente, when the condensers are diminished at the same 
time. 

With regard to battery power, it is certainly а capital 
thing to be cautious, but when speaking of faultless cables, 
as made nowadays, with a thick insulating coating, 
occasionally tested with several thousands of volts, a шос 
higher E.M.F. than is generally in use on cables, may 
doubtless be employed without risk. 


Copenhagen, May, 1898. 


CONSULTING ENGINEERS. 


THE company promoter is inclined to the belief that he is 
at liberty to ask an engineer to carry out testa on lines to be 
laid down by the promoter. It is ible to carry out a 
so-called test on promoter’s lines and obtain results which, 
while representative of facts obtained under the given con- 
ditions, are by no means fair facts to place before a lay 
investing public. 

Recently it eee that the British Hydraulic Jointing 
Company called in Sir Frederick Bramwell to report upon 
the invention to be worked or exploited by the company. 
Sir Frederick’s report was lengthy and apparently not во 
favourable to the promoters as to make them afford space for 
it in the prospectus. The condition laid down by the author 
of it was that it must be published in ezíenso or not at all, 
and the prospectus simply stated that Sir Frederick had 
reported on the invention and his report could be seen at the 
office of the company. Of course, not one in a hundred 
investors would go to see it: they would conclade it to be 
favourable. But Sir Frederick wrote to the Times asking 
the public to read his report before investing. Many experts 
really do little else than follow out the instructions of 
promoters, and they prepare reports of no real value but 
very seriously misleading, while at the same time they write 


nothing which is not true. A bicyclist might run along а 
rut in а road and would be able truthfully 8 герог һе had 
had a smooth journey. 

This would read well in a report, bat it would not make 
the whole road surface good. Where an engineers’ report 
is to be employed as a means of floating a company, we think 
thing he may find concernin 
the idea or project. Indeed, it is the consulting engineers 
right to assume that no matter by whom he is called in, his 
aoe object whi par the Mos truth. As often as not, 

owever, prom merely want favourable and are 
very apt to think they are badly treated whens dy engineer 
refuses to carry out a test on misleading lines. We do not 
think that an engineer called in to report on an invention 


purely as a piece of mechanism is bound to say that in his 


opinion it is à non-patentable invention ; he naturally leaves 
such questions to the patent expert, and has a right to 
assume his employers to be honest enough not to ask the 
public for money until they have satisfied themselves that 
the patent is good. It appears from Lord Crawford's letter 
in reply to Sir Frederick that the report dealt with the 
question of validity of patenta on which Sir Frederick had 
not been called on to advise, but on which he apparently 
felt bound to say something. We think in such a case if an 
engineer doubts the validity of a patent he might simply say, 
“аз regards the patent I wonld advise you to obtain the opinion 
of some expert. We have known would-be promoters very 
etrenuous in asking consultants to give them facts when 
they hoped or expected such facts to be favourable, and to be 
exceedingly annoyed when the facts were unfavourable. 
Whatever extent may be covered by an engineer's report, there 
can be no question that on the points he does deal with he 
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should refuse to admit any course of action which makes for 
results that cannot be obtained commercially. A hard and 
fast rule to cover every case it is not possible to lay down. 
Every case must be its own law, and an engineer must 
necessarily be guided by what he finds in each case. He will 
find out for himself whether the intention of his employers 
be really honest or otherwise, and act accordingly. · 


PREPAYMENT METERS. 


THE popularity of a prepayment system in connection with 
artificial illumination is undoubted. It has strengthened the 
unsecure tenure of the gas companies by creating a handsome 
revenue from a section of the public which is commonly 
reputed to be beyond the civilising influences of quarterly 
accounts. Light is a necessity even to the submerged tenth, 
and the essential principles of prepayment were quickly 
grasped by it. à 

It was discovered that a pennyworth of gas went further 
than oil, and was immeasurably more convenient. The fact 
that it was infinitely safer than the devastating oil lamp may 


"T. 


Еа. 1. 


not have counted for mucb, but no doubt the prepayment 
meter has operated very effectually in this e ko The 
prepayment system, however, has extended beyond the poorer 
classes of the community, and is not uncommon in the flats 
and domiciles of the well-to-do. With the success achieved 
by the gas companies so prominently displayed, it was not sur- 
prising that attempts should be made to apply the principle 
to electric lighting, and Mr. C. О. Bastian, whose electro- 
lytic meter has been dispussed a good deal of late, has been 
working on the subject for some two or three years. The 
prepayment electric meter devised by Mr. Bastian has gone 
through quite an evolutiona Iw before arriving at its 
present form, the chief modifications tending towards a 
qu. pese of the instrument. 

his prepayment arrangement does not imply a special 
form of meter, for the device can be attached to any of the 
well-known types of meter. The illustrations by which we 
shall strive to explain the working of the instrament show 
the prepayment mechanism applied to a Thomson watt- 
meter. he operation of the instrument, by means of 
а coin, is an interesting and ingenious one. Until a 
coin is inserted, the handle which projects from the cover is 
free to move; a coin, when pressed through the slot, falls 
into a groove, and forms a rigid connection between the 
handle and the interior mechanism, and a turn of the handle 
switches on the current. The arrangement of the meter will 


be better appreciated by referring to the detailed parts. Fig. 
1 shows the meter and prepayment attachment entirely 
enclosed, which is the form in which the. mechanism will be 
usually sold. Fig. 2 is front view of the meter, the only 
features to be notic d here being the coin receiver or 
shoot showa at о, and the pointera х, м, the exact function 
of which will be referred to subsequently. Fig. 3 gives a 
detailed view of the prepayment mechanism seen from the 


back of the meter. We will now follow the action 
of the apparatus. Upon the insertion of the coin at B, which 

es a mechanical connection, the handle, H, is turned. 
One result of this is to operate on the pivoted end of the 
switch, T, which is depressed into the mercury cups, M, thus 
completing the circuit through the meter. The switch is 
held in the mercury cups, against the tension of a spring, by 


means of a clutch, р. The turning of the handle does more 
than merely put the switch on. In fact, the operation that 
we are about to describe is probably the most important in 
the complete action of the mechanism. Above the dials of 
the meter (fig. 2) will be observed two pointers, and the 
relation of these to one another is very important. The handle 
H, being in connection with a rod, G, its movement will cause a 


796 THE 


ELEOTRICAL REVIEW. 


[Vol 49. Mo, 1,072, Јони 10, 1898. 


partial revolution of the pulleys, L, and L, These pulle 
are connected together by means of a miniature raw hide 
belt; pulley 1, is monnted on an axle, which carries one of 
the pointers already alluded to. It will be seen, therefore, 
that when the e is turned, one of the needles, through 
the medium of the pulleys, is moved away from the other 
ter, the exact distance of its movement being pre- 
etermined. The second pointer is geared to the train wheels 
of the meter, and when the switch has been put on by the 
agency of a coin, the meter commences to run, and the 
second pointer travels slowly after the first one. The 
exact distance it has to traverse before it overtakes the first 
pointer is a measure of the current consumed; in fact, the 
first pointer is caught up by the second pointer in a time in- 
versely proportionate to the amount of current flowing 
throngh the meter. The distance that the first is separated 
from the second is determined by the gear wheels, which 
are proportioned according to the price per unit and the 
value of the coin with which the mechanism is intended to 


be euis 

The more coins that are dropped in, up to a certain limit, the 
further the first pointer will be аена from the second, and 
they will be a proportionately longer time in coming together. 
One side of the first pointer is insulated so that it can come 
in contact with one side of the second pointer with impunity. 
The other side, however, carries a platinum contact, and 
when the second overtakes it and comes in actual contact, 
a current of electricity at once flows round the electro- 
magnet, Е, whose armature is immediately raised, and pulls 
the clutch, р, away from the switcb, F, which immediately 
flies into the off position. 

From observations we have made the action of the meter 
seems to be certain, and the instrument ought to meet with 
considerable success. 


THE YARMOUTH BREAKDOWN. 


THE report of Mr. Preece upon the recent breakdown at 
Yarmouth ів a little curious for two reasons: He does not 
advise the use of separators for the prevention or, rather, 
dealing with priming water. One reason is the heavy 
expenditure, £250, that would be involved. Granting that 
the expense would be so much, is the sum an extravagant 
one as an insurance against such a breakdown as occurred ? 
which must have involved an expense directly and indirectly 
very much greater than £250. Then, again, if separators 
are what they profess to be, can it be held that a station is 
complete without them and, their omission having proved во 
provocative of disaster, ought not such omission to be re- 
medied at onoe. Farther, the wasteful effect of wet steam 
is such that if separators do their duty the economy in fuel 
which they bring about must be such as to very amply repay 
the expenditure upon them. Every pound of water separated 
from the steam re ta the destruction in the cylinder 
of steam probably equal or nearly equal iu amount to the 
water. Separators are not merely to be regarded as such 
for safety but aleo for economy. 

Bat Mr. Preece did not stop at one reason. As a rule 
separators are provided with a water-gauge and are blown 
out periodically by the attendant when a given amount of 
water has been collected, and any neglect todo this may 
lead to the very disaster intended to be averted. This is 
correct, but it ought not to be. Separators ought to be 
drained automatically. The ordinary st-am trap which, of 
necessity, discharges water at a temperature above the 
atmospheric эш роо» is looked проп as а nuisance, 
for it practically discharges steam. What is wanted is a 
good steam trap of large opening discharging into a closed 
pipe which may be carried to the suction side of the feed- 
pump whereby all water is returned to the boilers. Where 
the arrangements are suitable steam separators may be 
drained direct to the boilers, but not below water-level, and 
they should have discharge pipes as large and direct as 
possible. | 

In a station recently inspected by us there were separators 
not merely to each engine, but also on the main steam pipe, 
which we regret to say was a ring main, an appliance far 
more likely to cause trouble and breakdown than to prevent 
it or safeguard against its occurrence, 


METROPOLITAN RAILWAYS. 


THE problem of fitting the ГС gea Railway with elec- 
trical traccion offers considerable difficulty in the opinion of 
the Engineer. Many of these difficulties come in with the 
numerous junctions of other railways, as the Great Western, 
Midland, Great Northern, which, ranning upon the Metro- 
politan, make it an open question whether—at least at first 
—there should not be both steam and electrical working. 
This in itself does not seem very terrible. With only 
half the trains worked by steam, there would be consider- 
able improvement in the atmosphere. The directors of 
the. line are, of course, greatly pleased with the anti- 
septic natare of their tunnel atmosphere. We prefer it 
ourselves to the unchanged foulnees of the unventilated 
buried electrical railway. While the electrical lines are 
bound to keep their tunnels little worse than the outside 
atmosphere, we would tell the Metropolitan directors that 
they are not bound to maintain their shallow tunnels in 
better condition than the atmosphere. The изин ты 
provision of an antiseptic atmosphere is doubtless kindly 
meant, bat the public are willing to forego the boon. Our 
contemporary calls on the Metropolitan Company to provide 
lifts at the stations, facilities for some amount of personal 
luggage, clean stations, and generally such comforts as 
would remove the line from the stage of barbarism from 
which it never seems able to emerge. We think if the 
Metropolitan Company really set itself to the task of eleo- 
trical working that the difficulties anticipated would disa 
pear as they came to be grappled with. That it would 
involve an enormous ара. expenditure to put iu electrical 
equipment is undoubted, but we have previously shown that 
а comparatively small addition to traffic would find an 
income to pay interest on such outlay, and there can be no 
doubt that if properly managed the dirty underground might 
become a clean and paying undertaking. As our contem- 
porary implies, the line bas been so brutally managed in the 
way of dirt and roughing it, that the system has 
never had a fair chance yet,” and while electricity would 
b» valuable, it is doubtful wisdom -to introduce it 
except in company with other much needed improvements. 
American experience in electric traction is sufficient to show 
us that the mere factor of working expenses is not of much 
moment. Grant that the train mile cost is increased, this 
can matter little, во long as the receipts more than propor- 
ко grow. It is to this end that electric traction will 
tend. 


MANAGEMENT OF ELECTRICAL UNDER- 
TAKINGS. 


Тнк paper on the above subject by Councillor Hesford, 
read before the Municipal Electrical Association, is not 
remarkable for its originality. He begins by stating that 
electrical undertakings can 15 efficiently administered and 
profitably managed by local authorities, bat he omits to say 
that such undertakings can be, and sometimes are, ineffi- 
ciently administered and badly and unprofitably managed by 
local authorities, particularly when the gas interests of the 
authorities are interfered with, when individual members of 
Committees have their own irons to warm, or when political 
parties fight their battles without regard to anything but the 
final supremacy of their particular party. After referring 
to the well-known apathy of local authorities respecting 
electric lighting, the author proceeds to enumerate the diffi- 
culties to be met by those Corporations who decide to take 
up the electric lighting business. 

We are glad to learn from Councillor Hesford that “ Every 
Committee know what they want,” and according to him, 
“It is a station and system of distribution that shall be 
second to none. It must be planned for utility and con- 
venience, and meet the unknown wants of futurity. Its 
machinery should be designed to adapt itself with precision 
and success to all the varying requirements; work at а cost 
that shall top the record and be obtained from the lowest 
tenderer. These are the ideals, and the question is how to 
get them.” Exactly; and the writer does not go very far 
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towards trying to perform the obviously impossible task of 
explaining how it may be done, but contents himself with 
dwelling upon the idiosyncrasies of the consulting engineer, 
and the troubles of the Committee, who find that everything 
is wrong in their station after it bas been running for a time. 
Bad design, buildings too narrow or too short, day plant too 
small, are amongst the discoveries made, and a scrap heap 
becomes necessary. Start a reserve fund, says Councillor 
Hesford, in order to provide for these contingencies. Very 
good advice, but not original, as we fancy the Local Govern- 
ment Board will sooner or later point out to those Corpora- 
tions who omit such an obvious precaution. 

The author is of opinion that “the primary and foremost 
duty " of a Committee is to break the record of low costs, 
and plainly states that the comparative cost-tables published 
by a contemporary show up the failings of undertakings. 

ere we must disagree with the worthy Councillor, for 
however valuable such comparative tables may be, a low 
works’ cost does not of necessity mean good design or manage- 
ment, nor does a high cost mean bad management or design, 
and before any fair comparison can be made, a deal of further 
information would b» required. 

A station in which the staff are paid fair and proper 
salaries and wages cannot compete in the question of costa 
with another station worked largely by premium pupils. 
. То endeavour to work a station economically is laudable and 
an obvious duty, but the attempts of some committees to 
cut down salaries and wages and to generally starve their 
works is little short of a scandal, to which we fear the 
electrical engineer is sometimes a party. The writer com- 
plains of the cost of distribution, and looks forward to the 
time when ita reduction will bring the light within reach 
of the poor man, but we are afraid the poor man will 
have to wait a long time if cheap light necessitates much 
cheaper distribution. He considers that street lighting by 
electricity must wait until the coet is materially reduced, 
“as corporate gas committees are tough, thick-skinned 
gentlemen.” We are afraid we are uncomplimentary enough 
to consider them thick-headed also; surely one way of re- 
ducing the cost would be to go in for it on a big scale. 
But do they desire it at any price ? 

A few remarks on charging, in which he suggests that 
the lowest e per unit should be aimed at consistent with 
covering all charges, and a general lamentation that the 
breakdown of steam plant prophesied does not occur, while 
faults on mains not foreshadowed are frequent, brings the 
paper to aclose. Councillor Hesford’s advice is—Start a 
reserve fund, break the record for low costs—anyhow—but 
break the record, and reduce the cost of distribution. 

Apparently good management does not include the giving 
of an efficient supply, as this is not mentioned. 


SWITCHBOARD APPARATUS. 


Мв. J. R. Buarkiz’s M.E.A. paper under this heading, is of 
the type to excite discussion, and switch-gear has not yet 
reached the stage when engineers feel that there is little 
more to be done than maintain what is in use. Low tension 
supply may be fairly secure on this point, as only jn indi- 
vidual stations is the switchboard unsatisfactory, but one 
cannot believe that the largely varying types, forms and 
sizes, are necessary or desirable. For complication, it is 
admitted that three-wire boards easily beat those employed 
in alternating distribution, and this is to be expected. The 
ове of batteries, motor-boosters, and such like auxili 
apparatus, complicate the switch-gear without making it 
unmanageable. 

. Mr. Blaikie, however, principally deals with alternating 
boards, as might be anticipated. It is with this class that 
the greatest divergency of detail and arrangement is to be 
found. Frequently the combination is unnecessarily intricate, 
but we would not care to go as far as the author in attribut- 
ing it to ignorance or vanity. After all, what is wanted is a 
reliable and well-designed set of details, switches, fuses, and 
regulators, and the board as a combination of these should 
be the result of the responsible engineer's requirements, and 
adapted to suit the local conditions. This seems to be 
rather overlooked in the paper, for, take a modern station, 


arc lighting is gradually extending, and we have separate 
plant, rectifiers, parallel alternating arca, and series alter- 
nating arcs. Each of these will require an appropriate 
board, and sometimes more than one of these methods is 
at work in an alternating station. Auxiliary batteries, 
feeders, boosters, synchronising gear, dead-load, traction 
supply, and exciting arrangements, may all have to be 
provided for, and it would be rash to urge uniformity 
throughout the business. Nevertheless the fact is that the 
details are still lamentably weak, and engineers too frequently 
design or call for a tender for a “ switchboard,” when what 
should be asked for is a combination to their own ideas of 
switches, fuses, instrumenta, &c. It is upon these lines that 
American manufacturers have been working for years with 
success, although their designs do not fulfil English require- 
ments generally, owing to the wide divergence in generation 
and distribution practice in this country and on the other side 
of the Atlantic. : 

Taking the details, everyone will allow that the plag 
switch has done, and continues to do, good work for currenta 
up to 80 or 100 amperes, so long as double-pole breaking is 
required. We are rapidly passing to something beyond this, 
and the difficulty then arises : What switch is thoroughly 
satisfactory for currenta of 150 to 300 amperes at 2,000 volta 
alternating ? This question is not answered in the paper, 
nor does it seem easy to give a reply. Large numbers of 
the Ferranti lever. pattern are coming into use; but this is a 
“switchboard,” and will not harmonise with any other 
arrangement. The choice therefore remains with one or two 
makers, whose apparatus has not yet been in use long enough 
to make it prudent to speak too definitely upon its merita. 
Then comes the disputed point—are fuses desirable in the 
alternator circuits? We think not, and the reasons are ably 
and clearly expressed in Mr. Andrews’s recent Institution 
Electrical Engineers’ paper. A good non-return device does 
everything that is wanted, but it must be of a universal 
pattern, and generally adaptable. Circuits must have switches 
and fuses, but there should be no great difficulty in selecting 
them, because the currente are not generally large, and the 
switches need not be operated at full load. It is too often for- 
gotten, and is not mentioned in the paper, that alternator 
switches and fuses may have to break many times the normal 
current at considerably over the generated pressure. Thus, if 
one machine is taken off the bus bars when just motoring the 
pressure aoross the break of the switch or fuse may be some- 
thing approaching the sum of the bus bar and machine 
pressures, due to the change in speed of the machine throw- 
ing the phases into opposite sign. For similar reasoning, we 
think Mr. Blaikie’s table of breaking distances of little use, 
and likely to lead to trouble if adopted, for a switch or fuse 
of п ampere carrying capacity (or rated value) may have to 
break a current of many times n amperes, should the circuit 
it controls develop a short circuit, or the machine in whose 
connection it is break down and the current come back from 
the bus bars. In fine, a switch or fuse must be capable of 
dealing with the abnormal conditions due to a fault so far as 
breaking goes, although it may only be called upon to carry 
its rated current without heating. Again, with continuous 
currents the inductance effect may be considerable, and this 
is usually allowed for, but too often it is ignored that 
capacity on an alternating system may be quite as vicious in 
ita tendency to carry over, to say nothing of the unavoidable 
risk of opening the cirouit at the instant when the peak of 
the pressure curve is reached. es 

. Oil-pot and protected fuses—such as the Ferranti, Cowan- 
Still, and Bates patterns—bave proved themselves to be 
thoroughly reliable in careful hands, and are on the whole 
better designed than most switches. It is a very curious 
fact that the automatic cut-outs used on continuous current 
boards should have given so much trouble; one would have 
thought their design such a simple matter that no fault 
would be found with them. Yet they have an unhappy 
knack of flying “off” when а rush of current takes 
place—a thing that ought only to hold them on more 
securely. We venture to hazard the suggestion that 
lamination of the cores and pole-pieces will cure this evil 


propensity. _ . . . | 
With the latter of the paper there is little need to 
deal. Everyone agree with strictures passed upon 


ammeters which don’t read current, and voltmeters whose 
behaviour is erratic to the last degree. The instrument 
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maker, unfettered as regards price, and not limited by 
“ minimum loss of power" clauses, can do fairly well in the 
matter of instrument«, and no one, whose laboratory training 
has included a course of research work or absolute measure- 
menta, need be in a difficulty regarding pressure or current, 
for the behaviour of instrumenta reflecta the treatment to 
which they are subjected. In like manner, regulating, and 
other subsidiary switches, if thoroughly mecbanical, give no 
trouble, but in these days of expensive labour, good fitting, 
and finish is not ensured by accepting the lowest tender. 

One or two points still await ample discussion; foremost 
amongst these is the best means of providing inter- 
changeability of circuits and machines, commonly known as 
hospital barring ” or “‘jack-carding.” Within this subject 
falls * boosting,” or individual regulation of high tension 
feeders. No longer can it b» said that the sweet simplicity 
of the alternating system from pressure-raising devices on 
feeders is its strong recommendation; either feeder boosters 
or separate busses at different pressures have to be installed, 
but no one seems quite settled in his own mind what should 
be done, or to be able to agree with his neighbour what 
manufacturers should be called upon to turn out for the 


In closing this review of & useful paper, we would like to 
strongly urge the claims of all switchboards to be treated in 
the same manner аз other parts of the plant. Frequent 
inspection, cleaning, trivial adjustments, and small repairs 
are as necessary as anywhere else, and there is no reserve of 
z per cent. on the board. Either each detail works, or it 
does not; yet how often is the board neglected, while boilers, 
engines, and generators are kept up to the very pink of 


perfection. 


SINGLE v. MULTIPLE GENERATING 
STATIONS. 


THE ron the above subject, prepared by Mr. Snell for 
the шеш of the Municipal Electrical Амос, апа 
reprinted in this issue, is intended, as we learn from the 
author, merely to serve as a basis for thrashing ont the 
arguments for and against supplying any district with 
current from one or from several generating stations. The 
question upon which discussion is invited is one of con- 
siderable importance, in view of the steady growth of the 
supply business, and it is one which the engineers of 
several of the larger towns have already been called on to 
decide, and which will, in the near future, have to be 
examined in connection with the extensions which are in 
progress in many districts. | 

The author is in favour of multiple stations, and deals 
with his subject under the various headings of capital cost, 
economic generation and distribution, load factor, and 
possible creation of nuisance. 

With regard to what Mr. Snell calls the critical limit of 
horse-power installed, the opinion of Dr. Kennedy is quoted, 
that, when one has reached an aggregate power of between 
3,000 and 5,000 horse-power, it is as cheap to build a second 
station as to go on increasing the capacity of the existing 
one. This statement was made by Dr. Kennedy at a time 
when the largest generating units in use were, we believe, 
generally of 300 to 400 horse-power, and it would be interest- 
ing to know to what extent this limit would be increased 
now that much larger units are being used, as, for instance, 
at Manchester, Deptford, and Bankside, where units of ав 
much as 2,500 H.P. have been adopted. The exact fixing of 
this limit is, however, not a matter of prime importance, .as 
we believe that in many towns the question of single or 
multiple stations will have to be answered before even the 
lower limit of 3,000 H.P. is reached, as a large number of 
stations are in existence where it would be difficult to erect 
anything like this capacity of plant, and where, owing to the 
surroundings of the site, it would not be possible to sufficiently 
extend the station buildings without going to very great 
expense in the purchase of neighbouring property. 

The question then arises as to whether it is preferable to 
commence operations on a new site on а much larger ecale, 
ani eventually do away with the original small generating 
station, or whether this firet station should be maintained, 
ап іа second one erected and worked in conjunction with it. 


The answer to such a question depends so much on local 
conditions, such as the relative positions of the old station, 
of the possible sites for a new one, and of what we may call 
the centre of gravity of the demand, that we do not see how 
it can be settled otherwise than by examining each separate 
case on its merits. In this connection we would draw atten- 
tion to the assumption made by Mr. Snell throughout his 
paper, that the one large station will be extra-mural, and 
the several smaller ones intra-mural. We do not think that 
this assumption is justifiable, as, in our opinion, the advan- 
tages of the multiple station system may often be greatest 
when these stations are extra-mural, or near the boundary of 
the town; as in such a case it will frequently be possible to 
get all, or almost all, the advantages which can be claimed 
for a single large extra-maral station, and yet be able to 
supply current on a direct system without undue expendi- 
ture on mains; because, if the stations are placed on opposite 
sides of the town, it is possible to halve the length of the 
feedera, which only have to come from one side to the centre, 
Hi of having to traverse the town from one side to the 
other. 

The same conditions hold good when we consider the 
question from the point of view of economy in generation 
and distribution, as if the station or stations are in the central 
parts of the town, or, to use Mr. Snell’s words, are erected 
on the mains they are to supply, so that the distribution losses 
are small, there will almost certainly be you pe dis- 
advantages in the extra cost of carting and ashes, in 
getting condensing water, and in the increased chances of 
trouble from the nuisance question. On the other hand, if 
the station or stations are out of the town or near its 
boundaries, it will often be ible to find two sites which 
will permit of moderate distribntion losses, whilst at the 
game time offering facilities for dealing with coal and ashes 
and for condensing. Of course, there will be cares when one 
large station will give the best resulta; but on this point it 
is, as we bave already said, difficult to generalise, and our 
remarks are made rather to draw attention to the fact that 
even when several stations are used to serve a town, it may 
b> better to erect them practically outside the boundaries, 
rather than on the mains they are to supply. 

We cannot quite understand Mr. Snell's remarks about the 
load factor, and do not see how be can ex a better one 
with several stations than with one. If the term load factor 
is used in the ordinary sense of the ratio of the actual 
average output per hour to the maximum output of any hour 
during the year, it will not be changed whether there be one 
or more stations; and if the factor referred to be a plant 
factor, we should expect the advantage, if there be any, to be 
on the side of the single station. 

With regard to the nuisance question, a station situated 
centrally is always at a disadvantage, and we do not agree 
with the author of the paper that vibration and smoke 
nuisance can so easily be dealt with in a satisfactory manner. 
It i8 wonderful how [ul sensitive to vib-ations the neigh- 
bours of a central station become, if they think there is the 
slightest chance of getting anything out of a supply com- 
pany; and with regard to the smoke nuisance, we have for 
some time past had convincing evidence in London that Mr. 
Snell is somewhat optimistic when he says: “ One may con- 
fidently say that in these days there are few of us who would 
care to admit that our stations would be complained of from 
this point, and with careful stoking and management, the 
smoke nuisance is more visionary than real.” | 

The question of how best to extend, so as to be able to 
supply current in greater quantities, and over & larger area, 
is one which gives plenty of scope for discussion, and we 
hope that some of the municipal engineers who have lately 
carried out such extensions, or have reported on the best way 
of doing so, will communicate to the meeting their reasons 
for adcpting the methods they have recommended ; as, not- 
withstanding the local differences which must exist between 
one district and another, all such information must be of 
great use to their fellow engineers who may have to consider 
this question. 


Presentation.—Mr. F. T. Paynter, shift engineer at the 
Windsor electrical installation works, has been presented 
with a marble timepiece and a pair of ormolu ornamenta by 
the directors and staff on the occasion of his marriage. 
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A Text-Book of Applied Mechanics. Vol. II. By ANDREW 
JAMIESON. London: Griffin & Co. 1897. 


This is one of a growing family of books whose origin is 
based on the idea religiously held by every engineering pro- 
fessor, that he must protect the morals of his own flock by 
specially preparing a text-book for their use. Anyone who 
has had the misfortune to pay school bills knows how the 
pedagognes at one school play into the hands of those of 
other schools, by discovering virtues in new grammars. 
Curious, is it not, that a dead language like Latin is so 
much alive that new grammars can be poured forth about it, 
whereas there is no grammar at all of Anglo-Saxon slang, 
80 very much alive? Some such thoughts as these attack one 
on the appearance of a new book of mechanics. We have 
paid for so many improved grammars and English histories, 
that we feel sorry for those who have got to buy all the 
mechanical text-books. Bat having said this, we don’t pro- 
pose to say much more against Prof. Jamieson’s book. We 
can forgive a good deal to a man who, being a professor, 
resolutely refuses to use the word poundal in his pages. We 
have searched diligently, and lo! we have not found it. 

We would also desire to compliment the author on the 
choice and method of the examples he has employed, notably 
where he shows how the tension in a rope is so much greater 
than the weight it is lifting when acceleration is in progress. 
We incline to think that rope tensions are often treated 
entirely from a static standpoint, with perhaps liberal 
margins, a very uudesirable thing to do in face of the rapid 
accelerations in deep pit work and high buildings’ elevators. 

The first part of the book concludes with a description of 
many varieties of engine governors and other examples of 
centrif force and machine balancing. Part IV. deals 
first with the graphic statics of framed structures, and is 
about as clear an exposition of this art as we have seen. 
Part V. deals with the stresses in shafts and beams and their 
defiections, and Part VI. with hydraulics and hydraulic 
machinery and refrigerating machines, which seem to be a 
little out of place and more suitable for special treatises. 

Altogether, however, this is a very common-sense sort of 
book. It is intended for students advanced beyond the 
elementary stage who may or ought to be supposed to know 
that, strictly speaking, the term cold is intended to convey 
the idea of more or less deprivation of heat. Cold is simply 
а relative form of heat, and were wea professor with an 
abnormally developed sense of the supreme importance of 
definition we should lodge a complaint against our author 
for some of his language. On page 360, speaking of re- 
frigerating machinery, he has the temerity to speak of brine 
as acting as a transmitter of cold. Of course, everyone will 
perfectly understand what is meant, and we think no one 
will even be led astray, but there be many will have his 
blood for speaking of cold as an entity. Our complaint of 
the account of refrigeration is that it 18 a mere description, 
there are no figures or dimensions to enable a student to 
make a calculation of what сап be done with a machine, 
nothing as to the physical properties of the materials em- 
ployed in refrigeration and what can be accomplished with 
them. We do not see why this mere descriptive section has 
been added to the book. 


Electric Wiring and Fittings Details Book. By W. PERREN 
Maycock. London: Whittaker & Co. 


This book is intended for firms connected with the elec- 
tric wiring business, ita object being to afford an expeditious, 
convenient, and methodical means for noting down par- 
ticulars concerning both the wiring and fittings of any 
electrical installation, on any wiring system. It consists of 


little more than a mass of sheets set out with columns, for 


the purpose of taking proper note of the required positions 
of his and other fittings, the description ol fittings to be 
put up, and general remarks regarding same. We observe 
the sheets are perforated for tearing out; this is perhaps 
as well, for the book is rather bulky. 'The idea of the author 
is a good one, and the book may be of service to some engi- 


neers and wiring contractors. There are two pages of 
UN for use, so that the user may understand hat he 
is about. 


THE MUNICIPAL ELECTRICAL ASSO- 
CIATION. | 


2 


THE third annual Convention was opened on Wednesday 
morning at the Royal United Service Institution. The pro- 
gramme, which we published in our issue of May 27th, 
Bhowed that the public proceedings were to last three days. 
Of the importanoe of the papers to be presented there car 
scarcely be а diversity of opinion. The range of subjects i: 
probably not so wide, and they are probably more specialised in 
their treatment than was the case at the last Convention in 
London, They mainly deal with the essential features of 
municipal electricity supply from the engineering point of 
view, and were naturally expected to evoke considerable dis- 
cussion. : 

A large number of municipal engineers and a moderate 
gpriukling of other members of the electrical engineering pro- 
fession were present when Mr. A. H. Gibbings, the President, 
гове to deliver his Presidential Address. It isscarcely necessary 
here to dwell in detail upon the pointe raised by the Presi- 
dent. He referred with some amount of pride to the 
educational and the stimulating effect that their former oon- 
ventions had created, and he considered that the rapid pro- 
gress that had been made by municipalities in electrical 
undertakings daring the past two years was due, in a great 
measure, to the work of the Municipal Electrical Association. 
He dwelt at some length upon the constitution of electricity 
committees, and suggested a divided responsibility, by form- 
ing electricity sub-committees. The future developments of 
electricity supply were noted, and the addrees concluded by 
some suggestive remarks on the subject of standardisation 
of plant. He pointed out that while many were agreed that 
some form of standardising was n , there was a 
diversity of ү as {о what the respective standards 
should be. he co-operation with other and kindred 
societies for the pu of dealing with some of the special 
subjects he had raised was insisted upon with some force. 

The next business of the mæting was to hear a paper read 
by Mr. Councillor Hesford, chairman of the Electricity Oom- 
mittee of the Southport Committee, on * The Management 
of Electrical Undeitakings.” The paper is published in full 
in another part of this issue, and it is not proposed to do 
more than give the principal pointa raised in the discussion. 
Mr. Faraday Proctor (Bristol) raised some interesting points, 
the chief of which were, that it was always advisable to 
engage an engineer, who was to run a station, from the 
the commencement of building operations. In the case of a 
small station, he thought it best to employ a consulting 
engineer, because it would not be possible to pay an 
adequate salary to a resident engineer who was capable of 
layiug down plant; at the same time he urged that a resident 
engineershould be there all the time. The question of dividing 
the engineering &nd secretarial work was next brought for- 

. Мг, Proctor’s view seems to be that the mere account 
work should be done hy a separate department, bat that the 
secretarial work should be done by the engineer. Mr. Coun- 
cillor Skinner, of Hull, referred to the practice relating to 
accounts in that town, and said they all through the 
hands of the treasurer. Mr. Bromley Holmes (Liverpool) 
thought the engineer's duties should cease when the units 
were certified in the consumers’ books. Mr. Jackson (New- 
castle) asked if it would not be possible to get municipalities 
to make their accounts more in accord with the Board of 
Trade form, so that it would be possible to compare the 
accounts with those of companies. He referred to the practice 
in some Continental stations of employing a mechanical 
engineer, an electrical engineer, and an outside engineer. 
Generally speaking, the outside man in this country was not 
paid well enough. Mr. Wordingham (Manchester) thought 
that the paper dealt with the policy rather than the manage- 
ment of stations. His views on the employment of a con- 
sulting engineer were almost similar to those of Mr. 
Proctor. In his opinion it was unnecessary to duplicate 


r 
ä—E—Gäʒ — -——- 


800 


THE ELECTRICAL REVIEW. 


[Vol. 42. No. 1,073, Jux 10, 1896. 


generating plant; it would be difficult to duplicate distribut- 
ing network, but feedera could more easily be duplicated. He 
considered that the accountant’s portion of an undertaking 
should be entirely separate from the engineering part. The 
engineer should have a voice in the financial management, 
but actual account work should be entirely separate. Mr. 
Boot (Tunbridge Wells) raised an interesting point about 
the reserve fund, and Mr. Robert Hammond having ad- 
dressed the meeting, mainly on the reserve fund question, 
Mr. Hesford briefly eplied. 

The meeting then proceeded to discuss Mr. Blaikie's paper 
on “Switchboard Apparatus," the paper being taken as read. 
Mr. Wordingham thought there ought to ba no inflammable 
material in connection with & switchboard, and did not admit 
the difficulty of making it decent looking under such cir- 
cumstances. It was impossible to lay down any definite 
length of break in a switch according to current, because a 
good deal dep:nded on the design of the switch, and the 
speed of the break. Fuses were necessary in high pressure 
Btations, but in low pressure works they did more harm 
than good. Не thought there was room for some con- 
venient und cheap means of signalling between the 
switchboard and the engines. Mr. Andrews (Hastings) 
after referring to automatic cut-outs, and pointing out 
that electrical engineera did not like them, because they 
were unreliable, suid that a fuse on an alternator was 
uselese, and a great source of danger. Mr. Robert Hammond 
expressed his surprise that wooden switchboards abounded in 
Germany. He pointed out that it was important not to put 
an inflammable board on a flammable floor, and he advozated 
a space of at least 4 feet between the back of the board and 
the wall. Mr. Rider (Plymouth) spoke of the danger of the 
field switch being on the dynamo instead of on the board. 
With regard to the tpace at the back of the switchboard, he 
thought the best arrangement was to have no back at all. 
Mr. Quin (Blackpool) and Mr. Evershed made some remarks, 
and the meei ing passed on to rapidly discuss Mr. Jeckell's 


paper. 


CORRESPONDENCE. 


Prof. Carus-Wilson’s Paper. 


As it would appear, judging from to-day's issue of a 
contemporary, that [ did not make my meaning plain—even 
to the author of the paper—at the discussion on Prof. Carus- 
Wilson's paper on the 26th ult., I beg leave to supplement it 
by a few remarks, which will, I hope, explain more clearly 
шу reasons for disagreeing from Prof. Carus-Wilson's figure 

о. 5. 

I may вау at the outset that I quite understood that Prof. 
Carus-Wilson’s remarks related only to the shunt motor, but 
in view of the diagrams in fig. 4 and the conclusions deduced 
on page 8, the inference may have been drawn by коше that 
the error was equally negligible with the series motor; and 
Ше curves in fig. 5, which show the series motor covering 
the distance in less time than the shunt motor, may 
strengthen this wrong impression. 

It only needs pointing out for it to be seen that fig. 5 is 
not а practical case; for, if we have a locomotive to draw 
our train, we cut down its weight to nothing more than that 
necessary for the requisita power; while, if we have motors 
on the bogies, we cut down their number to the minimum 
consistent with the necessary power and 8 available, ғ.в., 
if we at all value our peace of mind. In either case the 
limiting value of the initial acceleration is determined solely 
by adhesion ; ard in comparing the shunt and series motors 
Prof. Carus- Wilson has departed from this assumption. 

Imagine the initial slope of the series curve (fig. 5) made 
the same as that of the shunt curve, so that the series curve 
falis away from the straight line, o a, on reaching a speed of 
about 10 feet per Becond, and it will be evident that the 
current for the series motor would ba required much longer 
at its maximum value, and much longer at its final value, 
than shown; also that the time required to cover the 
500 feet would then be much greater for the series than for 
the shunt motor. 

Imsgine, further, that the level part of the shunt curve 
(representing constant acceleration) was lowered, so that the 


distance was covered in each case in the same time, and 
I think we shall find there is not much difference between 
the energy required in the two cases. | 

The example I cited from Mr. Short, as well as that which 
had occurred in my own work, and my deductions therefrom, 
were based on an equal initial acceleration in the two curves 
compared. In the latter case both curves were for the eame 
final speed and, in departing from tbis, Mr. Short has, 
I venture to think, rather given his case away £0 far as 
energy consumption i8 concerned. 

My remarks were intended to show—not that Mr. Sbort's 
apparatus for effecting it was perfect—but that the principle 
of carrying the acceleration at its full value right up to the 
point when the maximum speed of the train is reached, is a 
good one, and this, I venture to think, has yet to be dis- 
proved. | | 

Prof. Carus-Wilson's own conclusions and his curves in 
fig. 4 are, in fact, based on this assumption, thovgh he does 
not explain how he proposes to obtain it with a series motor. 

Hoping I have made this clear, and that you will be able 


to find space to insert this letter. 
A. M. Taylor. 


Electricity (2) direct from Water Power. 


If Herr Josef Popper has had the notion referred to in 
your note on page 731 of your issue of May 27th, on his 
mind since 1895; it must have been a heavy burden to it. 
A normally vigorous one would have tossed it off long ago. 
Why, in all that time, hasn't he put the idea to a practical 
test ? Or, stranger still, why, at least, hasn't he put it 
through the mathematical griuding mill—the mill that 
grinds bright ideas so exceeding small—and, as others have 
before him, seen it puff away in thin air? That wouldn't 
require three long yeara of patient meditation ; in fact, it is 
а more simple process than putting pen to paper to describe 
the grand idea. 

The same brilliant inspiration visited the writer some 
years previous to 1895 in much the same way no doubt as 
it has lighted round on many others before and since. But 
sad to relate, it did not beheve so congenially to him as it 
has to Herr Popper. In fact, after the first joyful welcome 
of what appeared so charming a guest ; want of confidence 
in his credentials, or his claims to be all he seemed, grew 
up with such alarming rapidity, that a few short hours 
terminated the intercourse. 

He is fortunate, at last, to have found such a staunch 
friend as Herr Popper, for really, his character, so fair- 
seeming at first acquaintance, has such an uncomfortable 
habit of falling to pieces upon closer investigation, that his 


friendships, if many, are all too brief. Clearly Herr Popper 


must be one of those delightful but erratic souls, who, 
hospitable to a fault, would scorn to harbour a suspicion of 
an agreeable guest. 

The crux of the difficulty in realising the promise of this 
idea, lies in the implacable fact that 100 million magnetic 
lines of force must be cut through per second by a condactor 
to generate at its ends a potential difference of 1 volt. 
We come against the same old boundary fence that limits 
our aspirations ib во many other ways. For the greatest 
practical valae of the magnetic induction attainable falls 
short of 20,000 lines per £q. cms. Therefore, to generate 
1 volt per centimetre length of conductor, the velocity of 
the conductor across the magnetic field of such strength 
must be 5,000 cms. per second, equivalent to about 170 feet 
рег second. To obtain this velocity, in a jet of water for 
instance, would require a head of over 400 feet. 

The transverse resistance of a jet of water 1 centimetre 
through depends mostly upon the area of the contacts. It 
is very considerable at the best; and there is only 1 volt 
pressure available both for this and the external circuit. 
Carrent is likely to be a wanting quantity under these cir- 
cumstances. Suppose we increase the velocity, and leap 
with vaunting ambition to, say, 1,000 feet per second, need- 
ing a water head of 15,000 feet, or pressure of over 3 tons 
par equare inch, and therefore quite outside the bounds of 
practice. It gives us а meagre 6 volts for a centimetre jet, 
which, by the way, would be passing an enormous quantity 
of bie and could scarcely be constructed to stand the wear 
and tear. 


There is no question of multiplying the jets and placing 


Vol, 43. Wo. 1,072, Joxm 10, 1898 


THE ELECTRICAL REVIEW. 801 


them in series, for the internal resistance increases them in 
the same proportion as the volts. Farther, there are prac- 
tical difficulties in the way of insulating the jets which are 
ingurmountable. 
to insulate one jet; in which there would in any case be con- 
siderable leakage up and down the stream, and thence across 
it outside the influence of the magnetic field. To insulate 
many jets, many pipes, many reservoirs, many mountain 
lakes and river sources—well, no thanks! the idea is a little 
too appalling ! 

All the above applies with even greater force to the pro- 
роза] to use gases, At most 20 volts might be obtained 
across a jet 1 centimetre through, and a resistance inex- 
pressible in megohms! May our quondam guest have a long 
ani contented residence in Germany ! 


Nottingham, June 3rd. 


James Whitcher. 


Honour to whom Honour is Due. 


I have read with interest your article * Honour to whom 
Honour is Dae,” at р. 685 of your estzemed journal. I may 
be allowed to add in connection with this subject that Prof. 
Holtz has proved up to the hilt at p. 686 (A.D. 1883) of 
my “ Centralblatt für Elektrotechnik that he invented at a 
much earlier date the machine now ascribed to Mr. James 
Wimshurat. If the Council of the Royal Society propose to 
distinguish Mr. Wimshurst on account of his machine, the 
ignorance of the history of science displayed by that eminent 
body is to be deplored. 


May 81st, 1898. 


[Mr. Rollo Appleyard in his letter in the ELECTRICAL 
Review, May 27th, considers that we have been scarcely 
fair to James Wimshurst in our article dealing with tbe 
question of priority of invention of the Wimshurst influence 
machine. The above letter shows that we are at least in 
agreement with so high an authority on the history of elec- 
tricity as Uppenborn. We may also quote from Prof. 
Schaffere, of Louvain, in his recently-published work. Essai 
sur la theorie des Machines Electriques a Influence," where 
he says. De fait, en 1876, Holtz avait clairement decrit le 
dispositif particulier aux machines Wimshurst secteurs 
radioux et conducteurs à balais.” Speaking of the machine 
illustrated in our figure, p. 685, Holtz said in 1876 (Nach- 
richten von der kin Ges. der Wissenschaft Göttingen) that 
the befo-e-mentioned machine may b: made self-exciting by 
coveriog the plates with small radial strips of tinfoil and 
replacing the combs with brushes or springs. Mr. Rollo 
Appleyard in his letter carefully avoids pointing out in what 
respect the Wimshurst machine differs from the machine 
invented lonz before by Holtz. The evidence we have 
cited appears to show that there i8 no difference in any 
essential electrical detail. No one thoroughly acquainted 
with the subject will venture to say that machines of Varley, 
Toepler, or Kelvin come into the same category. It is useless 
for Mr. Appleyard to say the machine of Holtz did not possess 
the five “simultaneous characteristics” of the Wimsburat 
machine. The machines, being identical, must both possess five 
or any greater number of simultaneons characteristics.” 
Mr. Wimshurst deserves the credit of having introduced to 
physicists in this country a very valuable electrical machine, 
which otherwise would probably have long lain buried in 
obscure German publications, It is his misfortane that, 
without his knowledge, he had been anticipated, but such 
misfortunes are not usually considered a justification for 
depriving the fict inventor of the credit which is his due.— 
Eps. Exec Rev ] 


Uppenborn. 


The Chelmsford Fatality. 


Another victim to the use of high tension alternating 
currents ! 

Everyone connected with the electric light industry must 
be sincerely sorry at the sad calamity. 

Аз а rule, sooner or later, fatal accidents occur at most 
statio-s where such a dangerous system to employés is 
in use. 

. Recognising the dangers connected with it, you would 
naturally expect that in planning and arranging for the 


It would be a sufficiently onerous business 


safety of the workmen, some common-sense means would 
be adopted to prevent the possibility of fatal accidents. 

What are the actual facts? Instead of placing trans- 
formers in а special building, with plenty of room and 
ample daylight—which are an absolute necessity—they are 
generally fixed under the pavement in limited space, and 
to get to them the workmen have to grope their way down 
iron ladders or iron projections to a dark chamber. 

I consider erecting small dark sub-transformer stations 
under the public pavements leads to accidente, and should be 
discontinued. | 

If not, as time goes оп, more shocking fatalities will 
occur, with the usual verdict of accidental death to follow. 

I know, from practical experiments made over 14 years 
ago, during wet weather, and while wearing wet boots, how 
quickly you can get shocks, but I naturally took care that 
the experiments I made were with continuous currents of 
about 400 volts pressure. | . 

A transforming sub-station should not be built withont 
having easy access to it, plenty of daylight, a good dry wood 
floor, and over it vulcanised rubber shects of substantial 
thickness. | ae 

I recollect a few years ago explosions in electric light 
conduits were rather frequent in London, and I noticed 
about that time you had a short article in the ELECTRICAL 
Review referring to them, and asked if anyone, from their 
experience, could suggest a cure. On that invitation I 
related my early experiences, and suggested (having laid the 
first underground mains for electric light under the London 
streets) that in the absence of good ventilation in the 
conduits of the companies aff«ct:d, if they would remove the 
lids of the service connections every morning, the explosions 
would cease. | | 

The hint I saw was very quickly acted оп, and the explo- 
sions—well, you never hear of them now. 

I hope my suggestions re transformer sub-stations will also 
be acted upon. If во, I am quite certain it will, in the 
future, be one of the means of assisting to stop the cause of 
recent fatal electric shocks, where high tension alternating 
currents are used. 

A. L. Fyfe. 


The Parliamentary Committee on Electricity Supply. 


In the revised report of the Joint Committee on Electrical 
Energy (Generating Stations and Supply) just issued there 
appears two clauses which were not in the proof which was 
handed out just before Whitsuntide, but which are of euch 
great importance that I venture to ask you to call attention 
to the fact in your next issue. 4 

The clauses to which I refer are as follows :—“ In con- 
nection with this question of purchase under section 2 of the 
Act of 1888, evidence has been given to the effect that with 
а view to secure in London one and the same time for 
execution of the powers, the Board of Trade have in some 
cases imposed upon undertakers a less term than 42 years 
within which they are liable to be purchased." — 

“The Committee suggest that if the fall period of 42 
years is not granted, and if a substantially shorter period is 
imposed by the Board of Trade, the terms of purchase should 


in each case be reconsidered.” 
| Syd. Morse, 


The Eleetrieal Engineers Volunteers. 


A friend of mine on hearing that the uniform of the 
Electrical Eugineers Volunteers was to be the same as that 
of the volunteer battalions of the Royal Engineers, at once 
gave up all idea of joining the corps, although he was very 
keen on being a member when he firt heard that such a 
regiment was to be enrolled. He is now making arrange- 
ments to join the Ycomanry Cavalry, as, to use his own 
words, he * will then be able to walk through the public 
streets in uniform without being insulted and his friends 
will not be ashamed to epzak to him." | 

Whether his views are right or no, there is no doubt that 
the great majority of the British public always associate the 
red coat with that useful but much maligned body of men, 
viz., the Militia, and I have known many young fellows join 
the Artillery, although the work is harder than that of a 
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rifle corps, for the simple reason that the latter have such a 
prominent uniform. 

Thinking that probably my friend’s case is not a solitary 
one, 1 would beg to suggest to the proper authorities that an 
alteration might be made to the uniform, and as no doubt it 
is now too late to do away with the red tunic, might not the 
facings be such as to be entirely different from any other 
regiment. 

There is no doubt that the Electrical Engineers will be 
one of the crack corps of our volunteer army; the men no 
doubt mean to be, and the profession expects 1 to be, and 
such being the case the War Office might give them a 
uniform that would proclaim to all and sundry the regiment 
to which they are proud to belong. 

Raw Recruit. 


BUSINESS NOTICES, &o. 


Electrical Wares Exported. 
Wir Expme Jone 77H, 1897. | WEBE ENDING Jone 7TH, 1898. 
£ в. 


в £ т, 

Adelaide к .. 11 0 | Aden. Teleg. mat. 600 0 

Amsterdam .. 75 0 Alexandria. Teleph. mat. 305 0 

Antwerp. Elec. fuses 43 0 Amsterdam .. 200 0 

Baltimore. Teleph. mat. 22 0 Auckland adi .. 126 0 

Buenos Ayres ... .. 83 0| Bangkok бз .. 405 0 

Calcutta 208 690 0 | Bombay... ys .. 584 0 

Colombo s ; 20 0 „ Toleg. mat. 61 0 

Durban eee 341 0 | Buenos Ayres ... 264 0 

Kobe eo 381 0 |Oalcutta... . . 233 0 

Madras. 26 O|OapeTown .. . 70 0 

Melbourne oe 44 0 i ae 0 

Perth. ist .. 116 0 ў Teleg. cable 5,600 0 

Rotterdam T" „ 81 Durban А si 2, 0 

St. Petersburg ... .. 28 0 | East London „ 98 0 

Bt. Pierre, N.F. 19050 о | Flushing ae 60 0 

Teleg. cable ; поа ... .. 637 0 

ghai А 143 0 | Gibraltar sai .. 60 0 

Bydney оов 006 eee 55 0 Gothenburg eee eee 44 0 

Yokohama  .. .. 981 0 Hamburg i oe 42 0 

! Launceston... .. 10 0 

Lieboen . 793 0 

Lyttleton 245 0 

Mauritius 35 0 

Melbourne 98 0 

Monte Video 4. 157 0 

Ostend. T .. 36 0 

Perth... mM .. 152 0 

Btockholm. Teleg. wire 1,343 0 

Sydney ses * 85 0 

Wellington .. 732 0 

Yokohama v" .. 23 0 

Total ... £21,540 0 Total ... £15,759 0 
Foreign Goods Transhipped. 

£ s. 

Lisbon эое eee eee 2,000 0 

New York vis „ 88 0 

Total .. .. £2,083 0 


Bankruptcy Proceedings.—On 3rd inst., at the offices 
of Mr. J. C. Clegg, Official Receiver, a meeting was held of the 
creditors of John Dewhurst and George Longden, who traded 
as John Dewhurst & Son, electrical engineers, 68, 70, and 72, Atter- 
cliffe Road, Sheffield. Mr. J. E. Wing represented the debtors. 
The Official Receiver stated that the receiving order was made on 
May 12th on a creditor's petition. The statement of affair showed 
£1,938 2e. 10d. owing to unsecured creditors, and £205 103. 11d. 
liabilities on accommodation bills, making the total liabilities 
£2,143 138. 9d. The only assets were some doubtful and bad debts 
which were estimated at £100. Some time prior to October last the 
debtors carried on business in Attercliffe Road as partners, though 
originally neither of them took any capital into the concern. 
October the business was converted into a limited company, an 
agreement being made between the parties that the company were 
to take to the business and to pay £5,000—£4,000 in s, and 
£1,000 in cash on October 4th, 1902. The company were to be 
entitled to possession as from October 1st, and in accordance with 
the agreement the concern was transferred to them a few days later. 
The shares had not been issued to the vendors, and he believed there 
had been some subsidiary agreement in relation to the £1,000 under 
which certain payments had been made, or were alleged to have 
been made on behalf of the vendors to enable them to meet some of 
their outetanding liabilities. He did not thoroughly understand 
this matter yet, and could not get а proper explanation from the 
debtors. The agreement provided that the liabilities of the vendors 
should be paid by the company, but certain of the liabilities in 
respect of money-lending transactions were not taken over by the 


company. 'The matter would, of course, require further looking into. 
Perhaps there might not be any great advantage in following it up, 
because he understood that there had been no further capital brought 
into the company except a sum of £1,000, part of which was applied 
in payment of the expenses of the formation of the company. One 
thing was pretty clear that by the agreement the debtors transferred 
all their assets to the company, and left themselves with ont.tauding 
liabilities to the amount of something like £2,000, and no means of 
meeting these debts. That was the position they were left in under 
the agreement, and, of course, the debtors soon began t» realise the 
difficulty of their position. After struggling on for some time they 
executed a deed of arrangement, but one of the creditors who did not 
consent to the arrangement presented a petition, and the receiving 
order was mado. As far as the separate estates of the debtors were 
concerned the only asset in each case was household furniture. It 
was clear that the debtors were largely insolvent in October last. 
They said they were not aware of thie, but subsequent investigation 
proved such to be the fact. Mr. Wing said with :egard to the 
£1,000 cash, the debtors were owing the Birmingham District and 
Counties Bank about £2,500 when the company was formed, and 
they also owed money to moneylenders. It was arranged that the 
£1,000 should be advanced by the bank for the purpose of providing 
means for the bills of the moneylenders to be met—for the purpose 
of warding them off a bit. When the bank sto payment the 
the company was wound up, and the debtors made bankrupt. The 
company was only in existence about four months, from October to 
February. The question of the appointment of a trustee was 
considered, and the estate will be dealt with by the Official 
Receiver. Mr. Wing explained that he was acting for some of 
the creditors of the company, and the whole matter would be most 
thoroughly investigated. 


Business Sold.—The business of Kerby Bowen, Limited, 
electrical launch builders at St. Helen's and Cowes, Isle of Wight, 
was disposed of by auction on Wednesday last week, by Messis. 
Perkins & Sons, by order of the High Court of Justice (Chancery 
Division), and realised £700. 


Campbell v. Benjamin Jacobs.—This action, heard last 
week at the Glasgow Appeal Court, was for recovery of the contract 
price for fitting up an installation of electric light. The contract 
controlled the price so far as workmanship was concerned, but the 
price of the material was not included, although an estimate was 
appended to the offer. The defender challenged certain items as 
excessive. The Sheriff Substitute (Strachan) allowed a proof, and 
on appeal the Sheriff adhered. 


Clayton Air Compressors.—During the months of 
February, March, and April, the Olayton Air Compressor Works, of 
New York, sold 19 air compressors for operating pneumatic stone 
tools, chipping and calking tools, air hoists, &c. ; nine air compressors 
for moving and elevating acid and chemical solutions; four air lift 
pumping plants were installed and placed in operation; three air 
compressors were furnished to rubber works for removing hose from 
mandrels, testing hose and inflating tyres; one compressor was 
supplied for the pneamatic transmission of messages; two for oil 
burning plants; three for racking off beer in breweries; one for 
spraying brick in the process of manufacture; and six for unusual 
applications of compressed air power. In addition to a number of 
air compressors furnished for domestic use, four were exported to 
Europe for operating pneumatic shops раа The above notes show 
the wide range of applications of the Clayton compressor. 


Dermatine.—A pamphlet giving a short account of the 
discovery and manufacture of India-rubber and gutta-percha, and a 
description of the special characteristics and qualities of dermatine 
as superior to either,” has been issued by the Dermatine Oompany, 
Limited, of 95, Neate Street, S.E. Prices and particulars are given 
of the patent dermatine machine belting, circulating valves, sheet 
and insertion, mats, and dermatine is recommended as an insulator in 
electrical work. 


Dissolution of Partnership.—Messre, F. M. Prockter, 
A. Turner, and H. F. Clough, carryiog on business as electrical and 
general engineers, at 10a, Virginia Street, Southport, under the style 
of Prockter & Co., have dissolved partnership by mutual consent. 


Electric Power for South African Mines.—A South 
African correspondent of the Financial News says that it has 
been suggested that certain mines which find themselves short of water 
should avail themselves of the electric pom supplied from Brak 
Thas they would be enabled to close down ће steam plant and to 
do with very little water. The May Consolidated Gold Mini 
Company is already in negotiation with the Rand Central Electri 
Supply Company, and it is likely that arrangements will be shortly 
made by which the May’s mill shall be driven by electric power. 


Electric Tramways.—The Brush Electrical Engineering 
Oompany has issued two pamphlets reprinting in first class manner 
descriptions which have appeared in some of the technical papers of 
the Kidderminster and Stourport electric tramways and the Dover 
municipal electric tramways. It is well known that both of these 
are lines for the equipment of which the Brush Oompany has been 
mainly or largely responsible. 


Exhibitions.—Messrs. W. H. Willcox & Co., are exhibit- 
ing & general collection of engineers’ tools and engineers’ stores, 
also lubricating oils, at the various agricultural shows which are 
being held at Portsmouth, Birmingham, and King's Lynn, during this 
month; and at Lincoln, Leeds, and Tunbridge Wells daring J aly 
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Fined.—On Monday at the Wolverhampton (County) 
Petty Sessions, E. J. Pennington was fined £2 10s. and costs for 
driving a motor car at a furious rate. Three grooms who gave 
evidence, respectively stated that the car was proceeding at 20, 25, 
and 30 miles an hour. The bench commented upon the public 
danger. On the previous Friday the same defendunt was, in another 
Court, fined £3 and costs for each of various breaches of the Light 
Locomotives Act (total £18 15s. 8d.) committed on April 23rd. 


Forthcoming Book.—Messrs. Seeley & Co. will shortly 
ublish a brief popular account of Wireless Telegraphy,” by Mr. 
hard Kerr. The methods devised by Mr. Preece, Signor Marconi, 
Dr. Oliver Lodge, and others who have worked in this direction will 
be explained in popular style. 


The Hoppes Steam Separators.—The drying of steam 
by discharging it of water has lately been attracting a good deal of 
attention. жо qug = illus TOR sU ging cl simple form of 
күл, e by the pes acturing ,of 8 - 
field, Ohio, which Moris very considerable volume for the — д 
of water, and will, therefore, provide for a considerable flash of water, 
and at the same time it provides a cross section about ten times the 
steam pipe area. Suitable water channels are provided to catch the 
drip and flow of water down the sides of the vessel and prevent its 
re-entrainment. A glass gauge shows the amount of accumulation, 


and a trap provides for final discharge. It is important that steam 
traps to separators should be of good size in order to allow the rapid 
discharge of sudden flushes. The Hoppes separator is symmetrical, 
and no mistake can be made in fixing it, as steam can enter either 
side indifferently. Its construction, while sufficient, is simple, and 
it should give a minimum of obstruction to the flow of steam, an 
item apt to be overlooked in the construction of separators, on what 
may be termed the steam worrying system. А somewhat similar 
apparatus is provided for fixing in vertieal lengths of pipe. 


Lists.— We have received from Messrs. Parvillee Frères, 
29, Rue Gauthey, Paris, an illustrated list of their manufactures of 
electrical porcelain. The list deals more particularly with insulators 
for telegraphic, telephonic, and overhead traction work. 

Messrs. C. E. Billin & Co., of Marquette Buildings, Chicago, send 
us a pamphlet (March, 1898) on their machinery and supplies for 
mines and mills. The firm are purchasing and forwarding 
agente, and the list contains special lines of a large number of American 
manufacturers. 


McDonald v. Clement.—At the Glasgow Court of 
Sessions last week the settlement was intimated of an action by 
Robert M. M'Donald, electrician, Davos House, Strathtay, against 
Hugh Sprott Clement, r of the British Patents Company, 
121, West Regent Street, Glasgow. The pursuer sought reduction of 
a letter written b7 him to the defender in July, 1893, in which 
he assigned to the defender one twenty-fourth part of his 
interest in an invention relating to primary electric batteries. The 

ursurer said that the letter was written in consideration of the 
Aefender having found a purchaser for the patent, but that the 
defender failed to carry through the sale. The defender raised two 
actions against the pursuer, in which he sued for payment of the 
jedisiall his interest. All the actions have now been settled extra 
a J. í 


Newport Electric Light Association.—This association 
has opened premises at 55, Commercial Road, Newport, as electricians 
and mechanical engineers. Mr. J. L. Davies, who has had a varied 
experience in electrical work, is the . He was for two years 
in the employ of the Brush Electric Light Company, and three years 
at the Edison Central Depót, New York, U.S.A., and has had three 
years local experience in wiring and other work. 


Parliamentary Biils.—In the House of Commons on 
Monday, the following Bill received from the Lords was read a 
second time:— Blackpool and Fleetwood Tramroad (Tramway 
Extensions). The Great Northern and City Railway Bill was also 
read а second time. It is stated that the Royal assent has now been 
given to the Eastern Telegraph Company’s Act, 1898, which has been 
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promoted by that company in Parliament for the conversion of the 
existing 6 per cent. preference shares into 34 per cent. preference 
stock, and for other purposes. The final dividend on the 6 per 
cent. preference shares for the quarter ended June 30th will be 
paid on or about July 1st next. The dividend on the new 34 per 
cent. preference stock will accrue as from July 1st next, and will 
be paid quarterly on the same dates as those on which the dividend 
on the 6 per cent. preference shares has hitherto been paid. The 
existing transfer books are to be closed on Jane 15th, and the 
transfer books for the new stock will be opened as from July 1st next. 


Partnership.—Mr. J. T. Niblett having resigned his 
position as general managor to the Lithanode Electric Storage 
Company, announces that he hasentered into partnership with Mr. 
Malcolm Sutherland, and in future the firm willtrade under the name 
od "ue ot Sutherland, electrical engineers, 61, Chandos Street, 

9 0 0 


Personal.— We understand that Mr. H. H. Hall, A. I. E. E. 
has volanterily resigned his position as engineer to the Electric 
Lighting and Fittings Corporation, Limited (late John Haynes Light- 
ing Company, Limited), in order to join the Walsall Electrical 
Company, Limited, which firm he now represents at 0, Central 
Chambers, 174, Bouth Castle Street, Liverpool. 


Smoke Nuisance.—On Wednesday last week the London 
Electric Supply Corporation, Limited, of Stowage Wharf, Deptford, 
were summoned at Greenwich, at the instance of the Greenwich 
District Board, for having allowed black smoke to issue from a 
chimney on two successive days, in such a quantity as to be a 
с e A ра ы to the arpa pore and ат re- 

ve of the Company havi leade ty, the istrate 
Eanos a fine of £10 an aa coste in ch iua di TM 


South African Electrical News. — The British and 
South African Export Gazette has the following items of electrical 
interest in its Juue issue:—A shipment of electrical material and 
machinery, valued at £3,000, has been consigned to Port Elisabeth 
by a New York firm. The electrical installation supplied to the 
Angelo and Driefontein mines is a three-phase plant, including 
engines of 450 H. P., and was manufactured by Мева Brown, 
Boveri & Oo., Switzerland. The Town Council of Kingwilliams- 
town is considering a scheme for the electric lighting of the borough. 
The Queenstown ape Colony) Municipality has also an electric 
light scheme under consideration. The Durban Town Council bas 
recently ordered two additional miles of cable and a condenser. A 
telephone installation has been ordered for Bulawayo. The Natal 
Government estimates for the year ending June, 1899, make pro- 
vision for additional telephone plant to the extent of £4,900. 
Electrical lifts for the new premises of Messrs. Thorne, Stuttaford 
and Oo., Johannesburg, are on order with Messrs. R. Waygood and 
Co., Limited. An electric elevator, manufactured by Messrs. Easton, 
Anderson & Goolden, has been supplied to the Luipaardsvlei gold 
mine. The present air compressor pumping plant, which was manu- 
factured by Messrs. J. Cameron for the Langlaagte Dee gold mine, 
is shortly to be replaced by an electrical pumping installati on manu- 
factured by Mesars. Riedler & Co. 


Starters for Gas Engines.—In Mr. W. H. Booth’s recent 
article in our columns оп Starters for Gas Engines” he advocated 
the use of a small starti^g engine for the purpose. Mr. Joseph 


Edmondson, of Bradford, claims to have cffected this in another way, 
namely, by means of the Edmondson & Dawson patent starter. Tnis 
is claimed to give an initial impulse, automatically proportioned to 
the requirements of the engine at the time. The advantages claimed 
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for this starter arise from three features, viz. :—(1) The initial impulse 
being delivered on a piston already set in motion (by the compression 
of the charge by the pump) is cumulative in its effect. In other 
words, the primary inertia of the piston having already been over- 
come, the influence of the initial explosion upon it is much greater 
than it otherwise would be; (2) The initial charge being compressed 
by the pump, the initial explosion is proportionately more powerful 

in any starter working at atmospheric pressure. Owing to these 
two features, the initial impulse carries the running well over the 
first cycle, and the piston is moving steadily when it receives the 
second impulse. (3) At the slow speed of starting by any self-starter 
the proportions of gas and air in the charge drawn into the cylinder 
is frequently not ignitable by the tube; hence the extreme difficulty 
of starting an engine by a single initial impulse. In the Edmondson- 
Dawson starter this difficulty is said to be entirely removed. It 
injects a flame into the midst of the charge and will therefore ignite 


a mixture so badly proporticned that the tube would fail to flre. 


Hence by this starter ignition is certain, and successive impulses are 
given to the piston—the engine rurs in spite of the temporary failure 
of the tube to fire the charge—end thus the speed is gradually tut 
surely got up to point at which the tube takes up the firing and the 
starter may be put out of gear. The action is as follows :—The engine 
being set on the explosion stroke” with the gas ccck turned on, and 
with the crank a little behind the top centre, the starting cam, B, 
having the square stud, o, resting on its nose; the exhaust valve of the 
engine being set open; a charge of explosive mixture (gas and air) is 
pumped into the cylinder by the pumpr. When the cylinder is filled 
with explosive mixture the exhaust valve is closed. The pumping being 
continued, the charge is slightly compressed till it propels the piston 
slowly and moves the cam, B, forward (clockwise) till it drops the 
roller, P, into the gap of the cam ard releases the lever, u, the spring, 
в, rotating the plog cf the ignition valve, towards the right, ignites 
the charge in the cylinder and propels the engine. If the pumping be 
still continued so as to keep the connections between the pump and the 
cylinder full of explosive mixture, the revolution of the cam, B, by 
opening and closing the ignition valve and exploding the charge at 
the proper times, will give successive impulses to the piston, 
increasing its speed until the ordinary igniting apparatus takes up the 
firing and the engine is effectually started. The starter is then 
thrown out of gear by pushing the handle, r, of the lever, u. to the left, 
when the catch, v, falls down and holds the lever, sotbat the roller, P, 
stands free of the cam, B, and the action of the starter ceases. The 
pumping into the cylinder of a full charge of explosive mixture is 
only necessary when the cylinder is filled with a spent charge or with 
gas. When filled with air (as is always the case if the engine when 
stopping has made a few revolutions after the gas was turned off) 
it is sufficient to pump a few strokes of gas only, and follow on with 
explosive mixture. In this case the exhaust valve must be left closed. 


Water-Power.—Messrs. P. C. Middleton & Co., Aberdeen, 


who recently completed the large water-power installation at 
Braemar for Mr. A. H. Farquharson, of Invercauld, have been en- 
trusted with the electric lighting of Invercauld House. Water-power 
will be used, and 300 lights will be installed. 


Werner Cadmium Accumulator Syndicate, Limited, 
—We are informed that a meeting of the directors of the Werner 
Cadmium Accumulator Syndicate, Limited, was held at 41, Devon- 
shire Chambers, Bishopsgate Street Without, on Saturday, Mr. 
Alexis Werner, D. Sc., in the chair, when a satisfactory report was 
made as to the progress of the company. It was stated that impor- 
tant tests have been made and several orders have been booked for 
train lighting and traction. The chairman reported that progress 
was being made with the arrangement for floating a company in 
Paris, where the use of accumulators for traction is very extensive, 
and a letter from Belgiam was read, with a proposal for the purchase 
of the patent rights for that country. 


ELECTRIC LIGHTING NOTES. 


Aberdeen.—At a recent Council meeting, Mr. Blackman’s 
resignation from the post of electrical engineer was discussed. It 
was generally regretted that a greater effort had not been made to 
retain good engineers at higher salaries. Mr. Blackman is coming to 
London, and Aberdeen is to engage another engineer at the same 

as it paid him, £225. The Council passed a resolution thanking 
Mr. Blackman for his services. 


Ambleside.—The electric lighting question has been 
before the District Council at a special meeting this week. 


Barking.—The Council has received the sanction of the 
Local Government Board to borrow £15,0C0 for electric lighting. 


Barnes.—The Board of Trade bas issued a provisional 
order to the Urban District Council empowering them to supply elec- 
tricity throughout the whole of the area within their jurisdiction, but 
excluding Hammersmith Bridge. 


Bedford.—The Town Council, having applied for a 
loan «f £5,400 for electric light extensione, Мг. H. H. Law will hold 
a Local Government Board inquiry on June 15th. 


Belfast.—The Council has resolved to make a charge of 
7d. per unit for the current supplied for lighting purposes for the first 
hour and a half, and 2d. per unit afterwards; 4d. per unit for current 
supplied for motor and heating purposes for the first hour and a half, 
und 1$4, per unit afterwards; and Od. per unit for church lighting. 


Belgium.—Five firms sent in tenders for the supply and 
erection of the plant for the electric lighting of the railway station at 
Ghent for the Belgian State Railway authorities, the lowest being 
that of Messrs. Dierman & Co., of Liege. 


Bermondsey.—At Monday's Vestry meeting, Mr. Cor, 
chairman of the Electric Lighting Committee, brought up a report of 
the proceedings of a meeting of the Committee held that afternoon. 
He stated that the Vestry would be aware that the Board of Trade 
had granted a provisional order, and that the Bill to confirm the 
order had already been read a first time in the House of Commons. 
The speaker read a letter from Sir Courtenay Boyle, sta that it 
was not without hesitation that the Board decided to grant the order 
in view of the objections put forward by the London Electric Supply 
Corporation and the County of London and Brush Electric Lighting 
Company. The Board of Trade, the letter proceeded, had granted 
the provisional order with a view to giving Parliament an oppor- 
tonity of expressing its opinion on the subject, and the Board inti- 
mated that should the order ba opposed in Parliament, 16 would Ъз 
nec `ввагу for the Vestry to take steps to support the Bill. Mr. Cox 
went on to say that the electric light companies had only laid mains 
in the parish for the purpose of supplying other districts, 
and that they were liable to penalties for not fulfilling 
their obligations. With regard to the confirmatory Bill, 
which was down for second reading this week, Mr. Cripps had given 
notice of motion that the Bill should be read “that day six months.” 
Should the Bill pass its second reading, it would be referred to a 
committee, and it would then be necessary to secure the services of 
couneel in the event of opposition at that stage. The Electric Light- 
ing Committee accordingly recommended, and the Vestry decided to 
give them permission to engage counsel to promote the interests of 
the Bill. ith reference to the forthcoming telephone conference 
convened by the County Council, the General Ротровев Committee 
reported having received a letter from the London County Oouncil, 
stating that since sending out invitations for the conference, the 
report of the Joint Select Committee of both Houses of Parliament 
on the supply of electrical energy in bulk had been issued. The 
report raised some important questions affecting London, especially 
as regards the erection and subsequent purchase by local authorities 
of generating stations for the supply of electrical energy. The letter 
further stated that it had been decided to bring these matters forward 
for discussion at the conference to be held on June 14th, after the 
matters relative to the telephone service had been disposed of. 


Bethnal Green.—The Board of Guardians Finance 
Committee has had under consideration a demand from the con- 
tractor, whose tender for the laying of an electric lighting plant at 
the new infirmary had been accepted, for an additional sum of money 
in order to carry out the work, so that the amount of that tender now 
reached £5,394. The committee offered Messrs. Calvert & Co. the 
sum of £5,090 to do the work, but they refused. It was decided to 
again advertise for tenders. : | 

In anticipation of the Vestry carrying out the electric lighting of 
the parish, an electricity committee has been appointed to have all 
matters in regard thereto under its control. The committee is as 
follows:—Mesers. Hales, Mundy, Brooks, Kippins, E. Jones, W. H. 
Clark, Goodwin, White, H. Jones, Pitt, and Styles. 


Bexhill.—The Local Government Board have sanctioned 
the proposal of the Council to borrow £20,000 for electric 
lighting purposes. 


Birminzham.—In regard to the qurstion of municipal 
purchase of the electricity undertaking, it is announced that at the 
City Council meeting on 14th inst. the report of the General Par- 
poses Committee will be presented. The report is stated to show 
the great increase in the business and profite of the company since 
1895, and recommends that the undertaking should b» purchased if 
it can be obtained upon fair and reasonable terms. The Committee 
admit the necessity of taking market price ал the basis for fixing the 
purchase money, and they offered, subject to certain conditions, to 
give the company £10 10s. per share (or £420,000), taking over the 
undertaking as a going concern, with all its assets and Jiabilities, as 
from January lst last. The directors have expressed their willing- 
ness to recommend the acceptance of this offer to their shareholders. 
The Committee have received a report from engineers whom they 
instructed to examine the company's works and mains, showing that 
the whole of the buildings, plant, and machinery have been well 
designed, and во arranged аз to be capable of easy, and therefore 
economical, extension as the business increases, and that they are 10 
good condition, and in every respect suitable for the work they bave 
to do. It will be necessary for the Corporation to obtain Parli& 
mentary sanction for the purchase and the borrowing «f the necessary 
capital. The total sum required to be borrowed will have to 22 
repaid within such pericd as may be fixed by the Act. Ороп а i 
years’ period the annual charge to the Corporation for interest &n 
sinking fund will be £16,275, on a 24 per cent. basis, or £17,000 on & 
24 per cent. basis, agaiost which the Corporation will have an under- 
taking which for 1597 produced a gross profit of nearly £13,000, 
which it is safe to assume from the growth of supply in the last few 
years, will in a short time be not only sufficient to meet loan cbarges 
bat to give an increasing margin on revenue account. The Com- 
mittee therefore recommend the Council to purchase the undertakiog 
on the terms now reported, and to authorise the Committee to n 
all necessary steps for promoting a Bill in Parliament during the 
next ensuing session for giving effect thereto. 


Bognor.—The Urban Council have decided to appoint 
a committee to consider a public and private electric lighting 
scheme. 
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Rrihton.— The Council last werk adopted the report 
of the Lighting Committee, sbowing for what purposes it is proposed 
to borrow a further sum of £56,300 for the development of the elec- 
tric light undertaking. In view of the congestion in tbe engineering 
and manufacturing trades, the Committee had been advised to apply 
for borrowing powers for at least two years’ requirements, so as to 
avoid, as much as possible, a recurrence of the serious state of over- 
load the works were in at the commencement of last winter, owing to 
growth of the business having been exceptionally rapid. The esti- 
mate for the two years’ requirements is as follows :— 


Four steam dynamos  ... aes ө» . £21,980 
Additional 10-ton traveller "S ЖУ ган 300 


Two new feeders ... — eas 6,300 
Additional distributing mains ... 12,600 
House services and meters 15,120 

£56,300 


The total expenditure and liabilities up to the end of 1897 stands at 
£229,375. Application will be made to the Local Government Board 
for power to borrow the money. 


Buckley.—The Lighting Sub-committee have under con- 
sideration an electric lighting scheme, and will shortly lay a report 
before the Council. 


Rury.— At the Town Council meeting on Thursday week, 
the salary of the electrical engineer (Mr. Watson) was advanced from 
£200 to £250 per annum. The chairman of the Electric Lighting 
Committee (Mr. Pickup) explained why they had recommended the 
increase, and submitted a number of statistics showing that, although 
in its electric lighting scheme Bury was very similar to Oldham, 
Bolton, Dewsbury, Burnley, and Lancaster, they did not pay as much 
in salaries as those boroughs. He said that Bury paid £76 per annum 
more tban the five towns named for einking fund and interest, and 
the loss was only £46 more. Their income at Bury was £1,318 on 
the year, as against an average of £1,730 in the other places. The 
average salary paid to the electrical engineer in the five borougbs was 

275 per annum, and in Bury only £200 bad been given. Mr. Pickup 
also submitted figures to show that Bury produced electricity cheaper 
than the average of the five towns named, and on all these points 
beiug considered, the advance of £50 to their engineer was, in his 
opinion, well deserved. The vote for the increase was unanimous, 


Cardiff.—Mr. Applebee, the electrical engineer, has re- 
ported to the Lighting Committee on the lighting of a portion of 
Newport Road by electricity. It would require, he says, 16 arc lamps 
of the same power as those in use for the centre of the town. The 
standards should be fitted with brackets for glow lamps to be lighted 
after midnight. Capital outlay £470. If this system were adopted, 
the lamps would be lighted directly from the current in the service 
mains by men employed for the purpose. This would greatly reduce 
the capital cost, because rectifiers, which now have to be supplied in 
the centre of the town, would be avoided. The committee adopted 
the report. 


Colchester. — Representatives of the Electric Light 
Works Committee have had interviews with Mr. Massey and Messrs. 
Siemens, respecting the supply of fittings and wiring of consumers’ 
premises, and reported the views of Mr. Massey and Messrs. Siemens 
on the subject. The Committee has resolved that further considera- 
tion be adjourned. 


Colwyn Bay.—A Local Government Board inquiry was 
held on 2nd inst. in regard to the District Council’s application for 
sanction to borrow £2,000 for the electric lighting of the promenade. 
Mr. Olirehugh gave evidence as to the details of the scheme, stating 
that the plant would not be in duplicate for reasons stated in the 
scheme. There will be 24 arc lamps placed on 21-feet columns along 
the promenade. The scheme was opposed by Councillor Wm. Davies, 
who was in favour of an installation which had been proposed for sup- 
plying the whole town rather than confining it to the promenade. 


Crewe.—On Ist inst. the Town Council considered com- 
munications from Dr. John Hopkinson regarding his fees for report- 
ing upon electric lighting and supervising the carrying out of a 
scheme. In one of his letters Dr. Hopkinson said that if bis partner, 
Mr. C. Hopkinson, took charge of the refuse destructor matter, his fee 
would be 50 guineas. The Council accepted Dr. Hopkinson’s terms of 
100 guineas for a report on an electric lighting scheme for the borough, 
eg one visit to Crewe, and a detailed estimate of capital 
outlay. 


Devonport.—After visiting the town, Prof. Kennedy 
advises that the site adjoining the Corporation property at Pottery 
Quay is suitable for the electricity station. 


Dover.—The Dover Electricity Supply Com intends 
on July lst to reduce the charges for 1 1 id у E 


East Grinstead.—Several would-be promoters of electric 
lighting schemes have been informed by the General Purposes 
Committee that any discussion discussing the matter are at present 
premature. It will be remembered that the Council is considering 
the question. 


Glasgow.—Mr. W. A. Chamen, the borough electrical 
engineer, has reported on the lighting of St. Andrew's Halls. He 
says that arc lighting for & hall of this kind will never be made 
pleasing to the public. After going into the matter, he finds that 
two rows of seven electroliers, containing 17 16-O.P. lamps each, will 
be sufficient to light the main body of the ball, whilst the orchestra 


can be lighted by two more similar electroliers, supplemented by 
some brackets at the back. The present incandescent lighting of the 
back gallery will need to be increased by the addition of eight more 
16-candle-power lamps fixed ia the ceiling. The amount of electric 
energy consumed by the incandescent lighting now recommended 
will be double what is at present used for arc lighting. For the 
Berkeley and Kent Halls similar electroliers, with about 10 lights 
each, will be required. The cost of making the alterations would not 
be great, as the arc lamps would probably be transferred for use in 
other buildings belonging to the Corporation which are about to be 
lighted, or made use of in some other way. New electroliers would 
have to be purchased, together with a few brackets. The whole cost, 
including slight alterations to the wiring, and substitution of short 
pendant fittings under the galleries in the large hall, in place of the 
ship’s fittings at present in use, would not exceed £300. The com- 
mittee recommends that Mr. Chamen be authorised to proceed with 
the work, but meanwhile only in the large hall. 


Guildford.—The Council has accepted the offer of Mr. 
J. M. V. Money Kent, on behalf of the Guildford Electricity Supply 
Company, to pay the suin of £30 in satisfaction of the claim made 
by the Council for damage to the paving. 


Hackney.—The new Vestry had a long discussion on Ist 
inst. on the electric lighting question. Some members are clearly 
pledged to do their level best to prevent the scheme being carried 
out. The Electric Lighting Committee is made up as follows :— 
Т. Barnett, W. L. Beurle, E. Errington, W. Hammer, F. W. Hart, G. 
Hasemer, W. Н. Netting, @. A. Ozan, J. W. Sandwell, J. Sheehan, 
A. Walmsley, and L. Whitemore. There is now every reason for 
believing that the Vestry will soon get to work upon an installation. 


Hastings,—The Local Government Board have asked the 
Hastings Town Council to obtain the report of a competent engineer 
upon the question of the Council’s application to borrow £58,000 for 
the purchase of the Electric Light Company's undertaking. 


Islington.—Onur readers have heard Mr. Lambert’s name 
mentioned over and over again in connection with the electric light- 
ing undertaking; in fact, the success of the works might safely be 
called the success of Mr. Lambert. We therefore notice with regret 
that the progressive majority on the Vestry proposes to oust him from 
the chairmanship of the Electric Lighting Committee. The difficulty 
is to see any good reason for this move. The local press is exprese- 
ing itself in strong terms on the matter. 


Lancaster.—The Corporation Gas Department is feeling 
the opposition of electricity. Last year the amount sold to private 
consumers was £249 3s. 1d. lees than the previous year, or £1,799 
6s. 7d. less than the year ending March, 1895, which was the high 
water mark in the sale of gas. The increase in the amount for elec- 
tricity last year was £699 128. 2d. In the last three years the 
increase has amounted to £1,146 163. 41. Tne Lighting Committee's 
altered expenditure has affected the Gas Department, for whereas in 
1894-5 the outlay on gas lighting was £1,934, and on electricity £133, 
these items cost in 1897-8, gas £1,726, and electricity £505. In the 
other Corporation departments there are increases in the consump- 
tion of both gas and electricity. 


Leeds,—The Leeds Corporation and  House-to-House 
Electricity Provisional Powers have been granted to the Leeds Cor- 
poration for the purchase of the electrical system and plant of the 
Yorkshire House-to-House Electricity Company. 


Lewes.—The Town Council has resolved that the ques- 
tion of opening up negotiations with a company witn a view to 
taking up the provisional order for electric lighting be referred to the 
Finance and General Purposes Committee, with authority to nego- 
tiate terms for an agreement to be entered into, and to be hereatter 
submitted to the Council. 


Lombardy.—4As the use of electricity, both for lighting 
purposes and as a motive power, in Lombardy is constantly extend- 
ing, says the Financial Times, there is consequently an ever- 
increasing demand for all kinds of electrical appliances c 
with its development. At present Switzerland and Germany would 
appear to have the lion's share of the business in supplying the 
machinery, and our Consul points out that British engineering firms 
do not seem to be making any effort to secure a share of it. 1899 
the centenary of Volta's discovery of the electric pile is to be cele- 
brated in Como, his native town, by an International exhibition of 
electrical appliances, and in due time our Consul promises to send 
full particulars of the conditions on which firms are to be invited to 
exhibit. In the meantime British manufacturers of electrical 
machinery might find it to their interest to give the matter their 
attention. 


Londonderry.—The Corporation last week held a special 
meeting to consider the offer of the New General Traction Company, 
Limited, to take over the entire electrical plant of the city, to light 
the streets as at present, and to supply private light and power toall 
applicants. Dr. Todd, solicitor, said that the company were prepared 
to take over the plant at a valuation. They Бо themselves to 
give light to the public lamps at £15 10s. per lamp, to give private 
lighting at 4d. per unit, and power at 24d. per unit. The company 
owned 11 miles of tramways in Coventry, 20 miles in Norwich, and 
four miles in the Isle of Man. It bad an invested capital of half a 
million. Oouncillor Thompson asked what tee there was that 
the company would carry out what they offered. Dr. Todd said the 
best guarantee was, that they would spend about £100,000 in laying 
down plant. They had in view the working of the Strand tramway 
by electricity. He estimated that there would be a saving of £1,360 
on the public lighting. In that, of course, he included £1,000 for 
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depreciation at the rate of 5 per cent. Alderman O'Doherty said the 
danger was, that when they came to make up the valuation they 
might be told that their plant was antiquated, and not worth much. 
The better way would be for the company to mention a lamp sum of 
the basis of the negotiations. Eventually the Corporation appointed 
a emall committee to confer with Dr. Todd aud report. 


Ludlow.—The Town Council will hold a special meeting 
on July 7th to consider whether an electric lighting order shall be 
applied for. 


Northampton.—The Town Council, which is desirous of 
erectiug refuse destructors in the town at once, has temporarily post- 
poned all questions of details until the result is known of the nego- 
tiations with the Northampton Electric Light and Power Company 
for the purchase of the company by the town, and with the North- 
ampton Tramways Company for the purchase of their system by the 
municipality. Та the event of both purchases being made, the town 
will combine refuse destruction with the generation of electricity, 
which, amongst other things, will be employed for tramcar traction. 


Oldham.—At a meeting of the Electric Lighting Com- 
mittee on Wednesday, Mr. Newington, electrical engineer, presented 
a return of the electricity works. The works were commenced in 
1894, and the total cost for fourth year (1897-8) has been £2,345, against 
1896-7 of 22,533. The numberof units sold during the year was 322,203, 
against 227,982 in the previous year. The average price obtained 
was from private consumers 4 28d., and from public 3d., against 5 7d. 
and 4d. last year. The gross profit made before setting aside instal- 
mente for interest and sinking funds, was £3,492 against £2,946. 
The total cost per unit was 1°746d., the decrease being 0 921d. The 
producing of supply at such a low price is considered very satis- 
factory. Mr. Newington said that the output was nearly as much 
a8 б plant could meet, although extensions had been made 
recently. 


Pembroke.—Last Saturday a Local Government Board 
inquiry was held with reference to the Town Commissioners’ applica- 
tion for a £33,000 loan for electric lighting. Mr. Robert Hammond 
gave evidence regarding the scheme. He stated that the tenders 
received, including boiler house, engine house, switchboard, accumula- 
tors, all the underground work and the meters, amounted ot £19,354, 
against the engineer's estimate of £19,850. The cost cf the condensiog 
plant was estimated at £1,500. They proposed to use а triple con- 
centric cable, which would be thoroughly insulated, lead covered, 
and steel armoured, and not at high tension. They were laying down 
two dynamos of very first-class make, which could do 5,000 lights, 
which would be capable of supplying 12,000 lights on consumer’ 
premises. The distribution was to be on the three-wire system, the 
total length of the cables being 14,100 yards. The cost of the build- 
ings is pat at £6,000, with the exception cf the destructor works. 


Penarth.—The Board of Trade has issued a provisional 
order to the Penarth Electric Lighting Company, Limited. 


Peterborough.—The Town Council had a discussion last 
week regarding the sslary to be psid to the newly-appointed elec- 
trical engineer, Mr. Gill. The Lighting Committee resolved to 
pay £100 a year, but last week the Council reversed this decision by 
nine votes to eight, and made the salary £50. 


Reading.—A deputation recently waited upon the Board 
of Trade upon the matter of the amended description of the systems 
of supply to be adopted by the Reading Electric Supply Company. 
Tbe Board wrote to the company, stating that they are not satisfied 
that the reasons urged on behalf of the Corporation are such as 
would justify them in withholding their consent to the proposed 
change of system, and they propose to approve the amended 
description. The Reading Bléctric Light Company recently wrote 
to the Council asking them to adopt electricity for street lighting, 
but the Lighting Committee has recommended the Council that the 
company be informed that if the Council determine to light the 
public streets by electricity, they will probably provide works for the 
supply of energy for that and other purposes. The Reading Eleo- 
tric Supply Company intend to alter the standard pressure of their 
supply at consumers’ terminals from 100 to 200 volts. 


Rhodesia.—We understand that the electric light is being 
installed at the B.S.A. Police Camp, Government House, which is 
four milcs from Bulawayo. 


Shoreditch.—At the first Vestry meeting after the 
election, held on Tuesday night, Mr. S. G. Porter was unanimously 
selected as chairman for tbe ensuing year. The Lighting Committee 
recommended and the Vestry decided to insure the economiser at the 
electricity works with Messrs. Green & Sons, Limited, of Manchester, 
for the sum of £590, at an annual premium of £3 10s., the rate to 
include periodical inspection of the economiser. The same Committee 
announced that it had been agreed that Mr. Russell, the chief elec- 
trical engineer, should supervise the arrangements for supplying 
steam to the baths and washhouses. 


Tipton.—The Midland Electric Corporation has inti- 
mated to the District Council that it will accept a maximum of 3d. 
E of 33d. per unit. These terms the Council considered satis- 
actory. 


Walthamstow.—A Local Government Board inquiry 
was held recently into an application by the District Council for 
sanction to borrow £5,200 for about two acres of land asa site for an 
electric lighting station andastone yard. Mr. Enright, the electrical 
engineer, spoke strongly in favour of the site, and said the saving 


on the of coals would alone pay the interest on the money. 
The whole district could be lighted from this station at the lowest 
possible cost. 


Watford.—A Local Government Board inquiry was held 
on 31st ult. in regard to the Oouncil’s proposal to borrow £21,000 for 
electric lighting. Mr. Hawtayne, consulting electrical engineer, 
explained the scheme. He calculated an immediate demand for 
8,000 lights. 130,000 Board of Trade unita would be required for 
lighting the streets, and the present lamp standards could be utilised. 
He had some idea of putting arc lamps in the High Street and part 
of Queen's Road. For private lighting there would be 4,000 li hts 
of 80.Р.; public lighting, 363 of 16 OC. P.; and 100 of 32 C. P., makini 
5,126 lamps of 8 O.P. He had considered several sites, and had come 
to the conclusion that the best was the one adjoining the se 
works. The estimated cost of the building was £3,000, and it 4 
be handy for coal delivery. There was no opposition. 


Wednesbury.—At Monday's Council meeting the General 
Purposes Committee recommended the Council to withdraw its 
opposition to the application of the Midland Electric Oorporation 
upon the terms that the Corporation supply 5 to the Oouncil 
for lighting and power purposes within an area agreed upon the same 
terms and conditions (if any) as may hereafter be upon with 
the local authorities of West Bromwich, Oldbury, and Smethwick ; 
that the Corporation willnot oppose the application of the Town 
Council for an electric lighting order at any future date. On Mon- 
day, when the matter was discussed, Alderman Williams said he 
belioved the whole thing was intended to put a stop to the action of 
the Midland Electric Oorporation. They ought rather to be glad 
that people were prepared to bring electricity to them for the benefit 
of the town. Alderman Lloyd also argued enooursgement 
should be given to schemes for the development of new industries in 
the borough. The above proposals were adopted. 


Whitechapel.—It is stated that the District Board of 
Works is asking the Brighton Оогроганоа electrical engineer (Mr. 
Wright) to advise upon the electric lighting of the district. 


Wigan.—At the Council meeting on 1st inst., Mr. Alder- 
man Holmes, in moving the confirmation of the minutes of the Gas 
and Electric Lighting Committee, said that the question of electric 
lighting, which was brought forward at the last meeting and deferred, 
was again deferred by the Committee until after an expression of 
opinion had been given by the Council. The Committee felt that that 
was one of those matters that must be connected with a loss to the 
town for some years to come, if adopted. They therefore wished to 
have the fall sanction of the Cou behind them before 1 
any further. Mr. Worthington said, with regard to electric 
lighting, although that matter had gone back to the Gas Committee, 
it had come back again to them in the same form. Since then he had 
acquainted himself more with the subject, and he would be prepared 
now to endorse the resolution that was previously sent back, with 
regard to the appointment of a sub-committee. He found that so far 
back as 1890 there was an electric lighting order which had received 
the Royal assent in favour of Wigan, and which only applied for two 
years, or during such a oe asthe Local Government Board might 
consent to extend it, and he believed that it was open to a company or 
syndicate toapply to the Local Government Board for the transference 
of the power of the order to them in order that they might supply elec- 
tric light to the town. It seemed that they were ina rather difficult 

sition. They had a works with a capital of £350,000 on the one 

and, and they were loth to interfere їп апу way that would redace the 
assistance that the rate got from that very important underteking. 
On the other hand, it might be that some company might be disposed 
to supply the town with electric light. -And let them suppose that 
after а loss for a little time that company eventually turned to а 
profit, then they would have the same competition from an outside 
company that they were парро to have from themselves if they 
adopted electric light. If the outside company went on making a 
profit, and if the Corporation wanted to turn the electric light to 
themselves, they would be in the same dilemma as when they bought 
the gasworks, and would have to purchase them at far more than the 
original cost. Electric lighting had made important etrides since the 
the last committee met, and he believed in the appointment of a 
small committee of the Council, apart from the Gas Committee. 
After discussion, the Oouncil appointed a sub-committee to make 
inquiries, and with the paint to employ experts to advise them, 60 
that they would be able to recommend to the Council something 
definite upon which they could act, and which would prevent the 
electric lighting going into other hands. 


Winchester.—Last week the City Council had before it 
tenders from the Winchester Electric Lighting DM DAD and the 
Water and Gas Company for lighting the streets. Gas Com- 
pany's tender was accepted. 


York.—The Local Government Board has sanctioned the 
borrowing of £20,000 for electric lighting purposes. At Monday 
Oouncil: esting it was stated that Prof. Kennedy reported that 
Messrs. Crompton & Oo. now found that they could not recommend 
the lowest priced engines accepted by the Corporation. The Elec- 
tric Light Committee, therefore, had decided to instruct Messrs. 
Crompton to obtain the better class engines mentioned in the tender. 
and the cost of the plant would therefore be increased from £8,176 
to £8,654. It was stated that the Committee would now push the 
matter forward as fast as they could, and they hoped that some uer 
within the next 12 months they might be able to see the electric ligb 
established in the city. 
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ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Barnsley.—The Streets, Buildings, and Improvement 
Committee of the Town Council have been considering the question 
of tramways for the town, and have now expressed the opinion that 
it is desirable such tramways should be established and worked by a 
oompany and not by the Corporation. Their recommendation that 
the Council invite companies to submit schemes of tramways for the 
town, and give consent to an application for the necessary Parlia- 
men powers to construct tramways in the borough, was before the 
Council on Tuesday. The Lighting Committee recommend that 
instructions be given to Mr. Miller to prepare plans and details of 
the propored electric lighting scheme (see ELECTRICAL REVIEW, 
May 20th), and that application to borrow £23,322 to pay for such 
works be made. 


Belfast. — The Tramway Company has written to a 
Corporation Committee saying that the directors have again been 
going into the matter of electric traction, and as there was a rapidly 
growing feeling among the public, they are willing to make another 
effort to come to terms with the Corporation for its introduction in 
Belfast. The Corporation has accordingly appointed a small com- 
mittee to meet the directors to go into the matter. 


Birmingham.—The Lord Mayor has sent to the 
Birmingham Daily Post copies of the letters which have recently 
passed between the City of Birmingham Tramways Company and the 
Corporation in regard to the proposed introduction of the overhead 
wire on a section of the lines. 


The City Council had a lengthy discussion on the tramway question 
on Tuesday, the end of which was that it was decided by 28 votes to 
27 (six neutrals) not to re-open negotiations with the Tramway 
Company, as the company has failed to carry out their arrange- 
ment with the Public Works Committee, and Mr. Ross, the chair- 
man of the company, has made statements, which were incorrect, 
re authority to use the overhead trolley. 


Brighton.—In the House of Commons on Monday, 
Mr. Ritchie informed Mr. Bowles that the electric railway 
from the Aquarium to Preston Place Groyne, Brighton, was 
constructed on land belonging to the Corporation, without 
Act of Parliament. As it was above high-water mark, the 
sanction of the Board of Trade was not necessary, and he had no 
urisdiction over the railway. With regard to the Brighton and 

ttingdean Bea Shore Electric Tramroad, the provisions of the 
private Act were not binding on the company, unless otherwise 
agreed between the company and the Corporation, who were the 
owners of the foreshore on which the line was constructed. The 
consent of the Board of Trade was given to the construction of the 
works below high-water mark, including the poles for the overhead 
wires. He was not aware that the public and boatmen were exposed 
to any danger, but as to the possibility of depriving them of their 
right to use the foreshore, he would make inquiries, though he did 
not think the Board of Trade had any power in the matter. 


Bristol.— The following figures show the popularity of the 
electric tramway service on Whit Monday :—Last year on Whit 
Monday 104 cars were run and 127,387 passengers carried. This 
year 121 cars were ran and 130,851 passengers carried, being an 
increase of 3,464 ipassengers. Of the above number this year no 
fewer than 50,817 were carried on the Staple Hill and Kingswood 
electric lines. 


Chatham and Gillingham.— During last week both the 
Chatham Corporation and tke Gillingham Urban District Council 
had under discussion a scheme for the introduction of an electric 
tramway in certain parts of the district. A special feature is the 
provision of workmen's cars. The Light Railways Commissioners, 
at their recent inquiry, cut out what is known as the High Street 
route, considering that the street was too narrow to admit of the 
proper working of trams, but there is very little doubt now that the 
trams will be introduced in this district, and will run from the 
Dockyard to Gillingham and Luton. The great question now under 
discussion is the conditions to be carried out by the company as to 
providing workmen's carriages. The promoters of the scheme have 
put forward their views as to providiog workmen's cars, and the 
company will agree to contribute £6,000 towards the cost of widening 
the street, and £1,500 towards the erection of & new bridge across 
Railway Street. Some of the Council are in favour cf the Corporation 
having the trams in their own hands, while others wish the company 
to take the matter up at once, considering they would be a benefit to 
the towns and the trade generally. 


The Light Railways Commissioners concladed their inquiry on 
on Monday at the Sun Hotel, Chatham, for determining the 
expediency of granting the application made to them by the 
Rochester, Chatham, Gillingham and Diatrict Electric Railways 
Company, Limited, for an order to authorise the construction of 
an electric railway through the district. The Commissioners 
have decided to recommend that the order be made, and tramlines 
will be laid toand from the dockyard gates to the Brook and Military 
Road, and from thence along the Brook to Luton, and also from the 
upper and lower dockyard gates to Old Brompton and New 
Brompton, and also Gillingham, This will be a great boon to the 
district. | 


.report by the general manager, the sub-committee have 


Dover.—Our local correspondent informs us that во suc- 
cessful have been the Dover Municipal electric trolley trams during 
the six months they have been running, that the Corporation were, 
as a consequence, able to reduc the town rates by 2d. in the E. There 
are four miles of tramways, and the fare 1d. any distance. More new 
cars are on order, and as soon as these arrive, a five minutes regular 
service is to be established. 


The electric trams did well on Whit Monday. £5€ 18s. being 
taken. This is over £1 more than on Easter Monday, and it is stated 
to be £39 18s. more than is necessary to cover the day's capital and 
working expenses. 


Dudley and Stourbridge.—On 3rd inst., Sir Francis 
Marindin, inspector to the Board of Trade, made an i on of the 
Dudley and Btourbridge tram line, in consequence of the formal 
application of the owners for a seven years’ steam power license, the 
existing license terminating in the near future. Mr. S. Bellon 
(engineer to the British Electric Traction Company) was one of the 
party. During the inspection of the whole of the line it was stated 
that the application was merely a formal one, but that it was 
шон: о that electric cars would be running in the soming 
autumn. 


Dundee-Barnhill.— The Dundee Town Council has re- 
mitted this light electric railway scheme to the Works Committee, 
who will appoint a sub-committee to report upon the proposal. 


Gateshead.—So that the Council may have a good idea 
what the electric trolley tramway system really is, the whole body 
is to go to Leeds to inspect the system there. 


Glasgow.—A proposal is before the Corporation to raise 
the salary of the tramway manager from £1,250 to £1,600. This is 
in view of the change from horse to electric haulage. There is also 
а proposition that in view of the surplus in the tramway receipts, and 
of the introduction of electrical traction on the Springburn route, it 
be an instruction to the Tramway Committee to reduce the fares on 
that route as an experiment. 


The Tramways Committee proposes various tramway extensions 
amounting altogether to 11:13 miles. The sub-committee have had 
under consideration communications from the British Electric Trac- 
tion Company, who had given notice of plans, sections, &c., embody- 
ing full particulars of the proposed light railway extensions to the 
Paisley and Johnstone tramway system, and suggesting that a meet- 
ing might be arranged. Sir James Marwick wrote that the Corpora- 
tion would oppose the proposals of the company to construct a light 
railway on & road on which the Corporation had been authorised by 
Parliament to construct an extension of their tramway system. They 
would also oppose the company obtaining powers which would 
prevent such extension. The sub-committee had also a meeting 
with a sub-committee of the District Committee of the First or 
Upper District of Renfrewshire with reference to the application of 
the British Electric Traction Company. The Corporation Bub- 
Committee stated that they were prepared to recommend the Corpora- 
tion to resist the application so far as relating to roads іп or leading 
into the city, and to apply for powers to extend the Corpora- 
tion tramways along Paisley Road from Halfway House to 
Paisley. They also stated that the Corporation, in the event of 
powers being obtained to construct a double line of tramways, would 
pave and maintain the roadway within the tramway rails and for 
18 inches on the outside thereof, as in the case of other tramways. 
The County Sub-Committee of the Upper District stated that they 
were favourable to an arrangement being come to with the Corpora- 
tion, provided the Corporation would undertake to lay the 
tramways in question within a limited period, and that they would 
report the result of the meeting to their committee. On the 
agreed to accept 
the offer of the Westinghouse Company to equip the High Street line 
for electric traction on practically the same terms as their contract 
for the Springburn line. It was also agreed that the convener should 
act as representing this committee on the sub-committee in charge of 
the lighting on the Springburn route. 


Halifax.—The official opening of the municipal electric 
tramway was to take place yesterday (Thursday). 


Harrogate and Knaresborough.—The promoters of 
the Harrogate and Knaresborough Light Railway have prepared the 
necessary plans, &c., and these are being deposited with the various 
public bodies interested in or affected by the scheme. The роп 
have been encouraged by support from all the local authorities, with 
the exception of Harrogate. According to the plans the length of 
the direct line from Station Parade, Harrogate, to the terminus at 
Knaresborough is 3 miles 4 furlongs and 6 chains. Provision is also 
made for а loop line and sidings, во that altogether rails will be laid 
for distances of 4 miles 5 furlongs and 5 chains. The estimated cost 
is £76,000. What may be termed the main line starts near the 
Jubilee Monument in Harrogate, thence proceeds by Station Bridge 
and North Park Road to the Knaresborough Road, which it follows 
through Starbeck, and on to Knaresborough, terminating in Fisher 
Street. The loop line intended to serve High Harrogate leaves 
Station Parade in an opposite direction, but ultimately forms a 
junction with the main line in the Knaresborough Road. Electricity 
will be the motive power. It is proposed to have the generating 
station at Starbeck, to which access will be obtained by means of a 
short siding. The promotors also intend applying for powers to lay 
down a main to the generating station in order to utilise water at 


present running to waste. 
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Hull.—The arrangements for the commencement of the 
construction of the electric tramways and the repaving of the main 
streets with wood are about complete. A start at taking up the old 
rails has b2en made on the Hessle Road, aud it was arranged that the 
first rail of the new sytem should be laid yesterday afternoon by the 
chairman of the Works Committee at the south end of Porter Street, 


Leeds.—The City Council at a recent meeting decided to 
extend the electric tramways to the Headingley, Chapeltown, 
Hunslet and Dewsbury Road sections, and Dr. Hopkinson, under 
whose charge tbe Kirkstall and Roundhay sections were laid, was 
engaged to carry out the work. The Tramways Committee had 
a consultation with Dr. Hopkinson on Monday, and an electrical 
sub-committee was appointed to confer with that gentleman with 
regard to the enlargement of the generating station, the necessary 
engines, and other details. Estimates will shortly be obtained, and 
the work will then be proceeded with without delay. A model of an 
apparatus was exhibited to members of the committee, the object of 
which is to prevent accident to life or limb in the event of an over- 
head wire breaking, by automatically shuttiog off the current. The 
apparatus, for which & 5 patent was obtained last month 
by Mr. Ralph Bostock, licensed victualler, and Mr. Frank Arthur 
Cheetham, silk spinner, Brighouse, is attached to the poles, and it is 
claimed for it that as soon as a wire breake, the current between the 
poles is shut off. Mr. Hannam (the chairman) and other members of 
tbe committee thought favourably of the invention, but suggested to 
the patentees that it should be tested with trolley wires of the same 
thickness as those in use in Leeds, a suggestion which they decid 
to adopt. І 

In consequence of the breaking of а guard wire last week, it is 
stated that thicker guard wires are to be used throughout the entire 
route. 


Limerick.—The Electric Tramway Company, Limited, 
have notified their intention of applying for permission through the 
city and county grand juries for permist ion to lay down а series of 
tramways through the city and suburbs, the gauge varying from 
3 feet 6 inches to 5 feet 3 inches. Though the scheme has been out- 
lined, the plans have not yet been furnished. 


Liverpool.—At last week's City Council meeting, Mr. 
C. Petrie submitted the recommendation of the Genersting Stations 
Committee—''That the tender of Messrs. Willans and Robinson, 
Limited, Rugby, for the supply of two compound engines and 
dynamos at the price of £6,530 each, and one triple-expausion engine 
and dynamo at the price of £6,939, subject to a deduction of 24 per 
cent. upon the respective amounts, be accepted." The engines, Mr. 
Petrie said, were for the generating station in Pumpfields, for lighting 
and traction. The question was purely technical, and the Council 
would be well advised in taking the opinion of ite officials, who 
recommended the proposed engines. Some little misapprehension 
existed to the effect tuat there was a difference of opinion between 
the reports of Dr. Hopkinson and Mr. Holmes, their electrical 
engineer. He had mentioned this to Dr. Hopkinson, who had written 
stating :—'' I am of opinion, and always haye been of opinion, that 
the engines proposed by Mr. Holmes for the new large central station 
wil give thoroughly satisfactory results both for traction and 
lighting." The committee's recommendation was referred back to 
the committee last month. The committee bad since further con- 
sidered it, and they felt, having the report of Mr. Holmes before 
them, that they could not alter their recommendation. It was only 
because the Council did not quite understand the matter that the 
recommendation was referred back. Many misleading statements were 
made last Council meeting. One was that the engines made 800 
revolutions, whereas they made only 230. The committee had 
inquired fully into the question, and if they were not perfectly con- 
fident that this machinery would give the greatest possible satis- 
faction, they would not have recommended its purchase.— 
Alderman F. Smith seconded tbe recommendation.—Mr. Ruther- 
ford moved us an amendment: That before ordering the high speed 
engines mentioned in the recommendation, the special committee be 
requested to obtain the unbiassed opinion of Sir Benjamin Baker, 
Sir Frederick Bramwell, Mr. Kincaid (of London), Mr. Pearson (of 
New York), or some other acknowledged authority of eminence and 
experience in electric traction upon tne two questions (a) the unit of 
power; (5) the type of engines it would be best for Liverpool to 
adopt in the projected 10,000 horse-power power station at Pump- 
fields.” He did not assert that the engines recommended were not 
the right kind to order, but he thought the Corporation should take 
the best authority on the subject before committing the city toa 
large expenditure. The recommendation was the same as that sub- 
mitted at the last Council meeting, when it was sent back to the 
committee on ita merits. Now, however, personal matters had been 
introduced into the consideration of the subject, and some members 
who voted against the recommendation last month had that day told 
him that they would now vote against him whatever he might say. 
Mr. Petrie had referred to Dr. Hopkinson’s letter, and suggested 
that that letter got rid of the difficulty of the difference of opinion 
between Mr. Holmes and Dr. Hopkinson, but that opinion was not 
official. He had no personal hostility towards the committee, and 
he trusted that if bis amendment should happen to be carried Mr. 
Petrie would not resign. Oa the other band, ne might assure them 
that were he (the speaker) beaten he would not resign. Mr. Ruther- 
ford proceeded at great length to give a history of the business from 
June 11th last year, when Mr. Holmes was asked to report on the 
electrical power for the trial route to the Dingle. Не pointed out 
that Mr. Holmes considered that economy and efficiency would result 
from combining the generation of electricity for lighting and tram- 
way traction. Mr. F. В. Pearson, who had had twice the experience 
of anybody else in electric tramcars, thought differently, and said so, 


That was why, when Mr. Pearson was proposed as consalting engi- 
neer, the electric light section of the Courcil, having determined to 
get control of the electricity for the trams, rose as one man against 
Mr. Pearson's appointment, and swore they would have none of him. 
Mr. Holmes now recommended for the new electric generating sta- 
tion at Pumpfields high speed machinery whose type was experi- 
mental, made by makers to whom the construction of the engines 
was an experiment, and modified besides by novelties in design which 
Mr. Holmes had introduced. He contended that Dr. Hopkinson had 
not endorsed, but excused, these recommendations, and in the course 
of an extended argument urged that slow speed engines were the 
best for developing large power like 2,500 or 3,000 electric horse- 
power, which ought to be the unit. They were entitled to kaow 
not whether these recommended engines would give satisfactory 
resulte, but whether they were the best type, and what was the 
best unit of power to adopt, because they were making a start 
with a huge undertaking which would not only provide light 
for the streets and traction for the tramways, but be eventually 
the source from which all the small industries of Liverpool would 
draw their power. Mr. Rutherford proceeded to urge that the 
proposed engines were unsuitable for traction purposes, because they 
were high speed, and, therefore, more difficult in governing any 
variability of load, and more liable to lead to accident on account of 
the high rate of speed. He cited various authorities showing that 
the slow speed engines were more suitable for traction purposes. At 
all events, he submitted there was a reasonable doubt as to which 
form of engine was the better, and expert evidence should be 
obtained upon it. The experience of the whole world was that slow 
speed engines should be used; but at least the Oouncil before 
deciding upon any definite policy should take the opinion of the 
leading engineer in Eogland— someone above petty considerations, 
and whose knowledge would guide them to a proper and just 
conclusion.—Mr. M. Hyslop Maxwell seconded the resolution.— 
Alderman Fred. Smith defended the action of the committee. 
Mr. Rutherford asked them to take the opinicn of eome expert. Had 
they not appointed Dr. Hopkinson as an expert? Referring to the 
unofficial letter sent by Dr. Hopkinson, the speaker contended that 
that gentleman would not go back upon the opinion therein expressed 
even in an unofficial letter. The alderman was proceeding to criticise 
Mr. Rutherford’s speech, when the Council adjourned. 

When the Council met again on the 3rd inst. the matter was con- 
tinued in spite of Mr. Rutherford's proposal to withdraw his amend- 
ment. Mr. Petrie, as chairman of the committee, objected to that 
course because Mr. Rutherford bad made certain statements which 
must be answered, and they had a complete answer to every one of 
them. Alderman F. Smith, who continued the debate, said that what 
he understood the Council desired to do was to undertake a very 
great and beneficent scheme of electric traction for Liverpool In 
the preparation of that scheme the committee thought it desirable to 
provide two stations of 10,000 horse- power each. Mr. Rutherford 
had pictured the terrible effect that would happen to Liverpool in 
case all the tramcars were stopped at one moment. If Mr. Ruther- 
ford had been a little more candid with the Council he would have 
told them that he had asked this very question of the engineer, 
aud that the engineer had explained to him that it would mean that 
Liverpool trams would run in four sections, so that no such disaster 
as that pictured by Mr. Rutherford could possibly take place. With 
regard to the type of engines that should bs used undoubtedly there 
was no settled and absolute opinion even amongst the foremost elec- 
tricalengineers. Alderman Smith then devoted himself to arguments 
justifying the committee's confidence in their electrical engineer. 
The only modification made by Mr. Holmes to adjust the engines to 
what he deemed to be the requirements of Liverpool was a change of 
fly-wheel. They wanted to put an engine down that would not 
wreck their station. The high-speed engine had a fly-wheel of not 
more than 16 tons, and had it within its dynamo. Whereas a 
slow speed had a fly-wheel, which was exposed, of about 60 tons. 
Accident was less likely with a high speed engine than a low speed 
engine. Electricity was a comparatively neW science, and there was 
continual change and progress. "Therefore, was it not reasonable 
that their able officials should be allowed to be in the van of progress, 
rather than following slaviehly in the rear of other people? The 
committee followed Mr. Rutherford on another matter, and he led 
them into a little bit of disaster. The committee bad to be led by 
somebody (Mr. Grant: Forwood), bat were they going to be led 
by Mr. Rutherford, with the secondhand opinions of competitors for 
some of this Corporation work against the opinions of their 
capable officials. Mr. Rutherford was in thie matter in a minority 
of one on the committee. With an expenditure of £20,000 the 
Council should trast the committee, if they were worthy to be 
trusted. As an individual member, he (Alderman Smith) had 
given the subject his best consideration, and had honestly come 
to the opinion that the advice of Mr. Holmes ought to be 
folowed. Mr. Holmes was an electrical engineer of standing, 
worthy of being followed. He would follow Mr. Holmes until 
it was shown by competent authorities that he was wrong. 
The discussion was carried on at considerable length, and Mr. Petrie, 
the acting chairman of the Generating Committee, replied. He said 
that the committee never admitted that there was any difference 
between the report of Mr. Holmes and that of Dr. Hopkinson as to 
the type of engine to be purchased. Mr. Rutherford had discussed 
the question at the Council three or four times, and the points he 
raised had bzen answered intelligently and courteously by Mr. 
Holmes. Mr. Rutherford made statements which he had been told 
at the committee were wrong, and he had seen letters which 
intimated that he was wrong, yet he reasserted them at the Council. 
He had made the question a personal matter. He had said, "I will 
show you up in the Council. I will show yout committee up in the 
Council and I will state a lot of things you won't like to hear." There 
was nothing any member of the committee had done that he was 
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ache med cf. If Mr. Rutherford knew of anything be should bave 
stated it to the Council. He bad two hours of the Council's time on 
Wednesday, which was practically wasted, and had only shown 
himself up." The engines referred to at Bristol and Dublin were 
made for lighting purposes, but were tried for traction and found 
unsuitable, because they were never iotended for traction. It had 
been stated that these engines were not used for traction in this country 
at all. That was quite incorrect, and Mr. Rutherford knew it was in- 
correct. They had worked, and with very satisfactory results at one of 
the atations of the South London Railway Company. They had worked 
for two and a quarter years, and the repairs to them had practically 
been nz. As to the variability of load the firm was willing to give 
aay reasonable guarantee that the engines would stand any strain of 
that kind. The South London Railway Company were so satisfied 
with the engines that they had ordered 16 (?) sets of plant, each of 
1,000 borse-power, for the railway. The municipalities of Leeds and 
Bradford had tried them and were ordering additional ones for trac- 
tion parposes. The Liverpool Corporation had tried the engines for 
electric lighting, and had found them very satisfactory, as shown by 
the fact that they were the second cheapest prodacers of electricity 
in the cities of the United Kingdom. The c^st of the engines would 
be about £20,000. On May 4th the Council referred the committee's 
recommendation back; but, after careful consideration, the committee 
had come before them again with the same recommendation. The 
committee had been guided by their officials, and it was to the 
interests of the officials that they should recommend what was best 
for the city. Tne division was then tek:n, the voting fur Mr. 
Rutherfora’s amendment being 12, and against 49. i 


Manchester.—A sub-committee of the Swinton and 
Pendlebury District Council have arranged with the solicitors to the 
Manchester Carriage Company that the tram lines which are to be 
laid in Pendlebury shall be laid so that the cars may, if thought 
proper at some future time be run by mechanical power without 
necessitating re-construction when it is decided to adopt electricity. 


Newcastle.—On 3rd inst. letters were before the special 
committee from Dr. Hopkinson and Mr. Colamb, stating their 
charges for advising re electric and cable traction. The committee 
has agreed to engage both gentlemen, and the city engineer is to 
supply them with plans showing the proposed routes. Both gentle- 
men are to draw their estimates from a given basis of mileage, weight 
of rails, strength of foundations, engines, and machinery of every 
description, and the quantity of rolling stock, both systems to be 
worked on a basis equal to a 24 minutes’ service. It was agreed to 
report meanwhile to the Conncil upon the routes which the com- 
mittee considers should be included in the new scheme. 


Norwich.— Tre recent action of the House of Commons 
Committee in cutting the Surrey Street route out of the electric 
tramway scheme has placed a serious obstacle in the way of the 
Bt. Stephen's Street acd Newmarket Road line, and while it is not 
yet abandoned, no fresh steps have yet been taken to arrange for an 
alternative route. The Magdalen Road route also presents difficulties 
at present, owing to the operations in pr-gress for sewerage, and this 
ortion of the city cannot for some time be undertaken, although the 
ine is likely to prove one of the most remunerative on the system. 
The contractors are therefore confined to three main routes, Thorpe 
Road, Dereham Road, and Aylsham Roads. All arrangements are 
now complete for the car sheds ncar the Prince of Denmark at 
Sprowston, and the building of these premises has begun. 


Cardiff to the Post Office at Penarth was about four miles, and the 
traffic between the two towns consisted of gentlemen who resided at 
Penarth, and who went into Cardiff for business, whilst near the 
spot at where the proposed railway would commence, viz., Grange- 
town, there was a large and increasing working class population. If 
the light railway was granted, trams would be run every 10 minutes. 
The road between the two towns was privately owned by Lord Bate 
and Lord Windsor, and a portion of it was within the borough and a 
portion in the Penarth Urban District. It had been felt for some 
time that а great expansion of Penarth would follow if adequate 


communication was granted between the two towns, and in 1897 


а syndicate was formed, called the Penarth Tramways Syndicate, 
of some of the leading inhabitants of Penarth and some of the 
principal business men of Cardiff, with the object of construct- 
ing clectrical tramways in Cardiff and along the road proposed 
for the new light railway. The application was proposed to be 
made under the Tramways Act, but, as the Cardiff Corporation 
threatened to oppose, the project was dropped. The reason for 
the opposition at the time was, in the first place, the fact that 
the Cardiff Corporation desired to extend their borough boun 

so as to include Penarth, and if the borough was extended they 
wisbed to construct the tramway themselves and to exercise 


their power of purchasing the existing tramways. As a_ result 
of the Local Government Board inquiry, however, the extension 
was not allowed, and that was why the present ‘application was being 
made. The proposed light railway would commence where the 
houses ceased at Grangetown, and would end at the Post Office 
at Penarth, the total length being a little short of 3 miles. The 
Plymouth Road ex! ent ion is dropped entirely. Lord Bute and Lord 
Windsor strongly advocated the construction of the light railway, 
and they would be willing, if the project was granted, to give land 
for the widening cf the road wherever it was necessary. Counsel 
55 to deal at length with tbe objections of the Cardiff 
orporat ion and the Taff Vale Railway Company. 

Mr. Li. B. Atkinson, electrical engineer at Cardiff, and residing at 
Penarth, said the gauge of the new line would be the standard gauge 
of 4 feet 84 inches. The lines would be laid level with the surface 
of the road, and the road between the rails and for18 inches on each 
side would ba paved with granite setts or wood blocks at the option 
of the local authority. The railways proposed were four in number, 
No. ö having been abandoned by arrangement with the District 
Council of Penarth. The four Jines of rails would havea total length 
of 2 miles 5 furlongs and 6:60 chains, and would commence at 
Grangetown by a junction with the existing tramways. With regard 
to the inclines, Railways No. 1 and 2, from the commencement 
to the River Ely, would be on a practically level road, Railway 
No. 3, from the River Ely to Cogan Hill, would be on an 
incline of 1 in 19, and railway No. 4, which commenced on Cogan 
Hill, would have a maximum gradient of 1 in 13, for quite a short 
distance. It was proposed, however, to reduce this incline to 1 in 21. 
The width of the road was, for the most part,ample. The cost of 
widening the road had been included in the estimate. The mode of 
working the railway was by electricity with overhead wires, and the 
promoters were either prepared to erect their own generating 
stations or to enter into a contract with the Cardiff Corporation. A 
provisional agreement had been entered into by which the local 
authority could purchase the railway at any time after 10 years at a 
value excluding the goodwill, or, at any time after 35 years, they 
might purchase without a goodwill. He took it that the Cardiff 
Corporation would have the power of purchasing the portion in 
their district. It would bea single line, with loops for passing. He 
had known electric tramways to be erected on roads which hada 
greater incline than the Penarth Road. The speed would depend 
upon the local authorities, but he anticipated a speed of 9 or 94 miles 
an hour, including stoppages. 

Mr. Vivian Douglas Cooper, engineer, said that he estimated the 
total cost of the construction of the line would be, approximately, 
£19,043. 

Мг. B. Francis Williams then proceeded with the opposition on 
behalf of the Cardiff Corporation. He called Mr. William Harpur, 
the borough engineer, who gave evidence against the scheme, 

After hearing farther evidence and holding a consultation among 
themselves, the Commissioners notified that they could not approve 
of the proposed arrangement between the promoters and the land 
owners, as it would hamper the municipality if they required to 
purchase. No. 1 railway had therefore to be left out, and after the 
opposition of the Taff Vale Railway had been heard, the Com- 
missioners intimated that it was unwise to grant such а small bit of 
line as that proposed from Penarth to Ely Bridge, and the promoters 
withdrew their application. 


Reading.—The Town Council on 2nd inst. adopted the 
following report of the Finance and Genera! Purposes Committee :— 
„That the committee do recommend to the Council that an applica- 
tion be made to the Board of Trade for a provisional order in the 
next session of Parliament authorising the local аш to extend 
the existing tramways after they shall bave been acquired by the 
local authority as follows, namely, from the terminus near the 
Cemetery to the South-Eastern Railway bridge in London Road and 
to 86. Peter’s Road, Earley Rise, and from the terminus near the 
barracks to the Pond House, and also authorising the local authority 
to work the tramways themselves and to use electricity and other 
mechanical power for working the same.”—In the discussion Mr. 
Martin, chairman of the committee, said the reason why they did 
not propose any additional extension was because they had not 
deci on an important question, as to what their future traction 
should be, whether it should ba electricity or a continuation of horse 
traction, or by compressed air or some other new traction which 
might crop up during the next two years. They would thus gain two 
years more experience, which he thought placed them at a decided 
advantage, instead of rushing into & scheme at the present moment 
and deciding off-hand what traction they would e up. In con- 


sidering the question of traction, another element was the question 


of gauge, and if they decided on electric traction they would no 
doubt have to alter the gauge throughout the whole of the town, 
whether it be from east to west or north to south. They thought it 
much better to proceed by steps.—Mr. Wellman believed that the 
minds of most people were made up in favour of an electrical over- 
head scheme, and that they were convinced that it was no good wait- 
ing and sending a deputation all over the world to find out the best 
scheme. The example of those business men who had risked their 
own money in starting companies for laying down electric tramways 
ought to be good enough for them; anyhow, it was good enough for 
the large number of people of Reading. He believed, therefore, that 
their minds were made up to have a good and efficient service all over 
the town, and not only in the west and east, but to Caversham, Red- 
lands, Whitley, Bath Road, and anywhere where there was a con- 
siderable population, it would be advisable and to their interest 
to extend the tramways. He felt sure that nothing short of a 
complete and efficient system would satisfy the town. They 
were at present a lon i behind other towns, and if they 
simply stuck to the lines d down by this meagre resolution 
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of the committee they would greatly disappoint the town.— 
Mr. Bonny said he was in possession of figures which went to prove 
that an outlay of £100,000 would be ample to provide a system of 
electric trams from the Pond House to Earley Rise, and from Whitley 
to Caversham. He had no doubt it would be a very profitable 
venture. Under the present miserable and wretched system the 
company paid a dividend of 7 per cent., and there was not the 
slightest doubt that they could pay more than that on an outlay of 
£100,000. He was informed by experta that that sum would pay all 
expenses of new equipment, new lines, and the whole cost of the 
installation of electrical plant. The report was adopted with only 
two dissentients. 


Redditch.—The Redditch District Electric Traction 
Company, Limited, has jast been registered, with £2,000 capital, to 
romote and obtain the necessary authority to make and maintain 
ight electric railways and tramways in the counties of Worcester 
and Warwick or elsewhere. 


Sheffield.—The Tramways Committee recommend that 
the British Thomson-Houston Company be requested to fit one truck 
of the 25 cars now on order with roller b:arings of the Roller Bearings 
Company, and another with those of the Mossberg Company, and that 
the British Thomson-Houston Company be requested to construct the 
new trucks to allow of such bearings being put in, if the tests 
prove satisfactory. It is also recommended that the tender of the 

ritish Thomson-Houston Company, Limited, for the electric equip- 
ments and the Peckham trucks for the 13 cars on order from Messrs. 
Milnes & Oo., at £433 6з. 8d. рег car be accepted, also that the tender 
of the British Thomson-Houston Company, Limited, for 12 single- 
deck cars, including electrical equipment and trucks, at the sum of 
£617 168. 8d. per car, be accepted. 


Stourbridge—A Dudley paper says that the British 
Electric Traction Company are pushing on well with the work con- 
nected with the conversion of the tramway from Stourbridge to 
Hart's Hill into an electric line, but nothing is yet being done as 
regards a start with the Kinver line. 


Tipton.—At last week's Council meeting, when the report 
of the deputation to a West Bromwich conference on the tramway 
question was read, Oouncillor Donghty said that no other local 
authority was in the same position as themselves. Wednesbury bad 
everything to gain by the trams, as had West Bromwich, and 
Dudley had already expressed the opinion that they would take the 
trams into their own hands. Darlaston only possessed a mile or 
more of trams. He thought they would sanction almost any scheme 
that might be put forward in order to retain Tipton. Trams were an 
absolute necessity, but in his opinion the overhead system was not 
satisfactory, and ho thought if they could induce any company to lay 
down a cable or conduit system it would be an advantage to the 
public. He thought they could reasonably ask any new company 
formed to put down the conduit system of electricity. He seconded 
the adoption of the report, and this was agreed to. 


York.—At Monday's City Council meeting, Alderman 
Agar, in moving the confirmation of the minutes of the Streets and 
Buildings Committee, referred to the refusal of the committee to 
allow the York Tramways Company the use of electrical power for the 
haulage of their cars. He said tbis action had been taken exception 
to, but he was satisfied that if those who took exception to it knew 
that the company would use that power by overhead wires suspended 
on standards, they would at once see that that would cause a t 
block in their narrow streete, and that the committee had done right. 


TELEGRAPH AND TELEPHONE NOTES. 


Hereford Telephones, — Increased facilities for tele- 

phonic communication have now been afforded by the National 

phone Company and the Post Office. The town isnow connected 
with the trunk service. 


Soudan Telegraphs.—A Reuter despatch dated Suakim, 
June 5th, says that the telegraph lines from there to Kassala and 
Berber are being splendidly laid. Bimbashi Manifold has left for 
the front, vid Cairo, after completing his work at this end. Of the 
line to Kassala 130 miles have been laid, and of that to Berber 30. 
Both lines are expected to be completed in three months. 


Telegraphic Interruptions and Repairs :— 
Down. 


CABLES. Repaired. 
Brest-Bt. Pierre (Anglo, 1869) April 6th,1893 .. — 
West Indies — 
St. Oroix- Trinidad ... Nov. 30th, 1896 ... 
Amason Company's cable— 


Oable beyond Gurupa... June 8th, 1898 -— 


Cyprus-Latakia .. Feb. 10th, 1898 - 
Bolama-Bissao sae .. April 12th, 1898 ... ssi 
Maranham-Para  .. e. „ 17th, 1898 . T 


Hong Kong-Manila ... $5 


May 3rd,1898 . 
Loanda-San Thomé 


.. June 9rd,1898 ... 


LANDLINBS. 
Trans-Oontinental line be- 
yond Masol } March 12th, 1896 eee eee 
Cartagena-Barranquilla . . July 4th, 1898 ve 
Saigon-Bangkok " .. June Ist, 1898 .. June 2nd, 1898. 


Telephone Communication between Brussels and 
Manchester.—It is stated that some experiments were made on 6th 
inst. with thetelephone between Manchester and Brussels, the operators 
at the two cities being put in direct communication with each other, 
Both land and sea wires had to be utilised, the wires running from 
Brussels through Courtrai and Lille to Oalais, where they were con- 
оос with the London-Paris telephone cable under the Straits of 

er. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barnet.—June 24th. The Lighting Committee want 
tenders from firms willing to andertake such installation for lighti 
the district by electricity. Particulars at the Oouncil offices, an 
see this week's Official Notices." 


Bethnal Green.—June 28th. The Board of Guardians 
invite tenders for supplying the plant and installing the 
electric light at the new infirmary, Pal e Place. For particulars 
see our Official Notices this week. 


Bournemouth.—June 20th. The Corporation is inviting 
tenders for the supply, &о., of cables, arc lampe, incandescent lampe, 
wiring, switch в, fittings, &c.; also steam dynamo, ёс. Par 
ticulars from the borough engineer, Mr, F. W. Lacey, also see our 
“ Official Notices” May 27th. “On > 


Bulgaria.—June 27th. Some little time ago the muni- 
cipal authorities of Sophia, Bulgaria, invited tenders for the oon - 
cession for the electric lighting of the public streets of the city, and for 
the construction and working of an electric tramway. The authori- 
ties are again iaviting tenders, until the 27th inst., for this concession, 
particulars of which may be obtained from above. 


Bury St. Edmunds.—June 13th. The Corporation 
invites tenders for the supply and erection of Lancashire boilers, 
three 60-kw. steam dynamos, transformer and booster, accumulators, 
street mains, and various other machinery and a 8 for the 
electricity undertaking. Oonsulting engineer, Mr. . H. Medhurst, 
13, Victoria Street, 8.W. See our “ Official Notices " May 13th. 


East London (Cape Colony).—Jane 28th. The Town 
Council is inviting tenders for erection of buildings and the supply 
of electric lighting machinery, electric tramcars, plant, rails, &c., and 
for their maintenance for six months from completion. Particulars 
from Messrs. Dyer & Dyer, 17, Aldermanbury, London, H. O., on pay- 
ment of £5, repayable on the receipt of a bond fide tender. 


Edinburgh.—June 14th. The Corporation wants 
tenders for the electric wiring of the police chambers (400 lamps). 
Particulars from the electrical engineer, Dewar Place, also see our 
“ Official Notices " June 3rd. 


Edinburgh.— June 14th. The Corporation wants tenders 
for the supply of cast-iron pipes, pavement boxes, and collars for 
joining earthenware casing. Particulars from the resident electrical 
engineer. 


Llandudno.— June 16th. The District Council wants 
tenders for the supply of meters of various sizes for 12 months, See 
our Official Notices this week for details of sises. 


London.—June 21st. The London County Council is 
inviting tenders for engines, dynamos, accumulators, switchboards, 
feeders, distributors, and service mains and ali accessories, to be fixed 
complete in buildings at the Crossness Outfall Works, near Erith, 
Kent. The L.C.O. also requires tenders for providing and fixing 
cables, wires, conductors, casing, pendants, brackets, and other fittings, 
columns, lanterns, lampe, switches, and switchboards, distributing 
boards, fuses, cut-outs, &o., necessary for the lighting ity- 
of the Crossness pumping station and works, near Erith, Kent. 
Particulars of contracts from the Engineers Department, 
(ошо Hall, Spring Gardens, S. VW. See also our Official Notices” 

у 


Sheffield.—June 13th. The Tramway Committee is 
inviting tenders for the erection of an electric power station for its 
tramway scheme. Particulars from the City Surveyor. 


Southampton.—Jane 20th. The Corporation invites 
tenders for the supply ага erection of ame columns, arc and 
incandescent lamps, automatic switches and fittings. Consulting 
engineers, Messrs. Kincaid, Waller & Manville. See our “ Official 
Notices” June 3rd. 


St. Pancras.—Jane 14th. The Vestry wants tenders for 
condensing plant, steam pipes, &c., for the Regent's Park electricity 
station. Particulars from the chief clerk, Electricity Department, 
57, Pratt Street. See our Official Notices June $га. 


Tynemouth.—June 20th. The Corporation wants 
tenders for the supply of steam dynamos, balancer and boosters, &c. 
Consulting engineers, Messrs. Lacey, Olirehugh & Billar. See our 
“ Official Notices ” June 3rd, for particulars. 


Victoria.—June 24th. The Council of the city of 
Hawthorne (Colony of Victoria, Australia) is inviting tenders for 
the supply and erection of buildings, boilers, engines, dynamoes, 

ormers, mains, meters, aro lamps, poles; also running the plant 
for three years. See our Official Notices March 11th. 
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York.—June 21th. The Corporation is inviting tenders 
for the erection of an electric light station. Particulars from the 
City engineer, Guildhall. 


OLOSED 


Aberdeen.— For electric wiring and fitting work at the 
new building at the bathing station the Council has given the contract 
to Mr. R. Botting at £117. 


Balmoral Castle.— The Electric Construction Company, 
Bushbury, near Wolverhampton, are to supply the dynamos necessary 
for the installation of the electric light at Balmoral Castle. 


Dundee.—The Electric Committee has accepted the 
following tenders for supply of steam coal for the electricity works :— 
Robert Taylor, 1,500 tons of Wallsend diamond nuts (Aitken) at 9s. 

r ton; W. Taylor & Co., 1,500 tons of No. 1 Hamilton small coal 

Eddlewood ell), at 8s. 2d. per ton—all delivered at the electric light- 
ing station. 


Belfast.—After considering the tenders submitted for the 
wiring of the new police office and cells, the Corporation has given 
the contract to Mr. W. H. Drennan. 


Harrogate.—The Town Council has accepted the tender 
of Mr. Steinthal for ornamental electric lamps for lighting the Spa 
and Gardens at £189. 


West Ham.—Messrs. Veritys’ tender for the electric 
fittings for West Ham Corporation has been accepted. There were 
11 competitors. Messrs. Veritys’ quotation, which was not the 
lowest, was for the supply of the fittings at 5 per cent. below the 
schedule price. 


FORTHCOMING EVENTS. 


1808. 

Friday and Saturday, June 10th and 11th. — Municipal Electrical 
Association Conference continued. 

Friday, June 10th, at 8 30 p.m. — Тһе Institution of Junior Engineers 
at the Westminster Palace Hotel. Special meeting to 
welcome Sir T. Salter Pyne, C.B.L, honorary member 
of the Institution. 

At 5 p.m.— Physical Society. Agenda:—1. Exhibition of a 
Model illustrating Dr. Max Meyer’s new theory of 
Audition, by Prof. S. P. Thompson, F. R S.; 2.  Attenua- 
tion of Electric Waves along a line of negligible 
Leakage,” by E. H. Barton, D. Sc; 3. “ Diffusion Con- 
vection,” by A. Griffiths, B.Sc. 

Thursday, June 16th, at 9 p.m.—Institution of Electrical Engineers’ 
Conversazione at the National History Museum, South 
Kensington. 

At 8 p.m.— Chemical Society, Burlington House. Papers to 
be read:—" Preparation of a Standard Acid Solution by 
Direct Absorption of Hydrogen Chloride,” by G. Т. 
Moody, D.Sc.; “ Researches on the Terpenes. III.— 
Halogen Derivatives of Fenchene and their Reactions," 
by J. A. Gardner, M.A., and G. B. Cockburn, B.A.; 
“ Researches on the Terpenes. IV.—On the Oxidation 
of Fenchene,” by J. A. Gardner, M. A., and J. B. Oock- 
burp, B.A. Ballot for the election of Fellows. 


NOTES. 


The Municipals’ Dinner.—The dinner of the Munici- 
pal Electrical Association was held on Wednesday evening 
at the Holborn Restaurant. 


Errata.—On page 751 of last week’s issue, line 17 right- 
hand column, for “torque” read “tongue;” and on page 
ds line 11, for “with resistances and effect,” read an 
effect. 

On page 752 of last week’s ELECTRICAL REVIEW an error 
arises in Mr. Apps’s Róntgen Society paper on “А New 
Induction Coil.” In line 85, for 44 inches read 44), inches. 


Lighthouse Illumination.—An important alteration is 
to be carried out in connection with the revolving light at 
Cape Gris Nez. А new lighthouse is to be erected, much 
higher than the present one, so that the light will be seen at 
а distance of 48 miles. It is to be an electric light, having 
a white flash every second, and the candle-power will be no 
less than 3 millions. It is computed that the light will pierce 
the fog for a distance of 16 miles, 


Machinery Interviews, — Machinery, of South 
Africa, is one of those papers which goes the length of pnb- 
lishing so-called interviews with machinery builders. A 
recent number contains one such with Mr. Norbury, of 
Galloway's, Limited, the Manchester boiler makers, which is 
in the worst possible style of interview, being little else than 
a clumsy vehicle for carrying certain statistics as to Messrs. 
Galloway’s works, which would have been far better described 
in a regular descriptive article and of more interest, besides 
giving less prominence to a list of exhibition awards as 
tedious as the interminable list of things which constitutes 
the poetry of Walt Whitman. We до not think that the views 
propounded as to steam jacketting will meet the approval of 
many engineers. If anyone has found the steam jacket to 
be as described simply a means of robbing Peter to pay Paul, 
we should advise a reform in the construction of tne jacket 
and a perusal of Fletcher's little book on the steam jacket. 
We are glad to find nevertheless that Mr. Norbury has been 
to Johannesburg, and think that other leading English firms 
would do well to send out representatives capable of speaking 
with authority, in order to look up business, not merely in 
the Transvaal but in other countries. It is not necessary 
they should all be interviewed. 


The War and the Cables,—The T, nes correspondence 
on the cutting of the cables in war time—which we have 
already reproduced in the ELEcTRICAL REVIEW—is oon- 
tinued by Mr. Charles Bright, as follows :— 


With the authority of experience, Mr. Parsoné appears to have 
been the first to remind the public that more than one cable owned 
by & company of neutral nationality has been interrupted in the 
course of warfare. Without desiring to take up your space by a dis- 
quisition on the morality, or otherwise, of cutting neutral cables, or 
on the question of indemnity claimable, perhaps I might remark that, 
in my opinion, a useful purpose has been served, if only in exemplify- 
ing what we may actually expect in the event of our country being 
at war with another European Power. Surely а consideration of the 
prospects points, Sir, to the necessity—aye, urgent necessity—of а 
system of cables connecting the entire British Empire by direct and 
independent m»ans—4i.e.,, without touching on foreign soil In the 
event of a permanent and reliable understanding being arrived 
at with our American cousins, the United States would not 
require to be regarded as foreign territory; and if, for certain 
purposes, & further alliance, including Japan, were agreed to, 
two Pacific cable schemes might be united in one. Recipro- 
cally, a telegraphic clause would be one of the most important 
items in any convention constituting an Anglo-American alliance and 
Customs union, whether Japan be also allied with us for strategic 
and trade purposes or not. Such a convention would tend to ensure 
the naval supremacy of the English-speaking world in the Pacific, 
and would render us independent of the good offices of our European 
neighbours. It is known that the Americans are taking active steps 
in the direction of a cable from San Francisco to Japan. If the 
understanding here referred to were brought about, & comparatively 
short branch from the above to Australis would also embody every 
element of the all-British line lately considered by the Colonial Office. 
My remarke are, of course, rather from the national point of view 
than from that of & shareholder in existing cable systems. Moreover, 
they do not apply to the project for an all-British line to the Cape 
and Australia vid Gibraltar and various important naval stations—an 
admirable project in itself, so far as it goes. I am glad to think, Sir, 
that you recognise the entire subject as one of vital importance just 
now, and I trust that, considering the strained condition of European 
politica, the matter will be thoroughly gone into. 


Mr. T. E. Holland replies to the above letter, also that of 
Mr. Paraoné, in the following terms :— 


Will you allow me to refer in a few words to the interesting letters 
upon the subject of submarine cables which have been addressed to 
you by Mr. Parsonéand Mr. Charles Bright? In asserting that '' the 
question as to the legitimacy of cable-cutting is covered by no 
precedent" I had no intention of denying that belligerent interfer- 
ence with cables had ever occurred. International precedents are 
made by diplomatic action (or deliberate inaction) with reference to 
facts, not by those facta themselves. To the best of my belief no case 
of cable-cutting has ever озеп made matter of diplomatic representa- 
tion, and I understand Mr. Parsoné to admit that no claim in 
of damage to cables was presented to the mixed Commission 
appointed under the Convention of 1883 between Great Britain and 

hili 


Chili. 

In the course of his able address upon Belligerents and Neutrals,” 
reported in your issue of this morning, I observe that Mr. Macdonell 
suggests that the Institut de Droit International might usefully study 
the question of cables in time of war. It may, therefore, be well to 
state that this service has already been rendered. The Institut, at its 
Parie meeting in 1878, appointed & committee, of which M. Renault 
was chairman, to consider the whole subject of the protection of 
cables, both in peace and in war; and at its Brussels meeting, in 1879, 
carefully discussed the exhaustive report of its committee, and voted 
certain “ conclusions,” notably the following :— 

“Те câble télugraphique sous-marin qui unit deux territoires neutres 
est inviolable. 

“Tl est à déairer, quand les communications télégrapbiques doivent 


— 
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cesser par suite de l'état de guerre, que l'on se borne aux mesures 
strictement nécessaires pour empccher l'usage du cable, et qu'il soit 
mis fin à ces mesures, on que l'on en répare les consequences, aussitót 
que le permettra la cessation des hostilités.” 

It was in no small measure due to the initiative of the Iostitut 
that diplomatic conferences were held at Paris, which in 1882 pro- 
duced & draft convention for the protection of cables, not restricted 
in its operation to time of реасз; and in 1884 the actual convention, 
which i8 80 restricted. 

It may not be generally known that in 1864, before the difficulties 
of the subject were thoroughly appreciated, a convention was signed, 
though it never became operative, by which Brazil, Hayti, Italy and 
Portugal, undertook to recognise the “neutrality” in time of war of 
a cable to be laid by one Balestrini. So, in 1889, the United States 
were desirous of concluding a general convention which should 
assimilate the destruction of cables in the high seas to piracy, and 
should contiaue to be in force in time of war. The Brussels con- 
ference of 1874 avoided any mention of “ cibles sous-marins." 

The moral of all that has been written upon this subject is 
obviously that drawn by Mr. Charles Bright, vig., the urgent neces- 
sity of a system of cables connecting the British Empire by direct 
and independent means, e, without touching on foreign soil.” 


A New York telegram says that despatches from Santiago 
announce that the steamer Adrian, convoyed by the gun- 
boat Dolphin, succeeded in cutting two of the three cables 
connecting Cuba with Jamaica and Hayti on Friday last. 
The cable cutting has been done with the tacit approval of 
England and France, and no complications are likely to 
е 1806. 


Motor Starters.— The Electrical World recently said 
regarding motor starters :— 

What is ordinarily known as an automatic motor starter might 
better be termed a motor stopper, the name really signifying a device 
by which, when the current is shut off, the full resistance of the 
starting rheostat ie inserted in the circuit. Au ideal automatic 
motor controlling mechaniem would consist of a device so arranged 
that when the main switch is closed on the motor the resistance arm 
would move gradually from resistance all in to resistance all out, at 
which position it would remain until the current was turned off or 
the motor was overloaded, ia either of which cases it should again 
insert full resistance, and in case of overload preferably open the 
armature circuit. No such device is at present on the market. 

Mr. F. E. Herdman, of Milwaukee, Wis., has written to our 
contemporary on the matter, as followa :— 

I built au automatic starter, similar to the one you describe as an 
ideal starter, over a year ago, and the same has been regularly manu- 
factured and on the market since that time. This starter is operated 
by simply closing a double-pole knife-switch to the main circuit, this 
action deflecting & strong spring which operates the rheostat con- 
tacts, cutting out the resistauce at a speed determined by a pneumatic 
dash-pot. When the circuit is open, the resistance is automatically 
thrown into the circuit. The starter is supplied with an under 
voltage and an overload release, the action of either opening the 
double-pole knife-switch. The main switch cannot be closed unless 
the resistance is all in circuit with the motor, and when the knife- 
switch is closed the resistance will not be cut out of circuit unless 
the current flows through the motor, and the knife-switch would 
20 ау closed when the hand is taken from it unless such а current 
@x 8 0 


Our oontemporary adds that the starter described by Mr. 


Herdman fulfils the requirements mentioned as some of those 
of an ideal motor controlling mechanism. 


The Heating Capacity of Wood. —An American 
exchange says that a writer in the Staats Zeitung corrects a 
very common supposition in regard to the heating capacity 
of wood, the most notable fact in the case being that such a 
practical and easily demonstrable error should so long have 
prevailed, namely, that the heating capacity of hard wood is 
greater than that of soft wood. The fact, as ascertained by 
repeated determinations, is that the greatest heating power 
is possessed by one of the softest varieties of such material, 
viz., the linden. Taking its heating capacity by the unit, 
the second best heater is also a soft wood—fir, with 0°99 
heating power; next follow the elm and pine, with 0°98 ; 
willow, chestnut, larch, with 0°97; maple and spruce fir, 
with 0°96 ; black poplar, with 0°95 ; aise and white birch, 
with 0:24 only; then comes the hard oak, with 0°92; the 
locust and the white beech, with 0:91; and the red beech, 
with 0°90. These examples leave no doubt of the general 
fact that hard wood heats the least. 


Roatgen Society.—At the mecting of this society held 
at 11, Chandos Street, Cavendish Square, W., on Tuesday, 
7th inst., papers were read by Mr. T. C. Porter on * Work 
on the X Rays,” and Mr. A. A. Campbell Swinton, on “ А 
Pin-hole Röntgen Ray Camera and Its Applications.” 


Mr. John Brooke Goodman.—Mr. John Brooke 
Goodman, a young electrician in the employ of the Electric 
Traction Company, at the works of the Central London 
Railway, now in course of construction between the City and 
Shepherd'e Bush, lost his life by a distressing accident on 
June Ist. He was assistant superintendent of the electri. 
lighting arrangements in the tunnels, &c., and on the duy 
in question he was at the Oxford Circus station, where there 
is & &mall installation of two 200-volt, 100-ampere, 800 
revolution dynamos, belted to high-speed vertical engines. 
The belt of the left-hand set had come off and had been 
replaced, the engine being again started at about quarter 
speed. Although the precise cause of the accident will nevi г 
be known, it seems quite certain that when going round to 
look at the belt while the engineer was altering the tension 
screws, Mr. Goodman slipped or stumbled, lurched on to the 
pulley of the dynamo and was then thrown with terrible 
force against the wooden wall of the shed, rebounding on to the 
second dynamo with which his head came into such violent 
contact that his skull was fractured, death resulting within 
a minute or two. Mr. John Brooke Goodman was the third 
son of Mr. Edward John Goodman, assistant editor of the 
Daily Telegraph. He was born on December 20tb, 1874, 
and was thus only 23 years of age. He had only been about 
six weeks in the employ of the Electric Traction Company 
at the time of the accident. His early death has out short 
a very promising career. Industrious, energetic, and well 
informed in the technical and practical phases of electrical 
engineering, he would undoubtedly have risen to a high poei- 
tion in his profession. 


Another New Element.—Prof. Ramsay, who several 
years ago, in conjunction with Lord Rayleigh, discovered 
argon, has succeeded in eliminating from the atmosphere a 
new gas. This elementary substance, which has been named 
crypton, or * concealed," is obtained by the evaporation of 
large quantities of liquid air. The residue is a hitherto 
unknown gas, transparent, heavier than argon, and, like that 
element, inactive. Crypton is present in the atmosphere ia 
the proportion of 1 to 20,000 parts. The chief lines of the 
spectrum are green and yellow, the у being nearly 
coincident with the helium yellow line D 8. 

The Paris correspondent of the Standard says that at 
Monday's ritting of the Academy of Sciences, M. Berthelot 
read a communication relating to the new constituent of 
atmospheric air, the discovery of wbich is due to the investi- 
gations and experiments of Prof. Ramsay and Mr. Morris W. 
Travers. These gentlemen lately received from Dr. Hamp- 
son 750 cubic centimetres of liquid air, which they reduced 
by evaporation to 10 cubic centimetres, and collected in a 
tube the gas furnished by the residue. This gas wus 
deprived of its oxygen by the help of metallic copper, of its 
nitrogen by the action of the electric spark, and of ш Чә 
after that by a mixture of magnesium and pure lime. This 
operation effected, there remained 26 cubic centimetres of в 
gas which presented, besides the weakly-defined spectrum of 
argon, an additional spectrum till then unknown. It was 
characterised by two exceedingly brilliant linea, one being 
almost identical with D 8. The other, green, may be com- 
pared in intensity with the green line of helium. Its wave 
len. th was 5,566°3, Another slightly weaker gave 5,557:8. The 
density of the gas was approximately 22:5, that of oxygen being 
16. According to tbe velocity of sound, the ratio of specific 
calories is 1:666, the same as that of argon and helium. It 
therefore follows that the new gas is monatomic, and consti- 
tut es an element. These facts go to prove that the atmo- 
sphere contains a hitherto unknown gas heavier than argon, 
with a characteristic spectrum, less volatile than nitrogen, 
oxygen, and argon. Messrs, Ramsay and Travers give 
crypton as the name for this new gas. The position in the 
periodical table it is not possible to determine in an absolute 
manner. They, however, hazard the conjecture that the pure 
gas has a density of 40, and an atomic weight of 80, and 
that it may be classed with helium. Those gentlemen are 
continuing their investigations, and preparing a larger quan- 
tity of the gas to that end. M. Berthelot, who received a 
small supply of the new gas in a Fluckyer tube, has verified 
the existence of the new lines by means o* his spectros :ope. 
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The Parliamentary Electrical Energy Committee. 
Alt is understood, says the Times, that the Joint Com- 
mittee of Lords and Commons upon Electrical Energy 
(Generating Stations and Supply) have arrived at the con- 
clusion that the proved public advantages of electrical energy 
in the generation of light and power warrant the granting 
to undertakers of compulsory powers for acquiring sites for 

ting stations and lands or easements for pipes and 
mains therefrom. The Committee recommend that provision 
be made for the granting of these powers in the provisional 
orders of the Board of Trade, subject to confirmation by 
Parliament, it being pointed out that such provision would 
facilitate a continuance of the existing practice according to 
which more or less uniform conditions under which under- 
takera are to work are provisionally settled by the Board of 
Trade. Procedure by private Bill should, the Committee hold, 
be reserved, as at present, for exceptional cases. As to the 
bodies which should be entrusted with these powera, the 
committee suggest either local authorities or it corporated 
companies (whether the incorporation be by special Aot of 
Parliament or provisional order, or under the Companies 
Acts). With respect to liability for nuisance, the committee 
are of opinion that where the site for a generating station is 
acquired under compulsory powers, and is specified in the 
adden order or special Act, the undertakers should not 
subjected to any further liability than that which, accord- 
ing to Lord Blackburn (“ Geddis v. Bann Reservoir," 3 App. 
Oas., 455), is imposed by the common law in the case of 
pore exercising statutory powers and duties. On the other 
nd, where the gite for a generating station is acquired by 
agreement, they think the undertakers ought to be subject to 
the liability imposed by the common law. The committce 
explain that the severa! Bills now pending in Parliament, in 
which effeot is proposed to be given to new developments of the 
electrical industry have been brought to their notice, but 
they have not considered them in detail nor taken any 
evidence upon them. They have treated them only inciden- 
tally as showing the lines upon which the industry is likely 
to expand. They have laid down the general principles 
which they suggest should guide Parliament and the Board 
of Trade, but whether those principles should, in whole or 
in pert, be Ri pu and whether any, and what, special 
oonditions should be imposed, must of course be decided in 
each individual case according to its merits. The (on- 
mittee express the view that compulsory powers may properly 
be given even where the proposed site is not within the 
area of supply; and in this connection they also agree that 
the laying of mains should be permitted from the generating 
station to the boundaries of the area of supply. 


Bi-Metallic Wire on the Pennsylvania Railway 
Telegraph System.—An American exchange says that Mr. 
A. M. Schoyer, superintendent of telegraph, Pennsylvania 
lines west of Pittsburg, about a year ago placed bi-metallio 
wire in service on several of the branch lines of this great 
railway system in and around Pittsburg, and because of the 
very satisfactory service which that wire rendered, he has 
recently introduced bi-metallic wire on the main line of the 
road between Pittsburg and Columbus, the size of the wire 
being No. 9 B. & S. gauge. Our contemporary adds that 
the splendid position of the Pennsylvania system to-day 
shows conclusively that the ntmost care is exercised in con- 
ducting all branches of its business, and because of the 
excellent service which that system renders to the public, it 
necessarily follows that any material which is used by it 
receives the stamp of approval of a company which is second 
to none. In view of this use it can be said that bi- met іс 
wire is now а standard typ» of wire for overhead con- 
straction. 


War Fatalities,—From the New York Electrical Engi- 
neer we learn with regret that two of the Edison Company's 
electricians were working down the Bay laying torpedoes off 
Sandy Hook from a small boat, when they were ran down 
by в. French ship and drowned. These are the first war 
victims jn the vicinity of New York. Our contemporary 
remarks that the sad incident is but a further prcof of the 
active part that electricity is playing in the present war, and 
that pensions should be awarded to the families of the two 
men, 


Royal Institution.—At last Monday's meeting the 
special thanks of the members were returned for the follow- 
ing donations to the fund for the promotion of experimental 
research at low temperatures :—Messrs. G. J. Romanes, £5 ; 
Sir Frederick Bramwell, £100; Prof. Dewar, £100; Dr. 
Ludwig Mond, £200 ; Charles Hawksley, Esq., £100; Sir 
David Salomons, Bart., £21; Dr. Rudolph Messel, £100. 


The Royal Society.—Among the papers down for read- 
ing yesterday was one by Prof. W. Ramsay, F.R.S., and 
Morris H. Travers, On а New Constituent of Atmospheric 
Air,” and one by Mr. J. E. Petavel, “On the Heat Dissi- 
pated by a Platinum Surface at Hizh Temperatures." 


Presentation.—On Tuesday last, the staff of Messrs. 
Crompton & Co., Limited, entertained Mr. Chamen, Cor- 
ка electrical engineer at Glasgow, at dinner at the 

hite Hart Hotel, Chelmsford, and presented him with a 
gold watch and chain and an illuminated address. Mr. 
Chamen was, previous to his appointment at Glasgow, 
engineer-in-chief of Messrs, Ccompton's contract department. 


Shock Fatality.—On May 19th, a young man in the 
employ of the United States Electric Lighting Oom- 
pany, at Washington, met his death under circumstances 
somewhat similar to those attending the victim of the 
Chelmsford accident. He was attending to the wires ata 
manhole when he received the full force of the current, 
and all efforts to restore him to consciousness were of no 
avail. The deceased was one of the best workmen the 
company had and was a thoroughly experienced hand. 
The affair was purely ай accident, for deceased had given 
instructions for the current to be switched on to the cables 
from the station, but it was on sooner than he anticipated, 
he not having finished making the connection. 


Technica] Education.—The Kingston-on-Thames Tech- 
nical Education Committee (under the Sarrey County 
Council) has decided to hold a class for electric lighting 
during next winter, the pupils to receive object lessons at the 
Corporation’s electric lighting works, established two years 


ago. 


Submarine Telegraphs." — The Queen has been 
pleased to accept a copy of the recent work on Submarine 
Telegraphs," by Mr. Charles Bright, F.R.S.E., and of the 
brochure entitled * Science and Engineering during the 
Victorian Era," by the same author. 


Personal.—We are glad to be able to announce that Mr. 
H. Hirst is rapidly recovering from the effects of the opera- 
tion recently performed on him, and that he hopes soon to 
get up from his sick coach. | ‚ 

On Tuesday the Londonderry Corporation appointed Mr, 
Robert Valentine Macrory (lata of Messrs. Siemens Bros. and 
Co.) to the position of Electrical Eagineer for the City. 
There were 51 candidates. 


NEW OOMPANIES REGISTERED. 


Limerick Electric Tramway Company, Limited 
(2,238).—Registered in Dablia May 2nd, with capital £2,000 in £1 
shares, to equip and to maintain and work by electricity, steam, horse, 
or other mechanical power, all tramways belonging to the company, or 
in which the company may be irterested, and to carry on the business 
of tramway, railway, omnibas. and van proprietors, kc. The sub- 
scribers are : —W. H. Wilson, 37 Coilege Green, Dublin, stockbroker, 
one share; N. McGarvie, 19, Killeea Road, Rathmines, Dublin, stock- 
broker's clerk, one share; J. A Wilson, 37, College Green, Dublin, 
stockbroker, one share; W. Butler, 47, Goldsmith Street, Dublin, 
accountant, one share; J. Chambre, Commercial Buildings, Dablin, . 
merchant, one share; Н. F. Fuller, 8, Wellington Road, Dublin, 
M. Inst. C. E., five shares; G. W. Fitzgerald, 65, Haddingon Road, 
Dublin, civil engineer, one share. The number of directors is not to 
be less than two nor more than seven. The subscribers are to 
appoint the first. Qualification, £50; remuneration as fixed by the 
company. Registered by T. W. Hardman & Sons, 14, Molesworth 
Street, Dublin. Registered office, 22, Mason Street, Dublin. 
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T. F. Braime & Co., Ltd. (57,524).— Registered May 
26th, with capital £20,000 in £1 shares, to acquire the business 
carried on by Т. F. Braime at the Northern Works, St. Helen's 
Street, Hunslet, Leeds, and to carry on the business of mechanical, 
electrical, and general engineers, ttampers, pressers, piercers, brass 
founders and finishers, tinners, coppersmiths, &c. The subscribers 
(with one share each) are:—T. F. Braime, 148, Chapeltown Road, 
Leeds, engineer; Mrs. L. Braime, 148, Chapeltown Road, Leeds; 
J. H. Braime, Elm Cottages, Rothwell, near Leeds, engineer; Mrs. M. 
Braime, Elm Oottages, Rothwell, near Leeds; Miss M. E. Braime, 
Elm Cottages, Rothwell, near Leeds; G. Crowther, The Ridge, 
Bingley, chartered accountant; A. W. Waide, Methley, Leeds, farmer. 
The number of directors ів not to bo less than two nor wore than 
five; the first are T. F. Braime, J. H. Braime, and A. W. Waide. 
Qualification, £200. Remuneration as fixed by the company. 
Registered by Waterlow Bros. & Layton, L*d., Birchin Lane, E.C. 


Redditch District Electric Traction Company, 
Limited (57.527).— Registered May 26th, with capital £2,0C0 in 
£10 shares, to promote and obtain the necessary authority to mako 
and maintain light railways and tramways in the counties of 
Worcester and Warwick, or elsewhere, to make and maintain any 
such light railways and tramways, and to supply electric light, heat 
and motive power. The subscribers (with one share each) sre :— 
E. Horton, The Grange, Prescot, neat Walsall, manufacturer ; J. J. 
Gittings, Glenthorn, Birchfield, Birmingham, manufacturer; W. J. 
Kershaw, 34, Waterloo Street, Birmingham, chartered accountant ; 
H. P. Butt, 73, Thornhill Road, Handsworth, clerk ; R. P. Dodd, 48, 
Kingscote Road, Edgbaston, Birmingham, civil engineer; R. Green, 
Silver mere, Clarence Road, King’s Heath, civil engineer; С. H. 
Hales, 138, Oldfield Read, Balsall Heatb,clerk. Table A“ mainly 
applies. Registered «fice, 37, Waterloo S'reet, Birmingbam. 


OFFICIAL RETURNS OF ELECTRIOAL 
COMPANIES. 


Metropolitan Electric Supply Company, Limited 
(25,395).— This company's annual return was filed on April 27th, 
when 62,400 ordinary and 100 founders' shares were taken up out 
of a capital of £1,000,000 in £10 shares. 2,032 are considered as 
paid, and £10 per share has been called and paid on the remaining 
60,468 shares. 


Bournemouth and Poole Electricity Supply Com- 
pany, Limited (55,189).—This company's statutory return was filed 
on May 20th. The capital is £150,000 in £10 shares (7,500 prefer- 
ence). 6, COO of each class have been taken up, £10 per sbare bas 
been called, £119,680 has been paid, and £320 is in arrears. 


Oldham, Ashton, and Hyde Electric Tramway, 
Limited (55,318).—This company's statutory return was filed on 
April 27th. The whole capital of £80,000 in £10 shares (4,000 pre- 
ference), bas been taken up, and £4 per share has been called. 
£31,230 has been paid, £770 is in arrears, and £120 has been re- 
ceived in advance cf calls. 


County of London and Brush Provincial Electric 
Lighting Company, Limited (34,320).—This company's annual 
return was filed on May 20th. The capital is £800,000 in £10 shares 
(40,000 preference). 40,000 ordinary and 20,000 preference have been 
taken up. £10 per share has been called on 30,000 ordinary and 
20,000 preference, and £2 per share has been called on 10,000 ordi- 
nary. £519,880 (including £40 in advance of calls) has been paid, 
and £160 is in arr ars. 


Willans & Robinson, Limited (40,660).—This com- 
pany’s annual return was filed on April 22nd. The capital of 
£300,000 in £5 shares (30,0C0 preference) has been taken up, and 
14,463 preference and 14,462 ordinary are considered as paid; £5 per 
share has been called on 12,537 prefereice and 12,538 ordinary, and 
£1 per share has been ca led on 3,000 preference and 2,997 ordinary; 
£131,372 has been paid, and £3 is in arrears. 


Electric Street Car Manufacturing Syndicate, 
Limited (55,C80).—This company’s statutory return was filed on 
April 22nd. The capital is £25,000 in £1 shares, of which 7,130 
have been taken up. 103. per share has been called, and £3,552 
10а. las been paid, leaving £12 108 in arrears. 


OITY NOTES. 


Great Northern and City Railway Company. 


Tunis week the prospectus of this company bas been before the 
public, inviting applications for £780,000 in 4 per cent. preferred 
ordinary A" £10 shares at par, and 4780, 000 5 per cent. deferred 
crdinary " B" £10 shares at par. Interest st 3 per cent. per annum 
will be paid half-yearly on May 1st and November Ist, during con- 


struction, on both “А” апа В” shares, as authorised by Parliament, 
on amount paid up from time to time. The contractors, Messrs. В. 
Pearson & Son, Limited, guarantee the payment of a minimum 
interest of 4 per cent. pe- annum on the “А” shares, and of 3 per 
cent. per annum on the B" shares during the period they work the 
railway, not exc^edivg three years after opening of the line. 

The directora are Sir Charles Scotter, chairman, Sir Allen Sarle, 
the Earl of Lauderdale, Colonel R. Williams, M.P., Sir Francis 
Knollys, K. C. M. G., K. C. B. Sir Douglas Fox and Mr. Francie Fox 
are engineers. Secretary, Mr. H. Barrow Doo, 18, Eldon Street, 
Finsbury, E C. 

The Great Northern and City Railway (about three miles in lengtb), 
in direct connection with the Great Northern Railway, will afford a 
short through communication between Fiusbury Park station, where 
the various suburban lines of the Great Northern Railway Company 
converge, and Moorgate Street, in the City of London. This railway, 
with three intermediate stations at Drayton Park, Essex Road, and 
Old Street, will provide a frequent aud convenient railway service for 
the densely populated district through which the railway will pass, 
and will thus fulfil the double purpose cf serving a large local traffic, 
and cf furnishing the Great Northern Railway system with a City 
terminus for its rapidly growing suburban traffic. The motive power 
will be electricity; but this railway will differ from other electric 
railways, in that both tunnels will Ъз 16 fect in diameter, and will 
take the Great Northern Railway Company's heaviest suburban trains, 
consisting of 11 vehicles, with a seating capacity of 500 passengers. 
The journ’y will occupy 12 minutes. 

The directors estimate the minimum annual revenue as follows :— 


Local traffic: — | 
At the low estimate of 10,500,000 passengers, which is 
less than 4,000,000 passengers per mile, at an average 


of only 2d. per passenger we si m .. £87,500 
Local season-ticket holders, 10 per cent. of local receipts 8,750 
Through traffic: 
Assumed for first three years’ working at only 25 per 
cent. above the Great Northern Company’s guaranteed 
minimum eee oes 060 ae eee eee „0 25,000 
Sundry receipts :— 
Interest payable by Great Northern Railway Company, 
parcels, rents, advertisements, &c. ... Vis Vox 5,000 
£126,250 


Less working expenses, взу, 40 per cent, on Iccal 
traffic, and 25 per cent. on the Great Northern through 
traffic eee eee eee eoe eee eee [IX] 44,720 


Net revenue ... di .. £81,500 


The prospectus says that recent improvements in electric work- 


ing prove that 40 per cent. is a liberal allowance for working 


expenses. 

o pay interest at 4 per cent. on debenture stock of £520,C00, and 
on preferred ordi shares of £780,000, & net revenue will be 
required of £52,000. 

The lccal traffic is calculated on a daily service of only 125 trains 
each way, upon which the carrying capacity will be equal to nearly 
four times the number of passengers assumed. 

It is mentioned that the Metropolitan Railway runs daily through 
King's Oross 265 trains each way, the Metropolitan District 278 
trains each way through Victoria, and the South London Electric 
Railway 220 trains each way for its purely local traffic. 

The company has entered into & contract for the amount of the 
share and debenture capital of the company with Messrs. S. Pearson 
and Son, Limited, of Westminster, the well-known contractors, for 
the construction and equipment of the railway and works, in accord- 
ance with the Company's Acte, including land, buildings, rolling 
stock, electrical installation, motors, &c. with all Parliamentary, 
legal, engineering, administration, and other liabilities and 
whatsoever during construction, including the payment of interest. 
The contractors assume all risks of compensation and damage by 
tunnelling or otherwise, and the company will enter upon a com- 

leted line, fully equipped with rolling stock, and in working order. 

essrs. Pearson have entered into an agreement to work the railway 
for & period of three years after completion, the directors reserving 
to themselves the right to take over the working at any time at one 
month's notice. 

The list opened on Tuesday and closed on Thursday. 


| London Electric Supply Corporation. 


Aw extraordinary general meeting of this corporation was held on 
Tuesday at the City Terminus Hotel for the p of considering 
and, if thought fit, passing the following resolution: “That the 
capital of the compauy be reduced from £1,250,000, divided into 
200,000 ordinary shares of £5 each and 50,000 preference shares of £5 
each, to £850,000, divided into 200,000 ordinary shares of £3 each, 
and 50,000 preference shares of £5 each, and that such reduction be 
effected by cancelling capital which has been lost, or is unrepresented 
by available assets to the extent cf £2 pershare on each of the 111,000 
ordinary shares which have been issued and are now outstanding, and 
by reducing the nominal amount of all the said ordinary shares from 
£5 to £3 each.” 

Lord WANTAGE, who was voted to the chair, said there had been a 
small but increasing profit every year since the date of the receiver'« 
appointment. Tne working for the year 1897 showed a profit of 
£16,586, being more than double that of 1896. "Their lamp connec- 
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tions showed a corresponding increase, for whereas in 1896 the 
numbers were 106,474, in 1897 they had increased to 123,730, or 
17,256 increase for the year—a rate of progress equal to nearly 20 
per cent. This favourable condition had been reflected in the 
value cf the company’s shares. It was 12 months since he last 
addressed the ehareholders, and on that occasion they asked him to 
carry on the business for another year. He thcught the shareholders 
would agree with him that the time had now arrived when the 
receiver should retire, and that the company should resume the pos- 
session after a break of four years. It was owing to the careful, 
economical, and skilfal management of the receiver that the company 
had been saved, and was now in a prosperous condition. It was 
pro that the whole board of directors should retire, leaving it 
in the hands of the shareholders to appoint a new board. Though it 
was not proposed to make any large changes in the constitution of 
the company, so far as the number of directors was concerned, һе 
thought it was desirable that they should rot fill up all the vacancies 
on the board at once, in case it might be fcund convenient to bring 
in other persons who would assist in the development of the business. 
He considered they should only elect four directors. The chairman 
then read a long report made by Mr. Bain, the receiver, on the affairs 
of the company. He corcluded by moving the adoption of the reso- 
lation, which was seconded by Mr. Pyke, and unanimously agreed to. 

A further resolution was afterwards passed altering the articles of 
association in order to conform with the requirements of the Stock 
Exchange with a view to obtaining a quotation for the company's 


в 
The following were then elected to act as the board of directors :— 
Lord Wantage, the Earl of Crawford, and Mr. R. 8. Bain. 


The Western and Brazilian Telegraph Company, 
Limited. 


Tux of the directors to be presented at the thirty-fifth ordinary 

meeting of the company, held on Thursday, Jane 9th, at 
Winchester House, states that the total earnings amount to £72,332 
9s. 10d., as against £71,315 12s. 2d., showing an increase of £1016 
17s. 8d. compared with the half-year to December 31st, 1896. The 
working amount to £37,774 1s. lld, as against £38,160 
193. 4d., a decrease of £386 17s. bd. Including the amount brought 
forward from June 30th, 1897 (£3,867 15s. 2d.), and the dividend 
received upon the shares held in the “ Platino" Company, the balance 
to the credit of the revenue account is £49,520 3s. 1d., from which 
has been dedccted £8,060 8s. 4d. for interest on debentures and 
debenture stock, £2,159 12s. 4d. has been invested on account of the 
debenture stock redemption fund, and £5,000 placed to reserve fund, 
leaving a balance of £34,300 28. 5d. The directors now recommend 
the [ше of бв. 9d. per share, free of income-tax, for the half-year 
on the ordinary shares, making, with the dividend paid in November 
last, £3 5s. per cent. for the year, leaving a balance of £1,428 ба. 11d. 
to be carried forward. In the case of shares which have been divided 
into “ preferred " and deferred,“ the 6s. 9d. per share now recom- 
men will be payable, viz.: 6s. to the preferred shareholders 
(making up the full dividend of £5 per cent. on these shares to Decem- 
ber 31st, 1897), and 9d. per share to the deferred shareholders. The 
loss on exchange during the half-year has been diminished owing to 
the additional collection on international traffic which came into force 
on July 1st, but the rate of exchange bas still fallen. The receipts of 
current чуаш Зе d " 1 1 ent ороп those for 
the correspondi of 1897. Negotiations for closer working 
between this company and the Brasilian Sabmarine Telegraph Com- 
pany, Limited, have been in progress, and an agreement shortly 
be submitted to you. The ninth annual drawing of the “A” and 


“ B" debentures took place at the company’s offices on January 17th 


last, in the presence of Mr. H. de Meray, notary public, when deben- 
tures amounting to £18,000 were drawn; of these £8,000 “A” and 
£9,300 “ B" had already been exchanged for debenture stock and the 
balance, vis, 2700“ B" debentures have since been paid off at par. The 
dividend warrants will be posted on June 9th, 1898. The retiring 
directors are Mr. V. В. Andrews and Lord Richard H. Browne, who 
offer themselves for re-election. The directors report, with much 
regret, the death cf their late colleague, Major Wood. 

The anditors, Mesers. Turquand, Youngs, Bishop and Clarke, retire, 
and are eligible for re-election. 


The general meeting of this company was held at Winchester 
House yesterday, Mr. W. S. Andrews presiding. The negotiations 
for closer working between this company and the Brazilian Submarine 
Company are not yet completed. rer are progreseing satisfactorily 
and pretty aetively, and, it is believed, result successfully, the 
results being welcome to the Governments and the public and the 
companies. Of course, nowadays, it was necessary to do things which 
were agreeable all round. He asked them not to put any questions 
to him regarding the subject. The report was adopted We shall 
print a longer report of the meeting next week. 


The Metropolitan Electric Supply Company, Limited. 


Tax following circular has been issued :— 

Sir or Madam,— You will receive herewith a notice of an extra- 
ordinary general meeting, which has been summoned to consider a 
scheme with reference to the alteration of the founders' shares, and 
the practical consolidation thereof with the ordinary shares of the 
company, and also, if thought fit, of passing a resolution approving 
an agreement, a draft of which will be submitted to the meeting, 
whereby the founders’ shareholders will have their founders’ shares 


converted into ordinary shares, and in consideration of so doing, will 
have an option of subscribing for 225 ordinary shares at par for each 
founders’ share held by them. 

Though your directors are prepared to advise the adoption of this 
scheme, and the passing of the said resolution, they recognise that 
the shareholders may wish for scme explanation why the board are 
now prepared to recommend a settlement more in favour of the 
founders’ shareholders than. that originally offered by the board, 
and mn was referred to by the chairman at the annual general 
meeting. 

The board appreciate that the compensation contemplated by the 
proposed agreement appears a large one, but they believe it will be 
warranted by the advantages which will accrue to the whole body of 
shareholders by the surrender of the special rights attaching to the 
founders’ shares. 

At the annual meeting the shareholders expressed their unanimous 
approval of the policy of the board in purchasing a freehold site at 
Willesden, and the erection thercon of a large generating station. 
These works involve an early issue of capital, but as to the terms of 
such an issue the interests of the holders of the founders’ shares 
and of the ordinary sharehclicrs in the company are directly 
divergent. | 

Another, and perhaps a more cogent reason, exists in the necessity 
of eat strong reserve fund, in doing which the directors are 
hampered both by express prohibitions introduced into the articles 
in the interests of the founders’ shares, and also by the consideration 
that if those reserve funds were formed out of profits, which would 
otherwise be divisible amongst the holders of әсла shares, they 
might, when formed, be claimed as to one-half by the holders of the 
founders’ shares. 

It seemed im ble, in the face of these difficulties, to avoid a 
litigation, which would certainly have caused the company much 
embarrassment, by delaying the issue of the new capital. 

It was, moreover, apparent that a similar opportunity of extin- 
guishing the rights of the founders’ shares would, in all probability, 
never occur again, and the directors felt bound by the repeated 
pledges given to the ordinary shareholders, to spare no effort in 
getting rid of the founders’ ahares, and placing all the shareholdera 
of the company on an equal footing. 


The extraordinary кешн meeting called to consider the above. 
question was held at Winchester House on Tuesday last, Sir Eyre 
Massey Shaw in the chair. 

The ОнАївмАН said the circular fully explained the reasons for 
the meeting. When he met them last there appeared to be no pos- 
sibility of coming to terms with the holders of the founders’ shares. 
The founders were determined to contest the right of the company 
to issue new capital. The chairman went on to remark that com- 
promise was the only possible basis of settlement, and by consolidat- 
ing all their interests they would be able to build up a reserve. The 
business of the company was never in & sounder position than at the 
present time, notwithstanding considerable reductions in the price 
which had taken place at the beginning of the present year, from 
744. to 6d. per unit. The increase in the revenue for the quarter 
showed a most satisfactory increase over that of 1897. The returns 
that morning showed 63,000 lampe connected for the 12 months 
against 43,000 for the preceding period. There were 394,000 lamps 
connected, and applications for 13,000. In spite of competition, 
therefore, from local authorities, they had every reason to believe in 
the progress of the ompa. 

ter the solicitor explained the сале pornon of the founders’ 
shares, and sundry questions had been and answered, the fol- 
lowing resolutions were put to the meeting and carried :— . 

" That it is expedient that the special rights and privileges of the 
100 founders’ stares in this company, whether with rd to divi- 
dend, capital, reserve fund or otherwise, should cease and be abolished 
upon the terms that each registered holder of a founders’ share or 
founders’ shares in the company should, upon having such share 
or shares converted into one ordinary sbare or shares, have the option 
of subscribing for 225 o shares in the company at par in 
respect of each founders’ share во held by him, and that the draft 
agreement for the purpose submitted to this meeting be and the 
same is hereby approved.” | | 

" And the directors of this company be, and they are hereby 
anthorised to adopt the said agreement, and to affix the seal of this 
company thereto, with full power to assent to any modifications in 
the agreement which they think expedient in the intereste of this 
company, either before or after the adoption thereof.” 

A vote of thanks to the chairman then concluded the proceedings. 


k 


Brazilian Submarine Telegraph Company, Limited. 


Тир forty-ninth ordi general meeting of the shareholders of the 
above company was held on Wednesday at Winchester House, Old 
Broad Street, Mr. J. Denison Pender presiding. 

The CHAIRMAN, in proposing the adoption of the report, said the 
first thing that devolved upon him was to refer with regret to the 
death of a colleague. Since they last met they had lost Lord Sackville 
Cecil. His training as a young man enabled him to acquire a 
knowledge of electrical business which was of considerable value to 


. the company, and his death was therefore a great loss to them. 


When one unfortunately fell out, it was, of course, the duty of the 
directors to find & successor, and he was glad to say that in the 
proren! instance they had been able to secure the services of Sir Jobn 

olfe Barry, K.C.B., as a member of the board. Although Sir John 
Barry might not be known to them persons those who had 
watched the great engineering feate that had been carried ‘out of late 
years must know his name perfectly well. He thought, therefore, 


816 


THE ELEOTRICAL REVIEW. 


[Vol 49. No. 1,072, Jom 10, 1908. 


they were to be congratulated upon having obtained the consent of 


Bir John Barry to act as a direc*or. He would now draw their atten- 
tion to a few points in the report. With regard to the accounts, the 
income for the half-year ending December 30th, 1897, amounted to 
£100,300 ; for the previous half-year it was £79,133, which showed an in- 
crease for the last half-year of £21,000. Of that increase £20.000 was due 
to increased message receipts and small sums of £62 and £250 respect- 
tively for interest and transfer fees, and dividends from other tele- 
graph companies. The increase in the message receipts was satis- 
factory, and arose first from their having carried a larger amount 
of traffic than in the previous half-vear—the increase being 
97.000 words of ordinary commercial traffic and 18,000 
words of press messages, which, as they knew, was carried 
at a considerably reduced rate. A considerable portion of that 
increased traffic was, he hoped, taken from competitive lines 
on account of the satisfectory working of their system. 
The second factor that had led to their increased receipts was the 
reduced lose on exchange upon the traffic receipts collected in Brazil, 
resulting from the provisions agreed upon at the International 
Conference in 1896, at which their company waa represented. Those 
provisions which were now being carried out by the Brszilian 
telegraph department and by the telegraph companies, caise into 
operation on July 186 last, and consequently its beneficial effect was 
apparent for the first time in the accounts which were now under 
review. Unfortunately, the fall in the gold value of the milreis Һа 
continued. Between July and December, 1897, it was fairly steady 
at an advance of about 73, but in the current half-year it had fallen to 
a little less tban 6d. It had of late, however, shown arising tendency, 
which he hoped would continue to the advantage of the Brazilian 
Government and of themselves. If they compared the receipts cf the 
vast half-year with the corresponding period of 1896. they found an 
increase of £11,327—a much smaller sum than the £21,000 which he 
had just mentioned as the excess over the previous balf- year. Turn- 
ing to the expenditure side of the account, they found that the total 
expenditure for the half-year was £26,000 odd, and that for the pre- 
vious six months was £20,500. That showed an increase of £5,661, 
which was fully accounted for by the fact that whilst in the June half 
of 1897 there was no expenditure upon repairs to cables, in the 
December half nearly £6,000 was spent under that head. He had 
before called their attention to the item of cable repairs, 
and asked them, in examining the accounts, not to take too 
much notice of any diminution under that head, because the expe- 
rience was, that sooner or later heavy repairs had to be carried out. 
If they saved them in one year they came in anotber, and therefore, 
although they were to be congratulated on getting through a balf- 
year withont any heavy expenditure, if they took the average, that 
expense came out at a pretty considerable amount. So far, however, 
they had been exceptionally fortunate in that respect. There were 
increases and decreares of expense under a number of heads of which he 
would not trouble them with the particulars, but the net resulte were an 
increase of £36 in London and £234 at statione, tcgether making £270, 
which he thought they would look upon as very sstisfactory. Even 
againet that emall increase there was a decrease of £235 under certain 
heads, во that there was an actual decrease on the total. After pay- 
ment of £3,200 for the debenture interest and sinking fund, and pro- 
viding for the payments of income-tax, there was a credit balance on 
the balf-year’s business of E69, 580, to which bad to be added £7,221, 
the balance brought forward from June 30tb, making together 
£76,801. The usual interim dividend for the September and Decem- 
ber quarters, amountiug together to £39,000, had been paid; £25,000 
bad been transferred to reserve, and £8,662 had been carried forward. 
Before arriving at that final figure there was deducted a special 
item of expenditure, quite apart from the ordinary expenses 
of the half-year. Last year, as they were all aware, the 
Diamond Jubilee of the Queen was celebrated, and to mark 
such an unique event many companies gave a bonus to their 
staff. The directors of the associated telegraph companies con- 
sidered the matter, and decided to give a bonus to their staffs, and 
that was carried out on a principle jointly agreed upon all round. 
In their case the bonus also marked the twenty-fifth anniversary of 
the existence of the company, and he felt sure that every sbarehclder 
had reason to be satisfied with his investment, at whatever period of 
the company's existence he became interested in it. That con- 
sideration for their staff had been fully appreciated by those who 
served them at home and those who were abroad. He hoped 
they had still got with them many origins] shareholders, as he was 
pleased to say they had officers, who entered the service when the 
company was formed, and when submarine telegraphy was in a very 
different position to that which it held to-day as a public investment. 
They had bad the defect in the No. 1 Lisbon cable mentioned to them 
at past meetings. That defect still existed, but as the cable was 
carrying the traffic in а satisfactory manner the directors had left well 
alone, and had not undertaken the removal of the fault, which, how- 
ever, was in deep water, and which, when it did break down, would be 
a ratber costly, and long business to put right again. He thought he 
had touched upon all the salient points, but it was rather hard to find 
anything new to say, seeing that they met half-year after half-year, 
and received their dividends and bonus regularly every three 
months. Not only were they rece iving a really substantial return upon 
their investment, but funds were being put to reserve to insure their 
capita], and therefore there was very little more to be wished for. 
There was one paragraph in the report to which, perbaps, they would 
expect bim to refer. The directors said: Negotiations for closer 
working with the Western and Brazilian Telegraph Company, 
Limited, bave been in progress, and an agreement will shortly be 
submitted to you.” He begged that the shareholders would not ask 
him to answer any questions on that subject, beeause the negotia- 
tions were not quite concluded at the present time, and when they 
were concluded they would all be called together to consider what 
he belicved would be an agreement beneficial to the shareholders of 


that company and beneficial to the general public, and therefore 
certainly beneficial to the two countries by which those cables were 
connected. 

Mr. F. J. HaMLEY said he noticed that £25,000 had been again 
added to the reserve fund, and he would like to know when the 
directors would consider that fund sufficiently large. 

The CHAIRMAN said that, as а large shareholder, he would very 
much like to have an increased dividend, but the directors not only 
wanted to give a regular dividend every three months, but also to 
mska the shares of the company one of the best securities going, and 
they could not do that without insuring their capitel. That was the 
reason thev were going on increasing the reserve fund. 

Mr. F. Ycutgx seconded the motion for the adoption of the report, 
and it was carried. 

A vote of thanks to the chairman and directors and the staff con- 
cluded the proceedings. 


Harrow Electric Light and Power Company, Limited. 


THE report of this company presented to the general meeting on 
May 24th says, that during 1897, 1,540 8-C.P. Jamps were added tn 
the mains, making а total of 5,440 lamps with 87 customers. It had 
been necessary to practically double the size of the station aod 
provide more plant. The station is now equal toa supply of 9,000 
lamps, and further plant can easily be put in. In 1897 50,109 units 
were consumed. The balance to credit of revenue was £513. This 
has been devoted to interest on debentnres, mortgages. and loans, 
writing off preliminary expenses, &c. New capital (220,С00) bas 
been issued. 


The Electric and General Investment Company, 
Limited.—Subject to the completion of the audit, the directors 
have decided to recommend to the shareholders the payment of & 
further dividend upon the capital paid up on the ordinary shares at 
the rate of 30 per cent. per annum for the six months ended May 31st 
last, together with a bonus of 10 per cent., making, with the interim 
dividend of 10 per cent. already paid, a total dividend of 35 per cent. 
for the year, and also to recommend a dividend of £50 on each 
founders’ share for the year. The trustees for the founders’ shares 
reserve fand propose to distribute to the bolders of such shares a sum 
of £20 per share out of the proceeds of investments sold and dividends 
received in respect of the founders’ reserve fand, making, with the 
before-mentioned dividend, a total distribution of £70 on each 
founders’ share. The dividends, &c., to be payable on June 28th, 
1898. 


Callender'a Cable and Construction Company.—The 
accounts for 1897 show a credit balance of £24,746. It is proposed 
to pay a dividend for the year of 103. per share, with a bonus of 
23. 6d., being 124 per cent. The sum of £3000 is appropriated for 
depreciation of machinery and plant, and £5,196 is carried fo 

The transfer books and register of members of the above company 
are closed from 8th inst. until 16th inst. inclusive. 


Stock Exchange Notices.—The Stock Exchange Com- 
mittee have ordered to be quoted in the Official List: — Eastern Tele- 
graph Company, Limited—Farther issue of £129,653 4 per cent. 
mortgage debenture stock. The Stock Exchange Committee has 
appointed a special settling day ав under:—Tuesday, June 28th: 
Cape Electric Tramways, Limited—114,843 additional vendors’ £1 
shares, fally paid, Nos. 285,158 to 400, (O0. 


Royal Electric Company of Montreal. — Messrs. 
Costes, Son & Oo., have been advised that the directors of this com- 
pany have declared a dividend on the share capital for the quarter 
ended May 31st of 2 per cent., being at the rate of 8 per cent. per 
annum, and that the same will be payable on and after July 2nd. 


Commercial Cable Company.—The directors have 
declared a quarterly dividend of 18 per cent. on the capital stock, 
psyable on July 1st. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.— The receipts for the 
week ending June 8га, 1898, were £3,717 8s, corresponding period, 
1897, £2,461 14s. 7d.; increase, £1,255 8s, 5d. 


The City and South London Railway Company.— The receipts for the week end - 
ing June 6th, 1898, were £919; week ending June 6th, 1897, £945; 
increase, £4; total receipts for half-year, 1898, £23,627; corresponding 


period, 1897, £23,335; increase, £292. 


The Dover Corporation Electric Tramways.—The receipts for the week 
225115 2d 4th, 1898, were £181 10s. 10d.; total receipts to June 4th, 1898, 
72,041 118. 14. 


The Dublin Southern District (Electric) Tramways Company.—The receipts for 
week ending Fridav. June 3rd, 1898, were £817 1з. 8d.; corresponding 
week last year, £578 6s.: increase, £238 15s. 8d.; passengers carried, 
113,193; corresponding week last year, 7.2; aggregate to date, £10,315 
4s. 101 ; aggregate to date last year, £10,627 178. 74. ; decrease to date, 
£312 128. 91.; mileage open, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
June th, 1898, amounted to 41.869: corresponding week last year, 
ко increase, £545. 1898 includes Wbit Monday, 1897 includes Whit 

unday. 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending June 3rd, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-Brazilian Telegraph Com- 
pany, Limited, were £3,066. 
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THE TELEPHONE INQUIRY. 


(Continued from page 722.) 


THE Select Committee of the House of Commons appointed to con- 
sider the desirability of giving greater facilities to municipalities in 
connection with керо development sat again on Tuesday last, 
under the chairmanship of Mr. Hanbury. 

Mr. J. O. Lams, O. B., second secretary at the Post Office, said that at 
the last sitting of the Committee they referred to the signing of the 
heads of agreement between the Post Office and the National Tele- 
phone Company in August, 1892. The fall agreement was not signed 
till March, 1896. Two years were occupied in endeavouring to give 
effect to the policy of Her Majesty's late Government, and that 
involved laborious negotiations, which more than once threatened to 
break down. They bad to find a solution of many difficulties. One 
was the question of the price to be paid for the trunk wires. The 
price was to be the sum shown by the company's books. Generally, 
the heads of the agreement said the price to be paid was to be the 
cost price, as shown by the company’s books plus 10 per cent., 
but when they came to investigate the matter they found the 
cost price was not ahown in the company’s books, and therefore they 
had to come to an arrangement with them as to the method in which 
the value of the wires was to be ascertained. It was mutually 
agreed that two engineer experts should be appointed, one by the 
company, and one by the Post Office, to ascertain the estimated cost 
price. Another difficulty arose in connection with the areas, and it 
was only after long negotiation that any understanding could be 
arrived at ; the company wished to work the trunk wires themselves, 
because they saw it would necessitate extra points of switching. 


When the Government would not agree to that, the company . 


suggested that one end of the trunk wire should be worked from the 
company’s exchange and the other end from a post office. That was 
also rejected, and then a plan had to be devised to reduce the 
difficulty of additional points of switching, and that took a very con- 
tiderable time. Another question arose with regard to the number 
of wires to be erected between the exchanges of the company and 
the Post Office. They also had to come to an agreement with 
respect to poles. A great difficulty was that the company was 
not willing to enter into the question. They felt it was a thing 
they were urged by Government to enter into. Taey felt that in 
parting with the trunk wires they were parting with that part of their 
system which afforded very great protection against compe'ition. 

The CHaraman: Did the full agreement of 1896 differ in any 
res from the heads of the agreement ?—It did not differ in prin- 
ciple. 
WrrNESS proceeded to deal with the question of the charges for 
the use of the trunk wires, which were those now in existence. At 
present they had no express messengers at the post offices to carry 
telephonic messages except in some parts of London. 

The CHAIRMAN: The effect of the present arrangement ів to play 
into the hands of the National Telephone Company ?—No; it is not 
the law cf the Medes and Persians. The present arrangement is 
simply arrived at as the result of a real consideration of what the 
public demands are. 

Is it not & fact that under the present arrangement a telephonic 
message can only be sent toa subscriber of the National Telephone 
Company in Glasgow ?—No. 

To whom can it be sent ? —It can be sent in the same way as it is 
frequently sent to Paris. That is, the correspondent at the other end 
attends the call office and receives the message. 

But how does he know when to attend ?— There are arrangements 
made for the regular attendance every morning of people who have 
business to do. 

Are there the same arrangements in Glasgow ?—I do not know; 
but it would be possible. 

Mr. Сонин pointed out that that would not cover the point put 
forward by the chairman. How woulda person not expecting a 
message know a message was being sent? 

Wrrurss said it vas а usual thing for a telegram to be sent asking 
the person to attend at the call office. 

The CHAIRMAN: Not а very business-like arrangement. 

WiTNESS said it was the custom. He considered there was no 
demand for the express messengers to carry telephonic messages. If 
there was & demand he would like to know where it was. 

The CHA4IJRMAN : Do you see any difficulty in extending the system 
of telephonic communication by express messengers apart from the 
effect it would have on the telegraphic revenue ?—I do not think 
there are any cther difficulties. 

Continuing, WrrNESS said the trunk system had gone on extending 
since 1896. Thirty extensions had been carried out or were being 
carried out under guarantee by the company. The miles of wires 
purchased for the compauy were 29,000. The miles of wires con- 
structed were 24,526. The mileage in course of construction at the 
present time was 4,647 miles. The mileage guaranteed was compara- 
tively small. With regard to the areas of the company, the prin- 
ciples adopted in making them were as follows :—(1) Iadustrial areas 
of wide extent should be recognised in cases where there are any 
considerable towns forming centres of business. (2) That neighbour- 
ing towns intimately connected with one another in business rela- 
tions should be included in the same areas ; and (3) That small towns 
and villages in any one of wbich it would be hopeless to establish a 
local exchange system unless there was some cheap means of com- 
munication with each other, should be grouped together in one area. 
All urban districts were areas in themselves. Pretty well the whole 
of the country was divided into areas in which the National Telephone 
Company had the power to establish an exchange without farther 
license. The company was under no obligation to start an exchange, but 
the Post Office could grant a license to any other body to start an 


exchange. Since the agreement was signed in 1896 in only one case 
had the monopoly of the telephone company been broken down, viz., 
in Guernsey. The charges there were low, but he did not know that 
they were lower than the company was prepared to supply the 
service at. Changes had been made in the areas from time to time, 
the tendency having been to rather increase the area. The largest 
area was the London area. Before the company was confined to 
areas, they had to a large extent arranged themselves in areas, and 
the London area was in existence. The area was not nearly so big 
as in some places abroad. There was no limit on the discretion of 
the Post Office ss to laying trunk wires. The only effect a large area 
had was to reduce the use of short trunk wires. In a number of 
those areas they had Post Office exchanges competing with the 
National Telephone Company's exchanges. The priacipal exchange 
was at Newcastle-on-Tyne, where they had 626 subscribers. The 
number of subscribers to the National Telephone system in 
Newcastle-on-Tyne was much larger. The charges of the Post 
Office were: For business houses, £8 within half a mile of the 
exchange, £9 within three-quarters of a mile, and £10 within 
а mile. He believed the charge of the company was & uniform one 
of £10. Previous, however, to October of last year the Post Office 
charged £10 for half & mile, £12 for three-quarters of a mile, and £14 
for a mile. The Post Office charges were based on what was supposed 
to bring in & profit to the tax payer. They were not allowed to 
canvass, and were not allowed to give preference to firms. The com- 
pauy gave preference, but he did not consider it was the business of 
the Post Office to complain. He could not say to what extent the 
preferences had been given by the company. The reduction in the 
price at Newcastle was bringing them an increase in the number 
of subscribers. They had offered to put their subscribers at Newcastle 
in communication with the subscribers of the company, but the com- 
pany were not willing that that should be done. The Post Office had 
no legal power to insist upon such a connection. 

Questioned by Mr. Stuart, Wrrness said it would not be possible 
for the Post Office to lay а trunk line of a few yards in Newcastle and 
80 join their system to the National Telephone system. A trunk line 
was defined as a line used to connect one area with another. 

Тре CHaIRMAN : Do you know any towns where there is competi- 
tion in which the price charged is lower than where there is no 
competition ?—I do not tbink that is 80. 

You do not think competition has had any effect upon their prices ? 
—I cannot tell what effect it has, but as a matter of fact the 
company's charges are higher in Newcastle than in other towns, 
probably because they are smaller towns. 

Mr. Сонин: Is it not a fact that their prices are based on your 
charges ?—I think that is so. 

The CHAIRMAN: You have been in unequal competition owing to 
higher rates ?—Yes. 

Without disclosing secrets could you tell the committee whether 
you have made any loss ?—No. 

And we may say you have made a fair profit ?—Yes. 

Although there are two competing systems ?— Yes. 

Are the charges of the company higher in Cardiff and Swansea ?— 
F'or certain distances I think they are. 

Questioned by Mr. BARTLEY, WITNESS said the company considered 
it their duty to fall in with the policy of the Government when the 
heads of agreement were drawn up, and he did not wish the impres- 
sion to go forth that they purposely put difficulties in the way. 

As regards sending Post Office messengers in London and not in 
other parts of the country, who authorised that arrangement ?—The 
idea was to give a local service, and it was set forth ina Treasury 
minute. The whole service was contemplated as a local service, 
and the question of doing it between one town and another was not 
in the minds of those who did 16. 

How does it differ from sending from one town to another ?— 
The impression I suppose was that the telegraph was safficient to 
meet that. 

Mr. Caw ey: Is it in the interest of the public that the National 
Telephone Company should not have the competition of the Post 
Office ?—I find it very difficult to answer that question. My opinion 
is that it is very undesirable for a private company to have a 
monopoly. On the other hand, I am firmly convinced that the estab- 
lishment in one town of competing systems of telephones would not 
be in the interests of the public. My opinion is that the whole thing 
should be in tbe hands of the Post Office. | 

Sir J. Моорносве: You agree there is no obligation imposed by 
the Post Office, either in the original license or by any agreement 
with the Telephone Company that they should supply the company 
with the facilities for which they are licensed ?— Yes. 

Therefore in two respects; first, no obligation to supply, and 
secondly, no restriction as to the charges to be made, it does not 


differ from any other monopoly granted ?—The whole arrangement 


differs. 

But don't you agree that it has been very much to the disadvantage 
of the public ?—I think it has been. 

Did I understand you to say with regard to the agreement of 1892, 
that Sir James Ferguson took one line of action, and the Government 
another ?—No. 

Do you mean that the Department would have taken one action 
and Bir James Ferguson another?—No. What I mean is that Bir 
James Ferguson was requested by the Government to carry out a 
certain line of policy, and he did so. 

What was the difference ?—The policy of the Department was to 
purchase the whole of the National Telephone Company's under- 
taking. 

And the policy of the Government was to take only the trunk 
gystem ?—Yes. 

And the tendency of the policy of the Government was to dis- 
courage competition ?—That was the tendency. 

Further examined by Sir J. WoopHOUSE, WITNESS said there was 
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no effective com 
for the New Company had no exchange. The competition in Man- 
chester was & very feeble competition. The tendency of the policy 
of the Post Office since 1892 had been towards making the National 

hone Company a monopoly, but at the same time all the rights 
of the Postmaster-General had been fully preserved. The heads of 
the 1892 agreement were brought before the House of Commons in 
1894 when it was laid on the table. The Treasury Minute lay in the 
House in May, 1892, and the Bill to raise the money for the purchase 
came before the House on May 26th, 1892. The ment was 
signed August 11th, 1892, and the Postmaster- went out of 
office on August 19th. The agreement was signed the day the vote of 
censure on the Government came in. 

By Mr. Cor vnn: Some of their subscribers in Newcastle had 
555 obliged to become subscribers also to the National Telephone 

mpany. 

By Mr. Boscawzz: General application had been made by local 
authorities and other companies for licenses to start telephonic services 
in diffrent towns, and they were ready to comply with the terms of 
the Treasury minute. T'he Postmaster-General been in consulta- 
tion with the Chancellor of the Exchequer on the subject, and 
they had not seen their way to granting those licenses. He 
thought they had considered each case and had arrived at the 
conclusion they were not justified in granting the request. 
They had received applications from the Corporations of Glasgow 
and Tunbridge Wells and Manchester, and in Glasgow it was ad- 
mitted tbat the service was defective. 

Mr. Воволуви: Yet in no case has a license been granted ?— 


No. 

ently, the condition in the minute is practically a dead 
letter ?—The right is there still. 
m". the right of any use if it is not carried into effect ?—I think 


Is it the intention of the Post Office in the case of future applica- 
tions to refuse as the previous ones have been ?—I think that isa 
question that the chairman could answer better. 
Have you any different line of policy in the Post Office?—I must 
decline to answer that, unless the chairman instructs me. 
Have not the Telephone Company taken the cream of the country ? 
They began in that way, but they are extending their servic>. 
Proceeding, WrrwESS said he would not allow municipal bodies to 
establish telephonic systems in places where there was no service, 
but would leave it to the Post Office. The Post Office had not estab- 
. lished many services of late years, because there was no demand for 
them. F'rom their own point of view, the company had pursued the 
wise policy of e leading men of different places to work 
with them. He did not know the means employed ut it was the 
outcome of a bad system. From a comm point of view, it was 
not an unreasonable system for the company to adopt. His remedy 
мошо зе to take over the whole system,and put it in the hands of the 
ce. 
By Bir Н. Howonrn: When the legal proceedings against the 
hone Company were going on the Post Office submitted pro- 
to the Treasury for establishing telephones, and in a letter 
ted December 16th, 1880, the Treasury consented on the understand- 
ing that it would enable the ent to negotiate satisfactorily 
with the telephone companies. believed that great inoonvenience 
to the public would arise if they had competitive systems in different 
places. It would probably take eight or nine years for the Post Office 
to establish a really competitive system over the country. In 
Bweden the Btate had bought up all the local districts, with the 
exception of one. In France there was no private company, and in 
Italy there never had been a private system. The only place where 
there was & municipal service was and in that country the 
trunk lines were in the hands of the Government. Some facilities 
had been given by the Government to the Telephone Company outside 
the agreement. 


petition between the New Company and the National, 


NEW HAVEN STREET LIGHTING. 


THE average reports of city lighting committees are not absorbingly 
interesting documents, but once in a while we (New York Electrical 
Engineer) come across one that gives us some real information. An 
example of such is the 1897 report of the Committee on Lamps of 
the city of New Haven, Conn., just issued. As the lighting of this 
city is in most intelligent hands a closer inspection of this report will 
prove of value to lighting committees and central stations as well. 
New Haven is lighted by three systems, gas, naphtha, and electric; 
there being 442 arc lights, 105 Welsbach, 638 plain gas and 
512 naphtha кре. All lighting is done by contract with private 
companies. The is now paying $98`55 per arc light of 1,200 C.P., 
the electric lights тк lighted at dusk and extinguished at dawn 
every night in the year, thus covering 4,000 hours of burning. 
Regarding the question of complaints due to outages, &c., we notice 
that from these various causes gave rise to 1,168 complaints, 
naphtha 709, electric lights 401. Quite a marked percentage of these 
complaints were due to the effect of a high wind last November, in 
which, however, the electric light showed up remarkably well. While 
none of these were out or broken, the Welsbachs showed one 
out, plain gas showed eight out and one broken, while naphtha 
showed 77 out, for that one night. During the whole year 
278 lamps were reported out at various times, of which 50 
occurred in a single night during February, 1897, when one of 
the circuits was broken by a falling tree during an extraordinarily 
high wind. Considering that the total number of electric 
lampe is 442 burning every night, and that only 278 lamps 


Were rted out during the entire year, the record is & very good 
one. the service must bave been excellent is strongly e ced 
by the fact that the entire amount deducted during 1897 from the 
bills of the electric light contractors was only $21 33. 

In bis very able comments on the figures presented, Mr. Henry 
орыш, Superintendent of Street Lighting of New Haven, states 
that the service rendered by the electric lighting contractors has 
been of a high grade. Mr. Hopkins also has something to say on 
municipal ownership of electric see plants, and as we believe 
his motives will not be questioned by say one who has followed his 
career, his opinion is worth recording. т. Hopkins says:—" From 
what data and facts I have been able to obtain on both sides of the 
subject, I would say, that until the time comes when more informs- 
tion and accurate facts can be obtained, it would not be good business 

licy to enter into any such project. The recent showing up of the 
Philedelphia Municipal Gas Works amply sustains my belief, and 
ardent supporters of municipal ownership must have received a 
severe shock. And it is only one of many cases that could be quoted.” 
Coming from a city official, this is a most encou sign that there 
are still many clearheaded men in municipal employ in America. 


Electric Power for Mines Drainage. — A second 
scheme for unwatering the Tipton mines was enunciated before the 
South Staffordshire Mines Drainage Commissioners on Wednesday 
last week. It was explained that the first scheme had gone as far 
as it would at present. The drainage cf the level had not quite 
had the anticipated effect. They expected it would fetch out at 
least 3,000,000 gallons, whereas it had only brought a third of that 
amount. The question they had to decide therefore was what was to 
be done in regard to the unwatering of the mines, seeing that they 
could not expect by any reasonable amount of levelling to attain the 
end they desired — in fact, the cost of driving levels into every 
? rietor's colli would be larger than could be met by the 

unds the Oom oners had at their command. It was, however, 
absolutely necessary that they should deal with the water in some 
way or other. The original Tipton district engineering scheme was 
to have two ane umping at different stations, and an 
extensive hydraulic system whereby they could pump from various 
рези in the district which were not reached by the main engines. 
ince the scheme was propounded, the Midland Electric Oorporation 
for Power Distribution, Limited, had tried to es‘ablish themselves 
in the district, and if they succeeded, as they believed they would, 
the Commission, instead of having to find a capital for an 
hydraulic m, besides the heavy cost of maintenance, would 
get a supply of electrical power at so much per unit, whilst 
the capital outlay would be considerably less. It appeared most 
desirable, if the Electric Power Company came into the district, that 
they should take advantage of their scheme, in order to drain the 
surface at points where at present water got into the mines because 
they were lower than the brooks, and at which no amount of levelling 
would be thoroughly effective. Their general manager (Mr. E. 
Howl) and surface works engineer (Mr. E. B. Marten) had gone 
carefully into the question, and found that there were at the present 
time about 50 points in the district below вау drainage, where 
reservoirs could be made and pumps started driven by electrical 
poner By having these stations and electrically-driven pumps to 
with excessive rainfalls quickly, it was bslieved that the quantity 
of water now ge into the mines would be reduced by about 
one-third, which would be a great saving. They were now pumping, 
roughly, about 9,000,000 gallons every 24 hours, and if the suggested 
scheme could be carried out this quantity would be reduced to about 
6,000,000 gallons, which their present engines could Spe viti. Then 
it was pro to deal with that water which found its way into 
the mines, but would not flow to the main engines, by a system of 
semi-portable engines taken, by arrangement with rietors, to 
collieries where they were most required. Probably eight or ten 
such pumping stations would drain the whole district, and enable 
mines to be worked that were now under water. The Commission 
had obtained authority to spend £100,000 on the Tipton district 
engineering scheme, but up to the present they had not spent much 
of this amount. It was calculated that the capital sum required to 
provide the 60 pumping stations would be about £20,000, in addition 
to which there would ba the price to be pald to the company for the 
supply of the electrical energy and the cost of looking after the 
various stations. The sooner, the chairman added, the Electric 
Company came forward and helped the Oommission out of their 
difficulty the better. The company had offered the Commission 
terms which were satisfactory, and he sincerely trusted that they 
would be able to carry out their proposals. 


Electric Launches.—We understand that the British 
Electric Traction Company have underteken the control of the 
Immisch Electric Launch Company, and that launches can now be 
booked at Donington House, Norfolk Street, Strand. The Immisch 
Launch Company, who were the pioneers of the electric launch 
business, now possess a fleet of over 20 launches, which are 
acknowledged to be the finest on the river Thames. An interesting 
descriptive and illustrated pamphlet, giving fall puc as to 
rates, and much useful information to frequenters of the river, can be 
had on application. The headquarters of the company are still at 
Platt’s Eyot, Hampton. 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Stock Closing Closing Mia c^ un 
Present or Dividends for 
x aam. Cam c E — ME MET. 
1895. | 1896. 1897. Highest.| Lowest 
137, 400“ African Direct Telegraph, 4 Y Deb. T T *. 100 4 | .. .. |100 —104 100 —104 T 
25,000 | Amazon Telegraph, shares M са % eke 7— 8 7— 8 
125,000 Do. do. 5 95 Debs. Red. . . | 100. 93 — 96 93 — 96 
923,960!) Anglo-American Telegraph  ... .. Stock £2 9e 2 13s 3 64 — 67 64 — 67 654 | 644 
3,038,020l Do. do. 6% Pref. . . |Stock|£4 188 C5 68 6 115 —116 115 —116 116 1153 
3,038,020! Do. до. Deferred.. . (Stock... 152— 164 | 153— 16] 161 158 
130,000 | Brazilian Submarine Telegra 10 7 7 % 7 % 154— 16 154— 16 168 | 153 
75,0001 Do. do. 5 K Debs. And series, 1906 100 5 112 —116 112 —116 b "js 
44,000 | Chili Telephone, Nos. 1 to M 000 5 4 $: 2%— 3 22— 3} T к 
10, 000, 000 Commercial Cable | $100 | 7 8 8 % 180 —190 180 —190 is - 
918,2971 Do. do. Sterling 500 year 4 % Deb. Stock Red. Stock! 104 —106 [105 —107 1064 | 105% 
224,850 | Consolidated Telephone Construction and ginal m | 14 2 " 11 y T ET 
16,000 | Cuba Telegraph .. js A is id 8 8 7 64— 7 64 
6,000 Do. 10 % Pref. jaa ; 10 10 10 10 144— 154 | 144— 154 e "n 
12,931 | Direct Spanish Telegraph = 5 4 4 4 4 — 4— 5 , 55 
6,000 Do. do. 10 % Cum. Pref. Еб 5 10 10 10 10 — 11 10 — 11 А Dus 
80,000l Do. do. 4} % Debs., Nos. 1 to 6, 000 ... | 50 215 43 44% 103 —106% 103 —106% | ... is 
60,7101 Direct United States Cable. ..| 20121 24% |... | 1041— 11 104— 11 102 | 10% 
120,000 | Direct West India Gable, 44 95 Reg. Deb. 100 | ... m .. | 100—108 100—103 1024; 1021 
400,000 | Eastern Telegraph, Nos. 1 to 400, 0% %0 10 | 64% | 64 .. 17 — 171 17 — 171 179 17 
70, 000 Do. 6 % Cum. Pref. 10 | 6 6 . | 18 — 19 18 — 19 184 | ... 
89,900 Do. 5 є Debs., repayable August, "1899... | 100 | 5 5 . . 101 —104 101 —104 isë aak 
1,302,615l Do. 4 % Mort. Deb. Stock Red. Stock 4 4 .. |124 —128 124 —128 120 |... 
250, 000 Eastern ҮҮТ Australasia, and China Telegraph 10 7 7 7 Ф | 174— 18 174— 18 174 | 178 
Do. 5 Aus. Gov. Sub.) Deb., 1900, red. ann. 
25,2001 d ica ab 649, 3070 4826 [| 100 |5 25 |5 % 5 % 100 —104 |100 —104 
100,500l Do. do. Bearer, 1,050 —3, 975, 4, 327—6, 400 | 100 | 5 Ф 5 |5 Ф 101 —104 |101 —104 she 
820,000l Е Do. 4 % Deb. Stock ... . . Stock 4 499 4 126 —129 126 —129 = 
» astern and South African Tele ph, 5 Ф Моњ. Deb., ais | КЕ 
35,109 1900 red. ann. ds l Reg. Nos. 1 to 2, 343 jJ! 100 6 5 . 300—104 100 —104 108% 
46,500“ Do. 20 do. to bearer, 2,344 to 5,500 59% 5 Ф .. 101 —104 101 —104 i 
300,000l Do. 4% Mort. Debs., Nos. 1 to 3, 000, red. 1909 100 4 4 .. 1101 —104 101 —104 102 
200,000 Do. 4% Reg. Mt. Debs. 3 Sub. )1- 1—8,000 | 25 4 4 .. 106 —108 [105 —108 us ор 
180,227 | Globe Telegraph and Trust TA 10 | 44 44 44 11j— 112 | 114— 12 113 lly 
180, 042 Ро. do. 6% Pref. ss 10 | 6 6 6 161— 17 16#— 17} Уз us 
150,000 | Great Northern Telegraph, of Copenhagen... 10 10 10 10 284— 29 — 30 29A| 29 
160, 000l - Do. i do. 5 y^ Debs. ... | 100 | 5 5 5 100 —108 [100 —103 102} ; 
аах and Bermuda Cable, 44 95 Ist. Mort. Debs., "E | 
97,000 within Nos. 1 to 1,200, Red. 100 | ... ide .. | 98 —108 98 —108 1013 
17,000| Indo-European Telegraph  .. a ..| 25 10 10 10 50 — 53 50 — 53 jui 
100,0001 London Platino-Brazilian Telegraph, `6 % Debs. 100 | 6 6 6 108 —111 [108—111 as 
28,000 | Montevideo Telephone, 6 95 Pref., Nos. 1 to 28,000 5 4 4 4 21— 22 21— 2% T im 
484,597 National Telephone, 1 to 484,597 P 855 5 | 54! 54 6 53— 53 51— 54 5} 58 
15,000 Do. 6 Cum. Ist Pref. 10 | 6 6 6 14 — 16 14 — 16 142 | 14§ 
15,000 Do. 6 95 Cum. 2nd Pref. ... 10 | 6 6 6 15 — 17 15 — 17 ae - 
250,000 Do. 5 % Non-cum. 3rd Pref., 1 to 250, 000 5 5 5 5 59— 5 58— 5 53 = 
1,329,4711 Do. 34 % Deb. Stock Red. Stock 34 34 34 101—106 101—106 us sii 
171,504 Oriental Telephone and Elec., Nos. 1 to 171,504, fully paid 1/6 6 5 f— à i— 1 Qu E 
100,000); Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000... | 100 | 4 4 4 106 —108 105 —108 1044 | ... 
11,839 | Reuter's ... is 8 5 5 5 8 — 9xd| 8 — 9 84]... 
3,381 | Submarine Cables Trust "T Cert. ... | ... .. 136 —141 136 —141 кеа P 
58,000 | United River Plate Telephone 2 E 5 4 D sa 4 — 4 — а ae 
146, 733“ Do. do. Debs. ... Stock, б TM . |104 —107 |104 —107 iet bats 
15,000 | West African Telegraph, 7,501 to 23,109 10 | 4 nil | nil 34— 44 — 4 dei ii 
218,400! Ро. do. 5 * Debs. . 100 | 5 5 5 99 —102 99 —102 Е m 
64,269 | Western and Brazilian Telegraph  ... ja za 15 3 2 3} 12 — 124 12 — 121 12} | 12% 
83,129 Do. do. do. 5 95 Pref. Ord.. 73 5 5 5 7À— 8 74— 8 T] 
33,129 Do. do. do. Def. Ord. he 74) 1 nil 4 4— 4 41— 44 41 43 
889,521 Do. do. do. 4 % Deb. Stock Red. ... Stock ... А .. 104 —107 |104 —107 n 2 
88,321 | West India and Panama Telegraph .. ..| 10| 4% 1 2 1— 4— ü 5 
34,563 Do. do. P 6 67 Cum. let Pref. 10 | 6 6 6 71— 7% 71— 72 7H Ty 
4,609 Do. do. Cum. 2nd Pref. . 10 | 6 6 6 5 — 5 — М ae 
80,0001 Do. do. do. 5% Dee Nos. 1 to 1 ‚800 100 |5 5 5 106 —109 106 —109 5 i 
1,163,000$| Western Union of U.S. Telegraph, р 1st Mort. Bonds $1 7 7 7 103 —108 |105 —109 is & 
160, 1001 Do. do. do. Ster. Bonds 100 6 6 6 100 —105 |100 —106 я 
ELECTRICITY SUPPLY COMPANIES. 
30,000 | Charing Cross and Strand Electricity Supply 5 5 6 „ 7 V 12 — 18 12 — 13 124 | ... 
20,000 | Do. do. do. do. 449 Cum. Prof.) 5 aur 6— 6k | 6 6b 0. oe ous 
20,000 Chelsea Electricity Bupply, Ord., Nos. 1 to do. 271... 5 5 5 6 81— 91 841— 94 8} 8] 
60,000 Do. do. о. 44 % Deb. Stock Red... Stock 44, 4 44% 115 —117 |115 —117 TN 
50,000 | City of London Electric Danie Ord. 40,001—90,000 ...| 10|5 7 10 244— 254 | 244— 261 25 243 
10,000 | Do. Prov. Certs. Nos. 90,001 to 100,000 £5 10 5 164— 174 161— 174 161 16} 
40,000 Do. Cum. Pref., 1 to 40,000 10 | 6 @ 6 Ф 6 & 164— 174 | 164— 173 165 | 168 
400,000 Do. Deb. Stock, "Scrip. (iss. at £115) ‘all paid — 5 5 5 129 —134 129 — 134 das m" 
30,000 | County of Lond. & Brush Prov. Elec. Ltg., Ord. 1—30,000 | 10 | nil | nil | ntl 13 — 14 18 — 14 139 | 13% 
10,000 Do. do. do. Nos. 30,001 to 40,000 £4 paid. 10 | ... ide jus 64— 72 64— 74 614 
20,000 Ро. do. do. 6 % Pref., 40, 00160, 000 10 6 7 6 „ 6 7 15 — 16 | 15 — 16 151 
17,400 Edmundsons Elec. Corp., Ord. Shares 1—17, 400 44 paid 5 .. «i m Vis 
10,000 | House-to-House Electric Light Supply, T 101 to 10,100 5| .. — | 4 9 — 10 9 — 10 vis dis 
10,000 Do. do. 7% Cum. Pref... 5 7 7 @ 7 : 11 — 12 104— 114 108 b 
62,400 »Metropolitan Electric Supply, 101 to 62,500 2 10 | 4 5 6 16 — 17 15 — 16 168 | 164 
2 20,0001 Do. 44 % First Mortgage Debenture Stock | ... 44 4495 | 44% 117 —121 117 —121 та s 
6,452 | Notting Hill Electric Lighting " ..| 10:2 4 6 184— 1 18 — 19 19 E 
31,980 St. James's and Pall Mall Electric Light, Ord. D 5 | 74% 10496 14 16 — 17 16 — 17 168 | 16} 
20,000 Do. do. 7% Pref., 20,081 to 40,080 5 7954" 7 10 — 11 1 eee TT 
50,000 Do. do. 4% Deb. Stock Red. . Stock]... — | 4 107 —110 107 —110 iss 
43,841 | South London Electricity Supply, Ord., £2 paid ... 851 us des vis 2— 2 2 — 23 278 2% 
79,900 | Westminster Electric Supply, Ord., 101 to 80,000 5 75 19% 1225, | 16 — 17 154— 1061 163 158 


Subject to Founder’s Shares. 
] Unless аг е stated all shares аге fully 


paid. | Dividends 
Dividends marked $ are for & year consisting of the latter 


+ Quotations on Liverpool Stock Exchange, 


the next, 


d in deferred share warrants, pronis being used as capital, 
of one year and the first part о 
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Stock 8 Closing Closing Business done 
; | or Dividends for - ; during week 
m МАМЕ. Sbare the last three years. N | 3 | NE 
kei ' 
| | 1895. 1896. 1897. | Highest | | owest. 
30,000 | British Electric Traction Ss m T T sas II xa kii ә: | 15$— 16 | 15$— 16 A3 ж 
Do. do. 6 % Cum. Pref. 30,001—40,000 | Ge = | ws | ^ 
ык А £4 pd. (issued at £2 10s. prem. all pd.) 10 чө 7 9 | 1 8 | 78 | 4 
90,000 | Brush Elecl. Enging., Ord., 1 to 90,000 a =a 3 | 25% nil nil 12— 2 | 11— 2l | 14 a 
90,000 | Do. do. Non-cum. 6 95 Pref., 1 to 90,000 2| 3 5 nil 4%| 21— 2 2— 24 273 2] 
125,000“ Do. do. 44 {о Perp. Deb. Stock ssc) Dae! 110 —114 |110 —114 |o Е 
50,000 Do. do. 44 % 2nd Deb. Stock Кей. ... Stock| ... | 101 —104 101 —104 TA RU 
19,894 | Central London Railway, Ord. Shares ii TT HK b: eas T | 10 — 104 10 — 103 | 104 10} 
129,179 Do. do. do. £6 paid "3 B |, 2 erie | бе 2. | 6— 0$ 6 — 65 | 6. | ii 
59,254 Do. do. Pref. half-shares £1 paid 12 e | we | d. 12 | „ | ЛАУ oe 
67,680 Do. do. Def. do. £5 paid "us | T = e | 4— 44 | 44— 43 | ы М us 
630,000 City and South London Railway P sis X ! Stock 1230 125%! 13% 68 — 71 68 — 71 703 | 694 
pr Crompton & Co., 5 95 Ist Mort. Reg. Debs., 1 to 743 of | | | | ¢ з | 
82,850 ' 4100. and 901 js 1,070 of £50 Red. б. | is "we V IX d | 88 — 98 | 912 | 
99,261 Edison & Swan United Elec. Lgt., “A n ei aa bai 5| 5%] 54% 21— 23 21— 22 23 
17.139 Do. do. do. A" Shares, 01—017,139 5 5 * 54% | 4— 5 | 4— 5 | 41 
194,023 | Do. do. do. 4 % Deb. Stock Red. . | 100 "T N^ 103 —105 1103 —105 TU MP 
110,000 | Electric Construction, 1 to 110,000 ... ne a | 2| 5 о. 6% 28— 2i | 28— 2] 28 | 
16,343 | Do. do. 7 % Cum. Pref., 1 to 16,343 2| T3 T3 341— 38 | 34— 38 dés 288 
111,100 | Do. do. 495 Perp. 1st Mort. Deb. Stock Stock T . 1106 —108 106 —108 огл = 
91,196 | Elmore’s Patent Copper Depositing, 1 to 70,000 vee Е бө: ess aa | 4— ке. <2 т 
67,275 | Elmore's Wire Manufacturing, 1 to 69,385, issued at 1 pm. 2 | TT ор E 86— j— Nr 
9,6001, Greenwood & Batley, 7 % Cum. Pref., 1 to 9,600 10 | 105%! 7 7| 7% 9 — 11 9 — 11 Р oae 
12,500 | Henley's (W. T.) Telegraph Works, Ord. 10 | 8 %| 12 {о 10 %| 214— 224 | 214— 224 221 | 22 
3,000 | Do. do. do. 755 FrebE xs 554 10 795| 7 95| 7% 184— 194 | 184— 194 T^ | бун 
50,000 Do. do. do. 45 Mort. Deb. Stock... Stock 4% 44%, 44% 110 —115 110 —115 vis is 
50,000 | India-Rubber, Gutta-Percha and Telegraph Works ..| 10/10 %| 10 $ 10 %: 21 — 22 | 21 — 22 22 213 
300,000 | Do. do. do. 4 % Ist Mort. Debs. | 100 ы ree ... 1102 —106 102 —106 ы A 
37,500 Liverpool Overhead Railway, Ord. ... rT "T T 10 28% 24% te 108— 102 |10%,— 10% TT 
10,000 f Do. do. Pref., £10 paid 10 5'5 & Bi 5 | 154— 16} 154— 16} 
37,350 | Telegraph Construction and Maintenance ... T sa 12 | 15 %| 15 Җ 15 34 — 37 84 — 37 - 
150,000 Do. do. do. 5 % Bonds, red. 1899 100 5 © 5 © 5 951102 —105 102 —105 103 
540,000! | Waterloo and City, Railway, Ord. Stock us 5» | 300 . к 132 —135 130 — 133 


+ Quotations on Liverpool Stock Exchange. 


*Birmingham Electric Supply, Ordinary £5 (fully paid) 104. 

House-to-House, 44% Debentures of £100, LO7—110. 

Kensington and Knightsbridge Electric Lighting, Ordinary Shares 
£5 (fully paid) 15—16; Ist Preference Cumulative 6%, £5 
(fully paid), 8—84. Debentures, 107—110. Dividend, 1897, 
on Ordinary Shares 10%. 

* From Birmingham Share List. 


THE MUNICIPAL ELECTRICAL ASSOCIA- 
TION, 1898. 


SWITCHBOARD APPARATUS.* 
By J. R. Brake, Chief Assistant Electrical Engineer, Bristol. 


Tue control and measurement cf electric energy is one of the most 
fascinating details of this branch of engineering. 

The switchboard, with its glittering array of polished metal and 
graduated dials, has always an attraction for the lay mind, while its 
intricacy or beautiful simplicity is a source of wonder or poetic ap- 
preciation to those better acquainted with such devices. 

Almost every station has some noticeable peculiarity with 
to its switch gear, and there are few stations that have not lived to 
see radical changes brought about in this portion of the original 
scheme. The result at the present time is that it is almost impossible to 
classify the types now in use. This striking nonconformity, although 
intensely interesting, is not particularly happy, since it appears to 
show either ignorance or vanity on the part of the designers. 

One must admit that the spirit of commercial industry is to 
suppress varieties in favour of astandard. It would be ridiculous to 
suppose that the mere straining after novelties has been the whole 
cause of the present multifarious assortment. Switchboards have 
been conscientiously designed and constructed to suit individual cases, 
simply because there was no general standard that might be adopted. 
After certain results and experiments, modifications and improve- 
ments have been gradually introduced. But this form of private 
research work is too frequently misguided and uneconomical. The 
experimenter cannot, as a rule, afford to test a portion of his work 
to „ So long as it answers his immediate purpose he is 
ва , 

A certain elegance of variety and some treasures of ingenuity must 
be sacrificed to further the march of scientific progress. One must be 
content to labour in a vast organisation and strive towards a higher 
ideal than a more or less original switchboard. It is hard fora 
young enthusiast to surrender an opportunity for displaying a 
capacity for design in a field of such unlimited possibilities. It is far 
easier for him to imagine that there are peculiar necessities and require- 
ments in the case under consideration; but seeing that there are life 


* Read June 8th. 


Dividends marked § are for a year consisting of the latter part of one year and the first part of the next. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


Bank rate of discount 3 per cent. (June 2nd, 1898). 


; Unless otherwise stated all shares are fully paid. 


| London Electric Supply Corporation, £5 Ordinary, 34—4. 
| *T. Parker, £10 (fully paid), 15]. | 
Yorkshire House-to-House Electricity, £5 Ordinary Shares fully 


paid, 8—84. Dividend for 1896—6 9%. 
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risks, and that the very heart of the undertaking lies in the switch- 
board, surely it should be the outcome of the strongest possible com- 
bination of experience, and beyond the reach of individual fancy. 

Before dealing with the disposition of the component parts of the 
switch gear, it might be well to inquire into the duties and charac- 
teristics of the details. 

The necessity for ever breaking a circuit while carrying much 
energy is not universally granted. For example, Prof. Forbes, in his 

per on “The Electrical Transmission of Power from Niagara 

„November 9th, 1893, says: “ І hold that it is a piece of cul- 

pable ignorance, ruinous to the machinery, if anyone should ever, 
a large power circuit with alternating current, suddenly break the 
circuit while current is passing. The practice is quite unnecessary, 
and has given rise to a large proportion of the breakdowns of alter- 
nating current machinery." evertheless, there are switches at 
Niagara (see Cassier's Magazine, page 291, Niagara number) capable 
cf breaking 5,000 horse-power, without damage to themselves, &c. 
Prof. Fleming agrees with Prof. Forbes, but he asks what happens if 
the circuit opens itself, and what is to be done about fuses. Unfortu- 
nately Prof. Forbes omits these points in his reply. І 

In practice, of course, one never opens a circuit conveying much 
energy, unless some unforeseen circumstance throws the whole or 4 
portion of the machinery out of the usual control. Could not such 
emergencies be met by inserting a moderate amount of resistance or 
impedance in the circuit, increasing either by degrees, if necessary ? 
The same might apply to cut-outs when they are under the observa- 
tion of an attendant. In the author’s opinion main switches should 
work through steps in this manner, it impossible to make or 


break with Apnea 3 is dos is 
Assuming, as is customary, however a Bu break is neces- 
ч ; 1 that sudden break could be 


gary, or that the switch is in such form 
made by a mistake, or accident, on the part of the attendant, while 
transmitting a large amount of energy, the essential characteristics 
the design appear to be as follows :— : 

1. That there shall be no danger to the operator, either by — 
shock or from particles of molten metal flying free, this latter to applj 
to Y coe apparatus as well. 

2. That there shall be no maintained arc. : 

3 That the contacts shall not be burnt or injured, in such В 
manner, as to prevent the efficient working of the switch on closing 
again. 
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4. That the contacts and current carrying portions of the switch 
shall always be in such a condition that no heating will occur while 
the maximum current for an indefinite period. 
ith reference to the first condition there are several well known 
satisfactory examples. The plug form having a large insulating 
handle and shield, the breaks being in earthenware pots, gives a 
pretty certain immunity from danger. A sufficiently lcng handle or 
mechanism actuated by cords can be considered safe. 

Another method is to mount a plate glass screen between the 
operator and the breaking contacts, but this does not protect the 
other apparatus. 

To secure a certainty of break many contrivan-es have been 
селке The simplest means is a sufficiently long ай-рар in the 

For the sake of eliciting the opinions of the gentlemen as:embled, 
some breaks (total length) for various conditions are suggested, 
mE that the breaks are made with considerable and uniform 
rapidity. 


— 


| 
100 to 90 | (0010100 | 2.000 
Amperes volts alternat ng volts volts 
or contiuuous. continuous. alternating. 
| | 
| Inches. Incheg Inches. 
b à 4 | 4 
25 1 6 ® 6 
50 14 8 10 
75 12 10 12 
100 2 12 | 13 
150 3 124 14 
200 4 13 15 
300 5 14 | 16 
400 6 15 | 18 
500 7 20 


! 
| 
| 


(When these breaks are in the tubes, and so protected from air 
currents, it might be well to add, say, 50 per cent. to the length 
of the gap, and the same if the breaks are in & vertical direction.) 

The air-gap may be in one line, but in order to save space and 
ensure a rapid break, it is more frequent to have several bresks made 
simultaneously in а circuit. It is not safe, however, to draw out two 
or more arcs, close together in air, without a substantial fireproof in- 
sulator between, as a slight current of air will blow them together, 
and thus defeat the action of the switch. | 
Тһе plug switch becomes rather too cumbrous in large sizes since 
the sockets must be very deep or the plugs must be spaced out con- 
siderably. 

One very happy solution is the use of an electro-magnet in the 
main circuit to blow out the arc when it is formed. Another effeo- 
tive, though perhaps rather complicated means, is the application of 
a shutter, or clapper, which flies through the path of the aro and 
blows it out with the air currents set up. Some other designs cause 
the circuit to be broken under water or an insulating oil, bat to the 
author this appears to be a last extremity, as there are obvious 
objections to the use of a liquid. 

satisfy the 3rd condition that the contacts shall not be burnt, 
&c.,” is a comparatively simple matter. The rate of breaking is a 
consideration, though it may not apply so forcibly in the 
case of the alternating currents. The use of springs, or the multi- 
plicity of simultaneous breaks, suggests itself at once. A liberal 
weight of metal, or the proximity of a good heat conducting fireproof 
insulator, reduces the temperature of the arcing points somewhat. 
As an extra precaution, the blades are usually made of wedge shape, 
and plugs are ta › 80 that they may clear themselves more or 
lees on returning, by shearing off the small globules of metal left on 
the contact faces. It is therefore desirable that the mechanism should 
be able to withstand such strains, and so proportional that sufficient 
force can be applied. Another way of overcoming this difficulty is 
to provide auxiliary contacts which break just after the main con- 
facts, and so carry the arc. These contacts may be merely butting 
surfaces, which are not much the worse for being burnt, or provided 
with easily renewable faces, or some material having & high melting 
or volatilising рош; such as carbon. 


The degree, in which the various switches on the market meet this 
ee is readily seen. 
capacity of the contacts is of the greatost 


he сапап сапта 

importance, since а defective contact deteriorates at a sort of compound 
interest law. Taper plugs and spring jaws almost invariably share 
this responsibility. When one reflects that trouble from this source 
may loosen the whole contact from the board by destroying an ebonite 
bush, melt the solder from a sweating thimble, and allow a cable to 
fall, or even render the handle of the switch useless or unsafe, there 
is enough material for serious thought. In addition to this, there is 
not a very far remote chance of fire. Possibly there may have been 
few accidents up to the present time from this cause, owing to the 
newness of the apparatus, or from the fact that many switches are 
not working up to their full capacity. Certainly in poiot of design 
this is one of the weakest features. In some instances, the spriug in 
cast brass and copper, without any means of adjustment for wear, is 
all that сап be relied upon. In the case of four plugs rigidly fixed to 
& bandle there are instances where they are supposed to go tight 
home into four fixed conical sockets. There are a few relics of the 
dark ages, when current was allowed to pass through the hinge or 
pivot of a switch. Of coursa there are contacts of the laminated 
type, built up of hard drawn or hammered copper, which are 
admirably suited to their purpose. As a general conclusion, under 
this heading, it appears that it is advantageous to have few, prefer- 
ably only one breaking contact in a circuit, which can easily be 

by means of flexible connections. This arrangement gives 


twisted together, makes the most reliable fuse. 


the operator an opportunity of feeling the condition of the spring 
contact while forcing the switch home. 
` It has occurred to the author with reference to this subject, that 
there might be a useful application of a well-known invention of a 
paint which changes colour on heating. 

The merits and risks of automatic apparatus open a very wide 
question. Where springs are employed, they should only be strained 
through a small part of their range, and carefully eecured from all 
possible chances of getting heated, either by current passing through 
them, or by conduction or radiation from other sources. There should 
also be some provision for retainirg the spring, or parts of it, should 
it happen to break. A single speck of rust on a steel spring will some- 
times cause it to break; but tbe reliability of such springs as are 
used in watches and гій з locks may be urged in favour of their use 
when thcughtfully applied. Weights released by triggers and catches 
are frequently used with success, but the inertia may sometimes be a 
drawback. Special attention should be paid to hinges, &, in such 
apparatus, since a slight defect may alter the adjustment, or foul the 
whole mechanism. Іа switch work it is quite common to have brass 
working on brass, both of the same composition; this is sure to cat 
and bind in time. When it comes to talking of an automatic appli- 
ance that does not work, adjectives fail. Another point sometimes 
neglected i$ the provision of suitable buffers, or arrangements for 
taking up the mechanical shock or jar. Unfortunately nearly all 
insulating materials are mechanically weak, so they should never be 
subjected to rough usage. In most cases thesa switches are set 
by hand, and can therefore have strong reliable contacte. Where 
they have to be operated at a distance by means of a small current, 
the contacts are a serious trouble. An accumulation of small 
impulses can be used, or the much-abused mercury cups have to do 
duty. There are details in mercury cups, however, which make all 
the difference. The cups should be of iron pickel-plated, the copper 
forke should also be nickel-plated, and be shaped to cause as little 
splashing as possible. | 

For large currents and high voltages a multiplicity of breaks should 
be employed, so that a comparatively low speed will be sufficient. 
The author has had under bis notice a switch for 15 amperes, 100 
volts, in daily use for about three years. Three others, one for 15 
amperes, 200 volte, the other two from 8 to 15 amperes, 100 volte, 
for 18 months All these switches have given complete satisfac- 
tion, and up to the present time have required absolutely no 


attention. 


Switches requiring a shunt coil permazently in circuit are 
generally looked at a-kance, not for the sake of the coal here repre- 
sented (though one does sometimes hear about the fuel consumed by 
& voltmeter) bat mainly because the shunt coil has been known to 
break down. Р 

If it were reccgoised that а coil will not stand unlimited cooking 
at, say, 150° F., that it is subjected to high pressure strains, due to 
induction at times, and that in the case of alternating currents, the 
wires must be specially supported and secured to resist the tendency 
to vibrate, then perhaps a coil could be made worthy of the 
occision. What may be good enough for a single arc lamp is not 
good enough to bear the reputation of a cental station. 

S» much for main switches. Plug connections have some points in 
common, though the problem is very much simpler. A taper plug 
between two blocks of metal, although almost universal for laboratory 
instruments, is rarely, if ever, used on a switchboard. A spring clip 
made to sand wich two projecting tongues is sometimes used, but the 
most usual form is a screw plug to connect bars on the back and front 
of а slate panel. Another form connects a back and front board by 
pushing а parallel plug through spring contacts. Ample weight of 
metal will, in most cases, make a sound connection, since there is 
nothing to impair the original fit. 

For very heavy currents, perhaps, in the case of screw plugs, it 
may be well to bave a spanner appliance instead of the ordinary 
flated handle. The fire risks should also be considered, in the event 
of a plug being taken out by accident while carrying а current. 
Facilities for replacing a portion of the bars damaged in this way 


would be advantageous. 


Fuses, although so simple in conception, ars often one of the 
most troublesome details. For low tension circuits certainly the 
problem s2ems elementary, yet there are cases where links of 
copper as large as the mains have been substituted for fusible metal. 

There is a difference of opinion as to the most suitable metal for a 
fase. Tin, lead, and copper are generally employed. Then comes the 
question as to whether a thin strip, a single wire, a number of single 
wires stretched parallel to each other, or a number of small wires 

The purity of the metal is also of great consequence. In designing 
& fuse, the objects in view are :— "e uu 

1. Safety to attendants and adjacent instruments from molten metal 
or splintered insulating material. ao T 

2. A positive break in the circuit when the fuse does melt. | 

3. Ап accarate knowledge of the capacity ander the condition of its 
mounting. | 

4. Darability. | | 

5. A safe, simple, and rapid means of replacing. | 

6. Mechanical strength, rendering it independent of skilled or 
specially carcful handling. | | 

7. Protection from other sources of heat from imperfect contacts, 


8. Compacfness. | 

Taking a few common examples, they are mostly defective in one or 
two points. | ‚ | 

The tin strip reduced in section at the centre is generally suit- 
able for low tension work, but it is almost invariably unprotected, 
and frequently in such a position that it will blow right in an 
attendant's face if he should happen to close a switch on a short 
circuit.” 
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This type is the most durable, and the most accurately gauged, but 
if a large range of sin s is required it is a nuisance to have to keep so 
many spares, especially as they are usually of a particular pattern. A 
rapid replacement is managed by throwing over a link or inserting a 

lug to connect another fuse already mounted. Otherwise it is satis- 


For high tension work, there are quite a lot of examples that will 
not break the circuit in the case of a sudden " short circuit." Copper 
wire is generally most successful, since there is a less quantity of 
таро metal l: ft in the path of the arc. In very small sizes, how- 
ever, it is difficult to manipulate. Running in ite normal condition, 

at a high tem ure it deteriorates rapidly. Again, with a variety 
of fittings mountings, the value for any pua gauge alters 
considerably. Where the balance is held in favour of copper, there 
should always be an easy means of inspection at any time. Either a 
transparent shield should be used or a duplicate system employed, 
which will allow & fuse to be removed and examined without inter- 
а рвы the supply. One well-known fuse consists of a length of wire 

dered at either end to plugs having ebonite handles. The 
mechanical weakness of this arrangement may lead to serious acci- 
dent. The operator gets one plug in, then, perhaps, breaks the wire, 
and the live end sage down and touches his hand. Besides this, there 
is the inconvenience of having to solder the wire to the plugs. 
Another has a wire fitted into a gauge glass, sealed at the ends, and 
half fall of a liquid. These have been known to explode with great 
violence. Let us hope that they have long since joined the ranks of 
“ our old type.” 

A lead wire encased in an Indis-rubber tube, or a copper wire in an 
asbestos sheath, have been used with suocess as far as the break goes; 
а wire in à glass or earthcnware tube, with the ends open, is reliable 
if of sufficient length. One of the most recent designs bas many novel 
features. The holder is in the form of a drawer made of earthenware, 
having a partition down the middle lengthwise. The fuse is a short 
length of wire, strained over the partition by means of two springs, 
the current being conveyed through flexible conductors from two 
wedged contact pieces projecting from the back end of the drawer. 
When in use, the drawer is filled with as oil and pushed home, 
во that thé wedges enter spring jaws. When the fuse wire melts, the 
springs carry the ends down under the oil, and во cxtioguish the arc. 
The makers claim that with this fuse 500 amperes at 2,000 volts can 
be broken without any hitch. 

The percentage of error in adjustment must be rather large, since it 
would take some time to warm up a large mass of earthenware and cil, 
and again, the unknown tension of the spring introduces another 
source of error. The fuses are arranged in duplicate for inspection 
and rapid replacement and are extremely compact. 


AMMETERS 


Ammeters for the switchboard should be altogether different from 
laboratory instruments. The scale should be more accurately read- 
able at the lowest part, if there is any difference. Oa d 
one canneé run too close to the capacity ot a machine, while it is of 
the highest im ce that one should know when the load has 
fallen sufficiently when switching out a machine. Again, when used 
on circuits, for perbape 20 hours out of the 24, they-are only indicat- 
ing on the lower part of the scale. In practice they are often sub- 
jected to powerful external influences, since it is y convenient 
to fix them close to the main omnibus bars. cy should, there- 
fore, be specially protected from such disturbances. The moving 
perte should be strong enough to stand excessive currents passing 
momentarily, and for many cases the movement should be damped. 
An ideal inst ument, if not quite dead-beat, might havea damping 
arrangement adjustable, so that the necessary amount could be 
applied under peculiar circumstances. An arrangement of terminals 
such that a dard instrument could be connected in series by means 


cf flexible leads to enable the instrument to be checked while in posi- - 


tion woold be very convenient. Where a glass cover is used, it 
should be far enough away from the pointer to minimise errors due 


to static charges on the surface. 
ular now for two reasons; 


The Edgewise pattern is becoming 

it is more compact as & switchboard fitting, and when fixed in rows, 
and the index of each standing at a different value, you get a curve 
formed. Phe shape of this curve becomes more or less familiar to 
the attendunt, so that he more readily notices a change which máy 
point to sb irregularity in the outside system. Ammeters for the 
«xciting circaits of the machines аге u y only required for alter- 
nators. To make intelligent use of these, they should be easily 
readable through the range of the rheostat. They need not be read- 
able below the .ninimum current required for excitation. They should 
be very accurate, shielded from external influences, dead-beat, 
and strong enough to stand rushes of current when the field is 
switched on or off. 

It is impossible to pass over the subject of ammeters without 
drawing attention to the Weston instruments. To those not familiar 
with these, a sum of their advantages may be of interest. 
Unfortunately they are only suitable for continuous currents. The 
scale is стю throughout the А 
markably Tad. Beat. "The accuracy is very high, it is independent of 
«xtermal influences, and the calibration is not im by‘com ptra- 
tively rough ‘usage. The-current measured does not through 
VVV board, the 
eonnect ions (being two small wires. It is really a voltmeter, measur- 
ings minute difference of p«tential across a shunt which is plac-d 
in the main cirenit. Any number of shunts can be conhected-by 
means of mall plugs to one instrument. с рея device sometimes 
used with these ammeters is a luminous e scale is trans- 
lucent, the gradation lines and figures being opaque. A small lamp 
fixed behind shows up the reading boldly, so that it may be seen at a 
distance. The recording ammeter is rarely used, and it is, perhaps, 
an unnecessary refinement. 


"board. They 
` clumsy, even кое 
“resistance material 


The action i» re- 


Integrating meters, ampere-hour, or wattmeters are hardly switch- 
board apparatus at present. They certainly would be useful adjuncts, 
and will probably become The usual form of case may be an 
objection. If the makers would turn out something all over lacquered 
brass and a reasonable shape, there might be a development in this 
direction. The same remarks on ammeters with reference to cali- 
brating with & standard instrument might be applied here. The 
roller form of register instead of dials, in a large size, which could be 
made of aluminium, would be an attractive feature. 


VOULTMETEBS. 


It is most essential that voltmeters should be accurate instruments. 
They must be sensitive to very small changes, and for some classes of 
work dead-beat. They should be free from temperature errors, and 
capable of continuously indicating the normal pressure for very long 

riods. They should always be protected by fuses easily accessible. 

emarks on ammeters with reference to static charges on glass covers 
are applicable in some cases. 

There are three distinct classes of voltmeters in every day use, 
electro-magnetic, electrostatic, and those depending on the ex 
о отав generally speaking, ы саа perpe 

g curren , and except for the p 

of recording instruments, where some power has to be expended in 
overcoming the friction of the pen on the paper, they do not possess 
many advant The Weston instrument, however, from its dead- 
beat action and extreme accuracy, is again a favourite. As a volt- 
meter it can be fitted with а luminous scale, and it is usually pro- 
vided with a movable index in the shape of a disc, which eclipses 
а circular aperture in the pointer. This form of index is very easil 

seen from a distance. Electrostatic voltmeters are useless for record- 
ing, and some forms are liable to stick, owing to the very small forces 
which actuate the pointer. They can, however, be used for alter- 


- nating and continuous currents, and they consume a minimum of 


energy. They are most commonly employcd for Ligh tension work. 
Some engineers object to a dangerous potential acroes an instrument, 
especially as it has to be observed closely, and frequently tapped to 
ensure a correct reading. A small sparking gap has to be introduced 
to protect the instrument, and with concentric mains a momentary 
rise of potential is common and causes the fuses to blow. 

The “Oardew” is a most useful instrument, being appli- 
cable for continuous and alternatiog currents, and is very dead. 
in action. It gete out of adjustment rather too easily, however, and 
is an awkward shape to accommodate on a switchboard. The hori- 
zontal pattern is much steadier than the vertical owing to the steadier 
rate of cooling. The consumption of rather heavy. In spite 
of ita many defects it is very popular, probably its wide open scale 
and sensitiveness compsre very favou:ably with rival instrumenta. 

Recording voltmeters are developing, and may now render faithful 
accounts of electrical pressure. But from some pointes of view they 
are still imperfect instruments, since they may sometimes ignore the 
willingness of the spirit, whilst testifyicg to the weakness of the flesh. 
Where these instruments are used, the temptation to tamper with them 
should be removed, and the interpretation of the charts humane. 


Rumoerars, MuLTIPLB SwrTCHESG, лир FIELD Swrromms. 


Rheostats are often suggestive of the skeleton in the cu 

are unsightly, and the connections are M y 
they may be sound. The ch of 
a matter of great interest. Some alloys 


- found to have become rotten and brittle after a few years 

y suffer mechanical injury during construction, 
either from ing, £c., or heat applied for soldering. R 
surface should constitute one of the principal features of the design, 


tages. 
bot must be рота for, and in forms other than the 
` rather an awkward matter. Spirals of wire are „ since 
"they ате liable to shake together and interlock if accidentally dis- 
placed. They accumulate a lot of dirt, are inconvenient to clean, 
and also in vol ve comparatively confused connections to the multiple 


' switch. Where a rheostat is only in the field circuit of an exciter 


‘and consequently small, it may be wound on a block of slate having 
-a sliding connection along one edge. The slate absorbs a good deal 
“of the heat, the larger surface. It is 
objectionable to have the contact on the actual wire, as the wear and 
any slight king might in time cause the wire to break. A great 
"advantage, however, can be claimed from the fact that such an 
arrangement may be fitted on the board always in sight and kept 
thoroughly clean. An sia, ei ie on this form and suitable for 
larger work is effected by having 


would be 

ducing at the same time additional mechanical advantages. 
With reference to multiple switches, besides ample current carry- 

onal provision for wear, as this 
may be very heavy. Circular switches, or linear motion derired 
from a screw, are most usual, but as there is a chance of the оре 
forgetting-for the moment which way to turn the handle, it pe 
ferable, in the author's opinion, to have a lever working through а 
quadrant in a verticle plane at right an to the board, the connec- 
tions being so arranged, that the g of the handle raises the 


necessary to make fine adjustments, and occasionally 
large alterations rapidly, so that & good i 
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the windings at the instant of cutting off the current. The author 

is acquinted with two designs, one by Messrs. Siemens, the other 

me ене Construction Oompany, which are well suited for 
u y e 


SyncHRommsina APPARATUS. 


alternating current stations this apparatus is of first 5 
oresight. 
rator should be 


employed, and it has the advan of being easily seen by the driver, 
— of his engine. This information 


adopted a gold- leaf synchroniser could be used. It is more secure 
from breakdown for having no transformer. It is very dead-beat, but 
at present it has not been developed as a switchboard instrument, and 
requires modification to preserve the extremely high insulation 
neceseary. While on the subject of synchronising, it is instructive to 
notice that in English stations an artificial load on the incoming 
pear is considered unnecessary, although usually employed on the 
tinent. 

In one English station it has been found advantageous to 
machines through an impedance coil, and then short circuit the coil 
in two steps. As an extra promon the paralleling of all machines, 
up to 400 kw. capacity, is done through a 20-ampere fuse, and this 
fuse is not blown more than once a month. (It may be mentioned 
that the armatures are of the ooreless type.) 

Having discussed the details, the general arrangement and construc- 
tion of the board may be criticised. Slate or marble are usual as a 
base, but all holes should be bushed with ebonite, and ebonite plates 
fixed under all inst-uments for higk tension work. There is a skeleton 
form, however, made of a lattice work of wood or angle iron, on which 
the various instruments are mounted. This form is highly efficient 
from many points of view, but in appearance it is untidy, and it 
occupies a deal of room. A recent development consists of a 
number of celle, made by vertieal slate partitions fltted into slate 
shelves, which are built into the wall. In this arrangement there is, 
of course, no back, the connections being visible from the front, and 
carried up through a vertical series of cells. 

The commonest form of board is constructed of slate slabs, or 
panels, having the instruments on the front and all connections at 
the back. It is the back of such boards that should be most closely 
watched. It is often necessary to change an instrument, or connect 
оид attended With gress peril rk. 
ts such wor requently a great А 
Acsimulations of dirt and dust have also to be removed 
periodically. . | 

Sach boards, if designed in a standard panel form to permit exten- 
sions, should also have a standard system of back connections suit- 
ably protected, and in no case should miscellaneous cable and wire 
connections be allowed. 

Оа double-pole boards the opposite poles should be far apart, 
either horisontally or vertically. For the arrangement of omnibus 
pame nd varieties of combinations some reasonable limit should be 
Breakdown terrors are usually more рош in the minds of 


controlling gear should be within easy reach, and that the indications 
of all instruments should be accurately readable from a convenient 


position. 
A greeny d or temptation to lean or stretch over any portion of the 
board should never exist. | 

It seems almost absurd to mention such an obvious precept, yet it 
is common enough to find a clock тсн юш NOUO ре у 
mounted on the of a switchboard. There are protected 


‚ and ammeter, are 


among the first requisites of a panel; , perbaps, there may be 


plug connections, sync ing connections, field switch, and rheostat 
switch. Voltmeters are usually common to the whole board, and 
here a suggestion may be borrowed from an American practice—in 
that of mounting a voltmeter on a swinging bracket from the end of 
the board. It can then be moved to show to the best advantage at 
that part of the board where an adjustment is being effected. 

Field switches may be advantageously mounted on the machine; 
by this arrangement there is a saving of conductors, and the man 
who leta down the brushes may be more confident that the machine 
is not excited at the time. For continuous current machines the 
rheostat, and multiple regulating switch, might also be mounted on 
the machine, or on the wall close by, thereby saving long conductors. 
Binoe the electrical pressure ion is between adjust- 
ments of exitation and d, both may be fi ly ormed by 
one man, preferably the driver or d o attendant, whose attention 
can thus be directly called to the brushes at every alteration. 


alternating current machinery, the rheostat switches at least must be 
on the board, or close at : : 

Bat there are some alleviations to compensate for the fire risks 
involved. Alternating current usually means high tension, and the 
heat generated is of use in keeping the board at a slightly higher 
temperature than the surrounding atmosphere. There are occasions, 
when there is a fog, or perhaps in the event of а mishap with steam 
connections, that this higher temperatare may save condensation and 
consequent troubles, . 

Oae of the most pressing considerations in connection with the 
switchboard, as a whole, is the efficient protection from dust and 
accumulations of dirt, es y at the back. Not only should 
elaborate precautions be , but an easy and safe means of inspec- 
tion and cleaning should be a prominent feature of the design. 

From an s:sthetic р of view, a little license сап be granted if 
all details are well gned. 
greatly to the general appearance. Some engineers severe 

wn anything that is inflammable; this, like everything el«e, can 
be carried to excess. When one considers the proximity of such 
material to an open fire, in an ordinary dwelling housa, and the small 
risk one attaches to it, a little ornamentation on a switchboard 
appears to be reasonable. There is no necessity, however, to make a 
switchboard a subject for rococo decoration, and, as mentioned b fore, 
there are fitter places for a clock than in a surmounting scroll. 

With а view to standardisation, another suggestion hails feom 
America. One of the largest firms manufactures unit panels always 
on a standard size of slate. They make 14 different capacities on a 
pane 48 inches x 16 inches x 1$ inches thick, and.a blank panel 

8 inches x 16 inches x 1j inches to go underneath. They are 
bolted on to steel frames and adapted for unlimited extension. 'The 
space required for a switchboard is not of such great importance if 
correctly estimated when designing the buildings. Too often, how- 
ever, it has to go somewhere between two windows, in a cramped 
position, with little or no room for extensions. 

The best position is probably on a gallery extending down the 

of engine room, except in:belt or rope driven stations, in 


length of the 
, which case it should be parallel with the drives to be safe, in the 


event of an accident with the pemg. An elevated position such 
that the operator can see and sigoal à driver at the stop valve of any 
engine is about the ideal. ` 
Though perhaps a little foreign to the subject, a system of engine- 
room si might be conveniently, touched upon here. It is too 
small a matter to be treated on under its own heading; but, at the 
same time, it is important in the administration of duties from the 
switchboard. In large concerns a well organised system ie indispen- 
sable, and in small stations, therefore, unorthodox signs should be 
considered as bad form. The practice of shouting ana cat-callin 
about au engine room, though it may betoken hearty goodwill ian 
enthusiasm among young assistants and pupils, is, to say the least of 
it, undignified; such cries should be reserved for personal accidents. 
A regulation whistle or bell, whichever can be more clearly distin- 
ished from the usual hum, should serve to call the attention of 
rivers. The number of a machine can be indicated by displaying a 
tablet having both sides painted the ваше. If the board can be seen 
from every stop valve, alterations of speed can be signalled by 
moving an extended hand and arm “up” or "down," the driver 
signalling the normal by moving his hand rapidly back and 
forwards in a horizontal plane. When the view is bicck.d, different 
toned bells, or a number of strokes may be employed, but it is remark- 
able to find how easily such signals can bs forgotten, or confused, 
after being in daily use for months. Another method is t » illuminate 
a small window, having а word painted on jf, by means of a small 
lamp. Almost any method will answer the purpose provided that it 


is uni . 

Turning once more tó the question of standardisation, manu- 
facturers have now had the opportunity of gleaning from innu- 
merable cations, and of silently witnessing some failures. 
газараа peychological treatise on the switch attendant is still 


ere are, without doubt, some curious instances of irregularities 
due to absence of mind or fatigue. It is not at all uncommon to see 
a man feel the bearings and fill the oil caps of a stan machine ; 
but when it comes to the switchboard attendant si “ raise 
speed " on a particular engine, the driver adjusting the A ego: of a 
standing , and the attendant signalling back “all right," the 
subject becomes distinctly interesting. Then there is the man with 
the laboratory training, who taps every instrument, including the 
clock and the almanack, before taking a reading. Fuss and plugs 
have been pulled out while. carrying currents. There was a story 
onoe of the exciting carreat being switched off an alternator while 
running in parallel. Possibly designers bave already, or can 
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easily obtain sufficient information of this description for their 
dance. 

Once launched on this fascinating theme ideas and suggestions 
spring like mushrooms. In the interests of science let us suppress 
the prolificacy of imaginatione, born of watching and wakefulness, in 
the midnight hours. 

Leave such work to professional designers who regard inspirations 
in the positive degree, and to men who live for “ estimating,” before 
whose searching gaz3 the colours and glories of originality pass and 
die away. 

The Sather has endeavoured to point the necessity of good stan- 
dard work for switchboards, and to discourage the individual of 
designing propensities among “ Resident Engineers." Не is aware 
that much bas been done already towards establishing a standard, 
but has recently received replies to inquiries from severa) large manu- 
5 firms, " we have no standard, as we find all specifications 

iffer.“ | 

It should be reserved for the resident or consulting engineer to judge, 


а representative body of engineers to frame rules and regulations, and 


for designers and manufacturers to perfect details and study 
economical production. 

In conclusion, the author desires to express hia thanks to the 
gentlemen and firms who have rendered him liberal assistance in the 
preparation of this paper. 


SINGLE v. MULTIPLE GENERATING STATIONS * 

Ву Јонм F. C. SNELL, Borough Electrical Engineer, Sunderland. 
Тиш question is one by which doubtless many of us will be met, 
especially those engineers in cbarge of direct current central stations, 
though the question will doubtless also affect to a less degree those 


supplying alternating current. There is no doubt that too little care 
^ has 


been taken in many cases to gauge the extent of. the demand 
which will be made upon supply stations, and one finds small sites 
adopted іп many cases, or s mall stations put down without seemingly 
any regard for future extensions or future uniformity of design. 
While, on the one hand, it is imperative for the well being of these 
undertakings to keep down the capital cost per kw. installed, on 
the other hand, it is foolish and ill advised to pay no heed to the 
future, and to design the station initially, во that extensions may not 
be made systematically, and the result ba а credit to the designer in 
the future, and, at the same time, economical to the municipality 
which he represents. 

One cannot overlook the insignificance of many of our stations at 
the present day compared with, as the author thinks, the dimensions 
they must attain in the not remote future, and the question which 
each engineer will have to consider, will be, shall the whole town 
plant be centralised upon one site (which in most cases would have 
to be extra-mural) or shall there be several supply stations at 
different points? The author commenced these notes before the 
question was raised, at the late Parliamentary Committee and before 
it had begun its deliberations, and it is interesting to note, that while 
engineers generally admit the safety of extra high pressure supply, 
many of the most eminent admit that multiple stations have great 
8 The whole question is determined by the following 

ote :— 


gi The critical limit of H.P. installed from the point of economy. 


2. Economical generation. 

3. Efficiency of distribution. 

4. Load factor. 

Critical Limit of H.P.—This has been satisfactorily determined by 
Dr. Alexander Kennedy in the discussion on Mr. Ellington’s paper 
on hydraulic power supply, read before the Institution of Civil 
Engineers in 1894. The Professor there states that he has found 
this critical limit to lie somewhere between three and five thousand 
H.P. installed (Mr. Ellington's limit being much lower) and once 
this limit is reached, it is just as economical to build another station, 
as to go on increasing the capacity of the first. This point being 
conceded, the questions of site, nuiganoe, and economical generation 
will be considered below. The author's opinion is, that given sites 
obtained with economy and carefully chosen, that this principle of 
multiple stations is the right one, inasmuch as cther factors, such as 
additional safety and reduced capital outlay on mains, and increased 
efficiency in distribution are thereby obtainable. 

Economical Generation.—It is impossible, of ‘course, to lay down 
any standard on which a town supply can be based. But no doubt 
the ideal to be aimed at is a direct current system, with ite simplicity, 
availability for power purposes, possibility of storage (which we may 
hope will yet greatly improve) and ita undoubted reliability; con- 
densing plant with its added efficiency, reduced charge for water and 
boiler cleaning ; and a convenient position for economically obtaining 
coal. It ie impossible, except in rare cases, to obtain these advan- 
tages as it were naturally, 1.6, to find а site, at once alongside of 
water, and a railway siding. By far the greater number of towns 
will bave to adopt auxiliary means for cooling circulating water, if 
they must needs obtain tbe advantages of condensation, and it would 
therefore seem that in many cases it is unnecessary to build stations 
outside a town, the only factor against this being the increased cost 
of the sites in more central positions, but which may well be 
outbalanced by the cost of mains to various eub-centres, when one 
generating station is adopted. Ia the City of London no doubt, the 
case is a specially peculiar one, but in the other large cities and towns 
there are plenty cf available sites which would be easy to cbtain, 


. where the station may be practically erected on the mains it supplies. 


The question of & slight charge on the coal for cartage, or even the 
much more pronounced one of condensation, may be much outweighed 
by the inefficiency of the distribution. That a site situated by a 
river, for example, where surface condensation may be obtained, is 
one of the griatest blessings that a station can have will be 
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admitted, but not so if a system has to be adopted which entails an 
inordinate price for trunk mains and repeated transformation. 

Distribution.—It may be taken as an axiom, that simplicity of 
distribution is desirable, and even necessary, and we sball fiad that 
out more and more as time goes on, also that the lower the pressure 
adopted, consistent with economy, the safer and more reliable the 
supply. One does not want to rake up the old discussion of the pros 
and cons of alternating aud direct currents, but let these remarks 
apply to all stations of both classes; therefore, from these points of 
view alone, multiple stations with simple radiating feeders appear 
to provide the simplest system obtainable. It cannot be overlooked 
that the amount of conductors radiating from one huge extra-mural 
station, would sometime b»come enormous, and expensive culverts 
would have to be constructed. | 

Capital Costs — Multiple stations are not any dearer to construct 
than single generating stations, for if one analyses the costs of one 
of the London companies, or municipal towns having multiple 
stations, and bears in mind the relative miles of straets covered by 
their distributing mains, one will find very little difference in the 
cost of the two avstems at this earlier stage, and one may venture to 
say that the difference as the load increases will be in favour of 
those stations which are fixed directly on the centre of gravity, as it 
were, of the aystem which they supply. 

Load Factor.—There does not seem to ba much in this point. If 
anything there is a chance of a better load factor at several stations 
than with one large and distant one. Take a system which is supplv- 
ing light and power. and supplying tramways, there can be no doubt 
that the system will have a better efficiency of distribution when 
several stations are erected; will be better able to deal with the 
requirements of the tramways and leakage; and better able to solve 
the problem of the decreasing pace in the streets available for mains. 
The lead factors of Glasgow and Liverpool, with multiple stations, 
or at Westminster, are as good as towns of equal importance where 
the whole supply is from one station, and the proportion of maximum 
load to plant installed much the same, So there is not much in that 
argument against multiple rtations. 

Nuisance.—Objections which may be raised to intra-mural stations 
are :— 

1. Cartage of coals and ashes. 

2. The absence of natural means of condensation of steam. 

3. Smoke nuisance. | 
4 Vibration. 

(1) The extra 8 or 9 per cent. payable on coal for cattago (as may 
happen in the case of multiple stations), may be much more ont- 
weighed by the decrease in efficiency of distribution when the 
station is outeide the town, added to which must be the interest on 
the capital cost, which the extra mains entail. 

(2) Condensat'on.—' This has been touched on before, and, as bas 
been said, probably the majority of stations in future will have to 
provide artificial means for dealing with the circulating water if 
condensation of steam is to be adopted. Those stations which have 
some natural source, such as a river or the sea, will no doubt have 
the advantage, and he would be unwise who would omit to sieze 
these opportunities, if they are at all possible. The saving which 
may be obtained from the reduced consumption of steam, aud con- 
sequently of coal, the absence of any charge for feed-water, and the 
less cost of cleaning the boilers are the advantages. Doubtless, 
therefore, there are cases where the economics of this problem can 
be better met by centralising the plant (probably in the future this 
may mean three-phase plant), where this great engineering advantage 
of condenration can be obtained, and the supply re-distributed from 
multiple sub-stations. | | 

Vibration.- This point which has been raised as a deterrent to the 
adoption of stations inside certain towns is one which, with care in 
dealing with the foundations and formation on which the station is 
erected, and by the adoption of three-crank engines, can be neg- 
lected. Atmospheric exhaust vibration is a matter which can be 
easily got over by exhaust silencers, or, of course, by adopting oon- 
densing plant. PN 

Smoke Nuisance.—This point is mentioned because often brought 
forward as an argument for extra-mural stations. One may con- 
fidently say that in these days there are faw of us who would care to 
admit that our stations would be complained of from this point, and 
with careful stoking and management the smoke nuisance is more 
visionary than real. 

To briefly summarise, the actual problem we are confronted witb, 
is that a station already exists, and we have to extend with both 
financial and engineering success, and our respective committees will 
not care about large alterations being ultimately made by the sub- 
stitution of existing plant by other systems. The most n 
method therefore seems to be this, to prospect new areas by high 
tension direct current machinery, where possible, with sub-stations 
feeding into low tension networks, the latter so designed that ulti- 
mately they may become part of the general network into which tbe 
second or more stations will ultimately feed, these taking the place 
of the temporary sub- stations. 

This paper contains notbing new, and is intended merely to bea 
basis on wbich the arguments for and against the principle enunciated 
may be thrashed out, and I must apologise to the members of the 
Association for what may well be considered a plagiarism. 


MANAGEMENT OF ELECTRICAL UNDERTAKINGS BY 
LOCAL AUTHORITIES * 
By Courcilor Hesrorp, Ex-Chairman of the Electricity Committee 
of the Southport Corporation. 
Ir calls for no great demand upon cur credality to-day to assume 
that electrical undertakings can be efficiently administered and 
profitably managed by local authorities. | 
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We have evidence of this sufficient to convince the most Api Po 
P y 


even Government departments Yet, with such evidence 
before us, the anomaly remains that of the total number of pro- 
visional orders annually obtained, many drift into and dwell for 
ears in the regions of the doldrums. Here pessimistic majorities 
to dwell until leavened by the optimists when the good ship 
soon finds its way into the trade winds. Having arrived in such 
active sphere, committees generally exhibit a desire to understand 
something of the work they are called upon todo. Nay, their szal is 
generally worthy of emulation by every manufacturing committee of 
orations. Some are even as jealous as the boy who took the 
ws to pieces to see from whence the wind arose. It is a new 
thing, is a common remark, and who does not like to see and hear of 
something new. 

Having taken their decision to establish a station, alas, difficulties 
face them at all pointe. Shall an engi be at once engaged to 
design and subsequently work the station, or is it better to call in 
the advice of some consulting engineer to advise and plan. To 
approach the makers of machinery at this point, as private individuals 
do in building factories and works, is rank corporate heresy. On 
such a mementous question members seek advice from those of their 
friends who have already gone through the mill But here diversity 
of opinions is the bewildering fruit of their efforts. Every com- 
mittee know what they want. It is a station and system of distribu- 
tion that shall be second to none. It must be planned for utility 
and convenience, and meet the unknown wants of futurity. Its 

should be designed to adapt itself with precision and 
success to all the varying requirements, work at a cost that shall top 
the record, and be obtained from the lowest tenderer. These arc the 
ideals, and the question is how to get them. 

Friends tell us privately that 5 engineers are divided 
into schools, and that somehow or other district will be found 
to be well suited to the particular system that the engineer called in 
generally advises. The advantages of such system are explained 
and made manifest, whilst the disadvantages of others are clearly 


portrayed. 

Having read or remembered something of the battle of the gauges 
fought by railway engineers in the first half of this century, and its 
termination by the evidence of convenience, members of committees 
subside into age ee being oe sce reasoned decision 
on any system. condition the influence of persuasive oratory 
generally prevails and soon seals their capture. 

An is engaged and a suitable system declared. 

Should the committee continue in the jelly-fish condition produced 
by abundant and earnest advice of opposite polarity, they will be 
spared the distractions of listening to the arguments of Lancashire 

versus water tube boilers, or high speed versus slow speed engines, 
one advantage of being in a plastic condition of mind. The station 
being now completed, committees for a time at least are rid of their 
рер ече and difficulties. This ie for a short time only. Errors 

design and equipment soon make themselves apparrent. Our 
buildin gs are too narrow or too short is a frequent ery. But that 
much "belauded day plant is the dilemma of most committees. 
Having been at work a year or two it leaks out ually that the 
small unit specially advised for economical day load work is too small, 
and of insufficient power in some cases to energise the transformers 


We ате advised to sell them, but to whom? If the Asiatics could 
be induced to take them as readily as they take modern rifles, what 
a relief to corporations and benefit to the buyers it would be. The 
advice is frequently given to sell this or scrap that, often advisable 
and perfectly sound from a business point of view, must or ought to 
bring to every committee the concomitant duty of making a reserve 
fund, out of which the unpaid sinking fund on such plant can be met. 

But the primary and foremost duty of committees having stations 
under their control, ought to be the production of electrical energy 
at the lowest possible cost. None need be at loss for a standard 
xs Mg measure such costs. With the excellent and up-to-date 
tables Lightning the failings of every station becomes apparent. 
Certainly few, if any, can exoel in every item of costs in the group 
into which they as measured by output fall. Allcan, however, try to 
stand well by 5 where skill and forethought in design and 
шинел, as X as аи аха 55 Mg 

e policy of willingness to lay oables supply proposing or 
likely customers bas hitherto been attended with general success. 
Of the day when it will become the poor man's light, we all 
anxiously await the dawn. Whenever the cost of distribution can 
be cheapened considerably that day will have arrived. Everyone 
connected with electricity committees remarks on this at present very 
costly process. 


could o it. 

The nice 3,000-hour load factor would delight him. How is this 
desirable change to be brought about. The prize is worth ev 
effort. But all here know that corporate gas committees are toug 
thick-skinned gentlemen. The one lever that would be rapid and 
successful in gently lifting them from their commanding position is 
the one of less cost. Bring that about by whatever means you like, 
ma 5 our desire is attained. К a Tm 

ing.—No on management wou comp withou 
Teference to the жүзө} In this matter rations stand 
well in comparison with private companies. By a large and con- 
stantly increasing number the Wright system of charging is finding 
favour. Personally, І am strongly in favour of retaining the maximum 
price, intact, setting the time limit of such price to suit the circum- 
stances of each locality. For all energy consumed beyond the time 
of maximum price, I would drop it to the lowest possible charge 
consistent with covering all cbarges. 


A reserve fund I deem a necessity. 

In a word my policy would ba one of charging the lowest prios the 
system will bear, rather than the one that obtains in the 
gas world of charging the maximum that will quietly 
consent to pay. Iu conclusion, as an earnest member of committee, 
let me add that it will be the opening of a grand day for the popu- 
larity of electric lighting, when the greater portion of the capital, 
energy and resource now expended by electricians on various schemes 
for improving steam engines and boilers, shall bs spent on the 
cheapening and perfecting of the means of distributing energy for 
lighting purposes. An average of from £8 to £10 per connection is 
a very heavy capital charge to carry. 

The interest and sinking fund on this amount is equal to one-third 
the annual cost of light in cottage houses. . 

Nor as a member of a corporation can I ignore the fact that the 
calamities that we were almost passionately pressed to anticipate 


publi 


and guard against by the ture of capital on duplicates have 
not generally shown themselves in practice. 

риш Mie press as my authority, the major ion of failures 
in lighting have occurred in consequence of w or defects in 


the distributing plant. 

Oar boilers, steam pipes, and engines have not failed so often as 
the underground portions of our systems. It is on this portion of 
the plant that members of committees entertain a fear, that is 
fruitful of halting and indecision. 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Тнв Desioen or Exzornio Raw ar Morons ron RAPID ACcELERA- 
тон. By Prof. CHARLES A. CaBus-WiLSON, Member. Read 
May 26th, 1898. 

(Continued from page 785.) 

From venera wo find the — current to be 30 
amperes ; so that the total current at starting is 45 amperes, assuming 
that the induction factor remains constant throughout. These results 
are shown in fig. 5. Horizontal ordinates represent time in seconds, 
and vertical ordinates speed in feet per second, and also amperes. 
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The acceleration is 1 25 f.p.s. per second, and can be kept constant 
until the starting rheostat is all out. The speed at which this takes 
place can be found from equation 6, by inserting the known value of 


x and putting m = 500, в = 06, c = 45. We find that the 
speed is 24:2 f.p.&, or 97 per cent. of the final speed. The error 
involved in assuming that the acceleration is constant up to full 
speed does not amount to 1 foot of distance. From the figure we 
see that half the distance is covered in 20 seconds during the process 
of accelerating, and the remaining 250 feet is covered at speed 
ud 10 seconds. The whole area of the curve p a b c represente 500 
t. 

The maximum current, 45 amperes, is constant up to the point a, 
when the s rheostat is all out. This is shown by the current- 
curve, At the point ¢ on this curve, corresponding to the point a on 
the acceleration curve, the current will rapidly diminish; the form 
of the curve has been calculated and plotted in the figure. 

We must now consider the influence of series winding on the 
curves of current and acceleration. In fig. 6, let values of the 
current be measured horizontally, and values of the induction factor 
be measured vertically. Take a Л equal to 15 amperes, and set up 
h b equal to 35:5 on the vertical scale. Then 5 is a point on the in- 
duction curve of the motor. For, whatever are the values of м for 
large currents, the value of м for 15 amperes must be 35:5 in order 
that the motors may run at the required rate at full speed. 

Take a g equal to the maximum current, 45 am Produce 
& b to cut a vertical line through g inc. The possible in- 
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duction factor the motors can have at 45 amperes is given by g c, 
equal to 106 on the м ecale. For the induction curve of a series- 
wound motor cannot be convex to the axis of current, though it may 
be a straight line sing throughout the origin if no part of the iron 
in the magnetic circuit is magnetised over the bend of the magneti- 
sation curve. We have shown in this case that the induction curve 
must pass through the point b; hence the greatest possible value of 
M for these motors is found by making the induction curve a straight 
line passing through b, giving us a maximum induction factor of 106. 

Our calculations hitherto have shown us that the motors must 
have an induction factor of 35:5 at 15 amperes, and that the maxi- 
mum current at starting must be 45 amperes. We have not, however, 
determined the value of the induction factor at 45 amperes. All we 
know is that if м is constant, and equal to 35:5 for all currents, we 
shall cover the given distance in the given time. 

It is clear that there are an infinite number of possible induction 


curves, all passing through the point b, having different values of м 
for 45 amperes, all less than 106. Any one of these curves would 
/nch pounds of torque 
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comply with the fication as to time and distance, but we shall 
see that none of them would be so good from the point of view of 
economy as the line a 5 c. 

When the maximum current to be carried by a motor is fixed, the 
weight increases nearly in proportion to the induction factor for that 
current. We shall assume that for any current the weight is given 
by * times the induction factor for the current, where k is some 
constant. Hence, of all induction curves that might be chosen, that 
given by a b c will involve the greatest weight. 

Let us suppose that the practical considerations of space and cost 
limit the weight of the motors in this case, so that the maximum 
value of м for 45 amperes is 71—twice that for 15 amperes. The 
induction curve must then pass through the points abf; let the 
curve a b f іп the figure be the curve chosen. 

From the induction curve we can construct a curve giving the 
total torque available for all purposes. In the figure this is drawn 
&t d p, horizontal ordinates giving torque in inch-pounds on each 
motor axle, and vertical ordinates speed in feet per second. By 
deducting from the horizontal ordinates of this curve the torque 
required to overcome the retarding forces we obtain a curve of 
torque available for acceleration. "Тыв curve is reproduced at / /: in 
fig. 5; it cuts the speed axis at 25 feet per second. 

We can now construct the acceleration curve for the series-wound 
motors. The maximum total torque is 4,500 inch-pounds; deducting 
750 inch-pounds for the retarding forces, assumed to remain cons'ant 
at all speeds, we get an initial acceleration of 3:12 f.p.s. per second 
—more than twice that obtained when m was constant. The speed 
of the car when the rheostat is all out is 121 f.p.s.; this speed is 
reached in about 4 seconds, and is shown by the point g. From p to 
g the acceleration is constant. The form of the acceleration curve 
beyond this point has been found by graphic construction, and con- 
tinued up to the point at which the area, as obtained with a plani- 
meter, is equal to a distance of 500 feet; this is at 27:5 seconds from 
the moment of starting. 

The current curve has also been drawn. The maximum current is 
passing for 4 seconds, after which time the current decreases; the 
value at any time being obtained from the acceleration curve 
by using equation 6. An examination of the curves in fig. 5 shows 
that the effect of increasing the induction factor by series winding 
has been to decrease slightly the time required to cover the given 
distance, the saving of time in this case being 2:5 seconds. 

If we compare the acceleration curves for the constant and variable 
induction factors, we shall see that the series-wound motor gains in 
distance up to the point at which the curves cross one another, and 
after this point loses in distance. If the distance gained is equal to 
that lost, there will be no difference in the time required to cover а 
given distance. This may often happen. The form of the accelera- 
tion curve ds upon that of the curve of accelerating torque. 
If this is nearly straight between & and /, the acceleration curve will 


rise up steeply, and the gain in time may be considerable. If, on the 
other hand, the torque curve is very much bent, the acceleration 
carve will bend over rapidly, and the series-wound motor will take a 
longer time to cover the given distance than one with constant 
induction factor. 

The form of the torque curve depends on that of the induction 
curve. Hence, the straighter we can make the induction curve. 
the shorter will be the time required to cover the given 
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A ratio of maximum to minimum induction factor of two to one is 
very commonly obtained, and in such a case the series-wound motor 
may show a gain of 5 to 10 per cent. in the time occupied. We have, 
ки А reason why the induction curve should be as straight as 
possible. ' 

The energy expended in covering the given distance is shown in 
each case by the area of the current-curve. A glance at the M 
is sufficient to show how great a saving is effected by the use the 
series winding. 

The two current-curves have been reproduced in figs. 7 and 8. If 
we multiply the vertical current ordinates by the tension of the line, 
we may take these to represent watts instead of amperes. At the 
баги whole of the energy is being expended in heat. The 

loss at any point may be calculated by finding the and the 
resistance in the circuit, and then multiplying this by the square of 
the corresponding current. If the heat watts is divided by the 
tension of the line, we obtain the part of the total current that 
represents the loss due to heat. 

When the current representing the heat loss has been deducted 
from the total current at any instant, the remainder represents the 
expenditure of energy in producing acceleration and overcoming 
train resistance. The proportion of these two can be obtained from 
the curve of total torque, since that tells us how much is being used 
for accelerating, and how much for overcoming train resistance at any 


speed. 

The curves o a and od in figs. 7 and 8 have been constructed in 
this way, thus dividing the whole area into three portions, represent- 
ing respectively the energy used in heating, in accelerating, and in 
overcoming train resistance. 

In comparing the two diagrams we see that the areas giving the - 
energy used in overcoming friction must be the same; for the тт А се 
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is equal,and so is the frictional resistance to motion. In this case 
the rd thus expended is, by calculation, 109 thousand foot- 


n 

Since the final speeds in the two cases are vely 25 and 232 
feet as second, the kinetic energy for the motors with constant and 
variable induction factor will bear to one another the ratio of the 
squares of these numbers. The values are, by calculation, 109 and 
887 thousand foot-pounds. There is thus а small gain in favour of 
the series-wound motors, owing to the fact that the final speed is less 
than with the motors with constant induction factor. 

It is, however, when we come to consider the areas representing 
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the heat loss that we see wherein lies the great advantage of the 
series winding. The energy expended in heating with the motors 
having constant м is more than five times that expended with the 
—— motors, Di actual values being 32:2 and 169 thousand 
foot-pounds respectively. 

Examination of the diagram shows that the area giving the heat 
loea is very nearly one-half of the area of the current-curve up to 
the point at which the starting rheostat ie all out. Now, the effect 
of the series winding is to reduce the time during which the starting 
rheoetat is in the circuit. And this reduction is brought about in 
two ways. First, tbe speed at the point when the rheostat is all out 
is reduced in direct proportion as м is increased. Second, the 
increase in the initial acceleration sete back this point still further. 
Thus, in fig. 5, the point a gives the moment when the rheostat is all 
out with constant м. The speed is 242 fps. It м at the start is 
doubled, owing to the use of series winding, the speed is reduced to 
1291 f. p. s., and the point g then still further set back, во that the 
time is reduced from 20 seconds to 4 seconds. 

Since the speed when the starting rhecstat is all out varies nearly 
inversely as M, and the initial acceleration varies nearly directly as 
M, the area giving the heat loss varies nearly inversely as the square 
of the induction factor at the moment of starting. 

By increasing the induction factor indefinitely we could reduce 
the heat loss to that due to the resistance of the motor only; in 
other words, we could do without the starting rheostat altogether. 
The reason why we are unable to do this is because the maximum 
pus value of x is determined by the form of the induction curve. 

us, we have seen in fig. 6 that in this case the greatest ble 
value of м is 106. If the weight involved in using this value of м 
were not an objection, we could reduce the beat loss to 13,000 foot- 
pounds. Sach a value for м would, however, be inadmissible, on 
acoount of the cost of construction and the space taken up, and we 
have to be content with a loss two or three times this amount. 

A reference to fig. 5 shows that the pointe, such as a and g, where 
the rheostat is all out lie on а curve passing through the origin. 
This curve is nearly a parabola, whose horizontal oidinate varies 
inversely as M. It is thus evident that, the more the heat loss is 
reduced, the greater will be the increase in M required to effect any 
further reduction; so that there isa pcint at which it is not worth 
while increasing the weight of the motor, the saving effected nct 
being large enough to compensate for the disadvantages of the 
heavier motor. 


The following table shows the expenditure of energy in foot- 

pounds'in the two cases:— 
Constant Variable 

induction factor. induction factor. 

For acceleration... ive .. 109 x 10? 887 x 108 

For train resistance vo .. 109 x 101 . 1090 x 10? 

For œ в loss Eis - .. 169 x 16 922 x 103 

| 387 x 103 2999 x 10% 


The expression "train resistance " means here all forces op 
the motion, including tbose due to the friction of the gearing 
the torque lost in the motor iteelf. 

Re once more to fig. 6, we bave seen that the induction 
curve of the motors must through the point ö, and that if the 
maximum value of м is limited to 71 the induction curve must be 
bent so as to pass through the point f. 

If now the velocity ratio employed can be increased, in the ratio 
of 71 to 106, or—what would come to the same thing—if the diameter 
of tbe driving wheel can be decreased in the same ratio, the induc- 
tion factor at 15 amperes must be reduced to 23:8, so that tbe final 
speed may remain unaltered Lat  k equal 23:8 on the м scale. It 
follows that a straight line through a and k will cut the vertical line 
through g at f, where g f is equal to 71 on the M scale. 

We have tbus made our induction curve pass through the point of 
maximum м for 45 amperes, and a k h is the best induction curve 
from the point of view of economy. We have done this by simply 
increasing the velocity ratio and altering the inclination of the in- 
duction curve to the axis of the current. This inclination will 
depend upon the permeance of the air-gap if the iron circuit is 
unaltered. Hence, by rightly proportioning the gap and the velocity 
ratio, we can obtain results approaching very nearly to the greatest 
possible economy. 


Since Ak in fig. 6 is equal to 01747 s and ah is equalto 


203 r being the retarding force in pounds at the oar axle— 
the tangent of the angle X a h is given by | 


tan kah = 0086 ČE 4 (18) 
тр? v 
Hence we can write, 
etd 


pasg = 685 x 10! x - (19) 


| TD'v 
5 the numerical constant defined on page 1, 4 is the number 
of в conductors, 8 is the number of turns per pole in the series 
асое a carrying the whole current, and g is the permeance of 
each polar gap in centimetres. 
It will generally bappen in practice that the weight limit requires 
a velocity ratio that is unattainable even with the largest values of 
d. We have here а difficulty that influences greatly the design of 
railway motors when spur gearing is employed, namely, the limited 
clearance between the gear wheel and the ground. We have to get 
the largest value of v with the smallest value of d. It is obvious 
that the greatest possible ratio of v to d is determined simply by the 


ce. 
(To be continued.) 


ELECTRICITY AND THE WAR. 


Tus interest in the war is well maintained in the columns of our 
American electrical exchanges. We have already stated the opinions 
of two journals regarding the probable effect cf the war upon the 
electrical business in the States. It was considered that the war 
would place the electrical trade in a bad way eventually. The New 
York Electrical Review &eems to take an entirely different view. It 
says that the only арр effect of the war оп the electrical industry 
in the United States has been to set the majority «f the manufacturing 
plants running day and night. The wire and cable companies are 
overburdened with orders, chiefly from the Government. Makers of 
dynamos, motors, searchlights, ship-lighting sete, and small supplies 
are also unusually busy. Many of these companies are working short- 
handed in their admiristrative forces, owing to the fact that a con- 
siderable number of their people have volunteered thejr services to 
the Government in various capacities. The war will result in profit 
to the electrical industry, and the electrical fraternity has been and 
will be of invaluable assistance to the Government. 

It is interesting to note that among the officers attached to Dewey's 
squadron was Lieut. Bradley Fiske. who is well kaown to the electrical 
fraternity as the inventor of the Fiske range-finder, and for his elec- 
trical work in other directions. Lieut. Fiske was on the Petrel, and 
it was his sbip to which the task was assigned of destroying the 
remnants of the Spanish fleet after the battle was over. 

It is to be hoped tbat the volunteer electrical corps, which is being 
rapidly organised by Capt. Eugene Griffin, Dr. Louis Duncan, Lieut. 
F. J. Sprague, Lieut. O. T. Crosby, and others, will not be placed on 
the same footing as other volunteer ee recruiting for other pur- 

The electrical volunteers’ immediate superiors will be men 
in his own line of work, whose ability he recognises. Oar New York 
namesake remarks, "The volunteer electrical corps does not and 
need not know military tactics—it must and does know how to handle 
a pair of pliers.” 

In connection with the war news it is interesting to print the fol- 
lowing telegram sent by President McKinley to the Electrical 
Exhibition, on its opening in Madison Square Garden, New York, 
early last month :— - 

“ It gives me pleasure to open the Electrical Exhibition in Greater 
New York, and to participate in this demonstration of the latest 
method of transmitting, recording, and publishing by means of elec- 
tricity. I congratulate you upon the achievements of American 
genius. I am glad to know that the resources of the wonderful eleo- 
trical arts have already been so far advanced in the United States, 
that American electrical goods are welcome the world over." 

In regard to the action of Admiral Dewey in cutting the telegraph 
cable at Manila, the New York Electrical Engineer saya: “ He cut the 
cable, but what a grand thing it would have been if he had had with 
him some good cable men who could have taken hold of the cut end 
and kept one of his ships in touch with the outer world." The battle 
of Manila offers an illustration of the wisdom of having experts in 
telegraphy and electrical engineering attached to every army or fleet. 
“If the electrical end of Commodore Dewey's establishment had 
been cared for as scrupulously as its strictly fighting end, he could 
have made his victory even more ccmplete in ita moral effect by 
showing the Spaniards the hopelessness of a war against so ingenious 
& people as ours. "There is one brilliant electrical engineer with the 
Dewey fleet, Lieut. B. A. Fiske, but he is helpless while the cable lies 
at the bottom ia deep water, for of all the ticklish things to hold aud 
raise a heavy cable is about the worst.” 

On the legality of Admiral Dewey’s act, the Western Electrician 
says :— It is generally held that all nations reserve to themselves 
the right to cut submarine cables in wartime as a military necessity 
or rent right, but it is possible that a civil claim for damages 
to the service may be admitted.” 

At the request of Lieut. Maxfield, U.S.A., the Government 
censor, all the foreign employés in the offices of the United States 
and Hayti Cable Company in New York have been laid off" from 
the company’s service, their places being filled by native-born 
American citizens. 


HEAVY MOTOR VEHICLES AT LIVERPOOL. 


Nor much attention has been accorded to the trials of motor vehicles 
made recently at Liverpool by the local Self-Propelled Traffic Asso- 
ciation, the object being to arrive at a type of heavy motor waggon 
suitabl; for trade requirements in and around Liverpool. Though 
entries were numerous, only six British vehicles were entered, and 
all the Continental vehicles were excluded by the 3 tons limit of the 
Light Locomotive Acts of 1896. Oaly four vehicles finally computed, 
yet they attracted a good deal of local interest, and numerous light 
motor vehicles were employed in carrying judges and others over the 
course. i 

All the competing vehicles were steam-driven ; there were no oil or 
electrical vehicles, though oil was represented well among the light 
attendant carriages, all of which were sent by the Daimler Company 
oF wo exible from the Steam Carriage and W. | 1) 

wo exhibits came from the Steam Ca and Waggon Com 

of Chiswick. No. 3, of Class II, which comes under the figures of 
minimum load 5 tons, minimum average speed 4 miles an hour, 
minimum platform area 110 square feet. It was carried on 6 wheels, 
and is described by the Times corres t as resembling a traction 
en with attached waggon. It and ite smaller companion, No. 4, 
‘had water-tube boilers and an air condenser. Vehicle No. 1 was sent 
by the Liquid Fuel Company, of East Cowes. It was entered under 


D 


THE ELEOTRIOAL REVIEW. 


[Vol. 42, No. 1,073, Јони 10, 1898. 


828 
Clase I., minimum load 2 tons; minimum speed 6 miles hour; 
platform area, 60 feet. It ran 35 milesin 5 hours inclusive all stops, 


a very creditable performance. 

The Lancashire Steam Motor Company, of Leyland, were the 
owners of the fourth vehicle, which carried 4 tons, and was built for 
6 miles per hour, and was carried on 4 wheele with a steel frame, and 
the boiler is below the platform. Its steel tyred wheels gave a deal 
of trouble, so that on the third day it did not turn out. Gradients of 
up to 1 in 20 were found on the various trial routes selected, and а 
report is promised at an early date. Present appearances point to 
the heavy motor car traffic being monopolised by steam-driven 
vebicles, whereas for light cars oil motors seem best, though for city 
work on smooth pavements electricity holds the place, as evidenced 
by the London electrical cabs, which still seem to be running satis- 
factorily and regularly, being daily in evidence all over the city and 
weet end. 

Had it not been for the hampering restrictions regarding road 
locomotives, the motor vehicle industry would to-day have been in 
а flourishing condition, and it would not have passed through the 
undesirable phase of company promoting, which has so much retarded 
honest development. 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NRW PATENTS.—1898. 


Compiled expressly for this journal by W. P. TBowPson & Oo., 
JKlectrical Patent Agents, 899, High Holborn, London, W.O., to whom 
ell énquiries should be addressed. 

—— 
11,570. “Improvements in er connected with electrolytic cells.” 

G. BELL and G. W. BELL. Dated May 23rd. 

11.579. Improvements in electric signalling on railways.” 
Warn and D. J. Janvis. Dated May 23rd. 

11,604. “Improvements in or connected with tbe electro- 
metallurgic production of iron steel and their alloys with chromium 
tungsten, nickel, manganese and the like." E. Srassano. Dated 
May 23rd. (Complete.) 

11,609. “An improvement in electrical fuses and cut- outs chiefly 
applicable to the bridge fuse." A. W. Sowry and H. E. Монвго. 
Dated May 23rd. 

11,610. “An automatic electrical temperature indicator.” А.Н. 
Woop and D. M. Havrisas. Dated May 23rd. 

11,627. “ Improvements in electric cables." 
May 23rd. 


J. W. 


W. S. Smita. Dated 


11,640. “Improvements in aceumulators or secondary batteries, 
and apparatus for their manufacture." F. Hermer. Dated May 
93 


11,678. Improved Y xx for use in the electro-deposition of 
metals" W. Dunn and W. J. TW mm. Dated May 23rd. 

11,723. “ Improvements in and relating to the making and 
of electric circuits.” J. A. BTEVEN and C. HAMILTON. 
Dated 24th. 

11,730. ‘“Smethurst concentric ceiling rose." A. A. BMETHURST. 
Dated May 24th. 

11,781. "Improvements in the globes of electric incandescent and 
similar lamps.“ ENGLISH INDUSTBIALS, Lrp., and G. E. Нкүг-Оц. 
Dated May 24th. 

11.732. Improved means for measuring current or voltage in 
electric lampe." ENGLISH INDUSTRIALS, LTD., and G. E. Нвтг. Dra. 
Dated May 24th. 

11,757. An improvement in jointing or junction boxes for con- 
necting, distributing, and the protection of electric wires.” T. 
MCE wax. Dated May 24th. 

11,773. "Improvements in connection with permanent magnets.” 
C. THOMPSON. ted May 24th. 

11,783. “ Improvements in and relating to conductors for electric 
railways.” H. H. Lax. (W. A. P. Willard, jun., United States). 
Dated May 24th. (Complete.) 

11,858. Improvements in the manufacture of elements or plates 
for secondary batteries or electric accumulators.” F. Kina. Bated 
May 25th. | 

11,860. ‘ An improved means for making and breaking electric 
circuits." A. W.SAUEBRBREY. Dated May 25th. (Complete.) 

11,880. “Improvements in, or relating to, coils for heating by elec- 
tricity.” A. CLEAVER. Dated May 25th. ` | 

11,906. “Improvements in, or relating to, fuseboards.” A. 
VaspaM and Т. H. Marsu. Dated May 25th. (Complete.) 

11,917. “ Improvements in means for silvering or plating the glass 
Mar: о машын electric lamps, or the like.” F. Fanta. Dated 


11,922. “Improvements in electric lamps.” А. A. C. Swinton. 
Dated May 25th. 

11,924. “Improvements in electric lamps." W. Pero. Dated 
May 25th. | 

11.926. iproved circuit connections for continuous current 
shunt machines.” A. SENGEL. Dated May 25th. 

11,936. “Improvements in electric arc lamps" R. Gaynor. 
Dated May 25th. 


11,989. “Improvements in, and relating to, telegraphic transmit- © 
ting and сог or receiving apparatus.” J. C. Мвувови. (B. 
Hoffmann, France.) Dated May 26th. 


12,011. “Improvements in electric gas-igniters." F. DEIMEL, 
J. LEHMANN, and A. SYLTEN. Dated May 26th. 

12,013. ‘Improvements in printing telegraphs.” L. Kamm. 
Dated May 26th. 


12,016. “Improvements in systems of electrical control.” H. H. 
Leren. (F. J. Sprague, United States.) Dated May 26th. | 


12,019. “Manufacture of active material for accumulator bat- 
teries.” H. Товгев and J. H. GRAEBER. Dated May 26th. (Com- 
plete.) 

12,049. ‘Improvements in electrical resistance coils.” S. W. 
Coutrriss. Dated May 26th. 

12,092. “ Improvements in electric bells for cycles.” A. R. 
GouLD. Dated Hay 26th. 


12,106. “А new or improved electrical appliance for curative or 
remedial purposes." H. Krauss. Dated May 26th. 

12,172. “Improvements in electric arc lampe" K. PAwIAN and 
M. Вкевннлво. Dated May 28th. 

12,175. A new or improved composition for the manufacture of 
carbon pencils for arc lamps, incandescent filaments, and the like.” 
C. SBcHNABEL. Dated May 28th. 

12,190. “An improved chemical composition intended for the 
manufacture of mantles or blocks for use in electric агр lamps.” 
Р. Мұвзсн. Dated May 28th. ; 


ABSTRACTS OF PUBLISHED SPECIFICATION 8. 


Copies of amy of these Apectfications may be obtained of Messrs. W. Р. 
TmoxPeom & Oo. 322, High Holborn, W. O., price, post free, 9d., 
(in stampe). iss 


17,924. An improvement in neld magnets for electri 

and motors.” СО. Товон. Dated July 30th, 1897. This inven- 
tion relates to the construction and winding of a field magnet, so 
that the coils employed can be easily wound ready to be put in place. 
A hollow cylinder of steel is made with deep recesses in its ends, 
leaving an internal shell cut away at each side to leave opposite 
pole pieces. Two insulating wires are wound, each forming a com- 
plete ring. Each of these rings have their sides introduced at both 
ends into the recesses and are passed through the cylinder. 

cross each other on each side of the cylinder and when electrical 
currents are passed tbrough the rings the cylinder is rendered 
magnetic, and the inner face on one side being of one polarity, and 
the opposite face being of the opposite polarity. 1 claim. 


18,276. “Improvements in electric lamps for miners' use.“ H. H. 
Laxe. (Communicated by O. Siedentopf.) Dated August 5th, 
1897. This relates to a novel arrangement of terminal openings, and 
of protecting the dome; covering the lamp bulb. 'The protecting 
dome is of glass and is hinged upon the casing of the lamp in such 
a manner that it swings downwards when opened, so that the lamp 
can be readily replaced. It also covers the terminal openings for 
charging the secondary battery in the lamp; as they are 
upon the front of the lamp so that when the dome is closed the 
contact pieces are prevented from becoming dirty. 2 claims. 


1.996. Improvements in electric rollers for therapeutical and 
massage e gard J. W. GiBBs. Dated January 25th, 1897. 
Date applied for September 22nd, 1896. This invention is 
an electric roller consisting of & central body provided with arial 
bearings for the handle. There are a series of contiguous gene- 
rating face-plates, as cop and sinc, around the centre of the 
body. The face of the roller is smooth and a circuit is established 
by the moisture of the body upon application. 2 claims. | 


13,268. "Improvements in electric mountain railways.” E. 
ANDRE. Dated May 28th, 1897. This relates to a device fof 
increasing the tension of the dynamo during the down journey 
without dangerously increasing the speed of the car. There 
is an arrangement enabling the motor to act asa dynamo, ive 
of the kind of current used, and to impart current to the line wires 
by increasing the number of revolutions. There isalso an additional 
dynamo adapted, to be connected up with the motor in series, in 
order to increase the tension of the latter by means of its own 
tension and to act at the same time as a brake. 2 claims. 


17,824. “Improvements in electric alarms for cars." A. NaTHAN. 
Dated July 29th, 1597. This invention consists of a vertical 
shaft, at the upper end of which is pivotally connected a spring- 
supported lever, provided with an arm directed downwards, mounted 
on the shaft, below the lever is a vertically movable disc supported 
by springs. To this disc there is fastened a tubular insulating sleeve, 
which is free to move up and down the shaft with the disc. Atthe 
bottom of the sleeve is fastened a plate. Below this is another 
mounted on the shaft by an insulating sleeve rigidly fixed. ere 
is an electric bell in circuit with these plates, and when the lever is 
pressed down the plates touch, which closes the circuit and operates 
the alarm. 3 claims. 


5,131. "Improvements relating to electrical resistances.” E. W. 
Bowes. Dated March 25th, 1897. This relates to liquid resistances to 
revent waste of electro motive force when resistance is not required. 
he resistance is short-circuited by adapting to the appliance which 
carries the movable pole plates, contact pieces, which, when the pole 
plates are together, come into electrical connection with the fixed 
contact pieces in the circuit, and bridge over the space between such 
contact pieces. 1 claim. 
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prospect is an alluring one to company promoters. 

The mysterious Guittari concoction which since 1896 has 
been threatening to revolutionise present steam practice 
is described in Specification No. 5,398 of the above- 
mentioned year, and briefly the process is as follows :— 

„The invention has for its object to lessen the consumption 


of fuel in the generation of motive power by the employment 


in the boiler of water impregnated with a compound of car- 
bonic acid gas, whereby the generation of pressure is ren- 
dered possible with an expenditure of heat energy very much 
below that by which it would be possible to generate steam in 
the ordinary way. The use of carbonic acid gas alone for this 
purpose would not, however, be praoticable, aa the gas would be 
quickly driven off from the water on the application of heat, 
with the result that the gas would become lost and the water 
be left in its natural condition. The invention consists 
essentially in the addition to the water of a compound result- 
ing from the combination of carbonic acid gas and a re- 


agent, whereby the reparate evolution of the carbonic acid 


gas is prevented, and the condensation of the combined gases 
and vapours after doing work is rendered possible without loss. 
This re-agent is ethene chloride, commonly known by the name 
of Dutch liquid." The impregnated water is then supplied 
to the boiler, the steam generated is used in an engine, passed 
through a surface condenser, and the ejected liquid used over 
and over again. 

We regret that we are not at liberty to publish the 
plaintiffs’ report in extenso, but we may state that 
the plant on which the testa, referred to in the 
lawsuit, were carried out consisted of a 10 H.P. nom. Col- 
chester horizontal compound engine with surface condenser. 
High pressure cylinder 6 inches diameter, low pressure 
cylinder 10} inches diameter x 14 inches stroke; fly-wheel 
5 feet diameter and 8 inches wide, with water space under 
rim ; speed, 155 revolutions per minute. 

Two locomotive multitubular boilers, each with 38 tubes 
6 feet 4 inches long x 2} inches diameter; heating surface, 
164 square feet, each boiler with grate area of 54 square feet. 

The fire-boxes of both these boilera had, however, been 
bricked up so that the grate area was approximately 2 feet x 
1 foot 6 inches = 8 equare feet in each. One was charged 
with plain water, the other with Guittari’s patent mixture. 
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During the progress of the trial before Mr. Justice 
Bigham, the report of the gyndicate's consulting engineer 
was handed to one of the witnesses, the data of which con- 
tained two items of the utmost significance. One was that 
16:8 lbs. of Guittari mixture had been evaporated per pound 
of coal; the other that 1:4 lbs. of coal produced a 
brake H.P.-hour. The testa of the plaintiffs, however, 
with Guittari stoking, gave 9:7 lbs. of water and 8 lbs. 
of coal! How are these descrepancies to be explained away ; 
especially when we are assured that tests made by another 
well-known engineer, previous to those of the plaintiffs, 
and who was called on their behalf, gave substantially 
the same results as theirs! It is a well-known fact 
that if every heat unit in the coal could have been given 
to the water, 16:8 lbs. conld not possibly have been turned 
into steam, and when we consider that not more than 70 
per cent. of the heat was utilisable for that purpose, the 
figure obtained by the plaintiffs seems to be a reasonable one. 
Moreover, when questioned by his Lordship, this gentleman 
stated that he could not say whether the process was worth 
anything or not. | 

Guittari himself, a skilled stoker of the Italian Navy, it is 
said, could donbtless have thrown some light on the 
matter, but at the critical moment he was non est, and во 
the secret of the marvellous properties of his invention was 
left untold. 

His Lordehip, in his masterly summing-up, gave a brief 
extract from a report made by the plaintiffs in 1896 for a 
Mr. Belcher, but had he read a little further he would 
have noticed the plaintiffs concluded that although in the 
plant submitted to them at that time (a very small vertical 
boiler, which Guittari stoked, and an engine which developed 
between one and two H.P.) the patent liquid seemed 
superior to plain water, yet the resulta fell far below that 
of good steam practice with plant of moderate capacity. 
Still, the learned judge dismissed this point, and rightly 
so, a8 having no real bearing on the case at issue. 

Опе factor which had a very important bearing on the 
result, was the correspondence between the parties previous 
to the experimenta, the plaintiffs insisting on having a free 
hand and entirely repudiating the suggested methods of 
operation put forward by the defendants. | 

The tests were carried out with about equal brake loads 
upon the engine, and with equal grate surfaces for each 
experiment, but even without the plain water test the 
Guittari result of 8 lbs. of coal per H.P.-hour, with an 
evaporation of about 94 lbs. of water or mixture, 
was sufficient to prove the mixture to have no 
advantages, and on this the learned jadge spoke very strongly 
and to the point. Even had an advantage been shown for 
the mixture, of what value can а process be which must be 


stoked by the inventor? There is bnt one Guittari, but 
there be many boilers. 

One of the points in dispate was with reference to the 
use of an assisted draught, and in addressing the jury, the 
defendants’ counsel laid very great stress upon this point. 


Counsel did not apparently secure a full grasp of 
the purport of the assisted draught, which no doubt 
would be that it enabled a more rapid combustion to 
be secured. Instead, he grasped the idea that more air 
could thereby be put through the furnace, and went on to 
say that the more air that could be put through the furnace 
the better would be the results obtained; that air was equiva- 
lent to so much fuel, and saved the employ of so much ооа, 
and therefore by multiplying the indraught of air the boiler 
power was во much multiplied. It was equivalent, said the 
learned gentleman, to & grate and half, but by what occult 
method of caloulation he arrived at this result we 
know not. There was not the slightest allusion to the 
air giving power to burn so much more coal. The 
argument was perfectly clear and distinct that it was 
as a fnel the air or oxygen must be considered. We confees we 
were astonished. We had not thought it possible that so 
elementary a fact could have been so misunderstood, or that 
such an entire absence of technical knowledge existed 
anywhere among a body of men at the English Bar, includ- 
ing, as it does, so many men of really scientific attainments. 
Such an argument by a ready speaker put in a plausible 
manner before some juries composed of men of the same 
anfamilarity with the most elementary science of every-day 
life might work the gravest injustice if the case really 
turned on the point. | 

Fortunately in the case at issue the result did not depend 
on this, and the learned judge did not think it necessary 
to allade to it except in a very brief way, but evidently 
he was fully cognisant of the fallacy, and could have 
corrected the error had it been necessary so to do. 
It is often an extremely difficult matter to put facts 
in а manner that a jury will comprehend, and it 
becomes the more so when cross-examining counsel put 
questions that cannot be answered, which have not in them 
the scientific basis on which to build a reply. 

Questions are sometimes quite irrelevant, and often absurd. 
We think non-technical counsel ought to avoid such cases as 
involve technical details, and we are a little doubtful as to 
whether jurymen ought not to be selected to some extent 
by their qualifications in technical cases. ' 


An Interesting Experiment.—Mr Henry N. Warren, 
writing in the Chemical News, Vol. lxxvi., p. 200, claims 
“ the production of electrical energy by the direct action of 
the atmosphere.” The experiment by means of which he 
demonstrates this may be described as follows :—Plates are 
prepared of a special porous compressed graphite, and about 
one-quarter of each plate is rendered active by immeraion in 
ров oxalate, drying and igniting in an atmosphere of 

ydrogen. In contact with a solution of ferrous sulphate, 
the platinum surface induces oxidation of the iron by the 
oxygen of the atmosphere. Several of these plates are 
attached to a circular lead beam, which surronnds a porous 
diaphragm containing as negative element a rod of amalga- 
mated zinc, the carbons being so arranged as to allow the 
platinised portion to project above the solution, which con- 
sists of strongly acidified ferric sulphate. On completion of 
the circnit, a powerful current is at once generated, and con- 
tinues until the complete reduction of the ferric salt has 
taken place, which naturally terminates the action. On 
now withdrawing the zinc, the platinum surface condensing 
the atmospheric oxygen steadily re-oxidises the ferrous salt, 
and thus renews the action when required. 
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THE MUNICIPAL ELECTRICAL 
ASSOCIATION. 


PROBABLY the most шнш point raised by Mr. Gibbings 
in his Presidential Address was that relating to the stan- 
dardising of plant, and the remarks made were singularly 
opportune, because they paved the way for Mr. Wording- 
ham’s paper on the “ Uniformity of Plant.” As the Presi- 
dent pertinently remarked : “In the firat place each manu- 
facturer has his own particular typ2 and sizes of plant and 
apparatus; each consulting engineer has his own ideas of 
speeds, periodicities, and systems of supply, and each borough 
electrical engineer has probably more ‘ fads’ than all the rest 
put together.” This is a frank avowal of the difficulties 
that have hitherto retarded the adoption of a system of 
standardisation, and certainly bespeaks a desire to remove 
some of the obstacles that have formerly stood in the way. 
No doubt mach difference of opinion exists on many of the 
topics raised by Mr. Gibbings, and the following paragraph 
taken from the address seta forth one of the most debatable 
subjects in municipal supply :— 

“ My own opinion is, as regards the supply of electricity, 
that at present there is only one wise course for us to pursue, 
We are bound to act in the interests of our clients rather 
than to subserve the interest of the public generally. Only 
in that way shall we enlarge the constituency of our cus- 
tomera and thus be moving in the direction of a cheaper 
supply. In a certain city, which owns the gasworke, it has 
long been the practice to supply all the gas for the public 
lighting of the streets without making any charge whatever 
upon the rates. The whole cost has, in fact, been treated as 
if it were part and parcel of the costs of production for 
private consumption, thereby, of course, raising the price 
per 1,000 cubic feet charged to private consumers. Street 
ighting is undoubtedly a public necessity and a general 
boon, but the gas consumer alone in this instance is mulcted 
in the expense. I do not know that any great injustice 
arises, however, for the gas consumers are almost co-extensive 
with the ratepayers. But I shonld certainly deprecate any 
attempt at present to supply electricity for street lighting 
3 on the same basis. It would practically mean 

urdening a comparatively few, that is, the consumers of 
electricity for the advantage of all. The entire cost of the 
public lighting, including the capital cost of erecting lamp 
represents no inconsiderable sum of money, and the 

arden would шару oe intolerable. In addition to this it 
would not be, as ve already stated, a sound commercial 


The foregoing is by no means the only important point 
raised in the address, and, however 9 may Ъз divided 
on Mr. Gibbings’s method of dealing with the difficulties, 
there can be only one opinion as to the practical and able 
manner wed which the whole field of municipal electric supply 
is surveyed. 

Oar record of last week's proceedings practically ended on 
Wednesday night, which were terminated by the annual 
dinner, held at the Holborn Restaurant. On Thursday 
morning the members assembled to discuss a paper on 
“Uniformity of Plant,” by Mr. С. Н. Wordingham ; 
5 N of Profits and Repayment of Loans, by 
Bai ie Wm. Maclay, and “Single v. Multiple Generating 
Stations,” by Mr. J. F. C. Snell. Following the admirable 
practice of former meetings, the papers were generally either 
taken as read or the principal features of the paper were 
referred to. The first paper of the day, Mr. Wordingham’s, 
is referred to at some length in another part of this issue, 
but it may be interesting to record some of the principal 
points of the discussion. At the outset the President made 
an interesting announcement to the effect that a joint 
committee of the Municipal Electrical Association and the 
Institution of Electrical Engineers had been formed to con- 
sider the subject of standardising plant. Mr. Dawbarn, of 
the Brash Company, was first invited to contribute to the 
debate, and expressed his gratification as a manufacturer that 
the subject had been raised. They were prevented at the 
present time from making for stock, and they could not 
make provision for the future. It would have a great effect 
On cost if they could make a large number of machines at 
the same time. Не шон it would be of immense service 
to manufacturers if they knew that in this matter they had 


the moral support of the Association. Passing on to another 
phase of the subject, Mr. Dawbarn eaid that many stations 
in this country had been started with small units, but the 
later practice of using large ones was sound, though at the 
start they suffered from the disadvantage of being run at 
an inefficient load. Mr. Chamen (Glasgow) thought that 
there was a general consensus of opinion as to standards, 
the question was, how to do it. With regard to the 
voltage of lamps, he was employing 250-volt lamps 
in Glasgow. Although this voltage might not be con- 
venient for interior arc lamps, they had to remember 
that the inclosed aro lamp was rapidly coming in, and he 
thought it possible for three of these to work on 250-volt cir- 
cuits. By working at 500 volts (across the outera) it meant 
practically 50 per cent. diff-rence in what they could do with 
copper. Capt. Sankey sgreed that the standardising of plant 
was of the greatest importance, and the suggestion proceed- 
ing from the Association was excellent. He spoke in favour 
of a standing committee of the Association to which questions 
of voltages could be referred. Mr. Robt. Hammond, as a 
consulting engineer, welcomed the movement most heartily. 
It was their duty to pay the least amount for good plant, and 
that can only be arrived at by standardisation. He had been 
much struck, when visiting the works of the Westinghouse 
орну ш America, to see rows and rows of engines in 
stock. They had worked up their business by the facility 
with which they could supply engines from stock. 
He looked forward to the days when those concerns 
would bs most successful who stocked. The question of 
pressure was the least part of the subject, but the size of 
nne ought to be capable of settlement. He expreesed his 
issent with the division of initial apt into sets; they had 
not in the pat t considered sufficiently the question of space. 
With regard to the periodicity question, what were they 
going to do with the works at present in existence. Mr. 
Snell (Sanderland) said, though engineers would like standard 
practice, they could not get it. Mr. Boot (Tunbridge Wells) 
referred to the financial difficulties of altering present plant 
to a standard. Mr. Cottam (Hampstead) raised the question 
whether they would not stifle progress by saying that they 
would make everything uniform; had they arrived at the 
stage when that could be done; local conditions very mate- 
rially affected the question. Mr. Gibbings said there was a 
good deal of misconception as to the lines on which they pro- 
posed to go; it was impossible to standardise the whole 
system of plant; they could only ene to standardise 
iodicities, horse-powers, and so on. . Wordingham 
in replying on the whole discussion said he was prepared to 
admit that they were influenced by individual circumstances. 
He fully recognised that the question of lamps was а matter 
for argument, and could only ba settled by a thorough dis- 
cussion. That Association could not deal with the matter, 
for they constituted only a small section of engineers. 
Replying to Mr. Hammond's point as to size of plant, he 
thought that the best way of spending money was by sub- 
dividing plant; the periodicity question would be settled 
because most aingie pne alternating ourrent machines would 
be scrapped within the next 10 years. He did not suggest that 
they should alter everything, nor did he put forward any 
hard and fast rules; it was only standardisation in the way 
of sizes, and on general lines that they could proceed. 
The “ Appropriation of Profits” was the subject of the 
next paper, and Bailie Maclay dwelt upon the principal 
ints, more, as he said, with the idea of drawing ont 
iscussion. It may b» mentioned that the paper which is 
dealt with in another part of this issue does not agree with 
putting profits from electricity works to the relief of rates, 
but to be devoted to the lowering the price of electricity, 
Mr. Councillor G. Pearson (Bristol) was not slow in respond- 
ing to the worthy Bailie's challenge, and said at the outset 
he did not agree with it. He held that those upon whose 
credit money was raised should have a share in the busihess. 
In Bristol they had 50,000 ratepayers, and 1,000 electricity 
consumers, and not more than 1 ratepayer in 50 had the 
advantage of electric lighting. If they used the credit of 
these 50,000 ratepayers for establishing electricity works, 
they might reasonably ask those who paid for the luxury 
to pay a little more, and so reduce the taxation. Before 
going in for public lighting, however, he considered that 
reductions ought to be made to the consumer. Mr. Higgin- 
bottom (Manchester) disagreed with the disposal of profits 


832 


THE ELECTRIOAL REVIEW. 


[Vol. 42. No. 1,073, Јожа 17, 1898. 


set forth in the paper. If ratepayers found money for an 
undertaking, and a profit was made, they were entitled to 
receive an amount of that profit; if there was a loss on the 
undertaking it did not fall upon the consumer but upon the 
ratepayer. The speaker alluded to the protection accorded to 
the consumer by the Board of Trade. 

Mr. Robert Hammond said one of the most difficult 
things in accounts was the very great difference that existed 
between the ultimate disposal of what some called profits 
and others groes profits. If every chairman of committee 
had the Act of Parliament in his head they would have 
accurate account keeping. He did not know till then that 
it was possible to evade the Act by supplying public ligt ting 
for ]d. per unit. He found in the case of Glasgow that 
they were only contributing 1 per cent. to the sinking fund, 
whereas in Manchester and Sunderland they had to con- 
tribute sufficient to repay the loan in 25 years, Leeds, 
however, which had applied for a provisional order to 
acquire the Leeds Electric Lighting Company's works had 
obtained permission to retain the loan for 40 years. They 
ought to consider that it was the general ratepayer who 
had to sanction the loan, and nothing pleased bim 
more than to think that a small profit was going into 
his pocket. Mr. Barnard (Hull) pointed out that if they 
applied for a loan for machines they were given 15 years to 
repay, for mains 20 yeare, and if together 25 years. Mr. 
Arthur Wright said he once had the opinion that when they 
started the supply of electricity they were going to supply 
electricity to ratepayere. Some corporations got only 25 

ears to repay the loan, and he thought that ought to be the 
imit, because if they got 42 years they wanted a bigger 
depreciation fund. Returns to the ratepayers could be made 
in two ways, by handing over large sums, or building up a 
sound business, by lighting stre«ts at cost, laying services 
and mains all over the town. That was a far sounder way 
of repaying the general body of ratepayers, than handing 
over sums of money year by year. Lowering the price did 
not necessarily increase the deficits, and might, in fact, 
increase the profits. The chief points of Bailie Maclay’s 
reply were, that he жаз not there to show:a bright and shining 
example, Things appeared to be different in Glasgow, for 
there was not a single occasion when they had a deficit ; they 
gave something to the ratepayers, in fact, all they had to 
spare. They raised their money by issuing stock, and when 
their term expired they borrowed a fresh loan. Не agreed 
with Mr. Wright on the subject of street lighting, they 
never thought of giving current for street lighting at less 
than cost. 

. The next paper was that of Mr. Snell’s on “Single v. 
Multiple Generating Stations,” but on account of the lateness 
of the hour, it was not ible to do more than hear a few 
opening remarks from Mr. Chamen. 

The arrangements for the afternoon included a visit to 
the new works of Messrs. Willans & Robinson at Rugby, 
and it may be said without exaggeration that it constituted 
the most valuable object lesson in standardising that was 
provided during the Convention. Two special saloon trains 
were provided for the visitors who travelled to Rugby in 
almost Royal style. Meesrs. Willans &  Robinson's 
works are no doubt among the finest workshops in the 
country, and the excellence of the methods carried ont 
here merit more attention than we are able to give at the 
moment. 

. The last day of the Convention was devoted to discussing 
Mr. Snell’s paper, to which we have already referred, and a 
series of papers on electric traction. Those of Mr. R. C. Quin 
(Blackpool) and Mr. J. E. Stewart were taken first, and 
evoked a fairly long discussion. Mr. Rider brought out one 
or two good points; he objected to depending upon the 
tramcars for fly-wheel effect, on the ground that it was 
impossible to find a town where uniform motion of tramcars 
could bs obtained, the speed and the power of the car were 
constantly varying. He did not approve of car mile, and 
he considered ton mile as bad; what they had to compare 
was the passenger mile. He was in favour of an entirely 
separate committee for a tramway, and the electricity com- 
mittee should supply electricity to a tramway committee as 
to a separate consumer. Alderman Higginbottom, Bailie 
Maclay, and other speakers, followed, but perhaps their 
remarks wil be more appropriate when we publish the 
papers. 


APPROPRIATION OF PROFITS AND 
REPAYMENTS OF LOANS. 


THE paper contributed by Mr. Bailie Wm. Maclay, the Con- 
vener of the Electricity Committee of the Glasgow Corpora- 
tion, deals with two subjects, viz., ^ The Appropriation of 
Profits and Repayments of Loans.” 

. With regard to the first, Mr. Maclay points out that the 
policy of the Glasgow Corporation is not to make profits; 
and here he raises an issne which forces itself upon the 
serious consideration of all who are responsible for the con- 
duct of municipal trading undertakings. Without doubt 
the success of those undertakings is generally judged by the 
ао that is annually handed over to the General Rate 

and. 

With this view the policy of the Glasgow Corporation is 
in direct conflict. We recognise,” says Bailie Maclay, 
* the fact that not one of these departments exists to make 
profits as is the case with a private commercial concern—but 
that rather it has been called into existence for the benefit 
of the community as a whole,” and in opposition to the 
ире adopted in Manchester, the Bailie further con- 
tends : 


“That what has been taken from a.. . . consumer in 
excess of the cost of production and distribution, should be 
given back to him at once and directly through the depart- 
ment, in the form of a reduced charge in the immediate 
future. This meets all the wants of the case, and inflicts a 
hardship on no one. . . We hold," he continues, that 
it is a sound policy to place as few restrictions on business 
as possible, especially in these days of keen competition. 
We maintain that if any of our commercial departments, 
originated solely for the good of the people as a whole, is 
compelled to keep the price of anything above the cost of 
production and distribution; then . . . an artificial and 
arbitrary restriction is placed on the business of that 
committee.” 

Those who oppos this principle urge that as no municipal 
commercial undertaking can be conducted without some risk 
to the ratepayers, it is only fair that the consumers should, 
in addition to the actual cost of generation and distribution, 
p as a form of insurance, a margin of profit for the 

nefit of the general ratepayer. It is he whose credit 
enables the municipality first to borrow at a low rate of 
interest, and secondly, to arrange for repayment of the capital 
account over an extended period. It is he whose veto may 
operate in restricting extensions, and who must be conciliated 
as the sleeping partner in the concern by the enjoyment of 
profits, however moderate. 

While fully recognising this principle, the Boerd of Trade, 
in framing the provisional orders issued under the Electrio 
Lighting Acts, takes care that the consumer shall not be 
mulcted in an unreasonable sum. 

Section 52 of the model order provides for the payment 
out cf revenue of :— | 

1. Working expenses, i. s., costs of generation and distri- 
bution. 

2. Interest on borrowed monies. 

3. Instalment of sinking fund. 

4. All other expenses not properly chargeable to capital. 

5. Reserve fund (which duiy invested in Government 
securities shall at no time exceed 10 per cent. of the aggre- 
gate capital expenditure). 

The net surplus then remaining must be carried to the 
credit of the local rate. 

Here again, however, the consumer is protected, for it is 
enacted that if the surplus in any year exceeds 5 per cent. 
upon the capital expenditure, a reduction must ba made in 
the charge to consumers. On the other hand any deficiency 
must be payable out of the rates. 

So much for the provisions enacted by the Board of Trade. 
It will be seen that it is taken for granted that the price 
paid by the consumers should certainly be sufficient to do 
much more than Bailie Maclay, speaking on behalf of his 
Glasgow colleagues, suggests. Carried to its logical concla- 
sion, his contention would only call upon the consumer to pay 
the “sheer” cost of production and distribution, which 
amounted in Glasgow last year to a trifle under 2d. per unit. 
An examination of the accounts, however, shows that 
though the principle enunciated by Glasgow may appear 
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revolutionary, its method of application by the © cannie Scot ” 
leaves the consumer worse off than he is, say, in Manchester, 
whose ways the Bailie holds up to reprobation. 

To make this clear we set out in the case of Glasgow the 
sum received from the consumers in the year under review, 
and we add the figures supplied by Bailie Maclay showing 
how this sum was disposed of. In doing ғо we work out 
the ar which the. fums disposed of bear to the gros sum 
received. 


GCAsdOw. 

Re venus . £809,000 109 C0 
Costs of preduotion and distribution .. £12,000 40 C09, 
Depreciation ө эў Р aa 10,705 35 68% 
Interes* on capital 4,300 14 339%, 
Sinking fand dus 1.466 4 8995 
Carried forward ... 1,527 5995 

£29,998 99 99% 


Averago price charged to corsumers, 5:084. per unit. 


It will be seen that while only 4 89 per cent. of the sum 
contributed by the consumer is set aside for sinking fund, & 
ridiculously inadequate figure, at any rate as far as the 
generutiug plant and mains is concerned, more than one- 
third of the revenue drawn from him is put aside for 
depreciation, and finally, in flagrant defiance of the law, 
£1,527 is carried forward instead of being handed over to 
the General Rate Fund. Those who differ from the Bailie 
in his propoeition that the profits belong to the consumer 
will amile at the summary way in which he has excluded him 
from all participation therein. Bailie Maclay points to 
Manchester as a typical example of how not todoit. Let 
us see bow the Manchester figures compare with those of 
Glasgow. 


MANCHESTER. 

Revenue : . £49,744 100:00% 
Costs of production and distribution ... £15 284 30 73 
Depreciation - sis sive ган 3,344 6 72 
Interest on capital ; 7,1 144295 
Binking fund oes 7,133 14 34% 
Reserve fund T Р in b 6.812 18 69% 
Handed to City Fund in aid of rates ... 10,000 20 10% 

£49,744 100 00% 


Average price charged to consumers, 4 634. per unit. 


If the ratepayer-consumer compares the method adopted 
by Manchester with that adopted by Glasgow, of disposing of 
the revenue contributed by him, he will, we think, be dis- 
posed to pray for deliverance from his friends. 

Poesibly, however, it may be urged that Bailie Maclay, in 
referring to Manchester, used an unhappy illustration, and, 
apart from it, his main contention has still to be con- 
sidered, is., whether municipal works should exist primarily 
for the berefit of the consumers or the ratepayers. 

Our own view is that the general ratepayer has a right to 
demand from the consumer some quid pro quo for the 
pledging of his credit. In ordinary commercial transac- 
tions a banker, for instance, would not hesitate to demand a 
substantial commission for guaranteeing a credit, and the 
general ratepayer whose pledge of the communal property 
enables the community to borrow at, say, 8 per cent., is surely 
justified in demanding that those who are thereby benefited 
shall contribute the same percentage on the investment as if 
it were made by а company. 

If such а principle were not acknowledged, there would 
surely be a speedy end to municipal trading in this country. 

Returning to Bailie Maclay, the Glasgow ratepayer has 
certainly no cause to complain that the burden put upon the 
electric light consumer is too light a one; indeed, some 
Glasgow consumers are puzzled to know why, on an almost 
identical output, his compeer at Edinburgh gets his elec- 
tricity fully Id. per unit cheaper, and why he is not supplied 
at a cheaper rate than that which Aberdeen can afford on a 
comparatively insignificant output. ! 

Turning to the second part of Bailie Maclay's paper on 
“The Repayment of Loans,” we find mach interesting 
matter with regard to the rates fixed for the liquidation of 
the loans in connection with the police, sewer construction, 
street improvemert, water supply and markets; but as 
similar information is not afforded in the case of the gas 


and electricity department, we are not able to say whether 
the rate proposed for fature years for the electricity under- 
taking is an equitable one, though we must repeat our 
surprise at the lowness of the charge of £1,466 for redemp- 
tion of a capital of over £140,000. 

We venture to suggest that local authorities operating 
under the Electric Lighting Acts should adopt a uniform 
rate in respect of the sums eet aside annually for the sinking 
and reserve funds, and as those who are compelled by the 
Local Government Board to repay their loans in 25 years 
have to provide annual instalments of about 8 per cent. 
sinking fund, we suggest this minimum figure as the basis 
for general adoption. 


UNIFORMITY IN PLANT. 


OF all the papera set down for reading and discussion at the 
meetings of the Municipal Electrical Association, the one 
which is, perhap, of moet general interest is Mr. Wording- 
ham’s paper on * The Necessity for Uniformity in Plant and 
Apparatus” (see page 854), as it deals with a subject which 
is of considerable importance to the advising engineer and 
his client, to the engineer who is responsible for the working 
of the plant, and to the manufacturing engineer who supplies 
it. We have quite recently, in the editorial columns of our 
issue of May 27th, dealt with some of the points brought 
forward by Mr. Wordingham, and after a perusal of the 
statistics given in his paper, we find that in such matters as 
frequency of alternating currents and voltage of lamps there 
is even a greater want of uniformity than we were aware of 
at the time of writing the article referred to. For instance, 
in Table A, giving the various pressures declared by 109 
central stations, no less than 20 different pressures are found, 
of which eight are between 100 and 115 volts, and six 
between 200 and 230 volts; whilst from Table B we learn 
that 19 different periodicities have apparently been found 
necessary to eatisfy the requirements of 58 alternating 
current stations. Again, from Table D we learn that in the 
51 stations using continuous current there are 88 different 
sizes of unit, ranging from 10 to 1,500 kilowatts, and that 
80 of these are for 200 kilowatts or less ; and in the 58 
stations using alternating currents there are 56 different 
sizes, ranging from 20 to 390 kilowatts. When one oon- 
siders that machines of the same output in kilowatts may be 
required at different pressures, speede, and frequencies, there 
is good reason to agree with the author of the paper when he 
epeaks of the chaotic state of central station practice as regards 
standardisation. 

Having quoted statistics to show the necessity of reform, 
the author proceeds to make various suggestions as to the 
standardising of apparatus. Commencing with the declared 
pressure, which is the most important point, since it 
vffects both generating and receiving apparatus, the 
author suggests that 100 volts and multiples thereof should 
be adopted as a etandard, as more stations are using these 
pressures than any other, and as they lend themselves very 
well to the various uses to which central station supply is 
applied. There is no doubt that for many reasons this would 
be a convenient standard, but the tendency of later practice 
has been rather towards 110 volta and its multiples, and we 
fancy that many advocates of this latter pressure will bs 
found who will advance the arguments that it is as easy to 
get incandescent lamps of 110 and 220 volta as those of 100 
and 200 volts, that two arc lamps will burn better on a 110- 
volt circuit, and that it would be a mistake to sacrifice the 
10 per cent. higher pressure and 10 per cent. lower current, 
with the consequent saving in mains for equally good regula- 
tion of pressure at the consumers’ terminals. With regard 
to consuming devices, we fully agree with the author of the 
paper as to the advantages that would be gained by adopting 
a limited number of standard candle-powers for incandescent 
and arc lamps, and of standard sizes of motors. The 
greatest difficulty would be experienced with the motors, as 
in this case the various requirements as to speed enter into 
the question, and the manafacturer would derive but little 
benefit from the fixing of standard outputs in brake horse- 
power, if these outputs are required at varying speeds. The 
point which is of most interest to the manufacturer of 
dynamos and motors is, we should imagine, that the output 
per revolution should he taken as the basis of any standard- 
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ising of sizes, as this would enable him to keep to a small 
number of sizes of machine frame, and it is in this part of 
the manufacture that the multiplicity of sizes leads to the 
greatest increase in the cost of production. 

The same difficulty occurs in the fixing of а series of sizes 
of generating plant, since the question of speed comes in in 
all cases where the engine and dynamo are direct coupled. 
At the present time there are already signs of a tendency to 
standardise so far as the output in kilowatts is concerned; but 
there are two distinct interests that have to be considered in 
this matter, viz., those of the engine maker and those of the 
dynamo maker. Now it is well known that the speeds at 
which engines of equal horse-power will bə run by different 
makers vary very appreciably, and the question, therefore, 
arises whether the engine makers are to be persuaded to 
adopt a standard speed for a given horse-power, so that the 
dynamo makers can standardise the sizes of their machines ; 
or whether, as is the case at present, the dynamo maker is to 
adapt his dynamo to the speed of the engine to which it is 
to be coupled, in which case he must ba prepared to supply 
a different machine to go with each type of engine although 
they all give the same output in kilowatts. 

ith regard to the sizes of unit to be adopted, we think 
that in very many stations the mistake has been made of 
commencing with units of insufficient size; the reason being 
that more attention has been paid to obtaining such a sub- 
division of the plant as would give the most economical 
working during the initial stages of the undertaking than to 
fixing a size of unit which would suit the probable require- 
ments after a few years’ working. Mr. Wordingham seems 
to suggest six as the minimum number of sets which should 
be installed for a beginning, but we should prefer to start 
with a smaller number in any station where the probable 
ultimate capacity was much greater than the initial capacity ; 
as otherwise the first sets would in a few years’ time be 
found to be too small, and very probably would have to be 
taken out altogether and replaced by larger units. The 
statement in the paper that it is preferable to have reserve 
plant in the shape of machines which can be safely worked 
at 25 or 33 par cent. beyond their most economical load is 
one that we quite agree with, and is really only another way 
of saying that machinery should be employed which gives 
its most economical results at three-quarter load or there- 
abouts, a procedure we have advocated in these columns 
before now. 

The question of standardising distributing plant is next 
dealt with in the paper, and the suggestion made therein, that 
a certain limited nomber of standard sizes of cables should 
be agreed on, is one which should meet with the approval of 
cable manufacturers; as, notwithstanding the large number 
of different types and sizes of cable described in their pub- 
lished liste, it is necessary, we understand, in very many cases 
to make special cables to meet the specifications issued for 
supply mains. 

he whole question of standardising plant ie, owing to the 
шару interests involved, a complicated one, and will require 
a good deal of thrashing out ; but we believe that much good 
would result from a thorough examination of it by a repre- 
sentative committee composed of those who have to use the 
plant and those who have to make it. Wedid not know, 
when we published the article already referred to and invited 
the attention of our readers to the question of standardisa- 
tion, that we were во soon to learn that the matter was already 
under consideration; and we hope that the preliminary steps 
which have already been taken will lead to the appointment 
of a thoroughly representative committee, and that their 
deliberations will result in the adoption of more uniform 
requirements on the of the users of electrical plant, as 
we consider that benefit will result therefrom to all parties, 
as the cheaper production and quicker delivery which should 
follow such а movement should still further develop the use 
of electrical apparatus. 


WIRELESS TELEGRAPHY. 


IT is not surprising to find that the public interest in the 
Marconi system of wireless telegraphy is rapidly increasing, 
and demonstrations of а more or less public character are 


being constantly carried out. Some allusion has been alread 
made to some interesting experiments on this system whic 
were conducted some days ago between the House of 
Commons and St. Thomas’s Hospital. One station was in 
the small smoking room just off the Terrace at the House 
of Commons, and the other was fixed in the treasurer's house 
at St. Thomas's Hospital, at the opposite side of the river 
Thames. 

At the House of Commons end the instrumenta were 
placed in the small smoking room alluded to, and a wire was led 
through the window and attached to a short pole, which was 
tied to one of the lamp-posts on the Terrace a few feet from 
the window. At the hospital end the instruments were also 
under cover in an upper room, and the wire in that case was 
led from the window down to the top of a lamp-post abovt 
6 feet from the wall of the hospital. We need hardly 
repeat here the method of sending signals, but we mey 
mention that the time oocupied in fixing both installations 
was under an hour, and immediately after, the Speaker, 
Sergeant-at-Arms, and other Right Hon. and Hon. gentle- 
men came into the smoking-room to see the first experi- 
ment. 

Many messages were sent between the two institutions, 
and it is necessary to record that the first news of the re- 
Solution passed by the House of Commons in connection 
with the public funeral of the Right Hon. W. E. Gladstone 
wa8 conveyed wirelessly to St. Thomas's Ho:pital in the terms 
of the following message sent by Mr. O'Malley :—“ The 
House of Commons to-day solemly and unanimously resolved 
that a public funeral be accorded the late William Ewart 
Gladstone, and & monument be raised to his DT in 
Westminster Abbey,” which was suitably acknowledged 
from the hospital end of the wireless system. The 
various messages sent and received were all printed on 
taps, and afforded every satisfaction to those who 
witnersed the experiments at either end. Of a more 
practical nature, however, was а series of experiments 
which were carried out by the Wireless Telegraph Com- 
pany on the 8rd inst. before Lord and Lady Kelvin 
and Lord Tennyson at their Alam Bay atation, Isle of 
Wight. After inspecting the outside of the station, the 
visitors went into the operating room, where they carefally 
examined the instruments and witnessed the sending and 
receiving of several messages. Lord Kelvin sent messages 
wirelessly to Dr. MacLean, his chief assistant in tre physical 
laboratory of the University of Glasgow, to Sir George 
Stokes at Cambridge, and to Lord Rayleigh and Mr. W. H. 
Preece in London. 

The message to Sir George Stokes was as follows :— 
“ Stokes, Lenrfield Cottage, Cambridge. This is sent com- 
mercially paid at Alum Bay for transmission through ether, 
1s, to Bournemouth, and thence by postal telegraph, 15d. to 
Cambridge.—Kelvin." 

Lord Tennyson’s message was to his nephew at Eton, and 
was as follows :—'* Sending you message by Marconi's ether 
telegraph, Alam Bay to Bournemoutb, paid commercially 
thence by wire; very sorry not to hear you speak your 
Thackeray to-morrow.—Tennyson.” Lord Kelvin insisted 
on paying ls. per message royalty for the use of the Marconi 
system on the messages he sent, in this way wishing to 

ow his appreciation of the system, and to illustrate its 
availability already for commercial use. 

With the achievement of these striking results one ought 
not to wait long before a practical application is made of the 
wirelees telegraph. 


CONSULTING ENGINEERS AND PUBLIC 
COMPANIES. 


 WniTING to the Engineer, a correspondent finds fault with 


our contemporary’s commendation of Sir F. Bramwell’s action 
in the case of the Hydraulic Joint Company. He thinks 
that an engineer ought not to step on one aide to tell any- 
thing beyond the narrow rut in which promoters wish him 
to carry out his tests. As we have already said, we do not 
know that an engineer need particularly concern himself 
with patent rights of а matter upon whose mechanical 
merits he may be reporting. We do not like the tone 
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of the letter; nor do we think the writer has 
picked his illustrations at all well. He cites а case of an 
engineer testing an American machine, and reporting 
favourably upon it in ignorance that there was already a 
better English machine in the market, and he asks us to 
Judge if the engineer was to blame. This is not a case in 
point. The man reported favourably on a good American 
machine. It was used in some special trade apparently, and 
the engineer could not necessarily be expected to know there 
were better English machines, But if he had known and 
was honest he would have informed his employers of the 
fact. Possibly they knew, but it is equally possible they did 
not know. 

Let us quote a case ourselves. The owners of a patent 
wanted certain comparative tests. Having got them they 
objected to pay the fees on the ground that the testa were 
not conducted on the lines they desired. The particular 
point of dispute was the employment of the patentee to 
perform one particular and essential function, both on the 
new process and on theold. It had already been declared that 
the new effected a saving of so much per cent. as 
compared with the old process. 

The testing engineers refused to lend themselves to this, 
as the results obtained would have been simply equiva- 
lent to a record of two performances of one man, conducted 
in one case to the best of his ability, in the other as 
he deemed fit. The case went to the Courts, and the 
verdict was for the engineers, who were practically com- 
mended for not allowing themselves to be tied by a pro- 
moter’s chain. 

Most engineers will be familiar with the facilities afforded 
by ponen plant for misleading mechanical tests. It is 
to regretted that too many engineers satisfy any qualms 
they may feel by adding some remark inconspicuously in 
their report which will not appeal to the lay public. 

The Engineer's correspondent thinks an engineer is an 
over-scrupalous fool who does not allow himself to be a 
medium for gulling the public. Why should he care for the 
public, who will certainly not care for him when he comes 
to beggary through his honesty? This is all very well. 
Because the public is a “ hass,” the engineer is to be free 
to be a rogue. This is not satisfactory. But out of the 
20 millions of the public, there are peradventure 10 righteous 
men. Is the engineer to assist to defrand the 10 righteous, 
simply because he has a poor opinion of the 19 and odd 
millions ? 

The letter we criticise simply begs the whole question. 
We have already stated that an engineer must be allowed to 
judge each case by itself. We would add a further sugges- 
tion that, for the guidance of all testing engineers, the 
various engineering societies should combine to retain the 
services of some independent man or men to whom, in a 
difficulty an engineer could go for advice if he has doubts as 
to the propriety of the oourse he should take, in any case 
where he feels a temptation to be, in the words of the 
Engineer's correspondent, “too honest.” 


A POWERFUL ELECTRO-MAGNET.* 


M. Saanac exhibited to the Society a new electro-magnet for 

the production of very intense magnetic fields, constructed 

from the designs of M. Pierre Weiss. Most electro-magnets 

now in use are of an old type which has not changed sinoe 

the time of Ruhmkorff, and notwithstanding their admitted 

excellence, are inferior to those designed from the now 
ised properties of the magnetic circuit. 

. du Bois showed this from theoretical considerations, 
and verified his conclusions with a powerfal annular electro- 
magnet weighing 270 kg., and absorbing 6°5 horse-power. 
With this he obtained the most intense field yet reached, a 
field of 88,000 unite. The new instrument shown to the 
Society gives JA results, though it is much less 
cumbrous and J, weighing only 100 kg. and absorbing 
2 horse-power. 

The rectangular magnetic cironit is arranged to saturate 


* Translation of a paper read before the Société Francaise de 
Physique, May 20th, 1898. 


the poles only. The use of but a small excess of section in 
the part of the circuit which is distant from the poles ¢ ffects 
a notable economy in the ampere turns, because the permea- 
bility increases very rapidly below the saturation point. 

Ease in adjustment of the pole-pieces is of some im- 
portance. The adjustment is made by an arrangement like 
the back oentre of a lathe, so that either pole can be advanced 
or withdrawn with precision, while the constraction is euffi- 
ciently strong to prevent any flexure. The rectangle form- 
ing the magnetic circuit is suspended horizontally by two 
strong bolts to ап oak frame, leaving the space below the 
poles available for the other apparatus. The field obtained 
varies with the form of the pole-pieces. At the common 
apex of two conical armatures it is infinite, but decreases as 
the cones are more truncated. With cones truncated so 
that the small base is 1 cm. in diameter, [ = 30,000 units. f 
But the true measure of the quality of the instrument is 
the intensity of the magnetisation of the pole - pieces 
necessary to produce a given field. 

| = 1,630 is the figure deduced from M. du Bois measure- 
ments on his more powerful apparatus. Knowing this, one 
can calculate the field to be obtained with any cones; for 
instance, with a space 1 mm. x 2 mm., the apparatus would 
give 44,000 units. With the aid of M. Weiss’s electro-magnet, 

. G. Sagnac performed before the Society the experiment 
by which M. А. Cotton showed the change produced in the 
wave length of sodium light by & magnetic field. The edge 
of a yellow sodium flame A, ob:erved against the back-ground 
of a similar flame B, is seen to be black if the flames are 
suitably arranged. This is due to the fact that the sodium 
flame is surrounded by а zone some millimetres thick ot 
non-luminous or slightly luminous gas containing sodium 
vapour, which absorbs the light of the lines, р, рз. M. Cotton 
has remarked that this black border, first noticed by Crookes, 
only appears if the lines, D, D3, in the flame B are very narrow. 
The border disappears completely if B is a brilliant flame 
containing much sodium, and giving broad р lines. It can 
be shown in other ways, that the edge of the flame gives two 
very narrow absorption lines, D, рз. They are во narrow that 
the change of period produced in the flame, 5, by a magnetic 
field, destroys the absorption, and causes the black border 
round the flame, A, to disappear, and to re-appear sharply 
when the magnetic field is suppressed. 

This experiment was described in the Comptes Rendus of 
November 29th, 1897; and with more detail in an article in 
Eclairage Electrique (March 5th, 26th, 1898), where are also 
given experiments on the reversal of the sodium lines, and 
on the application of reversed lines to the study of the 
Zeeman effect. 

In the риш раг ormed before the Society, the орзег- 
vation was made parallel to the field. The very intense field 
employed makes the experiment easy, but is not really 
necessary. А field of 1,000 units is sufficient if the flames 
are suitable. The observation can be made at right angles 
to the field, and the different behaviour of the vibrations 
when parallel and perpendicular to the field can be observed 
with the aid of a nicol. Or the arrangement proposed by 
M. Koenig (Weidemann's Annalen, December, 1897, suppl.) 
may be employed for observations normal to the lines of 
force. 


ROYAL SOCIETY CONVERSAZIONE. 


THE second conversazione of the Royal Society held on June 
8th was not 5 by anything very remarkable in the 
number or originality of the electrical exhibits. The new gas 
Krypton — the latest nd of Prof. Ramsay in the residues of the 
atmosphere—was the great scientific sensation of the evening. 
Ошу one part of this gas occurs in 10,000 parts of air, and 
it was necessary to evaporate about one litre of liquid air in 
order to find it. The spectrum shows two brilliant lines, 
one of which is almost coincident with a line in the heliam 
spectrum. The finding of so many new elementa recently, 
in a field so well explored as the atmosphere, is calculated to 
shake the foundations of our chemical faith. 


+ Ewing gives Н = 24,500, В = 43,350 as the highest indrc ion 
he has obtained, the dimensions of his “ isthmus” being 2:66 mm. 
diameter, 3:6 mm. long. 
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The Steljes Printing Telegraph Recorder was exhibited 
by Louis P. Casella. This instrument is operated by the 
Wheatstone A B C magneto-transmitter, and does not 
require batteries. The printing lever is raised and held up 
by the alternating current from the transmitter energising 
an electro-magnet, and when the circuit is broken it is 
released and allows the weights to do the printing. About 
12 sage i are required for the instrumente, several of 
which can be worked from one transmitter over a distanoe of 
at least 40 miles. The messages sent are printed simul- 
taneously at the sending and receiving stations, and require 
no skilled operators. · The device for placing all the instru- 
ments in circuit, in unison, is an interesting one. It prints 
with rubber type on a tape. 

The automatic telephone switch exhibited by the Direct 
Telephone Exchange Syndicate appeared to be a remarkabl 
efficient instrament for doing the work of the telephone girl. 
Exchanges for 1,000 or more subscribers have been worked 
successfully on this system. Secrecy of conversation and 
continuous service day and night are some of the obvious 
advantages of such systems, if they can be successfully 
carried out. 

Mr. Roxby exhibited some remarkably good specimens of 
photographa in natural colours obtained by a process invented 
and patented by Dr. Selle. As in Ives’s, Vogel's, and similar 
processes, three negatives, representing the three prim 
colours, are first obtained. From these negatives (in Selle'g 
process), positives are printed on coloured collodion films 
and superposed, Collotype printing surfaces, with suitably 
coloured inks, may also be used when larger quantities are 
required. These three colour processes are likely, in the 
fnture, to play a very important part in the reproduction of 
works of art. 

Mr. Campbell Swinton has considerably improved his 
cathode lamp since the last conversazione. He has now been 
able to get a light of an intensity of 100 C. P., 1 watt giving 
about 1 CP. Mr. Swinton uses alternating currents of 
about 10,000 volts to excite a tube with two cathode discs 
which focus the cathode raya on a refractory material. The 
refractory material becomes brilliantly luminescent. This is 
a considerable advance upon Ebert's lur which never gave 
much more than 1 C.P. though it was asserted to be 
enormously more efficient than anything claimed by Mr. 
Swinton. 

Messrs. Watson & Sons exhibited the new induction coil, 
designed by MM. Wydta and Rochefort, described in the 
ELECTRICAL REVIEW, 42, p. 165, and criticised recently by 
Mr. Apps in a paper read before the Röntgen Society (ELEC. 
Rkv., Vol. 42, p. 782). The instrument exhibited was said to 
yield an 8-inch spark. The secondary wire weighed less 
than 2 lbs., and occupied a narrow central position round the 

i wire. The insulation was effected by means of a 
thickened oil of secret composition. 

Lord Blythswood and Mr. E. W. Marchant showed some 
interesting 55 bearing on electrostatic phenomena 
in vacuum tubes. In a specially Ye an tube the flow and 
return of the electrified particles of the residual gas was 
shown to be affected by external bodies suitably placed out- 
side the tube. The diagrams illustrating the variation of 
potential difference at different distances in tubes with 
movable electrodes were especially interesting. A peak of 
maximum E.M.F. has been found to exist at a moderate 
distance between the electrodes, a rapid ling off taking 
place, both when the distance is diminished, and when it is 


Prof. Callendar’s apparatus for electrically recording tem- 
perature at a distance was shown at work. Diagrams were 
shown of temperature curves which had been produced at a 
distance of а mile from the place of observation. 


THE REPORT OF THE PARLIAMENTARY 
ELECTRICAL ENERGY COMMITTEE. 


TuE report from the Joint Select Committee of the House of Lords 
and the House of Commons on Electrical Energy (Generating Stations 
and Supply) has now been published. 
The Committee was appointed in March to consider and report— 
1. Whether, notwithstanding the provisions of Section 12 (1) of 


the Electric Lighting Act, 1882, powers should be given in any cases 
for acquiring land compulsorily for generating stations; and, if so, 
under what conditions as respects liability for nuisance, notices to 
surrounding owners, and otherwise. 

2. Whether compulsory powers of acquiring land for generating 
stations, if proper to be Aven in any case, should be given where 
the pro site is not within the area of supply. 

3. Whether, in case of a generating station, however acquired, not 
being situate within the area of supply, power should be given for the 
breaking up of streets between the generating station and the 
boundary of the area of ST 

4. Whether powers sh be given in any oase for the supply of 
electrical energy over an area including districte of numerous local 
authorities, involving plant of exceptional dimensions and high 
voltage ; and, if such powers may properly be given, whether any and 
what conditions should be imposed— 

(a) With respect to system and plant, and to the construction and 
location of generating stations, in view of the powers of purchase 
conferred upon local authorities by Ssctions 2 and 3 of the Electric 
Lighting Act, 1888. 

(b) With respect to the relations of tke promoters to other under- 
takers and to local authorities within parte of the area. 

5. Under what conditions (if any) ought powers to be conferred 
upon promoters seeking to supply electrical energy to other under- 
takers and not directly to consumers. 

The House of Commons appointed Mr. Ashton, Lord Balcarres, 
Mr. Kimber, Sir Leonard Lyell, and the House of Lords appointed the 
Lord Privy Seal (Viscount Cross), Earl Spencer, Viscount Knutaford, 
Lord Monkswell. 

The Committee reported :—That the Committee have met and con- 
sidered the subjects referred to them, and beg leave to make the 
following report :— 

The Committee have taken evidence from Sir Courtenay Boyle, 
K.C.B., the Right Honourable the Earl of Morley, the Honourable 
Ohandos Leigh, Q.0., Mr. Preece, C. B., engineer-in-chief and elec- 
trician to the Post Office, and from Major Cardew, electrical adviser 
to the Board of Trade. 

Counsel appeared before the Committee on behalf of the fol- 


1. Central Electric Supply Company, Limited. 
2. Chelsea Electricity Supply Company, Limited. 
3. General Power Distributing Company. 
4. Midland Electric Corporation for Power Distribution, Limited. 
6. House-to-House Electric Light Supply Company, Limited. 
1 ы ana an and Knightsbridge Electric Lighting Company, 
ted. 
7. London Electric Supply Corporation, Limited. 
8. County of London and Brush Provincial Electric Lighting 
Company, Limited. 
9. Westminster Electric Supply Company, Limited. 


lo 


20. Corporation of Sheffield. 

21. Corporation of Wolverhampton. 

22. London County Council. 

The Corporation of Edinburgh and the Metropolitan Electric 
Bupply Company were represented before the Committee by their 
Parliamen agents. 


The se Bills now pending in Parliament in which effect is 
proposed to be given to new developments of the electrical industry, 
ve been brought to the notice of the Oommittee, but they have not 
considered them in detail, nor taken any evidence upon them. Th 
have treated them only incidentally, as showing the lines пров w 
the industry is likely to expand. ey have laid down general 
principia which they suggest should guide Parliament aud the 
rd of Trade, but whether those principles should in whole or in 
be applied, and whether any and what special conditions should 
im must, of course, be decided in each individual case, 
according to its merita. | 

The Committee have heard all the witnesses tendered by the several 
parties, and have agreed upon the following answers to the several 
questions referred to them :— 

Question 1.—(a) The proved public advantages of electrical 
in the generation of light and power warrant, in their opinion, the 
келып n undertakers of compulsory powers for acquiring sites for 
generating stations and lands or easements for pipes and mains 
therefrom, and other works. 

(b) Provision should be made for the granting of these powers 
in the provisional orders of the Board of Trade, subject 
to confirmation by Parliament. Buch provision would facilitate 
a continuance of the existing practice, according to which 
more or less uniform conditions under which undertakers are to work 
are provisionally settled by the Board of Trade. Procedure by private 
bill should be reserved, as at present, for exceptional cases. 

(c) Such powers may be given either to local authorities or to in- 
corporated companies, whether the incorporation be by special Act or 
provisional order or under the Companies’ Acts. 

(d) With Mi pe toliability for nuisance, they are of opinion that 
where the site for a generating station is acquired under compulsory 
powers, and is specified in the provisional order or special Act, the 
undertakers should not be subjected to any further liability than that 
which, according to Lord Blackburn (Geddis v. Bann Reservar, З 
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App. Cas. 455),* is imposed by the common law in the case of persons 
exercising statutory powers and duties. Oa the other hand, where 
the site for & generating station is acquired by agreement, they think 
the undertakers ought to be subject to the liability imposed by the 
common law. 

(e) With respect to notices, they think that the existing practice 
as to notices to the local authorities ard also to owners, lessees, and 
occupiers of lands proposed to be taken should be followed. 

With respect to notices in gasettes and newspapers, they do not 
suggest any amendment of the existing procedure. 

The amendmeat of the Electric Lighting Acts, necessary to em- 
power the Board af Trade to grant compulsory powers, will, they 
assume, comprise provisions for notices and other matters of pro- 
cedure, for which precedents are found in the Housing of the Working 
Classes Act, 1890, and in the Light Railways Act, 1896. 

Question 2.—Bubject to the above observations, the Committee are 
of opinion that compulsory powers for the acquisition of land for a 

ing station, and lands or easements for pipes and mains and 
other to the area of supply, may also properly be given where 
the proposed site is not within the area of supply. The local autho- 
rities for the district or districts in which the site is, and the owners, 
lessees and occupiers, should have the same notices and the same 
locus standi as if that district were the area of supply. Provision 
also should be made for serving notices to local authorities and 
owners, &c., of districts or land through whose districts or land 
mains are to be run from the generating station to the area or areas 
of supply. 

Question 3.—In the case of powers being given for the erection of 
а generating station outside the area of supply, they think that 
powers may properly be given for laying the mains in streets leading 
from the generating station to the boundaries of the area of supply. 
In such case the local authority liable to maintain these streets should 
have the same option of themselves breaking up and reinstating the 
streets at the undertakers’ expense as is now given in the provisional 
orders to local authorities within the area of supply, and should be 
empowered accordingly. 

he Committee are of opinion that while it may be advisable to 
maintain the veto of local authorities as to the erection cf overhead 
wires, given by Bection 14 of the Act of 1882, in respect of other 
electric wires, it is not advisable tbat in the ca:e of overhead wires 
for traction purposes the local authority, other than the London 
County Council and County Boroughe, should have an absolute veto. 
While due weight should be given by the Board of Trade to the 
representations of local authorities, the Committee think that in the 
сазе of wires for purposes of traction it would be sufficient to give a 
locus standi to such local authorities. 

Questions 4—6.—Where sufficient рее advantage is shown, 
powers may be given for the supply of electrical energy over an area 
including districte of numerous local authorities, and involving plant 
of rud rur dimensions and high voltage. The Committee furtner 
think undertakings of this character may properly be authorised 
on conditions differing in some respects from those imposed by and 
under the existing Acts. 

Among the undertakers referred to in the preceding ратара will 
be found undertakers supplying energy chiefly in bulk or wholesale 
to other undertakers, whether local authorities or companies, whose 
areas of supply are wholly or partly within the area of such bulk or 
wholesale supplying company, and who distribute the energy во 
obtained to consumers. 

As to giving compulsory powers of purchase of undertakings to 
local authorities, the Committee, without questioning the policy of 
Parliament in having given such powers, observe: 

First.—That when the power of purchase was granted in 1882 and 
1888, no such schemes of supplying energy in bulk were contemplated 
as are now before Parliament. 

Secondly.— That when the power of purchase was thus granted, the 
question then before Parliament was chiefly one of light; whereas 
the evidence given before the Committee shows that although elec- 
tric light is at present the рош, feature of the enterprises now 
before the public and Parliament, the application of cal 
in the form of power to an infinite variety of other 1 is у 
to be in the near future the predominant feature and function of 
these undertakings. 

Thirdly.—It does not appear to them that an undertaking supply- 
ing energy in bulk at high voltage and in comparatively few mains 
is, as & rule, so desirable for the local authority to acquire as a low 
voltage undertaking with many distributing mains. 

The Committee think the provisions of the Electric Lighting Act, 
1888, enabling the local authority to purchase an undertaking after a 
term of years, inapplicable, as a general rule, to the case of an under- 
taker supplying energy in bulk at high voltage, but there may be 
special cases where it is desirable that the local authorities should 
have the right to purchase reserved to them. To meet such cases 
they suggest that the Board of Trade should have power to insert the 
purchase clause in the provisional order, if the local authorities con- 
cerned can, in the opinion of the Board, show gocd cause for such & 


course. 
It is to be observed that the exemption from liability to com- 
puleory purchase would not prevent local authorities, either alone or 
combination with other local authorities, from applying for 


*Lord Blackburn's opinion is in these words: "It is now 
thoroughly well established that no action will lie for doing that 
which the Legislature has authorised, if it be done without negli- 

oe, although it does occasion damage to anyone; but an action 
lie for doing that which the Legislature has authorised if it be 
done neg tly. And I think that if by a reasonable exercise of the 
powers either given by statute to the promoters, or which they have 
at common law, the damage could be prevented, it is, within this rule, 
negligence not to make such reasonable use of their powers.” 


powers to purchase, but each case would have to be judged on its 
merits, and such conditions imposed as might be thought fit. 

In cases of the exemption from liability to purchase, it would be 
specially expedient in the interest of the consumers that some kind 
of sliding scale, as in the case of gas undertakings, should be 
im 

In connection with this question of purchase under Section 2 of 
the Act of 1888, evidence has been given to the effect that with & 
view to secure in London one and the same time for the execution cf 
the powers, the Board of Trade have in some cases imposed upon 
undertakers a less term than 42 years within which they are liable to 
be purchased. 

The Committee suggest that if the full period of 42 years is not 
granted, and if a substantially shorter period is imposed by the 
Board of Trade, the terms of purchase should in each case be 
reconsidered. 

The Committee consider that the provisions of the Electric 
Lighting Act, 1888, which require the consent of the local aüthority 
as а condition 5 the granting of a provisional order, should 
be amended. In their opinion, the local authority should be entitled 
to be heard before the of Trade, but should not have, so to 
speak, a provisional veto, only to be dispensed with in special cases 
by the Board of Trade. 

With respect to conditions, the Committee think it reasonable that 
where a local authority, or company having power to supply light 
within а certain area of supply, seeks to obtain compulsoril land 
for a generating station outside that area, it should not be allowed, 
except where Parliament or the Board of Trade decide otherwise, 
to supply from that generating station any area outside the area of 
supply of such authority or company. 

With regard to the powers of purchase conferred by Bection 2 of 
the Act of 1888, they are of opinion that local authorities should be 
empowered to purchase undertakings partly outside their area of 
supply on terms agreed upon by the Board of Trade. 


PROVISIONAL ORDERS. 


The ordinary clause which forbids any connection with the earth, 
except with the approval of the Board of Trade, and the concurrence 
of the Postmaster-General, should be inserted in every case. 

As to protection of telegraphs and telephones, the clauses now in- 
serted in provisional orders seem to be sufficient in all ordinary cases, 
and regulations to protect the public can be made by the Board of 
Trade under Section 6 of the Act of 1882. 

The clauses which protect gas and water-pipes have worked satis- 
factorily, and should be continued; but the Committee would direct 
attention to the observations of Mr. Preece as regards the difficulty 
arising from the working of tramways by trolley wires; his sugges- 
tion as to a strong control clause” should be carefully considered. 

They are disposed to concur generally with Lord Morley and Sir С. 
Boyle in thinking that, as compulsory powers are given solely for the 
benefit of the public, it would be desirable to make some provision 
against these companies being subject to foreclosure on mortgage, 
and against their rolling stock and per being liable to distress. 

The Committee have directed the minutes of evidence, together 
with an appendix, to be laid before your Lordships. 


Though not directly connected with the matter of the above report, 
the following discussion which took place on Tuesday night in the 
House of Commons is of considerable interest. Our report is taken 
from the Times of 3 

On the order for the second reading of the Electric Lighting Pre- 
visional Orders (No. 12) Bill, which is to enable the local authorities 
of Bermondsey and Marylebone to lay down mains for the supply of 
electric energy, although it can be done by private enterprise under 
statutory powers which have been conf 

Mr. Ов1ррв (Gloucester, Stroud) moved the rejection of the Bill, 
remarking that the Bill raised some of the most important questions 
which could possibly be raised in connection with our industrial 

licy, and there was a principle involved which, if sanctioned by the 

1 not only to electric lighting companies, but to all 
industrial companies whether for the construction of tramways or 
the supply of gas and water. He spoke in no sense on behalf of the 
companies involved. He had no connection with them, and no 
interest in them whatever. The question was whether a private 
company authorised by Parliament to carry on an industrial under- 
taking, and which had admittedly carried out all its obligations 
to the public, should by means о? rate-aided competition be 
be liable to what was, in substance, expropriation without 
compensation. This was an insidious and dangerous infringe- 
ш of the кошы principle of кишу ч етегу dac should 

compensate ore property —particularly property guaran- 
teed under an Act of Parliament—could be attacked. or depreciated. 
There was no precedent for the proposition before the House. Where 
a pores company did its duty with statutory ers, and against 
which no allegation of mismanagement was „it was only right 
and fair that it should be bought out before anything in the nature of 
rate-nided competition was allowed. The principle applied not 
only to electricity, but to gas and water undertakings. It has been 
justified, and properly, from two points of view, that it was the only 
fair way of treating those who had invested under the guarantee and 
faith of Parliament, and that, unless the local authority sought to 
purchase, rate-aided competition was wasteful and wanton extrava- 
gance. No private enterprise could, in the long run, hold its own 
with rate-aided competition, and where once Parliament had sanc- 
tioned private enterprise it did not allow it to be unfairly crushed. 
There was no case here of a company not doing its duty and not 
fulfilling its obligations. They had the assurance in this case of 
the local authority that the company was amply and properly fulfil- 
ling all ita duties within its district. They therefore came back to 
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the pure question of principle of whether it was fair, where a com- 
pany bad invested its capital on the security of Parliament that the 
concession was for 42 years, that the ultimate purchasing authori 
should be allowed to come in, and, by means of rate-aided competi 
tion, to depreciate the company’s property or to crush out private 
enterprise altogether. He moved that the Bill be read a second time 
this day eix months. 

Mr. KIM BER (Wandsworth) seconded the motion for the rejection 
cf the Bill. Although in the Act of 1888 it was provided that the 
fact of a private company having received a provisional order should 
not prevent the Board of Trade from giving another order to a local 
authority, it was implied that the Department should exercise the 
power delegated to it upon principles cf equity. The Board had the 
duty, with the power, to see that the recipients cf the provisional 
order performed the duties required, but the Board of Trade mis- 
conceived its duty if it deliberately exercised ite arbitrary confiscatory 
power, saying to a local authority “take possession of the under- 
taking of this successful company, it will enable you to reduce your 
rates." The Board of Trade was a quasi-judicial body and should 
exercise its powers on priaciples of justica. 

Mr. BrvART (Shoreditch, Hoxton) said the speech of the hon. and 
learned member who moved the amendment was an argament 
against the Act of 1888; it was now quite out of date. This was no new 
raid of an unusual kind. In the Act of 1888 it was distinctly pro- 
vided that the grant of authority to any undertakers to supply 
electricity within an area "shall not in any way hinder or restrict 
the granting of a provisional order to the local authority." There 
was no more to be said about the matter except that these words 
were introduced into the Act of Parliament as the result of a 
prolonged negotiation and after & due consideration of all the 
circumstances of the case. 

Mr. Larong (Southwark, Bermondsey) supported the provisional 
order, contending that where & company had neglected to do its 
duty, the local authority should be enabled to step in and do the 
work. 

Bir A. Fogwoop (Lancashire, Ormskirk) observed tbat when the 
Act was passed with the clause reserving power to the Board of Trade 
to concur in the granting of licenses, that was ed by the 
municipalities as a protection to them from the monopolies which 
had been created by gas companies in previous years. Feeling they 
had that protection, they did not oppose the obtaining of provisional 
orders by private ies. Had it been supposed that by not opposing 
the provisional orders they were goirg to hang round the necks of 
the municipalities a monopoly such as that which had been hung 
round by the gas companies for years, the corporation of which he 
was a member would bave 1 орро the passing of any 
provisional order which would have that effect. The various 
private lighting companies had accepted these orders under the con- 
ditions of the Act of Parliament which had been quoted. The share- 
holders knew perfectly well the risks and conditions under which 
they entered into the businesses and invested their money, and it 
would be a mistake at this stage to take away from the Board of 
Trade or municipalities the powers reserved to them under the Act. 
The clause in the Act of 1888 was a reasonable protection to the 
municipalities against monopolies, and an adequate protection against 
undue pressure on the part of municipalities. He thought these elec- 
tric lighting systems were likely to be taken up very largely by 
municipalities. This country was sadly behindhand in the matter of 
e.ectricity. It was a century (sic) behind the United States in this 
respect. In America they had established enormous central power 
stations, from which not only did they provide for the lighting of a 
district, but they generated the power for electric tramways and for 
small industries. What could be more calculated to improve the 
condition of the people than to enable a small mannfacturer to take 
into his workshop sufficient electrical р to enable him to produce 
articles, in competition it might be, with larger undertakings? Elec- 
tric lighting would soon become Hike gas and water, a public neces- 
sity, and such it ought to be in the hands of the municipality. 

Mr. BanrLEY (Islington, N.) said he was doubtful of the wisdom 
of local authorities embarking on those undertakings; but there was 
no doubt that the spirit of the age in London was for local authorities 
to embark on them. There was no doubt also that words :were ex- 
pressly inserted in the Act of 1888 to prevent companies from 
securing a monopoly of electric lighting in their various districte, 
and therefore the companies entered on these enterprises with their 
eyes open. If London municipalities were to be debarred from 
entering upon these undertakings, it would be very bad for the 
Government side of the House. 

Mr. Knox (Londonderry) thought the House should have some 
guidance from the Board of T in the matter. There were two 
cases dealt with in the provisional orders—Bermondsey, in which the 
company had not performed its duty, and Marylebone, in which the 
company had provided a good service. The object of the Act of 1888 
was to give security to any company which gave a good service, and 
to protect the public against inefficiency and overcharge. But the 
Board of Trade had given to the local authority in Marylebone com- 
Ро е powers with the existing company іп an area which was 

zing well served by the company. That appeared to bim to be 
going beyond the Act of 1888. If private capital were deterred by 
such action of the Board of Trade from entering upon these under- 
takings it would not in the end be for the good of the community. 

Mr. Кітснік (Croydon) said he desired to tell the House the posi- 
tion of the Board of Trade in regard to this matter. Applications 
for provisional orders were not received by the B of Trade 
from the local authorities of Bermondsey and Marylebone alone. 
In one case the local authority and a private company, 
and in the other case the local authority and two private 
companies applied for provisional orders for a second supply of 
electric lighting in their respective districts. The Board of Trade 
had to consider, first, whether or not any additional provisional 


order should be granted; and if the provisional order were to be 
granted, whether it was to be granted to a private company or to the 
local authority. He had no hesitation in deciding that it would not 
meet with the approval of Parliament if the Board of Trade were to 
reject the application from the Vestry and to give the additional pro- 
visional order to another company. The hon. and learned member 
for Stroud had contended tbat as long as the existing company was 
properly discharging its duty no second order should be granted in 
the locality. The meaning of that was that a monopoly was to be 
given in each area to the company which first obtained the order. 
That was not only contrary to the public interest, but absolutely 
contrary to the direction of Parliament. The Act of 1888 clearly 
showed the intention of Parliament to be that a second order might 
be granted in any locality, either to the local authority or to 
another company. Subscquently to the passing of that Act an 
ing was held by Major Marindin as to the conditions under which 
provisional electric hghting orders might be granted in the metro- 
polis; and he laid it down distinctly that two companies might be 
granted an order in each area. There fore it could hardly be 
said that a company applying for an order after the Act of 1888, and 
after this inquiry of 1889, did not do so with its eyes open to the 
possibility of competition. Hon. members bad shown that the com- 
petition of a local authority might be keener than that of another 
company, but the Act of 1888 having expressly provided that a local 
authority might apply for and be granted an order, it was im ble 
for the Board of T e to have adopted any other course in this case 
than that which they had taken. The Board of Trade had not gone 
into the merits of the case; that was left to the Committee of the 
House. If the Board of Trade had refused either of these orders 
Parliament would have been precluded altogether from considering 
the applications. His view of Bection 1 of the Act of 1888 was that 
it imposed on the Board of Trade the duty of receiving applications, 
and, unless there was some strong reason other thau those which had 
been advanced, to grant the order in order that it might come before 
Parliament. If the House of Commons rejected the ВШ on its second 
reading it would not be in acoordance with the traditions of the House 
or with public policy. 

Mr. BRT OR D bardos) said that the right hon. gentleman had 
shown that the Board of Trade had no option but to send these 
proposals to the House. Further, the House was bound to send 
them to a Committee, for otherwise the Act of 1888 would in effect 
be repealed. It seemed to be taken for granted that the present 
lighting arrangements in Marylebone were quite satisfactory. Asa 
matter of fact he, as a resident, knew that that was far from the case. 
He hoped that the House would support the Board of Trade. . 

Mr. BBopBick (Surrey, Guildford) wished to corroborate what had 
been said by the right hon. gentleman of the electric light supplied 
by the Marylebone Company. It had been assumed throughout the 
discussion that the supply was satisfactory. He could assure the 
House that those who the light in their rooms had made many 
complainte. When it was proposed to grant a monopoly for 32 years 
this should be considered by the House. 


The House then divided— 
For the amendment  .. wes m „ 114 
s 006 eee ees eee eee eee 198 
jority against say dae К e. —84 


The second reading of the Bill was then formally agreed to. 

Mr. Crives moved that the Bill be referred to a hybrid committee. 

Sir W. Harcourt (Monmouthshire, W.) asked why it should be 
dealt with differently from other Bills. They knew the sort of influ- 
ences to which the House was exposed in to Bills i 

rivate companies, and the sort of solicitation made on Bills of this 

description. The hon. and learned member had given no reason why 
the Bill should be dealt with exceptionally. But probably he thought 
that in a hybrid committee he would have a better opportunity than 
he now had of defeating the measure. 

Mr. Овррв said that, after the statement of the right hon. gentle“ 
man, he would withdraw his motion. 

The motion was, by leave, withdrawn. 


LONDON COUNTY COUNCIL. 
TELEPHONES AND GENERATING STATIONS. 
Mn. MoKinnom Woop (chairman of the London County Council) 
presided on Tuesday afternoon at the County Spring 


Gardens, over a conference of members of the Council, and the re- 
presentatives of Metropolitan local authorities. The conference was 
called to consider the question of telephones and also the report of 
the Joint Committee on Generating Stations for Blectricity in Bulk. 

The CHarnMan in opening the proceedings expressed the great 
gratification he felt at the representative character of the gathering, 
and said he had neyer known a more representative body of local 
authorities assembled in that hall before. As they knew, а conference 
of provincial authorities had already been held, for the Council con- 


‘sidered the matter was of national ap At that gathering 


he was struck with the unanimity which prevailed, and there seemed 
to bea feeling, with no dissention whatever, that the telephone 
service at present was grievously restricted, and that reduced cost and 
improved efficiency would cause very great development. They also 
protested very strongly indeed against the claims made to break up 
the streets and override the authority of the local authorities. With 
regard to London they had a special grievance, for they had the dearest 
system of all, and they felt that there w88 a very wide field for 
extension in the Metropolis. Now only these engaged in extensive 
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commercial transactions used it, and it would be a great advantage if 
it could be used in smaller businesses; therefore, they felt it most 
desirable tbat those who represented all the districts in London, 
should, if possible, unite in placing their views before the committee 
which was thoroughly investigating the subject. With re to the 
other question, that of generating stations for the supply of elec- 
tricity in bulk, they had a direct interest in that, and he felt that in 
the near future that interest would be y increased. Conse- 
quently it was considered expedient to discuss that question also at 
the conference. 

Mr. BracHcrorr pointed out that it was important that the 
evidence given before the Joint Committee should be before them to 
enable them to come to a conclusion. 

The CHAIBMAN: I believe the report of the committee has been 
circulated. 


Mr. OGmvm (Lambeth) in proposing the first resolution, said that 
the National Telephone Company, having the line at 
first, persisted in sticking to it. It seemed that the Post Office 
had gone body and soul over to the company, but he thought 
the telephone was not a thing out of which private companies 
should make profits. The service was both costly and inefficient. 
The company paid large sums in buying up opposition, and the 
users to pay for it. He moved :—" That in the opinion of this 
conference the present telephone service of the London area, as 
supplied by the National Telephone Company, is both inefficient and 
and inadequate ; that the charges, as compared to those made by the 
same company in the provinces, are much too high, and that these 
disadvantages to London are largely due to the abandonment by the 
Post Office of that principle of competition which was expressly 
adopted prior to 1892 for the protection of telephone users.” 
his was carried without discussion. 

Mr. Јони SurrH (St. George's-in-the-East) moved, and Mr. 
Мовттмев (Rotherhithe) seconded, the following motion: —“ That 
this conference views with alarm the action of the Post Office in 
using, for the benefit of the National Telephone Company, its special 
powers as to the breaking up of streets, as instan in the recent 
case of the Commissioners of Sewers and the Post Office; and urges 
the Select Committee on Telephones, which is now sitting at the 
House of Commons to preserve intact that control over the streets 
which has hitherto been vested in the municipal authorities. 

Mr. Duway (Islington) while inst any interference with the 
streets, contended that the local authorities could not give the 
company permission to break open the streets, inasmuch as the 
Telephone Company had no statutory powers whatever for the 
purpose of breaking up streets or laying their mains. At present 
they were placed in the invidious position of being told that they 

laced obstacles in the way of the company giving a proper service, 

t the vestries had no power to give the permission. He knew that 
local authorities had given consent, which he ventured to say they 
had no right to give. 

Mr. Brae (Limehouse) said they had allowed the company to lay 
their mains under their streets for five years, but the public had 
received no benefit and the company would not get an extension. 
Their clerk said they had the right to give permission, and he was as 
good a lawyer as Mr. Dewey. 

Mr. Baxx (L O. O.) trusted that one result of the conference would 
be to band the vestries together to fix a universal charge as rent for 
their streets. It was a question whether the London County Oouncil 
could extract a rent, but the vestries, if they combined together, 
xs get a considerable sum. 

. ВЕАОНОВОРТ (L. C. C.) said the motion was of wide application, 
because the question of the Council's position in regard to the streets 
of local authorities if the Postmaster-General granted them a license 
would have to be considered. 

After further discussion the motion was carried. 


between Mr. Вини and Mr. KIMBER as to 
altering the terms of the resolution so asto exclude the words '' take 
over the system," but Mr. KIMBER said he did not believe in confis- 
cation. 

Eventually, Mr. Bum proposed the following amendment :— 
That in the opinion of this conference, the telephone system is of 
such general [оре importanoe, and calculated to become of such 

benefit, that it should no longer remain exclusively in the 
ds of a trading corporation, but should be worked by the Govern- 
ment as part of the postal service of this country.” 

This was carried. 


A motion of Mr. Lyom (Camberwell) respecting the means to be 
taken to combine for a telephone service was discussed at some 


London telephone area should at once combine to secure an efficient 
and cheap municipal telephone service." 
It was agreed that the chairman should place the resolution before 
the Select Committee now sitting. 
Mr. Bann said that with regard to the generating stations, it was 
Poe em to erect large generating stations to supply electricity in 
and the companies promoting such schemes wished to set aside 
the provisions of the Electric Light Act of 1888, as regarded area and 
supervision of the purchase clauses. The general principles embodied 
in these Bills were being considered by the House of Commons, and 
unless there was some definite proposal brought forward by the 
Council and local authorities they would probably be passed. 


One of the results might be that a local authority on acquiring the 
electric lighting service within ite area might find its supply cut off. 
He thought the Council, as the central authority, should have the 
power to purchase the bulk companies. 

Mr. E. J. WAKELING (Shoreditch) moved: That this conference 
regards it as essential to the interests of London as a whole that the 
present purchase clause of the Electric Lighting Acts, which applies 
to defined areas, should also be made to apply to such companies as 
propose to supply electrical energy in bulk to the whole of London 
without regard to area.” 

The following motion was aleo carried on the motion of Mr. E. 
Howes (St. Luke's): That while preserving intact the rights of the 
local authorities with regard to electric lighting and energy, in the 
opinion of this conference it is desirable that the London County 
Council should be in a position to undertake, if it so determine, and 
if so requested by the local authorities, the supply of electrical en 
in bulk for the convenience of any districts deriring to be so supplied, 
provided they do not become competitors with the local authorities.” 


CORRESPONDENCE. 


Purification of Sewage Eflaent by Electrozone. 


After reading the article in your issue of April 29th, 
entitled “The Parification of Sewage Effluent by Electro- 
zone, it occurs to me that the results of an extended and 
systematic investigation which I carried out some time since 
in the same line may be of interest. 

The purpose of the experimental work was to determine 
how much “ available chlorine " is produced per ampere- 
hour under various conditions of current density, solution 
density, &c., in solutions of sodium chloride, and magnesium 
chloride, and also in mixtures of the trio. 

I enclose a table which fairly summarises the results 
obtained, and is self-explanatory. It is somewhat startling 
to have the so-called “exports” you mention find the 
exceedingly huge production of 1°45 gme, Cl. per litre when, 
according to Faraday's law, the maximum amount possible 
could be but 1:32 gms. | 

My experiments were carried out by electrolysing fouc 
litres of solution, containing the amounts of salts indicated 
in the table. This quantity should be sufficient to give a 
good indication of what we may expect of the process on a 
commercial scale, besides determining the conditions 
under which the “available chlorine” is produced most 
кош 

In several instances the temperature was kept constant at 
about 11° C., otherwise it was allowed to rise, due to the 
C? R loss in the electrolyte. 

The much better results found under this condition of 
low temperature pointed out very clearly the necessity of 
keeping the electrolyte at a low temperature. 


Madison, Wis. 
[There is no occasion for publishing Mt. Beebe's table. 
He does not tell us what kind of electrodes he used, and his 


laboratory experiences do not seem to be of any particular 
interest.— Eps. ELEC. Rev. ] 


М. C. Beebe. 


“ Honour to whom Honour is Due.“ 


Within the past week, Mr. James Wimshurst, “ the 
inventor of the famous electrical machine,” has been elected 
a Fellow of the Royal Society. Your article that sought to 
detract from his claims to that honour, has consequently 
failed in its main purpose. In your last issue you revert to 
my former criticism, and you cite various German and French 
authorities to show how great are theclaims of Hr. W. Holtz. 
I have already admitted the greatness of those claims; 
indeed, anybody who reads Holtz’s admirable papers in 
Pog. Ann. and elsewhere, must always acknowlelge him the 
father of the “influence” machine. But he was only the 
father. He did not gather into one mechanism the sum of 
bis ideas. This was reserved for Wimshurst. The 
Wimshurst machine is self-exciting ; its polarity is subject 
to no capricious reversals; it does its work well in all 
weathers ; its discharges can be regulated as to quantity, 
potential, and rate of interruption ; and it is, for some pur- 

ses, the best possible exciter for Röentgen-ray tubes, 

oltz never made a machine that combined those merits. 

It is acurious and significant fact that the most modern 
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Holtz machines are provided with an auxiliery exciter 
of the Wimsburst type. This is a very proper arrangement, 
and indicates the exact relationship that should exist between 
the honoured inventors themselves. 

The letter of Hr. Uppenborn consists of two parts; in the 
first he cites his own book, in the second he gives us a 
measure of his judgment. It is always a pity to deny a 
Teuton the luxury of a grievance. Has Hr. Uppenborn 
forgotten the wise saying of Karl XII.: * Wenn mancher 
Mun wüste, was mancher Mann wär, аб mancher Mann 
manchem Mann manchmal mehr Ehr." 


Rollo Appleyard. 
June 14th, 1898. 


Ring Slotted Armatures. 


I should be very much obliged if any person could inform 
me that when designing a ring slotted armature if the section 
is calculated as if the slots were solid, or how is it calculated, 
or what allowance is made for slots? 

Also supposing the slots were a quarter of an inch wide, 
would the air space between armature and fields be one- 
eighth of an inch on each side of armature, or what propor- 
tion of width of slot would the air space on each side be? 


Subscriber. 
Melbourne. 


Section of the drum slotted armature is found by taking 
the diameter across from bottom of slots to bottom of slots. 
The air space or clearance should be equal to half the 
breadth of the teeth; in calculating the reluctance of the 
air space in a slotted armature, the breadth of the teeth 
multiplied by their number embraced by the poles will give 
the area of the air space. 

Slots should be same width as breadth of teeth; the air 
space is regulated by breadth of the teeth, not by width of 
Blot. 


Ina ring armature the section is taken from bottom of 
slot to inside of ring. 

The tendency of recent designs is to make the slots 
narrow, numerous, and деер; tooth and slot about equal, and 
the magnetio density in the air space is run up to 10,000 
units or double that of а smooth core. 

R. Kennedy. 


Prof. Carus-Wilson's Paper. 


Will you kindly correct a slip in my letter published last 
Friday to the effect that, in the two curves which I selected 
for comparing the results obtained with constant and with 
variable acoeleration, the same final speed held for both. 

As a matter of fact the figures which I gave at the Institu- 
tion erred in the ваше direction as did those of Mr. Short ; 
but the question at issue is not materially affected thereby, 
BO it is sufficient to just mention it. 

There was an obvious slip, also, in the employment of the 
word acceleration instead of the word speed (at the 
foot of the page in your issue of Friday last). 

I should like to add that my remarks at the Institution, 
and in my letter to you last, week, were based on the assump- 
tion that Prof. Carus-Wilson’s paper was intended to deal 
more particularly with high-speed railway motors as we 
understand the term in this country; i. s., with motors 
hauling trains of carriages between fixed, starting and stopping 
pere and at a high rate of speed; such as the Central 

ndon, the Waterloo and City, the Liverpool Overhead, and 
the City and South London Railways. 

My remarks as to adhesion were based on the values found 
to hold in the case of the two latter. 

A. M. Taylor. 


BUSINESS NOTICES, &o. 


Books Received.— The Calorific Power of Fuels.“ By 
Herman Pcole, F.0.8. London: Chapman & Hall, Limited. $3. 

" Acetylene Gas and Calcium Carbide.“ By G. F. Thompson, 
Lombard Chambers, Bixteth Street, Liverpool. 38. 61. 


“Doncan’s Manual of Tramways, Omnibuees, and Electric Rail- 
ways, 1898. 33. 6d. London: T. J. Whiting & Sons, Limited, 7a, 
South Place, E. O. 

“ Electricity in Town and Country Houses. By Percy Е. Bcrutton. 
Archibald Constable & Co., 2, Whitehall Gardens. 28. 6d. 


Electric Cooking.— Messrs. Crompton & Co., Limited, 
Arc Works, Chelmeford, have issued a new edition of their catalogue 
of electrical heating and cooking apparatus. The list, which 
of about 40 pages, describes the various domestic and other appa- 
ratus manufactured under the Crompton-Fox patents. It is claimed 
that, in the method of attaching the utensil or apparatus, the wires 
are firmly secured in place on an insu g ground work, and com- 
pletely protected from the action of the atmosphere, and also from 
mechanical damage, by a coating of a strong vitreous enamel of very 
high insulating properties, and capable of thoroughly withstanding 
the heat of the wire iteelf. The which generate the heat can 
be fixed in very close contact with the article to be heated, thus 
giving a high efficiency, and the methods by which this is done are 
the result of over eight years’ experience. The list gives prices and 
particulars of a variety of hot plates, aancepans, fry pans, flat irons, 
radiators, &c. The prices of certain articles are considerably reduced. 
Messrs. Crompton also send us а copy of a pamphlet by Mrs. Seaton, 
giving practical hints on the use of electrical cooking apparatus, and 
instructions for using electric heating appliances. 


Electric Lighting of Tin Plate Works.—Morfa 
Tia Plate Works, Llanelly, are following in the wake of other works 
of the вате kind in this centre of the Welsh industry by securing an 
installation of electric light. The contract has bsen given to Messrs. 
J. ы Howell, Limited, Llanelly. The work will be commenced 
shortly. 


Electrical Plant for Australia.— The machinery for 
the lighting of the City of Goulbourn, N.S.W., is being built by 
Mesers. Johnson & Phillips, of Old Chariton, the order having been 
handed to them by their sole representative in Australia (Mr. W. W. 
Crawford, consulting engineer, Imperial Chambers, Sydney, and 
Brookman’s Buildings, Adelaide), who is at present on a visit to 
London. This firm have aleo in hand the order for plant for lighting 
Port Adelaide, South Australia. 


The Jandus Arc Lamp.—Messrs. Drake & Gorham 
inform us that the gold medal was awarded to the “Jandus” arc 
lamp at the recent Hull Exhibition. The firm also exhibited а selec- 
tion of their specialities in electric light fittings, which was awarded 
a silver medal. The same firm also show some good specimens of art 
metal work at the Exhibition now being held at the Royal Aquarium. 
Amongst other fittings can be seen French candelabra and sconces of 
the best designs, and a special feature of the exhibit is an attractive 
collection of old Dutch fittings and Japanese bronzes adapted for the 
electric light. 


Nernst Incandescent Lamps.—Mesers. Ganz & Co., 
of Buda-Pesth, bave purchased the Austrian, Hungarian, and Italian 
rights in the Nernst process for the manufacture of incandescent 
lamps. We believe we are correct in saying that the rights for this 
country and the Oolonies respectively have been purchased by two 
well-known companies. 


New Premises.—Mr. James Morris has opened new pre- 
mises in Railway Road, Leigh, Lancashire, as an electrician, optician, 
and photcgraphic dealer. 

Messrs. Palmer & Watson, electric light and power engineers, 100, 
Oharing Cross Road, have again to extend their business p 
and they will shortly open a showroom for electrical fittings and 
appliances on ground floor at the above address. 

The Ventnor Electric Light and Power Company have opened 
р „з High Street, Ventnor, for the supply of electric light 

ttings, &c. 

Messrs. Dobsons & Cartis Bros., Limited, electrical engineers, of 
Dublin, have opened an office at 74, South Mall, Cork. Mr. L. E. 
Buckell is in charge of the branch. 


Salmony v. Kitching.—In the Hull County Court last 
week Messrs. H. M. Salmony & Co. sued Mr. C. H. Kitching, elec- 
trician, Beverley Road, Hull, for £18 163. 1d. for goods sold and 
delivered. Mr. Stamp said that on September 7th the defendant was 
endeavouring to obtain the agency for Hull and district for the 
plaintiffs’ firm, and saw Mr. Rosenberg, a member of the firm, who 
was in Hull, and then ordered verbally a quantity of electrical 
The order was subsequently taken down in writing at the defendant's 
dictation. Dr. Jackson (for the defendant) explained that 13s. 10d. 
admitted had been paid into court, and £7 14s. 6d. was paid into 
the High Court, whence the case had been transmitted. Mr. Stamp, 
continuing, said that the order was given on September 7th, and the 
real question in dispute was whether the defendant was entitled to 
return certain lamps on the ground tbat they were ordered of the 
Electrical Company's make, and not so supplied, but someone's else 
At the time, however, notbing was eaid ae to any lamps whatever. 
The plaintiffs did not manufacture anpi and the defendant was 
endeavouring to obtain the agency for the plaintiffs’ firm. 
The firm whose lamps it was afterwards alleged were sent, 
were the direct competitors of the plaintiffs’ firm, and neither 
of the firms actually made lamps. Tney were supplied 
from а е сие of the same month the defendant wrote 
complaining that the lamps were very unsatisfactory, and informing 
the plaintiffs that he was going to send them back as he declined to 


Vol 42; No. 1,073, Jun 17, 1898.) 


receive them. On mber 25th plaintiffs sent 716 lamps at 7s., 
and 72 lamps at 1s. 1d. each in two few other goods in a 
barrel. On October 26th plaintiffs received back an empty barrel, 
and gave defendant a credit note of 5s., and on October 27th they 
received two boxes of electrical goods, for which unm also gave 


; p 
that they bad not received 621 lamps which it was alleged were 
returned, and for them they now claimed £18 28. Sd. Dr. Jackson 
contended that there bad been no contract made, and that the goods 
sent were of an inferior and were sent back, and at present 
were in the of the tiffs agent. His Honour gave a 
verdict for the amount » With costs. 


Electrical Wares Exported. 
Wi Бирма Jun 14тн, 1897. | WW Hume Jun 14тн, 1898. 
P Tx t £ 


£ в. B. 
Alexandria .. 20 0 | Adelaide " *. 187 0 
Amsterdam : . 260 0 Amsterdam *. 130 0 
» Telcy.cable 89 0 | Auckland iss .. 293 0 
Antwerp aes ie 0 | Balia ... is .. 614 0 
Archangel A 19 0 | Bombay... : 52 0 
Auckland  ... 159 0 | Boulogm | 122 0 
Barcelona. Teleg. wire 53 0 | Buenos Ayres .. 189 0 
Bombay ... "es А 0 cus „ 119 0 
Boulogae 12 0 | Cape Town é 2,784 0 
a 2,229 0 | Oopen „ 110 
Buenos Ayres 50 0 | Durban... sis .. 26 0 
Calcutta 742 0 | East London .. 123 0 
Canter 84 0 | Fremantle ies 2794 0 
Ospe Town . 217 0 Kong  .. 85 0 
bo ; ... 74 0, Monte video . 81 0 
Constantinopl.. 80 O|N vss 690 0 
m 8 0 Nelson А5 12 0 
Вау .. 256 0 | Ostend ... see 85 0 
Durban ... B 242 0 | Penang. Teleg. mat. 400 0 
Fremantle ; 9,733 0 | Port Chalmers... 442 0 
Gibraltar P" 133) 0| „ Elisabeth 350 O0 
Hamburg ; 1 0 | Rio Janeiro 1,154 0 
Havana... z 1 0 am 248 0 
Madras. Teley. mat. 65 0 i 16 0 
T m 0 | Santos . 337 0 
Melbourne. Teleg. mat. 53 0 | Singapore 54 0 
Monte Video ... .. 2 08 olm 161 0 
New York ^ .. 100 0 Sydney 725 0 
. Teleg. mat.. 95 0 Tantave : 33 O0 
Port Said ай . 26 0 Val ла. . 48 0 
Quebec ... .. 480 0 Wellington * 40 0 
R .. 16 0 | 
Rio Janeiro . 43 0 
Shanghai. . 
ephone. 2 0 
Singapore vis .. €0 0° 
Btockholm 120 0 | 
Suess sek . 21 0 
Втавеу eis vis * 621 0 | 
ellington  ... .. 30 0 
Total ... £17,828 0 Total .. 212,455 0 
Bankruptcy Proceedings.—At a sitting of the London 
Bankruptcy Oourt held last Friday, Wm. was allowed 
to pass his public examination upon accounts showing debts 
£568 6s. 104, and no available assets. In the course of his 
evidence the said he commenced business as a manu- 
facturer of electrical appliances in 1882, at Oanonbury Bquare, N. 
| “Player & Retallack.” In all 


in a, with another as yer 

he had five partners, but d the latter part of the 
trading he was the sole рор the business, which was 
abandoned fallen away and could not be 
fit. His insolvency was due primarily to loss on 
the trading. tana gay e a 

Court a few days ago, before the Registrar 
(Ar. Joseph Binney), John Henry Dewburet and John Longden, 
lately carrying on the business of mechanical and electrical engineers 
and mill furnishers, Attercli 

Dewhurst & Son, came u 


. The closed. 
A meeting of the creditors of James Fletcher and John Arthur 
Hirst, carrying on business under the title of Messrs. Fletcher, Hirst 
Oo., electrical and mechanical engineers at Burnley, Chester, and 
was held at the offices of Mr. О. J. Dibb, official receiver, in 
Quay Btreet, Manchester, on Tuesday last. The liabilities amounted 
to £2,184, and the assets to £424, a deficiency of £1,760. Debtors 
were adjudicated bankrupt, and Mr. George Proctor, of 3, Grimshaw 


statement of affairs showed a surplus assets over liabilities of 
£1,036, and he attributed his failure to inability to obtain payment 
of amounts which he claimed from certain persons. The examinati n 
was adjourned. 
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Auction Sales.—On June 20th and 21st, Messrs. Robins, 
Snell & Gore will sell by auction, at 2194, Oxford Street, W., the 
entire stock of an electrical contractor, including accumulators, 
switches, arc lamps, motors, cycle lamps, &c. See our "Official 
Notices this week for further detail. 

Messrs. DT Huddleston & Oo., will sell by auction at 11, Long 
Millgate, Manchester, on June 30th, a quantity of electrical apparatus, 
&c., for particulars of which see our Official Notices” this week. 
The list includes dynamos, motors, 10,000 switches and fittings, 
cables, and wires, &c. 


Change of Address.—The offices of the Brockie-Pell 
Arc Lamp, Limited, have now been removed from 97, Queen Victoria 
Street, E. O., to 21, 23 and 25, Tabernacle Street, Е.С. 


Lists.—Messrs. Crompton & Co. are circulating a price 
list of enclosed long-burning arc eg ss 

The Davy ical Construction Company, Limited, of Highbury, 
send us a number of lists illustrating and describing their types A, B, 
and C enclosed arc ie 

Messrs. Beanland, kin & Co., of Leeds, have issued a list of 
electric air propellers, table ventilators, and small motors. 

The Langdon-Davies Electric Motor Company, Limited, have 
issued a new list of their alternate current motors. A catalogue will 
be brought out in a few weeks. 

Messrs. Foxcroft & Duncan, of 24, Qaeen’s Road, Dalston, N. U., 
send us a set of liste of their various manufactures, including gravity 
and dead-beat voltmeters and ammeters, permanent magnet ditto, 
Cardew voltmeters, “ Pbœuix aud 8.8.“ arc lamps, hatchet 
switches, resistances and choking coila, &c. The firm make all the 
measuring instruments as formerly manufactured by Messrs. Paterson 
and Oooper, of Dalston, including the Ayrton and Perry commutator 
and non-commutator instruments. The gravity instrament mentioned 
above has been only lately introduced. | 


Smoke Nuisance.—The London Electric Supply Corpo- 
ration, who were recently fined for a smoke nuisance, have given 
notice of appeal to the Greenwich Board of Works. Two more cases 
of nuisances having been reported, the Board have decided to proceed 
against the parties concerned. 


ELECTRIC LIGHTING NOTES. 


Barmouth.—On 7th inst. the District Council held a 
песа meeting to consider the question of lighting the town b 
icity. A pro was put forward by Mr. Dd. Davies, of Besch 
Road, who o to destroy the refuse for 5s. a day, and put down 
an electricity works, the wires to be laid underground, the work to 
be completed in 18 months, and a guarantee to be given tosupply elec- 
со t for five years on terms to be agreed upon. The Council 
agreed to support Mr. Daviee's scheme, and he is to submit plans. 


Barnsley.—Mr. Miller, electrical engineer, has been 
instructed by the Oouncil to prepare plans, estimates, &c., for an 
electric lighting scheme. Application is to be made to the Local 
Government Board for a £23,322 loan. It was stated last week at 
the Council meeting that there was such a demand for 
electrical materials that it might be 18 months before the scheme: 
would be completed. : 


Barrow.—The Electric Lighting Committee has ap- 
pointed a sub-committee to su tend the erection of buildin 
and the carrying out of works in connection with the el 0 
lighting undertaking. The sub-committee will negotiate for sites 
for the erection of sub-stations. The electrical engineer has been 
authorised to engage the necessary staff for breaking up the streets 
to lay mains. Before the mains are laid, the Highways and Lighting 
Committee are to be asked whether they contemplate street lighting 
by arc lampe. It is expected that current will be available by the 
end of October. | 


Belfast.—The engineer last week reported the progress of 
the works at the new electricity station, and the successful of 
the first and second boilers. It was decided 
qualified man to act as engineer-in-charge. 


_ Bethnal Green.—In regard to our last week’s paragraph 
under this heading, Messrs. Calvert & Oo., electrical engineers, 4, 
St. Mary’s Street, Manchester, write calling attention to a slight 
inaccuracy in the report. They say:—" The Board of Guardians 
accepted a tender of ours apparently without reading it, and then 
with the specification and plans prepared by the engineers bu no 

th the ification and p prepared engineers but not 
in accordance with the said tender.’ We offered, we did not demand, 
as the original tender was the one accepted—an addition at which 
we would be willing to sign the draft contract with the inclusion of 
a minor protectionary clause. This offer, as you know, was not 
coepted. We have been asked to send in a fresh tender, the work 
being re-advertised.” | 
Birmingham,—At the City Council meeting on Tuesday, 
the Lord Mayor submitted the recommendation of the General Pur- 
poees Committee as to the n by the Council of the under- 
taking of the Birmingham tric Supply Company, Limited, at the 
price of £420,000, and authorising the committee to take the neces- 
sary steps for the promotion of a Bill in Parliament to authorise the 
purchase. The reco on of the committee was that they 
should pay £10 10s. per share for the £5 shares of the company, and 


E 


to advertise for a fully 
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take over the undertaking as a going concern, with all ite assets and 
liabilities, as from January let, 1898. There was no opposition to 
the scheme, and the recommendation of the committee was agreed 
to. The voting was 53 for, 0 against, and 5 neutral 


Black pool.—At a meeting of the Town Council on 
Tuesday last week, Councillor Brodie, as chairman of the Electric 
Lighting Committee, presented a statement as to the working of the 
department during the past financial year. This showed that the 
working of the tramways had realised a gross profit of £5,290, and 
after paying £2,984 for interest on capital and sinking fund, there 
was а net profit of 42 306 on the working, as sgainst £230 in the 
preceding 12 months. The gross profita in the electric lighting 

epartment were £5,676, and with £3,856 placed tosinking fund and 
interest on capital, there was left a net profit of £18,190. Councillor 
Brodie eaid some complaint had been made on the und 
that the Committee were making a profit, and demands put 
forward for a reduction in price. He referred the Oouncil 
to what occurred two years ago, when the whole of the 
cables failed involving an unexpected expenditure of £13,700. Had 
there not been & suspense account tbe ratepayers would have been 
taxed very heavily to repay that amount; and the Council were 
determined tbat until this suspense account was put right again the 
users of electricity should not have the benefit of апу reduction. He 
added that it was proposed to spend a sum of £40,000 in extensions. 
The statement was adopted. At the same meeting the salary of Mr. 
R. C. Qain, the electrical engineer, was advanced from £300 to 
£400 per annum. 

In response to a requisition signed by a large number of 
1 ^ Mayor of С SUE has жш a public 
meeting for the purpose of cons ng the p on the 
part of the Town Council to borrow a further sum of £40,000 for 
extensions in connection with the electric lighting scheme. The 
petitioners to the requisition assert that the ratepayers generally 
desire fuller information as to the expenditure by this rtment of 
the Corporation since the inauguration of the works. е under- 
taking was commenced five years ago with a capital of £26,000, but 
in subsequent years other sums, amounting to £54,000 were expended, 
so that if the i for £40,000 is granted the capital 
will be n to SE. oe Upon this 5 and also in 
regard to the overhead system, man е a tl 
a а у ratepayers apparently 


Bray.—The Township Commissioners have decided to 
reduce the price of electric current from 6d. to 34d. per unit after one- 
and-a-half hours’ lighting of maximum demand. 


Bridgwater.—The Somerset Drainage Commissioners 
n oppose the electric lighting Bill for Bridgwater when it is 


Burslem.—Last year when the Council passed its reso- 
lution applying for a provisional electric lighting order, it was too 
late for anything. to be done. A second resolution has now been 
paseed, and the application will go forward. 


Burton-on-Trent.—We understand that, in addition to 
a large sum voted for gas extensions, £11,000 is to be spent upon 
electric lighting extensions. 


Buxton.—Prof. Kennedy's plans, &c., of an electricity 
undertaking are before the Council, which has held a special meeting 


to consider them. 


Camberley.—Mr. Lucas, of Bournemouth, is anxious 
to carry out the electric lighting of this district at a cost of 
£25,000 or £26,000, and last week he met the District Council and 
explained in outline hig During the last three years 
Mr. Lucas is said to have ez £40,000 in the locality, and is to 
build a number of additional houses shortly. scheme would 
extend from the schools to the Jolly Farmer, and would extend over 
the whole of the Frimley district, but he would not proceed with it 
if the Council would oppose his application for the order. The 
Council will meet Mr. Lucas again in committee. 


Canterbury.—The Council has adopted the recommenda- 
tion of the Lighting Committee that the sum mentioned the 
contractors for connecting up to consumers’ houses for 30s. per house 
be accepted, and that the charges for current be as follows :—Private 
lighting, 6d. per unit; power and heat, &c., 3d. per unit. 


Chelsea.—The Chelsea Electricity Supply Company, 
Limited, announce that they have reduced their p for power and 
heating, supplied at 200 volts, to 3d. per unit. 


Cheltenham.—At last week's Council meeting the 
Lighting Committee reported that the electrical engineer had sub- 
mitted estimates of the costs of providing arc lamps for lighting the 
Gloucester Road from the High Street to the Lansdown Castle, and 
th» Tewkesbury Road from the Gloucester Road to the High Street 
Railway Station. Three schemes were submitted, and he recom- 
mended the third, involving an expenditure of £3,855, viz., Gloucester 
Road, Tewkesbury Road, and Lansdown Road (from Lansdown 
Castle to Westal Green), 15 arcs on arches in Lansdown Road, 37 on 
side pillars in Gloucester Road and Tewkesbury Road, and one on a 
centre pillar at the Lansdown Castle. The estimate assumed that 
the arc lighting cables along Lansdown Road are laid at the same time 
asthe private supply cables for this road. If these cables were not 
laid as described the extra cost would be about £80. The acce ов 
cf this scheme would necessitate application for ап additional loan of 
£875 t eyond that last applied for and not yet granted. The Lighting 
Committee approved the report and advised the Council to authorise 
the electrical engineer to arrange to carry out scheme 3, and also 


recommended that the private lighting mains in Lansdown Road be 
laid at the same time as the main for street lighting, that the 
Local Government Board be asked to sanction an increase of the loan 
for which application to borrow is now pending by the sum of £875, 
and that the electrical engineer be authorised to order switch gear 
required for the arc lighting circuits in Manchester Street. After a 
uris discussion the Council approved of the various recommen- 
ations. 


Clacton-on-Sea.—The Sea Wall Commissioners con- 
sidered the question of lighting the front last week, and there was a 
feeling in favour of electric lighting. 


Coventry.—Mr. G. W. Willcocks held a Local Govern- 
ment Board iuquiry on Tuesday, with respect to the pie gm of 
the Corporation to borrow £30,000 for the extension of their electric 
lighting system. The Town Clerk (Mr. L. Beard) said the electric 
light works were opened for public supply on January 186, 1896, upon 
а comparatively small An extension was soon necessary and 
the plant bad been increased to 350 kilowatts, and the mains to 3j 
miles. The capital outlay was £33,000. The Electric Light Com- 
mittee had . r the recommendations of their consulting 
engineer (Mr. R. Hammond), for a large extension of mains, additions 
to plant, provision for street lighting, and a railway siding. The 
estimated cost was £433,000. After detailed evidence by Mr. 
Hammond, the inspector visited the works and the sub-stations. 


Darlaston.—The Midland Eleotrio Corporation for Power 
ин: Limited, has entered into a satisfactory agreement with 
the Coun 


Donglas.— Prof. Fleming's report on the scheme of the 
Town Council for the lighting of Douglas has been received, and will 
shortly be issued. His estimate of the cost of the smaller scheme 
submitted, namely, the lighting of the Promenades, Victoria Street 
to Finch Road, and Duke, Strand, and Castle Streets, is 230,000. 
Calculations made on this estimate show that the cost of ici 
compared with the present gas system would be £1,000 a year in 
excess at first. Prof. Fleming has also reported on an extended 
system. 


Dover.—A lady has claimed compensation from the 


Dover Electricity Supply Company for injuries sustained through 
falling over an electric light box in High Btreet. The company has 
admitted ita responsibility. 


Ealing.—At the meeting of the Ealing District Council 
on the 2nd inst., the Electric Lighting Committee reported, says the 
Middlesex County Times, that the question of the conduct of the switch- 
board men had occupied its attention, and it recommended that Mr. 
Bush be d. Mr. Recano's tion was received. The com- 
mittee, with the exception of one member, declined an interview. Mr. 
Armri said that that morning he had received an electrical 
paper, and in an article in it there were some very grave accusations 
against their chief engineer. As a member of the committee he had 
never onoe received any information of any complaint from these 
men, except that Mr. Jordan handed him a letter from Mr. Knight, 
and a letter from Mr. Bush. Had he known of these accusations he 
would certainly have supported Mr. Brampton's proposal that Mr. 
Recano should be heard. After some discussion, Mr. Taylor moved 
that a special committee should meet at the earliest possible 
moment. Mr. Brampton seconded, and said he should like it to be 
composed of the whole Council, as it was no good referring it back 
to the Electric Lighting Committee. The chairman: This particular 
subject has not come before them. Mr. Thayers moved as an amend- 
ment that the Electric Lighting Committee be the committee to 
take the subject into consideration. Mr. Armriding seconded. Mr. 
Cowley said he was rather inclined to vote with Mr. Taylor, Шоп 
out of no disrespect to the Electric Lighting Committee. He thought 
it more satisfactory, considering the circumstances, and to avoid 
it being said afterwards that they wanted to out their own 
raling. Mr. Norris said that he was afraid if the matter did not go 
to the Electric Lighting Committee, it might perhaps look like & 
little snub to them. The committee had perhaps been a little 
рисом, but he had every confidence in its justice and he felt sure 
t would give the other side a fair hearing. Mr. Jordan said that 
the evidence they had had before the Electric Lighting Committee 
was very serious, and it would lead to more serious consequences in 
the future. They had done their duty in taking the action they 
had done. The whole Council bad sufficient confidence in Mr. 
Knight to make him the head man at the place, and it was the duty 
of an employer to place every confidence in his er until he 
found him out. The amendment that the matter should go before 
the Electric Lighting Committee was then put and carried by six 
votes to three. 

It is stated that the Electric Lighting Committee last week made 
an exhaustive inquiry regarding the allegations. On Tuesday las 
week the committee examined all the employés at the works, and 
on 10th inst. sat again for the purpose of formulating its report to 
the Council, which was to be presented this week. 


Eastbourne.—The Town Council last week adopted 
minutes of the joint sub-committee, in which they reported that 
“ they considered the reference from the Council as to authorising 
them, if they thought proper, to engage Mr. Wright, of Brighton, 
electrical engineer, in addition to orin substitution for Mr. Hawtayne. 
It was resolved that Mr. Hawtayne be engaged to report on the pro 

1 that the Corporation should provide the necessary plant, Ko., 

or generating electric light for the existing public lamps and publio 
buildings, either separately or in conjunction with the refuse de- 
structor, for a fee of 30 guincas, without binding the Corporation to 
engage him in the event of their deciding to undertake any of those 
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works. Further, that the question of engaging Mr. Wright be post- 
ned {ох the present, pending the receipt by the committee of Mr. 
wtayme’s report.” 


Edmonton.—1n connection with the proposed installation 
of electric light in the workhouse, Mr. Sydney J. Ross has written 
offering to act as consulting electrical engineer for the echeme eub- 
mitted by him, which amounted to £2,500. The letter was referred to 
the Works Committee of the Guardians. 


Erith.—The Erith District Council have engaged the 
services of an expert on the matter of electric lighting. 


Flitwick.—Mr. Alfred Pearse, the well-known illustrator 
to London mags sin es, has entered into partnership with Mr. Snetzler, 
engineer. They have purchased a factory in London. One of Mr. 
Pearse's smaller schemes is to light up the little village of Flitwick, 
where Mr. Pearse hasa country residence, with electric light by means 
cf the river Flit. At the place where it is proposed to erect the 
motor, the river is 15 feet wide, and is capable of supplying 20 Н.Р. 


Folkestone.— Last week Colonel Coke, R. E., held a Local 
Government Board inquiry in respect of an application made by the 
Town Council to borrow the sum of £1,200 for the purposes of electric 
light—namely, the purchase of standards. The town clerk explained the 

urposes for which the money was required. "There were, he said, to 

з 40 standards along the Leas front. The Council had accepted a 
tender at the price of £15 148. per standard for those on the Leas, 
and £14 for the streets, and in addition there would be an allowance 
for fixing and painting—£2 each. 


Frimley.—At the last District Council meeting, Mr. 
Lucas attended and addressed the Council rc electric lighting. 
He atked the Council whether they would support him when he 
applied for the provisional order, or whether they intended to carry 
out a scheme of electric lighting themselves. The outlay on the 
whole echeme would be something like £25,000 or £26,000. After 
consideration it was decided that Mr. Lucas, with his engineer, should 
meet the whole Council in committee and go through the scheme. 


Garston.— At the last District Council meeting a letter 
was read from the Local Government Board, enclosing а copy of a 
letter sent to them!by Messrs. Peaccck, Gregory & Bousfield, solicitors, 
Liverpool, asking them not to sanction the application of the Garston 
District Council for power to borrow £24,000 for the purpose of 
erecting a refuse destructor and electric lighting etation at Grassen- 
dale; also petition signed by 542 owners objecting to the refuse 
destructor and electric light generating station being fixed there. 
The central authority asked for the opinion of the Council on these 
matters. After some discussion the Special Purposes Committee was 
instructed to prepare a reply. 


Germany.—Messrs. Siemens & Halske, Berlin, have just 
secured a contract for the establishment of a central electric lighting 
station at Ahlfeld-am-Leine at a cost of £65,000. 


Glasgow.—The Watching and Lighting Committee 
advises that in the event of the Corporation deciding to erect trolley 
poles for the High Street tramwaya, from Glasgow Cross to Parlia- 
mentary Road, such poles should be used for lighting purposes. 37 
lights would be required, the annual cost of the electric current, 
at i present rate, being £666. Gas lighting costs £191 at 
presen 

The Dean of Guild Court last week granted the Glasgow Corpora- 
tion permission to erect a new generating and electric storage station 
in Oorn Street and Sawmillfield Street. 


Godalming.—The authorities at Whitehall have refused 
to sanction the raising of а loan for the purpose of electric lighting 
at Godalming, in consequence of the strong opposition laid before 
the inspector who inquired into the matter. 


Hackney.—We learn that the Vestry has referred Mr. 
F. Н. Medhurst's action to а Special Committee, consisting of the 
Chairman of the Vestry, and the Chairmen of the several Standing 
Committees, the said Special Committee to have power, in the name 
of the Vestry, to engage counsel, incur expenditure, and to take all 
steps that may be deemed expedient to defend the interests of the 
Vestry in respect of such action. The Vestry last week decided by 
a good majority not to hand the provisional order over to a 
company. 


Hanley.—The North Staffordshire Traders’ Association 
is agitating for a reduction in the charges for current. 


Hampstead.—The Vestry has decided to extend the 
ublic lighting by arc lamps from a point near the Hampstead Fire 
а along Heath Street to a point close to the summit of the 
eath. 
The Vestry is to be asked to consider the advisability of lighting 
West End Lane, Mill Lane, Fortune Green Road, and Fortune Green 
by electricity. 


Huddersfield.—At Wednesday's meeting of the County 
Borough Council, the electrical] engineer reported the number of 
consumers of electric light for the month to be 685, an increase for 
the month of 24. The lamps connected—46,014—showed an increase 
of 1,257, and the units metered in May, 28,460, or an increase on the 
corresponding period of the previous year of 9,779, equal to 52 per 
cent. The tender of Mr. James Proctor, of Burnley, for the sum of £69 
рег погат, 5 n кү, for mechanical stokers for the four 

ers at the electric supply station, was accepted. The tender 
of Messrs, Read, Holliday & Sons has been кесерге for the electric 
fittings for the new police station at Huddersfield. 


Iikeston.—The Town Clerk has reported to the District 
Council re the Dover electric trams, and in consequence the Council 
will hold a special meeting on July 12th to pass a statutory resolu- 
tion applying for a provisional order under the Tramways Act. At 
the same meeting a resolution will be brought forward applying for 
a provisional electric lighting order. The scheme of the General 
Power Distributing Company is to be opposed. 


Ipswich.—After again going into the question of electric 
lighting for the workhouse, the Workhouse Committee advised that a 
gas engine be supplied by the gas company for £400, and that Messrs. 
Crompton & Co.'s tender for the other plant, &c., for the installation 
be accepted at £1,650. The Board dg Guardians, however, rejected 
the proposal on an amendment, and the matter has been referred 
back to the committee to get estimates for gas lighting. 


Islington.—The Progressives on the Vestry last week 
ousted Mr. Lambert from the position of Chairman of the Electric 
Lighting Committee, and appointed Mr. Gordon in his place. We 
have already briefly referred to this matter. 


King’s Norton.—The Board of Trade have issued copies 
o өе) new provisional order which they have just issued to the 
оппой. 


Leigh.—The District Council having obtained an Electric 
Lighting Order, are proposing to borrow £10,500 to spend on 
electric works. The estimate of the gas manager, Mr. J. Foster, is 
that £10,0C0 will be required for the buildings and plants. The 

roposed buildings include an engine and accumulator house, concrete 
oundations for two engines and dynamos, which will cost £1,250 ; 
£250 is allowed for the woodwork, and £180 for an eight-ton over- 
head travelling crane. Under the head of engines, dynamos, &c, 
£1,150 is allowed for one 80-kilowatt coupled engine and dynamo; 
£1,300 for the other engine (40-kilowatt dynamo), while the switch- 
board will cost £700; and the accumlators £1,550. The cost cf the 
main feeders and distributors, including 2,180 yards of triple con- 
centric lead covered distributing main in Queen Street, Bradshawgate, 
Church Street, King Street, Railway Pad, and Market Street, would 
be £2,885 2s. 6d , £1,100 of this being absorbed under the bead of 
* 100 house connections, including service cable meter, cut-out, &c., 
and fixing at £11. Electric tramways have also been under dis- 
cussion. 


Leith.—By six votes to five, the Council has agreed to 
authorise the electrical engineer (Mr. Bryson) to advise parties as to 
the wiring of their premises, with a view to their takiog in the Cor- 
poration electric light supply ; but on condition that the fees received 
by him be put into a fee fund in the Council's hands, out of which 
the Council might, at any time they think fit, allow Mr. Bryson any 
extra remuneration. 


Lewisham.—Last week the Blackheath and Greenwich 


District Electric Light Company wrote to this Vestry that they were 
concluding negotiations for the purchase of a site for their elec- 
tricity station at Blackwall point, which would be conveniently 
situated for the erection of a dust destructor. The company offered 
to enter into negotiations with the board with a view to the erection 
of such works for destroying the refuse of the district. A com- 
mittee will consider the point. ° | 


Leyton.—The District Council have resolved to apply for 
an additional £5,000 for electric lighting, in consequence of increased 
demand for current. It is proposed to at once erect a new battery 
station. The electrical engineer has obtained quotations for batteries 
and accessories from various manufacturers, and an order has been 
given out, as stated in our Contracts Closed this week. Arc lamps 
are to be placed, by way of experiment, in High Road, Leytonstone. 


London.—The St. James’s Vestry is requesting the 
Electric Ligting Company which supplies the district, to reduce the 
charges for current. The company is understood to have replied, 
stating that it bad done ite best for the district, and suggesting 
that the matter be referred to arbitration. 

At last week's Court of Common Council, Mr. Brooke-Hitching's 
resolution referring the question of the purchase of the under- 
taking of the City of London Electric Light Company to the 
Streets Committee for consideration was adjourned. When the 
Council the company’s account for £209 odd for one 
quarter's current for the City Lands Committee, Mr. Norton said 
that the company’s action in reducing the charge from 7d. to 6d. per 
unit was due to the Court’s action in protesting against the high 
charges. 

Luton,—A committee of the Town Council has been con- 
sidering the electric lighting question, and on 7th inst. its report was 
submitted to the Council. The committee visited various electricity 
works in the country and gathered particulars, and had also considered 
а communication from the Municipal Electric Supply Company. 
The company laid before the committee the terme upon which they 
would take over the municipal provisional order, and after detailing 
various conditions, concluded by saying that the "company is not 
connected with makers of engines, boilera, dynamos, mains, &:., and 
is thus quite free from any trade bias in favour of particular 
machinery.” The company is also stated to have expressed a desire to 
establish a tramway system to Dunstable and Houghton Regis, and 
the town and suburbsgenerally. The committee advised the Council 
to ask Mr, Albion T. Snell whether he would be prepared to meet the 
committee to confer upon the question, and to carry out the installa- 
tion proposed forthe town. After a long discussion, the proposal 
was adopted by 14 votes to 1, and a further resolution was passed to 
the effect that the committee has no further communication with any 


company. 
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Mactoom.—The Commissioners can get no reply from 
the contractor (Mr. Thierman, Manchester) for electric lighting of 
the town. The Town Clerk is to write again requesting a reply, and 
in the meantime to advertise for a new contractor. 


Manchester.—At last week's City Council meeting 
Alderman Higzinbottom (chairman of the Electricity Committee) 
reminded the Council that the joint report on the subject of 
electrical supply had just been issued, and that it had gone against 
municipal authorities. The principle laid down therein did away 
with what they always considered they had in Corporations, namely, 
the monopoly and the right over their streets. It would enable any 
private incorporated electric company to place & generating station 
outside any city or town, and give notice to the authority inside that 
the mains were to be laid. That authority would have to do the 
work and would be paid for doing it. Now this was & position they 
in Manchester very strongly objected to. 'The principle affected 
some four or five Bills at present before Parliament, in one of which 
Manchester was interes Lord Morley and Sir Courtenay Boyle 
had laid down the principle that a tramway company could go to 
Parliament for a provisional order to equip its lines and work them 
with electricity: and, having obtained that, it could go to the Board 
of Trade and ask for a provisional order to supply consumers with 
the electric light along the whole route, thus entering into competi- 
tion with the authority. The joint report lay upoa the table in 
Parliament, and it would bave to lie there for a certain time. No 
discussion whatever would take place upon it, which seemed to him 
to be а very curious thing. It naturally followed, however, that if 
the principles he had referred to were to be placed in all provisional 
orders and all other Bills relating to electrical energy in any form, 
there must be legislation. That being so, the measure would have 
to be fought step by step in the interests of the Corporation. Upon 
their supposed monopoly they had borrowed money and laid down 
plant, aud now that monopoly was threatened. It was a state of 
things which they could not look forward to with any degree of 
composure, and he hoped the Council would entrust the committee 
with the necessary authority to protect the interests of the 
Corporation. 


Monmouth,—At last week's Council meeting the report 
of the Drainage and Electric Light Committee was discussed at great 
length. The £20,000 borrowed for the carrying out of the combined 
scheme of drainage and electric light appeared to have been already 
раш expended while the work was not nearly completed. Mr. 

reakwell, chairman of the committee in charge of the scheme, 
explained that their engineer, Mr. Lailey, had not yet rendered his 
report. They were therefore unable to give the figures. They were 
also at a deadlock for money, as the Local Government Board would 
not sanction the additional loan of £10,000 until they got Mr. Lailey’s 
report explanatory of the extraordinary difference between his 
original estimate and the actual cost of the work. It was resolved to 
write to Mr. Lailey again on the subject. 


Neweastle.— The Committee which is considering the 
question of purchase of the electric lighting undertakings met on 
Monday, but nothing particular was decided, as it is proposed to 
await the action of the Tramways Oommittee before drawing up a 
recommendation. 

A main box cover was blown off by an explosion on 7th inst. No 
one was hurt, 


Newport.—A report to the Electricity Committee shows 
that the number of lights now connected and on order is equivalent 
to 18,538 of 8 О.Р. It has been decided to adopt the electric light for 
the new Union Workhouse and offices, the estimated number of lights 
required being 550. The borough electrical engineer submitted his 
report upon the condition of the plant, which is all in satisfactory 
working order. A comparison of the capacity of the plant, with the 
number of lights connected, shows it to be overloaded to a slight 
extent at the lighest load even at the present time. With reference 
to the question of obtaining an emergency plant to cope with the 
demand during the coming winter, pending the delivery of the new 
plant, the consulting engineer, who attended, reported that he had 
made a number of inquiries and obtained several offers, which he 
had considered in conjunction with the chairman. The one they con- 
sidered most suitable was that of the Sheffield Electric Light and 
Power Company, Limited, a marine type Brueh engine, driving a 
100 kw. Mordey alternator by ropes. The engine was in excellent 
order, but the alternator required re-winding, and the Brush Company 
proposed to make practically a new machine of it for the sum of £371 
778. 6d., and to deli ver in 16 weeks. The company would remove the plant 
from Sheffield and erect it at Newport for £182. It is recommended 
that the plant be placed at the far end of the extended engine house, 
just beyond the foundation for the second 300 kw. set. The total 
cost is estimated as follows :— 


£ s. d. 

Plant, as it stands at Bheffield J: . . 400 0 0 
New field magnets and armature coils ... .. 971 17 6 
Dismantling, carriage, and re-erection ..182 0 0 
Foundations ... T ed is .. 60 0 0 
Steam and exhaust pipes ... 20 0 0 
Bwitch gear ... vis se ‚ж .. 000 
Fees and contingencies  ... aus 6. 116 2 6 
£1,150 0 0 


It was assumed that connection would be made to the new steam 
range at ite extreme end, and the switch gear for No. 7 alternator will be 
available. The matter having been considered, the Council resolved 
that the plant be purchased and erected. Application is to be at once 
made as to a loan in respect of this plant and the extension of the low 


tension distribution system in Commercial Road decided upon at the 
last meeting. A letter from the Board of Trade approving the 
additional system for supply of electrical energy and describing their 
requirements for the construction of transformers, was reported to 
have been received. The mains are to be extended along Risca 


Nottingham.—The Corporation is negotiating for the 

purchase of property lying between the present works and Hanley 

treet, for the purpose of extending the electric lighting station, upon 
whose supplies there is a greatly increased demand 


Poplat.—The Board of Works have asked the Guardians 
to suspend their own electric lighting of the workhouse pending the 
supply of the parochial current. RI ES 


Provisional Orders,—There are at the moment quite a 
number of Bills before Parliament to confirm provisional orders 
made by the Board of Trade under the Electric Lightiog Acts, and, 
remarks & daily paper, amongst those of interest to don are 
orders in regard to Holborn and St. Giles, Bermondsey, and Bt. 
Marylebone. As regards Holborn and 8. Giles, the undertakers 
under this order are the County of London and Brush Electric Light- 
ing Oompany, Limited, and the area of supply is portions of the 
districts of the Board of Works for the Holborn and St. Giles Dis- 
tricts ; while under the other the undertakers are the Charing Cross 
and Strand Electricity Supply Corporation, Limited, aud the area of 
supply is portions of the districts of the Board of Works for the 
Holborn and 8t. Giles Districts. The Bermondsey and Marylebone 
undertakers are the respective Vestries. 

The Middlesbrough and Darlington Electric Lighting Bills were 
on 10th inst. sent for second reading in the House of Lords. 


Rotherhithe.—The Vestry agrees to take a supply of 
current from the London Electric Supply Corporation at the usual 
verum for lighting the Town Hall as soon as the mains are laid 
there. 


Sale.—At the last meeting of the District Council, it was 
stated that the Manchester Corporation could make arrangements for 
supplyiag the electric light to Sale either by way of Stretford or 
Chorlton-cum-Hardy, and that the price would not exceed 3d. per 
unit. Oaes r was not satisfied with the report on the electric 
lighting of the хостер as drafted by Mr. Shaw, and he moved that 
Prof. Kennedy should be asked to [ери a report and submit a 
мс with and without street lighting. The motion had no 
seconder. 


Salford.—The E'ectric Light Committce has instructed 
the engineer to proceed with the laying of the cable along Bolton 
Road. The engineer reported that it was advisable that the com- 
mittee and the Electric Light Committee of the Manchester Cor- 
poration should meet together for the purpose of arranging standard 
pressure for the working of the tram service, so that the cars might 
run smoothly on the Salford and Manchester lines. A communica- 
tion was directed to be made to the Manchester Electric Light Oom- 
mittee, asking them to receive a deputation from this committee 
upon the subject. A tender from Messrs. W. T. Glover & Oo. for the 
supply of one mile of low tension single cable, lead covered, for the 
sum of £115, was accepted. 


Sheerness.—The first installation of electrio light in 
Sheerness has just been var dues. the proprietor of the Bell and 
Lion Hotel having adopted method of lighting throughout his 
premises. He is also supplying a neighbour with the light. 


Sheffield.—The Sheffield Chamber of Commerce has 
panon ео ота to the scheme of the General Power 

tributing Company to the effect that it favours the establishment 
of a competitive supply of electrical energy for Sheffield. 


Shrewsbury.—At last Monday's meeting of the Shrews- 
bury Town Council, the question of purchasing the Shropshire 
Electric Light Works was carried another stage. The matter has 
been under consideration for some time. The p was vigorously 
attacked at the last annual meeting of the Siri Gas Company, 
both on financial grounds and those of the effectiveness the 
illuminant, but the Council were not persuaded from the attempt to 
buy the undertaking, and negotiations resulted in its being decided 
on Monday to instruct the Town Clerk to make application to the 
Local Government Board for sanction to a loan of £35,009 “ to com- 
plete the purchase of the Shropshire Electric Light and Power 
Company, and also a sum of £800 for adjoining buildings." It was 
stated in the discussion that on the Oouncil’s getting the works, they 
will at once proceed to light the town with electricity. 


Southport.—The electrical engineer (Mr. C. D. Taite) 

has just issued his second annual report, sho that during the 

ear the net profit of £643 has been made, as & loss of £471 
in the previous year. 


Stanford-le-Hope.—A parish meeting has been discuss- 
ing the lighting question. Gas and oil systems were considered, and 
then Mr. Simpson said the firm he represented were ЖЫ i to 
form a local company for the supply of electric light, with a capital 
of £2,000, of which they were prepared to find one-half if the other 
were subscribed locally. The price per unit for street lighting would 
be 44d., and about 7d. per unit for private use. That capital would 
be sufficient for 500 lamps of 16 O.P. They would require about 
60 for street lighting, which would work out at about £2 12s. per 


lamp. 
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Stockton.—Mr. H. P. Bouluois, C.E., held a Local 
Government Board inquiry last week into the application of the 
Co on to borrow money for electric lighting. Borrowing powers 
to the extent of £30,000 are asked for, and it is proposed to spend 
£22,000 of this sum at present. 


St. Pancras.—At the Vestry meeting on Wednesday last 
week, the Electricity and Public Lighting Committee reported that 
they had elected Dr. Walter Smith as chairman for the ensuing year. 
There were 47 candidates for the position of inspector of works, 


rendered vacant by the resignation of Mr. J. C. A. Ward, and Mr. 


F. Alan Wilkinson, superintendent of mains at Bournemouth, has 
been appointed. 


Tanbridge Wells.—On Friday the Tunbridge Wells 
Improvement Association passed a resolution in favour of the con- 
sumer being given a sbare of the profit made on the Corporation 
electric light undertaking, by reducing the charge, instead of devoting 
all the prc fit to the reduction of the rates. 


Twickenham and Teddington.—A proposal is on foot 
to form a company with the object of supplying electricity to 
Twickenham and Teddington. A communication made by the com- 
pany was under consideration by the Twickenham District Council 
яа чанай a it was decided to consult the members of the Tedding- 
ton Counc 


Wells.—The Board of Trade has informed the Council 


that it has no power to extend the time of the provisional order for 
electric lighting. , 


Westgate-on-Sea.—The Board of Trade have informed 
the Isle of Thanet Raral District Council that, after consideration of 
the report made to them by the inspector ap 


West Hartlepool.—The Council is to obtain estimates 
for a dust destructor, which may be used in connection with electric 
lighting. 

Weston-super-Mare.—The Weston and District Electric 
Light and Power Syndicate has intimated ite intention to apply to 


the Board of Trade to annul the Council's provisional order, and to 
grant the company a similar order. 


Woking.—The Woking Electric Supply Company has 
agreed to the deductions made from their account for failures. The 
company is endeavouring to meet the Council's wishes by close 
attention to the efficiency and upkeep of the street lights.—The 
District Oouncil last week had a discussion with regard to the 
dense volumes of smoke which have lately been issuing from the 
Electric Light Oompany’s works. Mr. Cox thought that indulgence 
should be granted to the company in order to allow them time to 
alter their furnaces in such a way as would prevent this nuisance in 
the future. The company is to be written to on the matter. 


Wolverhampton.—4At the monthly Council meeting on 
Monday, the Lighting Oommittee submitted the electric lighting 
accounts for the year ended March 31st. The accounts show that а 
profit of £589 14s. 4d. has been made, after payment of interest and 
sinking fund. This has been applied to the deficiency on the work- 
ing of the previous year, reducing the sum to £588 Os. 6d. A few of 
the figures from the accounts may be interesting. The capital account 
shows that the amount of loans sanctioned is £47,799 (at 2j and 3 
per cent., and for 25 and 30 years), and that 232,660 was borrowed 
up to March 31st. A sum of £345 has been d. The total capital 
expenditure up to March 31st was £41,781. e revenue account for 
the year shows income amounting to £6,257 (including £4,687 by 
sale at 6d. per unit, and £302 at 3d., £1,275 by sale of current for 
public lamps, &.). The expenditure reaches to £3,423, including 
£2,211 for generator, £247 for repairs to public lampe, £703 manage- 
ment ex „ бс. The credit balance was 42,833. This is set 
against the capital charges for the year, leaving & net profit of £589 
14s. 4d., as above stated. This latter sum is in turn set against the 
debit balance of £1,177 at March 31st, 1897, reducing it to £588 
Os. 6d. The statement of output shows that 370,084 Board of Trade 
units of current were during the year. Of these 291,283 
were sold, and 3,931 were used at the works, leaving 74,925 
units as waste or The maximum demand which the 
works are under covenant to meet is equal to 14,161 32-watt 
lam The committee make the following recommendations :— 
(1) from July 186 the price of energy for motor power and 
heating purposes be fixed at 2d. per unit on & maximum demand for 
an average of two hours per day, and 1d. per unit for all energy con- 
sumed in exoess thereof. (2) That application be made to the Local 
Government Board for a loan to cover capital expenditure in pur- 
chasing and hiring out motors to motor power consumers, both on 


fitting [^ by consumers of the premises for electric lighting pur- 
poses. (3) That 


э 
1896, 8,941; іп 1897, 11,307, an increase of 21 per cent ; and іп 1898, 
14,151, an increase of 20 per cent. Their gross profit this year was 
£2,833 14s. 9d., or 64 per cent., the net profit being 1 per cent. The 
lighting is to spend £200 upon fitting up the Free Library for electric 


Wolverhampton.—The report of the Lighting Committee 
was issued to the members of the Council last week. The Oommittee 
report that the operations of the year have again been successful. A 
profit of £589 14s. 4d. has been made after payment of interest and 
sinking fund. This has been applied to the deficiency on the working 
of the previous years, reducing the same to £588 Os. 6d. 


Worcester.—Last week the Council concurred in an 
agreement. transferring to the National Electric Free Wiring 
Company, Limited, the rights and obligations of the Electric Free 
Wiring Syndicate under their agreement with the Council. There 
was a b discussion re the Brush Compauy's bill for £365 for 
additional work and goods supplied, but the bill was passed for 
payment. 


Worthing.—At a meeting of the Council in committee 
held on May 12th, Alderman Linfield, as chairman of the Blectric 
Lighting Committee, submitted the report of Messrs. Burstall and 
Monkhouse, electrical engineers, upon the three schemes received by 
the Committee for the proposed electric lighting of the borough from 
Messers. Siemens & Co, Edmundson’s Electricity Corporation, 
Limited, and the Municipal Elzctric Supply Company. It was 
resolved “That it is expedient to undertake the construction of 
electric lighting works on the same or similar terms to those con- 
tained in the proposal of Messrs. Siemens and Oo., keeping the same 
in their own hands, and requiring the contractors to work the 
undertaking at a stipulated rental for five or seven years. 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Birmingham.—Sir James Smith's name having been 
mentioned in connection with a letter which was stated to have 
reached the Birmingham Tramways Company, in which permission 
had been given to proceed with the overhead wire system, Bir James 
Smith made a personal explanation at Tuesday's meeting of the City 
Council, from which it appeared that he had given no authority for 
any such letter to be sent. It seems that Sir James had a conversa- 
tion on the matter with a certain gentleman, who wrote to Mr. Raes 
of the Tramways Oompany, and quoted a remark made by him. Sir 
James's explanation was considered perfectly satisfactory. 


Brierley Hill.—The District Council had various matters 
the electric tramway scheme before it last week. It 
approved of the creosote wood blocks pro by the British Elec- 
tric Traction Compeny for paving, it ed to the company's appli- 
cation for permission to lay underground electric cables, gave the 
surveyor instructions that not more than 100 yards of the road 
should be broken up at one time, resolved not to oppose the appli- 
cation of the Dudley and Stourbridge Electric Traction Company for 
a renewal of the steam power license for a year (this is merely a 
formality that must be gone through, as y explained), and has 
resolved to support the company’s application to the Board of Trade 
for confirmation of the order granted to them by the Light Railway 
Commissioners for making a light railway for the Cradley Heath 
dietrict. This application, it should be mentioned, is opposed by the 
Dudley Oorporation. The Stourbridge District Oouncil has also 
decided to support the company's proposals, and will send representa- 
tives to the forthcoming inquiry with that object. The Brierley Hill 
Council will do likewise. 


Bristol.—The Bristol Tramways (Electrical Power, &c.) 
Bill and the Bristol Tramways (Extensions) Bill were on Tuesday 
ordered for third reading in the House of Commons. 


Cape Town.—The Westminster Gazette remarks that the 
electric car can be made to pay, and pay well; and this seems 
evident from some figures relating to the Cape Electric Tramways, 
Limited. For the past six months the revenue has amounted to 
£66,984, and the expenditure to £29,902, leaving a profit of £37,032, 
or at the rate of £74,064 a year, which is a handsome return on the 
capital. The 6 per cent. interest on the £315,000 first debentures, 
and the 5 per cent. interest on the £115,000 second debentures would 
absorb £24,650, so that even after paying a 10 per cent. dividend on 
the £400,000 o shares a balance of nearly £10,000 would be 
left for reserve fund and other purposes. Of this company, Sir 
Charles Euan-Smith, K.C.B., is chairman, and amongst the directors 
are Vice-Admiral A. H. Markham, Mr. John Hays Hammond, Dr. 
Rutherfoord Harris, and Mr. Alfred Parrish. 


Clontarf and Hill of Howth.—A special meeting of the 

roprietors of the Dublin United Tramways Company was held 
fast week at the office, Upper O'Connell Street, Dublin, for the pu 
of considering and approving, or otherwise, of the Bill app 
for by the Clontarf and Hill of Howth Tramroad ire) ged in the 
present session of Parliament. A resolution was adopted approving 
of the measure, subject to such conditions, alterations, and variations, 
as Parliament may think fit to make in it. The Bill passed second 
reading on Tuesday. 


£500 for the supply of current to the trams d 

Alderman Peake said he saw that the Corporation 
power they guaranteed, within £56 worth. The Town Clerk replied 
that that was so, and when the two new cars arrive—probably this 
month—the whole of the current will be taken.—Councillor Edwin 


said he saw the amount charged in the company’s bill was £56 193. 
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for unused current. Would they get credit for this sum if they used 
over the guaranteed amount during the year? — The Town Clerk: Yes, 
an average is truck. 


Dublin.—Major Cardew made a Board of Trade inspec- 
tion on 7th inst. cf the new electric line between Haddington Road 
апа Nelson’s Pillar. He was accompanied by Mr. Anderson, J.P., 
secrctary and manager of the company; Mr. Astrow, engineer in 
charge of the new electric service; and Mr. Towle, electrical 
engineer. A journey was made from Haddington Road to the Pillar, 
and the line and rolling stock were found to be in good order. Some 
of the underground work still remains to bs completed, so that the 
new service will not be open for traffic for a few days yet. 

The Corporation will not allow electric tramways to be run through 
Phonix Park. 


Glasgow.—The question of the electrolysis of the gas 
and water mains, as the result of the working of the Springburn 
tramway route by electric energy, having been recently raised, the 
subject was remitted to a joint sub-committee of the Gas and 
Water Committees for consideration. The sub-committee referred 
the queation to Mr. Chamen, the electrical engineer to the Corpora- 
tion, who has just presented an elaborate report, in which, says the 
Glasgow Herald, he discusses the subject in all ita bearings. Having 
considered this report and received further verbal explanations, the 
joint sub-committee have resolved to report (1) that if the Tramway 
Department observe and carry out the rules and regulations of the 
Board of Trade with respect to the construction and maintenance of 
the electric tramways, there does not appear to be any danger of the 
gas ard water mains along the route being injuriously affected by 
electrolysis from the action of the return current along the tramway 
rails or otherwise ; and (2) that the electrical engineer should report 
to the engineers of the Gas and Water Departments respectively any 
further facts or circumstances which may from time to time hereafter 
come to his knowledge in regard to any of the matters dealt with in 
his report. 


Great Northern and City Railway.—The secretary of 
the new company informs a financial paper that the size of the elec- 
trical locomotive required to haul the Great Northern Railway Com- 
peny's suburban trains, consisting of 11 coaches, and seating 500 
passengers, from Finabury Park to Moorgate Street station, will be 
very mcderate, compared with some of those in successful use in the 
United States, where trains of five times the weight are satisfactorily 
hauled by electric locomotives. 


Hastings and Bexhill.—Last week an inquiry was held 
at Hastings by the Light Railways Commissioners regarding the 
« heme of the Hastings, Bexhill, and District Light Railways Com- 
rany. The inquiry came to an abrupt termination, the chairman 
stating that the Commissioners considered that as there was a feel- 
ing of great opposition to tramways, although the majority of the 
Council was in favour of the project, they did not think it desirable 
to try and force upon the town а! scheme which was not generally 
acceptable. 


Hudderstield.—The Council has resolved that the new 
tramway rails at present being manufactured for the Corporation, be 
ordered to be drilled so as to be applicable for electric traction. 


Hull.—Laying the first rail of the electric tramways was 
made the occasion of a public ceremony on the 9th inst., the Mayor 
and Corporation being present. There were speeches by local digni- 
taries, and in the evening Alderman Larard, chairman of the Works 
Committee, entertained his colleagues on the committee with their 
wives and anumber of friends, to dinner at the Town Hall. 


King’s Norton,—The Clerk to the District Council has 
been instructed to write to the Town Olerk of Birmingham, pointing 
out that that body is opposed to overhead electric tramways, and 
expressing the hope that the Corporation would not sanction experi- 
ments upon any of the tramways within the city which had their 
terminus in the district of the Council. 


Kirkealdy.—On Monday night the Town Council bad 
before them Pref. Kennedy’s report as to the proposed introduction 
of the electric lightirg and trams. The 9 shows the proposed 
route of the tramway to be 64 miles, with circular routes from West 
Bridge by the Pablic Park, Victoria Road, to Pathhead, and thence 
to Gallatown; also along Links Street, High Street, and Sands Road. 
A branch line will be made to provide for station traffic by placing a 
line up Whyte’s Causeway aud Wemyssfield to join the upper routes. 
The Provost intimated that a private company which had the matter 
in band was desirous of allowing the Council to take up the scheme, 
failing which they would take up the matter and float the scheme. 
The cost, he considered, would be nothing less than £100,000. In 
view of the limited time at the disposal of the promoters to enable 
them to apply for a Bill, it was agreed to hold a special meeting to 
consider the whole matter, and give a final decision in July. 


The London United Tramways Bill.—Tois Bill came 
before a Select Committee of the House of Commons on Thursday 
last week. Mr. Little, Q C., who appeard for the promoters, explained 
tke objccts of the measure. It contemplates, says the Times report, 
the construction of a series of new tramways, one from Acton to 
Hanwell, over two miles in length along the Uxbridge Road, another 
from Hanwell to Brentford, one mile one furlong in length along the 
Boston Road, and another from Kew Bridge to Hounslow, two miles 
four furlongs in length. It is proposed to carry a line over Kew 
Bridge when the contemplated new structure is completed. The new 
lines will pass through the districts of Acton, Ealing, Hanwell, 


Brentford, and Heston and Isleworth. They are to be worked by 
electricity, on the overhead trolley system. The learned counsel 
pointed out that another object of the Bill was to enable the pro- 
moters to work their existing lines from the Uxbridge Road station 
to the boundary of Acton and from the same place to Kew Bridge, 
and from Hammersmith Broadway, by loop, to a place on the last- 
named line, by electricity. The districts through which the new lines 
would run were well populated, and the service of omnibuses was 
pot efficient. He further pointed out that the chief opponents of the 
Bill were the Ealing local authorities and the London Oounty 
Council. The Middlesex County Council also petitioned against the 
Bill. Inside London the London County Council and the Hammer- 
smith Vestry seemed both to be in a condition of absolute darkaces as 
to the existence of overhead wires elsewhere, and they opposed ‘he 
Bill. The proposal originally made by the company to use mechani ul 
power on their line to Richmond had been withdrawn for the present. 
The Hammersmith Vestry, after being consulted by the company, had 
sent a deputation to Havre to see the working of the overhead 
system there and had unanimously арры the adoption of the 
system, but it had since altered its mind and decided to oppose the 
Bill. The Ealing District Council had agreed by a majority of one 
only to oppose the Bill. 

The first witness called on behalf of the promoters was Mr. Clifton 
Robinson, managing director and engineer of the London United 
Tramways Company. In examination by Mr. Balfour Browne, Q.C., 
he said that 84 millions of passengers were carried over the existing 
lines last year. He had had considerable experience of other tram- 
ways, and that experience taught him that the introduction of electric 
traction doubled the volume of traffic. He estimated that if such 
traction were introduced and the proposed extensions were made to 
Hounslow and Hanwell the company would carry 25,000,000 of passen- 
gers every year. His experience further showed that, with the advent 
of electricity, the best results would be obtained by the reduction of 
fares byat least one-half. The fares charged on workmen's cars 
would be half the ordinary fares. As far as he knew there bad never 
been an accident owing to the use of overhead tramway wires. 

In cross-examination by Mr. Pope, Q.C. (on behalf of the London 
County Council), witness said that the County Council had at present 
the right to approve or negative the use of electric traction within 
the county of London. The company had sent three deputations to 
the County Council, one of them being supported by the Hammer- 
smith Vestry. Having been unable to overcome the County Oouncil's 
ill-advised obstruction to a popular mode of traction, the company 
had resolved to appeal to Parliament. It was the case that the 
company proposed to substitute the Board of Trade as the controlling 
authority in connection with these matters for the London County 
Council. The County Council had the right to purchase the com- 
pany's undertaking in 11 years’ time. 

Bir J. Brunner asked whether any tramway in London was worked 
by electric traction at present. 

Mr. Pope replied that there were none. 

Sir J. Brunner asked whether the County Council had opposed all 
applications for power to use electric traction. 

Mr. Pope said they had not. They were not opposed to electric 
traction, but, generally speaking, they were opposed to overhead 
wires. 

Replying to Colonel Welby, witness stated that the average life of 
& horse employed on a tramway did not exceed five years, no matter 
how well it was selected or how well it was taken care of. 

In answer to further questions witness strenuously denied that an 
electric tramcar made as much noise as an ordinary motor-car, and 
said that an electric tramcar glided along like a boat on ice. He ex- 
pressed the opinion that electric traction had now reached such a 
point that there could be no PEOR to it that was not factious. 

The committee resumed its investigation on Friday. E ridenoe in 
support of the Bill was gvon by gentlemen who had had experience 
of such tramways in Dublin, Dover, and Wednesbury, and the com- 
mittee adjourned. 

The committee had the Bill before it again on Tuesday. The 
question of the opposition was discussed between counsel and the 
committee. 

Wednesday's proceedings before the committee consisted of 
evidence from residents in favour of the scheme, and technical 
evidence by Mr. Alex. Siemens and Dr. John Hopkinson in favour of 
theoverhead trolley. Dr. Hopkinson said that so far as there was 
any force in the objection of the London County Council to the Bill, 
he thought the objection might be met by proposing to the tramway 
company that they should agree with the County Council that, in the 
event of the latter body constructing & conduit electric tramway in 
continuation of the company's tramway, they would themselves intro- 
duce the conduit system as far as the county boundary.—Mr. L. 
Coward (for the company) said his cliente would be prepared to enter 
into such an agreement. —Mr. J. Swinburne also gave evidence. 


Manchester.—At a meeting of the Electricity Committee 
of the Manchester Corporation held on Tuesday, a deputation 
attended from the Salford Corporation for the purpose of conferring 
on the subject of the proposed electrical traction for tramcars. Man- 
chester has decided that when electricity forms the motive power on 
the tramways the pressure shall be 400 volte, which will suffice 
for both lighting and traction purposes. It is desirable that the 
pressure shall the same Salford as in Manchester, and 
the Salford Corporation will now doubtless make arrangements for 
supplying a pressure similar to that which will be given in 
Manchester. 


Middlesbrough.—Last week several trips were made over 
the entire length of the electric tramway from here to Stockton, 
ly for the education of drivers and conductors. The opening 

: T io yet fixed. The Government inspection will have to be 
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Merthyr Tydfil.—The Roads and Bridges Committee of 
the Glamorgan County Council has decided to recommend the 
Council to take Jat to oppose the scheme being promoted in the 
Merthyr Tydfil Light Railway Order for the construction of electric 
railways, and to intimate to the Local District Council that in the 
event of the scheme being carried out the Council would discontinue 
its contributions to the maintenance of the roads in the district. 
The principal of these lines would гап for part of its length along a 
road contributed to by the County Council, a great deal of which 
was of insufficient width to admit of a railway or tramway with 
safety to the public. 


Morecambe,—It is proposed to erect a novel tower for 
the east end of the town. The tower will be illuminated by electric 
lights and an electric car will ran underneath the spiral roadway. 
At the apex of the tower will be a search light of great power showing 
its light for 20 miles. There will be а special electric lighting plant 
put down for supplying the requirements of the tower. 


Norwich.—The Norwich Electric Tramways Bill was 
read a third time on Tuesday. 


Rochester.—A committee of the Corporation has received 
a deputation consisting of Mr. Henry Jasper and Mr. Atherton 
(promoters), Messrs. Giepel and Walters (engineers), and Mr. A. R. 
Norman (solicitor), re a scheme for the construction of a light 
railway partly within the city. Plans, sections and other particulars 
are in the Town Clerk’s possession. 


Ryde.—The Ryde Pier Company аге stated in a daily 
paper to be making preparations for the season by improving their 
electric railway, and placing it on a stronger and better foundation. 


Southborough. — The Southborough tradesmen are 

posed to the proposed electrical tramway from Tunbridge Wells to 
Southborough on the ground that it will induce customers to shop at 
Tunbridge Wells. 


St. Helens.—At the last meeting of the Borough Council 
the Mayor moved the confirmation cf the minutes of the Electric 
Lighting and Traction Committee, in which were eet out the arrange- 
ments come to in regard to equipping the tram lines and supplying 
electrical current for the new electrical tramcars The St. H-lens 
Tramway Company will continue to run the trame and provide 
rolling stock, and the Corporation have undertaken to supply elec- 
tricity from the деро in Boundary Road at the following rates :— 
2d. per unit on a guaranteed consumption of 200.000 units per annum; 
14d. per unit for 400,000 units; 13d. per unit for 600,000 units; and 
ld. per unit if the tramways are extended in such a manner as to 
require 800,000 units per annum. The fixed rent per annum at 
pen paid by the company will be increased to £2,700 when the 

rescot and Denton's Green sections are ready for work, and to 
£3,000 per arnum when the whole of the present lines are worked by 
electricity. Tais arrangement as to rent is to continue for seven 
years.—After several questions had been put by Councillor Burchall, 
the minutes were approved.— The Mayor remarked that they hoped 
to have the work of converting the tramways from steam to electricity 
done quicker than was at first anticipated. 


TELEGRAPH AND TELEPHONE NOTES. 


The “ Brazilian ” and Western and Brazilian.“ 
Money understands that the agreement between these two telegraph 
companies will be issued in about a week, and that by its terms the 
Western and Brasilian deferred shares will be found to be worth 
about £6 each. | 


Chatham Telephones,—The Corporation has given the 
‘National Telephone Company consent, on certain conditions, to change 
their service over to the twin wire system. 


China Cables.—“ Secohm," writing to the Westminster 
Gazette, says that it is important to know at what point the projected 
cable to Wei-hai-Wei is to be connected to the existing cable systems. 
* Tf at Shanghai, as is probable, do not let us forget that the cable office 
there is a Russo- English one; the Russian interest, according to your 
Danish interviewee, having taken the place of the previous Danish 
property." 

The Telegraph Wire Export Trade.—The month of 
May has proved to be & very quiet one as regards the exports from 
this country of telegraph wire and parts connected therewith, the 
value for the month having only amounted to £41,944 as compared 
with £64,883 in the preceding month, £61,226 in May last year, and 
£112,215 in May, 1896. For the five months ending with May the 
exports have attained a value of £355,615, as against £382,386 in the 
corresponding period cf last year, and £323,583 in the first fiv 
months of 1896. 


Telegraphic Isolation of the Cape.—From the daily 
pa we learn that the cable which runs between Mozambique and 
lagoa Bay, on the East Ooast of Africa, broke down on the evening 

of the 13th, since which time there has been no means of cable 
communication with the Cape and the Transvaal, as the cables along 
the West Coast of Africa have not been available since June 3rd, on 
which date the cable between Loanda and St. Thomé was inter- 
rupted. The following is a list of interruptions to the cables to the 


Cape during the last 15 months, from which it will be seen that, if 
anything, the West Coast is less trust worthy than tbe East Ooast route. 
An examination of the dates will show that in August last the Cape 
was quite cut off, and that on various other occasions the West Coast 
route has been only just restored when the East Coast cables fail, and 


vice versa :— 
CABLES. Down. Repaired. 
East Coast ROUTE. 
Durban-Lourenco Marques May 29th, 1897 June 6th, 1897 
Aden-Zanzibar  ... . . July 28th, 1897 Sept. bth, 1897 
ме ne Sept. 4th, 1897  ... „ 22nd, 1897 


Oct. 14th, 1897 Oct. 20tb, 1897 


Aden-Z wzibaer . .. Feb. 28th, 1898 March 4th, 1893 
Darban-Lourenco Marques Mar. 19th, 1898 „ 25th, 1798 
н i May 14th, 1898  ... May 20th, 1898 
Aden-Zanzibar ss „ 24th, 1898 ... „ 25th,1898 
bique - — 
Ет Lourenco June 13th, 1898 ... (still interrupted) 
West Coast Roura. 
Benguela-Mossamedes April 14th, 1897 ... May 1st, 1897 
Sierra Leone-Oonakry ... „ 28th, 1897 „ 24th, 1897 
Accra-Kotonou .. July 15th, 1897  ... July 24th, 1897 
Cape Town-Mossamedes... „ 19th,1897 ... „ 28th, 1897 


Aug 7th, 1897 


.. Aug. 10th, 1897 
Nov.8th,1897  .. 


Nov. 29:h, 1897 
Dec. 12tb, 1897 
Jan. 10: h, 1898 


April 19th, 1898 


Loanda-St. Thomé ds 
» LE] [III Dec. 4th, 1897 "T T) 
» » eon » 13th, 1897 


99 9 eoe Mar. 17th, 1898 eee 
Sierra Leone- Accra April 9th, 1898 ... 


Benguela-Moesamedes ... » 20th, 1898 May 5tb, 1898 
Cape Town-Mossamedes .. » 14th,1898 .. „ 5th, 1898 
Kotonou-St. Thomé ты „ 27th, 1898 „ 265th, 1898 
Loanda-Bt. Thom é ^. May 4th, 1898 .. „ 14th, 1898 


и ji .. June 3rd, 1898  ... (stall interrupted) 


The Telephone Service.— In connection with the London 
County Council Telephone Conference, a report of which appears in 
another column, the City Press quotes the resolution passed: That, 
in the event of the Post Office not undertsking a telephone service, 
it is desirable that the local and central authorities of London should 
at once combine to secure an efficient and cheap service,” and adds 
editorially, ‘We agree that іп one way or another the metropolis 
must have an efficient service on reasonable terms.” This seems to 
be the general opinion of all who have anything to do with the 
service. 


Telegraphic Interruptions and Repairs :— 


CABLES. Down. Repaired, 
Brest-Bt. Pierre (Anglo, 1869) April Gth, 1893 ... “es 
West Indies— 
Bt. Oroix-Trinidad 006 Nov. 80th, 1896 eee eee 
Мос ыс, } Jane 10th, 1898 И 
nena вины } June 10th, 1898 ... 
Amason Oompany’s cable— 
Oable beyond Gurupa... June8th,1898  .. 7 
rus-Latakia eee eee Feb. 10th, 1898 eos eee 
Bolama-Bissao € .. April 12th, 1898. 28 
Maranham-Para eee eve T) 17th, 1898 eee TII 
Hong Kong-Manila ... .. May 3rd, 1898 
Loanda-San Thomé .. June 3rd, 1898 
Bree EE } June 14th, 1898 
LANDLINES. | 
yond Masol line — March 19%, 1896 eee TT 
-Barranquilla TII July 4th, 1896 [II I, 
Volo-Larissa ... Ps ... June 8th, 1898 us 
Baigon-Bangkok June 14tb, 1693. 


.. June llth, 1898 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barnet.— June 24th. The Lighting Committee want 
tenders from firms willing to undertake such installation for lighting 
the district by electricity. Particulars at the Council offices, and 
see “Official Notices" June 10th. 


Belfast.—June 22nd. The оооп wants tenders 
for the supply of turned and bored O. I. pipes and O. I. bell mouths 
for electric cable conduits. Particulars from Mr. V. A H. McCowen, 
Cor poration electrical engineer; also see our “ Official Notices” this 


Bethnal Green. —June 28th. The Board of Guardians 
invite tenders for supplying the necessary plant and installing the 
electric light at the new infirmary, Palestine Place. For particulars 
see our “Official Notices June 10th. 
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Bournemouth. — June 20th. The Corporation is inviting 
tenders for the sa „ &c., of cables, arc lampe, incandescent lamps, 
wiring, switch fittings, &c.; also steam dynamo, &. Par- 


ticulars from the borough engineer, 
“ Official Notices” May 27th. 


Bulgaria.—Jane 27th. Some little time ago the muni- 


invited tenders for the con- 


Mr. F. W. Lacey, also see our 


the constra of an electric tramway. 
ties are again inviting tenders, until the 27th inst., for this concession, 
particulars of which may be obtained from above. 


Cardiff.—June 28th. The Corporation wants tenders for 
two water-tube boilers for the electricity works. Particulars from 
iw borough electrical engineer, Mr. Appelbee; also see our “ Official 


East London (Cape Colony).—June 28th. The Town 
Oouncil is inviting tenders for erection of boildings and the supply 
of electric lighting machinery, electric tramcars, plant, rails, &c., and 
for their maintenance for six montbs from completion. Particulars 
from Messrs. Dyer & Dyer, 17, Aldermanbury, London, E. O., on pay- 
ment of £5, repayable on the receipt of a bond fide tender. 


Edinburgh.— June 80th. The Corporation wants tenders 
for the supply of copper strip for electric conductors. Particulars 
from the resident electrical engineer, and see our Official Notices” 
this week. 


France.—June 80th. Tenders are being invited by the 
municipal authorities of St. Laurent de la Salanque, a small town of 
about 4,500 inhabitants in the Pyrenées Orientales, for the concession 
for the electric lighting of the public streets. Fall particulars may 
be obtained from, and tenders to be sent to, Le Maire, de St. Laurent 
de la Salanque, Pyrenées Orientales, France. 


Heckmondwike.—Jane 80th. The directors of the 
Heckmondwike Industrial Oo-operative Wholesale Society want 
tenders for an electric light installation (about 500 lights) including 

ting plant for their premises. Oonsulting electrical engineer, 

r. Walter Leake, 51, Victoria Buildings, Manchester. See our 
ч Official Notices this week. 


Hull.—July 1st. The Corporation wants tenders for 
wiring and the supply of fittings for the East Hull Baths. Parti- 
eulars from the city engineer (Mr. A. E. White). See our “ Official 
Notices” this week. 


Particulars Engineer’ 
Aar НАЦ, Bpring Gardens, 8.W. See also our “ Official Notices ” 


Newington.—July Ist. The Vestry of St. Mary invites 
tenders for the construction, supply, and erection of boilers, pumpe, 
ter surface condenser, fuel economiser, 

&c., for the electricity works in Penrose Street, Walworth. Con- 
sulting engineers, Messrs. Kincaid, Waller & Manville. See our 


ttings. Consulting 
engineers, Mesers. Kincaid, Waller & Manville. See our “ 
Notices " June 3rd. 


poles; also running the plant 
otices " March 11th. 


of 
new bs ôt buildings in Queen's Road, Wimbledon. Particulars from the 
Council's engineer, Mr. О. Н. Oooper. See our “ Official Notices " 
this week. 


York.—June 24th. The Corporation is inviting tenders 
for the erection of an electric light station. Particulars from the 
City engineer, Goildball. 


Aberdeen.—A committee of the Harbour Board has 
accepted the tender of Messrs. Lucy & Co., Oxford, to erect lamps 
and standards for the electric lighting of the Quays. 


Belgium.—Mr. G. Boty, of Brussels, submitted the 
lowest tender (12,387 fr.) for the installation of electric lighting in 
the Bibliotbèque Royale, Place du Musée, Brussels. Three other 
firms tendered. 


. Hammersmith.—It is proposed to give Messrs. Ferranti 
the contract for the extension of the rectiflers and switching ap- 
peratus, at £640 and £154 respectively. 


Leyton.—The contract for a secondary battery for the 
District Council has been given to the Hart Secondary Battery 
MERIT Limited, The battery consists of 170 cells of a ар 
of 1,100 ampere hours at a normal discharge rate of 200 am 
a maximum discharge rate of 600 amperes for 1 hour. The following 
were the tenders received :— 


Headland Battery Company, Limited .. "E ex «i 
* Hart" Secondary Battery Syndicate, Limited (accepted) 
General Electric Company, Limited. ws ve ee 
E. P. 8. Company .. " - e 
Tudor Accumulator Company, Limited m 
Cnloride Electric 8torage Company, Limited 
Epstein Accumulator Company .. & m 
D.P. Battery Company, Limited.. 


Sunderland.—The tender of Messrs. Abbott & Co., of 
Gateshead, for steam piping, has been accepted by the Council in 
connection with the electric lighting extensions. 


te 
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FORTHCOMING EVENT. 


1898. 

Friday, June 24th at 5 p.m.—Physical S»clety. Agenda:—1. Exhi- 
bition of an Apparatus illustrating the action of two 
coupled Electric Motors, by Prof. Carus-Wilson ; 
2. Exhibition of Weedon's Expansion of Solids A 
paratus, by Mr. J. Qaick; 3. “On the Theory of t 

Effect in a Binary Electrolyte.” By F. QG, 
Donnan, M.A., Ph. D. 


NOTES. 


Socié: é Internationale des Electriciens.—The monthly 
meeting of the Socié:é des Electriciens was held on June 1 
at 8.80 p.m, with M. R. V. Picou in the chair. 
M. Dacretet performed a series of experiments on the Hertz 
system of wireless telegraphy with M. Branly's radio- 
conducting tube, and various other acoessories invented 
by him. At the transmitting station we find, in the first 
place, a battery feeding a small electro-motor which works 
а mercury interrupter. This interrupter is introdnoed into 
the circuit which supplies the energy to the inductive circuit 
of a cag ene coil. e: ш Ач t which is perdu о, 
special battery passes through the interrupter, a 8wi 
which is also worked by mercury, and кн enables the 
circuit to be very quickly opened and closed, and the in- 
ductive circuit of а Rubmkorff coil, which is capable of 
producing a ma 4 of a metre in length. The two 
extremities of the induced circuit meet an oscillator which 
consists of two balls placed opposite to two separate rods, 
which meet two spheres placed in an insulating liquid. It 
is in this medium that the k is emitted. One of the 
wires of the induced circuit is connected to earth, and the 
other to a large vertical insulated rod. The electric waves 
start from this rod and proceed to a receiving station where 
are installed a Branly radio-conducting tube with an auto- 
matic tapper and an automatic Morse register. All the 
electric waves sent into the atmosphere are regi auto- 
matically. M. X. Gosselin then showed in projection some 
of the best known potentiometers at preeent employed in 
various industries. 


The Ameer and the Dynamo.—If any of our readers 
should desire to obtain any further particulars of the career 
of Sir Thos. Salter Pyne, to which we alluded on page 790 
of last week's issue, we would refer them to the April issue 
of the Indian and Eastern Engineer, from whence our in- 
formation was derived. 
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The Alexandra Palace Electric Tramway.—The 
Eleotricitäte- Gesellschaft Wandruszka & Cie, of Berlin, who 
are the general European agents for the Steel Motor and 
Johnson Company, in Johnstown and Lorrain, U.S.A., some 
months ago entered into an agreement by which they had to 
erect and work an electric railway in the grounds of the 
Alexandra Palace. As already mentioned in our columns the 
line has been in operation since May 15th, and is giving 
5 The ipe of the line is 5 miles, on 
which four motor cars, of a seating capacity of 50 passengers 
each, are running. The mean taking! have proved up to 
the present to be £12 58. par day, a good result. The track 
is double and of ordinary gauge throughout, and the line is 
equipped with overhead wires on centre poles. At the 
generating station, the generating plant is in duplicate for 
the purpose of reserve. The average gradient of the whole 
line is 1 in 13. The motor cars are fitted with double 
equipments of the Steel Motor, type 18. On the highest 
gradient, which is 1 in 11, the motors want a supply 
of current equal to 37 amperes, with an E. M. F. of 510 
- volts. Although the seating capacity of the cars is stated 
as 50, we are informed that they have been carrying 64 


passengers. 


Municipal Electrical Association.— At the business 
meeting of this Association, held at the Royal United Service 
Institution, Whitehall, S. W., on Saturday last, it was re- 
solved to hold the next Convention in Bristol, and Mr. H. 
Faraday Proctor was elected President. Mr. J. H. Ryder, 
of Plymouth, and Mr. G. H. Cottam, of Ham 
elected Vice-Presidents; Mr. Wilmshurst, Halifax, and Mr. 
J. F. C. Snell, Sunderland, being elected members of the 
Council, to serve three years. Bailie Maclay, Glasgow, and 
Dr. Panton, Bolton, were also elected members of the Council, 
each to serve one year. Mr. G. H. Cottam was re-elected 
hon. treasurer, and Mr. W. A. Godfrey hon. auditor. The 
President stated that the Council had had such valuable help 
from Oouncillor Pearson, of Bristol, that they found wi 
extreme regret the fact that, under the constitution, be was 
not eligible to serve upon the Council during the coming ; 
and with the idea of retaining bis valuable мөн and his 
great knowledge of legal matters, it was considered desirable 
by the Council to ask the Association to appoint Mr. Pearson 
as hon. solicitor, and he was elected unanimously. The 
appointment of hon. secretary was left with the Council. 


Electrical Engineers wanted by the War Office.— 
We understand that the Under-Secretary of State for War, 
War Office, London, is to appoint an electrical engineer with 
thorough mechanical and electrical training and experience 
of electric lighting work, including the distribution of current. 
He will be required to assist in the preparation of particulars 
and supervision of the execution of electric lighting contracta 
at Aldershot. An electrical and mechanical draughtaman 
is also required for the керо of plans and record 
drawings in connection with the above. 
thoroughly competent, and must have had experience in the 
office of a consulting electrical engineer or contractor for large 
electric light installations. Applications, by letter only, 
stating age, experience, and salary required, and furnishing 
de pni to Under-Secretary of State for War, War Office, 

on. | 


Röaigen Rays in War.—In the House of Commons on 
Friday last week, in reply to General Russell, Mr. Brodrick 
said :—The Röntgen ray apparatus, which is a very recent 
invention, is very difficult to adapt for field service, and was 
not carried with the field army in the recent operations. 
From the returns the medical authorities do not consider 
there was a single case in which life could have been saved 
by the use of the apparatus. Two sets are now in Egypt, 


and one more will be sent out shortly. Two have been 


саза as far as possible for field service, and one is for use 
in 


e base hospital. Sir J. Fergusson asked whether 400 


men were not wounded by bullets, and whether the a tus . 
would not have been most useful in locating the bullets. 


Mr. Brodrick.—The senior medical officer has gone carefully 
into the cases and has been unable to trace any single case in 
which the apparatus would have been specially useful or in 
which an operation would have been carried out more 
successfully by the use of the rays. 


pstead, were 


He must be 


Wireless Telegraphy.—The following copy of a letter 

addressed to the President of the Académie des Sciences, 
Paris, June 12th, 1898, has been handed to us for publica- . 
tion :— 
. “Sir,—The first station for the Hertz system of wireless 
telegraphy is established at my works. The mast rises to a 
height of 26 metres from the ground (the height of the 
ground is about 55 metres). This mast overtops the neigh- 
bouring houses, and can be seen from a great distance. The 
conducting wire, which is insulated and attached to the top 
of this-mast is 82 metreslong. This collector of the electric 
waves goes into my laboratory, and is connected with one of 
the electrodes of the Branly radio-conductor of the receiving 
station, the other electrode is connected to earth. 

* Yesterday, Saturday, from 2.30 to 8.40 p.m., during the 
storm my automatic receiver registered 311 intermittent 
atmosvherss discharges as they made their presence felt on 
the collecting mast. These discharges were registered before 
the appearance of the lightning and the noise of the 
thunder.—Believe me, Sir, your devoted and obedient servant, 
E. DucRETET. 

This note cancels that dated the 7th, which is leas com- 
plete; the collecting mast not having been erected at that 

ate.” 


The Langdon-Davies Motor.—The Davies Motor Com- 
pany inform us that the manufaoture of the Langdon-Davies 
motor having grown too large to be carried on in their 
present works, they have transferred the English manufactur- 
ing rights to а new company under the name of the Langdon- 
Davies Electrio Motor Company, Limited, which has taken 
and equipped considerably larger works at 101, Southwark 
Street, S. E., to whom all communications on the 
subject of motora should be addressed. The instru- 
ment business, with the exception of ammeters, volt- 
meters, and the other electric lighting instruments still 
continues at the above address as for the eight years past, 
and previously to that at Westminster. The company has 


reverted to the old name of Nalder Bros. & Co., Limited, 


and its business will be carried on, as it has continuously 
been for the past 10 years, under the two partners in the 
original firm of Nalder & Co., Messrs. Orawley and Soames, 
as its managing directors, and with the same staff. 
To prevent confusion, the business previously carried on at 
16, Red Lion Street, is now divided into the three following 
totally distinct concerns, the latter two haying taken over 


the branches specified :—Nalder Bros. & Co., Limited, as 


above. Nalder Bros. & Thompson, 84, Queen Street, Chea 


side, E. O., ammeters, voltmeters, awitchboards, &o. Т 


on-Davies Electric Motor Oompany, Limited, 101, 
Southwark Street, S. E., alternate current motor. 


British Association, Bristol, 1898.—The local hon. 
secretaries, Messrs. Arthur Lee and Bertram M. H. ers, 
are sending out the report of the executive of the B.A. 
Local Committee held on Jane 6th, giving etails of the 
arrangements which are being made for the September meet- 
ing at Bristol. Particulars as to presidents of the various 
sections and other information appeared in our April 8th 
issus. | aM 

Personal.—Mr. George C. Sillar, M. Inst. E. E., who for 
nearly 17 years has been connected with the Brush Electrical 
Engineering Company, Limited, in various capacities, has 
been appointed general manager of the Otis Elevator Com- 
pany, imited, Queen Victoria Street. 

. W. H. Allen, of the Queen's Engineering Works, 
Bedford, is now a justice of the peace for Bedfordshire. 


Forthcoming Prospectus,— Гле World understands that 
the prospectus of the **Ootsworth" Arc Lamp and Electric 
Lighting Syndicate, Limited, will be issued at no remote 
date. “The lamp is said to be the simplest ever offered to 
the public, while the cost of prodnction is estimated at a 
very low figure.” | 


Will.—The late Mr. Thos. Holliday, Edgerton, Hudders- 
field, of the firm of Read, Holliday & Oo. Limited, 
electrical engineers, &c., has left gross estate £108,618 
168. 1d. | 
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Marriages.—Mr. Guy C. Fricker, of Messrs. Fricker, 
Miller & Co.. was married on Wednesday last week, Jane 
8th, to Miss Lena Bockett, third daughter of the late Mr. 
Jobn Bockett, solicitor, Lincoln’s Inn Fields. The “happy 
pair” have gone for a three weeks’ tour in Switzerland. 

Mr. Tbomas Harding Churton was married on 8th inst. 
to Ethel Blanche, younger daughter of Marshall Nicholson, 
E:q. of Middleton Hall, Leeds, at St. Mary's Church, 
Middleton. Mr. Harding Churton, of Leeds, needs no 
introduction to the electrical fraternity. 


“ Stand-by Charges.“ —Mr. Robert C. Quin, the borough 
electrical and tramway engineer at Blackpool, read a paper 
before the Municipal Electrical Association on “ Stand-by 
Charges,” raising the question of the unfairness to elec- 
trical undertakers to be compelled to find capital for 
plant usually lying idle to supply consumers whose pre- 
mises are equipped with their own generating plant. We 
refrain from commenting on this paper, as the Council of 
the Association decided at the last moment to withdraw it 
from discussion, and to make it the subject of a report from 
their body. 


Blackpool and the Overhead Trolley.— We under- 
stand that, after careful consideration, the Board of Trade 
has decided to sanction the overhead trolley system of elec- 
tric traction on the Corporation tramways on the cordition 
that the special regulations made by the department are 
strictly complied with. 


Paris Exhibition of 1900.—The Royal Commission, of 
which the Prince of Wales is chairman, are now prepared 
to circulate information respecting the Exhibition. The 
classification and rules for exhibitors, together with forms 
of application for space, can be obtained by applying to the 
Secretary of the Royal Commission, Paris Exhibition 1900, 
St. Stephen’s House, Westminster, S.W. 


Presentation.—On 7th inst., the superintendent engineer 
of the Northern Electrical Engineering and Plating Company, 
Limited (Mr. Thomas W. Ogilvy), was, at Newcastle, pre- 
gented with a handsome cruet and a pair of bronze ornaments 
subscribed for by the employés of the firm on the occasion of 
bis marriage. mE 


Burglary.—Meesrs. E. P. Allam & Co., electrical 


engineers, of 14, Hatton Garden, E. C., ask us to state that a 


few days ago their premises were broken into and an 
Evershed generator, No. 125, and & Nalder Bros. ohmmeter, 
No. 6,418, were stolen. They will be pleased to reward 
anyone giving information which will lead to the recovery 
of the instruments and the apprehension of the culprit. 


“Truth” on Trams.—After condemning the existing 
tram service at Hull, Labby asks in Tru: Why does not 
the municipality start electric trams?” and proceeds to 
eulogise the overhead trolley system. We are quite at one 
with him in this matter, but he is not au fait in regard to 
the progress of mechanical traction, or he would know that the 
Hull Council some time ago gave out contracts for electrical 
equipment of the trams on the trolley system, and the first 
rail was laid last week. 


Verband Deutscher Electrotechniker.— The sixth 
annual meeting of the Verband Deutscher Electrotechniker 
was held at Frankfort-on-Main from the 2nd to the 5th 
inst. Among the papers read was one by Dr. Th. Bruger 
“Ona Direct Indicating Phase Meter," and one by Dr. M. 
Levi оп “ Progress with Röntgen Rays.“ 


The Royal Society.—The following papers were down 
for reading yesterday afternoon :—C. Coleridge Farr, “On 
some Expressions for the Radial and Axial Components of 
the Magnetic Force in the Interior of Solenoids of Cir- 
cular Cross Section.” A. A. C. Swinton, “On the Source 
of the Róntgen Rays in Focus Tubes." Prof. W. Ramsay, 
F. R. S., and M. W. Travers, “Oa the Constituents of 
Argon.“ 


Appointment Vaeant.— The Croydon County Poly- 
technio is wanting a teacher of electrical engineering. 
For particulars of qualifications, &c., see our “ Official 
Notices” this week. 


NEW COMPANIES REGISTERED. 


Asbestos and Rubber Company, Limited (57,673).— 
Registered June 7th, with capital £10,000 in £1 shares, to acquire the 
business carried on by Stanley, Morrison & Co. at Hull and Sheffield, 
to adopt а certain agreement, and to carry on the business of India- 
rubber, gutta-percha, and asbestos manufacturers, ship and engineers’ 
stores manufacturers, electricians, telegraph and electrical engineers 
and contractors, cable and telegrapbic instrument manufacturers. 
The subscribers (with one share each) are:—T. B. Hooper, 15, Old 
Jewry Chambers, E.O., solicitor; E. B. Morrison, 33, Greenoroft 
Gardens, N.W., gentleman; R. M. Albery, Bowery Farm House, 
Wraysbury, Bucks, farmer; B. 8. Ince, 1, Church Court, Old Jewry, 
E. C., printer; H. Pearce, 129, Cheapside, E. C., stationer; Е. D. 
Leslie, 74, Coleman Street, E.C., accountant; O. M. Bolton, 431, 
Liverpool Road, N., clerk. The number of directors is not to be less 
tban two nor more than five. The firet are:—A. Morrison (chair- 
man), B. Gee, and J. Cuthbert. Qaalification, £100; remuneration 
as fixed by the company. Registered by Lumley & Lumley, 15, Old 
Jewry Chambers, E. C. Р : 


Harry W. Cox, Limited (57,703).—Registered June 
8th, with capital £2,000 in £1 shares, to acquire and carry out 
business as an electrician, electrical and mechanical engineer, con- 
tractor, model maker, and manufacturer of electrical and scientific 
appliances, carried on by H. W. C. Oox at 10, 11 and 28, Cursitor 
Street, Chancery Lane, W.C. The subscribers (with one share each) 
are :—O. F. Leighton, Manorfield, St. Albans, gentleman; A. Greek, 
41, Oakley Road, Canonbury, N. clerk; В. Aylward, 35, Brook Green, 
W., gentleman; F. R. Nutt, 17, Cornwall Cottages, Essex Road, N., 
electrician; H. W. C. Oox, 51, Cricketfield Road, Hackney Downs; 
Е. F. C. Savory, 2, Clement's Inn, W. O., gentleman; Mrs. M. Cox, 
51, Oricketfield Road, Hackney Downs. The number of directors is 
not to be less than three or more than five; H. W. C. Cox, 
B. Aylward, and C. F. Leighton. Qaalification, £100; remune- 
ration as fixed by the company. Registered office, 10 and 11, 
Cursitor Street, Chancery Lane, W.C. 


Biograph and Mutoscope Company for France, 
Limited (57,708).—Registered June 9th, with capital £100,000 in 
£1 sbares, to acquire certain inventions for the reproduction of 
objects in motion, and the French patent rights for the same, to 
adopt an agreement with A. Grove, J. Б. Montagu, and J. W. Orde, 
and to carry on the business of mutoscope, biograph, and mutograph 
manufacturers, battery makers, tablet and diaphragm manufacturers, 
electricians, electrical, mechanical, and chemical engineers, iron and 
brass founders, &c. The subscribers (with one share each) are:— 
E. B. Koopman, 18, Great Wirchester Street, B.C., director; T. N. A. 
Grove, J.P., 11, Hans Road, 8.W.; J. 8. Montagu, M.P., 29, Cornhill, 
E. O.; J. W. Orde, 29, Cornhill, E.C., gentleman; E. Baker, 29, Corn- 
bill, Е.С, secretary; N. P. A. Brady, 81, Cannon Street, E. C., gentle- 
man; A. R. Roberts, 13, Walbrook, E.C., solicitor. The number of 
directors is not to be less than two nor more than seven; the sub- 
BCribers are to appoint the first; qualification, 100 shares; remunera- 
tion, £1,200 per annum and a sbare in the profits, divisible. Registered 
office, 29, Cornhill, E.C. 


OFFICIAL RETOENS OF ELEOTRICAL 
COMPANIES. 


British Electric Traction Company. Limited (49,855). 
—This company’s annual return was filed on May 7th, when 30,000 
ordinary and 10,000 preference shares were taken up out of a capital 
of £600,000 in £10 shares. £10 per share has been called on the 
ordinary, and £6 10s. per share (including £2 10s. per share premium) 
has been called on the preference. £354,817 has been paid, £10,183 
is in arrears, and £57 has been received in advance. 


India-Rubber, Gutta-Percha. and Telegraph Works 
Company, Limited (1,122 O).—' This company's annual return was 
filed on May 27th, when 50,000 shares were taken up and paid for in 
full out of & capital of £812,000 in £10 shares. 


Indo- European Telegraph Company, Limited 
(3,953) .— This company’s annual return was filed on May 10th, when 
17,000 shares were taken up and paid for in full out of a capital of 
£450,000 in £25 shares. 


London Platine-Brazilian Telegraph Company, 
Limited (12,093).— Tais company's annual return was filed on 
May 23rd, when 37,548 shares were taken up and paid for in full out 
of a capital of £400,000 in £10 shares. 


Elmores German and Austro-Hupngarian Metal 
Company, Limited (32,457).— This company's annual return was 
filed on June 3rd. The capital is £162,981, divided into 50,000 pre- 
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ference shares of £2 each, and 62,981 ordinary shares of £1 each. 
All the ordinary and 22,275 preference have been taken up, and 
25,000 ordinary are considered as paid. £1 per share has been called 
on the 37,981 ordinary, and £2 per share on the preference, and 
£82,531 has been paid. 1,730 shares have been forfeited, and 10,337 
ег cancelled, and £22,131 12s. 10d. has been paid in respect 


Oriental Telephone and Electric Company, Limited 
(40,691).—This company's annual return was filed on May 12th, when 
171,604 shares were taken up out of a capital of £200,000 in £1 
shares. 171,497 shares are considered as paid, and £7 has been 
received on the others. 


Altrincham Electric Supply, Limited (40,795).—This 
company's annual return was filed on May 27th, when 25,000 shares 
таз Les up and paid for in full out of a capital of £50,000 in 

a 


Rand Central Electric Works, Limited (43,712).— 
This company's annual return was filed on May 20th, when the 
capital of £300,000 in £1 shares was folly taken up. 25,000 shares 
are considered as paid, and £275,000 has been received on the others. 


Electric Cycle Syndicate, Limited (36,227).—This - 


company’s annual return was filed on April lst, when 2,827 shares 
were taken up oat of a capital of £3,000 in £1 shares. 1,000 shares 
are considered as paid, and £1,742 10s. has been received on the 
others, leaving £84 108. in arrears. 


Electric Exploitation Company, Limited (40,256).— 
This company's annual return was filed on April 22nd, when 20,367 
ebares were taken up out of a capital of £25,000 in £1 shares. 20,000 
с» paid, and £360 has been paid on the others, leaving 

arrears. 


OITY NOTES. 


Western Brazilian Telegraph Company. 


Тнв thirty-fifth ordinary general meeting of the above company was 
held on Thursday, June 9th, at Winchester House, Old Broad Street, 
Mr. W. 8. Andrews presiding. 
The CHAIRMAN, in moving the adoption of the report, said he was 
lad to say they were able to meet the shareholders under rather 
tter auspices than had been the case for some little time back. 
There was an increase in the revenue and a decrease in the expenses. 
The revenue for the half-year had amounted to £72,332 93. 10d., as 
compared with £71,315 12s. 2d., showing an increase of £1,116 
17s. 8d., and that would have been rather more had it not been 
for special circumstances to which he would presently refer. With 
regard to the expenses, they were £37,774 1s. 11d, as compared with 
£35,160 193. 4d., consequently there was a decrease of £386 17s. 5d. 
Dealing first with the expenses, there was a total increase of £1,211 
under abstract A, but of that maintenance accounted for £750, and 
stores and new apparatus for another £524, and there was anincrease 
of £400 under miscellaneous. The decreases in abstract A, were 
travelling, £300 ; and stationery and printing, £83; the net result 
an increase of £1,211. Abstract B, which dealt with their 
shipping, was always a source of considerable anxiety with them, 
and he was very pleased to say that under that head there 
was a notable decrease, because in the pericd under review they dis- 
pensed with the services of the second ship that they had been obliged 
to «m previously—the Buccancer—and the saving amounted to 
£3,477 15s. 5d., although their other ship, as a matter of fact, had to 
do all the same work, and did it very satisfactorily, of course, with 
an increased consumption of coal and other ex . That saving 
of £3,477 he would have liked the shareholders to have had the 
immediate benefit of, but it had been partly absorbed by certain 
сеа expenses incurred іп Buenos Ayres on account of 
attack—which might have been rather a dangerous one 
for them—made under the guise of tariff changes. They had 
to defend themselves from that attack, and it was rather a 
costly defence. Then, in addition to that, they had maintenance and 
pigs expenses, and new a which ran away with some 
£2,500 of that reduction, which they would otherwise have got the 
entire advantage of. In abstract O, out of the total increase of £167, 
£154 128. was owing to arbitration ex „so that was practically 
about the same. The result was that they were left with a decrease of 
expenses amounting to £386 17s., and he was glad to взу that decrease 
did not end with the period under review, but it was going on and 
, 90 that there was no doubt by-and-bye they would 
have a better tale to tell the shareholders with regard to the 
expenditure, even than they had that day. Dealing with the 
net revenue, there was the balance from laat half-year, £3,867 
15s. 2d.; there was the dividend on the sbares in the Platino Com- 
y, £11,094—against none in the corresponding period—and the 
ce on their own working, after payment of expenses, amounted 
to £34,558 7s. 11d.—together, £49,520 3s. 1d. They had to deduct 
£8,060 8s. 4d. for interest on debentures and debenture stock; 
£2,159 12s. 4d. for sinking fund for the redemption of the new 
debentures, and, with £5,000 added to the reserve fund, they got a 
total cf £15,220 03. 8d., which left £34,300 2s. 5d. available. They 
propo оос» а dividend of 6s. 9d. per share, and to carry 
ward £1,428 5s. 114. to the current period. That distribution 
was equal to a dividend of 3} per cent. per annum, and consequently 
it was the best dividend that they had received since 1891, when it 


was at the rate of 4 percent. That pointed to an improvement in 
their affairs which must be gratifying to all of them, but gratifying 
as was that comparison it did not end there. They not only paid 
more than double the dividend that they paid in the corres СА rape 
period which was 3s. per share, but the net revenue earned during 
the half year was more than double that earned in the six months 
ending June, 1896, and on this occasion they were able to 
pay more than double the dividend and add £5,000 to the 
reserve, instead of having to assist their smaller dividend as 
they did in 1896, by taking £7,500 out of the reserve. All they 
wanted now was a little revival in the trade of Brasil, and their 
pu would be decidedly more satiefactory. The exchange had 
78d. only as against 82d., but, of course, under the new mode of 
collection, that was not so serious as it appeared. Still, under the 
new method, before fixing the rate of exchange for the coming three 
months, the Government took the average rates of exchange for the 
preceding period, and, of course, if the average for the preceding three 
months was higher than they got forthe next three, when the rate had 
been fixed, they lost money. Strange to say, ever since that arrangement 
was made for the collection of the exchange, it had been going down, 
so that although the rate had been fixed at a certain point they had 
never actually got it, but something below it. At present the сеа 
was going up, and consequently their receipts were going ар with it. 
The augmentation of the revenues of their company, and of those of 
the Platino, were continuing. Already they had reached a point in 
their revenue a good deal above the corresponding period, and there- 
fore he hoped—he might almost say he was confident—that they 
would be able to tell the shareholders even a better story than the 
present when the current half-year's business came to be laid before 
them. No doubt they would have remarked that the new president- 
elect of the United States of Brasil had come over to this 
country to arrange important matters in connection with Brazil. 
There was no doubt that Brazil needed a period of rest and recupera- 
tion, and it was earnestly to be hoped that she might obtain it. 
When the great natural riches of the country were considered they 
had every reason to expect that, with a carefal administration of the 
revenues, a very gratifying and кереш result might yət be pro- 
duced. He was sure they woul wish the pres ent-elect every 
success in his patriotic efforts, and God speed in his important mission 
forthe benefit of his magnificent country. There was one other ques- 
tion in the report which he could not say much u Undoubtedly 
theshareholders would have noticed that paragraph 1n which they stated 
that negotiations for closer working between their company and the 
Brazilian Bubmarine Telegraph Compeny had been in progress. 
Those negotiaticns were not completed yet. They were p 
satisfactorily and pretty actively, and they believed they would result 
successfully, and that the results would be welcome alike to the 
governments, the public, and the companies. Of course, nowadays 
it was nece to do things which were agreeable all round, and not 
to shut one's eyes or direct them into a narrow focus. He would, 
therefore, ask them not to put any questions to him in reference to 
that subject, but if there were any other matters shareholders wished 
information upon he would be very happy to afford it them. 

Lord RicHíARD H. Browne seconded the motion for the adoption 
of the report and it was carried without discussion. 

The retiring directors having been re-elected, Major Corron, in 
moving the re-election of the auditors, said he thought they must 
congratulate the chairman and directors upon the improved state of 
affairs they had put before them, and upon the very hopeful pros 
for the future. He hoped that the negotiations which were 
carried on for closer working with the Brazilian Company might soon 
be brought to a satisfactory termination for the benefit of the share- 
holders eepecially. 

The motion having been carried, the proceedings terminated with a 
vote of thanks to the chairman and directors. 


British Thomson-Houston Company, Limited, 


Tux third ordinary general meeting was held on Friday last at the 
offices of the company, Cannon Street. 

Mr. E. A. Laganos, the chairman of the company, presided, and in 
moving the adoption of the report, observed that their business had 
gone on very quickly during the year, and they had had to extend 
their offices and premises a good deal. With regard to the principal 
traction contracts now in hand, they had the city tramways of 
Dablin, Cork, which was also a lighting concern, the Central London 
Railway, Middlesbrough, Sheffield, Dudley-Stourbridge, and Oldham- 
Ashton. Those were the principal inclusive contracts, but they had 
a good deal of other business. They did not rely on patents for their 
success, but on the way in which they did their work. The industry, how- 
ever, had been and was developing very quickly, and they had latterly 
found that & good many competitors were infringing their patents. 
They had spent about £100,000 on acquiring them, and they were 
therefore seriously considering whether it might not be worth some- 
thing more to protect them. 

Bir Tuomas THOMPSON seconded the motion, which was adopted, 
and dividends of 10 per cent. for the year on the “A” and B 
Bhares were afterwards declared. 


? —  Á—— á— Ó— aa 


Eimore's German and Austro-Hungarian Metal 


Company, Limited. 


Tru directors have been this week inviting applications for an issue 
of £60,000 6 per cent. debenture stock at par. The trustees are Lord 
Farrer, of Abinger, and Mr. J. R. Hollond. Applications were received 
for over £37,000 before the issue of the prospectus. The following 
table shows the increase in the value of the for the past three 
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years and the balances of the profit and loss account of the “ Metall” 
Company for tae same period :— 


1895 sales ... £17,052 12 3 .. Loss .. £1,575 9 5 
1896 sales 24,747 17 9 Profit ... 347 18 8 
1897 sales ... 37,929 18 6 Profit ... 3,202 11 0 


while the sum of £5,748 11s. 51. was deducted from revenue by way 
of depreciation during the same pericd. The value of the 
sales for the present year to the 1st inst. shows an increase of 
90 per cent. as com with that for the same period last year. In 
1897 the Metall” Company was given a contract to supply the total 
requirements of the German Navy for & peres of three years. This 
contract was, by arrangement, cancelled in April last, and a new one 
has been entered into, whereby the company is to supply all tubes 
over 13 inch in diameter for the next two years, but at greatly 

prices. Notwithstanding the increased production, the 
company was in 1897, and is now, unable to е even а moiety of 
the orders offered by the large shipyards and private customers. 
The output for 1897 was 411 tons; the new plant, now nearly com- 
pleted, when fully at work, is estimated to produce 1,100 tons per 
annum. The list closed yesterday afternoon. 


Callender's Cable and Construction Company. 


Тнв report of the directors for the year ended December 318 last, 
states tbat the accounts show & balance at the credit of profit and 
loss of £24,746, from which must be deducted interest on debentures, 
£4,050, appropriation for depreciation of machinery, plant, &oc., 
£3,000, leaving an available balance of £17,696. The directors now 
ropose to pay a dividend at the rate of 10 per cent. per annum 
Pier of income-tax), being 10s. per share, whereof 4s. was paid on 
October 31st, 1897, as an interim dividend, leaving 6s. share to 
be paid now, abeorbing £10,000, and a bonus of 2s. per share, 
£2,600, leaving £5,196 to be carried forward. The total 

payment for interest and bonus on account of 1897 will therefore be 
at the rate of 124 per cent. per annum. The expenditure on build- 
ings, plant, and machinery has proved beneficial to the business, and 
has enabled it to preduce better and cheaper cables than at auy time 
in the The plant and premises have been maintained in a 
thorough state of efficiency, and the cost not only of all repairs and 
maintenance, but of alterations and improvements, has been debited 
against the year’s profits. Some of the shares held by the company 
have been disposed of, and others have necessarily been acquired in 
connection with the business. The present market value of the 
shares held exceeds by several thousand pounds the value shown in 
the balance sheet, but it is not proposed to deal with this excess at 
present. The чоруб Кашы In 1897 was again much larger 
than that in previous years, and the directors are glad to report that 
it continpes to increase, and that the output of the factory during the 
last five months has exceeded their utmost expectations. Although 
extensive additions to plant, machinery, and buildings were made in 
1897, it became evident towards the close of that year that still 
further additions were required to cope with the fast growing 
business, and that these must be on a much larger rcale than hereto- 


in hagas. tg 25 acres of freehold land adjoining the present 
factory, whi 


company was held on treet, 
in moving the adoption 
he hoped the shareholders would consider the 
ts . The directors were very well satisfied with 
the progress of the y. They had had a very prosperous year, 
and the figures in the ce sheet carried out that view. There were 
one or two items in the accounts to which he would call attention, as 
he thought they prove interesting. In the first place they would 
observe that they had spent £11,355 on enlargement of works and 
cet . plant, ыш was in мо! to the (2955 written off the 
ta, for repairs and maintenance. 1896 the t nearly the 
арар amount— £11,238. The next item he would Ell their attention 
to was that of cable drums, which stood at £2,803 as against £2,170 
last year. That afforded a very Sair indication of the increase of the 
because they used those drums for winding their cables on, 
and the amount stood at about one-third more tban last year. The 
next item was stock in hand, which was only £1,200 more than last 
. Then came expenditure on contracts in course of execu- 
tion and sundry debtors, and there they had an increase of 
£26,C00—that was to say, those two items, together, came to 
about £100,000 as against £74,000, which was a very eatisfactory 
thing. Oash at the bank and bills receivable stood at £9,136 
as aguinst £15,229, which, he thought, showed that they were using 
their means as closely as they could. Shares in other companies 
stood at £6,603, as against £8,800. That arose in this way: they had 
wold shares that they held in 1896, and they had placed the money 
that they had received from that to the credit of that account. 
bad taken up a few more shares, rendered necessary in the course of 


their business, but they had not increased the value of the shares 
that they held; they had left them simply at the value that they 
stood in the last balance-sheet. The result was, that there 
was an undisclosed profit on these shares, pony amount- 
ing to about £10,000, bat they did not wish deal with that 


er £2,500, which would make a total distribution of 123 
cent., leaving £5,196 to carry forward to next year's account. He 
hoped the shareholders would consider those results . 
The business of the company had very largely increased, and 
that led him to refer to the prop increase of capital, to 
which reference was made in the report. It was absolutely 
necessary that their works should be extended. At present they had 
not sufficient room to carry on the business they in hand, or the 
work which they would in all probability get in the future. 

had considered the question of extension for a long time, and at last 
they had had an opportunity of purchasing 25 acres of land adjoining 
their factory. It had no river frontage, but as they already had as 
much river fron as they required, that was im and it 
enabled them to buy the land very cheaply. It only cost them about 
£130 an acre, which, for their pur small sum indeed. 


try 

rdinary m was held, when resolutions 
were passed authorising the directors, рее the confirmation of 
another extraordinary meeting, to create £100,000 additional capital 
in preference shares of £5 each. 

plying to a question, the Oxaraman said the new capital would, 
in the first instance, be offered to the existing shareholders to the 
amount of their present holding. 


Altrincham Electric Supply Company, Limited,—The 
balance-sheet shows a balance ккк шер year of £725. The 
company has several important contracts in hand. 

City of Lendon Electric Lighting Company.—The 
transfer books and of holders of £400,000 5 per cent, deben- 
ture stock will be closed from 21st to 30th inst. 


Electric and General Investment Company.— The 
transfer books will be closed from 13th to 28th inst , inclusive. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Com Limited.—The receipts for the 
week ending June 10th, 1898, were 22.888 Os. Id.; N period, 
1897, £3,305 1s. bd.; decrease, £466 18. 4d. И 


The City and South London Railway Company.—The receipts for the week end- 
ing June 12th, 1898, were £931; week e June 18th, 1897, #880; 


£24,558 ; оо 
period, 1897, £24,215; increase, 2348. 
The Dover Corporation Electric Tramways.—The receipts for the week 
gador June llth, 1898, were £167 18. 8d.; total receipts to June ІНЬ, 1808, 
58. 9d. 


The Dublin Southern District (Electric) Tramways Company стве receipts for 
week ending Friday, June 10th, 1898, were £648 бв. ; 
week last year, £920 8e.; decrease, £272 2s. 9@.; passengers 
97,778; corresponding week last year, 128,715; aggregate to date, £10,968 
10s. ld.; aggregate to date last year, £11,548 58. 7d.; decrease to date, 
£584 16s. 6d.; mileage open, 8 miles. 

The Liverpool Overhead Railway Company.—The receipts for the week ending 
June 12th, 1898, amounted to £1,482; corresponding week last year, 
£1,857 ; decrease, £375. 1897 includes Whit Monday. 


Titae week ending Juno тошу, 88 pano 17 r . of ae 

e week ending June ter uo 

gross receipts payable to the London Platino Brailian ‘Telegraph Cou 
pany, Limited, were £2,850, | 


increase, £51; total receipts for half-year, 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Lu ice | Е Bunnes done 
Present Dividends for SE osing ATE 
Issue, | НАШЕ Share, the last three years. Quotation, | uoo "fune lt, 
| RR — с х= оз “шд =ч ] PIC mE PUES ; : 
| 1895. | 1:96. | 1897. Higheet., Lowest. 
137,400! African Direct Telegraph, 4 95 Debs. . 100 4 9$ | e ; 100 —104 100 о | — сб 
25,000 Amazon Telegraph, shares ... = "ON ME | 7— 8 em | 
125,000 | Do. do. 5 % Debs. Red. ... ... 100 je S: — 96 S — ae sind 
923,601, Anglo-American Telegraph ЕР .. Stock €2 9s £2 13s 3 y^ — 67 — 67 644 | 64 
3,038, 0201 Do. do. 6 Y Pref. .. Stock £4 m £5 6s. 6%. 110 —116 е —117 116}, 115} 
3,038,0201 Do. do. Deferred... eve bs e. Stock | 153— 16] | 16{— 162 164 153 
130, 000 | Brazilian Submarine Telegraph 3 % 10 : y 17 % | 7 [4 | = 16 153— 16 163 | 1514 
75,0001 Do. do. 5 95 Debs. 2nd series, 1906 .. 100 5 $ | |o. 12—116 |112 —116 Sia cuis 
44,000 Chili Telephone, Nos. 1 to 41, 000 e| 8,4 4 | | 23— 3} 21— 3} UN e" 
10,000,0008 Commercial Cable * $100 7 8% 8% 180 —190 1180 —190 Е 
918,2971| Do. do. Sterling 500 year 4 % Deb. Stock Red. Stock) ... wea . . 105 —107 |105 —107 1064 | 106} 
224,850 Consolidated Telephone Construction and Manufacturing | 10/- 14% 2 @ КЕ | m — FR ta— 1k ssi — 
16,000 Cuba Telegraph .. ' 10 8% 8 7 64— 7} 64— 73 71 
6,000 Do. 10 % Pref. 10 10 % 10 : 10 Hi— 1) | 14— 154 144 | 14 
12,931 | Direct Spanish Telegraph is 15 4 | 4 4 | 5 4— 6 ай P 
6,000 | Do. do. 10 А Cum. Pref. — 5 10 2 10 10 m — 11 | 10 — 11 103 ids 
30,0001 Do. do. 44 % Debs., Nos. 1 to 6,000 ... 50 44% | 44% | 44% 103 —106% 103 —10 % OT К 
60,7101 Direct United States Cable .. | . 20 24% | 24% . |101— 11 | 10j1— 11 108 | 1054 
120,000 Direct West India Cable, 44 % Reg. Deb. | 100 , .. iis | 100—103 — 101 —104 E si 
400.000 Eastern Telegraph, Nos. 1 to 400,000 "" iu wi 10 64% | 64% 17 — 174  175— 173 1783 17 
70.000 Do. 6 % Cum. Pref. и 10 6 ‚6 95 | I8 — 19 1841— 191 | 188 18} 
89.900 ` Do. 5 Y Debs., repavable August, 1899 .. 100 5 ^o 5 E 101 —104 101 —104 ва; iis 
1,302,615! Do. 4 % Mort. Deb. Stock Red. . Stock 4 9 14 % 124 —128 123 —127 "a РУ 
250,000 | Eastern E xu Australasia, and China Telegraph .. 10 | 7 7 $ 7 * | 174— 18 | 174— 18 17181 179, 
Do. 5 Aus. Gov. Sub.) Deb., 1900, red. ann. | 
25,2001 17 De 3 Jue 5 %|5%|5% 100 104 100—104 | .. 
100, 5007 Do. do. Bearer, 1,050—3,975, 4, 327—6, 400 | 100 | 5 & 5% 5 Ф 101 —104 101 —104 is 
320,000]: Do. 4% Deb. Stock >... E stock 4 4 % 4 % 126 —129 126 —129 а 
- wy) f Eastern and South African Telegraph, 5% Mort. Deb., dus 
85,1001 1900 red. ann. drgs., Reg. Nos. 1 to 2, 313 109 | 5% | 5% mm ва =e Heu 
46.5001 Do. do. do. to bearer, 2.3 to 5,500 | n 5% | 5 96 . 101 —104 101 —104 
30,0000 Do. 4% Mort. Debs., Nos. 1 to 3,000, red. 1909 495,4 95 — 101 —10 101 —104 Ир 
200,0001 Do. 4% Reg. Mt. Debs. (amitie Sub. 1 1—8,000 5 4% 4% 105 108% 105 16 00“ 
180.227 Globe Telegraph and Trust | 10 E 44% | 44% | 114— 12 114— 12 11180 1112 
180,042 | Do. do. 6% Pref. 10 6 | 6 & 6 95 | 16j— 171 161— 171 174 | 164 
150,000 , Great Northern Telegraph, of Copenhagen... ‚1 10 10 9$ 10 10 % | 29 — 30 209 — 30 UN TE 
160, 0001 ро. do. do. do. 5 % Debs. i 100 | 6 5.199515 95 n —103 100 —103 | 
Halifax and Bermuda Cablo, 4 95 Ist. ME Debs., 
97,000. within Nos. 1 to 1,200, Rod. I, 1o0 | +. | 98 —108 | 99 —104 uae eee 
17, 000 | Indo-European Telegraph — . i 25 10 9 10 95 10 % | 50 — 53 50 — 53 514 | 504 
100,000! London Platino-Brazilian Telegraph, 6 % Debs. 100 6 & 6% |6 108 —111 108—111 6 A 
28 4 Montevideo Telephone, 6 95 Pref., Nos. 1 to 28,000 — 8 4 4 5 4 24— 23 21— 21 N aie 
48-4597 National Telephone, 1 to 484,597 — ai m 15 53% | 54% | 6 | 5i— 54 58— 53 54 53 
15. 0⁰⁰ Do. 6 % Cum. Ist Pref. 10 66 6 | 14 — 16 15 — 17 ES Ж: 
15,000. Do. 6 % Cum. 2nd Pref... ... 10.6 & 6 6 15 — 17 | 15 — 17 " 
250,000 | Do. 5 % Non-cum. 3rd Pref., 1 to 250,000 5 5 5 5 58— 5 51— 58 522 
1,329,471! Ро. 33 % Deb. Stock Red. .. Stock 34% 33% 920 101—106 | 101—106 104 | 103 
171.504 | Oriental Telephone and Elec., Nos. 1 to 171,504, fully paid 1 6 $ 5 5 8— 8— 2 TA io 
100,000} Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000... | 100 | 4 4 4 @ 105 —108 105 —108 п О 
11,839 Reuter's ... BI s ine TT is 8 5 5 5 8 — 9 8 — 9 T жез 
3,381 Submarine Cables Trust " Cert. ... ui . . 136 —141 136 —141 138 bs 
58,009! United River Plate Telephone Xs T .. 5 475 5 9% Е | 4 — 14 — 43 га 
146,733“ Do. do. 5 % Debs. ... m .. Stock 5 | ... .. 104 —107 104 —107 106} | 106 
15,609 West African Telegraph, 7,501 to 23,1009. 10 4 Ф nil | nil | 34— 31— 4 is i 
213, 400 Do. do. 6% Debs... ш. .. ..|100' 5 / |5% 5 % 99 —102 |99 —102 | 101 | 
64,269 Western and Brazilian Telegraph... ... ... 15:8 $ 2 ГА 31 | 12 — 124 | 11g— 12jxd 12 | 1144 
33,129 | Do. do. do. 5 % Pref. Ord.. 74 5 5 5 ү 74— 8 74— 7rd 72 
33,129 Do. do. do. Def. Ord. 71 17 n 127 41 44— 5xd| 43 4H 
389,521 Do. do. do. 4% Deb. Stock Red. ... Stock vis . 104 —107 104 —107 ТУ " 
88,321 , West India and Panama Telegraph . . 10, 39 1 275 | 2 i— 2 +4 2s 
і Do. do. do. 6 [4 Cum. 186 Pref. 10 6 6 6 71— "à 71— 8 715 72 
са ро. do. do. 6 % Cum. 2nd Pref. . 10 6 6 6 | 5 — 7 5 — vs i 
80,0000 Do. do. do. 5 % Debs., Nos. 1 tol, 800 | 100 $ 5 ‚б 106 —109 |106 —109 = 
1,163,000 Western Union of U.S. Telegraph, 7 % 18 Mort. Bonds $1000 7 7 7 105 —109 105 —110 аз 
и ро. ао. do. 6 % Ster. Bonds d 100 | 6 | 6 e —105 100 —106 si 
ELECTRICITY SUPPLY RE 
20,000 | Charing Cross and Strand Electricity Supply an PEN | 5 5 | 6 a d oy | 12 — 13 | 12 — 13 | 122 123 
20,000 Do. do. do. do. 4j % Cum. Pref. 5 | ud E — 6 | 6— 69 | .. | .. 
20,000 *Chelsea Electricity Supply, Ord., Nos. 1 to gt 277. „ 755. [4 5 MP 94 8 — 9 8i | 84 
60,000 Do. do. do. 44 95 Deb. Stock Red.... Stock 4195 . we T —117 115 — 1111 c .. 
50,000 City of London Electric Lighting, Ord. 40, 001-90, 000 10 5 % Gee 251 | 26 — 27 273 235] 
10,000 Do. Prov. Certs. Nos. 90,001 to 100,000 £5 10 Т 17} | 18 — 19 168 ... 
40,000 Do. 6 95 Cum. Pref.,1 to 40,000 >... 10 6 6 „ 6 % 164— 174 163— 174 М 15 
400,000 Do. 5 % Deb. Stock, Scrip. (iss. at £115) ‘all paid pi | 5% 575 59$ 129 — 134 129 —134 ys bns 
30,000 County of Lond. & Brush Prov. Elec. Ltg., Ord. 1—30,000 | 10 nil nil nil , 18 — 14 13 — 14 1315 13 
10,000 Do. do. do. Nos. 30,001 to 40,000 £4 paid. 10 | T | | be | 64— 74 61— 73 7 6} 
20,00% Do. do. do. 6 Ф Pref., 40,001—60,000 10,675, 6% 6% 15—16 144— 153 15 
17,400 Edmundsons Elec. Corp., Ord. Shares 1—17,400 £4 paid 5 | ee se c5 s. d BES 43 з— do | 
10,000 | House-to-House Electric Light Supply, Pr 101 to 10100 5 "EE | 9 — 10 S4— 94 98 
10,000 Do. do. 7% Cum. Pref.. 5 7 % 1% 7% 10j— 1l} | 10— 1k |.. | = 
62,400 *Metropolitan Electric Supply, 101 to 62,500 10 4 5 6 15 — 16 15 — 16 | 15i 
220, 0007 Do. 44% First Mortgage Debenture Stock ... HA 4195 | 4475 117 —121 117 —121 1194 | 1184 
6,452: Notting Hill Electric Lighting Я 10 2% 4% 6% 18 — 19 | 173— 183 oon " 
31,980 *St. James's and Pall Mall Electric Light, Ord. p 5 71% 104% 143 16 — 17 16 — 17 164 16 
20,000 Do. do. 7 % Prof., 20,081 to 40,080 5 7 % 7 % 7 % | 943—109 | 9—10 9 
50,000 Do. do. 4% Dob. Stock Red. . Stock. . | 4% 107—110 107 —110 Т. 
43,341 South London Electricity Supply, Ord., £2 paid `. ot Bla x ЕТ ИАР 2— 2} 2— 2 2 
79,900 Westminster Electric Supply, Ord., 101 to 80,000 ac^ 6 | 792519 96 "s % | 154— 164 | 15 — 16 164 | 158 
| 


t Unless otherwise stated all shares are fully paid. 


* Subject to Founder's Shares. 


1 Quotations on Liverpool Stock Exchange. 
| Dividends paid in deferred share warrants, jon being used as capital. 


Dividends marked § are for a year consisting of the latter part of one year and the first part of the next. 
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ELEC TRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 
| || 
| | Stock к Closing Closing Business done 
"rese | or | ividends for ч during week 
TOS "d NAME Share. -| б . | 8 jn | " ended ж 
{ Р 4 ипе 
| | 1895. | 1896. 1897. | | Highest. Lowest. 
30,000 | British Electric PARC TA тү лрг T UNIT | . | 154— 16 | 151— 16} 163 15% 
Do. do 6 Cum. Pref. 30,001—40,000 d "1. | | 
Юу £4 pd. (issued at £2 10s. prem. all pd.) f| 10 7 . „ 
90,000 | Brush Elecl. Enging., Ord., 1 to 90,000  ... 3, 2% nil nil li— 24 1—2 | 2 1} 
90,000 Do. do. Non-cum. 6 95 Pref., 1 to 90,000 2 3'5 nil | 4%) 21— 24 | 21— 2 | 254 23 
125,0001 Do. do. i Perp. Deb. Stock Stock| ... | .. 110 —114 |110 —114 |... | 
50,000 Do. do. 2nd Deb. Stock Red. Stock 101 —104 101 —104 | p. 
19,894 | Central London Railway, Ont. Shares - ў 10 | бф . 10 — 1054 | 9j— 10} 104 | 104 
129,179 Do. do. do. £6 paid iis 10 е? . | 6— 63 | 5{— 6} ба or 
59,254 Do. do. Pref. half- shaves £l paid M | uu |] | 1j— 11 14— 14 11 14 
67,680 Do. do. Def. do. £5 paid к. ats * P» 4— 4 +} 4} iss $55 
630,000“ City and South London Railway з ... Stock 14%! 148 96 18% 68 — 71 | 68 — 71 70 sai 
22,500 | Do. do. Ord. shares, Nos. 1 to 22,500 £2 pii 01 5» jo E 11— 2] 1j 2] 
„ акл |] Crompton & Co., 5 95 1st Mort. Reg. Debs., 1 to 743 of | T а € 
PURAR 100, and B01 (o 1,070 of 40 Red. „„ 
99,261 Edison & Swan Utd. El. Lgt., A" shares, £3 pd. 1 to 99, 261 5 5 Ф BM «г 21— 23 21— 27 - 
17,139 Do. do. do. ** A" Shares, 01—017,139 5 6% 5% .. | 4— 5 4— 5 T 
194,023 Do. do. do. 4 95 Deb. Stock Red. 100 an | 4 .. 103 —105 103 —105 " | 
110,000 | Electric Construction, 1 to 110,000 ... 2| 5 @ 6 Ф „| @— 2] 21— 2} - 
16,343 | Po. do. 7 % Cum. Pref., 1 to 16,343 а TX 2 Ls c p 3 |o] 
111,100 Do. do. AR Oun Ist Mort. Deb. Stock Block! . |] ss . . |106 —108 |106 —108 E 
91,196 | Elmore's Patent Copper Depositing, 1 to 70,000 ... mh аи | o TT | i— i3 | 4— 2 ге. "0 
67,275 | Elmore's Wire Manufacturing, 1 to 69,385, issued at 1 pm. ki 2 bd en sit oS #— ized 
9,600l| Greenwood & Batley, 7 % Cum. Pref., 1 to 9,600 | 10 | 180% 7 7 9 — 11 9 — 11 78 
12,500 | Henley’s (W. Т. А Telegraph Works, Ord. ... Ж 10 8 % 10 | 12 %| 214— 224 | 214— 223 224 21} 
3,000 Do. do. 7% Pref... 10:| 7 & т 7% 181— 194 | 18)— 19 m 
50,000 Do. 40 do. 45 Mort. Deb. Stock... Stock 4 44 44% 110 —115 110—115 ewe d 
50,000 | India-Rubber, Gutta-Percha and Telegraph Works КАЙ qubd d 7, 10 7, 10 21 — 22 21 — 22 22 | 
300,000 Do. do. do. 4 95 lst Mort. Debs. | 100 | ... | ... .. 102 —106 102 —106 1044 | 
37,500 Liverpool Overhead Railway, Ота, a. T | 10 235 2176 34% 1047— 10%, 10y,— 10% e 4 
10,000 f Do. do. Pref., £10 paid | 10 | 5 5 9, 5 95| 15#— 16} | 15@— 16} | 
37,350 | Telegraph Construction and Maintenance ... 12 15 $ 15% 15% 34 — 37 35 — 38 36 | 
150,000 Do. do. do. 5 Bonds, red. 1899 99 | 100 6 5% 5% 5 95102 10 102 —105 | | 
100 |o |... 180 —183 124—127 


540, %%% % Waterloo and City Railway, Ord. Stock ... 


t Quotations on Liverpool Stock Exchange. 


Dividends =e § are for a year consisting of the latter part of one year and the first part of the next. 


H : 


; Unless otherwise stated all shares are fully paid. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


Birmingham Electric Supply, Ordinary £5 (fully paid) 103. 

ITouse-to-House, 44% Debentures of £100, 106—109. 

Kensington and Knightsbridge Electric Lighting, Ordinary Shares 
£5 (fully paid) 15—16; Ist Preference Cumulative 6%, £5 
(fully paid), 8—84. Debentures, 107—110. Dividend, 1897, 
on Ordinary Shares 1095. 

* From Birmingham Share List. 


THE MUNICIPAL ELECTRICAL ASSOCIA- 
TION, 1898. 


ON THE NECESSITY FOR UNIFORMITY IN PLANT 
AND APPARATUS.* 


By C. Н. WoRBDpINGHAM, Assoc. M. Inst. C. E., . M. I. E. E., 
City Electrical Engineer, Manchester 


Tse principles enunciated by Dr. John Kopkiasón in his classical 
paper, on the cost of electric supply, f are now fully appreciated by 
the majority of supply engineers, municipal and others, but it is 
doubtful whether they recognise that their own field of labour is but 
one very small, indeed, insignificant, plot in the wide area to which 
these principles apply. 

Manufacturers of all engineering products have to face the same 
problem, viz.:—the production of articles, the cost of which is made 
up of two items, one кири, of the quantity sold, the other 
practically proportional to that quantity. 

In the case of manufacturers, the stan comprise the 
establishment of the works, i e., the cost of uildings, engine 
power, machinery and tools, drawing office — patterns, &c.; the 
establishment of offices, and in many cases of showrooms, with staff 
of clerks, travellers, &c.; the holding of a stock to supply the demand 
without delay ; while to these standing expenses must be added the 
salaries of a number of engineers, е» ape &c., who must be гену 
to design the articles manufactured who must be kept up to 
date in the latest practice, often at great cost. 

The running expenses are wages for labour, skilled and unskilled, 
fuel, oil, &c., for runniog the works, repairs to machine and other 
tools, raw material. 

Probably no better example of high cost could be taken than the 
manufacture of submarine cables. In this case both items are 
greatly exaggerated. A large amount of very expensive machinery 
occupying great space, and extensive buildings, has to be provided 


* Read June 9th. 
+ See Dr. John Hopkinson's 


per on “The Cost of Electric 
Supply," read before the Junior 
4th, 1892. 


ngineering Society, on November 


— 
— . — — 


London Electric Supply Corporation, £5 Ordinary, 3}—4}. 

T. Parker, £10 (fully paid), 15]. 

Yorkshire House-to-House Electricity, £5 Ordinary Shares fully 
paid, 8]—8j. Dividend for 1896—96 %. 


Bank rate of discount 3 per cent. (June 2nd, 1898). 


— — — 
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and kept in good order, to be used perhaps once in the year, and 
when it is required it frequently happens that the work is of an 
urgent nature, and manufacturing has to be in day and night 
for a few weeks, necessitating overtime h rates of wages, 
together with excessive wear and tear of EPA while the cost is still 
further augmented by the fact that the cable is probably of a special 
size and design. 

Now let us examine into the means by which the cost of manu- 
facture may be reduced. Assuming that all that is possible has been 
Pone to economise by the choice of a site where land is cheap, 
by ^d trier of su uous cost in the erection of buildings, by 

al deci to avoid unnecessary handling of goods, by the absence 
of 1 in offices, &c., what remains to enable the manufacturer to 
reduce his coste? One thing pre-eminently, restriction of the 
number of types and sizes of the articles produced. To produce, say, 
a dynamo machine or an engine, a number of calculations have to be 
made, then a series of drawings must be prepared, next the patterns, 
and finally the tools. All this means large expense, and, if only one 
article is made, the whole cost bas to be c to that article, 
and this standing cost may completely swamp by comparison the 
cost for material and labour. Whereas, if a thousand such articles 
were required, the fixed cost, being divided amongst them all, would 
be only one-thousandth part of what it was in the case of one. By 
limiting the number of patterns, i& becomes possible to devote more 
time and attention to perfecting the design and the tools necessary 
for the manufacture, hence 92 75 efficiency is gained in conjunction 
with reduced costs, for, though the provision of the oed uires a 
slight addition to the standing cost, it is quite ina ble when 
divided among the number of articles sold, and t ie * a corres- 
ponding saving effected in labour. 

The subject as a whole is a very wide one, but this paper must 
necessarily ba confined to the icular case of electric supply 
stations, and the author hopes to be able to show that, even limited 
to this small area, the question is of great importance. 

At present, every engineer in designing a station, seems to think 
it incumbent upon him to have something different in his station to 
that in every other. One fixes upon some peculiar declared pressure, 
involving В designs for every lamp, motor, radiator, or other 
consuming device that is to be attached tothe circuit. Another wants 
alternating current of special periodicity, or transformers of an 
unusual capacity, or in a case of some unheard-of shape. Another 
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wants extra large boilers, or dynamos of a capacity different to any 
stock sizs. Another requires cables of a size necessitating strands of 
some odd gauge of wire. No doubt this is not wholly intentional, 
but arises partly from want of thought, partly from ignorance, and 
partly, it isto be feared, from a feeling that manufacturers are a kind 
of inferior race, who cannot possibly know as much as the engineer, 
and who must do as he tells them. Now, it is essential to success, 
both mechanically and financially, that the engineer and manu- 
facturer should mutually strive to secare it; the manufacturer must 
endeavour to carry out the engineer's objecta, and the engineer must 
subordinate the details of his scheme to the convenience of the manu- 
facturer. No man can know everything thoroughly, and it must be 
admitted that a manufacturer, who devotes his whole time and 
energy to tbe production of a particular class of machinery or 
apparatus, must know more about that particular class than the 
engineer with whom it is butone item oat of the ло] comprising 
Only those men, whose standing in the profession 
is assured, dare to admit and this, the second-rate men fear 
that their doing so will be constraed into a confession of ignorance or 
incompetency. І 
As an evidence of the want of uniformity now existing, I have 


stations, in 46 of which continuous current is employed, in 55 alter- 
nating, and in eight both alternating and continuous. 

First as declared pressure, the following table gives the 
number of stations and the various pressures declared :— 


TABLE A.—DECLARED PRESSURES. 


ntinu t i 
Declared pressures. н: 1 

50 Volts. ... i 1 

50—100 - T" ou iei 2 

84—103 n” coe eee 1 

90—100 » dos 1 des 

100 és э 3 29 
100—200 i ae 10 10 
100—105 ТА А 1 1 
102 is se ЧЕ 2 
102 —205 E Ms aes 2 
105 i p. bn 2 1 
105 —210 "^ EN s 3 1 
107—214 "А т E 1 aes 
110 " sis 3 2 
110—220 А "S 8 1 
113 4 2 | 1 D 
115—230 » "M 1 эъ 
150 » e 3 eee 
200 M ae 2 4 
210 » 1 Е 
210—420 „ A 1 5 
220 ij Р 4 1 
290—440 й вё 3 ies 
230 pe 3 eee 
Total 51 58 


In addition to the above, a few stations give special pressures for 
special reasons. One varies its pressure according as the 
transformer is made by one or other of two manufacturers. Another, 
which rormall supplies at 100 volts, supplies at 102 by special 
arrangement with a Lunatic Asylum.” (1) A third supplies at 113 
volte, but naively recommends 110-volt ote Apparently this 
station is not run on the same lines as those in which the declared 


Board of Trade to vary the declared pressure in different districts is 


TABLE B.—PERIODIOCITIES. 
3 at 40 periods per second. 


” » 99 
» n " 


1 

6 „ 60 ” " 
1 „ 675 T » 
l, 74 » » 
З, " » 
1 » 77— 80 » n 
1„ ” ” 
2 „ 80 ” n 
6 „ 83 T n 
1 
1 
1 
1 
2 
2 


The size and pressure of the generators is the next point of inte- 
rest. It did not appear worth while to tabulate the pressures gene- 
rated in low ре stations as the declared pressure is a sufficient 
indieation of the pressures used. As the high pressure 
dr pall however, the following table shows the pressures gene- 
rated :— 


TaBLE C.- Hag PnamESSURBS GENERATED. 


Pressure. Continuous. Alternating. 


Volts. No. of stations. No. of stations. 


a» 1 
2 S 
: o m: со 
D | tom meme mca: -: со 


Total ^ 7 


— — — —— — — — 


The size of generator is very important, and here again there is a 
most extro: ncy in the sizes employed. These are 
tabulated in Table D. Without entering into the number of 
machines, which do not very greatly affect the question, the follow- 
ing sizes are in use :— E 


TABLE D.—Bizmg or Ошииватіна UNIT. 


Continuous. Alternating. 

10 kw 80 kw. 20 kw. 62 kw. 150 kw 
12 » 88 39 22 » 66 I 154 » 
15 99 90 ” 23 ” 70 » 160 » 
20 » 100 99 | 25 11 72 » 165 » 
25 „ 112 ,, | 26 „ 75 „ 175 „ 
27 „ 120 ,, 30 ,, 80 ,, 180 ,, 
28 „ 125 „ | 32 „ 81 , 187 „ 
30 99 140 n | 33 » 82 99 200 » 
38 „ 150 „ 35 „ 84 „ 210 „ 
37 „ 180 „ 36 „ 85 „ 222 5, 
40 » 200 99 37 » 88 » 225 L 
50 „ 210 „ 40 „ 90 „ 250 „ 
52 „ 212 „ 44 „ 100 „ 260 „ 
60 99 250 » 45 99 110 » 300 » 
64 99 300 29 50 » 120 » 350 »» 
65 » 350 » 55 *$ 125 99 9 
66 „ 400 ,, 57 „ 130 „ 380 „ 
70 „ 600 :,, | . 68 „ 185 „ 390 „ 
75 »" 1,500 ,, | 60 „ 140 „ = 


Inquiries as to whether standard sizes of mains, meters, &c., were 
employed, showed that in many such is not the case, the 


very 
that the difficulties to be coped with by manufacturers in Mus eri 


of this paper, the price of plant and & tus to users must be 


ver augmented, without there being any oorresponding 
additional profit to manufacturers. The additi oost is in fact 
pure waste, and benefits nobody. 


No doubt it is inevitable, in the early stages of any ind А 
that there should be great diversity of practice, indeed, it is desira 
that should not become stereotyped until the beet has been 
discovered, but we have surely now arrived ata time when we can 
make-up our minds on such subjects as those enumerated above, 
and it is of vital im that the matter should be settled soon, 
for each new station that is to be built perpetuates its own set of 
quantities. 

The most important point of all is the declared pressure, for this 
affects every consuming device as well as generators, or transformers 
if used. le it should be so fixed as to admit of as economical 
distribution as possible, it should not involve a loss to the consumer 
in wasteful resistance, or in enhanced price for Jamps specially 
e or difficult to manufacture. 

he author ventures to think that, taken all round, 100 volts and 
multiples thereof is the most convenient pressure, and the one most 
likely to meet with general acceptance. the first place, it is that 
most ly used at the present time, and it meets the conditions 
named above, since two ordi arc lamps, or one enclosed, can be 
made to burn steadily at 100 volts, the waste in resistance being 
reduced to a minimum, while for the first multiple, viz:--200 volta, 
there is little difficulty in obteining single incandescent lamps. 
Moreover, it gives & convenient pressure across the outer conductors, 
а pressure suitable for tramway working, while allowing a good 
margin for loss on low pressure feeders, without necessitating a 


higher pressure at the generating station or transfo station, 
than 600 volts, Which is the limit of low pressure fixed by the Board 
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of Trade. Incidentally, 100 volts is very convenient for mental 
calculations, and for meters when ampere-hour instruments are 
employed. 

In passing, it may be remarked that a good deal of doubt appears 
to exist as to the exact meaning of the Board of Trade definition of 
low pressure, vis., whether 500 volts is the limit at the station, or at 
the network end of the feeder, and an authoritative interpretation 
of this wold be very acceptable. 

Other directions in which standardisation is necessary may be 
mentioned here, viz, the adoption of standard candle-powers for 
incandescent lamps. It would appear that no more than four sizes 
below 100 candle-power are really necessary. A little consideration 
will show that, quite apart from the question of manufacture, the 
limiting of the number of sizes would enormously reduce the amount 
of stock that has to be held, and hence a large amount of capital 
uselessly locked up would be set free. 

The number of sizes of arc lamps might very well be reduced. 
Three would suffice for all ordinary purposes. If this were done, 
not only would the cost of production be greatly lessened, but the 
ease of replacement of damaged and worn out parte, and the 
cheapening of carbons, together with convenience in obtaining them, 
would be a t gain. 

As regards motors, it is probably not worth while to make anything 
sma!ler than 2 horse - power, whatever it is intended to drive, except 
perLaps in the case of ventilating fans. The bulk of the demand 
will probably be for motors under 25 horse-power, and тсе sizes 
between this and 2 horse - power should suffice. 

So long as a supply of alternating current continues to be given to 
consumers, the question of periodicity will affect the stations con- 
carned nearly as greatly as does the question of declared pressure, 
aid it is therefore as important that some definite understanding 
should be come to. The variation at present, as will be seen from 
the table, is as great as or even greater than in the case of pressure. 

The question of periodicity will always be an important one, as 
tbere can be little doubt that two or three-phase current will be 
generated in many stations in the future, though probably it will not 
b: supplied to consumere. 

Next in order of importance perhaps is the size of generating unit 
in the station. It was recently necessary for the author to go into 
this matter somewhat carefully, and he was astonished to find at 
what an early period in tbe development of a central station it 
becomes possible and safe to employ large units. There are prac- 
tically four factors governing the choice of the unit of the plant. 
They are 

(1) The initial capacity of the station. 

6 The probable ultimate capacity. 

3) The steps by which it is permissible to increase the capital 

expenditure. 

(4) The ntage safe overload of the plant. 

It may mentioned here, that, in the author's opinion, it is 
preferable to have reserve plant in the shape of machines with 
considerable margin of possible overload beyond maximum 
economical load than in the form of spare machines, for the latter 
are only of use in cases of actual breakdown, while, in the former 
case, the reserve is always ready to be called into play at a 
moment's notice, and there is no delay due to having to start up 
another machine in case of sudden demand, whether from a running 
machine having to be switched out or from an abrupt change in 
weather. Further than this, the same amount of reserve can be 
attained more economically, 

The conditions to be fulfilled then, are, that if any one mccbine 
break down, the remaining machine shall not be overloaded more 
than a definite amount, say, 33 per cent., 25 per cent., or 20 per cent. 
If the last-named figure be adopt«d, this means that the first instal- 
lation of pes must consist of six machines of equal capacity ; their 
size will depend on the initial capacity of the station. When exten- 
sions have to be made, the increment of plant will depend upon the 
increment of capital permissible. The condition that any one unit 
may break down witbont overloading tbe plant 20 per cent. allows of 
either one, two, or more machines being added. The amount of 
increase of capital will be & minimum if only one machine be put 
down, but this course is open to the serious objection tbat it means a 
number of machines all differing in size after the first six, hence 
absence of interchangeability of plant, aud an оону station. It 
would appear most convenient to increase the plant by pairs of 
machines, since this gives a symmetrical arrangement, allows of 
reduction of spare paite, and renders the machines convenient 
multiples of one another. Time does not admit of a particular case 
being worked out, but if this be done, it will be seen that a large 
size is soon reached, and after a certain point the rule cannot be 
carried out, as it leads to engines of impracticable size. It then 
becomes necessary to add each time one or more machines of the 
same ize. It would be a matter of great interest to learn from 
engine and dynamo builders what is the upper limit of size of 
generator. 

It wil thus be seen that we begin with six machines with parts 
interchangeable, and finish with a certain number of machines de- 
pending on the size of the station, also having the parts inter- 
changeable, and between we have a number of machines of varying 
sizes. In very large stations put down on a sufficiently generous 
scale, all the unite may be of the same size, but the author maintains 
that the initial number should not be less than that number which 
allows of one breaking down without overloading the remainder more 
than the specified amount, and it cannot be considered safe to put 
down one or two large machines to begin with, and to trust to good 
workmanship and design to avoid mishap. 

On the above principles it should not be a difficult matter to work 
out а series of machines which will provide for stations of all ranks, 
and yct be limited in number. 

E Ni xt may be considered the question of mains, both as regards the 


conductor and the insulation. It is tly to be desired that only 
& few sizes of conductor should be decided upon. 'The author bas 
endeavoured to show elsewhere® that of necessity the size of main 
required in a given street is largely a matter of guesswork, hence it 
should not be a difficult matter to agree upon standard sizes that rad 
be such that they can be made up from ordinary 8.W.G. wires. If 
were done, а manufacturer could afford to stock a great deal of wire, 
and one source of delay in delivery would be avoided. 

Again, it surely should be poseible to settle upon standard tests for 
dielectrics of different kinds for р» and if this were 
accomplished, manufacturers could cable actuelly ready for 
delivery. The advantage of this will be fally appreciated by central 
station engineers, for, instead of each one having to store for his own 
requirements, he would be able to order from stock, and save the 
expense of cable stores and their attendants, besides being able to 
meet unlooked for extensions at short notice, while the 
stock, and therefore the capital locked up, would be much less than 
if there were a number of separate stores. 

We next come to accessories such as service cables, transformers 
(in tbe case of alternating supply), main fuses, meters, maximum 
recorders, meter boards, &c. Here again the cry must be standardise. 
Find out the best all round pattern of esch, and keep to it. Have as 
few sizes as possible. Arrange your parts so that they shall come in 
if extensions take place so that the work may not have to be redone. 
In bis own practice, the author has endeavoured to carry out these 
principles, and he has to a great extent succeeded, bat it would be 
tedious to enter into the details. 

It is of little use for one, or even many, individuals to standardise 
unless there be co-operation. It will probably be said, all admit that 
uniformity of plant is desirable, and you are but labouring to prove 
that which is evident. How do you рсорове that this desirable end 
should be achieved? The author replies that there is but one way, 
and that is by settling upon certain standards that will be acceptable 
to the majority of those concerned, and this can only be done by 
thrashing out the subject by а committee thoroughly representative 
of all classes interested. 

This Association is representative of a section of one section only, 
vis, the Municipal section of users of plant, and it is not therefore 
compete-t to deal with the matter by itself. The Institution of 
Electrical Engineers, the mother of all British Electrical Societies 
and Associations, is the proper organisation to which the matter 
should be referred, and it will doubtless be a matter of satisfaction 
to the members of the Association to learn that our Council has 
already approached the Institution with a view to tbis, and a ocom- 
mittee has been appointed by them to thoroughly go into the 

uestion. 
3 The recommendations of the committee cannot fail to carry great 
weight, and, if the matter be properly taken up uniformity will soon 
be secured, for it will be found that the firms not making standard 
plant could not compete with those that did, and users with fads 
would find them too expensive to indulge. 

It may be thought that such a system should be international, but 
it is to be feared that the difficulties of securing the desired end 
would be such as to make it impracticable, and it would result in the 
matter being indefinitely postponed. 

In conclusion, the author trusts that the various points he has 
alluded to will be thoroughly discussed, and that some practical 
suggestions for the guidance of the committee referred to may be 
forthcoming. 


APPROPRIATION OF PROFITS AND REPAYMENT 
OF LOANS. 
By Bailie WX. Mactay, Oonvener of Electricity Committee, Glasgow 
Oorporation. 

Ix every department of municipal work—however technical it may 
be—there always arises the question of finance. As the b has 
it, " Money makes the mare to go,” and even an electricity committee 
must study ways and means. It would be a tcmparatively easy 
matter for a wealthy ration to erect extensive buildings and 

ut down an installation of the finest machinery and plant—it may 
be regardless of expense — but it is a different and a more difficult 
thing to generate current at a price that will end its use to 
the majority of the community, either as an illuminant or а motor 
power, or both. An old friend of mine was at one tlige manager of 
the Home Farm, associated with one of the largest iron industries 
in this country. Many a time I wondered why he left the employ- 
ment of that firm. I had it all explained to me one day by one of 
his contemporaries. Mr. Johnstone, he said, kept his farm in splendid 
order. Everything was done in the very best style, but he could not 
make it pay so he togo. Fortunately for me, the subject of my 
paper does not compel me to deal with deficits —only with profits. 
As a rule profits can easily be disposed of. It is a fact, in the experi- 
enoe of most men that profits are more easily distributed than 
secured. But when a corporation does come to hold something like 
а monopoly, it ought to make profits, or perhaps I should rather say, 
ought to have a surplus every year. Those luses having been 
secured, the question naturally arises what is to be done with them. 
In the city of Glasgow we have no difficulty with that. We believe 
in letting "every herring hang by ite own head.” In other words, 
the Corporation allows each of our commercial d ts to dis- 
pose of any surplus that may result from a successful year's 
business. We recognise the fact that not one of these depart- 


* See his paper on “The Distribution of Electrical po read 
before the Northern Society of Electrical Engineers, on November 
Seb, 1897. 


Vol. 48. No. 1,073, Тону» 17, 1898.] 


THE ELEOTRIOAL REVIEW. 857 


ments exists to make profite—as is the case with a private 
commercial concern — but that rather it has been called into 
existence for the benefit of the community as a whole. This 
matter seems to be viewed rather differently in England, and 
had that not been the case, perhaps I should not have written this 

Let us take Manchester as a typical example. At the end 


paper. 
of their financial year they showed a surplus of £40,000 in the gas 


t. which was transferred to city fund account, presumably 
for the relief of taxation. Now it may be said that it is as broad 
as it is long,” and what is taken ont of the one pocket is simply put 
into the other, the community being no poorer by the transfer. I am 
inclined to dispute that. Take, by way of illustration, our gas 
department. whose business is one of the largest of its kind in the 
three kingdoms. Annually we carbonise something like 600,000 
tons of coal, and we supply gas to all consumers in the city of 
Glasgow, the important burgbs of Govan, Partick, &c., and nearly 

district within a radius of seven or eight miles from the centre 
of the city. Now let us suppose that every ratepayer uses our gas, 
but they all do not use this illuminant alike, and in an exact pro- 
portion to their rental, which is the basis of municipal assessment. 
Some of our people use gas only as an illnminant. Others, again, 
turn it to account in stoves for heating purposes as well as for light- 
ing, whilst a third class use it not only for light and heat but also as 
a motor power. Having no differential charge in Glasgow, the large 
consumer would therefore pay away far more, probably, than he 
received back in the form of reduced taxation, whilst & small con- 
sumer might get a rebate of taxation out of keeping with bis gas con- 
sumption, and that at the expense of the larger consumer. "This is 
neither fair nor equitable, and would not be tolerated in our city. 
We contend that what bas been taken from a gas consumer in 
excess of the cost of production and distribution should be given 
back to him at once and directly through the department in the form 
of a reduced charge in the immediate future. This meets all the 
wants of the case, and inflicts a bardship on no one. 

But this is not my principal nor my strongest argument in favour 
of the Glasgow system of appropriation of profits. We hold that it 
is a sound policy to place as few restrictions on business as possible, 
especially in these days of keen competition. We maintain that if 
any of our commercial departments, originated solely for the good of 
the people as a whole, is compelled to keep the price of anything 
above the cost of production and distribution, then а restriction, an 
artificial and arbitrary restriction is placed upon the business of that 
committee. Is it fair or just to that particular committee? Is it 
fair or encouraging to the engineer or superintendent who is largely 
responsible for the prosperity of the undertaking? I say thet it is 
not, and that тау committee should in this respect be unfettered. 
It is true that it is very creditable to the gas department of Man- 
chester that they should be able to supply gas at a moderate price, 
and at the same time band over £40,000 annually to the city fund. 
We, in Glasgow, think that it is at least as creditable to supply gas 
to the community at, perhaps, as low a price as obtains in the three 
kingdoms, although we should not give a farthing to the city fund for 
the relief of taxation. Farther, our Electricity Committee have faith 
in the proposition that by reducing the price of current they will 
increase the demand, and an increased demand will enable them to 
reduce the price still further, until it reaches the irreducible mini- 
mum. The two things are closely associated, and in fact, co-related. 
You cannot well have the one without the other. That leads us to the 
conclusion that every department—and especially the electrical 
department—ought to havea free hand in this respect, in order to 
demonstrate to the public that it is doing its best to provide, and 
provide successfully, for the wants of the people, and the best 
evidence of this isto be found in a low charge for current rather than 
in a continnous large surplus to be appropriated by other departments 
at the end of each year. Last year, on a turnover of £30,000, our 
Electricity Committee had a profit of £18,000. When disposing of 
this surplus, we first of all set aside £2,770 as an extra depreciation 
on the John Street and Miller Street stations, where the plant and 
machinery were old and somewhat obsolete, having been acquired 
from a private firm, when we received our provisional order. Next, 
we debited £1,500 against renewals on meters, and £1,000 for pro- 
ble renewals of ordinary plant and machinery in the Waterloo 
Btreet station. We further appropriated about £5,500 of our large 
surplus for ordinary depreciation on our buildings, plant, and machi- 

, mains and cables, making in all £10,705 10s. for depreciation 
and renewals in our stations. The balance of our surplus of £18,000, 
amoun to £7,293, we disposed of as follows:—A sum of £4,300 
was a by interest on capital, £1,466 was placed to the oredit 
of the sinking fund. This left a net balance of £1,527, which was 
carried forward to the credit of next year's account. This, gentle- 
men, is how we dispose of а surplus in Glasgow. Every penny of it 
was appropriated for the of this department, and this depart- 
ment only, and we main that the citizens benefited quite as much 
as if the of it had been devoted to the relief of our municipal 


I now come to speak of the other branch of my subject—" the 
тера of loans.” It would take up too mach of your valuable 
time were I to examine and compare the indebtedness of Glasgow 
with the obligations of other municipalities, or enlarge on their 
various systems of repayment. It may suffice that I treat of the 
indebtedness of our own municipality and of our sinking funds, 
allowing each of you to make his own comparisons and draw his own 
реча а In order to make my figures exact and complete, І shall 
deal with the year ending May 31st, 1897, being the latest financial 
year of the Corporation of Glasgow. At that date the liabilities of 
our on, including gas and water annuities, and the debt of 
the common good department, amounted to £8,748,652, and our assets 
to E11, 598,884, thus showing a clear balance in favour of the muni- 
cipality to the extent of £2,847,732. 

Bat having stetod the amount cf our indebtedness, the question 


g 


naturally arises: How are these liabilities to be discharged? Let me 
say, before I proceed further, that all our money for departmental 
purposes is borrowed through the loans fund, at the head of which is 
an excellent financier. This ie a useful institution, which unites and 
keeps in touch all the departments of the Corporation. Should any 
committee have more money than they can profitably use, they lend 
it to the loans fund, whereupon the loans depsrtment either pays off 
debt or lends the amount to some other department of the Corpors- 
tion. In this way, we never have to go outside to seek for invest- 
ments. Temporary loans on revenue account must be repaid within 
a reasonable time, and out of the revenue of the year in which they 
were borrowed. Ifany one of our departments promotes new under- 
takings requiring further capital expenditure, then its borrowing 
powers must be increased by Act of Parliament, and the money 
secured from the investiug public by an issue of stock or otherwise. 
In the case of a temporary loan, the lending committee is credited 
with the current rate of interest, whilst the borrowing committee is 
debited with the average rate payable on the loans. 

Oar debts we liquidate in the customary way, by means of the sale 
of property, and the sinking fund and the rates vary according to the 
nature and character of each respective undertaking. At May Sist, 
1897, our police department was still owing £1,549,254, but the 
sinking funds being all calculated on the maximum amount originally 
borrowed, this sum will be quickly reduced, and finally disappear 
altogether. 

Under the heading of police department we include the following: 
Public health and permanent paviour work, the sinking fund for 
which is at the rate of 5 per cent. The rate for sewage purification 
works is fixed at 13 per cent. For general police purposes, sewer con- 
struction, and street improvements purposes it is 24 per cent , whilst 
for rebuilding of bridges and payment of county road debts the rate 
stands at 2 per cent. In 48 or 49 years after to-day this large debt 
will be extinguished altogether. Many of us in Glasgow will not 
live to see this “consummation devoutly to be wished," but whilst 
the individual citisen dies, the corporation lives on and flourishes in 
perennial youth. 

In our water supply department, the balanoe of loan debt unpaid 
stood at £2,784,148 in 1897. At the departmental minimum rate of 
sinking fund 14 per cent., this balance will be absolutely wiped out 
in 66 years hence. It is true that we are con new and large 
obligations, but we must leave something to be paid by posterity, as 
ke will inherit from us, perhaps, the finest water supply in the 

ngdom. 

I shall now say a word about the gas and electricity departments. 
Our electricity committee was a sab-committee of the gas committee 
until the November before last. It was then created a separate and 
independent committee unless in the matter of finance. We shall 
therefore have to treat the indebtedness and the sinking funds of the 
two as one joint obligation. Та 1897, the joint indebtedness might 
be taken to represent £1,127,495. 

These I have enumerated are the heaviest liabilities of the Oor- 
oration, and I think I need not go further into detail. The markets 
epartment, with its sinking fund and—in its case—surplus profits, 

should extinguish its present debt in 28 years, which is something 
like 3 per cent. per annum overhead. The parks and galleries 
departments and the municipal buildings have & minimum rate of 1 
per cent. with accumulations for their sinking funds. The parks 
debt will be repaid in 49 years and the municipal buildings in 56 
years. The city improvement's department has a loan debt of 
£1,246,256. The debt is reduced by sales of property and surplus 
income. The sinking fund does not come into operation till the last 
property is sold, and our tramways pay off their obligation of 
£516,556 by a sinking fund at the rate of 2 per cent., which if accu- 
mulated at 3 per cent. will pay off the debt in 30 years. 

I have thus given you the particulars of the manner in which we 
repay our loans. The system seems to have commended itself to 
our fellow-citizens, and our finance has been approved by capitalists 
all over the kingdom. Were evidence of this wanting, it must be 
found in the very low rate of interest we pay on ourloans. Oaour 
last issue of stock it is only 24 per cent., and on our temporary loans 
the average rate is as low as £1 11s. 9d., whilst our promissory notes 
have been readily taken up by London financiers at even 1j per cent. 
and 1 per cent. 

Gentlemen, our motto of old was “ Let Glasgow flourish by the 
preaching of the Word." To-day Glasgow fiourishes also by the low 
rate of interest on capital expenditure. ; 


THE INSTITUTION OF ELECTRICAL 
ENGINEERS. 


Tuus Dastan or Ersorsic Rartway Morors ғов RAPID ACOBLEBA- 
тон. By Prof. OmaRLES A. CaARUu8-WiLsoN, Member. Read 


May 26th, 1898. 
(Concluded from page 827.) 


Ir single-reduction gearing is used, the largest ratio of v fo d is 
limited by the number of teeth in tbe pinion for a driving wheel of 
given diameter. For example, let us take a driving wheel 33 inches 
in diameter. If the clearance between the casing of the gear wheel 
and the level of the rail is limited to 48ths of an inch, we cannot get 
more than 67 teeth in the gear wheel. If the least number of teeth 
in the pinion is 14, the velocity ratio is limited to 478, and the ratio 
of vto dis limited to 0145. These dimensions and numbers are 
taken from the standard street railway equipment made by the 
General Electric Company. 
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In our example, if the driving wheels were 33 inches in diameter, 
the 8817 ratio required to get the best resulta would be 7°15. 
This would be impossible with single-reduction spur gearing. We 
should therefore have to use a smaller value of v than the best. 

If the series-parallel controller is used, the maximum current from 
the line at the moment of starting is reduced by one-half. Since the 
current per motor is the same as with the parallel controller, the 
acceleration will be unaltered. The motors can be held in series 
until the speed is 5°7 f.p.s.; the result then is to reduce very nearly 
by one-balf the expenditure of energy due to heat. In estimating 
the energy required to cover any distance, we may generally assume 
that the effect of series-parallel control is to halve the heat lost. 

` As an illustration of the application of these principles to the 
heavier class of railway work we may take the ороед Elevated 
Railroad of Chicago. Particulars of this railway have been given 
by Mr. М. H. Gerry, and may be found in a paper published in the 
Proceedings of the American Institute of Electrical Engineers for 1897. 

The rolling stock consists of motor cars and passenger cars. The 
former measure 47 feet in length, and weigh 62,000 lbs. when fully 
loaded. They are mounted on locomotive trucks, with driving 
wheels 33 inches in diameter, the velocity ratio being 3:18. One 
truck of each motor car is equipped with two motors. 

The passenger cars аге 47 feet in length, having trucks fitted with 
30-inch wheels, and weigh 46,000 lbs. when fully loaded. Trains of 
two, three, and four cars are made up according to the demands of 
the traffic at different hours. We shall consider a train of one 
motor саг and three passenger cars, weighing in all 90 tons. We 
shall take the case of two stations separated by a distance of 2,500 
feet of level track, and consider first the effect of the period during 
which the brakes are being put on. 

If the distance covered during the period of retardation bears to 
the time occupied the same ratio as the whole distance to the whole 
time, i, if the mean speed during retardation is equal to the 


schedule speed—the value of T will be independent of the time 


during which the brakes are on. For this quantity depends only on 
the ratio of ¢ to D, and by our eee this is unaltered by the 
mpm of the retardation period. e final speed will therefore be 
unaltered, and bence the energy se ae in accelerating will be 
independent of the rapidity of stopping. 


Again, the accelerating current varies as 2, hence it will decrease 


as ¢ increases; i.e, the accelerating current will decrease with the 
time occupied in braking. But the work done in heating will be 
nearly the same, since c, constitutes by far the greater proportion of 
the whole starting current. 

The energy spent in overcoming friction, however, will increase 
with the distance during which the motors are working, but the 
amount of increase will generally be a small proportion of the whole 
energy thus spent. If, then, the mean of retardation i$ equal 
to the schedule epeed, we may determine the time occupied and the 
distance covered during the retardation period simply with reference 
to the ability of the brakes to stop the train. In the case before us 
we shall allow 20 seconds and 500 feet for retardation, leaving 2,000 
feet to be covered in 80 seconds. 
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The tension of the line is 500 volts. If the drop at full speed is 


imited to 5 volts, we find from equation 15 that „ must be 346. 


If we adopt the existing values of v and d, we get m = 959. 

From tbe results of teste made on this line, the retarding forces at 
16 miles an hour, including gear friction, amount to 13 6 1bs. per ton 
of load, or 614 lbs. horizontally per motor. Hence the current at 
full speed will be 63 amperes, and each motor must have a resistance 
of 0:0795 ohm. The train resistance, excluding gear losses, amounted 
to 450 lbs. per motor. 

We bave thus found one poiat on the induction curve, namely, 
м = 359 for 63 amperes. In fig. 9 horizontal ordinates represent 
current, and vertical ordinates values of м. Take а point, a, giving 

= 359 for 63 amperes. 

The accelerating current is found from equation 16 to be 226 


amperes. If the induction factor at the start is twice that at full 
speed, the current then required for friction is only 315 pesi er 
so that the total current at starting must be 257 amperes, and the 
corresponding induction factor 72. This gives us а second point on 
the induction curve, and is plotted at b in the figure. We shall 
suppose that a is the best curve that can be obtained passing through 
the given points. 

The diagrams of current and acceleration with motors having А as 
their induction curve are given in figs. 10 and 11, and are drawn in 
full lines. The time taken to cover 2,000 feet is 78 seconds, the 
saving of two seconds being due to the series winding. Full s 
is 37:3 f.p.s., but is not reached, the highest speed beiog 33 5 f. p. s., 
or 6 miles an hour. The initial acceleration is 1°27 f.p.s. per 
secon 

The induction curve for the motors actually used is given at B in 
fig. 9, and the curves of acceleration and current for these motors are 
shown in figs. 10 and 11 by dotted lines. The brakes were applied 
at the end of 77 seconds, when 1,930 fect had been covered; and the 
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remaining distance of 570 feet, making up the total of 2,500 feet, was 
covered in 27 seconds, making the whole time 104 seconds. 

The irregularities in the current-curve are the result of the uneven 
handling of the controller. The motors take 380 amperes each at 
the moment of starting, and are allowed to speed up in series for 10 
seconds, after the starting rheostat is all out. When thrown into 

1 the current per motor is 330 amperes, or 660 from the line. 

ore careful manipulation of the controller would have effected a 
better stert. 

We have already seen that the force of a motor may be conveniently 
expressed as the product of the current and the corresponding induc- 
tion factor. Binoe the ordinates іп а diagram giving the induction 
curve represent current aud induction factor, a curve of equal force 
ів а hyperbola. In fig. 9 the point b represents an induction factor 
of 72 for a current of 257 am ; in other words, the force factor 
required to start up with an acceleration of 1°27 f.p.s. per second is 
18:5 kilodynes. If we draw a hyperbola through the point 5, it will 
cut the induction curve B at a point giving the current that the 
motors in actual use must take in order to get an accelération of 1:27 
f.p.s. per second. The current thus found is 390 amperes. An in- 
spection of the acceleration curves in fig. 10 shows that the accelera- 
tion obtained in the test is rather greater than that obtained by 
calculation, while the current is 380 amperes. The experimental 
curve, however, is somewhat irregalar, and the agreement is as 


close as might be expected. 
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The effect of the form of the induction curve B on the current- 
curve is clearly shown in fig. 11. The maximum current from the 
line is 28 per cent., and the maximum current per motor 48 per cent., 
greater than it need be, while the expenditure of energy in the form 
of heat is 46 times what it would be if curve 4 had been used. 

The force factor required to drive the train at full speed is given 
by the product of 63 and 35 9, namely, 2:26 ripe fer If we draw 
a hyperbola through the point a in fig. 9, it cut curve B ata 
point giving the current by the actual motors when running at 
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full speed, and it will also give us their maximum speed. This will 
be nearly inversely proportional to the minimum induction factor, 
and we see that it will be nearly 45 f.p.s., or 306 miles an hour. 

It does not follow that the highest speeds actually attained 
in the two cases will be in the ratio of the minimum induction 
factors, because the maximum speed is not reached, but we see that 
the expenditure of energy in acceleration will be greater with the 
lower induction curve. The values for the kinetic energy in the two 
cases are 380 x 10‘, and 350 x 10! foot-pounds. The following 
table gives the expenditure of energy, expressed in foot-pounds, for 
a distance of 1,930 feet :— 

Total energy. 


From test. Calculated. 
F'or acceleration 380 x 10! 350 x 10! 
For train resistance“ 174 x 101 174 x 10! 


For gear loss, at 85 per cent. 


mechanical efficiency 98 x 16 92 x 10! 


For C? R loss. 311 x 10‘¢ 67 x 10! 
963 x 10! 683 x 10! 
* 900 x 1,950. 


t Obtained by deducting the previous amounts from the total expenditure, as 
ound by integrating the current-curve. 


The greatest indaction factor in the motors actually used is 48. If 
we take this as the limiting value of м, we see that we must increase 
the velocity ratio in the proportion of 48 to 72 to get the best results. 
In fig. 9, curve c has been obtained by taking each vertical ordinate 
this proportion of the corresponding ordinate of curve a. If, then, 
we make the motors with this induction curve, they will work with 
the same сосот as those with curve a, provided that the velocity 
Чыр a increased in the proportion of 48 to 72—ic., from 318 

478. 

We are thus able to make a clearer comparison between the two 
motors. The new curve crosses tbe actual induction curve, but gives 
higher values of м for large currents and lower values for small 
currents. The changes that would bave to be made to give the best 
results are: First, the velocity ratio should be increased from 3:18 to 
478; second, the air-gap should be increased in width so that the 
induction curve may through the point a’; third, the section of 
the iron in the magnetic circuit should be increased so that the curve 
may pass through the point b’. 

The economy of wo under these conditions may be expressed 
dest in terms of the work done ton-mile, the distance, of course, 
including that during which the esareon. The energy expended 

may be conveniently stated in watt-hours. 

Thus, in the example we have been considering, the economy 
attainable with induction curve c is 60:5 watt-hours per ton-mile. 
We here assume that the velocity ratio is limited to 478. Witha 
maximum induction factor of 48 the highest ible economy is 
obtained «jth a velocity ratio of 9°75; the heat loss is then reduced 
to 17 х 10‘ f»ot-pounds, and the economy becomes 56 watt-hours 
per t.n-mile. An equally good result could be attained with а 
maximum м of 72 and a velocity ratio of 6:50. The economy actually 
obtained with curve B is 851 watt-hours per ton-mile. 

We may here inquire what would be the economy if the specifica- 
tion had insisted on a gearless equipment. To get the highest 
economy—:.¢., 56 watt-hours per ton-mile—the product м v must be 
468 for driving wheels 33 inches in diameter. If v = 1, the 
induction factor must be 468—a value much beyond the practical 
limit. To comply with the conditions as to time and distance, the 
minimum induction factor would have to be 114; if we take the 
maximum induction factor twice this value, we get the maximum x 
equal to 228, and a heat loss of 72 x 10* foot-pounds. 

Bince we have now dispensed with gearing, we can reduce the item 
in the table of expenditure due to gear loss. Assuming 
96 per cent. mechanical efficiency, this becomes 31 x 10‘ foot- 
pounds; hence the economy is 55:5 watt-hours per ton-mile, the 
current for maximum and minimum induction factors remaining the 


same. 

It is, however, unnsual to find the maximum induction factor twice 
the minimum induction factor in motors of this size; a ratio of 15 
to 1 is more usual If we take 171 as the maximum value of x, the 
heat loss is increased from 72 x 10‘ to 162 x 10‘ foot-pounds, and 
the economy of working is 63°4 watt-hours ton-mile. Thus with 
geared motors the expenditure of energy is about 5 per cent. less than 
with gearless motors of four times the weight. 

The expenditure of energy per ton-mile may be reduced if the 
track, instead of being level throughout the whole distance, is 
provided with down grades at the station exits. 

The best results would be attained if the train could actually start 
on the down grade. This, however, is impracticable; but the train 
should be brought to a standstill as near the top of the grade as 
possible in order to get the full advantage of the grade. 

Let us suppose that the centre of gravity of the train moves 
through 150 feet before coming to the top of the grade, and that the 
force of gravity acts on the whole train throughout the length of the 
grade, which we shall take to be 300 feet with a fall of 9 feet. 

The energy due to the train falling through a vertical distance of 
9 feet is 181 х 10‘ foot-pounds; but this does not represent the gain 
due to the grade, for the flual speed has been increased from 33:5 to 
95:5 feet per second, giving an increased expenditure for kinetic 
energy of 43 x 10‘ foot-pounds: the difference representa the 
benefit due to the „and is 138 x 10‘ foot-pounds. With this 
arrangement there is a gain of about 6 seconds in the time of 
covering 1,930 feet. We might, then, have taken a larger value of t 
in our original calculations, relying on the gain in time due to the 
grade to reduce the time to that specified. 

If, then, we take 82 instead of 76 seconds for a distance of 
1,980 feet, the kinetic energy would be reduced to 162 x 10* foct- 
pounds, the C? R loss to 47 x 10* foot-pounds, and the gear loss to 


60 х 10! foot-pounds; giving a total of 466 х 10‘ foot-pounds, and 
an economy of 39:4 watt-hours per ton-mile. The grade thus effects 
& saving of about 33 per cent. of energy with the geared motor, but 
only 28 per cent. with the gearless motor. 

The results are summarised in the following table. The energy 
expended is expressed in terms of a unit of 10,000 foot-pounds. The 
distance is 1,930 feet throughout, and the weight of the train is 
90 tons. In each case we suppose that the minimum value of м is 
the best possible—i.c., that the expenditure of energy in accelerating 
is a minimum. 


fys [2] 


Track: Level. Level. Level. Level. Grade. Grade. 


Maximum us 48 72 468 171 48 171 
Velocity ratio .. 4°78 648 1 1 478 1 
Kinetic energy ... .. 350 350 350 350 162 162 
Train resistance —. 174 174 174 174 174 174 
Torque loss УЯ Р 92 92 31 31 60 18 
C? R loss Mes "m 67 17 17 162 47 162 
Totalenergy  ... .. 683 833 572 717 443 516 


Watt-hours per ton-mile 605 560 506 634 394 456 
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PHYSICAL SOCIETY. 


OnprxABY Mzetina, June 10th, 1898. 
Mr. SHELFORD BIDWELL, President, in the Chair. 


Dr. 8. P. Тномрвом described and exhibited a model illustrating 
Max Meyer’s theory of Audition. | | 


Max Meyer abandons the audition theory of Helmholtz, and con- 
tends that aualysis takes place in the ear otherwise than by resonance 
cf the Corti organ. Imagine a jointed system, like a hand, to be 
oscillated from one end, i. e., from the finger-tips. А small motion 
affects only the top joints, but a large motion affects the whole 
structure. Such а structure is the membrane of the inner ear. It 
widens towards one end, and is effectively damped by the contained 
liquid. Wave motions of different amplitudes run along it to 


. different distances before they are extinguished; these distances are 


recorded by nerves, and are thereby communicated to the Oorti 
organ. Inthe model, the compound wave to be analysed is cut out 
on the edge of a disc of zinc, no that, as the disc revolves, the motions 
are communicated to а framework. If the frame is thus moved 
through more than a certain distance, a displacement occurs which 
seta a second frame iu motion, and so on to a third and fourth. The 
depth to which the motion penetrates is indicated by a series of 
glow lamps connected electrically to the frames. 

Prof. AvRTON said it had for some time occarred to him, when 
considering the way in which au expert telegraph clerk reads siphon- 
recorder signals on a long cable, that it might be possible to analyse 
waves without the supposition of a resonating apparatus. The clerk 
interprets not so much the motions to one side or other of the sero 
line, as the rate of change of velocity, i.c, the acocleration of the 
siphon. This had been recognised in the design of those relays for 
long cables, where the lever makes contact when the received current 
exceeds a certain value, and breaks contact when the current falis 
below а certain minimum. Messrs. Siemens had adopted a relay in 
which the lever was carried on the suspended coil of a D'Arsonval 
galvanometer by a pivot with a small amount of friction. If contact 
was made, the coil could, nevertheless, continue in a given direction. 
If that direction altered, contact was immediately broken, and the 
lever passed over to the opposite stop, thereby reversing the local 
circuit. It was possible that,in the process of hearing, something 
akin to this took place, the ear behaving as а mechanism responsive, 
not by resonance to the complete waves, but by its sensitiveness to 
changes of direction of the received impulses. 

Dr. В. P. Тномрвон thought that a mechanism similar to the relay 
described by Prof. Ayrton was contained in the telautograph of 
Elisha Gray; it was a Prony mechanism. In the acoustical 
оа the ват was probably sensitive to abrupt changes of shape 

the waves as well as to revereals. In the case of mistuned octaves, 
something is heard that suggests “revolving” in the ear, indicating a 
ge change. In this regard, it was to take into account 

phase relations as well as the relative intensities of the com- 
ponent tones. 


Mr. E. H. Вавтож then read a paper on the “ ATTENUATION OF 
ELecrric Waves ALONG A L oF NEGLIGIBLE LEAKAGE." 
It forms a sequel to a paper communicated to the Physical Society 


and printed in their Proceedings of December, 1897, and Jannary, 
1898. Shortly after the publication of the earlier results, Mr. 


. Oliver Heaviside drew attention to Lord Rayleigh's high frequency 


formula for the “ effective resistance” of wires to alternating currents, 
and suggested that the formula might be approximately applicable to 
the case; but he thought tbe experimental value of the attenuation 
would be considerably higher than the one derived from calculations. 
Mr. Barton here repeats the work, with special precautions as to the 
mode of insulating the parallel copper wires through which the 
wave-train proceeds. The value of the attenuation constant deduced 
from these ре is 0°000013. By applying Lord Rayleigh's 
formula for the effective resistance of the circuit, and using this 
value in Mr. Heaviside’s expression for the attenuation, the calculated 
constant is 0:0000062. To account for the discrepancy, the author points 
out tbat the effective resistance formula was originally developed 
for & wire үк ataconsiderable distance from other parts of the 
circuit, and for currents following the harmonic law. Whereas, in 


the experiments, the conditions аге (1), wires 1:5. mm. diameter, only 
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8 om. apart; and (2), the waves are propagated in the form of a 
damped train, with the large end leading; they are extinguished 
after ten or a dozen vibrations. 

Mr. Orrver HzavISIDE (communicated) pointed out that, as there 
was buwan interest in error, it might be worth mentioning that at 
first it was supposed the previous experiments of Dr. Barton made 
the index of the alternation factor to be six times that of the long- 
wave theory for simple period io waves. And it was hard to acconnt 
for so large a discrepancy. The discovery of an error in the figures 
reduced tbe result from six to two. The small depth of the surface- 
layer of effective conduction, and the distance apart of the wires, 
seemed now to make it improbable that Dr. Barton’s first reason, (1), 
was adequate to account for the doubling of resistances. The second, 
(2), was, of course, a substantial reason for increased resistance. A 
third one, Mr. Heaviside suggested, was the external resistance at 
the boundary of the waves. A combination of the second and third 
reasons, with a little of the first, might account for most cf the extra 
attenuations observed, and, if more was wanted, one could “try the 
KR law.” 

Mr. APPLEYABD said it was rather to be regretted that in al] the 
experiments the distance between the wires had been the same, i e., 
8 cms. By taking a few different values, (1) might have been checked. 
Lord Reyleigh’s formula for the effective-resistance, involved the 
square root of the msgnetic permeability of the wires. The author 
had, throughout, used copper, a paramagnetic metal, and had assumed 
р=1. It would be of advantage to try other metals. 

Mr. Barron, in reply, ssid he would make further experiments 
with the two conductors at different distances apart, and he would 
also try iron wires. With iron, the thickness of the surface-layer 
of the effective conductor was about one-thirteenth that of copper. 
Iron should therefore give a greater value of the attenuation than 


copper 
Qo ——_ 


LEGAL. 


Тнв New Morva Powzn BYNDICATE. 
Testing Guittari’s Patent. 


Ма. JusricB BiGHAM and а common jury bad before them on Thurs" 
day and Friday, the 9th and 10th inst., in the Queen’s Bench Division: 
an action brought by Sir Samuel Canning and Mr. Tom E. Gatehouse 
consulting engineers, against the New Motive Power Syndicate 
Limited, in which it was sought to recover 75 guineas, balance of 
account for tests, and a report upon Guittari’s patent mixture for 
generating steam in boilers, and which ultimately resulted in a verdict 
for plaintiffs for the full amount. Defendants counter-claimed for 
damage alleged to have occurred to their boilers. 

The counsel engaged in the case were :—For plaintiffs, Mr. McCall, 
Q.O., Mr. Macaskie, and Mr. Howard Spensley (instructed by Mr. 
J. E. Lickfold); for defendants, Mr. Tindal Atkinson, Q O., and Mr. 
A. B. Shaw (instructed by Messrs. Robinson & Stannard). 

Mr. MoOatt, in opening the case, stated that the plaintiffs were 
requested by defendants, who were interested in & certain patent, to 
test and report upon it. They did so, and now ssid that they were 
entitled to the sum claimed, which was the balance due to them. 
The main question to be decided was, whether or not plaintiffs bad 
carried out the work they were employed to do. The substance of 
the patent was that by а mixture of carbonic acid gas and Datch 
liquid with water in a boil: r, Mr. Guittari claimed tbe motive power 
would be increased, and steam would be generated more rapidly, 
besides which there would be an enormous saving of fuel. Defend- 
ants, who were interested in the invention, were anxious to obtain a 
тра пов а firm of leading engineers like the plaiutiffs, with the 
al object of placing it before the public. Therefore on July 23rd 
last year. Mr. Bale, one of the directors of the defendant syndicate, wrote 
to Sir Samuel Canning on the subject of teste, and the fee for 
that and the report thereon was fixed at 150 guineas, half of which was 
paid at the time the arrangement was entered into. The tests took 

on July 29th and August 208 and 4th last year at the defen- 

б'е works, when an engine was supplied with steam from two 
boilers all constructed by Messrs. Davey, Paxman & Co. On August 2nd, 
one boiler was supplied with Gnittari's patent, and on the 4th the 
other with pure water. The results were taken, and would be put 
before the Court. The substance of the tests was that Mr. Gatehouse 
and the other seven or eight gentlemen present with him, who 
constituted his steff, came to the conclusion that the results 
obtained from  Guittari's mixture were no better than those 
obtained from in water, aud plaintiffs reported accordingly. 
Mr. Bale objected to the way the tests had been carried out, and then 


refused to accept the report or to pay the money due. 
Mr. T. E. Gatehouse, A.M.I C E., M. I M. E., Editor of the Er.BOTBICAL 
Битву, &c, Mr. W. H. Booth, Member American Soc. C.E., 


&former inspector of the Manchester Steam Users Association, Sir 
Samuel Canning, M. I. C. E., Mr. J. Christie, engineer to the Brixton 
Electric Lighting Station, and a certificated chief-engineer of the 
Mercantile Marine, Mr. Webster, for some time chief draughteman 
and assistant to Mr. Brvan Donkin, and Mr. W. H. Massey, engineer 
to Her Majesty the Queen, who had also made tests, were then 
examined at considerable length, and tabulated statemente showing 
the results of the tests were put into Court. 

Mr. TINDAL ATKINSON, in addressing the jury for the defendants, 
said Guittari's patent consisted of & secret mixture which made the 
water extremely volatile, 80 that it gave off steam with & much less 
consumption of fuel than would be required by plain water. 
Plaintiffs were duly consulted as to proposed experiments, which 
should have consisted of a series of practical and exhaustive trials 
before the practical utility of the process was arrived at. Upon a 


previous report made by the plaintiffs to another gentleman, a syndi- 
cate was formed, and £1,500 was subscribed by them for the purpose 
of carrying into effect, and rendering the process a popular success. 
Before they asked the public to subscribe, they were very anxious to 
be satisfied beyond all possibility of doubt of its actual value. They 
were entitled to have the very best information, through the means 
of exhaustive trials, which Sir Samuel Canning bad assured them 
would occupy at least 10 days. Instead of that, only two days were 
occupied in the trials, which were unfair in every respect, and hence 
the present action. 

Mr. A. J. BALE, one of the directors in the defendant syndicate, 
was then called, and he bore out the statement of Mr. Tindal Atkin- 
son. The plaintiffs agreed, he said, to make the trials in such a 
manner as to test the points included in a previous trial of 
Guittari’s patented росон made by the syndicate’s consulting 
engineer, and they did not do so. Moreover, the stoker provided by 
plaintiffs was not competent, and the firing was inefficiently done. 

In cross-examination, WrraESs was asked whether there were any 
letters, from the beginning to the end, in which defendants said that 
the tests were not sufficiently prolon 

Hrs Тововнтр: It is quite clear that there are none. 

WrTNESS said he made a protest against the way in which the 
whole thing was done. He admitted that he saw nothing wrong in 
the stoking by Guittari personally. He did not take the trouble 
e loin whether the proper weight of coal was supplied during the 

What do you say about the blower being used. Supposing the 
atmospheric conditions on Auguet 4th were worse than on the 2nd, 
do you say they ought not to be allowed to use artificial draught in 
order to equalise the conditions?—It would be quite vici Boe 
anything that I required. They ought to have reduced the 
under which the engine was runving. 

Where is Mr. Guittari now ?—He is on the Continent. 

Was he asked to come aud assist this syndicate ?—Yes. 

And he declined to come ?—Yes. 

" r LonpsHrP: He is bebaving badly to you, then ?—I daresay 

e is. 

Another Mr. Bart was called next, and having said that he bore 
no relationship to the last witness, stated that he was an engineer of 
28 years’ experience. With regard to the tests, he admitted he was 
not present, but from what had come to his knowledge he would say 
that if they were making tests with chemicals or with the water only, 
and the ment was tbat they should be carried out under iden- 
tically the same conditions, they should have been so carried out. He 
had been on trials with engines and boilers for the Royal Navy, and in no 
case were they allowed to use forced draught when the test was with 
natural draught. In the present case he should say that these were 
not proper tests. 

His LonpemrP: Sup you wanted to get the tests done as soon 
as possible, would it be reasonable to use the blower and get the 
draught similar to the natural draught ?—I might if I was requested 
to do it, but I should not consider it fair. 

Oross- examined by Mr. Моблгт, WrrwEess said he did not know 
that the consumption of coal on the day when the blower was no£ 
used, and on the day it was, was almost identically the same. 

Mr. Јони Huus, consulting engineer to the syndicate, said he was 
preeent at the teste, and on one of the days the stoker got his fire in 
such a bad condition that he ran away. Then Gaittari himself 
stoked. Witness had known cases where boilers were seriously 
injared by the use of the blower. The intense heat produced by а 
larger volume of air being drawn into the fire was more like a blow- 
pipe action than anything else. 

Hrs LogpeniP: But the blower is a very common thing, із it not? 
— Yes, if used with discretion, but in this case it was not. To show 
what an intense heat there was in the boiler I may say that for 12 
feet the iron chimney must have been nearly red hot, for it was 
all scaled, and the expansion through the heat of the chimney broke 
one of the stays. At the end of the test in this case the plaintiffs 
left the boiler and I went and opened the fire-door and 
saw the water streaming down, with very little fire in the bor, 
and nearly all clinker. I should say that the value of the boiler 
after the test was depreciated quite £25. 

Oross-examined by Mr. McOALL, Wrrmzss said he considered the 
use of the blower had very little effect on the consumption of coal. 

Hrs LoBpsHIP: Has the syndicate sold this process yet ?—No, I 
believe not. 

Have they had auy other experiments made except that which was 
made by plaintiffs ?—No. 

So you cannot say at present whether the prooess is worth any- 
thing or not ?—No. 

Mr. MoCatt, in replying upon the evidence, said that what the 
syndicate desired was a good report, and they could not get it. They 
wanted one which would have enabled them to pass off to the public 
the invention which they had bought from Guittari. Finding they 
could not obtain it, they immediately found fault, and objected to 
what they had practically ordered, and bad honestly been given 
them. They bad transferred the process from one syndicate to 
another—what for, the learned counsel admitted that he could not 
say—and Mr. Bale and his co-adventurers again started with ithe 
matter. Plaintiffs could not conscientiously give a report to the 
effect that Guittari’s patent showed a great saving. Gaittari had 
now gone away, preferring Belgium to this country, and would not 
now assist the syndicate. The process was one which they could not 
sell, could not use, and could not get a report proving the alleged 
valae of it, and were therefore anxious to avoid paying plaintiffs 
their fee. Had the report pointed out that the process was of 
advantage, defendants would not have resisted payment, but on the 
contrary, a big company might have been floated by this time, and the 
members of the syndicate would have put into their pocketa a con- 
siderable sum of money. 
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In summing up, Мв LonpsurP said the question the jury bad to 
decide in this case was wether the plaintiffs, who were suing for 
certain money promised for certain services, did their work in a 

per and conscientious manner. If they did, they were entitled 
to be paid the balance; while if they did not they would not 
be entitled to it, but, on the other hand, would be bound to 
refund the 75 guineas which bad already been handed to them. 
If a skilled person was employed to do a job he must do it 
with the skill which a person in bis particular business would 
be expected to do it. If anyone employed a dcctor to cure one 
of a дівеаєе, the doctor mutt bring, in the discharge of his duty, 
the ekill which was expected, not of an ordinary Jayman, but of 
а doctor. Just in the same way when a civil engineer had to 
conduct a test or an experiment, he must do it with such skill asa 
civil engineer was supposed to have, and not with the skill only 
of a more ordina: y individual who could not deal with it. Therefore, 
the question here, and the only question, was, did the plaintiffs bring 
to bear upon the tests of August 2nd and 4th tbe ekill which the 
defendants had a right to expect from them. Defendants com- 
plained that such skill bad not been brought to bear. When 
work was done and the person for whom it was done refused to 
psy for it, alleging that it was not done in the way he was 
entitled to expect, it was always as well to look at all the circum- 
stances to see whether there was any other motive likely to 
influence bim to make complaints. Some people, after having 
ordered a thing to be made for them, did not like the thing—not 
because it was badly made, but they did not like it, and found all 
sorts of excuses. Now the jury had better consider what, in this 
case, the plaintiffs wanted, and whether they liked it when they got 
it. The defendants were the New Motive Power Syndicate, Limited, 
and had apparently bought the process of Mr. Guittari, whom they 
had not seen in Court during the hearing of the case. It was de- 
scribed as a process by which, if one mixed with water a mysterious 
compound, and then put it in a boiler, much better results could be 
obtaiced than with water only. A syndicate, which he would call 
No. 1 syndicate, bought the process, and raised amongst themselves 
£4,000, with the object of making certain tests to see whether the 
mixture was really worth what was claimed cf it. That £4,000 
seemed to have been spent; how, his Lordship did not know. 
Then it was thought wise to sell the process, and it was 
proposed that somebody else would come in and find more 
money; consequently, syndicate No. 2 was formed, the object from 
the very beginning being that the proper thing to do was to sell it 
to the public—that was to say, to form a public company. Before 
they could hope to do that, however, they must get from a good firm 
of ineers, who possessed a good name, a favourable report, which 
would have been subsequently printed in a prospectus, and probably 
he (His Lordship) and the jury might, in due course, bave fcund 
some of the prospectuses upon their breakfast tables one morning 
inviting them to subscribe. Defendants wanted that favourable report 
from a good firm, which he believed the plaintiffs to be, and for a 
favourable report they were willing to pay a certain price. There 
had been one report in the past, made toa member of syndicate No. 1, 
and the attention of the jury ought to be called to it, for it might be 
of some importance. It was made in December, 1896, by Sir 
Samuel Oanning and Mr. Gatehouse, who, after desling with the 
process, wrote the following :—'' At the same time we think from the 
result of our trials that there is sufficient promise in the Guittari 
methcd to warrant a further expenditure to allow of a thoroughl 
pacis and exhaustive series of experiments with an engine an 

iler of reasonable horse-power.” Bearing that in mind, counsel for 
the defence had indicated that the tests which formed the subject of 
this action were not sufficient. Well, the jury could put such value 
upon that as they thought proper. Following the course of events, 
it appeared that after they received the first report from Sir Samuel 
Canning, they approached him and his euer again, and further 
tests were arranged, which were supposed to be under as nearly the 
same conditions as possible, otherwise the whole thing failed. 
The first of the tests took place on August 2nd, and was 
substantially under Guittari's control, for the stoker,a man named 
Steele, who should have attended to the firing, under the pretext 
that he was frightened through having a number of Italians round 
him, left his work, and Guittari raked out the fire, remade it, aud 
stoked till the end of the trial It was important that that fact 
should be borne in mind, and that once they got the result of the 
Guittari experiment they could from scientific books ascertain fairly 
well whether the process was satisfactory or not. It was suggested 
by the plaintiffs that as soon as the result of the test with Guittari's 
mixture, Guittari himself stoking, was seen by Mr. Humes and Mr. 
Bale, who represented the defendants, they saw at once that they 
were not likely to get a report wbich would be of any market- 
able value to them. The only report which would have 
any commercial value to them was a favourable one. The 
Guittari test having been made, it did not appear that 
any objection was taken by defendants, except that it was not long 
enough, the objection being based upon what Sir Samuel Canning 
wrote in December, 1896, to an entirely different party, as to 
"exhaustive tests;" and certainly that objection was not made 
until plaintiffs asked for the balanca of the fee agreed upon. 
With reference to the second test, on August 4th, and the conditions 
not being proper according to the defendante, there was no doubt 
contradictory evidence as to who did the stoking in the earlier 

t of the day; but his Lordship thought that did not matter. 
The real objection to that test was, that the blower was occa- 
sionally used to keep up the draught through the furnace. Well, 
a blower was a common appliance for the purpose of increasing 
and regulating the draught. Apparently there were conditions of 
the atmosphere where the draught was not so good at 
one time as at another, and sometimes the blower was used. 
Now, who put the blower there? The plaintiffs did not. It was 


part of the machinery which they found there when they made the 
test. What was it there for, unless it was to be used as occasion 
required? Did the jury think that Sir Samnel Canning and Mr. 
Gatehouse, and the people they employed used the blower unfairly ? 
Why should they? They had no object in making an unfair or a 
wrong report. They said that they used the blower in euch а way 
as to compensate for the difference in the atmosphere batween the 
first test day and the second. No doubt there were changes in 
the character of the draught; it rose and fell, and bad to be 
regulated as the changes cccurred. But the real question in 
the case was this, was the work properly done? There bad been 
a volume of evidence on one side that, notwithstanding the use 
of the blower the tests were properly carried out. A large number 
of witnestes testified to that, while, on the other band, the de- 
fendants had called Mr. Hames, who said that in hie opinion the 
test was not a fair and proper one. With regard to the report 
which plaintiffs prepared, bis Lordship said he could not assist the 
jury very much as to that. He had it, but they had not seen it 
themselves. It wasa very long report and had been handed up to 
him. Plaintiffs sent it to defendants in September, the month 
following the tests, and defendants at once said to them: “ Take it 
away, we won't lock at it, and we certainly won't pay you for it." 
Mr. McCall, plaintiffs’ counsel, had suggested that the reason 
defendants refused to have it and pay for it was that they knew 
very well it was not favourable; and it might be that Mr. McCall’s 
suggestion was right, and that the real reason was that it was not the sort 
of report the syndicate required. If the jury were of opinion that 
plaintiffs did their work in a proper and skillful way they need not be 
afraid to give them a verdict entitling them to the balance of their 
contract money. If, on the other hand, the jury came to the con- 
clusion tbat they were neglectful, and did not go about their work as 
properly ekilled men ought to have gone, by all means say so, and 

t them be made to give back to defendants the half of the fee 
which they bad already paid, together with the sum which was 
claimed for damage done to the boilers, which was said to bave 
occurred through the excessive use of the blower. That damage was 
laid at £25, which, to his Lordehip’s mind, seemed extraordinary. 
3 if the jury agreed to that figure, let them by all means 

ow it. 

The jury considered for two or three minutes, when the foreman 
said they found a verdict for the plaintiffs for £78 168., and also on 
the counterclaim. 

Judgment was entered accordingly, with costs. 


THE TELEPHONE INQUIRY: 


(Continued from page 818.) 


Мв. Наивову presided on Thursday last week over a further sitting 
of the Telephone Committee. 

Majcr-General WEBBER, Past President of the Institution of Elec- 
trical Engineers, said he had a considerable experience with regard to 
telegraphy. In 1867 he was deputed to examine the Prussian telegraphs, 
and made a report on that subject, and in 1870 he was instructed to 
take charge of a military contingent placed at the disposal of the 
Post Office, partly to assist in the inttruction and maintenance of 
telegraphs, and partly to train soldiers for military purposes. In 
1879 he left the Post Office, and having had experience of tbe earlier 
telephones, was asked to become a director of the Bell & Edison 
Telephone Company. 

The CHAIRMAX: The information we want in the first place is as 
to the possibility of cheapening the present telephone service. Will 
you explain to us the defects and the cause of the high price of the 
present arrangement ?—I would like to combine my answer under 
two heads. One is that a large amount of interest has to be paid on 
the capital expended on the system existent in this country, as was 
given іа evidence by Mr. Forbes before the Committee presided 
over by Mr. Morley. That makes it clear that the rates cannot be 
reduced to anything like what is found in other countries. That,Ithink, 
is the prime reason why we have not got cheap telephony in the 
United Kingdom. 

How far would that apply to the way the Post Office works them? 
—That comes under the other head, and is the cost of the construc- 
tion of the plant. In 1670 the Post Office established a rate of 
charges for private wires in connection with telegraphy. I have 
always regarded these rates, which are more or less continued in con- 
nection with private purposes, as being almost prohibitive, and has 
made the telegraph and telephone only accessible tothe rich. Owing 
to the cost of construction of telegraphic lines, and the same thing 
applies to telephonic lines, and owing to the heavy charges which 
have to be added, I am not prepared to say these rates are unfair, 
unless the Post Office are prepared as they are in the case of the 
Press to give special facilities. . 

Continuing, Witness said that in towns it cost more to lay wires 
underground than overhead, and the underground wires were laid 
more generally in England than abroad. He did not think that it 
was a distinct advan to have underground wires unless the wires 
were very heavy. In all towns it was recognised as the right thing 
to have a metallic system, and that increased the weight. Before 
Mr. Morley's Committee he showed that wires laid in the City of 
London, estimated by Mr. Preece to cost £55, did not cost more than 
oe or £18. It was cheaper to lay wires in the country than in a 

wn. 

As to the cost of working a system. Does the cost increase very 
much when you have very large exchanges ?—That is a question 
which, I think, only those who have had the management of large 
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exchanges, such as the Paris exchange, and the large exchanges in 
America can give an answer to. I am not competent, as I have never 
had charge of a very large exchange. I do not think it is very great, 
one way or the other. 

Questioned by the Снашмли as to how it would be possible to 
cheapen the telephone service and bring it into greater use, WITNESS 
said that they had had 28 years of telegraphy in charge of & public 
department in which everything was worked on business lines, and 
attention paid to the minutest details. It appeared to him tbat the 
National Telephone Company had had an example before them to 
try and vie with the Post Office in accuracy and minute attention to 
details and efficiency, but they had overlooked that which was 
attended to in other countries, viz, the day-by-day wants of the 

ple. He was afraid, however, that he must admit that London 
must be dealt with differently from other parts of the country. 
What be meant by London was 300 square miles. Things had gone 
too far in London really to make any change. In a paper which he read 
before the Society of Arts in 1895, he showed the way to solve the 
difficulty, which was to provide a system for those who wished to 
communicate all over London at one rate, and provide a system for 
those who wanted to communicate within a given area. Every day 
that became more difficult in London, and three years ago he urged 
that the Post Office should take it over. He would have the regional 
system in London. At present he believed there were 11,000 sub- 
scribers in London to the National Telephone Company, and {Беу all 
had communication with each other. He considered that there were 
two markete, во to speak, for the telephone. There were the people 
who wanted the use of the telepbone over the whole area, and those 
who wanted it for their daily wante. He supposed why the company 
had not supplied the latter demand was the difficulty of wayleaves 
and the disinclination to bring down the charges. What he meant 
by the daily wants of the people was the facilities which should be 
given for a lady to speak to her tradesmen or her doctor. He would 
ivide London into 11 areas, making the City and a certain district 
round it one area by itself, with a high subscription. The minimum 
subscription should be applied to a aystem of speaking within a given 
aren. 

Does the present service of the National Telephone Company lead 
to an increased cost of plant ?—I think that London was never origin- 
ally laid out except by myself, and that was in 1880, when I allowed 
for 200,000 subscribers and the length of lines. 

So the cheapness would not come in there. Where does the cheap- 
ness come in?— The cheapness would be to the subecriber for facili- 
ties which the undertakers would provide by giving minimum 
facilities at a minimum rate. It is not right that if I wish to speak 
in Kensington I should pay the same rate as those who wish to speak 
all over London. 

You bring in a large number of additional subscribers; what would 
that mean in the way of additional plant ?—It would depend entirely 
on the number of le who wished to come in on the smaller 
nim. That you could not find out until the scheme was before the 
public. 

Do you argue that the larger the number of subecribers the cost 
per subscriber would be reduced ?—The actual cost of inter- com- 
munication would be much reduced. 

As I understand, your complaint is that the National Telephone 
Company serve at the present moment a icular class; that is, the 
rich commercial class, and the rate of subscription is high ; but you 
think a proper telephonic service ougbt to cater for other classes, to 
come down to tradesmen, for instance. I understand tbat it is 
said on one hand that the cost of working the telephone service 
actually increases very rapidly for every additional subscriber ?— 
a en every additional subscriber wants to spes k over the whole 
system. 

That is to say, supposing you get a system as in London, where 
every one of the 10,000 subscribers is put into communication with 
each other, the more additional subscribers you get the greater is the 
cost ?—There comes into the question whether you provide the 
maximum facility only. 

Let us get it quite distinct. Isuppose one of your objections to 
the present system in London is that every subscriber is put in direct 
oommunication with the rest of the subscribers, and that gives 
facilities which are not wanted, and facilities never made ure of by 
certain classes of the community. You think the service ought to be 
made more local, so that people might communicate with their trades- 
men. As 1 understand under the present system supposing any large 
increase in the number of subscribers took place the cost of working 
would be very much increased. Is that so ?—I do not think it would 
be more than a very small amount. 

Was not evidence given before the Committee in 1895 to that 
effect ?—It was. 

On behalf of the National Telephone Company ?—Yes. 

I would like your experience on that point.—My experience of the 
working of large telephone exchanges is not sufficient to enable me to 
give an answer. 

What I want to get out of you is this. You are an advocate of a 
cheap telephonic system. Will you give an explanation as to how 
that is to be carried out ?—In London by having regional telephony, 
and by the Post Office taking it over. They have wayleaves and 
underground wires, and it seems to me to be eminently a case in 
which, for the fature of London, the Post Office should take it over. 

Continuing, Wirness said he did not think if the London County 
Council worked a rival system they would gain much by competing 
with tbe National Telephone Company on tbe present lines, but there 
was the want he had mentioned which tbe company bad never met. 
He did not see why Marylebone or Kensington should not have their 
own local telephone services. He advocated a cheaper telephone 
service for a local area, and if anyone wanted to communicate at a dis- 
tance, they would have to have a separate telephone and separate wires, 
which should be of such a quality as to be passed by the Post Office. 


Would it not be a disadvantage to have two services ?—That dis- 
advantage, whatever it is worth, has forced itself upon the practice 
of the country. 

Do you distinctly recommend to the Oommittee that there should 
be two services ;! one set of subscribers to communicate only with the 
subscribers in a local area, and the other able to rend messages to 
different parts of the kingdom ?—Most distinctly. 

But you recommend that on the ground that in the first place, by 
limiting it to a locality, you get it cheaper ?—Localities who waut 
to have services of their own might have a system constructed in a 
cheap way. If they required to speak outside their own area they 
must have a metallic return and a first-class instrument, such as is 
necessary to speak over the trunk wires. 

Mr. BARTLEY: Would there not be an obvious objection to such a 
local system where the areas are close together? How would Isling- 
ton communicate with St. Pancras?—I said that London must always 
have a metallic return. 

The Снатвман: We will take it that it will not apply to London, 
and we will take Glasgow. What is the best way to cheapen the 
telephone system in Glasgow ?—The first thing would be to put up 
an entirely new system, which would not cost as much as the present 
one. 

How would you do that ?—I have not got the capital cost of the 
telephone in any of these towns. 

We assume that there are no wires in Glasgow, and we start de novo 
putting up wires in Glasgow. Assuming that there were 10,000 
subscribers, how would you start to work to construct a cheap 
telephone service—an efficient one—not only of use locally, but to 
enable every subscriber to communicate with London ? 

Wrrweas replied that he had not come prepared to answer a 
n like that off-hand, but he would draw up an estimate and 

it in. 

The OnBaigMAN eaid he would like the witness to draw up an 
estimate of a local service and a service for trunk communication. 

Mr. ConzN: Would the metallic return apply to Glasgow as well 
as London ?—To a degree, but I do not know what the electrical dis- 
turbances are in Glasgow. 

Witness was then questioned by the CHAIRMAN as to а “йере 
service for country districte, and explained a scheme he had wn 
up to apply to the County of Buffolk. He proposed that there should 
be 29 exchanges, which would require the construction of 524 miles 
of new lines along the roads not already occupied with lines by the 
Post Office, and it would require wayleaves also for wires of 252 
miles on telegraphic poles belonging to the Post Office. The total 
mileage of wire req would be 3,970. This provision was almost 
entirely for call offices, and there was an estimate that there would 
be a certain proportion of private connections as well. The cost of 
the system of 29 exchanges "esr with 50 per cent. for con- 
nections, would be £4,375; 351 call stations, at an average of £7 10s., 
£2,633 ; 524 miles of new line, at £20 a mile, £10,480; 3,970 miles 
of wire on new and existing poles, at £5 a mile, to provide double 
conductors with metallic returns in the case of 950 miles, £23,820; 
contingencies, £4,130; total, £45,435. The interest and sinking fund, 
at 4} per cent., would be £933; renewal of poles, £733; renewal of 
wires, £238; wayleaves, £574; wayleaves on existing poles, £675; 
management, £300; salaries for maintenance, £1,880; rent and 
sundries for 351 call offices, £3,159; rent, and sundries, and salaries for 
29 exchanges, £2,958; contingencies, £593 ; total annual outgoing, 
£11,973. He estimated a profit of £990 a year on private lines, 
further, he would make a charge of £8 a year, and calculated to make 


a 1 £3. 

ined as to how the person going to а call office was to com- 
municate with the person he wished to speak to at the other end, 
WirrNESS said that a message would have to be sent to the person that 
he was required at the call office. He knew that was done in 
Oanada. He estimated to make it pay in a village of 300 le, 28. 
would have to be taken per day, 309 days in the year. ought 
the National Telephone Company and the Post Office should have a 
greater number of call offices, but he could not say whether their 
plant would be sufficient to carry a greater number of messages. 

Sir Henry HowonrH: Do you think if the company was to face 
their regional system it would get a good return on its capital?-— I 
think it would be wise of them to expend the capital on it. 

From your experience, how do you explain the enormous capital 
of this company in comparison with the cost of its plant ?—I think 
when a system of this kind is administered for the whole of a large 
area like the United Kingdom, owing to the lack of local interest 
and superintendence, it n y becomes more costly. 

Do you think it would be more economical for the Government to 
start de novo with its own plant, or to take over the whole of the 
company's plant at its capital value ?—I am quite certain if it is 
practical it would E авар to bing Eng um E novo, but it is diffi- 
cult to imagine such a thing as wiring again. 

Supposing it is р ке by local authorities, would it be 
economical for local les to start their own plant, or to buy the 
existing plant ?—Undoubtedly they should start with a new plant. 

Further examined, Wrrxmss said that, owing to the monopoly of 
the Telephone Company, there were at present few telephone engi- 
neers in the country who could carry out other systems. At present, 
an associated company made the plant for the Telephone Company, 
but if a demand was created it could be made cheaply in England. 
If the 5 were to be authorised to work telephones, there 
would be no difficulty in their getting plant, but there were no other 
firms in the country at present who manufactured it. He did not 
contemplate tbat at the expiry of the license of the hone 
Company, the company would cease to exist, for that would be 
chaos. But if licenses were allowed to municipalities now, and 
they competed with the company, it would mean the survival of the 


fittest. 6 


Ву Mr. Nioor: He did not advocate the Post Office taking over the 
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local exchanges, for he did not think they could work a capilliary 
system at a cheaper rate than a local organisation. 

Mr. Stuart: Why should the Post Office not take them over in the 
country if they take over the system in London ? 

WITNESS explained that London could be compared with no other 
city in the world, and he thought that the Post Office, with its 
experience of laying wires, would be able to cheapen the cost. 


The Select Committee resumed its sitting on Tuesday last, Mr. R. 
W. Hanbury presiding. 

Mr. A. R. Bennatr, of Harlesden, in reply to the chairman, said 
he was а member of the Institution of Electrical Engineers and а 
general consulting engineer and electrician. He was telephone engi- 
neer to the Corporation of Glasgow, and electrical engineer to the 
Btates of Guernsey, besides being & general consulting electrical 
engineer in London. He had had very prolonged experience in con- 
nection with telephone installations. From 1881 to 1883 he was 
engineer to the Commercial Telephone Exchange in Glasgow. After- 
wards he wss chief engineer for Scotland and Ireland to the National 
Telephone Company; in the following year he was promoted to be 
chief manager, as well as engineer to the company ia Scotland, which 
position he held until 1890. From 1890 to 1892 he was general 
manager and chief engineer to the Mutual Telephone Company, and 
from 1892 to 1895 he occupied the same position in connection with 
the Ne » Telephone Company. 

Can you give us your opinion as to the possibility of providing 
telephone communication at lower rates, во as to bring the telephone 
service within the reach of other classes of the community than those 
enjoying it at the present moment ?—I have devoted a great deal of 
attention to that subject, and I can testify that a good exchange con- 
nection, using the best of instruments and materials, could be con- 
structed at a cost varying from £12 to £24 per subscriber, according 
to the size of the town or district to be telephoned. 

is is not merely for a local service, but for a ғегтісе which 
would be in communication with the rest of the kingdom through 
trunk wires? Quite so. The difference between the cost of first 
class apparatus and second class is not very considerable, and I always 
make a point to put in the best, so that the price I have mentioned 
would enable subscribers to communicate all over the kingdom by 
means of Government trunk wires. 

Is there any difference in the coet between a large town anda 
small one ?—Yes, the capital outlay for a small or medium sized 
town, where one switch room suffices, is from £12 to £14 per sub- 
встірег, but in larger towns where several switch rooms connected by 
junction lines are required, the cost in the absence of special obstacles 
should range from £16 to £24 per line, excepting in London, where 
I estimate the cost would be £36 per line. 

Will you explain why the price varies so much in these various 
towns, and particularly why it is so much larger in London ?—In 
small towns the business community is generally gathered within a 
small area, consequently subscribers’ lines are short, perhaps not 
exceeding on an average a quarter of & mile, whereas in larger towns 
the commercial people are scat t red to a very much larger extent, and 
if they were connected with one central exchange the average length 
of their lines would be considerably in excess of tbe average length 
of smaller towns. In that case it is usual to construct several switch 
rooms, which has the ¢ffect of reducing the average length of sub- 
scribers’ lines, but which requires additional lines for junction lines 
for connecting the various exchanges. That accounted for the 
difference in cost between a large provincial town and a small 
town. In London asphalte and wood pavements existed to a very 
much larger degree than was the case in provincial towns, and the 
cost of making good such pavements was very considerably in excess 
of the cost of making good either macadam or granite blocks. It 
was neceseary, therefore, to make special allowances for London. 
Continuing, witness said he did not attribute the present cost 
of the telephone service in London to the fact that too large a number 
of subscribers were pat into communication with each other. 
As he understood it at present, every subscriber was in connection 
with all the others, and he did not think the telephone would be of 
mach use if the exchange was restricted to certain localities. There 
were instances in which that had been done, but when they looked 
abroad and found the very large exchanges which existed—for in- 
stance, in Berlin, where there were 29,000 subscribers—it certainly 
was not time, when we had only 10,000 subscribers in London, to 


talk about limitations. 
Does the cost increase much as the number of subscribers to 
exchanges increase ?—No. I know it is generally said to be во, but 


I always considered that to be a fallacy, and I shall be able to pnt 
figures before you dealing with that very point. Mr. Provand, М.Р., 
has recently obtained through the Foreign Office the particulare of a 
good many foreign telephone exchanges, which I believe he will put 
in to the Committee. Amongst those reports are a very valuable 
series from the German Government. The German Government say 
that in Berlin they have 28,785 exchange instruments at work, and 
that the capital cost per line had been £22. In Hamburg they 
had 13,561 exchange instruments at work, and the average 
capital cost has been £23. Та Leipsig there are 5,289 instruments 
at work, and the capital cost has been £19 23. In Franfort-on-Main 
there are 5,063 instruments at work, and the capital cost has been 
£22 18s., and at Cologne, there аге 4,701 instruments at work, and 
the capital outlay there has averaged £19 123. It is obvious that the 
cost in Berlin is not sensibly greater than the cost in Cologne, 
althongh the number of subscribers in Berlin is very nearly 17 times 
the number in Cologne, and that accords with my own experience. 

The service in Berlin, where there are 28,000 subscribers, costa 
£22, ал against £36 which I estimate it ought to cost in London. 
Why is it?—Of course, Berlin, although a very large city, is 
considerably smaller than London. 


But why, in your opinion, does this difference of £14 arise between 
the two cities ?—I should say tbat on the whole Berlin is a much 
easier town to telephone. It is not so scattered as London, and it 
does not cover nearly the same supe:ficial area. Then, again, the 
pavements there are not wood or asphalte to nearly the same extent 
as they are in London. 

WITNESS, continuing, said that in Switzerland, Luxemburg, Fin- 
land, Norway, Denmark, and Sweden, there were very extensive 
country systems. 

Does it extend to the small villages of 300 or 400 population, for 


instance ?— Yes, in some countries there is scarcely a of that 


sige without a telephone exchange—especially is that the case in 
Switzerland and Denmark. 

Do you know any country where the rates vary according to the 
use made of the telephone ?— Les, in Switzerland and in Guernsey, 
where the telephone exchange is not yet opened; the States bave 
adopted a system of charging which will enable the subscribers to 
pay in accordance with the use they make of the еро With 
reference to the service in Jutland, there was no Post Office monopoly, 
bat the Danish Government was now in process of taking over as 
many trunk lines as it could. The Danish Government thought with 
our Government that the trunk lines ought to he in the hands of the 
Government. 

If a message is sent in Jutland from a call office from a subecriber 
to a person who is not a subscriber, how is the messsge delivered at 
the other end ?—I cannot answer that question specifically, but in 
Copenhagen the operators at the call office are allowed to write down 
а few words on а slip of paper— practically, they are allowed to write 
down short telegrams, and they are delivered by the post office. 

Is there an extra charge for that ?—Yes, of about 1d. for 10 words. 
Continuing, Witness said he was in favour of making the best use 
possible of the telephone, and he would very much like to see the 
telephones and the Government working more closely together. If 
that were done it would havea very considerable effect in increasing 
the usefulness of the telephone, but so far the P.st Office seemed to 
be possessed with a desire to restrict the telephone service as much 
as they could. 

In London at present a man pays the same subscription, whether 
he sends 1,000 messages а year or two. Do you think it is impossible 
by any syetem to let people pay according to the user of their private 
wire? - The system of paying alump sum is one which pre toa 
very large extent, but another system has prevailed in Switzerland 
for a good many years past. In Switzarland, a subscriber pays 
£4 for the first year, £2 16s. for the second year, and £1 12s. 
for the third, and sub:equent years of bis connection with the 
telephone exchange, and in addition to these annual payments, 
һе is charged at the rate of 4s. per 100 calls which he 
makes; the man who is called is not charged anything.  Conse- 
quently a subscriber who has 365 calls por year pays the annual 
subscription in the first instance, and then he pays arother halfpenny 
per day for his calls, and as he is only a small user he only pays a 
comparatively small sum to the Government, particularly if he has 
been a subscriber for three years; but a man who calls five or six 
times a day has to pay practically 3d. a day, and so in Switzerland 
they make the charge rod E practically upon the user. In 
Guernsey they had adopted practically the same plan, but with a 
smaller initial charge. In Guernsey the charge was to be 303. per 
annum down, and 1d. per call up to 1,000 calls per annum, and 
everything over 1,000 calls at the rate of five calls per 1d. If a very 


small user only called once every two days his total annual charge 


would be £2 бв. 2d.; if he calls once a day his total annual charge 
would be £3 Os. 5d., if he calls twice a day the total annual charge 
would be £4 10s. 10d., and similarly three, four, and five calls a 
day would bring his charge up to £5 14:. 11d., £6 1s., and £6 7s. 1d. 
respectively. 

By Sir James WooDHOUSER: At present no maximum had been 
fixed for an unlimited user. 

Replying to the chairman, the Witness said that in Switsarland 
the number of subscribers was very large in proportion to the popu- 
lation. Norway had the largest number of subscribers to the 
telephone in proportion to population, where there was 144 persons 
to each telephone. In Sweden, the numbers worked ont at 
147; in Luxemburg, 160; 172 for Switzerland; 211 for Den- 
mark; 328 for Finland; Imperial Germany (post office), 449; 
Bavaria, 451; Wurtemburg, 459; then came the United Kingdom 
with 636, which was the sum of the National Telephone Company's 
subscribers and the Post Office subscribers. France was very low down 
— 1,942, and ia Austria the figures were 1,640 to every telephone. 
With regard to Guernsey he expected the exchanga would be opened 
shortly, and about a fortnight ago there were 325 subscribers. He 
could not tell exactly what the capital charge would be, but the 
estimated cost was £13 14s. per subsoriber, and they had every reason 
to believe that the charge would be kept within those limits. The 
. of Guernsey was 35,000. 

o at present you have not gota very large proportion of subscribers ? 
—325 works out at something like 180, whereas in the neighbouring 
island of Jersey, which is worked by the National Telephone Com- 
pany, the number of subscribers is only something like 80, and the 
population is over 20,000 more than Guernsey. When the National 
Telephone Company opened in Jersey they began with a £10 rate, 
with limitations as to distance, but they did not get many subecribers 
at that rate and they soon reduced it to £8. That was in 1895, and 
they had about 40 subscribers in the island. Then when Guernsey 
showed that it wanted a telephone system and was pressing the Post 
Office to grant it and the Guernsey tariff was published, the National 
Company reduced their rates in Jeraey to £6 10s. per annum witbout 
any limit of distanoe. The consequence of that reduction had been 
that they had exactly doubled the number of their subscribers. 
Witness then explained to the committee that the estimate he gave 
before the Glasgow inquiry ag to the cost of establishing a telephone 
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service in that country was based upon estimates he had received 
from reliable firms. The cost of telephone material was un- 
doubtedly falling, and there was also а likelihood of a reduction 
being effected in the working. There was a new automatic 
switch room exchange which would dispense with the services of 
the lady operators. He had tested the invention himeelf, and he 
thought that for exchanges up to 600 or 1,000 subscribers it was 
likely to answer extremely well indeed. 

But you don’t think it would answer for the larger exchanges ? 
—The inventors claim that they could do it пр to 5,000 or 10,000 
subscribers, but they have not done it yet. At the present time, how- 
ever, for exchanges up to 400 or 500 subscribers, it was actually in 
use in several towns in the United States. Continuing, the witness 
said that most of the materials used in telephony was imported from 
abroad. The cables were made in this country. 

Replying to Sir J. WoopHousz, WiTnxss said that the reason why 
the materials were not produced at home was that there was not 
sufficient scope to allow of manufacturers competing with firms abroad 
who also sold materials in their own countries. If the telephone 
system in England were free it would have a most important effect 
upon many electrical industries, and he believed that the telephone 
industry would be equal to the bicycle industry in importance. His 
estimate for Glasgow was five guineas per subscriber, which, he 
reckoned, would enable the Corporation to get a return upon its 
capital outlay ; but he thought that, with careful management, local 
authorities throughout the country might even improve upon that 
amount. A local authority had no expensive board of directors to 

y, and it was free from many other charges which a company would 

ve to pay. He was decidedly of opinion that it was to the public 
interest that there should be competition in telephones, but he would 
not go 80 far as to say that the best competitors would be the local 
authorities. His idea was that local management was a very 
essential feature in telephones, and whether that local management 
came from а municipality or a local company, did not, in his opinion, 
affect the matter much. What was wanted was a knowledge of local 
requirements. 

By Mr. Fav: It would be to the advantage of the public and of 
the electrical industry if competing services were established. 

Mr. J. бтолвт: He did not believe the National Telephone 
Company could make a £5 rate pay. It could only be done in the 
case of an entirely new company, or by a municipality. He thought 
the London County Council, which had special facilities for creating 
a telephone service in London, would be able to give local services 
for £5 or £5 5s. 

Mr. J. C. LAMB, C. B., second secretary to the Post Office, was recalled, 
and briefiy examined as to the policy which the Department had 

ursued in relation to the extension of exchange areas to the National 

elephone Company. He said that the Post Office had acceded to the 
requests of the National Company for new areas when they thought they 
were needful in tbe interests of the public. Mr. Forbes refused to 
sign the agreement of 1892 until he obtained a verbal promise from 
Mr. Ferguson that it would be carried out by the Post Office in a 
reasonable spirit, and that verbal agreement was subsequently ratified 
by Mr. Arnold Morley. 

The Committee then adjourned. 


NEW PATENTS AND ABSTRACTS OF 
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NEW PATENTS.— 1908. 


Compiled expressly for this journal by W. P. Tmowrsom а Or. 


Electrical Patent Agents, 823, High Holborn, London, V. O., to whom 
«П inquirtes should be addressed. 


12,200. “Improvements in fittings for gas and electric dant 
lamps and the like.” J. MonkkIS, jun. Dated May 31st. E 

12,201. "Improvements in quadruplex and multiplex telegraphy 
and to apparatus for use in connection therewith.” 8. G. Baown. 
Dated Msy 31st. 

12,220. Improvements in or connected with electrically driven 
vehicles." C. JaRraup and W. C. Recumrmwski. Dated May 31st. 

12,232. "Improvements in tele-motor apparatus for working, 
steering, telegraphing, indicating, and other apparatus from a dis- 
tance.” A.B. Brown. Dated May 31st. 

12,237. “An improved A B C transmitter for telegraphic 
purposes.“ W. MILNER and C. C. Ууга. Dated May 318. 

12,241. "Multiplex and duplex printing telegraph." A. SILBER- 
MANN. Dated May 31st. ( Complete.) | 

12,268. "Improvementsininsulaticg means for electric furnaces.” 
W. L. Wise.. (The Aluminium-Industrie Actiengesellechaft, Ger- 
many.) Dated May 31st. 


12,313. “Improvements in secondary batteries or electric accu- 
mulators." F. Kiko. Dated June lst. 

12,321. “Improvements in electric batteries." E. EpwanRnps. 
(P. A. Emanuel, United States.) Dated June lst. (Complete.) 

12 322. “Improvements in electiic batteries.“ E. EDWARDS. 
(Р. A. Emanuel, United States) Dated June 1st, (Complete) 

12,323. “Improvements in electric batteries." E. EDWARDS. 
(P. A. Emanuel, United States.) Dated June Ist. (Complete.) 


12,325. "Improvements in apparatus employed in wireless tele- 
graphy.” G. Marconi.” Dated June 186. 


12,326. ''Improvements in apparatus employed in wireless tele- 
graphy.” G. Mamoosi. Dated June 1st. 

12,347. "Improvements in electric railways or tramways.” J. J. 
SrEINBACH. Dated June 1st. 


12,949. “Improvements in microphones.” Srzmens BROTHERS 
AND Co, Limirep. (Siemens and Halske, Gesellschaft, Germany. 
Dated June 1st. (Complete.) 


12,350. “Improvements in electric alarums.” MIS BROTHERS 
AND Co., LrurrED, and J. EBEL. Dated June let. ( Complete.) 


12,951. “Improvements in portable telegraphic a us.” 
Siemens BnorHzns & Co, Lrwrrgp. Dated June let. (Complete) 


12,354. Improvements in microphones.” J. BERLINER. Dated 


- June 1st. 


12,965. “Improvements in portable electric lamps for use in 
mines and other places." В. F. WarLkzB. Dated June 2nd. 

12,423. "Improvements in electric switches.” A. VANDAM and 
T. H. MansH. Dated June 2nd. 

12431. "Improvements in apparatus for the production of elec- 
tricity in railway carriages and other vehicles.“ E. J. PRESTON, 
(The Gould Coupler Company, United States. Dated June 2nd. 

12,437. “Improvements in or relating to electric arc lamps.” 
C. OLIVER. Dated June 2nd. 

12,438. " Apparatus for indicating leakages or escapes of current 
from electric conductors.” M. KALLMANN. Dated June 2nd. 

12,446. ' A new or improved hub for generating electricity for 
use with velocipedes and other vehicles."  J. E. PRESTON and B. 
WnaaRTON. Dated June 3rd. 

12,461. “ Improvements in, and in relation to fenders for electrical 


aud other tramcars, motor cars, and such like vehicles.” J. W. Тотти. 
` Dated June 3rd. 


12,471. “Improvements in electrically-propelled motor cars.” 
L. Coupar. Dated June 3rd. 

12,562. "Improvements in or relating to electric motors and the 
transmission of power therefrom." Fawekrr, Pars rox & Oo., LID, 
and C. A. MaTTHEY. Dated June 4th. 


12,580. “Improvements in the manufacture of conduits for 
electric cables or conductors, and in the method of securing the said 
cables or conductors therein." F. CuHrzsMaW and B. CurzSWANK. 
Dated June 4th. 

12,004. “Lunaria electric cycle and carriage lamp." B. G. 
Hau ron. Dated June 4th. 


12,606. “Improvements in electrical firing keys." С. A. McEvoy. 
Dated June 4th. 


"Improvements in or relating to incandescent electric 
lamps." O. RrgBENSAHM, J. PLEICHATI, H. FRIEDEBERG, and E. 
KRUGER. Dated June 3rd. 


ABSTRACTS OF PUBLISHED SPECIFIOATIONS, 


Copies of any of these Specifications may be obtained of Meat. W. P. 
Tuowrsos & Oo. 322, High Holborn, W. O., price, pest fres, 9d., 
(in stampe). m 


996. "Improvements in and relating to accumulator plates.“ W. 
Maar. Dated January 13th, 1897. This relates to accumulator 
plates for high current density and Арк This is produced by 
increasing the surface, which is eff by dividing up the lead core 
plate on both surfaces into thin strips which are formed by a suitable 
tool into vertical ribs. The tool has a surface situated behind its 
cutting edge which bends the strip that has been divided from the 
plate intoarib. 3 claims. 


8,280. “ Improvements in and relating to electro-medical ap 8 
and brushes for use therewith.” С. Krum. Dated 31%, 
1897. The object of this invention is to enable a current of requisite 
strength to be applied to the body. In this apparatus there is s 
pre contact piece operated by a rod sliding ina guide and fastened 

а movable core in an induction coil. This core carries a pointer 
which give indications upon a graduating strip. There is a screwed 
rod located in position in its support, one end of which engages with 
the commutator spring. In brushes there is a metallic support carrying 
a flexible plate upon which metallic bristles are so arranged as to make 
contact with the plate, when pressure is applied; this plate having а 
conducting wire attached and situated in a suitable part of the 
brush. 3 claims. 


17,691. “ Improvements in electrical conduits.” H. L. DourroN and 
C. E. Morris. Dated July 28th, 1897. This relates to joiating 
butt lengths of earthenware conduits and making branch connections 
with the conductors in them. Metal collars are used to secure 


mechanical strength. Each collar is in two parte, which embrace the 


adjoining lengths of conduit, and are provided with lugs and clamped 
together by bolts. A space is left botoen the two pieces of the 
collar to allow for variation in the size of the conduit. This space is 
covered on the outer side by flanges. In making branch connections 
with the conductors within longitudinally divided lengths of conduit 
are used. Slots are provided for the p of the branoh cables and 
there is connecting piece which fits in the outer slot, the end of which 
is provided with a socket. Another method of making a branch 
connection is to substitute an iron box for a length of conduit. The 
box is divided, and the two portions secured by bolta, at each end is 
an interior annular cavity. It is provided with openings for branch 
cables. 6 claims. ; 
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SPEEDS OF ATLANTIC CABLES. 


THE table of figures giving the speeds of transmission over 
different Atlantic cables, published in our issue of June 8rd, 


hag attracted a good deal of attention. The principal feature 


of the table is a comparison of the speeds of the two 1894 
cables laid by Messrs. Siemens Bros., and the Telegraph 
Construction and Maintenance Company respectively. The 
Mackay-Bennett cable laid by the former, with a K R of 
4:671, has a speed of 40 words per minute, and the Anglo- 
American cable, with a K R of 2:42, has a speed of 47:4 
words per minute. That is to say, the speed obtained on the | 
Siemens cable, making allowance for its higher K R, is 63 
per cent. greater than on the Anglo-American cable. This 
figure, sufficiently startling in itself, is still more во if closely 
examined. The small undulations of the syphon trace, working 
at 45 words a minute, correspond to those of an alternating 
current of about 17 ~ persecond, and at 75 words a minute 
to about 28 ~ per second. The amplitude of alternating 
signals received at the rate of 17 ~ per second over a cable 
having a K R of 2:42 is 13°6 times as great as the amplitude 
when received at the rate of 28 ~ per second, the amplitude 
of the sent signals, or, in other words, the alternating 
E.M.F. employed, being the каше in both cases. The ех- 
pressions from which this figure is calculated were given in 
our Vol. 41, p. 191. Column 10 of the table we are referring 
to gives a comparison of the efficiencies of the Mackay-Bennett 
аа Anglo-American cables as 77:2 to 47:4, which we have 


taken as 75 to 45 in round figures; which implies that a cable 


manufactured by Messrs. Siemens Bros., of the вате dimen- 
sions as the Anglo-American, would transmit alternations 
with 18°6 times the amplitude of those transmitted by the 
uctael cable laid by the Telegraph Construction and Main- 
tenance Company. This comparison of the cables has no 
н eaning, unless the terminal arrangements of the two are 
similar or equivalent, and in which case we have to meet an 
assertion that of two cables similar in all respecta, and having 
the same electrical constants, one transmits an alternating cur- 
rent 19:6 times as well as the other. If this can be cetab- 
lished, the accepted theory of cable transmission has to go, 
and with it column 10, which is calculated on the assump- 
tion cf the K R law. Bat the explanation must be looked 
for in the arrangements at the terminal stations, and it would 
be interesting to know how, with the appar. tus in ordinary use, 
such a marked improvement is obtained. An improvement, 
however, of much more than 60 per cert. in speed over the 
syphon recorder is probably attainable in simplex working 
by using a photographic recordiog slip and a mirror. The 
principal impressions we draw from the table are the diffi- 
culty of comparing the working speed efficiencies of 
cables, when so much difference exists between the 
practice of two neighbouring stutions as regurds the 
kinds of instrument: used, and the methods of trans- 
mitting and receiving signals. We are not aware to 
C 
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what degree of exactness the accepted law of electrical pro- 
pegation has been verified, but, it is hardly possible that there 
can be any serious error in it. 


| Mr. CHAMEN has made a report to the 
Costs ul Gan and Gas and Water Departments of the Glasgow 
Wat Jagen. Corporation on prevention of electrolysis 
of the gas and water mains along the 

Springburn electric tramway route. Mr. Chamen found the 
electrical resistance of the steel rails to be about ten times 
that of copper, or in actual figures the resistance of 42 feet 
of rail is *0003575 of an ohm. The sectional area of the 
rail is 10 inches. The resistance of the copper bonds, 
including the points of junction or contact with the rails, 
measured with two bonds in parallel, as they are actually 
being laid, averages 000066 of an ohm. The length of the 
line from Springburn to Mitchell Street is about 13,400 feet. 
With 20 cars running on this route taking each an average 
current of 25 amperes, Mr. Chamen estimates that the return 
current in the section of the line nearest the power station will 
be 400 amperes. The greatest fall of potential b2tween one 
terminus and the power station he estimates at 5:56 volts. 
This is well within the Board of Trade limit of 7 volts, and 
the tramway department do not, therefore, intend to put in 
return feeders. Mr. Chamen thinks, that with good bonding 
of the rails, there will be no fear whatever of electrolysis of 
gas or water mains. We doubt whether, under all conditions, 
this decision would be safe. Though the Board of Trade 
limit of 7 volte may nowhere be exceeded, the steepness of 
the potential gradient at some point along the line 
may be such as to imply a much greater total P.D. 
than 7 volts. For instance, in this case the return 
current of 400 amperes in the home section of the 
line implies a P.D. of more than 11 volts. With a 
return current of 400 amperes, as much as 100 to 
200 amperes may flow through gas and water pipes situated 
in the neighbourhood of the line. A current of 100 amperes 
flowing through even a small section of a pipe system should 


not, we think, be regarded by the gas and water departments 


of the Glasgow Corporation with equanimity. If the nature 
of the soil is favourable very little harm may be done for 
many years, but, on the other hand, if the conditions are 
unfavourable the gas and water pipes may be rapidly corroded 
at jointe, or at the place of exit of the cnrrent. The use 
of the insulated return feeder, with supplementary E.M.F., 
which has already been so successfully applied, would obviate 
all these riske, and considering only the data given in Mr. 
Chamen’s report, we are somewhat surprised to find that he 
as of opinion that no return feeder is necessary. 


Tue Western Electrician of Chicago, of 
May 14tb, published an account of a pro- 
posal by William Morrison, “the Chicago 
inventor,” for driving motor cars and similar purposes, which 
is interesting and suggestive. The prime motor, a 4 H.P. 
gasoline or oi] engine, drives directly, and at a constant 
speed, the field magnet system of a small 4-pole dynamo 
built in a circular form, and enclosed in a cylindrical case of 
gun-metal The armature of the dynamo is connected to 
the driving gear of the vehicle. Thus the field magnet 
system and the brushes revolve at a constant speed, 600 revo- 
lutions per minute, while the armature revolves at a speed 
proportional to that at which the carriage is travelling, and 
in the same sense as the field magnets. Access is obtained 
to the dynamo circuit by contact rings aud brushes, so that 
regulating resistances can be inserted. The only connection 
between the engine and the wheels of the carriage is the 
action between the field magnets and the armature, producing 


An Electrical Gear 
for Motor Cars. 


a torque on the axis of the latter; and this torque depends 
partly on the exoess of the speed of the field magnets over 
that of the armature, and partly on the resistance inserted 
in the dynamo circuit. When the carriage is at reat, or just 
starting, во that the armature is at rest, the difference in 
speed between the field magnets and the armature has ita 
greatest possible value, and the arrangement is then most 
favourable for producing a large starting torque, while the 
torque is under complete control at all speeds by means of a 
rheostat in the dynamo circuit. The speed of the oil 
engine is maintained nearly constant by means of a governor 
regulating the admission of oil. So far as it is possible to 
form an opinion of such an arrangement without practical 
experience of it, the principle of action greatly commends 
itself. The insertion of an electrical link between the prime 
mover and the wheels of a motor car, giving flexibility and 
simplicity of regulation at the expense of a certain loss of 
efficiency is the idea of the Heilmann locomotive, but Mr. 
Morrison’s arrangement is by far the simpler and more 
ingenious of the two, and ap to be well suited to its 
object. No system of mechanical gears for different speeds 
seems comparable to it in simplicity, while it allows an engine 
running constantly at full speed to be thrown into and out 
of gear with the carriage without shock or jerk of any 
kind, and without any movement of mechanical parts beyond 
those of the switch required to break or make the dynamo 
circuit. No description is given of the connection of the 
dynamo armature to the wheels of the carriage, but 
evidently some reversing gear is required. The article in the 
Western Electrician is illustrated, and shows the construc- 
tion of the dynamo clearly. | | 


READERS of the Westminster Budget 
may remember an article bearing this 
title which appeared a short time ago, 
in which an experiment in plant growing under the 
inflaence of electricity rays was popularly if not very 
accurately described. There is no doubt that in America, 
France, Russia, and other countries, much more atten- 
tion has been given to the investigation of the effecta 
of electricity on plant culture than in our own country, and 
though many inconsequent experiments have been carried 
out and made much of, our knowledge of the subject is cer- 
tainly the richer for them. At the present moment an 
important experiment i8 being carried out in Finland by 
Prof. Lemstrom, of the University of Helsingfors, with a 
view to determining the influence of atmospheric electricity 
upon plant life. Prof. Bailey, of Cornell University, is, we 
understand, advising with Prof. Lomstrom in this investiga- 
tion, which, we may say, has been suggested by the observa- 
tions that in northern regions vegetation is very rapid, and 
this rapidity may b» determined by atmospheric electricity 
to which it is contended the aurora borealis is due. Although 
in this country we have not paid much attention to the 
subject, it has recently been proposed to utilise the Cabot 
Tower, which is in course of erection on Brandon Hill, 
Bristol. The land aronnd consists of about 20 acres, is 
uncultivated, and appears to be well situated for the purpose 
of experiments. The proposition is to collect atmospheric 
electricity, und to pass it into certain trial gardens in which 
plants shall be grown. For this purpose instead of fitting 
the lightning rod of the Tower with a single point, it is pro- 

ed to give it a crown of points, It is conceivable that by 
this method the supplies of electricity, if we may use such an 
expression, existing in the atmoephere, could be tapped and 


Cheating 
the Cabbages, 


conducted by means of wires into small plots of ground, 


where they would end in earth plates. Dr. E. M. Cook, of 
the Clifton Laboratory, Berkeley Square, has offered to give 
his services in carrying out a proper scheme of experiments 
and to make the necessary observations. The cost of these 
experiments would be very slight, and it is certainly to be 
hoped that the good citizeng of Bristol will be enterprising 
enough to accept Dr. Cook's offer. Very. little accurate 
knowledge has been obtained concerning the action of elec- 
tricity upon vegetation, aud it seems to us that here is an 
opportunity for increasing it. 


| "E — 
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AN EXHIBIT OF THE MOORE VACUUM 
TUBE LIGHTING. 


We have more than once referred to the ingenious system 
of vacuum tube lighting invented by Mr. D. McFarlan 
Moore. Mr. Moore's energy and perseverance in overoom- 
ing the practical difficalties connected with this new depar- 
ture in electric lighting has evidently been rewarded by a 
considerable amount of success, if we are to judge from the 
unique exhibit at the New York Electrical Exhibition, of 
which we give an illustration. 

Mr. Moore has erected in the Exhibition a model chapel, 


complete in every detail, in which he shows to perfection the 
manner in whioh vacuum tube illumination can be i 

out, in The front doors are open, and above their 
arches shine foith in vacuum tube letters the words: Moore 


Vacuum Tube Chapel.“ The vaulted roof is ribbed with 
veritable arches of light consisting of long curved tubes of 
glass about 2 inches in diameter, and glowing their entire 


length with a pure white light. The tube arches spring 
from pilasters, each capped vin a highly-polished aa T 
designed brass fixture, which may be seen in the figure. 

the apex of the chapel ceiling where the tube arches meet, 


they are joined by a highly-polished decorated brass cylinder 


bent at its centre. The fixtures supporting the longitudinal 


tubes at the apex of the ceiling are seen in the figure. 
The church is wired with the Moore three-wire system of 
vacunm tube lighting; that is, all of the tabese—10 arch and 
8 ridge tubes—are connected in parallel between three wires. 
The oommon or positive wire extends along the ridge, while 
each of the two bi ra wires extends horizontally along 
the side of the chapel back of the side fixtures, which rest on 
top of the pilaster caps. The three wires enter the top of a 
poli cabinet 2 feet by 2 feet 4 inches, which contains all 
the lighting apparatus, and is situated on one side of the 
entrance way. There also enters this cabinet at the 
top the three wires connecting with the street service of the 
ison Electric Illuminating Company. 


It will be remembered that one of the salient points in 
Mr. Moore's system is the breaking of the current in a 
vacuum. This he accomplishes by means of a bz2antifull 
constructed rotator. Sarrounding the rotator proper, which 
is of glase, 8 inches in diameter, and a foot long, is a 
Gramme ring, with its highly polished brass: mountingr, 
the whole constituting a beautiful piece of practical appa- 
ratus. 

This apparatus just described is all that is necessary where 
multiphase currents are available; but in the exhibit the 
lower compartment of the cabinet contains a small rotary 
ger pei fee ү n 

ocording to Mr. Moore, the system, at its present stage 
of development, has an efficiency about equal to incandescent 
lighting; but the inventor looks for better results with the 
improvement of the tubes. 

Besides the rotary vacuum break, Mr. Moore has got into 
commercial shape а vibratory vacuum break. This арра- 
ratus will be extensively used for advertising purposes. It 
can be used either on direct current circuits or alternate 
carrent circuits, E 


n. 
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There are also many other applications for this system of 
lighting. For example, the colour of the light, even to the 


most delicate shades, can be changed ру by changing the 
degree of vacuum of the tubes, making it the ideal light for 


special decorative lighting. Arother field is in con- 


nection with phótograpby—for photographers have long been 
longing for a light тър) cond be regulated to a nicety, and 
thereby give uniform resulta, At the Hleotrical Exhibition 


in 1896, Mr. Moore took instantaneous portraits by his 


light. 


It has long been a matter of expectation as to when and 
by whom vacuum tube lighting apparatus would first be 
P on thé market, and the fact that Mr. Moore is now 
taking orders is extremely interesting, since it is the beginning 
of a new departure in electrical work, which is destined, 
without doubt, to have a wide application. . 

The above account of Mr. Moore's recent achievements in 
vacuum tune lighting is abstracted from the Ælectrical 
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A BHORT METHOD FOR DETERMINING 
TRANSFORMER EFFICIENCY. 


By FREDERICK BEDELL. 


THAT the common method for calculating transformer effi. 
ciency is laborious, and liable to error on account of long 
multiplications and divisions, has been pointed out by Mr. 
В. Е. Johannesen in the Electrical World, p. 588, May 14th, 
1898. He suggests & method which reduces somewhat the 
labour and liability to error; but his formula obtains the 
efficiency from the ratio of two quantities which differ from 
each other by only a few per cent., and consequently for 
accuracy each of these quantities must be very accurate and 
the long division carefully performed. Evidently, if instead 
of determinirg the per cent. efficiency direct we do so by 
determining the per cent. loss and subtracting from 100, the 
same degree of accuracy in the work will give greater accu- 
bs the result, and this may be done with less labour. 

t w represent the rated output in watts; let H denote 
the watts core loss and с the watts copper loss at full load. 
Let A, denote the core loss as per cent. of rated output w; 


that is, ^; = 100 н/у. ..Let-e, denote the full load copper 


loss as per cent. of rated output w; that ів, с, = 100 c/w. 
(The subscrip 2 denotes that per cents. are referred to 
secondary output rather than to 
2-kw. transformer w = 2,000. If the core loss. is H = 80 
watts the per cent. core loss is Л, = 1:5. If the copper loss 
is С = 48 watts the per cent. copper loss is с, == 2°4. 

Let g denote the fraction of full load, as $, J. &c. 
Obvionsly ed аш cent. copper loss varies directly as g, being 

c, at any load. Thus at one-half load the per cent. copper 
овв is $ сз. (In watts, the copper loss at half load is one- 
quarter copper loss at full load.) The core loss in watts 
being constant, the per cent. core loss is greater as the load is 
less, being ) at any load. — Aocording'y at any load g the 
total loss (¢) as per cent. of secondary output is 


t= g ty + h:lg. de 


The total loss as per cent. of primary input is ¢ — /,100. 
This must be subtracted from 100 to give the efficiency. 
Hence | 

12 
10⁰ 


To compute the efficiency accurately to four places, it is 
only necessary to compute ¢ to three 
places. This may be quickly and accurately done by means 
of the following table: 0 * 


EFFICIENCY CoMPUTATION TABLE. 


Efficiency = 100 + t 


^, 


2 
N. 


Са -.... = per cent. full load copper loss } as per cent of 
h, =...... = per cent. core loss - rated output. 
Losses as per cent. of output. 
Fraction of п 
load. ——u —ͤ——ð . 100 (Efficiency. 
Copper. Core. Total, t. 
i io = ..... | $h = 5 i 
1 O4 =......| Mg eue MES i we 
4 Io 22 2 ha A2 А eee eos aoe 
4 Cy = 222 | ha I= sereo: i eee eee m 
2 1 Og =...... | 4 hy 82 . | 
ў 16 Os = e 10А, =... .. | | 


— Effici -104 È . 
ciency 100 t 


The all-day efficiency, if the transformer is z hours on 
2 load each day and on no load the remainder of the time, 


100 | 
100 + 6 (24 — T) h 
If the transformer is five hours on full load and 19 
on no load, the all-day efficiency is 
100 
100 + с + 48 hy. 


* Electrical World, New York, 


all-day efficiency = 


hours 


all-day efficiency = 


primary input.) Thus in a 


places and 2? to two ` 


6 


The facility with which these computations can be made 
may be seen from the following example; 
EXAMPLE. 


2-kw. transformer. Copper loss = 48 watts. 
Core loss = 80 watta. 


EFFICIENCY COMPUTATION TABLE. 


ба = 2'4 = per cent. full load copper loss | as per cent. of rated 
М = 15 = per cent. core lcss output. | 
| Losses as pe: cent. of output. : | 
аса — 100 F ficiency. 
Copper. Core Total, t. Ё 
1 $e 370 th, 212 42 18 93 98 
i 37-18 іла = v0 38 14 96 34 
j )e —12 2h,-30 42 18 9798 
1 1 ty = 6 4 ho = 6: 65 44 91 84 
ту toc: = 24 10h,- 15 15 24 2:32 t7 08 
: Ü 
Есі - 160 — t. 
сі ссу + 100 
„> re „ та. К 2 B TEE e н 
‚ 0 
A'l-day «fficiency = a = 91:24. 


100 + ¢ + 4 8 hg 


FURTHER BOARD OF TRADE REGULATIONS. 


* ComIna events cast their shadows before,” and in this con- 
nection No 5 of the Minutes of the Special Committee on 
Electrical Energy is particularly interesting, as it contains 
the examination of Major Cardew on question 957, respecting 
danger to employés. 

With modest hesitation, and only after considerable coax- 
ing, Majer Cardew admitted that he had a set of draft 
regulations for the protection of етріоуё:, but he said :— 
* I am hardly prepared to hand these regulations їп; it is 
some years eince I drew them out, and they may not touch 
every point which has turned up with the experience we 
have to-day.” Nevertheless, they weré handed in and, ая 
will be seen in the “definitions,” although they may have 
been originally sketched out several years ego, they have 
evidently been carefully kept and brought up to date. The 


title is as follows :— 


¢ 


„Regulations for the protection of employés in electrical 
supply works and other places whereiu electrical energy is 
generated, regulated, transformed, or connected.” 

. Amongst the “ definitions” is to be found that of “high 
pe supply," and is the same as that given in the regu- 

tions for the safety of the publio, viz., anything exceeding 
500 volta continuous, or 250 volts alternating. 

Clause No. 1.— Provides that all metal work, not forming, 
or intended to form part of a circuit, whether structural or 
otherwise, whether in the generating station or sub-station, 
shall be efficiently connected to earth and to each other; 
luckily, naile, screws, or small fittings fixed so as to be in 
contact with dry wood or other non-condacting substance 
only, are excepted ; Fut as the roof trusses, ties, &o., are not 
mentioned, we presume they are included as well as the firing 
irons and coal bunker doors ! 

No. 2 requires all high-pressure conductors to be com- 
pletely enclosed in a tube of highly insulating material 
properly protected, or in earthed metal casing—this to be 
done as far as is consistent with the intended use of the 
conductor. Concentric mains with earthed outer are 
exempted. A | 

No. 8.—Where it is not possible to entirely enclose such 
conductors, this clause provides that they shall ba ped 
guarded, во as to prevent accidental contact, and shall also 
be conspicuously marked as dangerous by being labelled or 
printed red, and no such conductors shall be fixed within 
8 feet of a doorway or other access to the generating station 
or sub-station. In the event of these rules being adoptà 
and being retrospective, this clause will necessitate increasing 
the dimensions of a large number of sub-stations, and 80 
abolishing what are now little better than man traps. 
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No. 4 requires an insulated floor or platform around 
switchboards, &c., and is a reasonable and proper precaution ; 
but to so arrange the floor or platform that the attendant, 
when standing upon it, cannot possibly make accidental 
contact with earth, is a more difficult matter, and in some 
cases practically impossible. 

No. 5 deals with switchboards, and states that they must 
be formed of highly insulating and incombustible material. 
We presume this refers to the bares of the switches or facing 
of the board, and not to the frame upon which they are 
erected, and is in this case а reasonable requirement. Con- 
nections must be made in front of the board, or, if taken 
behind a passage, at least 4 feet wide must be left, and the 
doors leading thereto must be kept locked, the key being in 
the charge of the chief engineer or other responsible person. 
The next paragraph is as follows :—** All leads and connections 
between which any difference of electrical potential greater 


than 5 (five) volts may exist must be easily distinguishable. 


by position, colour, or other distinctive mark.” We have 
tried to imagine what this is all about, but, in the absence 
of any explanation, we can only presume that it has sore- 
thing to do with fire risk, and refers to low tension stations. 
The last paragraph of this clause requires that adequate 
means shall be provided to enable an employé to ascertain 
when all electrical pressure has been removed from all metal 
he may be required to examine, clean, or alter. Very good. 

No. 6. Instrumen!s.—This clause will, we venture to 
say, raice some opposition on the part of station engineers, 
and ія, to put it mildly, absurd! 

* All instrumenta used, or intended (!) to be used, for 
measuring or indicating electric energy, current, or pressure, 
within any generating station or sub-station, shall ba of 
suitable pattern and construction and accurate in their 
readings within an error of 24 per cent. at any point of their 
range, in terms of the electrical standards deposited at the 
Board of Trade  Standardising Laboratory; and such 
accuracy must be constantly maintained.” (The italics are 
ours.) This is simply Governmental regulation gone mad ! 
and if enforced, would probably result in the scrapping of 
99 per cent. of all the station switchboard instrumenta in 
existence. What on earth can be the object of such a 
regulation, and how can it possibly affect the safety of the 
ste ff either one way or the other! As we have said, the 
thing is absurd and could not be seriously entertained by 
anybody with reasonable intelligence, and after thinking the 
matcer carefully over. It must be always remembered that 
these draft regulations are avowedly intended to protect the 
lives of the staff, and although our condemnation of the 
last regulation is strong, we think it quite justified until it 
can be shown that an error of, say, 8 per cent. in the 
reading of an ammeter, is going to jeopardise the lives and 
safety of anybody; even an error of 20 per cent. in a 
voltmeter could not do so, the idea is sheer nonsense, Surely 
any serious error in indicating or recording instrumerts woald 
be corrected by the station engineer without any regulations; 
but, in any case, we fail to see in what manner it concerns 
the Board of Trade. 

After the momentary mental absrration shown in the draft- 
ing of the last clause, it is with considerable satisfaction that 
we note Regulation 7, which provides that all generating and 
sub-stations shall be adequately illuminated, especially 
where attention is required to any high tension machinery, 


apparatus, or instruments. Not more than 50 per cent. of 
the total artificial illumination shall be supplied by the run- 


niog machinery in the station, or from the mains, in cage of 
sub-stations. This is very good inde d, so far as it goes, but 
the spirit of the clause, although obvious, could bs evaded by 
lighting the works from storage batteries or similar source, 
quite independent of the running plant. Far better that the 
regulation should provide that the illumination Ъз divided 
into two parts, each being supplied from separate and 
independent tources, so that in the event of the temporary 
failure of one part the station would not be left in darkness. 
As regards sub-stations, the provision of candles ard matches 
as required in the regalation would suffice in addition to 
electric lighting from the mains. | 

No. 8 requires that when work other than switching, &., 
is being executed in sub-stations, all bigh pressure mains ard 
plant shall be discharged of electrical pressure or efficiently 
screened. Perfectly right. 

No. 9 requires that rubber gloves shall be provided and 


kept in good condition; this is obviously necessary, and we 


should hope universally adopted. E. 

No. 10 provides that printed instruotions for dealing with 
persons in case of electric shock shall be conspicuously 
е in the station, which, we believe, i$ now the general 
rule, | y 
No. 11, and last, should bs unnecessary, and we think 
would somewhat complicate the arrangement of shifts, while 
it would undoubteily meet with strong opposition from those 
mew interest the regulation is drafted. We give it in 

ull. | 

“No employé in any generating station or sab-station 
shall be required to remain on any duty connected with the 
regulation of high pressure supply for more than fonr bours 
consecutively, or for more than eight hours in any day; and 
no employé shall be allowed to take over such duty until he 
has been inspected by an engineer or other competent: official 
as to his fitness to undertake such du! y." - 2n 

As the regulation stands, a switchman or electrician may 
be required to work four hours, say, from 8 p.m. to 12 mid- 
night, to go off duty until 4 a. m., and then to resume duty 
until 8 a.m. Without doubt he would much rather work 


eight honra, and then go off for 16 houra, as is now usual, 
and we do not think “the engineer, or other competent 


official,” would care to become a sort of medical officer. 

Taking the regulations as a whole, they are, with the ex- 
ceptions noted, very reasonable; but they seem to be some- 
what familiar, and we believe several of them were suggested 
by the committee appointed by the Home Office, whose draft 
regulationg, by the way, seem to have been forgotten. Tha 
question is whether such regulations, dealing with the staff, 
should not be left to the Home Office; but in any case two 
sets are not required. "WE x 

The report of the Select Committse ou Electrical Energy 
ignores these rules altogether, and they must b» looked for 
iu a special Bill, which will probably be promoted by the 
Board of Trade, as the outcome of the inquiry. | 


— аъааавьаатьасссе с ў 
i * 


ELECTRIC TRACTION. 


THE paper presented to the Municipal Electrical Association 
by Mr. R. C. Quin can hardly be said to contribute anything 
new to the common stock of knowledge on electric traction. 

We were unaware that there was any considerable difference 
of opinion as to whether the rails should be 48 Ibs. per yard 
or 92 lbs. per yard when electric tramcars are used. Con- 
sidering the greater weight of electric tramcars, the mainten- 
ance of the bonding and the joints, there can be no doubt 
but thst rails of at least 90 lbs. per yard are best suited for 
electric traction under ordinary municipal conditions. | 

In dealing with the subject of rails, we should have appre- 
ciated a discussion on the present rules of the Board of Trade 
limiting the width of the groove. In other countries a wider 
groove has been satisfactorily used, and better wear of the 
car wheels realised. | 

The mechanical construction of the rail joint is a matter 
that will stand a great deal of discussion, and traction 
engineers the world over seem undecided as to the best form 
of rail joint, this being the weakest part in electric perma- 
nent way construction. | | 

The electric welding of the jointa has not been entirely 
satisfactory. The nearest approach to a satisfactory rail 
joint is the Falk joint, and it does not seem improbable that 
а cast joint of this tepe will, sooner or later, come into 
general use in England. The advantages of a perfect rail 
joint are two-fold; first, that the mechanical construction 

mes perfect, and secondly, the bond, no matter of what 

type, will be found more durable, on account of the greater 
rigidity of the joint. | | 

The explanation of the type of rail joint used at Hamburg 
is not clear. We jadge, however, it would b3 objected to by 
many traction engineers, since from what we gather of the 
description, the joint would be difficult to handle where rails 
have to be cut into unequal lengths. 

We are unable to understand Mr. Qain’s reasoning as to 
generators and fly-wheels. That there is considerable inertia 
in the car there can be no doubt, but this inertia is to be 
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overcome by the prime mover. In the case of engines, the 
available force to overcome the inertia is the force exerted 
by the steam against the piston and the fly-wheel effect. If 
the steam cylinders are given sufficient capacity for doing 
the maximum that may oocur by several cars starting at 
onoe, then they must be Sce vals large compared with the 
average load on the engine, w in traction work would 
not ordinarily be much beyond one-third of the maximum 
work to be done momentarily. Obviously, then, the only 
way to economically get the force required for momentarily 
overloading is by means of heavy fly-wheels. This agrees 
with ical experience, since engines have frequently 
fail-d to be satislactory for electric traction until they have 
been equipped with heavier fiy-wheels, and with heavy fly- 
wheels practioe has fully demonstrated that tke cylinders 
may be amaller, and consequently an economic gain under 
average working. 

We do not understand why uniform E.M.F. in the line is 
not conducive toa uniform speed of the tramcars. Certainly 
the speed of an electric motor exerting a given horizontal 
effort varies directly with the E.M.F. at ita terminals. 
There can be no doubt that in a system having practically 
constant voltage, the consumption of energy by the cars will 
be leas than one having a varying voltage. 

Farther, constancy in voltage is important to secure good 
lighting of the cars in the night time. It is a most dis- 
agreeable sensation to see the lights go down when the cars 
et irt. 

There has been much discussion as to the comparative 
values for qaick and slow speed engines for traction purposes. 


Undoubtedly, in smaller sizes, the moderately quick speed 


engine has decided advantages as to cost over the Corliss or 
slow speed engine, but in the case of large machines there 
can be no doubt that the slow speed machinery will be found 
more efficient and more economical to maintain. That quick 
speed engines have been built beyond a proper size is suffi- 
ciently illustrated by а recent test on most approved high 
speed engineer, and in which а 700 Н.Р, machine was found 
to have a mechanical efficiency of leas than 85 per bent., 
whereas a Corliss engine of the same output, and with 90 or 
100 revolutions, would have had & mechanical efficiericy of 
92 per cent. The best records of steam consumption so far 
blished have been accomplished by slow speed engines, 
ving very moderate piston speed. 

In the discussion of motors there remains much to be 
said as to rating. A leading American firm in electric 
traction gave the ity of a motor in terms of the 
horizontal effort at a given number of miles per hour. The 
motor was supposed to give a corresponding output for 
two hours, no part heating more than 50° C. We think 
such a method of rating if standardised would be most con- 
venient. Owing, however, to the methods not coming 
into general use, it has been abandoned by those who 
ert iblished it from commercial considerations. It seems 

great desideratum in oonnection with traction 
motors is to the widest possible range of load at high 
efficiency. ore recently, advances have been made in 
this direction by lessening the fixed loss due to hysteresis 
and eddy currents in the armature core, the amount of 
iron has been diminished and the amount of saturation 


| ber practical advantage of 
oporana is the diminishing of the weight of the armature, 
oonsequently increasing the durability of the bearings, 
and making the armature much more easily handled in the 
‘case of repairs and renewals. Undoubtedly great improve- 
ments have been made in using machines with cut steel 
gears, enclosed from the dust, and running in oil. There 
has been, however, a tendency on the part of some manu- 
factarers to cheapen the motor, by using too great a reduction 
in the gears. Considering the gears by themselves, the re- 
duction should not be more than four and a half to one. 
Tae matter of control seems to be pretty generally agreed 
upon. In municipal working, where the cara have to be 
started and stopped at frequent intervals, the series parallel 
control possesses great advantages. It becomes unimportant, 
however, when the stops are infrequent, and cars run over 
long distances, It might be inferred from the paper that 


the maximum traction effort was dependent upon the method 
of control, that is, whether it was a series parallel, or an 
ordinary rheostatic control. This, however, is not the case. 
The maximum effort that may be given bya motor is limited 
to ita safe current carrying capacity. If two motors were 
started in parallel with the same starting effort, double the 
current would be taken, but the current through each motor 
would be the same as though they were operated in series. 

Undoubtedly the suggestion of а ton mile is in the right 
direction, bat there seems to be no finality in discussing the 
unit of motive power. Some companies prefer double 2 
trucks, others prefer the use of extra long wheel bases, 
regardless of the curvature, while others properly advise 
limiting the wheel base according to the radii of the curves. 
Practical engineers seem to have been slow in finding out 
that an abnormal long wheel base is uneconomical in the 
consumption of current on the curves, and in the wearing 
of the rails and flanges of the wheels. * 

We are at a loss to underetand why a trolley should be 
more liable to leave the line at section insulators than at an 
other part. A properly constructed section insulator shoul 
present exactly the same form of surface to the trolley wheel 
as to апу other part of the line. 

There remains much to say on the subject of guard wires. 


. Preferably the guard wires should be placed alongside the tele- 


phone wires. Two guard wires properly placed with cross 
wires every 10 or 15 feet would catch any telephone wires 
before they had fellen any great distance. The placing of 
the guard wires above the trolley wire is objectionable in 
appearance, more or less ineffective, and has the disad- 
vantage of being at some distance from the telephone and 
telegraph wires, so that when a wire falls apon the guard 
wire it has acquired sofficient energy, ucder the best circum- 
stances, to make it a source of danger. 

The rule given for bonding by Mr. Quin seems rather a 
radical one, in that it is specified that there should be 2 
inches of contact area in the head of the bond, regardless o 
the current which it has to carry. Having in view that the 
web of an ordinary rail is not more than } inch thick, this 
rule would be equivalent to esying that under all conditions 
the head of a bond should be eomething over 14 inches in 
diameter. We doubt whether many engineers would be 
willing to put such a regulation into force. A more satis- 
factory way of dealing with the problem would be to specify 
the maximum current density, since this determines the 
drop in the contact, and the Jiability of deterioration. 

It is stated that 20 per cent. should be allowed for loosen- 
ing of the joints, Such a recommendation does not seem to 
be consistent, since if the bonds loosen at all there seems to 
come between the joint and the rail a film of oxide, so that 
the contact is completely destroyed. Considering, however, 
that the body of the bond is of much less conductivity than 
the rail, the drop in the rail should be calculated, and 
allowance should be made for the drop in the bonds them- 
selves. 

The discussion on conduits is somewhat limited. From 


the municipal point of view, where there is no “ 21 years’ 


purchase clause to be considered, it seems possible that 
conduits may find favour in England in the future, 

ially in those cities where gas and water pipes will 
not be generally interfered with. The advantages of the 
double insul conduit system are, that the trouble of 
dealing with the Board of Trade as to volts. drop in the 
earth return disappears, and there is gained the great 
advantage of an entirely insulated return circuit. 

While there is a difference in figures as to the coat 
of maintenance depreciation of accumulators, and the 
extra cost of running an accumulator system over that of 
the overhead trolley system, there can be little doubt that 
such extra сові exists in most cases to a practically prohibi- 
tive extent. The difficulties to be overcome in accumulators 
are first, to lessen the cost of maintenance; second, to lessen 
the first cost; and third, to lessen the weight, since the ex- 
cessive weight of an accumulator car is objectionable, either 
the track or the rolling stock considered. 

Various methods of charge and discharge have their 
advocates, according to the type and weight of battery, bat 
the ultimate commercial result seems to be about the same 
in all cases. While figures more or less satisfactory have 
been coming from the Continent, we have to bear in 
mind the most prominent case in England, one in which 
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various companies in turn came forward, believing that they - 


could show the required result; each in turn failed to make 
а commercial demonstration, and advanced the opinion that 
they could obtain the desired result had the conditions been 
different, and while we have no particular faith in accumu- 
lator traction at the present stage of development of the 
electrical accumulator, we would be interested to see uader 
what conditions of electric traction each accumulator com- 
pany would consider that it might make a commercial suc- 
cess of electrical traction with its own type of battery. In 
the case of overhead lines it frequently takes some two or 
three years to so perfect a system of operating that the 
works’ cost may be reliably made out and reduced to a 
minimum, The figures, then, as to accumulator traction on 
the most favourable basis would bs misleading unless extend- 
ing over a period of years, since the cost of maintenance of 
an accumulator is far more uncertain than any feature 
connected with the trolley or conduit system of electric 
traction. 

The conclusion reached by Mr. Quin seems to be the only 
one warrantable, and the only one that will b» reached for 
some time to come. | 


PROPOSED STANDARD DIAGRAMS OF 
ELEOTRICAL APPARATUS. 


Br Рвоғ. ANDREW JAMIESON. 


You were kind enough to send me a copy of the Western 
Electrician and of Electricity, both of America, containing 
reports of a committee of the Chicago Electrical Association 
for February, 1898, wherein it was stated— 

«‹ Тһе time has arrived when the diagrammatic illustration 
of electrical apparatus should be reduced to an art. A 
uniform code should be established containing a diagram for 
each piece of apparatus, each di being at once simple 
and, во far as possible, suggestive of the particular piece of 
apparatus which it is designed to represent.” 

“ A decided improvement has been made in this direction 
during the last few years, yet at the present time the system 
is far from perfect. Its development has suffered through 
a lack of unity among the various makers of these diagrams.” 

„The electrical divisions in the Patent Office have done 
more toward the development of this art than any other one 
agency. Often in a drawing accompanying an application 
for а patent, when a circle was used to represent a battery, 
and another circle exactly like it to represent a dynamo, and 
still another, differing in no respect, representing the ground, 
the drawing was necessarily confusing, and was followed with 
difficulty, if at all. In such cases it has not been infrequent 
for the Patent Office to suggest to the inventor or his 
attorney that he submit a new drawing, using a certain 
ado form or diagram to represent his battery and another 
to represent his dynamo, and so on. In this way, and with 
the well-directed efforts of a number of patent attorneys, 
а great improvement has been made. These diagrams are 
to further assist in this direction.” 

Then follows some 55 diagrams of electrical apparatus 
with an explanation thereof. I have looked over these dia- 
grams, have read the remarks as published in the 
American papers, and herewith offer some suggestions for 
improvement in the pro figures. I do во from having 
taken a special interest in this matter for a number of years, 
and from the fact that I read a paper in May, 1885, before 
the British Society of Telegraph Engineers on “ Electrical 
Definitions, Nomenclature, and Notation,” and when we had 
the benefit of M. Hospitalier's discussion thereon.“ 

Since then I have frequently advocated an International 
uniform system of definitions, symbols, and electrical dia- 
grams, and have from year to year published in Munro and 
Jamieson's Pocket Book," a few of the simpler figures. 


* For M. Hospitalier's views, see Communication faite à la 
Société Internationale des Electriciens, le Novembre, 1884," and for 
A paper see Journal of Society of Telegraph Engineers, p. 297, 1885, 

xv. 


PROF. JAMIEGON'S 


“De 


THE ELECTRICAL BEVIEW. TI 871 


. CHICAGO ASSOCIATION 
SUGGESTIONS. SUGGESTIONS. 


| Series 
З Wound 
Dynamo 
or Motor. 


Shunt 
Wound 


Dynamo 
or Motor. 


Polarity Indicator 
or Galvanometer. 


Inductive 
Resistance. 


Solenoid. 


= . * Groand. . 
Me, ` 


egy O pet Telegraph key | 


ТОО: 
тт 


AVV vy WM — 
. — 


Transformer. 


872 


THE ELECTRICAL REVIEW. 


[VoL 49. No. 1,074, Jumm 24, 1898. 


Consequently I have much pleasure in complimenting the 
energy and ability shown by the Obicago Electrical Associa- 
tion in going one step further than any other similar 
association has hitherto done. I have, therefore, taken the 
liberty of cutting out a few of their figures and pasting 
alongside thereof what appears to me to be improvements 
thereon. 

In the first place, their figures for series, shunt, and com- 
pound wound dynamos or motors, have the objections of 
representing the field coils by zig-zig lines which have 
hitherto been universally adopted to represent non-inductive 
resistances, whereas the field coils of such dynamos are any- 
thing but non-inductive. Further, in the case of the series 
and compound wound dynamos or motors, their diagrams 


are unnecessarily complicated by drawing the leads from 


each brush with two right angles, whereas in the diagrams 
usually adopted by electriciang, and shown in my figures to 
the left, the leads come straight away from the brushes. 

Their figure for a motor generator is greatly simplified, 
and conveys the full meaning desired to be imparted by that 
which I have shown on the left, 

With regard to the storage cell, I think all that is necessary 
to distinguish it from & primary battery are the letters S and 
B respectively, placed underncath the usually accepted sign 
of long thin and short thick parallel lines. 

Granted that there are cases where it might be necessa 
to distinguish between the hand generators at subscriber's 
stations and the power generators at a central office, I don't 
see the slightest necessity of complicating the figure of a 
constantly driven magneto by inserting lines to represent the 
belt when а mere arrow on the armature spindle would be 
sufficient, as shown by my figure to the left of theirs. 

With regard to ammeters, voltmeters, wattmeters, and 
polarity indicators, or galvanometers, I think you will agree 
with me that those shown on the left are mach simpler, 
neater, and sufficiently distinguished from each other by the 
letters A, V, W and 6. 

In the representations of an inductive resistance and a 
solenoid, it will be noticed that the iron core is omitted in 
my suggestion as shown on the left. Surely, the fact of a 
wire being coiled in a spiral form is sufficient to convey the 
idea of the presence of a certain amount of self-induction ? 

With respect to the next diagram, we do not in this country 
speak or write of a connection to the “ ground,” but to the 

arth, and what could be more in harmony with the well- 
а and long-accepted telegraph symbol as shown on the 
eft 

There can be no objection to a number of crosses, as shown, 


to represent arc lamps in series, but for the indication of a 


single lamp I should recommend the diagram on the left. 

My next three diagrams, as representing an incandescent 
lamp, а fuse, and a telegraph key, are also more in confor- 
mity with practice than the corresponding ones indicated by 
the Chicago Congress. 

Finally, we have again to find fault with their use of the 
well-known symbol for non-indactive resistances in the 
representation of a transformer. 

Other objections might have been found, but these are 
sufficient to show a diversity between American, British, 
and Continental practice, and hence the need for coming to 
an early state of uniformity. 


STANDARD METHODS OF ENGINE 
TESTING. 


Моке than ourselvcs, Americans bave aimed at standardis- 
ing everything, and they have fairly well agreed on а 
standard method of testing boilers and also pumping plants, 
bat, to far, without including power engines, excepting loco- 
motives. Mr. Geo. Н. Barrue, a well-known expert, pleads 
for a standard method of engine testing in a paper to the 
American Society of Mechanical Engineers. It is desirable 
that something of this sort should be arranged with a view 
to bringing experimenters into line and expressing results on 
a tystem wheieby one test can at once be compared with 


bot as the steam in the boiler. 


others, so far as comparison is ible. Such a system 
involves, of course, sa adherence A the engine builders who 
should turn out no engines unless suitably provided with 
testing facilities. 

The present writer was recently testing a plant by a first- 
class firm which was provided with means for taking the 
temperature of the boilers. The means of doing this had 
not been placed there by the makers but by the owners, and 
consisted of iron tubes screwed into the manhole cover and 
filled with mercury. The tubes did not, however, extend 
into the boiler as they should have done for at least 6 inches, 
in order to secure that the mercury should be practically as 
Between the steam gauge 
and the thermometer reading there was a very serious dis- 
crepancy which ag cee! vitiated the readings, and they 
were discontinued. The fault was pointed out to the owners 
at the time. If testa are to standardised and a 
Ri system or method should thus come to be a 

ind of official recognition, it will bebove testing engineers 
to he exceedingly careful in even such small matters. 
In the case in point the rendering of false figures 
might have satisfied the owner, in that he could not have 
known their inaccuracy. 

Of course these remarks apply more particularly to the 
testing of special inventions generally. A man who agrees 
to pay for a report which he has been hoping will be a good 
report on which to sell a patent, is disappointed when he gets 
an unfavourable report, and sometimes will snatch at the 
veriest straws of an excuse in order to avoid peyment, and 
it is by no means always easy to bring clearly out in & Court 
of Law that a t«st has been fairly conducted, company pro- 
moters eeeming to think that engineers are made for the 
purpose of reporting within lines to be laid down by the 

romoters, and which cannot give fair results. Having во 
ar protested against standard methods, we may fairly con- 
sider Mr. Barrus's proposals. 

As regards efficiency tests, the requirements are the 
weight of steam consumed and the power developed, and 
these two elements are fundamental, whatever the type of 
engine, and whatever the class of work performed. Tabular 
results may thus come under the above two heads, the one 
dealinz with such data as apply to the working of steam in 
the cylinder, and the other with the data pertaining to the 
special duty of the engine. Thus the first section would con- 
tain all data of feed measurement, the steam consumed in 
jackets and reheatere, the quality of the steam, the weight 
of steam used by auxiliaries, and all data as to pressures, 
temperatures, and speed, with farther figures to be obtained 
from the indicator cards. It would also present the efficiency 
as per the standard method. 

n the second section the figures and data would be 
recorded under опе of five classes, acoording as the engine 
came under the head of factory driving, pumping, locomo- 
tives (a) in shop, (5) on the road, electricity generation, 
marine engines. 

Under the first section a simple expression of efficiency 
could be employed, based on the amount of heat used per 
gross or net horse-power per unit of time. Such a section 
would present the results of & coal test if such were made, 
in the shape of weight of coal burned and all the results 
deduced therefrom. Under the head of pumping the duty 
could be expressed in foot-pounds of duty per million heat- 
units. Freed from the friction of long mains, the pumping 
engine is a simple machine to measure, or even then the use 
of pressure gauges will enable resistance to be measured. 
Indeed, it may be recorded continuously. Locomotives 
would Ыз reported ав per the consumption of coal per 
dynamometer pull, a standard coal being employed. 

Electric engines would be reported on the basis of quan- 
tity and intensity of current generated, the electrical H.P. 
generated, and the generator efficiency, and, on railway 
work, the current delivered to the motors; this, to us, how- 
ever, seemiog to be somewhat external to the steam engines, 
as also does the item, in marine engine testa, of tonnage 
moved a given distance per power unit, a matter depending 
rather upon the build and fineness of the ship than on any 
quality of its engines. 

As to obtaining the resulte, one of the most important is 
the work performed by the steam. Mr. Barrus rightly lays 
stress on the importance of the indicator, and in a system 
of standaidising, he would have the calibration of springs, 
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the operation of the instrument, the method of diagram 
measurement, all determined and placed on a uniform basis. 
Much depends on the placing of an indicator; there are no 
accepted methods of calibrating springs, and во on, to which 
we might add that of equal importance are brake strap 
details, the comparison of the brake and the indicator being 
essential to a determination of engine mechanism efficiency. 
Mr. Barrus desires to set the ball rolling, and suggests a 
committee of investigation to place the subject on a firm 


REVIEWS. 


Automobiles sur Rails. By G. Dumont. Paris: Gautier- 


Villars et Fils. 


This is a little book on tramway motors or automatic 
vehicles. It is a brief description of the various kinds of 
mechanical tramway motors. The importance of tramway 
traction is apparent when it is known that in Paris the 
annual journeys per inhabitant were 50 in 1856 and had 
mounted to 155 in 1891. One of the earliest motors was 
that constructed in 1838 or 1840 by Andraud and Tessié. 
It was furnished with a compressed air engine and carried 
eight persons. This worked successfully at Chaillot, but 
never came to a practical success. l 

In 1848 a steam motor carrying 60 passengers ran at 
Bristol. In 1859 the first steam trams were run in the 
United States. After that progress became more marked. 
At the present time there are seven types of tramway motor, 
viz, steam, compressed air, gas engines, carbonic acid, 
ammonia motors, cables and electricity. 

The different systems are described, and a distinction is 
drawn between systems self-contained and systems in which 
power is transmitted from a centre. In the Rowan 
system of steam car the four-wheeled truck which carries 
the engine and boiler.is placed under one end of a 
car of which the other end is carried by a single pair of 
wheels, the combination taking curves easily. 

The motor truck can readily be detached from the rest of 
the vehicle and replaced by a similar truck, a convenience 
for repairs, &c. Various other steam systems are described, 
including that of Lamm et Francq, which has no furnace, 
but works from a store of highly heated water. The 
Mekarski and other air systems are briefly noted, also the 
Lührig system of gas power, of which we seem to hear во 
very little from its installation at Blackpool. 

‘Qarbonic acid motors are worked by carbonic acid com- 

to 75 atmospheres. It is worked in cylinders of 
0 10 in. diameter x 0°15 stroke (say 4 inches x 6 19 
with Corliss valves, and reheating by a gas flame is effec 
near the point of admission, The consumption of gas is 
given as 44 kilos. Н.Р. day of 24 hours, ог 190 grms. 
per H.P. hour. 1 0 gas costs 0°37 fr. per kilo. The 
cost is 0°07 fr. рег H. P. hour. | 

Ammonia motors, first proposed in 1821 by Gurney, are 
worked by compressed anhydrous ammonia, which liquifies at 
abont—34° C., ог at 27° O., if under ten or a dozen atmos- 
pheres. The exhaust ammonia is taken up by water which 
absorbs 1,700 times its volume of ammonia, and the com- 
bination develops heat which is employed to heat the com- 

ammonia. In 1896, there was р in service, on 
22nd Street, New York, motors of 50 H.P. with 75 at- 
mospheres pressure. The consumption of ammonia was 18:6 
Ibs. with single, and 27:2 lbs. with double gear, the expense 
being 0°03 fr. per car kilometre plus 0°044 fr. for fuel at 
the compressing station. 

In the electric section various conduits are illustrated in a 
diagrammatic manner. We observe that the illustration of 
the Holroyd Smith conduit is placed upside down. Generally 


the illustrations are too small. A bibliography is appended. 
technical 


Largely historical, the book is by no means a fall 
hand-book of tramway motors, but is useful in gathering 
between two covers a good deal of information as to what 
has been effeoted in the way of mechanical traction by other 
means than electricity as well as by the latter agent. 


Radiograph and the X Rays, in Practice and Theory, 


with Constructional and Manipulatory Details. By S. R. 
Воттохе. Whittaker & Co., London. Price 38. 


Mr. Bottone’s little volume will be of great use to amateurs 
and others commencing the practice of work with the 
Röatgen raya. Mr. Bottone himself has evidently done a 
good deal of work in this field, and has designed and con- 
structed a good deal of the apparatus. Those who are not 
in а position to purchase induction coils and inflaence 
machines from the makers will here find instructions sufficient 
to enable them to make very decent instruments for them- 
selves. Mr. Bottone is evidently an enthusiastic believer in 
the influence machine, and especially in the Wimsharst 
machine, as a source of current for exciting the Róntgen 
tube. In this respect we think his enthusiasm carries him 
too far. Unless influence machines of a very large size are 
used, the time of the exposure necessary to produce a good 
hotograph is inconveniently long. For screen work the 
influence machine is superior, on account of the greater 
uniformity of its discharge. Moreover, Mr. Bottone would 
lead us to believe that the Wimshurst machine is superior to 
the Holtz for X ray work; but if he makes comparative 
exposures with a Wimshurst and Holtz of equally good con- 
struction, he will, we reckon, soon convince himself of his 
error. | 
When Mr. Bottone drops into theory we do not find him 
quite во reliable a guide as in the manipulatory department 
of bis subject. He tells us (p. 17) that the ‘undulations 
inside the Crookes tube have the property of attracting light 
bodies—a statement which would istinctly misleading 
to the beginner, seeing that it is now well kaown that 
these effects are due to electric charges which accu- 
mulate on the walls of the tube. He also repeats an 
assertion, which though made some time ago by a great 
authority, has since been completely disproved, viz., that the 
electric conductivity of bodies such as ebonite and paraffin is 
increased by the action of the Róntgen rays. A sefions 
blunder, which no doubt is due to an oversight, is made at 
p. 165, where it is asserted that. by introducing self-induc- 
tion coils into a circuit we shorten electric waves and quicken 
the oscillation: the very opposite is the cage. 


CORRESPONDENCE. ' 


Visual Telegraphy ; or, Seeing by Wire. 


With reference to the correspondence on the above ques- 
tion, which has been ponen brought forward by the 
recent announcement of Herr Rzczepanik's (of Vienna) in- 
vention, may I be allowed to say just a few words. e 

As to Herr Szczepanik’s invention, I, like many oth 
doubt if it could be brought into successful application, as 
the speed at which the revolving mirrors ‘would have to work 
would be impracticable, at least, without serious breakdowns ; 
and besides, the Apparao as a whole looks very cumbersome 
in spite of its novelty. As to the practicability of “ Visual 
Telegraphy : or, Seeing by Wire,” I have strong hopes of ita 
possibility of solution, but the difficulties in connection with 
it are chiefly mechanical. Selenium cells and revolving 
mirrors will have to be saperseded by something more sensi- 
tive and constant in action. I have some ideas how I think 
it could be acoomplished with, and which I drew up some 
time ago, and which I expect to be able to put into practical 
effect ere this time 12 months, and whioh, as I anticipate, if 
successful, would bring distant views into drawing rooms, 
offices, and palaces of varieties, &o. The receiver will be 
able to see the transmitter; the ladies in the parlour would 
be able to hear and see the acta and plays in the theatre, &o., 
withont moving out of their doors; and subscribers will be 
able to ring themselves up in connection with any place of 
amusement. Notable scenes such as the late Mr. Gladstone's 
funeral or the Queen's Jabilee procession, will be able to be 
rang up into the large halls in the provincial towns for re- 
койсо on large screens. As to what the fundamental 
principles of my ideas are, it would not be wise on my part 
to disclose them at present, as some wise individual may try 
to forestal me, but I am quite confident of succees in the 
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near future. There is one fact in connection with this sub- 
ject, and that is, we know very little as yet of the actions 
and ways of light waves when conducted electrically. Some 
say that visual telegraphy is impossible, and some say it may 
be = but time and experiment alone will tell. 
an 


king you for your kind insertion of this letter, 
Geo. Smith. 
June 20th. 
ELECTRIO LIGHTING AND REFUSE 


DESTRUCTION IN BERMONDSEY. 


ANOTHEB Sancums REPORT. 


Tum Bermondsey Vestry on Monday evening considered a very 
lengthy report from Messrs Kincaid, Waller & Manville, on tbe 
advisability of erecting а refuse destructor in conjunction with the 
ojected electric light station. As the subject is of considerable 
terest at the moment, we make no apology for giving the following 
abstract of the report in question :— 


REPORT OF CONSULTING ENGINEERS. 


Referring to our report of Jone 26th, 1897, in which we pointed 
out that having consi оао ешш во е Ошо ца торов 
was made the cost of disposing of your house refuse was опу about 
1s, 2d. per ton, whilst the cost of burning it in a destructor would be 
more than 1а. 10d. per ton, and that under those circumstances we 
о imagine tbat Jou would care to have your system of disposal 

ash- refuse changed, we have, in accordance with your 
instructions given us through Mr. Ryall, your vestry clerk, recon- 
sidered tbe matter, after ha consulted thereon with Mr. Sumner, 
3 

From the information that gentleman has been good enough to 
give us, it now appears that the cost of disposing of the ash-bin 
re fuse is as much as ів. 8d. per ton, and in your case, as in the case 
of all other London vestries, this cost of disposal of your ash-bin 
ur carting away or barging away, is likely to increase rather 


It also appears that if a site in the vicinity of the Vestry Hall 
could be secured for the erection of a com dust destructor and 
electric ting station, the heat produced by the combustion of 
the ash- refuse might be economically utilised for heating the 
baths’ water, &c., and working the machinery used in the baths and 
washhouses, with а consequent additional saving that would ba 
ыйыы к the utilisalion of this heat for the production of electrical 

wer 


We have reconsidered the matter on these new bases, and beg to 
append estimates, which, we trust, will put the financial position pro- 


duced before you clearly. 

The estimates submitted show (1) that the capital cost of addi- 
tional works incidental to a six-cell destructor, to deal with 11,711 
tons of refuse per annum, would amount to £10,000; (2) that 
the annual tenance would be 2s. 4d. per ton of refuse, 
or a total of £1,359; and (3) the saving and revenue to £1,170 per 
annum, leaviog a deficiency of £189. A this would be set the 
present cost of £975 incurred in of 11,711 tons of house 
and trade refuse at 1s. 8d. per ton, leaving an estimated net saving 
of £786 annum. 

After detailing the manner in which the above figures have been 


arrived at, the report 

t we have taken the labour 
and superintendence on the basis of the destructor only being run six 
days in the week in place of seven, enabling you to work two shifts 
aday only. We have taken the cost of the removal of 
1s. 10d. per ton of clinker removed. (In this figure we do not 
agree with Mr. Sumner, who has estimated the cost of this, including 
both and tipping, at 2s. 8d. per ton). From our actual ex 
rience at Shoreditch, however, where the cost of removing cli 
must be at least as great as in any otber part of London, and where 
only 1s. 10d. per ton is paid for service, we have no hesitation in 
expressing an opinion that you will be able to dispose of such of your 
clinker as you require to have removed for no charge than 
this. The amount of clicker is arrived at on the assumption that 
only 25 per cent. of the refuse burnt will be produced asclinker. At 
Shoreditch the percentage of clinker is about 30 per cent., but there 
can be little doubt that the refuse at Bermondsey is richer in com- 
bustible material than at Shoreditch, and we have therefore taken 
25 per cent. as the residue. Of this 25 per cent., it is estimated by 
Д * tbat one-third can be atilised for the purposes of the 
parish. 

We, therefore, believe that this inclusive estimate of maintenance 
fur the burning of refuse, amounting to about 2s, 4d. per ton, is one 
that can be worked to in practice. 

The saving and revenve per annum takes the credit for the steam 
which may be utilised for the baths heating purposes, and also 
supplying power there, which at present coneumes coal to the value 
of £431 19s. annum. We have allowed in this estimate, asa 
debit to this item, the interest ar d sinking fund on £1,000, which 
sum it might be wise to spend in providing apparatus tu enable the 
baths to be heated by th» utilisation of the exhaust steam from the 
electric light engines, in place of using live steam from the boilers 
for this purpose; for you must bear їп mind, that for all heating 


purposes, where the water is not required to be raised above boiling 
temperature, exhaust steam is practically as useful as live steam, 
leaving only live steam to be used for the actual 

wasbing troughs. Oredit is taken for one-third of the ишке не 
duced at 26. per ton. This price, Mr. Samner estimates it be 
worth for other parish pu There is a credit for 2,180 tons of 
combustible trade refuse which we have taken at 2s. 6d. per ton, but 
which is included in Mr. Sumner's figures at only 16. 8d. per ton. 
Here, again, we feel sure, from our experience at Shoreditch, that at 
least 28. 6d. per ton can be obtained for the burning of trade refuse on 
the average. 

Then comes the estimate of coal saved in the electric generating 
station, which is calculated on the basis of the destructor running 
only 6 days per week, coal being used on Sunday. We have no hesi- 
tation in stating definitely that the 11,000 tons of refuse you have to 
burn will produce all the power reqnired for the plant you are pro- 
posing to put down in the first instance in your station, as the 
portional amount of power produced at Shoreditch per ton of refuse 
is greater than this, notwithstanding that probably their refuse has a 
smaller calorific value than that at Bermondsey. 

Finally, you must bear in mind that during а great portion of the 
day the live steam produced by the dust destructor} will not be 
utilised, as the electric generating station will then be 5 but 
а small output, unless а day load is found in the shape of a supply of 
current for motive power purposes. | 

The financial statement shows you that under these estimates a net 
saving of £786 16s. 4d. per annum will probably be made on the 
combination of a dust des'ructor with the electric generating station 
and baths, wbich is so considerable an amount as to cover all con- 
tingencies and still leave а certainty of a considerable annual saving 
being made, whilst, on the other hand, you will Ъз sure that the 
price of disposing of the refuse will remain a constant quantity 


year by year. 


Mr. Cox, chairman of the Hlectrio Lighting Oommittee, formally 
recommended that, in the event of the Bill passed confirming 
the Vestry’s provisional order, the report of Messre. Kincaid, Waller 
and Manville should be adopted, and a refuse destructor erected with 
the electric lighting station. After some discussion the recommenda- 
tion was unanimously agreed to. 


LONDON COUNTY COUNCIL. 


AT the weekly meeting on Tuesday, the Council approved a loan of 
£92,950 to the Vestry of Islington for the. purpose of acquiring the 
fee simple and ошау сосет іп віх houses іп order to enlarge the 
electric light station in Eden Grove. es 


Бовтнсоміна Воп.ив ComTRact. 


It was resolved, on the recommendation of the Main 
Committee, to invite tenders for the supply of four high- ure 


Lancashire boilers to work at 150 lbs. pressure fcr the Western 
pumping station. 
LiGHTING OF THEATRES. 
The Theatres Committee reported that the requirements of the 


Council in regard to electric lighting arrangements have been 
out at the followiog places:—Adelphi Theatre, Strand; London 
Music Hall, 95 to 99, Shoreditch High Street; Royal Cambridge 
Music Hall, 136, Commercial Street, Whitechapel; Salle Erard, 
18, Great Marlborough Street; and Standard Theatre, Shoreditch 
High Street. 

New CxwTRAL Srarion. 


The Building Act Committee announced that they had conditionally 
approved the plaus submitted with the application of Messrs. 
incaid, Waller and Manvilte on behalf of the South London Electric 
Supply Corporation, for the construction of a station and 


works on a site adjoining worth Road, Loughborough Junction, 
and anthorised the erection of the generating station and works м 
shown upon the plans. 7 


Execrric Ілантіха Provisional, ORDERS. 


The Highways Committee, reporting upon the provisional orders 
considered during the 1898 session, said:—Of the 11 provisional 
orders applied for this session, the Board of Trade has granted only 
four, namely, those applied for by the Vestries of Bermondsey and 
St. Marylebone in respect of their respective parishes, and an order 
each to the Chariog Cross and Strand Electricity Sapply Oorpora- 
tion and the County of London and Brush Provincial Electric Light- 
ing Company in respect of portions of the Holborn and 8t. Giles 
districts. The Beard has adopted many of the amendments sug- 
gested on bebalf of the Council; but as we have reported to tbe 
Council, has declined to insert the suggested clause for the protection 
of the Council's tramways. The limit of price in the companit 
orders has been reduced to 7d. per unit, but in that of the Vestries 
the price is as in previous orders, 8d.; in the companies’ orders the 
provision as to continuous current has baen omitted, but it has been 
inserted in the Vestry orders, from which, moreover, the clause 
enabling the undertaking to be transferred to a company has been 
struck ont. Two or three of the suggested amendments, which have 
not been adopted by the Board, we consider of some impoitanoe; 
and we are endeavouring to induce the Board to insert them, but the 
Council has obtained substantially tne principal amendments for 
which it asked. 

In a further report the Committee stated that the Board of Trade 
has intimated that with regard to the power of purchase by 
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authorities, it has not been the practice of the Board to vary the 
term of the years prescribed by Section 2 of the Electric Lighting 
Act, 1888, except in special cases, at the request of the local autho- 
rities and with the concurrence of the promoters, and that, as in the 
case of these orders, no request has been made by the local autho- 
rities concerned for a variation of the term, the Board is unable to 
concur with the suggestion that the term should be seven years; and 
that the Board proposes to take the necessary steps to secure the 
insertion in the No. 2 Order of the other amendments suggested by 
the Council. 
| Егвстьс So PLT is Bore. 

. Reporting on the recent conference with London local authorities 
on tbe telephone service and generating stations for the supply of 
¢l-otrical energy in various districte, the Highways Committee 
referred as follows to the latter question :— 

"The object of the Central Electric Supply Company's Bill, de- 
poeited this session, is to enable the company to supply electrical 
energy in bulk to local authorities and companies authorised to 
eupply in the areas defined in their respective orders under the 
El-otric Lighting Acts, and for this purpose to acquire lands c: m- 
pulsorily and to erect and maintain generating stations thereon. 
Power is also sought to break up streets for the purpose of laying 
what may be termed trunk mains from the generating stations to the 
point at which the energy is to be distributed by the receiving local 
authority or company. Thus the streets under the jurisdiction of 
one or more local authorities may have to be disturbed in order to 
afford the supply in bulk toa local authority or company at some 
distance from the source of supply. This is shown clearly by clause 
8 of the Bill which proposes that the company shall have power to 
break up streets and to lay electric lines and place boxes and appa- 
ratus for all purposes of electrical supply, and 'do all other acts 
which they е company) may deem necessary for supplying 
electrical energy to any company, body, or person, authorised to 
genera’e or supply, or generating or supplying, such energy for 
any public or private purpose within the County of London, and 
may supply such energy accordingly.’ " 

“The Chelsea Electricity Sapply Company’s Bill is to empower the 
company to take lands in the parish for the erection of generating 
stations, for use in connection with the supply of electrical energy in 
the area under the company's order; and the Metropolitan Electric 
Supply dep e de Bill has two main objects, viz —(a) to authorise 
the company to hold certain lands, recently acquired by the company, 
at Acton and Willesden for the erection of generating stations to 
supply districts included in the area of supply under the orders 
granted to the company; and (5) to authorise the company to lay 
down oables and other necessary apparatus from the generating 
station to the company’s station at Amberley Road, in the parish of 
Paddington. The Bill provides, however (clause 9), that the consent 
of any local authority, through whose district it may be necessary to 
lay mains, shall be obtained before the mains are laid. The effect of 
the clause, as drawn, would appear to be to repeal the provisions of 
е company's orders which forbid supply beyond the areas defined 


“The propels in these several Bills form a new departure; the 

cy hitherto pursued having been, in view of the ultimate purchase 

фу the local authority of each undertaking authorised by an order 

p to a company, to provide that the whole of the undertaking, 

a . the generating station, should be within the area of 
supp у.” 

The Committee then proceeded to refer to the appointment of the 
Parliamentary Committee and to its conclusions, and mentioned that 
they proposed to report to the Council again on the subject, in the 
meantime giving the text of the resolutions passed at the Conference 
of local authorities held last week. 


BUSINESS NOTICES, &o. 


Announeement.— Messers. A. & W. Hopkins state that 
have taken Mr. Montague H. Galswortby in as partner in 
their fittings mannfactory carried on at 7, Hill’s place, Oxford 
Circus, W., and that the business will in future be carried on under 
the name of “The London Electrical Fittings Co." and under 
the same management as at present. The accessories supply business 
will be carried on as heretofore, under the name of A. & W. Hopkins, 
at 30, Parliament Street, Westminster, В.У. 


Annual Oating.—The Aberdeen Electricity Works’ staff 
went for their annual onting to Benachie. 


Are Lighting.—Mr. G. Braulik, of Upper Thames 
Street, E. O., informs us that Messrs. Korting & Mathiesen now manu- 
facture a continuous current arc lamp which burns three in series on 
110 volte with resistance. 


The Ariel Arc Lamp Syndicate. Limited.— In the 
Chancery Division of the High Court of Justice on Wednesday, Jone 
22ud, Mr. Justice Byrne msde a compulsory order winding up this 
company, on the petition of Mr. J. Jones and others. 


Rooks Received.— A Text-Book of Zcology," hy Н. G. 
Wells and A. M. Davies. Published by W. B. Clive, University 
Correspondence College Press, London. 66. 6d. 

" Electrica) Testing for Telegraph Engineers.” By J. Elton Young, 
M. I. E. E. Electrician Printing and Publishing Company, Limited, 
London. 108. 0d. 


The General Power Distributing Company s Bill.— 
A Select Committee of the House of Lords, р ided over by the Earl 
of Northbrook, on Tuesday entered upon the consideration of the 
scheme of the General Power Distributing Company Bill, the object 
of which is to enable the company to supply electricity for lighting. 
traction, and other purposes to a district embracing an area of 2,000 
square miles, including the towns of Sheffield, Rotherham, Lincoln, 
Gainsborough, Newark, Nottingham, Ilkeston, and Worksop. The 
central generating station is to be at Worksop, in the midst ofa 
oolliery district, and the promoters state that by the use of coal slack 
for generating purposes, which they will be able to procure at 2s. per 
ton, thsy will be able to produce electrical energy at an extremely 
cheap rate. In view of the large average demand which they hope to 
develop in tbe area of supply, they expect to be able to sell 
electricity at ld. or 14d. per unit, whereas the present charge in 
Notte, where ths electric lighting undertaking is in the hands of the 
Corporation, is 4d., having been reduced from 6 1. to 4d. since the Bill 
was introduced. The measure is opposed by a large number of local 
authorities, including the Town Councilsof She ffi -ld and Nottingham, 
but it is supported by a numerous body of traders in the distr.ct. 
Over 70 peti:ions bave been presented in its favour. The case was 
opened, says the Times, by Mr. Pember, Q.C., for the promoters, and 
among the wi nesses called in support of the Bill were Mr. Bain- 
bridge, M P., Mr. Lupton, C E., and a representative of the Notling- 
ham Chamber of Cummeroe. 

The Committee on Wednesday heard further evidence in support 
of the proposal. The Dake of Newcastle said that if the echeme 
were carried oat he would employ electricity for the lighting of 
Olumber and for other purposes. The Duke admitted that the Cor- 
poration of Nottingham had lately put down mains to supply his 
estate in the city of Nottingham with electricity under an agreement, 
but he would prefer to have two strings to his bow, so that his 
tenants might have the advantage of & cheap supply. Mr. Thomas 
Bayley, M.P., also gave evidence in support of the scheme, which 
would benefit the mining and agricultural interests in the Ohester- 
field Division of Derbyshire. 


Changes of Address, — The Wheeler Condenser and Eagi- 
neering Company have found it necessary to extend their office 
„ and have taken new premises at 171, Queen Victoria 

treet, E.C. 

The Blake & Knowles Steam Pump Works, Limited, have found it 
necessary to remove from 117, Queen Victoria Street, to larger pre- 
mises at 179, Queen Victoria Street. 


Conduit Wiring.—The Simplex Steel Conduit Com- 
pany, Limited, of Birmingham, who, as stated in our issue for May 
27th, have published lists describing their “ideal” method of wiring 
for lighting and other electrical work, have sent us some samples of 
tobing, Т junetion bends, and elbows used in their system, which, 
оооп examinaticn, appear to be well made of light enamelled steel 
tubing. It is claimed that the Simplex conduit affords complete 
mechanical protection, and preserves the insulating pro of the 
dielectric in a highly efficient state, enabliag the circuits to be drawn 
in and out of the conduits with ease and freedom, and without possi- 
bility of abrasion. Toe process of enamelling renders the tubes and 
fittings very durable, impervious to rust and consequent depreciation, 
and is claimed to give them a perfectly smooth exterior aud interior 
insulating coating. The accessories have been designed to meet the 
requirements of concealed and surfaca work. It is claimed that a 
wireman of average intelligence would find no difficulty in erection, 
as no screwed couplings are used, and consequently, no special tools are 
required. Mr. L. M. Waterhcuse, A. I. E. E., is the company's engineer 
and manager. 


Dividend.— Messrs. Schuckert & Co., of Nurembourg, 
is declaring a dividend of 14 per cent. for the past financial year. 


Electric Cabs.— We understand that a contract has been 
given to the Gloucester Railway Carriage and Waggon Company, 
Limited, by the London Electrical Cab Oompany, Limited, of . 
beth, for the building of a number of their cabs. 


Electric Lighting in Chili.—Die Eleotricitäts Gessell- 
schaft Santiago-Chili is the title of a company which has just been 
formed in Berlin, with a capital of £1,200,000. The Allgemeine 
Electricitäts Gesellschaft and Messrs. Ludwig Löwe & Oo. are 
interested in the new undertaking. 


Electrical Progress in Milan.—Oar Consul, in his 
annual report, remarks that although electric traction bas not yet 
been applied to all the tramway lines in Milan, the first year's work- 
ing under the new arrangement has resulted in a net profit for the 
municipality of £38,000, as compared with about £14,000 under the 
old system, and it seems probable that the current year will give even 
more satisfactory results. In tbe course of the next few monthe the 
Edison Company, which works the electric tramways on account of 
the municipality, will bring into Milan a force of nearly 10,000 H. P., 
obtained from the River Adda, at Paderno. Six turbines, each of 
2,160 H. P., with a seventh as a reserve in case of accidents, will be 
employed for developing the water-power, and conveying it to the 
dynamos, which will be seven in number, and' the electric icurrent 
will be carried from Paderno to Milan, a distance of 20 miles across 
country, by means of overhead wires. These turbines are said to be 
the most powerful hitherto in use in Europe, and are being con- 
structed by the local firm of Riva, Monneret & Co. It is estimated 
tbat the loss of power in transit will not exceed 9 per cent. Of the 
nearly 13,000 H.P. to be thus developed, 2,000 are already disposed 
of in the town of Monza. The remainder will be brought to Milan, 
and any surplus that may remain after providing for the public and 
private lighting of the city, and the working of the tramways, will 
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be let for industria] purposes. In 1897 the Edison Company in- 
creased its capital from £360,000 to £510,000. It has just declared 


a dividend for last year of 6 per cent. The use of electricity, both . 


for lighting and motive power purposes, is constantly extending, and 
there is consequently an ever-increasing demand for all kinds of elec- 
trical appliances. Some of these are now made in Italy, but by far 
the greater part come from Switzerland and Germany, two countries 
which appear to have made this industry, which bas undoubtedly a 
splendid future before it, quite a speciality cf their own, and they 
must find it a very profit able one. British engineering firms, it is 
stated, do not зет to be making any effort to secure a share of this 
business in Italy. 


Exhibition.— At the Royal Agricultural show, which 
closes to-day at Birmingham, Mesers. John Fowler & Оо. (Leeds), 
Limited, bave been exhibiting a variety of agricultural traction 
enginee, road locomotives, and other light railway plant, &c. 

Mersrs. Ruston, Proctor & Co., Limited, of Lincoln, are also exbi- 
biting at Birmingham а number of prise steam engines and machines, 
including the Ruston oil engine. 


Fire.—A fire of a very destructive character broke out at 
a quarter past one o'clock on Thursday morning last week, causing the 
destruction of 19 and 21, Heddon Street, Regent Street, W., the 
premires of Messra. Davies, Kent & Stewart, manufacturers of elec- 
tric light supplies, flexible wire, &c. From the first the fire spread 
rapidly, and Commander Wells, R.N., assisted by Supt. T. Smitb, 
ordered a large force to the scene, and set 19 steamers to work. The 
firemen had to complain of short supply of water in the early minutes 
of the fire. A buge telephone derrick on the top of the burning 
building suddenly collapsed, and the mass of metal, weighing some 
40 tons, crasbed into the centre of the roadway, but, marvellously 
enough, no firemen were injured. As announced in another part of 
this iesue, Mesers. Davies, Kent & Stewart bave secured premises at 
17. вашы Street, W., where all communications should be 


Harvie & Co., Limited, v. Gavin.—In the Glasgow 


Court of Session on 17th inst., this appeal was heard and judgment 
given. It wasan action raised in the Sheriff Court at Glasgow by 
Wm. Aloysius Gavin, proprietor of the Register of Leading Marine 
Manufacturers, 57, Gracechurch Street, London, against Wm. Harvie 
aod Co., Limited, electric light engineere, and patent ship lamp 
manufacturers, 222, Broomielaw, Gla»gow. The pursuer sued for £65 
as fees due, at the rate cf 12s. 6d. per week for 104 weeks, for the 
insertion of the defender's name in the Register. The defenders said 
that their name was not inserted in the Register upon their order; 
that a representative of the pursuers called upon them, and they 
agreed to the insertion being made provided no other firm 5 
under the bead (f Ship Lampe,“ and tbat the insertion of the werd 
* Scottish,” if inserted in the order before tbe word “ firm,” was 
ineerted in breach «f the agreement. The pursuers, in reply, seid 
that the addition to the condition was made by arrangement with 
Mr. Harvie, and was read over by Mr. Harvie’s manager before be 
signed it. Sheriff Substitute Guthrie gave decree for £61, to which 
the sum sned for bad been restricted, and found the pursuers entitled 
to expenses. Their Lordships of the Second Division affirmed the 
decision of the Sheriff Substitute, with additional expenses. 


List.—The Phaeton Electrical Company, Limited, of 


Watling Street, E. O, have issued Section No. 1 list, in which they 
illustrate and give prices of ordinary incandescent lamps, 16 different 
types of usual caps being shown. A variety of special lamps, such as 
etched, silvered, coloured, tubular, battery, miniature, Phaeton воп 
rey and surgical lamps, also improved Phaeton lamps without 
plaster of Paris, are all included in the list. 


Municipal Electrical Association.—On Friday, the 10th 
inst., a party of the members of the above Association visited the 
works of the Incandescent Electric Lamp Company, Limited, and 
were shown tbe whole of the operations in the manufacture of tbe 
Robertson lamp. 


The National Company for the Distribution of 
Electricity by Secondary Generators.—On Wednesday last 
week, before Mr. Justice Wright, sitting in the Companies’ Winding- 
Up Court, Mr. Rowden mentioned this matter, which is a creditor’s 
pou for winding up the com 

fore adjourned on the ground that the matters in dispute between 
the creditor and the company were the subject of litigation before 
Mr. Justice Sterling. The Chancery action had been set down for 
trial, and it was hoped would shortly be disposed of, and counsel now 
applied that the petition should be again adjourned and not dealt 
with until after the proceedings in the Chancery Division. Mr. Gore 
Brown opposcd the eT and asked that the petition should 
be diemiesed. His Lordehip declined to grant any further adjourn- 
ment, and dismissed the petition. 


New Premises.—Mr. R. Needham is about to open 


premises in Stanley Street, Bouthport, as an electrical and general 
engineer. 


Overhead Wires.—Mr. G. Stegman, an electrician, of 
45, St. Jobn's Hill, has been summoned at the Bouth-West London 
Police Court at the instance of the Battersea Vestry for placing over- 
head wires across Bt. John's Hill, without providing sufficient sup- 
ports, and without giving notice to the Vestry. Mr. Young, solicitor 
to the Vestry, stated that, according to the bye-laws, the wire should 
be supported at every 100 yards. Eventually it was decided to 
adjourn the case, it being stated that the defendant had agreed to 
submit plans to the Vestry. 


pany. The case had been twice 


Reynolds & Branson, Limited.—Mesers. Reynolds and 
Branson, of Leeds, manufacturers of electrical apparatus, have formed 
themselves into a private limited liability company under the above 
style. The present partners take the whole of the shares, and retain 
the direction of the business as formerly. 


Ship Lighting.—A complete installation of the electric 
light bas been made on the eteamer U/a, the latest addition to the 
fine flect of the British India Steam Navigation Company's line. The 
masthead and side lights are also electric, and in connection with 
these, the builders cf the ship, Messrs. William Denny & Bros, of 
5 have fitted a ane т е 5 ока 

for the purpose of seeing if the li are burning properly. 
the chart room is a case with three small openings in it. Hach open- 
ing is provided with differently coloured glasses, the centre ges | 
frosted, whilst those to the right and left have green and 

lasses 5 these corresponding to the masthead and star- 
d and port side lights in colour. When these lights are burning 
the openings in the case in the chart room are illuminated by incan- 
descent electric lights. If by any means either or all of the lights 
become extinguished thie is at once perceptible in the chart room, the 
voltometre corresponding with the lights on the mast and sides of 
the vessel. An alarm bell also rings, and continues to ring until the 
lights are set right Under ordinary conditions it is very 
difficult to see whether the lights are burning properly, and the new 
invention, which has been, or is abont to be patented, will probably be 
a very valuable one. This is the first ship on which it has been used. 
The inventors are Messrs. W. Denny & Bros. 


The Swiss Electrical Trust.—The Financial News 
Geneva correspondent says that the great Swiss Electrical Trust, 
projected for some time past, has now been called into life with a 
capital of £1,000,000, £600,000 of which has been taken over by the 
Banque de Paris et des Pays Bas, and the remainder by the Union 
Financiére. It is probable that not only Switzerland, but France, 
will be included in the field of its operations. 


Webster v. the Cox Therme-Electric Company, 
Limited.—In this case, which came before Mr. Justice Romer on 
Saturday (June 18th) оп а motion for judgment in default of defence 
in a doberture-holder's action, his Lordship made the usual order in 
& debenture-bolder's action, and directed the paoa inquiries. Counsel 
stated that the company was incorporated in April, 1896, that the 
debentures were a series of £500 c on the undertaking of the 
company, that no interest bad been paid, and tbat the charge became 
enforcible on failure to pay interest for one month. 


Workmen’s Compensation.—In connection . with the 
Wokmen's Compensation Act, 1897, which comes into force on July 
lst, and also in regard to the yers’ Liability Act of 1880, 
Messrs. Wallach Bros., cf 57, G arch Street, E. O, send us liste 
of various safety appliances and fittings which have been introduced 
by them from time to time for the prevention of accidenta in 
factories, ёс. The lists describe the Evertrusty patent gauge 
glass protector, described in these columns some time ago, improved 
automatic belt-lifting apparatus, and the Hivertrusty ” nose, throat, 
and lung protector and respirator, the last mentions being of parti- 
cular importance in all factories where workers are likely to come in 
contact with lead, noxious gases, &c. This article, we nnderstand, 
has been tested for some time with satisfactory results. 


ELECTRIO LIGHTING NOTES. 


— <= 


Acerington.— The Corporation, who already possess elec- 
triclighting powers for the borough, recently granted the trustees 
of the New Jerusalem Ohurch permission to obtain electricity from 
the local Co-operative Society until such time as the Corporation are 
in a position to supply it themselves. The on, which was 
put in by Mr. Simpson, electrical engineer, of Hapton, was used for 
the first time on Sunday last. 


Alloa.—The Burgh Commissioners have resolved to do 
nothing meantime regarding the proposal to light the streets by 
electricity. Baillie Arrol intends moving that the Oommissioners 
apply for a provisional order to protect themselves. 


Bedford.—Last week a Local Government Board inquiry 
was held re the Council's рор loan for £5,400 for electric ting 
extensions. The Town Clerk explained the need for the extensions, 
and the details were described by the electrical engineer, Mr. 
Hope-Johnstone. It seems that up to the present time £49,000 
been borrowed for electric lighting pre had been 
given to borrow £58,650, and, therefore, the Corporation had still 
power to borrow a further sam of £6,960. The present loan was for 
the extension of the engine room, with the foundation, 
trantformers, extra testing instruments, mains for public lighting, 
standards for lighting the market places, &c. This was necessary on 
account of increased demand, and for the public lighting of the St. 
Cuthbert's Glebe Estate. The total number of lamps at present was 
14,250 8-C.P., exclusive of public lighting, and this scheme included 
65 additional lamps for the Bt. Cuthbert's Estate. 


Black pool.— From a “Blue Book" just issued by the 
borough treasurer of B l, it appears that the income from the 
electric lighting undertaking during the last financial year was 
£14,229, made up as follows:—Public lighting, £3,457; current for 
tramway traction, £1,286 ; private lighting, £9,010; rental of meters, 
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&., £279 ; rents and sundry receipts, £197. During the same period 
the expenditure was £8,080, namely :—Generating current, £5,521 ; 
distribution, £468; public lighting, £928; rents, rates, and taxes, 
£255; salaries, тры ears expenses, &c., £908. The gross profit 
was £6,149, which, less loan cbarges £4,734, left а net profit of 
£1,415, against an estimated profit of EI, 300. The balance was 
carried to the credit of the general district rate account. In 1896.7 
there was a net profit of £828, and in the year before £281, whilst 
the two first years’ working was at a loss. The units generated last 

ar were 903,558, against 575,904 in the preceding 12 months, this 
miles of electric lighting mains, and the capital outley last year 
amounted to £16,085. 


Beurnemouth.—The Town Clerk is to write to the 
Board of Trade on the subject of the proposed appointment of an 
electric in The Oouncil has decided to reconstruct the 


electric call-bell system at the three fire stations, and £225 is to be 
borrowed for the purpose. 


Distillery Lighting.—The Mortlach Distillery, Dufftown, 


is to be lighted by electricity, water-power available the neigh- 
bourhood being utilised. 150 gar will be fitted up. Messrs. P. C. 
Middleton & Co., of Aberdeen, will carry out the works. 


Cheltenham.—H.M. Inspectors of the Education De- 
partment having recommended that the class rooms and dormitories 
occupied by the students of the Cheltenham Training Colleges be 
lighted by electricity, the governing body of the Training Colleges 
has decided on wiring up the college for masters situated in Swinton 

‚ Obeltenham, during the summer holidays. The local borough 
electrical engineer (Mr. Н. Kilgour) has drawn up specifications, and 
will supervise the work. 


Chester.—The Council has authorised the Lighting 
Oommittee to have ase mains and distributing mains laid for the 
supply of public and private electric lighting in George Btreet, St. 


Anne Street, and adjoining streets at an estimated cost, including 


street lamps, &o., of £1,260. 


Crossgates.—A recent meeting of the Hill of Beath 
inhabitants resolved in favour of public electric Hghting 


Dublin.—A special meeting of the Corporatien was held 
last Friday to consider the report.of the committee of the whole 
house in reference to the tenders for the su 
maintenance of electric mains and apparatus, 
loan of £20,000. The report of the committee of the whole bouse 
stated that the tenders received by the Electric Lighting Committee 
in response to the advertisements issued were submitted to Prof. 
Kennedy, whose views on them were set forth inan exhaustive us eis 
and carefully considered. Oertain tenders were recommended for 
acceptance—pamely, those which had been approved of by Prof. 
Kennedy—and the committee of the whole house adopted the recom- 


mendation of the Lighting Committee, and decided to act on it 


without delay. They submitted the following recommendations for 
the approva of the Council :—That the tender of the Callender Cable 
and Construction Company, for the supply and laying down of con- 
centric cables, be accepted for the sum of £12,505 13s 2d., the com- 
pany binding themselves to maintain the whole of the concentric 
mains, together with the boxes and accessories as supplied and laid 


by them for a period of 12 months free of cost to the Oorporation. 


That the offer of the same firm to maintain the cables for a further | 


po 10 years, on consideration of an annual payment to them by 


that new cables should be put in, 
that the contractors should be to go on with the work with all 
speed, so that the contract would be completed for the coming winter 


A committee of the whole house had considered tbe _ 


u. üb 
should get the best cables that could possibly be got, and that they 


should c st the lowest ble price. They a for tenders, and 
the result of their deli „ 


accepted. 

this oompany were the best possible value that could be obtained for 
the citizens of Dublin. Furthermore, he was informed that these 
were the cables which the Board of Trade would require to be used 
in Dublin, because the en 
had called on Prof. Kennedy, and told him that these concentric 
cables of the Oallender ty rud should be used, and he even went 
РО far as to say that this would be one of the conditions which the 
Local Government Board here would put on the 
they allowed them any loans. He moved: That the tender of the 

lender Oable and Construction Company, for the supply and 
laying down of concentric cables, be accepted for the sum o 
13s. 2d., the company binding themselves to maintain the whole of 
the concentric mains, together with the boxes and accessories as sup- 


g an increase of nearly 57 рег cent. There are now about 50 


118. 1d. In the year’s ex 
` Phe Committee advised the reduction of c 


poses. 
' 41,000 was far too large to devote to a 
. - were then adopted. 


plied and laid by them for а period of 12}months ifree of cost to the 

ration.. That the offer of the same firm to maintain the sables 
for a further period of 10 years, on consideration of au annnal pay- 
ment to them by the Corporation at the rate of 108. per £100, or 
4 per cent. on the invoiced value of the work, be also accepted ; and 
that the law agent be instructed to prepare the necessary contract.” 
The Callender Oompany, Alderman Meade continued, had .under- 
taken to oomplete the work within 18 weeks, while none of the other 
oo who tendered would engage to complete it within 26 
w The question of time in this matter would mean a great deal 
to the Corporation and the citizens.—Alderman Sir Robert Sexton, 
in seconding the motion, referred to the saving of time as a most 
important matter. Although there was a lower tender than that of 


: the Callender Company, the raving of time would considerably make 


пр for the differance of cost.—The resolution was unanimously 
opted.—Alderman Meade them moved that the tender of Mesers. 
Johnson & Phillips for transformers, amounting to 22.996, with the 
addition of £100 approximately for cartage and fitting up, be 
accepted. The firm guaranteed delivery within a specified time. 
The resolution was carried. 


Duudee.— At last week's Town Council meeting 
Treasurer Ritchie submitted the annual report of the gas and elec- 
tricity departments. In regard to the electricity accounts, the 
estimated revenue was £6,000; the actual, £5,269 136. 8d.; loaving a 
surplus of £269 13s. 81. The estimated expenditure was £5,284 
бг. 7d., the actual being £4,941 9s. 5d., showing a gain of £342 

the balance of ineome over 


9d. mentioned, less of £381 Ge. 7d tbe remaining balance 
4s. men i а „the i 

due to the gas 55 amounts to £7,553 178. 8d., and the 

expenditure £7,039 6s. 7d., showing an estimated surplus of 2514 

penditure provision hae been made for a 

eontribution of £1,000 towards the formation of a contingent fund. 

barges for current from 

44d. to 4d. per anit for lighting, and 24d. per unit for motor. pur- 

^ The accounts were criticised by Mr. Brownlee, who thought 

contingent fund, and they 


Ealing.—In further referenoe to the alleged trouble 
among the electricity works’ staff, the Electric Lighting Committee 
бине] pot on fo abies prier into the affair last week. The 
report, which recomm -that Mr: Reeano's resignation be 
— Bush be asked to resign, and that Mr. Saunders 

be re- wes 


Epsem.—The Urban Council are now issuing a tender 
for lighting 207 public lights in their district. The advertisement is 
& formality, as company alone tender; but in the near future 
the light is ex to be altered, as the Council have purchased a 
site for e public offices, electric lighting station, &0., and have, 
, consulted an electrical engineer on the matter. 


Glasgow.—Last week at the Corporation meeting, Mr. 
Maclay, in moving the approval of the minutes of the Electricity 
Committee, stated that the Committee had now placed the contract 
for the excavation and concrete work for the electric station at Port 
Dandas, as well as the contract for the mason work at Pollokshaws. 
They were resolved to push on the erection of these works without 


delay. 
Last week the Watching and Ligh Committee recommended 
the Oorporation to have 218 gas lamp removed from streets 
which are now lighted electrically. 


Glossop.—Last week a special meeting of the Council 
was held to consider an electric lighting scheme for tbe borough. 
Captain Partington, J.P., chairman of the sub-committee, brought up 
a report which stated that the scheme submitted ‘comprised an 
electric station and works on a site adjacent to the Glossop iron 
(сара, Пош which centre. electric light would be supplied to the 
whole h. The cost of working, maintenance, rent of site, and 
the redemption and interest of the capital would amount to abont 
£1,975 per annum, and the income would be about £2,000, which 
would give a clear margin of £25 profit. The capital estimated to 
be expended is about £15,000. Capt. thought they were 
not jastified in spending the money until they were sure they would 
have enough consumers. It was resolved to adjourn the matter until 
a ыйы шы MM meantime, a canvass is being made of the 


Godalming.—The Local Government Board has refused 
siecle lighting 8 
e As there was m e 
rino ia vate Ша е Вага ong it waa doni whee 
it cou rem ve, OF even u ; 0 у 
view of the smallness of the compulsory ares. The Panail has yet 
to consider the letter, but the Mayor has expressed an opinion that a 
poll of the residents will be taken. 


Hastings.—After going fully into the matter of the 


a tment of an electrical expert to report u the Hastings 
lectric ht Oompany’s undertaking, the Public Lighting Oom- 
mittee with their to appoint Mr, Grenville, and recom- 


mended that Prof. Hy. Ro be appointed to make tke report. 
This was agreed to by the Oóuncil by 19 votes to 1. The Council 
basapproved of the company's proposals to extend mains in a number 
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Keith.—The Aultmore-Glenlivet Company, Keith, have 
just decided to introduce the electric light at their fine new distillery 
at : Paraffin is used or Henting latte ^ at ре r^ ка 
desi being unsatisfactory so far as the s concerned, is 
highly. dangerous when the inflammable nature of many parts of the 
distillery are considered. 


Kensington.—The Veetry last week had a discussion on 
electrical matters, and appointed a Committee to consider the report 
of the Select Parliamentary Committee. The Vestry has allowed 
the House-to-House Electric Light Company to erect a trial arc lamp 
in Kensington Road. 


Killarney.—The Killarney Union i& unable to find ont 
what profit is being made by the Killarney Electric Lighting Com- 
pany. The matter was discussed last week, and a resolution was 
passed drawing the attention of various Members of Parliament and 
others to the question. 


Leeds.—The Bill to confirm the provisional orders 
granted by the Local Government Board to the Corporation of Leeds 
for power to create sufficient stock to acquire the undertaking cf tha 
Yorkshire House-to-House Electricity Oompeny having been referred 
to a Select Committee, objection bas been taken, on bekalf of the 
Corporation, to the right of the electricity company to be heard 
before the Committee. The question will, therefore, have to be 
decided by the Court of Referees. 


Leith,—The work of laying mains is being rapidly pro- 
ceeded with. A sub-committee bas been planning the positions for 
the public lamps. Brackets will be used in Kirkgate. 


Liverpool.—The Corporation Bill was before the Parlia- 
mentary Committee last week, and the clause asking for power to borrow 
£200,000 for electric lighting , The Town Clerk pointed out 
that under the Electric Lighting Act and a provisional order, they 
were under certain conditions obliged to give а supply to anybody in 
Liverpool who was entitled to receive it, and to give it up to the 
required quantity. They could not do that without spending capital, 
and they could not spend capital without the sanction of the Local 
Government B-ard.—Replying to Mr. Hutton, Mr. Fitzgerald and 
the witness said there were precedents for this clause.—The Town 
Clerk, answering Mr. Fitzgerald, said it would not be possible to 
submit a detailed estimate for electric lighting purposes, because in 
such matters as mains they never knew where they were from day to 
day.—Mr. Fitzzerald said what was proposed was exactly what was 
done in Bills relsting to gas and water undertakings; they produced 
a lump and not a detailed estimate. At the present time the Cor- 
poration had only £556.355 authorised borrowing powera, and, witb 
the estimated capital expenditure of the present year, the expendi- 
ture would be £660,355, and further capital powers were therefore 
very necessary.—The Chairman intimated that the committee were 
by a majority against, giving the power sought by the clause.—Mr. 
Fitzzerald asked the committee to give the Corporation sufficient 
powers, af any rate, to carry them over the present year.— After con- 
sultation with hie colleagues, the Chairman announced that the 
letting could not grant the powers which related to electric 

g. 


. Ulandrindod Wells,—The electric light company at 
Llandrindod Wells want to put up a chimney stack at their works, but 
the Llandrindod Urban Council are not quite agreeable, for fear an 


impression ma abroad that there is a manufactory at Llan- 
eraded. Eet 


Provisional Order, when the committee is 
reached, has been deposited in the Private Bill Office of the Houte 


London.—At yesterday's meeting of the City Corporation, 
Mr. Brooke Hitching was to move in favour of a reference to the 
Streets Committee (or to а special electric light committee of 12 
members) “to consider and report as to the desirability of approach- 
ing the directors of the City of London Electric 8 


у. 

At а recent meeting of the St. George's, Hanover Square, 
that a special committee of 
12 members be appoin to consider the best means of 
lighting the parish by electricity, and to approach the Electric Light 

Corporations. A speaker said that the ratepayers had lost a 
rtunity cf making a good profit for themselves in allowing 
vate companies to get а footing in the parish. The committee 
appointed includes Lord Hobhouse, Col. the Hon. Н. Legge, Mr В. C. 

Antrobus, L. O. O., and Messrs. Bradford & Macdonald. 


Long Eaton.—A town’s meeting has requested the 
Council to oppose the Bill of the General Power Distributing Com- 
pany, and stated that the town ought to have a municipal plant. 


Lowestoft.—At the last Council meetirg the Electric 
Lighting Committee reported that а letter dated April 26th was 
received from Н. В. Foster, Esq., M. P., stating that he had а long 


talk with Mr. Ritchie on the subject of the electric lighting provi- 
sional order, and that the Board of Trade say that the undertakers, 
in their opinion, have the power alresdy (empowering the Corporation 
to supply electrical fittings and fixtures, &с.) under the 1882 Act. 
But il they bave not, the Board of Trade advise Mr. Ritchie that the 
Board of Trade bave not the power to give it them by a provisional 
order. They deny that a meter is a fitting, or in any way analogous, 
and he thought that the wisest thing is to accept the decision and 
act upon the advice of the Board of Trade and exercise the power. 
Tbe Town Olerk reported that he had approved the draft order as 
altered by the Board of Trade, and had received the bill confirming 
the order. | 


Mansion Lighting.—Moor Hall, Kidderminster, has been 
fitted throughout for electric lighting. A gas engine and dynamo 
have been pnt down in an outbuilding. A battery of accumulators 
is placed in а cellar. There are over 220 lights fitted, some of the 
fine old gas and other fittings being utilised. The work was done by 
Messrs. Whittaker Bros. 


Mexborough.—The District Council has appointed a 
committee to go into the electricity supply question. 


Morecambe,—T here is much disappointment at the delay 
which bas arisen in carrying out the contract for the installation of 
electric light. At last week's meeting of the District Council it was 
resolved to approve the Electric Lighting Committee’s recommenda- 


-tion “that Messrs. Thomas Parker, Limited, be allowed to deliver the 


steam dynamos and exciter, which Mr. Parkinson has tested, and 
which be has reported as not being in accordance with the contract, 
subject, however, to the question of compensation standing over.” 
The Local Government Board bas sanctioned the loan of £8,821 for 
electric light purposes, being the sum of £10,000 applied for, less a 
deduction of £1,144 10s., the sum awarded to the 
of defective cables, and £34 10s. for articles not forthooming in con- 
nection with the purchase of the portion of the plant of the More- 
cambe Electric Light and Power Oompany, Limited, for which the 
Local Government Board sanctioned a loan of £8,900 on September 
20th, 1897. Mr. Parkinson, the electrical engineer, has been autho-- 
rised to en the necessary additional staff, including assistant 
electrical engineer, engineer and switchboard hand, engine driver, 
battery man for three sub-stations, two trimmers, fireman, and 
labourer. At the Council meeting Councillor John Brown said they 
had got the first set of engines at the works, and the resident engi- 
min ng being ready last Monday to switch on to the atc lights 
on t . 


New Brompton.—In the High Street of New Brompton 
standards have been erected for the purpose of supplying the streets 
with electric light; but up to the present the electric light has not 
permanently appeared. It is stated that the present lamps are not 

uite suitable for street lighting, but that others will shortly take 
their place, and then the full light will appear. 


Newceastle.— Last week Mr. Colamb and Dr. Hopkinron 
paid a visit to Newcastle to inspect the district, and to take notes for 
the pu of their reports on cable and electric traction. Dr. Hop- 
kinson is stated to have thought that the Corporation ground in City 
Road would sufüce for one power station to supply current for the 
whole of the lines, and plant for 5,000 H.P. could be installed there 


Newport (LW.)—An application from Edmundson’s 
Electricity Corporation, asking the Oouncil to sanction application 
for a provisional order on condition that they supply current for 


lighting the streets and public buildings at 4d. unit, has been 
ref to the Finance Committee. ES 


Newington.—According to our contemporary, the Con- 
tract Journal, the following tenders were submitted for the supply 
and erection of engines, dynamos, and public lighting plant at the 
new electric lighting station in Penrose Street for the Vestry of Bt. 
Mary, Newington :— 


Sharp & Piper i s T T Р is £9,575 
Siemens Bros. & Co., Limited .. “+ vs ky .. 9,875 
Brush Electric Company.. к m i г .. 9,090 
Johnson & Phillips. T ja - x "m .. 8,975 
Crompton & Co. А ja s vs Чы .. 8,802 
Fowler & Co., one section only.. 6,200 


The tender of Messrs. Johnson & Phillips is recommended for aocept- 
ance. 


Northwich.—Applications for current are coming in во 
well that the supply company is about to make further extensions. 
One main, threcequarters of a mile long, is to be laid to supply Tae 
Brockhurst," Sir Joseph Virdin's residence. The Guardians ded 
on Saturday last to light the workhouse, and Messrs. Ames, Garrard 
and Oo. have been asked to prepare a specification for the work. 
Feeder are to be laid from the electricity works to the Bull 
Ring, a distance of a mile. The supply company has now ranning 
two 100-B.H.P. Crossley engines, two 60-kilowatt dynamos, and one 
19-kilowatt balancer, by Messrs. Laurence Scott & Oo., Limited, with a 
200 am hour battery by the Chloride Syndicate, Limited. Lamps 
equi & to 2,000 of 8-C.P. have been applied for, and about 2,050 
connected to the mains. 


Petersfield.—The District Council decided, at its 
meeting on 16th inst., b7 six votes to two (both of the latter being 
votes of directors of the local gas company, who urged the Council to 
await the result of the new incandescent gas burner), to instruct Mr. 
А. Н. Preece, of Westminster, to furnish a report as to the practic- 
ability and cost of an electric lighting scheme. | 
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Plumstead.—The Vestry has informed the Woolwich 
District Electric Light Company that it has decided to oppose any 
тн for a provisional order to extend their supply to Plum- 
8 : 


Poplar.—The Board of Guardians do not agree to hold 
back their electric lighting scheme until the Poplar District Board of 


Жош undertaking is put down. We ref to this matter last 
week. 


Portsmouth.—The principal business at last week's 
Council meeting was the presentation by Alderman G. Ellis, chair- 
man of the Electric Lighting Committee, of the balance-sheet and 
revenue accounts for the year ending March 31st last. The receipts 
were as follows :—Private consumers, £10,833 16s. 3d. ; public light- 
ing, £4,645 19s. 2d.; sales by contract, £144 33. 1d.; meter rents, &c., 
£641 4s. 6d.; total receipts, £16,265 3s. On the other side, the 
expenditure has been :—Generation of electricity, £5,309 10s. 5d.; 
distribution ditto, £1,006 15s. 7d.; repairs and renewals, £1,454 
2s. 6d.; rents, rates, and taxes, £397 28.; management expenses, 
£1,177 18s. 11d.; law charges, £11 15s. 4d.; interest on overdraft, 
£112 98.; total expenditure, £9,469 13s. 91. This leaves a gross 
profit of £6,795 94. 3d. оп the year's working. Of tbis sum £6,750 is 
carried to net revenue, leaving a balance of £45 98. 3d. to be carried 
forward to next year's working. Out of the £6,750, the Committee 
have paid £3,180 19s. 4d. for interest on borrowed capital, and 
£2,793 13s. 7d. towards redemption of loans, leaving the sum of £776 
to the good. With regard to the capital account, the total amount 
sanctioned to be borrowed is £142,000. Of this sum £119,651 has 
already been borrowed, leaving a sum of £22,349 yet to be called up. 
Ont of this gross sum of £119,651 already borrowed, there bas been 
expended £112,174 7s. 10d., which has been disbursed as follows :— 
Land and building, £14,009 15s. 6d.; machinery, mains, meters, 

ormers, &., £95,620 18s.'5d.; engineers’ commission, £2,196 
5e.; furniture expenses, &c., £347 8s. 114.; total, £112,174 7s. 10d. 
Alderman Ellis, in moving the report, said that he was disappointed 
with the revenue made. In the first part of the year they would 
remember that permission was given to reduce the price of the cur- 
rent jd. per unit, and the Committee felt that they would bave a 
large infiux of customers, which would more than compensate. The 
customers did come, by dozens and by hundreds, but unfortunatel 
for them and for the nation, the strike and lock-out upset ail 
their plans, and prevented them teking any customers on up till 
January ist of this year. To show them that they would have pro- 
gressed, he would mention that from January lst up to that morning 
the increase of lights amounted to 5,872. rides one of these might 
have been joined up last year had they had the plant. But there was 
another point. en they reduced their price, they practically 
brought their revenue down to 32d. per unit sold, because they sold 
the units for street lighting at a much smaller price than that paid 
by the ordinary consumer. Portsmouth was almost the lowest in 
the whole of the United Kingdom, and he thought it must be very 
satisfactory to the inhabitants to know that while they were making 
a profit of £6,795 gross, they charged as low as or lower than any 
er town in the United Kingdom. What had they done with the 
profit? There were the extraordinary charges due to the lock-out, 
£654 for replacing the arc mains in the town, which were not strong 
enough, £112 interest on bank charges, £3,180 interest on the loan, 
and £2,793 for the sinking fund. There was a net profit of £820 
16s. 4d. During the past few weeks they had had a good deal of 


y and paid £2 for every pound pai d 
an 
the Local Government had permitted them to um dicione 
for 42 years. That was not the case in Portsmouth. They bad 
borrowed the money for engines for 15 years only. And if anyone 
said that the engines would be worn out in 15 years, and would have 
to be replaced by new ones, he did not know anything about it. I¢ 
was 5 provide a sinking fund of any dimensions for 
renewals. To them to dy in 15 years the sinking fund and 
interest, and to hand to the Council on that date a sum equivalent to 
She sam equal to rebuild the whole thing again, would be monstrously 
hard on this generation, and would be totally unnecessary. It was 
the consensus of opinion throughout the country that there was no 
necessity for а renewal fund sufficient to replace the machinery. 
They were quite at liberty st the end of the 15 years to re-borrow 
the money, and allow the on of that date to pay their own 
charges for their own benefits. He moved the adoption of the 
balance-sheet. After discussion the report was adopted. 


Rhyl.—Mr. H. W. Buddicomb, Penbedw Hall, Nan- 
nerch (N. W.) has written to the District Council that he 
noticed that at most seaside and holiday resorts the authorities were 
adopting the electric light for publio lighting p and he asked, 
in the event of the Council not having powers al their own for sup- 
plying electric light, whether they would approve of an application by 

m forsuch powers, and agree to take electric light for illuminating 
the sea front. He also asked their consent to an application for lay- 
ing down a system of electric tramways. The letter was referred to 
the Road Committee for consideration and report. 


Russia.—A company has just been formed in St. 
Pete „with a capital of six million roubles, to be known as the 
Russian Union Electrical Company. The new concern will acquire 


and take over the central electric lighting station in the town of 
Riga, and also propose to establish similar stations in other Russian 
towns. 

Salbarn.—Last week the Urban Council had before it 
the report of Mr. Burstall (Burstall & Monkhouse), re electric 
lighting. It is ted out in the report that Baltburn is smaller in 
area acd population than any town in which a public electric 
lighting installation is already at work, aud it was therefore difficult 
to estimate the number of lamps required. For a specified area in 
the first year there might be a demand for 1,800 8-C.P. lamps, and in 
the second year 2,500 to 3,000. He advises, as suitable for a site, 


land lying to the west of the Whitby branch railway. Low tension 


continuous current system, with 250 volts at consumere’ terminals, is 
recommended. The dynamos would be driven by 50-H.P. steam 
engine. The utilisation of water-power at Marske mill is out of the 
question. Capital expenditure is estimated as followe: —Generating 
plant at station, £3,200; buildings, £1,500; mains and fixings, 
£2,500; public lighting, £500; meters and other apparatus, £250; 
legal and professional charges, £1,000; total £7,000, plus cost of 
land; 7d. per anit would be charged for current and public lighting 
at 34d. per unit. The total income is pat at £834 per annum, work- 
ing expenses, £573; gross prodt, £261. Interest and sinking fund 
would cost £460 for the first year, leaving a deficit of £19J. The 
matter is to be laid before the ratepayers, who are to vote upon it. 
A provisional order will be applied for in November. 


Shoreditch.—The Lighting Committee reported at the 
Vestry meeting on Tuesday evening that Mr. H. E. Kershaw had been 
re-appointed chairman of the committee. The committeg., had bad 
under consideration the correspondence between the chief electrical 
engineer and the contractors, on the subject of the automatic gear to 
the Willans engines, which had not proved to be satisfactory, and which 
the contractors had agreed to take back. At the suggestion of the 
committee the Vestry approved the return of the gear as sanctioned 
by the consulting engineers. Mr. Kershaw, chairman of the oom- 
mittee, in moving the adoption of certain alterations in the charges 
for electric current, stated that the reductions amounted to 25 
cent. to the average customer. The chief electrical engineer . 
Russell) had submitted to the committee an estimate of the liabilities 
and income for the next 12 months. That estimate was based upon 
the reduoed rates, and showed that they would have a substantial 
surplus of income over expenditure to the extent of over £4,000. 
Thus the committee, who were practically unanimous on the reduc- 
tions, were justified in asking the Vestry to approve the projected 
new charges. Among other the committee proposed to 
reduce the charge for current from 6d. to 5d. per unit for the first 
two hours, and bo 2d. afterwards, whilst consumers would have the 
option of being charged a fixed rate of 44d. per unit. It was also 


intended to abolish meter rentals, to reduce the charge for public 


lighting from 5d. to 34d. per unit, and the charge for current for 
motive power p to 2d. per unit for all hours, all alterations 
commen on the 26th inst. Mr. Winkler moved that the pro- 
роза1в should stand over for two months; bat after some discussion, 
the Vestry adopted the various recommendations made to effect the 
alterations in the scale of c Оа the motion of Mr. Kershaw, 
the Vestry Clerk was instru to supply the members with 

of the report of the Parliamentary Committee on the supply of elec- 
trical energy, in order that the Vestry might consider what action 
should ba taken in the matter of opposing the clauses in that report. 


Shrewsbury.—The Council has authorised the Town 
Olerk to make application to the Local Government Board for sanc- 
tion to the of a loan of £35,000 to complete the purchase of 
the pr lero pe of the Shropshire Electric Light and Power Com- 

у, 

Pr The Board of Trade have issued co of the new provisional 
order, which they have just for ed to the Oorporation of 
Shrewsbury, authorising them to supply electricity. throughout the 
area of their borough. É | с. 


South Africa.—The electrical engineer of the Bulawayo 
Blectric Light Oompany (Mr. J. H. le), has lately been on a 
tour in the southern colonies, and had inspected the electric lighting 
plants in the various towns. Those at Jobannesburg and Darban 
struck him as being the most up-to-date installations. They were 
both high tension alternating, the same as at Bulawayo. The only 
piant иш кокыт мао ны сара сови, лн was at least 

ve years old, and had given trouble from the day it started. He 
considered that at Bulawayo they had a thoronghly efficient and up- 
to-date installation. It is in to note that the maximum 
charge for house lighting is 2e. 6d. per unit for small consumers, 
reducible to 2s. for de consumers, churches, Government buildings, 
&o., pay 1s. 7d. per unit. | 


Stockport.— Mr. A. J. H. Carter, late clerk of works, 
and chief assistant r for the Brighton Corporation, has been 
appointed clerk of works for the electric light installation in course of 
оца at Stockport. There were 54 applicants for the appoint- 
men : 

St. Paucras.—The Electric Lighting Commitee. reported 
at the Vestry meeting on Wednesday, that they had instructed the 
chief electrical to make ex ts with a view to the 
utilisation of the surplus steam from the refuse destructor for the 
purpose of driving the electric light engines. Mr. Sydney W. Baynes, 
the engineer, had carried out & number of tests, but owing to the 
irregularity in the supply of the steam, it was not possible to depend 
upon it for the particular purpose in question. It had therefore 
been decided to abandon the idea of utilising the steam for electric. 
lighting purposes. The report was passed without comment. It 
was resolved that the Vestry should be represented on the Municipal 
Electrical Association. 
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—'The District Council will 
not allow the Balf on to supply electrio current to 
Swinton Cottage, Swinton , but the Council will be itself going 
into the matter of electric lighting shortly. 


Taunton .—The Electric Light Committee has re 
па, век total connections made during May were equivalent to 633 


Teddington.—The Dietrict Council has agreed to confer 
with the Twickenham Oouncil before coming to any decision regard- 
ing the proposal of Edmundson’s Electricity Corporation to form а 
company for lighting the two districts. ra 


Towyn and Aberdover.—A Colwyn Bay resident recently 
offered to prepare a scheme and estimates for electric lighting, and 
the District Council referred the matter to a committee. 


Walsall.—The Midland Electric Corporation for Power 
Distribution has notified its intention to omit Walsall from ite pro- 
posed area of supply. 

A tender has been accepted for laying the foundations for the new 
engine and dynamo at the generating station. 


Winchester.—The works of the Winchester Electric 
Light and Power Oompany are now completed. They will be 
formally opened on the 30th inst., and invitations have been issued. 


Swinton and Pendieb 
ord 


v 


ELECTRIC TRACTION AND MOTIVE 
POWER NOTES. 


Barking.—The engineer bas submitted to the District 
Council plans, estimates, and report, upon bis scheme of light 
from to Beckton, and has attended before the 
Lighting Committee to explain details. The committee had re- 
tolved that such soheme be approved, and that the clerk supply a 
copy of such estimate and report, as well as of the draft order and 
book of reference, to each member of the Council. It was resol 
that Mr. W. C. C. ahg be appointed electrical engineer, to act 
in conjunction with Mr. Barker, in connection with the light railwa 
scheme, upon terms to be subsequently arranged. The Light — 
way Commissioners have noti that they will hold an inquiry on 


the 23rd inst. 
Blackpool and Fleetwood.— The Board of Trade ins 
tion of the new electric tramroad connecting Fleetwood and - 


pool was expected to take place this week. Open cars will be used 
uring the summer months, and already several trial runs with these 
have been made, the distance between Uncle Tom's Oabin, Blackpool, 
end the centre of Fleetwood being covered in 23 minutes. 


Bristol.— Last week in the Oommons the Bristol Tram- 
ways (Electrical Power, &c.), and the Bristol Tramways (Extensions) 
Bills were read а third time. — 


to the p electric trams now that Parliament had granted the 
powers for by the on. After discussion it was decided 
that further could be done in the matter of the proposed 
trams until the question of overhead wires v. conduit system had 


been settled. А deputation will shortly report on the question. 


The City and South London Railway.—According to 
the ел consequence of representations from Mr. Austin, the 


Presi of the Board of Trade has ised to make inquiries 
concerning the alleged overcrowding on City and South London 
Electric way. At the same time steps will be taken to ascertain 


whether there is any foundation for the complaint that insufficient 


means of ingress and exit are provided for passengers at the King 
William Serset and Stockwell stations on the Lald line. 


Enfield.—Mr. B. Godfray, eolicitor, and Mr. J. W. Ran- 
some, engineer, appeared before a committes of the District Council 
last week, representiog 5 which is promoting the light 
electric railway scheme ( trolley) for this and the surround- 
ing district. It is stated that the Light Railway Commissioners will 
hold an inquiry on July 13th. It has been decided at prerent to 
roceed with only the running from Wood Green to Enfield, 
rom Wood Green to Tottenham, and from Enfield to a junction 
with the lines of the North Metropolitan Tramways Company in 
Hertford Road. | 


Gilling ham.—At the fortnightly meeting of the Gilling- 
ham Urban District Council (16th inst.) the question of electric trame 
was again discussed, and the clerk (Mr. F. C. Bowlen) reported the 
favourable result of the a:journed inquiry held by the Light Railways 
Commissioners as to a scheme for light railways in the district. 


Glasgow.—The general manager of the Tramways De- 
partment (Mr. John Young), last week submitted to the Tramways 
Committee a statement of the revenue and expenditure account for 
the year ending May 318, subject to final audit. Though these 
figures have no direct connection with electric traction, they will be 
interesting in view of the great attention which electrical men have 
been and will be giving to the Corporation trams here. The etate- 
ment showed that the gross revenue amounted to £394,111 123., and 
the working expenses to £293,594 lis. 9d., leaving a balance of 


£100,517 0s. 3d as compared with £84,596 3s. 1d. for the preceding 
year. The fixed ch such as rent of Govan lines, interest on 
capital, statutory sinking fund, and psyment of £9,000 to the 
Common Good, amoun to £38,465 Os. 9d., leaving a balance of 
£62,051 193. 6d., to be deducted for depreciation and to be added to 
the renewal and general reserve funds. The total number of passen- 
gers carried during the year was 106,864,437, as comp with 
98,966,658 for the preceding year, 86,462,594 for the yaar ending 
May 31st, 1896, and 57,104,647 for the first 11 months endiog 
May 31st, 1895. The balance of revenue, after deducting working 
expenses, was £84,696 3s. 14. for year ending Мау 31st, 1897, 
£83,267 7e. 11d. for year ending May 31st, 1896, and 295,699 3s. 3d. 
for 11 months ending May 31st, 1895. 


The Great Northern and City Railway.—We under- 
stand that the compavy has succeeded in effecting va ena 
with all the opponents to the Bill of the present session. This Bill 


will now pass as an unopposed measure through its remaining stages 
in the House of Commons. 


Greenock.—The Greenock and Port-Glasgow Tramways 
Company are contemplating the introduction of electric traction on 
the tramway system. The present lease is almost expired, and it is 
stated that, should it be renewed, application will be made for 
Parliamentary powers. 


Harrogate.—The Town Council last week had a discussion 
with reference to the proposed light tramways from Harrogate to 
Knaresborough, and it was resolved that the decision of the com- 
mittee averse to the scheme be endorsed, Harrogate not being adapted 
for tramways. _ 


Hendon.—The committee appointed by the District 
Council to consider the project of the don, Edgware, Hendon and 
Barnet Light Railway has reported that the promotere propose to 
construct a line along the Edgware Road to the Old Oh , Edgware. 
The gauge would be 4 feet 8} inches wide—double in parta—and 
presumably with poles in the centre of the road for carrying overhead 
wires. It was proposed to acquire three acres of land adjoining 
Edgware Ohurchyard for works. The promoters uoderstood to carry 
passengers, cattle, stone, minerals, fish, &c., the rates to be subject to 
revision triennially. The committee came to the conclusion that 
although better means of communication were required, they did not 
consider the p scheme was the best for the purpose. The 
District Council adopted the report. 


Johnstone.— The British Electric Traction Company 
have laid several communications before the Town Council relative 
to connecting Johnstone with the proposed tramway to Glasgow. 
Provost Thomson said he would gre the proposed tramways the 
moet uncompromising opposition. The Council has agreed to meet 
with the representatives of the company with a view of receiving 
information re the proposals. 


Light Railways and Tramways.—In the House of 
Commons last week, reply to Mr. Hazell, Mr. Ritchie ssid: There 
is nothing in the Light Railway Act to prevent the consideration of 
light railway schemes in urban districte. The Light Railway Com- 
missioners and the Board of Trade have ample powers to im on 
promoters as a condition precedent to entertaining an application 
powers of purchase as large as those defined in the Tramways Act of 
1870. The Light Railway Commiseioners have the scheme promoted 


by the litan Tramways|and Omnibus Compeny, Limited, 
under consideration, but, as they bave an in dent jarisdioction, I 
take with regard to 


кшз position to say what steps they 


Limerick.—A committee of the whole house of the Cor- 
pomor last week had tho following items under consideration :— 

lectric trams, &c.—Letters from (1) H. Bickerdike, Montreal, pro- 
posing to introduce the “ American electric trolley system ” into the 
city, on terms to be 5 (2) Mr. J. E. Palmer, Ballybrack, 
Oo. Dublin, applying for a з for 150 years of the sole right to 
construct, equip, maintain, and work electric tramways in the city, 
and proposing certain routes for which the lease is asked ; and (3) 
M. Zeits, Hamburg, offering to supply cars, completely fitted out, for 
the overhead system of electric traffic. Ia connection with above to 
шше advertisement of the Limerick Electric Tramways Company, 


Liverpool.—The laying of the rails for the experimental 
electric line from Castle Btreet to the Dingle is on the eve of com- 
pletion, and the cars will soon be given a trial. 


London United Tramways Bill.—On Friday last this 
Bill was again before the Select Committee of the House of 
Commons. Evidence against the Bill was given on behalf of the 
Middlesex County Council, and by Mr. J. W. Benn on behalf of the 
London County Council. Mr. Benn said that the L.0.0. most 
heartily joined with the Hammersmith Vestry in opposing the 
attempt to take away from a local authority the right of veto 
conferred upon it by Parliament. Under the Tramways Act of 1870 
it was provided that local authorities should have power to purchase 
the lines at the expiration of 21 years. In the case of the London 
County Council that period had been modified in several instances, so 
that the lines should become purchaseable about the same time. In 
1890, 43 miles came uader the purchase clause. Since then the 
London Oounty Council had become the owners of about 68 miles out 
of the 114 miles which would become purchaseable under the Act. 
The London County Council were very anxious that any form of 
traction adopted should, as far as possible, accord with the system 
which it was hoped presently to determine upon as the best. was 
very desirable that the veto should be maintained especially in the 
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сале of the London County Council, which would presently be ground 
landlord so to » of the complete tramway system of London. 
In three cases the Council had given its consent to the use of elec- 
tricity on London lines. In his opinion, it would be a very serious 

ing to allow a tramway company to erect a generating station and 
supply electricity in bulk except under the same regulation which 
applied to electric lighting companies. 

On Monday, when the consideration of the Bill was resumed, Mr. 
J. W. Benn, chairman of the Highways Committee of the London 
County Council, said the scheme of the company was excellent, but 
the promoters ought to sacrifice a little in order to meet the wishes 
of the county of London.—Mr. Pope, in addressing the committee on 
behalf of the London сш Council, said the object of the County 
Council was not to impede the growth of electrical tramways, but to 

its authority over such undertakings within the county of 

don.— Mr. Littler, replying on behalf of the promoters, said the 

were quite prepared to leave the question as to whether the 7 
or the conduit system should be applied to King Street west to the 
decision of the Board of Trade, and, inconvenient as it would be tọ 
have a part overbead and part culvert system, they were quite willing 
to work the small portion of the proposed line within the county of 
London by the latter method. In America, electric tramways on the 
overhead system had increased from 1,200 miles to 14,000 miles, 
whilst the mileage on the culvert system had decreased. Counsel 
read гереп оп the trolley system from Belfast, Glasgow, Sheffield, 
Birk nbead, Liverpool, chester, and Dublin to show that the 
consensus of opinion was greatly in favour of the overhead system as 
орровей to the culvert system.—The committee decided, according to 

е Times report, that the preamble of the Bill with regard to 
tramways No. 6 and 7 (tbe Boston Road and the Kew Bridge to 
Hounslow sections) was proved, but did not impose upon the pro- 
moters any condition as to simultaneous construction. The committee 
were of sf Stare that the preamble was not proved with regard to 
tramway No. 8 (the Ealing section), and were further of opinion that 
& sufficient case had not been made out for overriding the principle 
laid down by Parliament requiring the consent of the local authority, 
and therefore Clause 27 (repealing the veto) must come out of the 
Bill. The committee were strongly of opinion that the congested 
state of London made the speedy adoption of electric traction on 
tramways ; and they earnestly trusted that arrangements 
might be made between the London County Council and the pro- 
moters by which the benefits of one system or another of electrical 
traction might be secured to the public at the earliest possible date. 
With the view of enabling the prometers and the London County 
Council to discuss the matter so far as it related to the lines within 
the at of London the consideration of clauses was deferred. 

The Bill was before the Committee again on Tuesday, Mr. Earle, 
for the Middlesex County Council, urged, says the Times, that that 
body should be put on the same footing in the matter of veto as the 
London County Council, so that they could insist upon the same 
system of traction being used in Acton as was сато in the county 
of London. Mr. Coward replied that the promo‘ers had met the 
London County Council, but had not been able to arrive at an agree- 
ment, and a farther consultation had been a . The promoters 
had suggested to the County Council that the tramways which bad 
been acceded to by the committee should be worked by accumulators, 
but the Council had not yet had sufficient time to consider the 
proposal. The poe did not know whether the County Council 
would accept the suggestion or not. The chairman explained that 
the committee in giving their decision had not intended that the 
agreement to be arrived at between the County Council and the 
promoters should be embodied in a clause to be submitted to the 
committee. Their desire was merely that the parties should agree. 
Mr. Earle maintained thatthe Middlesex County Council had a right 
to be so heard, as they were the persons who, under the Act of 1588, 
had to pay the expenss of maintaining the roads. The committee 
decided not to sanction a dual authority, and therefore rejected Mr. 
Earle's application. The committee then prooeeded with the con- 
ri on of clauses. 

Our contemporary rays that the committee on Wednesday presented 
& special di al the House of Commons stating that, in their 
opinion, а sufficient case had not been made out for overriding the 
5 laid down by Parliament in the London United Tramways 

rder, 1896, which requires the consent of the London County 
Council to the use of mechanical power upon tramways in the 
County of London, and that they had, acco ly, rejected Clause 
27 (repeating existing provisions as to motive power), во far as it 
affects the ty of London; but they are strongly of opinion that 
the congested state of London makes the speedy adoption of electric 
traction on tramways necessary, and they earnestly trust that 
arrangements may be made by the London County Council with 
the London United Tramways Company whereby the benefits of one 
system or another of electric traction may be secured to the public 
at the earliest possible date. 


Manchester.—The Manchester Carriage and Tramways 
Company's Bill is to bə opposed before the House of Lord's com- 
mittee by the Manchester Corporation, the Stalybridge Corporation, 
the Eccles Corporation, Salford Corporation, Levenshulme Urban 
District Council, Moss Side Urban District Council, Stretford Urban 
District Council, Withington Urban District Council, Heaton Norris 
Urban District Council, Stockport Corporation, Aston-under-Lyne 
Corporation, Denton Urban District Council, Gorton Urban District 
Council, Failsworth Urban District Council, Oldbam Corporati’ n, 
and tbe Swinton and Pendlebury Urban District Council. The 
London and North-Western Railway Company and the Lancasbire 
and Yorkshire Railway Company have also petitioned against the 
measure. 

At a meeting of the special committee of the Corporation re tram- 
ways, held on 20th inst., a recommendation to be made to a special 


meeting of the City Council convened for Wednesday last, was 
approved. For some time past a sub-committee has been in negotia- 
tion with the various outside local anthorities in regard to the taking 
over of the tram lines in their areas by the Corporation, and the 
result was the drawing up of an agreement. By this ent the 
Corporation will next session apply to Parliament for authority to 
lease the tramways from the local authorities, and to work the 
“either with animal or „ including power, with the 
consent (hereby granted) of the! authority, to equip the tramway 
for electric traction on the overhead system, in the same manner as . 
tramways within the city of Manchester shall hereafter be equipped 
by the Corporation on that system." This application is to be sup- 

rted by the local authorities, who will give the Corporation a 

1 years’ lease at an annual rental, the Corporation to pay all local 
rates in respect of the tramways. If the terms of the lease are 
not settled by mutual agreement, the Board of Trade, or a referee 
appointed by that Board, will decide. These arrangements do not 
apply to Withington and Moss Side, where the local authorities own 
their own tramways. An endeavour is being made, however, to 
conclude arraougemente by which these lines also shall be leased to 
the Corporation. The committee has confirmed the report of the 
sub-committee, and approved of the terms of agreement. 

At Wednesday’s special Council ролен was decided to confirm 
the committee's proceedings, the lines to be reconstructed so as to be 
worked by electricity. An amendment after the words “ electric 
traction,” to substitute the words on any system which may here- 
after be decided by the Corporation," was lost. 


The Metropolitan Railway and Electric Traction.— 
The Metropolitan Railway Bill came before the Lord’s Committee on 


Wednesday. The Bill under which powers are sought for the pur- 


chase of additional land for ventilation purposes was opposed "i 
various vestries. Mr. Littler in opening the promoters’ case, sai 

there was a prospect of elec‘ric traction being adopted on the railway 
in the near future, and the promoters were now acting upon the 
report of the Board of Trade, which recommended as а temporary 
measure that a few more gs should be constructed as a satis- 
factory means of ventilation which might afterwards be useful in the 
event of the adoption of electric traction. The time had not arrived 
when it would be wise to substitute electric traction for the present 
means of locomotion, but arrangements were in process with the 
District Railway for experiments to that end. Oolonel Bell, the 
chairman of the Metropolitan Company, said that arrangements had 
been concluded with the Metropolitan District Company for the 
experiments with electricity. Sir Benjamin Baker stated that the 
electrical experiments referred to would occupy at- least 12 months. 


Paisley.—Mr. Teague, the Council's electrical engineer, 
recently submitted & report prepared by him on the proposed con- 
struction of electric tramways by the Bri'ish Electric Traction 
Company, Limited. A sub-committee was appointed to consider and 
report проп it. Ata meeting of the sub-committee the report was 
laid on the table, and it was unanimously agreed to recommend that, 
in the event of the electric tramways being constructed, the overhead 
system of traction be adopted, that in the carrying out of the 
work it should be done by the Corporation under the direction of the 
undertakers. Bailie Nicolson moved, at the Council meeting last 


week, that the minute be remitted for further consideration. The 


motion was agreed to. 


At a meeting of the sub-committee of the Renfrew County 
Couscil last week, a conference was held with several members 
of the Paisley Town Council and the Tramways Committee 
anent the proposed electric tramways between Paisley and 
Johnstone. The convener having stated the object of the con- 
ference, Councillor Goudie explained the position of the Paisley 
Town Oouncil ing the proposals of the British Electric 
Traction Company to construct electric tramways in that burgh, 
and also on Beith Road between Paisley and Jobnstone; and 
Mr. Mann having similarly explained the position of the District 
Committee, a general discussion ensued and interchange of views. 


Mr. Bellon, of the British Blectric Traction Company, afforded · 


information as to the project of the company, and in reply to queries 
by members of committee stated that in the meantime they proposed 
to lay only a single line of rails, with passing places; and in reply to 
a further question by the convener, he stated definitely that the com- 
pany would not undertake to lay a double line of rails, even on the 
road between Glasgow and Paisley, until the company were satisfied 
that their traffic could not be accommodated by a single line. The 
committee, after consideration, that the granting of the order - 
to the Traction Company should be strenuously op А 


Sheffield.—It will be remembered that the City Council 
recently instructed Mr. F. Nell, of London, to report upon the advisa- 
bility of utilising the compensation water of the city reservoirs to 

roduce electricity for traction purposes. Mr. Nell's report was 

t week before the Tramways Committee. In it he discusses the 
amount of power available at the Damflask, Rivelin, and Redmires 
reservoirs, and in the case of the first two gives the approximate 
cost of utilisation, and in regard to the latter no power could be 
obtained. The committee, atter considering the report, passed the 
following resolution:— ‘That this committee, having considered. 
the report of Mr. Nell, the expert, which confirms in all respecta the 
reports qon to this committee by the water engineer and the 
electrical engineer, is of opinion that as at present advised it is 
economically ке to utilise the compensation water at 
the disposal of the Water Committee for generating electricity for 
electric tramway traction.” 


Stoke-on-Trent.—The Board of Trade has written to the 
Town Oouncil ing the dispute existing between local authori- 
ties interested and the British Electric Traction Company as to the 
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setts to be used for paving the tramways. The company applied 
under Section 33 of the Tramways Act, 1870, for the appointment of 
a referee to settle the matter in difference. The Council has replied 
asking to be represented before such referee. 


Sarrey Light Railway.—The London United Tramways 
Company have withdrawn their application for a light railway from 
Kew to Kingston and Hampton Court over Richmond Bridge. The 
iatimation was given the Town Clerk of Richmond by letter on 
Wednesday last week. The action of the company is due to the 
amount of opposition they have met with the Richmond Corporation, 
Richmond Vestry, private owners, and large landowners, iocluding 
the Dake of Cambridge and Lord Charles Beresford, the Ham 
District Council, the Kingston Corporation, Kingston Bridge 
Commissioners, Hampton Wick District Council, and the County 
Councils of Middlesex and Surrey, the whole of the public authorities 
соу the proposed route were opposed to the order being granted. 
The withdrawal of the scheme follows but a few days the abandon- 
ment of the Bill in Parliament by the same company to carry а 
tramway with overhead electric traction over Kew Bridge, cunnecting 
Richmond with Brentford and joining the starting point of the light 
railway. 

Sunderland,—Last week the Corporation tramways depu- 
tation journeyed to the Continent to inspect tramways in various 
cities. 


Swansea.—The sub-committee on tramways has con- 
sidered whether any concession should be made to the British 
Traction Company in consideration of their widening certain etrecte, 
and proposes that the Corporation should make the same cffer as in 
the Act of 1887, and provide the £22,000 required for the purpose on 
loan at 3 per cent. interest for 30 years. The Council, after discussion, 
resolved to favourably consider the offer if the security was deemed 
by a sub-committee sufficient. 


Waterford.—The preliminary work in connection with 
the new electric tramway in the city of Waterford has not yet com- 
menced. The promoter who has got running powers from the 
Corporation is Mr. Palmer, Dublin. 


West Derby.—Messrs. F. J. Leslie & Co. submitted 
plans, &c. to the Parish Council of a light railway which their 
clients, the Lancashire Light Railway Company, Limited, were 
applying for powers to construct between Liverpool and Prescot, the 
intention b:ing to unite by & light railway or tramway worked by 
electricity the St. Helens tramway, which terminates at Prescot, with 
the Liverpool tramways. The Council was asked to support the 
suggestion as to the proposed tramway to connect St. Helens with 
. over that part of the high road commencing at the city 
boundary and going in the direction of Prescot. The Council sees no 
objection to the proposal, but has asked for fuller information. 


Yarmouth.—The Electric Lighting Committee has had a 
conference with a deputation from the Yarmouth and Gorleston 


Tramway Company with regard to the working of the tramways by 
electricity. The conference was adjourned. 


TELEGRAPH AND TELEPHONE NOTES. 


The National Telephone Company and the St, 
James’s Vestry.— With reference to the communication recently 
addressed by the National Telephone Oompany toa large number of 
their subscribers in the West End, whose telephone lines have been 
disconnected as a result of the recent fire in Heddon Street, in which 
an attempt was made to throw the responsibility for this interruption 
in the telephone service upon the St. James's Vestry, Mr. T. Н. 
Manscy, the vestry clerk, writes to the Standard, stating that the 
facts are these:—" In Marcb, 1897, the company made application 
to the V for ission to lay pipes in Regent Street in accord- 
anoe with plan submitted, to which the Vestry resolved to give their 
sanction, on condition that the company entered into the usual agree- 
ment, embodying payment of & nominal rent and power to require 
the removal of the pipes on six months’ notice. The draft agreement 
was submitted for the company's approval, but they refused to accept 
it (although they had entered into a similar one with respect to 
Piocadilly in the previous year), aud altered the draft so as to extend 
it to a general permission to lay pipes in the future. Considerable 
correspondence ensued, and when at length the draft agreement 
was returned it was discovered that the plan which was origioally 
submitted and attached to the draft had 
pany. After repeated applications, an entirely new plan was sent 
in to be attached to the agreement, when it was found that this plan 
differed very materially from that sanctioned by the Vestry, and on 
getting back the original plan this also, on examination, was proved 
to have been considerably varied since passed by the Vestry. Under 
these circumstances, the Vestry declined to proceed further in the 
matter until the company had givon a satisfactory explanation of the 
alterations which bad been made in the plans. The explanation given 
was not deemed to be satisfactory, and the Vestry accordingly, in 
July last, having regard to this fact and to the delay of the company 
in entering into the agreement, and to the great inconvenience and 
delay which would then have been caused ia the repaving of Regent 


Street, about to be commenced, by the laying of the company's pipes, 


withdrew their consent to the laying of the pipes in the thoroughfare 
in ques ion. Amended applicati ns, dealing with various parts ef the 
parish, were afterwards submitted for the Vestry's consent, but, after 


en retained by the com- . 


the experience gained, the Vestry declined to consent to the same, 
the company not making any proposals for the benefit of the rate- 
payers, and, in fact, declining to pay any material rent for the 
privilege sought." : 

It the above statements 5 the actual facts of the case, it 
would seem that the Nati Company is not going the right way to 
work to make friends. 


The New Gotland Cable—The os. H. C. Oersted 
has returned to Henley’s Telegraph Works, North Woolwich, after 
laying the new Gotland cable for the Swedish Government. This 
cable extends from Abr, in North Gotland, to the Island of Bando, 
thence to Hufvudskar, thence to the Island of Ого, and thence 
finally to Dalarö. From the cable station on the southern side of 
Ornö, an aerial line, some miles in length, is about to be built to the 
northern side of the island to connect with Dalaró, and thence by the 
existing system of aerial lines to Stockholm. One main objeot of 
the new cables just laid is to connect the various lighthouses on the 
islands in question with the Swedish mainland. It may be men- 
tioned, as an interesting fact, that telephonic communication was 
successfully established between Orné and Ahr (the cable ends at the 
intermediate stations being joined together), through some 80 knots 
of cable. The core is A SE per knot. During the cable- 
laying operations, copsiderable care had necessarily to be used in 
navigating the ship through the numerous rocky islets and shallows 
which stud the Baltic coast at this part; and some difficulty, more- 
over, was experienced from fog, but the submersion of the cable was 
effected without & hitch. The expedition was in charge of Mr. 
Theopbilus Smith, Mesars. W. T. Henley's submarine engineer, while 
Mr. J. F. Hall had control of the electrical testing and speaking 
arrangements. 


Stockport Telephones.—The Corporation has declined 
togrant to the National Telephone Со a , Limited, permission to 
lay pipes or conduits beneath certain streets of the borough for 
the purpose of placing telephone wires underground. The ground of 
refusal is that the company does not possess statutory powers, as in 


. the case of tramways and electric light undertakings. 


Telegraphic Interruptiens and Repairs :— 


CABLES. Down. Repaired. 
Brest-Bt. Pierre (Anglo, 1869) April Oth, 1898 ... e 
West Indies— 

RM QNNM м 
ole-St. Nic - 
Caimanera June 10tb, 18998. T 
Oaimanera-Santiago 


Amason Company's cable— 
Oable beyond Gurupa... June 8th, 18988. 


Orne танца ove .. Feb. 10th, 1898  ... 85 
Bolama-Bissao ss . . April 12th, 1898 .. June 21st, 1898. 


Maranham-Para eee eee ээ 17%, 1898 eee eee 
Hong Kong- Manila ... .. Мау Srd, 1898 .. ses 
Loanda-San Thomé .. June 9rd,1898 ... E 
ue June 14th, 1898 .. June 20th, 1899. 
LARDLINES. 
Trans-Oontinental 
yond Мало! dd. March 13th, 1996 ... Tm 


О Barran uilla eee Jul 4th, 1896 000 ees 
vue iren wae j -— iss Tubs 8th, 1898 .. June 17th, 1898. 


Yarmouth Telephones.—Last week the Town Council 
a resolution in favour of Бозоре control of the telephone 
service which it was said might be trebled and the cost redu 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barnet.—June 24th. The Lighting Committee want 
tenders from firms willing to undertake such installation for lightin 
the district by electricity. Particulars at the Council offices, an 


вее Official Notices June 10th. 


Belgium.—Augost 1st. The municipal authorities of 
Stavelot are inviting tenders until August 1st for the concession for 
the supply of electrical engines for lighting and power purposes іа 
the town during a period of 30 years. Tenders to be sent to 
L'Administration Communale de Stavelot (Belgium). Particulars 
frcm the Secretariat de la Ville on payment of 4 francs. 


Bethnal Green.—June 28th. The Board of Guardians 
invite tenders for supplying the necessary plant and installing the 
electric light at the new infirmary, Palestine Place. For particulars 
see our “ Official Notices” Jane 10th. 


Bootle.— Jane 28th. The Corporation wants tenders for 
the erection of an electric light station in Pine Grove. Particulars 
from the borcugh engineer, Mr. J. A. Crowther. 


(Continued on page 889.) 
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THE HALIFAX MUNICIPAL ELECTRIC active service for more than three years, 590 it is a 2 

occurrence for one to make a quiet piotest by dropping dead in 
W the street. Under such oana ikoak a ble pr would 
at once suggest itself, but it is doubtful whether such a 
Tux completion of the Halifax municipal electric tramways system would have been flexible enough, especially when 
is of special importance at the moment, because it constitutes taking into consideration the development that was likely to 
what we may fairly term the first combined lighting and occur. A suggestion was made, we believe, to have a combined 


tramway system in 
- the country in which 
the plant is entirely 
controlled by a muni- 
cipality. It is scarcely 
necessary to say that 
it is the forerunner 
-of many othera, for 
constructive work 
on similar lines is 
being carried out 
at Glasgow, Hull, 
Bradford, and Ply- 
mouth. The advan- 
tages of combined 
schemes are too well 
known to be recapitu- 
la td here, and though 
we cannot go so far 
as to say they are 
likely to show any 
startling economy, it 
is undeniable that 
some: benefit will 
accrue to the arrange- 
ment. 

Prior to the intro- 
duction into Halifax 


of the present electric lines, no system of tramways existed 
in the town, and we are not surprised. 
„down the street are phrases that have some real sig- 


“Up the street” and 


AN IMPosiNG CEREMONY. 


electric tramways, was granted last year. 
of electric tramways was entered into by the corporation, it 
was Clearly accepted that it was to be in conjunction with 


scheme of cable and 
electric line, but piece- 
meal systems are 
always best avoided, 


mort over, in spite 


of the advantages 
offered by a cable on 
Severe gradients, we 
are, after a close 
examination of the 
Halifax lines, doubt- 


.ful whether even a 


cable system would 
have given a more 
satisfactory perform- 
ance than we wit- 
nessed last week. 
We will, however, 
again return to this 
phase of the sub- 
ject; in the mean- 


‘time, we would 


observe that the 
Parliamentary Bill 
giving powers: to 
the Halifax Corpora- 
tion to ay down, 
equip, and operate 

When the shania 


nificance in Halifax. 


The 'buses that traverse some 
portions of the town require teams of five horses ; even then the 
tenure of life is so limited, that a horse is not expected to be in 


View oF TRAMWAY GENERATOR. 


the existing lighting system, and it was estimated that the 
capital cost on the alteration of the existing buildings and 
provision of additional plant would be about £8,000. It 


F 


884 


THE ELECTRICAL REVIEW. 


| Vol. 42. No. 1,074, JUNE 24, 1898. 


was also held that the cost of providing separate plant ard 
buildings would in all probability amount to £40,000, and 
there would be a proportionate increase in the cost of 
workiog. 

When we described 
the Halifax Munici- 
pal Eiectricity Works 
some three years 
ago," the principal 
features noted were 
that the system was 
a high pressure alter- 
nating one, with sub- 
station and house 
transformers. The 
plant consisted of 
three Lancashire 
boilers, fitted with 
mechanical stokers, 
while the generating 
machinery · consisted 
of three horizontal 
compound condensing 
engines, driving 
alternators by ropes. 
Two sets were of 
100 kw. each, the 
third of 50 kw., and 
though the aggregate 
kw. capacity wa3 not 
excessive, ic proved sufficient to meet the requirements of 
Halifax for some time. Since our description appeared there 
has been some considerable extensions to the plant, chief of 


Fe 
jt md 


_ öh 


CAR DESCENDING GIBBET STREET. 


i3 130 revolutions per minute. The alternator is of the 
fixed iron cored armature type, the revolving field magnets 

consisting of one winding with the poles staggered. A 

similar set is in prozess of construction, the only difference 
being in the di- 
mensions of the 
cylinders. 

The original design 
of the Halifax muni- 
cipal system paid 
great regard to the 
future expansion of 
electric lighting, and 
we need hardly point 
out that where engi- 
neers consider future 

developments, and 
arrange their build- 
ings accordingly, the 
profit earning . stage 
-1в not reached во 
early as in those 
systems which merely 
-regard the demand 
of the moment. The 
lighting system has 
not shown a profit, 
though one would 
have been made last 
year if further 
reductions in the price of electricity had not been made. 
In considering the tramway side of the undertaking 
in more detail, it will be convenient if we refer at this 


GENERAL VIEW oF GENERATING STATION. 


which is a fly-wheel alternator of 350 kw. This is driven by a 
compound vertical condensing engine of 600 I.H.P., fitted 
with Corliss valves, The dimensions of the cylinders 
are 18 inches x 35 inches x 8 feet, and the speed 


ч February Ist, 1895. 


stage to the generating plant. It would be following 
precedent to refer to the steam-raising plant first, but in this 
case no additional boilers have been necessary, the spare boiler 
which had been provided to meet the development of the 
lighting having been utilised. As we have already remarked, 
Mr. Wilmshurst, in laying down the original plant, took some 
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heed for the morrow, and the addition of the tramway plant 
has not necessitated the extension of the buildings by a single 
yard, even the present considerable increase to the lighting 
machinery being accommodated in the original building. 
Upon entering the electricity works it is not easy, at first, 
to differentiate the tramway plant from that devoted to light- 
ing, because, as will be seen by referring to the general view, 
the tramway generator and its engine are placed about the 
centre of the room, 
and is somewhat 
over-shadowed by the 


lighting plant that 
has been added during 
the past year. 

А solidly built 
generator, made by 
the Electric Con- 
struction Corpora- 
tion, driven by ropes 
is the chief feature, 
indeed, at themoment, 
the only one of the 
tramway plant. The 
generator is of the 
four- pole type, having 
an output of 220 
amperes at 500—550 
volts. The engine 
which drives this 
plant was formerly 
employed in driving 
one of the lighting 
alternators. It does not differ very materially from the 
other horizontal steam motors used in these works, the only 
alteration being the substitution of a heavier fly-wheel than 
was formerly used, the increase in weight being about 100 
percent. In one corner of the building foundations are being 
made for a motor alternator, which will act as a kind 
of intermediary 
between the lighting 
and the traction 
systems. 

This plant will 
consist of a contin- 
uons current machine, 
which will be con- 
nected by ropes to 
an alternating current 
motor. By driving 
this set from the 
alternating current 
circuits, the contin- 
uous current machine 
will be able to supply 
energy to the tram- 
way circuits; but Mr. 
Wilmshurst is relying 
on this plant to b: 
more useful than that. 
A battery of accumu- 
lators has been pro- 
vided, and it is pro- 

to MD a 
supply of electricit 
hon this to drive the 
continuous current 
machine as a motor, 
and thus reverse the 
alternator for the purpose of supplying the lighting load at 
the time of minimum demand. This is the first instance in 
this country where accumulators have been used indirectly 
to supply electricity for alternating current circuits. 
Primazih , of courae, the battery of accumulators has been 
laid down for the benefit of the tramway plant; but in 
Mr. Wilmshurst’s programme it is destined to fill a good 
many parts. 

Practically it will fulfil three functions; firstly, it will act as 
a fly-wheel to the whole system; secondly, it will run the 
whole of the tramway service during the peak of the light- 
ing load, and it will run the early morning cars; and, thirdly, 
by reversing the motor alternator, it will run the alternat- 


VIEW OF TRUCK. 


SWITCHBOARD. 


ing lights during the hours of light load. Another important 
advantage of the battery from the lighting point of 
view, is that it will be possible, in all probability, to shut 
the station down at night, which will be a novel experience 
in an alternating system. This arrangement gives some 
indication of the way in which the combination of a tram- 
way and lighting system materially helps the lighting 
side of the undertaking. The battery is made up of 270 
cells of thewell-known 
Chloride type. Each 
cell i made up of 63 
lates placed in lead 
xes, and the whole 
battery will discharge 
150 amperes for 9 
hours, 200 amperes 
for 6 hours, and 300 
amperes for 3 hours. 
A motor-driven 
booster, which adds 
150 volts to the trac- 
tion bus bare, is pro- 
vided for charging the 
battery. 


The tramway 
switchboard is placed 
in a separate room, 
much after the 
manner of the light- 
ing board. It will 
be seen from the 
illustration that as 
regards arrangement it does not differ greatly from 
other tramway boards. It is built up of a series of 
black marble panels fixed on an iron frame. It is 
essentially fireproof, and being built some distance 
from the wall, permits of easy access to the back. 
There are six panels :—(1) Feeder, (2) generator, (3) motor- 
alternator, (4) battery 
and booster, (5) 
Board of Trade, (6) 
voltmeters. An am- 
meter is provided on 
each board, and the 
feeders and generator 
panels are furnished 
with automatic 
cut-outs. The con- 
nections of the board 
are clearly shown in 
the diagram, but it 
may be observed that 
the instruments for 
testing the fall of 
potential in the rail 
are placed in a sub- 
station in the town. 
An Aron meter on 
the battery board 
indicates the charge 
and discharge of the 
battery. 

The circuit breaker 
is of the Cutter type, 
and as we have not 
previously described 
it in these columns, 
the following  des- 
cription, taken from * Modern Switchboards,” by Albert 
B. Herrick, may be interesting. The illustration shows the 
construction of this circuit breaker in side view, and in part 
section. “The main current circulates around the solenoidal 
coil, B, and tends to draw into the solenoid the movable 
plunger, c. The initial үтә of this plunger in the sole- 
noid is determined by the adjusting screw, M. When the 
current is sufficient to overcome the weight of the plunger, 
it is drawn into the coil with constantly increasing velocity, 
due to intensified magnetic action, as the polar distance or 
air space is decreased. When nearing the upward limit of 
its travel, having acquired a high momentum, it im- 
pinges upon the trigger, N, through the medium of the 
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push-pin, E. The immediate result of this is the release of 
the switch-arm by the displacement of the retaining catch, r. 
The upper projection, H, of the trigger, N, is thrust against 
the striker plate, K, thereby utilising the energy of the current 
tostart the movement of the switch arm. This movement is 
. intensified and sustained beyond the point of final rupture 
between the switch contacts by the thrust of thespring, 0, which 
is released from com- | 
pression by the initial 
action of the trigger. 
Thus the contact 
arm is thrown 
away from the con- 
tact terminal and 
the circuit is 
opened.” Auxiliary 
carbon contacts are 
provided, which pre- 
serve the metallic 
contacts from the 
deleterious effects of 
an arc. 


THE OUTSIDE WORK. 


The line at the 
present moment is 
not а lorg one, and is 
under four miles in length, but the 
gradients and curves probably make it 
the most remarkable electric line in the 
country. A consideration of the sec- 
tions of two portions of the line will 
demonstrate the natural difficulties that 
have had to be contended with in 
Halifax. We do not suppose there 
is a greater length of level track than 
100 yards in the whole system, and 
in addition to the excessive gradients there are many 
sharp curves, one or two having a radius of only 30 feet. 
The section of line which traverses Gibbet Street and High 
Road Well is most remarkable; it is 1} miles in length, 
and from one end to the other there is a rise of over 375 
feet, which  practi- 
cally gives an average 
gradient of 1 in — 
20. We give an 
illustration of the 
car standing at a 
point on the descent, 

ut it does not 
altogether demon- 
strate the severity of 
the gradient. Though 
the present lines 
are steep enough, 
_we believe the exten- 
sione, for which Par- 
liamentary sanction 
has been partially 
obtained, include 
gradients of 1 in 10, 
which is almost 
equivalent to moun- 
tain climbing. We 
believe that an off 
hand opinion, based 
on a perfunctory 
survey of the town, 
would have declared 
against an electric 
tramway system 
and it is not surprising to find that cable tramway 
men considered electricity to be impossible. The 
results have completely falsified these views, and it is 
apparent that there are few places which cannot be 
worked by electrically-propelled cars. It is not surprising 
to learn that to propel a car up one of the gradients calls 
for an expenditure of current of nearly 100 amperes, 
practically equivalent to 65 Н.Р. used continuously from end 
to end. This is to some extent counter-balanced by the cars 
being able, on the return journey, to travel from one end 


of the line to the’other without any current whatever ; 
the cars, аз a matter of fact, travelling from end to end of 
the line on the brakes. The question of brakes in a place like 
Halifax is naturally a serious one; in addition to the ordi- 


‚ nary brake operated by hand, there is a slipper brake and an 


electric emergency brake provided on the cars. The slipper 
brakes are made to rub on the surface and in the groove of 
the rail, and the wear on the inner 
surfaces of these, which is of wood, 
is so great that they require to be 
renewed every day. 

The slipper brake is operated by the 
driver through the agency of a hand 
wheel placed directly under the ordi- 
nary hand brake. It is obvious that 
the difficulties of the road call for the 
- exercise of consider- 
able skill in the 

operation of the care, 
and the Halifax Cor- 
. poration have en- 
gaged three or four 
skilled motorneers, 
who will drive the 
first series of cars 
and instruct new 
drivera. 

Although the ex- 
penditure of energy 
to drive the car is 
occasionally heavy, 
it is quite likely 
that the  consump- 
tion of current will 
not exceed one 
unit per car mile, 
owing to the 

cars travelling considerable distances without consumption 
of electric energy. CVeroit! 

The gauge of the track is 3 feet 6 inches, the raile, which 
are of the girder section, weighing 98 lbs. per yard. The 
dimensions will be seen in the sectional drawing. The 
Columbia rail bond 
is used throughout, 
and is No. 0000 
gauge *46 inch. There 
are two bonds to 
each rail, cross 
bonds being used 
every 90 feet. | 

The prinċipal 
features of this bond, 
which have been 
already alluded to in 
these columns,* con- 
sist of ‘the ends or 
heads of the bond 
being placed in a 

thimble, which is 
"placed in a hole in the 
rail. The contact of 
the rail and bond is 
made by'a wedge ex- 
panding the thimble 
against the hole in 
the rail, as will be 
seen from the sec- 


STREET VIEWS. 


ViEW oF CAR on LINE. 


tional drawing. The 
holes in the rails were 
drilled after the rails 
were laid, thus en- 
suring contacts being clean; the bonds were afterwards 
coated with tar. 

Although the line is for the most part only single track, 
two trolley wires are used nearly throughout the system, thus 
avoiding frogs. They are of 0 gauge, 324 inch diameter, 
and are carried on side poles in the manner shown in the 
illustrations. The poles, which are of the steel tubular type, 
made by Messrs. Spencer & Sons, are placed 40 yards apart 


* Septembor 24th, 1897. 
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at the edge of the kerb, the arms supporting the trolley wire 
varying from 5 to 15 feet in length. In the oentre of the 


town arc lamps of the alternating 


40 wil be made before the winter. 


glow lamps. Outside seats are provided, the trolley of the 
Dickinson type being carried on a pillar some feet above the 


current type are suspended roof of the car. There is seating accommodation for 20 
from the arms; the transformers for these are placed in the 
base of the steel posts, and the arrangement has proved so 
satisfactory, that an addition of 30 to the already existing 
Owing to the large 


inside and 24 outside, the weight of each car complete being 
about 7 tons. 

The car shed, which has been erected at the end of the 
Gibbat Street section, will accommodate 18 cars. It is 


. N 9 2 m |м 19—4 | 


кам 
168 


SECTION OF ONE ROUTER. 


number of telephone and telegraph wires erectsd overhead, 
quite an elaborate system of guard wires has been rendered 
necessary, but with the eventual disappearance of the over- 
heard telephone wires the necessity will soon cease. The 
guard wires are of galvanised iron, No. 74, and are fixed 
about 2 feet above the trolley wire; they are efficiently 
earthed at different points. In accordance with what is now 
common practice, the overhead wire is arranged in half-mile 
sections, the boxes at these points containing four switch 
fuses and two Garton 
lightning arresters. 

Two armoured 
feeders run from the 
works to а sub- 
station in the centre 
of town, and from 
here three cables 
radiate to Ward's 
End, King Orom, 
and Gibbet Street. 
A telephone and 
pilot wire cable, con- 
sisting of three 7/20 
cables, is laid along 
side each feeder. 
All these cables are 
vulcanised bitumen. 
The feeders have °15 
square inch sectional 
area, and the return 
feeder (section 38 
square inch) being 
drawn in Doulton 
casing, and spare 
ways are left for 
extensions. 

At the sub-station, which is an extension of a trans- 
former lighting station, where the feeders are brought, 
feeder switches are arranged by which the variots 
sections of the line can be controlled. At this 
point are also fixed the Board of Trade measuring 
instruments. 

There are 10 motor cars at present, the trucks being of 
the Peckham type, having a wheel base of 5 feet 6 inches. 
The bodies are very similar to those employed on the Leeds 
lines, and are excellently designed and finished ; they have 
been made by Messrs. Milnes & Son. 

Eich car is fitted with two motors of the E О.С. enclosed 
type, B.T.H. controllers of the K type, and are lighted by 10 


DIAGRAM OF SWITCHBOARD. 


provided with inspection pits and equipped with a 6-ton 
travelling crane. Alongside are arranged repair shops, mess 
room, manager s office, &c. 

It may be interesting to mention that the service of cars 
commences at 5.80 a. m., there being half-hourly сагв till 
8 a.m., when a 10-minutes' service is continued throughout 
the day. The two routes overlapping in the centre of the 
town constituto a five-minutes’ service from there to the 
station. The speed in the town is limited to 7 miles an 

| hour, and there are 
fixed stopping places. 

The tramways are 
controlled by a speci- 
ally constituted 
Tramways Com- 
mittee, which D 
chase current from 
the Lighting Com- 
mittee at 2d. per unit. 
The Lighting Com- 
mittee furnish the 
plant, the feeders, and 


the ne feedin 
switches and 80 forty 
but the reat 0 dine 
equipment, inoludi 
the pene wire, 
is supplied by the 
Tramways Com- 
mittee. | 
The following is 
a list of the prin- 
cipal contracts and 
contractors: — Oar 
shed, J. Charnock and 
Sons, Halifax ; rails, 
The Leeds Steel Works; pointe, Askbam Brothers & Wilson, 
Sheffield ; poles, J. Spencer & Sons, Wednesbury ; bonding, 


overhead equipment, car-trucks, motors, trolle pni ; 
verha 


r8 
&., The Electric Construction Company, Wo mpton ; 
car bodies, G. F. Milnes and Co., Birkenhead ; accumulators, 


888 


THE ELECTRICAL REVIEW. 


[VoL 42. No. 1,074, Јоме 24, 1898. 


The Chloride Electric Storage Syndicate, Clifton Junction ; 
switchboard, Laing, Wharton & Down. 
The work has been superintended by the borough engineer, 


SS 


SERRA 


SECTION oF RAIL AND Еіѕн PLATE, AND DETAIL ОЕ Вогт AND Nut. 


Mr. E. R. S. Escott, the borough electrical engineer, Mr 
T. P. Wilmshurst, the traffic manager, Mr. Fred Spencer, 
while Mr. N. H. White has represented the Electric 
Construction Company. 

We are especially indebted to Mr. T. P. Wilmshurst for 
the aid that he has given us in compiling the foregoing 
account of what is a most interesting system. 


ELECTRICAL CABS IN PARIS. 


THOUGH originally the spirit motor, useful enough for 
country work, made a fairly brave show in Paris, the electric 
cab seems, as in London, to be coming to the front, as it 
certainly ought to do in a city of 
asphalte paving. The cab trials of 
the Automobile Club just completed 
included only one vehicle of the 
petroleum order, all the rest bein 
electrical. In fact, the Paris m 
companies have made numerous 
experiments, which have caused 
them to throw over the petroleum 
cab and adopt electricity. 

The Krieger cab, as illustrated in 
the Engineer, much resembles the 
electrical cabs in London. The 
Jeanteaud cab is after the fashion 
of the well known fiacre, while 
the cab of the Compagnié Générale 
des was placed on a 
very long wheel base, and weighed 
1,662 kilos by reason of i 
rapid charging accumulators, put 
in under a mistaken idea as to 
penus to be met. 

reliminary tests were first made 
on the maximum speeds each cab could 
attain, their brake power, reversal 
facilities, and hill climbing capa- 
bility. These were made on the 
gradients of Suresnes and Mont 
Valerian and along the Seine banks, and were carried 
out by М. Forestier, of Les Ponts et Chaussées. 
Then followed three routes of 37 miles (60 kilometres) 
each, of various description of road, good and bad. The 
average speed attained was 13 to 15 kilometres, 


In the Krieger cab 866 of the total 1,360 kilos 
are upon the front wheels, and the cab carried 
three passengers and 70 kilos of baggage. Its Ful- 
men accumulators required seven to eight hours to 
charge. The front дв 6 carries two motors geared to а 
toothed wheel bolted to the front wheels, which both drive 
and steer. The cab varied its expenditure of energy from 
24 amperes at 92 volts at a sped. of 18 kilom, per hour 


HAtIFAX.—SEcTION OF CUTTER AUTOMATIC CircuIt BREAKER. 


along the Champs Elysées and Avenue de l'Alma. It 
then mounted the macadam of the up grade Rue de 
Magdebourg at 6 kilowatts per hour, discharging 56 
amperes at 85 volts, or, say, 3 H.P., next passsing over bad 
wd | soft macadam at 15, 20, and 26 amperes, and finally 
down the Champs Elysées, registering 8 amperes, the motors 
now partially recuperating the accumulators. The effect 
of road surface was very marked. Level wood required 20 
amperes, macadam 26, dry asphalte, at a lower speed, 15. 
Up hill at low speed, on greasy granite, 36, and again on 
asphalte 18, 16, and 22 amperes, according to speed. 


——— —— — 
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Detail of tie bar and bolt and nut. 
HALITAXJ.— SECTION oF RAIL. 


The total energy over the 60 kilom. was 8 kilowatts, but 
the time is not given. The cab of the Compagnie Générale, 
which required at 6 kilom. per hour up the heavy grade of 
the Rue Reynouard, 80 amperes x 85 volts, or fully 9 H. P., 
consumed 11°7 kilowatts. 


accumulators and less convenient as 
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The Jeanteand cab—two gers—carried its accumu- 
lators, of Falmen type, in front, and a simple motor geared 
tothe rear axle. It expended at the rate of 74 H. P. on the 
Rue de Magdebourg, but on the whole course of 60 kilo- 
metres about 8:5 kilowatts in 44 hours, an average of about 
24 H.P. for a very respectable speed. The Peugeot cab 
—with a two-cylinder motor—is well spoken of by the 
Engineer, and is faster than the electric cabs, and there is no 
vibration when running, though this is bad when standing— 
our own experience also. 

It consumed 13 litres of petroleum spirit in running 
60 kilometres, or say, fully 22 gallons, and it used at the 
same time 13 gallons of cooling water. 

This corresponds witb, say, 0°6 of a lb. of fuel per 
mile. Thus, such a vehicle would run from London to 
St. Albans and back, with about 24 lbs. of fuel, or, say, 
9 gallons. 


France.—June 30th. Tenders are being invited by the 
municipal authorities of St. Laurent de la Salanque, a small town of 
about 4,500 inhabitants in the Pyrenées Orientales, for the concession 
for the electric lighting of the public streets. Full particulars may 
bo obtained from, and tenders to be sent to, Le Maire, de St. Laurent 
de la Salanque, Pyrenéss Orientales, France. 


France.—July 7th. Tenders are being invited by the 
French Post and Telegraph authorities in Paris for the suppl of 


. 760 metrioal tons of galvanised iron wire, and 617,000 porcelaiu 


insulators. Particulars may be obtained from, and tenders to be sent 
to, Le Bous-Becretariat d'Etat des Postes et des Telegraphes, Rue 
de Grenelle, 103, Paris. 


Hammersmith.—Joly 4th. The Vestry wants tenders 
for the supply of eight 25-kw. transformers. Particulars from the 
„сыт ева (Мг. W. P. Cockburn), Town Hall; also see our “ Offi- 

otices." 


Heckmondwike.—Jane 30th. The directors of the 
Heckmondwike Industrial Oo-operative Wholesale Society want 
tenders for an electric light installation (about 500 lights) including 


HALIFAX.—SECTION OF ANOTHER ROUTE. 


The trials all point to the conclusion to which previous 
experience pointe, that for city work the electrical cab is 
coming to the front, and for country roads, less suitable for 
regards re-charging, the 
spirit motor will find its chief field, leaving the heavy work 
probably to steam. We would not at present advise the 
trial of electricity beyond narrow limits. | 


CONTRACTS OPEN AND CLOSED. 


(Continued from page 882.) 


Bulgaria.—June 27th. Some little time ago the muni- 
cipal authorities of Sophia, Bulgaria, invited tenders for the con- 
cession for the electric lighting of the public streets of the city, and for 
the conetruction and working of an electric tramway. The authori- 
ties are again inviting tenders, until the 27th inst., for this concession, 
particulars of which may be obtained from above. 


Cardiff.—June 28th. The Corporation wants tenders for 
two water-tube boilers for the electricity works. Particulars from 
the borough electrical engineer, Mr. Appelbee; also see our Official 
Notices” June 17th. 


East London (Cape Colony).—June 28th. The Town 
Council is inviting tenders for erection of buildings and the supply 
of electric lighting machinery, electric tramcars, plant, rails, &c., and 
for their maintenance for six months from completion. Particulars 
from Messrs. Dyer & Dyer, 17, Aldermanbury, London, E.O., on pay- 


ment of £5, repayable on the receipt of a bond fide tender. 
Edinburgh.— June 30th. The Corporation wants tenders 
for the supply of copper strip for electric conductors. Particulars 
пош me! resident electrical engineer, and see our Official Notices” 
une в 


engineer, 


erating plant for their premises. ting 
ч k See our 


Oonsul electrical 
т. Walter Leake, 51, Victoria Buildings, Manchester. 
“ Official Notices " June 17th. 


Hull.—July 18. The Corporation wants tenders for 
wiring and the supply of fittings for the Kast Hull Baths. Parti- 
culars from the city engineer (Mr. A. E. White). See our " Official 
Notices" June 17th. 


Leeds.—June 29th. The Council requires tenders for 
two engines and dynamos of about 1,000 Н.Р. each; also for 50 elec- 
tric tramcars. Particulars from Dr. John Hopkinson; also see our 
" Official Notices " June 17th. 


Melbourne.—August 16th. The City Council is in- 
viting tenders for the supply and delivery of arc lamp oarbons. Bee 
our Official Notices.” 


Newington.—July Ist. The Vestry of St. Mary invites 
tenders for the construction, supply, and erection of boilers, pumps, 
steam and water mains, water tank 8 condenser, fuel economizer, 
бо., for the electricity works in Penrose Street, Walworth. Oon- 
sulting engineers, Messrs. Kincaid, Waller & Manville. See our 
* Official Notices " June 17th. 


Shanghai.—August 10th. The Shanghai Municipal 
Council invites tenders for the supply of two 100-kw. direct coupled 
steam alternators, switchboard, and water-tube boiler. Particulars 
and specifications to Ъз obtained from Mesars. John Pook & Co., 8, 
Jeffreys Square, St. Mary Axe, E. O., to whom tenders have to b» sent. 
See our Official Notices this week. 


St. Pancras.—July 12th. The Vestry wants tenders for 
condensing plant, steam pipes, &c., for the Regent’s Park generating 
station, 47, Btanhope Street, N.W. Particulars from tbe chief clerk, 
Electricity Department offices, 57, Pratt Street, N. W. See our 
" Official Notices " this week. 


Tunbridge Wells.—June 27th. The Corporation wants 
tenders for the electric wiring of the new baths in Monson Road. 
Particulars and specifications at the Borough Surveyor's Office. 
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buildings, 
transformers, mains, meters, arc lampe, poles; also running the plant 
for three years. Bee our Official Notices " March 11th. 


Wimbledon.—June 27th. The District Council wants 
tenders for the installation of the electric light mains and fittings in the 
new dep ôt buildings in Queen's Road, Wimbledon. Particulars from the 
Co 's engineer, Mr. C. H. Oooper. See our “ Official Notices 


York.—June 24th. The Corporation is inviting tenders 
for the erection of an electric light station. Particulars from the 
City engineer, Guildhall. 


OLOSED. 


Ayr.—The Police Commissioners have given the contract 
for the new electric light posts to Messrs. Macfarlane, Glasgow. 


Bristol.—The City Council has given an order to Messrs. 
D. Parsons for electric lamp posts (£1,467) for street lighting; and 
to Messrs. Willans & Robinson for an additional engine at £2,255. 


London.—The London County Council on Tuesday re- 
ferred to committee for consideration, and report the following 
tenders opened for the supply of engines and dynamos for the 
electric lighting of the Crossness outfall works :— 


J. Fowler & Co., Leeds (for two dynamos and accessories only).. £860 
W. R. Renshaw & Co., Stoke aa m ae чч 2d .. 4,497 
Calvert & Co., Manchester.. Я ef ды Ps - .. 4,600 
Scott. Anderson & Beit, Sheftield.. is gi eis V .. 4,780 
Safety Concentric Wiring Company  .. 1% ко ie .. 4,990 
Laing, Wharton & Down .. - vs es 2% 25 .. 6,456 
Edmundson's Electricity Corporation .. - 5,590 


The following tenders for cables aud wiring for the same inetalla- 
tion were similarly referred to committee :— 


Fowler, Lancaster & Co. .. ki г i» b £2,500 
National Electric Free Wiring Company T z - . 2020 
J. H. Pickup & Co. > $5 6 eu - M .. 2712 
Scott, Anderson & Beit dis Mach Ls x v a . . 2,70 
Calvert & Co. .. ee А x y^ 2x s eh .. 8,800 
British Insulated Wire Company us T ps - .. 2,93 
Allingham & Fennell.. iu "3 5 ; 2.943 
H. T. Rogers - "m їз 2.950 
Bafety Concentric Wiring Company 3,250 
Laing, Wharton & Down .. es 8.484 
А.Н. Wood Е M 4,880 
J. Jenkins & Sons 5,050 
T. H. Taylor Sb. cke aio gege eao Жы жи 4c GNOD 
G. Stegman .. oe as $7 - 5 23 . 6,225 
Sax, Blatter & Со .. V 6,500 
Walsall Electrical Company 6,912 


Yarmou lh —Тіе Cvuncil has given Mesers. Gray and 
Palmer the oontract for electric light wiring and fitting at the 
Isolation Hospital, at £73 odd. 


FORTHCOMING EVENT. 


1898. 

Friday, June 24th at 5 p.m.—Physical Society. Agenda:—1. Exhi- 
bition of an Apparatus illustrating the action of two 
coupled Electric Motors, by Prof. Carus-Wileon ; 
2. Exhibition of Weedon’s Expansion of Solids Ap- 
parue ied Mr. J. Quick; 3. “On the Theory of the 

Effect in a Binary Electrolyte.” Ву F. G 
Donnan, M.A., Ph. D. 


NOTES. 


New Cable.—The cable ship, Faraday, left the works of 
Mesers. Siemens Bros. & Co., Woolwich, on Wednesday 
afternoon with some 670 miles of submarine cable on board 
for the West Indier, to the order of the West India and 
Panama Telegraph Company. The manufacture and testin 
have. been supervised by Sir Samuel Canning and Mr. T. E. 
Gatehouse, and the cable is certainly one of the best ever 
made, and reflects every credit upon the contractors. Mr. 
Graham, of Messrs. Siemens's staff, accompanies the expedi- 
tion as electrician-in-charge. 


Personal. We understand that Mr. Walter Riggs, 
A.I.E E., has resigned his position as outdoor manager to 
the Liverpool branch of the Westminster Engineering Com- 
pany, Limited, of 27—31, Regency Street, Westminster, to 
tuke up an appointment on the Peninsular and Oriental 
Steamship Company. 


Local Authorities and Electric Lighting.—The Bill 
to confirm the electric lighting provisional orders which 
have been granted by the Board of Trade to the Vestries of 
Bermondeey and St. Marylebone having been referred to a 
Select Committee, objection bas been taken, on behalf of the 
vestries, says the Times, to the right of the companies to 
appear before the Committee in opposition to the orders 
being confirmed. The question of the locus standi of the 
companies will therefore have to be decided by the Court of 
Referees. The companies who have lodged petitions against 
this Bill, and whose locus stands is now called in question, 
are the London Electric Supply Corporation, the Metropolitan 
Electric Supply Comrany, the County of London and Brueh 
Provincial Electric Lighting Company, the Chelsea Electric 
Supply Company, and the St. James’s and Pall Mall Electric 
Light Company. 

he following letter on this subject has appeared in some 
of the London papers, from the pen of Mr. J. B. Braithwaite, 
jun., whose interest in electrical companies is well known :— 


27, Austin Friars, E. O., June 18th. 


Sir,—The importance to investors in electric lighting undertakings 
cf the questions raised by the Bill now before Parliament under 
which the Vestries of Marylebone and Bermondsey are seeking to 
obtain powers to compete with existing electricity supply companies 
within their area, and the fact that my firm has acted as brokers to 
many important electric lighting issues, must be my apology for 
addressing you upon this subject. 

Something like £5,500,000 nominal capital is now invested in 
electricity supply companies in the metropolis, on the security of 
provisional orders granted by the Board of Trade and con by 
Parliament after the local authority had (a) declined to undertake 
the supply themselves, and (b) given their coneent to the application 
for a provisional order by the company. 

In most districts two companies are in competition, thas protectin 
the public against any fear of a monopoly. In all cases the local 
authority has the right to рк the companies’ undertaking at 
the expiration of 42 years from 1889, thus securing the reversion of 
the business to the ratepayers within a reasonable time. 

It should be borne in mind, that under the Electric Lighting Act 
of 1888, the vestries and other local authorities bad an equal right 
with any company to apply for and obtain the grant of provisional 
orders for the supply of electricity within their areas, and in practice 
the Board of Trade bas always insisted upon the consent of the local 
authority being obtained to the application of any company for a 
provisional order. 

The local authorities have thus had to face the question of under- 
taking the supply themeelves in preference to allowing a company 
to do so, and in many cases where they decided to do so, the Board 
of Trade have given them the provisional order, and refused al! 
applications e by companies. In many cases, however, after full 
consideration, and obtaining the best expert advice ible, the local 
authority decided not to undertake the supply itelt, but to support 
the application of a responsible company in preference. 

Thas, with the consent of the local authorities in various parts of 
the metropolis, electricity supply companies are now engaged in sup- 
plying the public, and now that the shareholders have risked their 
capital and through their enterprise the industry has been proved to 
be a ее one, it would seem unreasonable that the local 
authority should be allowed to turn round and reverse its former 
decision and undertake the supply of electricity iteelf in competition 
with the company, whose undertaking it has the right to purchase at 
the end of a period of years. " 

Should tbis practice be allowed, it would be obviously 
unjust to those who have invested their money im proving the - 
bility of electricity being supplied at a profit, and would effectually 
prevent any future companies being formed for any industrial enter- 
prise in which in the event of success they will have to face com- 
petition from local authorities using the ratepayers’ money against 
them. 

No company can object to fair аео but when а local 
authority first encourages a company to incur large expenditure, and 
then, when the business proves to be profitable, brings in money 
borrowed on the rates to deprive them of the fruits of their enter- 
prise, it is not competition, bu. 

If it is desired that power should be given to local authorities to 
reverse the decision which many of them came to many years 
not to undertake the supply of electricity themselves, it seems only 
reasonable that, as а condition of the provisional order being now 
granted to them, they should at least required to come to dome 
equitable arrangement for the purchase of the company or companies 
which may already bə supplying electricity in their and 
doubtless in Committee a clause embodying this or some other 
method of effectually safeguarding the interests of the existing 
supply companies will be introduced. 


Apologising for the length of this letter, 
I am yours faithfully, 
J. B. BBAITHWAITE, Jun. 


The Metropolitan Electric Supply Company, Limited has 
issued a statement of its case against the provisional order 
promoted by the Vestry of Marylebone seeking powers to 
enter into competition with it. The memorandum concludes 
thus :—“ Having regard, therefore, to the whole circam- 
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stances, it is very respectfully but firmly submitted that to 
give а local authority, withont sufficient cause, power to 
ag ig with a company efficiently exercising powers granted 
by Parliament with the consent of that local authority, 
would be contrary to the intention and policy of Parliament, 
not only in respect of electric lighting, but also of gas, water, 
and tramway undertakings, and would, by the shock to 
public confidence, gravely discourage investment in any 
dsl ide which depended for success on a fair and reason- 
able tation of the intentions of Parliament. It is 
believed that Parliament has never given powers to apy 
corporation to compete with a compeny authorised by private 
Act or provisional order to supply gas, water, or tramway 
rervioe, and if there is any precedent in the care of electric 
lighting, it has been created by the Board of Trade without 
the attention of Parliament having been directed to the 
question, in consequence of the confirming Bill not having 
opposed.” | 


Obituary.—The death is announced of Mr. Jobn Henry 
Beckwith, M.I.M.E, who had been for the past 30 years 
connected with Galloways, Limited, engineere, Manckester. 
For the greater portion of this period he acted as works 
manager, and for the past 10 years, as a director of the 
company. He took grest personal interest in the various 
International Exhibitions with which Messrs. Gallowaye’ 
name has been closely identified, and designed many installa- 
tions of engines, &o., for rolling mills, hydraulic installations, 
and other purposes. 

We regret to hear of the death, which occurred on 14th 
inst, of Mr. William Rickard, the founder and sole 

rietor of the Ashbourne Road Mills, Derby, where he had 

or years pact carried on business as a wire manufacturer and 

coverer, and cable manufacturer. The bu:iness will continue 
to be carried on under the same management as heretofore. 

We are sorry to learn of tbe death of Captain Davies, 
managing director of the Exchange Telegraph Company, 
which occurred on Tuesday last, at the age of 78. He had 
been managing director of the company since its inception 
in 1872, and, with Sir J. Anderson and Mr. Cyrus Field, 
was one of its founders. Prior to his connection with the 
Exchange Telegraph Company, C:ptain Davies had been in 
the service of the Pacific Steam Navigation Company and 
the Pericsular and Oriental Steam Navigation Company. 

We read, with regret, in our American exchanges, of the 


death of Dr. Chas. E. Emery, Ph. D., which took place at 


Brooklyn on June Ist, heart failure being the cause. Dr. 
Emery was well known in America as a consulting engineer, 
and his name will be familiar to our readers in connection 
with the controversy on steam engines for electric traction. 
Thirty years ago Dr. Emery had charge of the construction 
of U.S. war and other vessels. In the eighties the Institution 
of Civil Engineers, London, awarded him the Telford Prizs 
for а paper read by him. He was a prominent member of 
the American Society of Mechanical Engineers, and was 
president in 1896-7 of the New York Electrical Society, as 
well as a member of the American Institute of Electrical 
Eogineers. He was а non-resident professor of Cornell 
University. He was alsoa member of the American Society 
of Civil Engineers, An exchange says that “he was not 
only an engineer in theory, but in actual practice, and had 
several patents for important improvements in machinery.” 
He was connected with the New York Steam Company as 
consulting engineer at the time of his death. ` 


Glasgow Technical College Scientific Society.—On 
11th inst. the members of this society visited the new works 
of Messrs. Mavor & Coulson, Limited. At a meeting of 
committee held Jater the report of Dr. H. Dyer (convener of 
the teaching staff of the college) on the papers sent in for 
the society’s annual competition, was read. The report 
stated that the paper on Multiphase Electrical Machinery,” 
signed ** Electra," was a ешп giving evidence of con- 

iderable knowledge of the subject, and was recommended 
for the award. The author was Мт. A. Stewart, to whom 
the gold medal will eccordingly be presented. 


Marriage.—On 13th inst. Mr. Frank Christy, senior 

i рах of the firm of Christy Bros., electrical engineers, of 

elmsford, was married at Leominster to Miss Clara Nellie 
Geaussent. 


The Institution of Electrical Engineers’ Con ver- 
sazione.—There was a large and brilliant company at the 
Natural History Museum, Cromwell Road, on Thursday, 
16th inst., for the Institution Conversaz one. The guests 
were received by the President, Mrs. Swan and the 
Council. An excellent programme of music was performed 
by tke string bard of the Royal Engineers under 
the condactorship of . J. Sommer. Everything 

off very satisfactorily. Among those pres nt were 
the following :— 


Mr. J. W. Swan, F. R S., President. 


Prof. W. G Ad. me, F. R. S. Mr. Holman Hunt 

Mr. G. L. Addenbrocks Lord Kelvin, GO V. O., F. R. S. 
Mr. H. Alabaster Prot. А B. W. Kennedy, ЕЕЗ. 
Mr J. F. Albright Lord Loch, G. C. 3. 

Mr. L. Andrews Sir Philip Magnus 

Prof. W. E. Ayrton, F. R. S. Mr. W. G. McMillan (Secretary 
Sir B. Baker, K O. M. G., F R. S Rie Henry Mance, O. I. E. 

Mr. Shelford Bid well, F. R. S. Mejor-G пега! J. Mann, R E. 
Sir A. R. Binnie Master of the Saddlers Company 
Mr. М. Blumba^h Master of the Salters’ Company 
Mr. 8. L. Brunton Mr. Н. 8. Maxin 

Prof. Capper Mr. Н. W. Miller 

Prof О. A. Carus-Wilson Sir 8. t onda 

His Excellency the Chinese Mr. W. M. Mordey 

| Mr. S. Morse 


Minister 
Mr. Latimer Clark, F. R.. Mr. Kenrio B. Murray 
Mr. Dugald Clerk Sir Hugh Owen, К.О.В. 
Prof. F. Clowes, F. R. S. Мај r Flood Page 
Mr. В. Cowpsr-Coles Sir W. P-ace, K. O. M. G. 
Capt E W. Oreak, RN., F. RS. Dr. W. H. Perkio, F ВВ. 
Mr. R. Е. Orompton Prof. J. Perry, F R 8. 
Sir William Crookes, Е.Е 3, Mr. J. Denison Pender 


Sir A. Durston, K С.В. Mr. W. Н. Preece, O.B., F. R. S. 
Mr. H. Edmands (President Iast. Civil Eagrs.) 
Prof. Ezaroff Sir A. Ramsay 

Mr. 8. Evershed De. W. Ramsay, F. R. &. 

Mr. C. E. Fagan Mr. J. B Bwotth 

Mr. W. P. J. Fawous Tae Rev. A. Robertson 

General Festirg, C. B., F. R 8. Bir E. M. Shaw, K. O. B. 

Prof. G. F. Fi zGersid, F R 8. Mr. Dane Sinclair 

Sir W Н. Flower, K.U.B., F. R. S. Prof. R H. Smith 

Prof. George Forbes, F. R S. | Mr. James Swinburne 

Prof G.( arey Foster. F. R. S. Mr. Cameron Swan 

Sir E. Frankland, K C. B, F. R. S. | Sir D. Tennant 

Mr. E. Garcke Prof. S P. Thompson, F. R 8. 
Dr. W. Garnett Dr. T. E. Thorpe 

Dr. J. H. Gladstone, F. R. S. The Rev. Dr. Wace 

Mr. W. T. Goolden | Prof. R. M. Walmsley 

M. Gyeorguiewsky i Mr. F. H. Webb 

Prof. F. L. V. Harcourt, F. R. S. G sneral О. E. Webber, O. B. 
General Sir R. Harrison, K. O. B. Wilde, F. R. S. 


Mr. 

(Hon rary Member) 
Sir E. L. Williams 
Mr. J. Wimsburst, F. R. S. 
Mr Edward Woods 
Sir H. Trueman Wood 
Mr. O. H. Wordingham 


(Iospector-General of F e 
cations). 

Admiral Lord John Hay 

Prof O Henrici, F.R.8. 

Dr. E Hopkins. n 

Prof. W. H. Hudson 

Prof. D. E. Hughes, F.R 8. 


Water-Tube Boilers in Ships of War.— Perhaps before 
these lines are in print an opportunity may have presented 
itself for testing water-tube boilers in actual war service. 
We are informed that the Spanish ships Pelayo and Chris- 
tobal Colon, the latter an armoured cruiser, have Niolausré 
type boilers, and these have been spoken of as better than 
the Belleville type. It is thus extremely probable that informa- 
tion of a practical kind may be forthcoming. We havea 
very poor opinion of any steam boiler, water-tube or any 
other kind, if expo ed to the shock of a shell exploding 
within it. We may b» wrong, but we think any injury to 
the boilers of a war vessel would expose such vessel to imme- 
diate defeat. Of course, the failure of one boiler, if it does 
not actually explode, may only result in cutting it out of 
service, but what of the flood of hot water and more or less 
escaping steam at a critical moment. Even at best a ship 
would be merely a floating battery; it could not mar œuvre, 
and if it lost all ita steam, it is questionable if it oould work 
its guns. There would be neither water-power, comprersed 
air, nor electricity. 


— —— 


Pri sentation. — Mr. J. O. A. Ward, of St. Punores, who 
bas been appointed superintendent of mains under the Glas- 
gow Corporation, was, previous to his departure, preeente 1 
by the St. Pancras Vestry electricity staff with a ‘handsome 
gold chain with 1898 sovereign attached, upon which a 
suitable inscription was made, | 
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. The Parliamentary Electrical Energy Committee.— 
In the Chorley Guardian for Saturday last, Lord Balcarrer, 
M. P. for Chorley, who, it will bs remembered, was a member 
of the Select Parliamentary Committee on Electrical Energy 
(generation and supply), writes some notes regarding the 
Committee's proceedings. He says :— 


I cannot claim that the direct results of our labours have bern very 


satisfactory. The Committee was equally divided in opinion, and оп. 


& dozen critical occasions our votes were equal in number—four on 
each side. The Committee was initiated by the Lords; we sst in 


their House, and deliberated according to their standioe orders. It 


is strange that in to business-like an assembly as the Upper House, 
there is no escape from the dilemma of a tie. The cbairman has no 
casting vote, and when s division shows cqual numbers, the question 
is settled in the negative. Во our report is a document which few 
members of the Committee would accept as a solution of the problem ; 
indeed, I question whether it satisfies a single member of the Com- 
mittee; I certainly would refuse to sign it as an expression of my 
own opinions. However, our report is not mandatory, and the inquiry 
has not been useless by any means. In the first place we have ool- 
lected valuable evidence from expert witnesses; we have shown how 

rejudicial legislation has been to the development of electrical 

dustries, and how the consumer has been obliged to pay unreason- 
able prices for his light. In short, we demonstrate the urgent 
necessity for a careful modification of the 1882 and 1888 Acts. 
Moreover, this is the first time that Parliament has seriously 
examined the important progress of recent science. The powers of 
the Board of Trade are large, but they should be widened. The 
powers of municipal bodies are also large—so large 


enterprise is discouraged. Some oorporations want to get the whole 


business into their own hands; the London County Oouncil wishes to 


abrogate the rights of 40 local authorities in the metropolis—some 
of which have populations of 250,000, and even 350,000. Many 
technical questions arise, and it would not be of interest for me to 
refer to them here. One of them, however, has a general beariug 


ge 
upon the position of all local anthorities. It is provided that, after 


& certain period, local authorities may buy up the local companies, or 
any part of their plant—mains, for instance—situated within their 
own area. This right was given when lighting wae the prime func- 
tion of electricity. Lighting is a civic, communal obligation, and the 
local authorities should have this privilege. When absent in the 
case of private gas companies, the public is protected by the 
d scale. But in a few years time lighting will be a 
subsidiary 
Should local authorities retain the option to purchase undertakings 
which supply energy in bulk for motive purposes to factories, work- 
or 


ops, 
electricity for lighting should be defined; the task 


ly both. Bat discrimination is 
not impossible, and unless it be achieved, there will be hopelese irre- 
. mediable confusion when the time for statutory purchase arrives. 
The Board of Trade should note that lighting is communal, and that 
energy for motive power is commercial. In the case of the proposal 
mentioned above, it will be impossible for all the local authorities 
interested —150 or more of them—to agree among themselves as to 
the purchase of a huge undertaking which has mains under every 
authority, transforming stations under others, and one vast gene- 
rating engine house in the district of a country authority. One 
might as well ask a group of local authorities to buy up a railway 
company or the Manchester Ship Canal. Is it not a fit subject for 
legislation ? 


The Blackwall Disaster.—It is the unexpected that 
happens, and surely in the whole category of accidents, 
nothing more unforeseen than the terrible calamity with 
which the launching of the warship Albion terminated has 
ever occurred. The sympathy of everybody in the United 
Kingdom will be extended to the relatives of the unhappy 
victims of this act of thoughtlessness—for it appears that no 
blame can be attributed to anybody but to those who became 
immersed—and also to Mr. Hills and the staff of the 
Thames Ironworks in this their hour of trial. Especially will 
electrical men feel for the young electrician, who, if report 
is to be credited, was suddenly confronted with the dead 
bodies of his mother and young, recently married, 
sister, who were brought into the d о room where he 
was in charge, and which, for the time, was turned into a 
mortuary. 


The “ Are Works" Sports.—The annual sports in con- 


nection with the Arc Works’ club (Messrs. Crompton & Co., 
Limited) took place on Saturday at Chelmsford, in glorious 
weather. There were 19 eventa. 


Municipal Corporations Association.—On 14th inst. 
a meeting of the Municipal Corporations Association was 
held in London to consider, among other things, the Man- 
chester Carriage and Tramway Company’s Bill, the Midland 


that private 


matter—sometimes nothing more than a bye-product. · 


Electric ое ки ER ra Vd General Power пе 
tributing Company’s Bill, of which pro to supply 
electrical poveri balk to the local authorities and private 
consumers. The secretary was instructed to watch the pro- 
grees of the Bills in Parliament, and shonld the exigencies 
of the situation require concerted action, to call a further 
meeting of the Corporations Association. 


Electric Search Lights as Weather Signals.—The 
Monthly Weather Review for February contains a note 
(reproduced in New York Science) on the use of electric 
search lights for the purpose of disseminating weather fore- 
casts. The search light of the U.S.S. Maine, which was at 
the time nearly completed, was, in February, 1895, loaned by 
the let Department to the Weather Bareau for temporary 
use in Chicago, in experiments designed to test the efficiency 
of such.a means of distributing warnings of coming impor- 
tant weather changes. The light, which had a lens 80 inches 
in diameter, and whose candle-power was estimated at about 
100,000, was erected on the roof of the Auditorium Building 
in Chicago, at an elevation of 270 feet above the level of the 
street. It was used but onoe, on February 28th, 1895, in 
giving a warning of & coming cold wave, the light being 
slowly revolved at the rate of ono revolution in five minutes. 
The night was dark and cloudy, and the signal was seen at a 
distance of 20 miles. A number of experimental trials were 
also made, and it was concluded that search lights are not 
useful for the purpose of disseminating forecasts except 
under the most favourable circumstances. The compiler of 
these Notes " recalls that a number of years ago a similar 
attempt was made during one summer to flash weather fore- 
caste from the summit of Mount Washington, in New Ham 
shire (6,279 feet). This wasa private en ise, in t 
nature of an advertisement, but was fairly successful as far 
as the distribution of the forecasts was concerned. 


The Telephone an Aid in Emergency. — Several 
dramatic incidents were reported in connection with the 
flood at Shawneetown, Ill, a few weeks ago, but, says the 
Western Electrician, none possess more interest than the 
heroic attempts that were made by the telephone company’s 
employés to give the alarm and summon relief. Cypress 
Junction, which is five miles from the scene of the flood, was 
the first place to hear the news. The bulletin came by long- 
distance telephone. It was of dramatic and horrible brevity : 
“ The levee has broken! The water is rushing iu from the 
bend a mile and a half up the river. Already 250 people 
are drowned in the lower part of town, and——” At this 
point the operator sending the message ceased speaking, the 
wires went down, and all efforts to regain connection with 
Cypress Janction failed. A few particulars were received at 
Evansville, Ind., some time afterward. Two citizens of 
Shawneetown who had escaped the flood rowed a skiff toa 
small town near by, and telephoned the brief facta of the 
catastrophe. They had but few details to give. An appeal 
for aid was received by the Mayor of Evansville later in the 
evening. The message was transmitted by a telephone 
lineman, who climbed a pole four miles above Shawneetown 
and made a temporary connection to call for aid. Other 
towns in Indiana were also notified and a few details were 
thus gathered. The manager of the telephone exchange at 
Shawneetown gave Mount Vernon its first definite news of 
the big inundation at the little city down the Ohio River. 
His m contained the following statement :—“ І am 
four miles from Shawneetown now. I escaped, and made 
my way here with a portable telephone. I climbed up a 
telephone post and made a connection, and that is how you 
are getting the news.” The telephone company’s npr 
proved themselves to be heroes of the occasion. Their 
energetic and intelligent efforts ensured immediate relief for 
the sufferers, and demonstrated again in no unmistakeable 
manner the importance to every community of electrical 
communication with the outside world. Had it not been 
for the telephone, neighbouring cities could not have been 
notified of the dire necessities of the а dk Shawneetown, 
and relief expeditions could not have. summoned as 
speedily as they were in this case, 


‚ and Strand Electric Supply Corporation were withdrawn by 
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Smoke Nuisance.— The Metropolitan Electric Supply 
Company, Limited, were summoned at Bow Street on 
Wednesday for not complying with a magisterial order call- 
ing upon them to abate a smoke nuisance. It will be 
remembered that the company was fined for a number of 
cases on May 18th, but the nuisance was not abated. 
Counsel on behalf of the St. Giles Board of Works said that 
there were about 80 other summonses since the last cases 
were heard. It was shown that the company were using the 
best coal now in the market, but to prevent smoke with this 
coal they would be bound to reconstruct their furnaces, 
which woald take 10 or 12 months, and involve enormous 
expense. After a lengthy hearing, Sir James Vaughan said 
he was satisfied that the company had done all in their 
power to mitigate the nuieance, and marked the summonses 
“No conviction.” It was stated that the prosecution was 
forced on the Vestry by the L. C. C. 

A batch of similar sammonses against the Charing Cross 


.. the St. Martin's Vestry. 


A Danger in Using Gas Voltameters.— Users of gas 
voltameters stould bear in mind that gases prepared by 
electrolysis are reputed to possess great activity. They 
will know what is meant by the active condition of a gas. 


In the Zeitschrift für Elektro-Chemie, Vol. 4 (14), page 
‚ 842, F. Winteler discusses this subject, and points ont a 


.danger which is certainly associated with the use of gas 


voltameters. When the oxygen and hydrogen are collected 
together in one tube, it may happen, when the tube is nearly 
full of the explosive mixture, that the electrodes project into 
the gas. If the electrodes possess the power Of occluding 
they may cause an error by inducing the slow recom- 
bination of the gases, or the recombination may be so rapid 
as to uce an explosion. In any case, this is due to the 
occlusion of the by the electrodes, and not to any 
activity of the gas. Reference is also made to 


another sonroe of error in voltameters, viz, the solubility 
of the oxygen in the electrolyte, and its diffusion to the 
, cathode, where it is again reduced. 


, NEW OOMPANIES REGISTERED. 


Alliance Electrieal Company, Limited (57,770).— 
Registered June 14th, with capital £1,000 in £1 shares, to carry on 
the business of electricians, electrical, and mechanical engineers, 
artificers in metal and wood, slate workers, suppliers of electricity, 
and electrical apparatus manufacturers. The subscribers (with one 
share each) are:—J. E. Coles, Llewellyn, West Ohisleburst Park, 
Eltham, engineer; C 8. Northcote, field, South Sydenham 
Park, electrical engineer; T. Jons, аса, King’s Norton, Worces- 
ter, electrical engineer; W. Б. ЇЧ. Grimley, 3, Marlborough 
Road, Ealing, W., engineer; W. Nicholson, 10, Barnsbury Grove, N., 
accountant ; Н. Ashford, 104, Ritherdon Road, Upper Tooting, 
designer; J. W. H. Hamphrori 177, Beston Road, Hanwell, manager. 
The number of directors 18 not to be less than two, nor more than five. 
The subscribers are to appoint the first. office, 8, Heddon 
Street, W. 

Medical Electro - Thermic Generator Company, 
Limited (57,773).—Registered June 14th, with capital £5,000 in 
£1 shares, to acquire the invention of A. E. Greville, for the sppli- 
cation of heat electrically produced for medical , and to 
manufacture, sell and in 
appliances. The subscribers (with one share 2 are :—J. B. Jarvis, 
2, Staple Inn, W. O., solicitor; H. E. Greville, 2, Staple Inn, 
W. O., ; G. Hickson, Towcester, 
clerk; Н. Stedman, Towcester, physician; Н. В. Р 


Buxton Hydro, Buxton, proprietor; J. E. Harburn, Thorncliffe, | 


Baxton, sargeon; T. W. Precious, 1, Norland Gardens, Norland 
Road, W., clerk. without articles of association. 
Registered office, 2, Staple Inn, Holborn, W. O. 


Stiens & Earle, Limited (57, 784).— Registered June 


15th, with eapital £20,000 in £1 shares, to an agreement with 
P. Stiens and E. J. V. Earle, and to on the bueiness of elec- 
tricians, electrical, mechanical, and The sub- 


g engineers. 
scribers (with one share each) are:—H. Tyler, Old Hall, Thur- 
cester, boot : Е. Vista, 


maston, , 7 , 

Btreatham, B.W., electrical engineer; E. Earle, Porchester Lodge, 
Streatham Common, clerk; H. Le Marchant, Stoneleigh, Clapham 
Common, merchant; Н. R. Мари, 53, Olaremont Road, Highgate, 
clerk; J. Weaver, 5, Applegarth Road, Brook Green, W., manager ; 
H. Pope, Oarnbrea, Palace Gates Road, Wood Green, secretary. The 
number of directors is not to be less than two nor more than seven. 
The subscribers are to appoint the first. P. Stiens and E. J. V. 
Earle are to join after allotment; qualification, £100; remuneration 
as fixed by the company. Registered office, 139, Queen Victoria 
Btreet, E.C. 


purposes 
medical, electrical, and thermal 


Northamptonshire, 
. Lomas, - 


Hiram 8. Maxim Electric Lighting and Engineering 
(Pioneer) Syndicate, Limited (57,800).—Registered June 16th, 
with capital £10,000 in £1 shares, to acquire a certain invention as 
applied to electric lighting by Н. 8. Maxim, and to carry on the 
business of electricians, mechanical engineers, suppliers of electricity, 
and electrical apparatus manufa:turere. The subscribers are:— 
J. de Me ray, 1, Rutland Gate, S. W., gentleman, 4,C00 shares; F. A. 
English, Addington Place, Surrey, landed proprietor, 4,000 shares; 
J.T. Thompson, 116, Nevill Road, Stoke: Newington, gentleman, one 
share; M. Devenish, 7, Cavendish Place, W., gentleman, one share ; 
F. Cook, 53, Greyhound Road, Kensal Rise, N. W., clerk, one share; 
С. F. Gillard, 95, Queen's Road, N. E., gentleman, one share; A. J. 
Rawlinson, First Avenue Hotel, Holborn, surveyor, one share. 
The number of directors, and the names of the first, are to be 
determined by the subscribers; qualification, £100; remuneration as 
fixed by the company. Registered by Williams & Neville, Win- 
chester House, E. О. 


Doe Portable Electric Light and Power Syndicate, 
Limited (57,803).—Registered June 16tb, with capital £40,000 in 
£1 shares, to adopt an agreement with G. O. Scott, and to acquire, 
develop, and turn into account any patente relating to the production, 
treatment, storage, application, distribution, and use of electricity. 
The subecribers (with one share each) are: —P. Dawson, 5, Nevern 
Mansions, South Kensington, engineer; J. Е. Ward, Broad Street 
House, E. O., chartered accountant; Н. Lomas, 47, Ohurch Road, 
Wimbledon, engineer: H. H. Broadley, 14, Warwick Street, Pall 
Mall, late сараш ; Е Е. James, Denstone, Culverden Road, Balham, 
engineer; W. J. В iley, 11, Henry Street, Kennington, accountant; 
W. W. Borman, 39, Victoria Street, S. E, engineer. The number of 
directors is not to be less than three nor more than seven; the sub- 
ecribers are to appoint the first. Qualification, 250 shares; remune- 
ration as fixed by the company. Registered by O. Dickinson, 39, 
Victoria Street, 8.W. 


Vice Versa Portable Electric Lamp Syndicate, 
Limited (57,806).—Registered June 16th, with capital £40,000 in 
10,000 preferred and 30,000 deferred shares of £1 each, to acquire 
British patente Nos. 10,444 and 18,628, of 1897, for “improvements 
in portable electric batteries and improvements in portable electric 
primary batteries," to adopt an agreement dated June 7th with C. H. 

le, and to develop, turn into acoount, and deal in such patents. 
The subscribers (with one share each) are :—F. D. Kinnell, 35, Great 
Bt. Helens, E. O., manufacturer; T. F. E. Kinnell, Hotel Victoria, 
B.W., gentleman; F. J. Marriott, 35, Great St. Helens, H. O., secre- 
tary; J. G. Hillam, 30, Moorgate Street, E. O., financial agent; J. J. 
Beaven, 32, Old Jewry, E. O., engineer; W. R. Reece, 36, Copthall 
Avenue, E. O., agent; M. R. Field, 36, Copthall Avenue, E. O., agent. 
The number of directors is not to be less than two nor more than five. 
The subscribers are to appoint the first. Qualification, £100; remunera- 
tion, 10 per cent. on the net profits divisible. Registered by J. A. 
Bartrum, 9, Old Jewry Ohambers, E.C. 


OITY NOTES. 


Tum following table shows the fall in the 
The Drop in market quotations of Electric Lighting Com- 


Shares. panies’ ordinary shares since March 9th. 
March 9th. June 9804. 
Oharing Oross 134—144 11—12 
Chelsea... T 114—12 74—84 
City of London 28—29 25—96 
County of London 142—153 12—18 
House-to-House ... 11—12 8—9 
Metropolitan 201—211 14—15 
Notting Hill 20—91 16—16 
St. James .. 184—191 16—16 
Westminster 174—183 143—15 


It is hardly necessary to say that this extraordinary fall is due to 
the unreasonable scare following on the granting of an electric 
lighting order to the Marylebone Vestry. 


Official Announcements re Companies. 


Тиз London Gazette for June 17th contains notice by the Registrar of 
Joint Stock Companies to the effect that the following have been 
struck off the register and are dissolved :— 
Birmingham House-to-House Electricity Company. 
Caustic Soda and Ohlorine Syndicate. 
Electrical Accessories Company. 
. Electrico Light and Power Share Trust. 
Exeter Electric Light Company. 
Irish House-to-House Electricity Company. 
Lancashire and Oheshire House-to-House Electricity Company 
Liverpool House-to- House Electricity Company. 
Manchester House-to-House Electricity Company. 
Midland House-to- House parie d Company. 
Nightingale Automatic Electrical e Company. 
Northern House-to-House Electricity Company. 
Pacific Telegraph Company. 
Railway Electrical Fog Signal Syndicate. 
Railway Electric Roading Lamp Company. 
South of England House-to-House Electricity(Company. 
Universal Arc Lamp Syndicate. 
Western House-to- House Electricity Company. 
Wrexham and District Electric Supply Company. 
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Notice has been given that the following will be struck off in three 
months unless cause is shown to the contrary :— 


Automatic Electric Sign Company. 
Canterbury Electricity Supply Compavy. 
Electric and Automatic Eogineering Company. 
Electric Guest Call Company. 
Electric Light Regulating Syndicate. 
Electric Time Distributing and Clock Company. 
Electro- Mechanical dore as Syndicate. 
Engineering Review, Limited. 
Gloria Electrolytic Incandescent Light Oompany. 
" Harp" Arc Lamp Syndicate. 
Knooferl-Bonn Dental and Electrical Manufacturing Company. 
Manchester Suburban Electric Supply, Limited. 
Pioneer Byndicate of the Capital and Counties Eleotricity Supply 
Company. 
Silicon Electric Lamp Syndicate. 
Town and Village Electric Light and Power Company. 
West Australian Electrical Trank, Power and Lighting Company. 


The Electric and General Investment Company, 
Limited. 


Тнв report of the directors to be submitted to the ninth ordinary 
general meeting of the shareholders to be held at Wincbes'er House, 
O:d Broad Street, London, E.C., on Tuesday, June 28tb, 1898, at 
3 p m., states that the profit and loss account shows a gross profit on 
the transactions of the year of £31,946 134. 8d., and after deducting 
all eral charges, and the interim dividend already paid on the 
ordinary shares, there remains a net balance of £25,719 18. 103. 
available for distribution. The directors recommend that this sam 
be dealt with as follows :— 

Ordinary Shares— 

To the payment of a farther dividend at the 
rate of 20 рег сезе per annum for the six 
months ended May 31st, 1898 à " 

To the payment of a bonus of 10 per cent. for 
the year ended May Siet, 1898 ee ке 

These payments, with the interim divi- 
dend of 10 per cent. previously paid, will 
тузни a total кро п ae cent. fot 

year u © capi up on the 
ordinary = toi, 


Founders’ Sharee— 
To the payment of a dividend of £30 per share 
for the year ended May 81st, 1898 ... T 
To the payment of a bonus of £20 per share for 
the year ended May 31st, 1898 diss ВР 
Ordinary Shares Reserve Fund— 
To the payment to the trustees of such fand of... 
Founders’ Shares Reserve Fund— 
To the payment to the trustees of such fund of... 


о 
e 


43, C000 
2,000 0 0 


3,000 0 0 
2,000 0 0 


7,859 10 11 


7,859 10 11 


——— 


£25,719 1 10 


The above - mentioned payments will be subject to the deduction of 
income-tax. 

The trustees for the founders’ shares reserve fund propose to dis- 
tribute to the holders of such shares a sum of £20 per share out of 
the proceeds of investments sold and dividends received in respect 
of the fund, making a total distribution of £70 on each founders’ 
share. The directors retiring this year are Mr. George Herring and 
Mr. В. Н. Van Tromp, who, being eligible, offer themselves for re- 
election. The auditor, Mr. G. T. Rait, also retires, but offers himself 


for re-election. It is proposed to make the dividends able on 
June 28th, 1898. Р 


Greenwood & Batley. 


Tun report of the directors of Greenwood & Batley, Limited, for the 
year ended March 31st last, to be submitted at the general meeting 
to be held in London on 25th inst., states that, after providing for 
the interest on the debentures and for the expenses of management, 
writing off the sum of £2,500 for depreciation, and making a provi- 
sion of £500 for doubtful accounts and allowances, the accounts show 
a net profit of £8,658, to which has to be added the balance brought 
forward, £1,409, making a balance now available of £10,067. The 
directors recommend that out cf this sum a dividend of 7 per cent. 
should be paid on the cumulative preferecoe skare*, which will 
absorb £7,023, leaving a balance of £3,089 to be carried forward. An 
agreement has been entered into ucder which the company has sold 
its Russian business to the Rus-ian Engineering Company, Limited, 
for £19,000, payable half in fally-paid ordinary shares and halt in 
fully-paid 6 per cent. cumulative preference shares of that company. 
The amount received has been written cff capital expenditure. 
Although ander this agreement the good will of tbe Russian busire:s 
is transferred to the Russian Engioeering Companv, Limited, it is 
stipulated that this company shall act as the sole agents of tre 
Rassian company for the purchase in England of all materials, 
machinery, or other articles, and are also to manufacture all 
such special machinery or parts of machinery as that company 
may require from England for the next 25 years, and a considerable 
business has already resulted under these conditions. The directors 
considered it necessary to join the federated engineering employers 
in resisting the 48 hcurs' demand, and this action brought about & 
strike which practically stopped the producing power of the works 


for seven months out of the year under review. The works are fully 
employed at the present time, and the contracts on hand and in 
negotiation give good reason to hope that the business of the present 
[е will be remunerative. The plant, buildings, and machinery 

ve been maintained in efficient working order and condition, 
£5,176 having been expended during the year under this head, and 
charged to revenue. The directors regret the loss of their colleague, 
Mr. George Greenwood, who had acted as a managing director of the 
company since its formation, and who died in April last. 


Birmingham Electric Supply Company, Limited. 


Tux shareholders of this company met at the Queen's Hotel, Birming- 
ham, on Friday last, Mr. H. Buckley (chairman) presiding, to oon - 
sider the proposed sale of the und g to the Corporation. The 
proceedings were conducted in private. It was understood that the 
following resolution, moved from the chair, and seconded by Mr. G. 
Albright, bad been carried with practical unanimity :—'' That the ` 
Hd tiers agreement produced and read at this meeting providing 

or the eale cf the company's undertaking and assets to the . 
tion of Birmingbam, at the pric»and upon the terms therein stated, be 
approved, and the directors of the company be requested to take all 
necessary steps to carry such agreement into effect.” А farther 
motion was unanimously adopted, moved by Mr. G. Н Kenrick, and 
seconded by Colonel Wilkinson, granting the directors a sum of £2,000 
for their services. 


Davey, Paxman & Co., Limited. —The prospectus of 
this company, inviting applications until yesterday afternoon for 
£100,000 4 per cent. first mo debenture stock at 102 per cent., 
has been before the public this werk. This well-known engineering 
and boi’er-making firm of Colchester has now more orders on band 
than at any previous date, and it has become necessary to erect new 
shops, and to provide sdditional plant and further working capital, 
for which £30,000 of the present issue of debenture stcck will be 
appropriated. The assets, exclusive of goodwill and the value of 
pec and licenses, are put at £175,132. Messrs. Bramwell & 

rris, and Wheatley Kiik, Price & Goulty, have made a valuation, 
and this accompanies the prospectus. 


The Electrical Company, Limited.—This compen 
which is the English branch of the Allgemeine Electricitits . 
schaft, has had, we understand, a successful year's work. The net 
кон for the year endicg March 31st, 1898, after writing off for 

epreciation, doubtful debts, and for the whole of the furniture, cost 
of accumulátors, dynamo, wires, &c., was £2,304. The reserve fund 
has been increased by £750; £490 has been distributed to directors, 
managers, and as bonuses to employés, and a dividend declared of 
10 per cent. 


Electric Horse Promotion Syndicate.—The Star of 
17th inst. says that the directors of the Electric Horse Promotion 
Syndicate, Limited, ' have returned to subscribers for the shares the 
amounts cf their subscriptions. We also learn that the inventor of 
the electric horse apparatus, Mr, A. Н. R. Pulman, through bis 
solicitor, Mr. Sydney O. Peters, of 81, Cannon Street, E.C., has 
given notice for the rescission of the contract, dated February Ich, 
1898, for the sale of the patent rights of the said invention.” 


Eastern Extension, Australasia and China Tele- 
graph Company.—The directors of the Eastern Extension, Austra- 
lasia and China Telegraph Company, Limited, bave declared an 
interim dividend for the quarter ended March 31st last of 2s. 6d. per 
share, free of iccome-tax, payable on July 15th. The coupon on the 
company’s 5 per cent. Australian Government subsidy debentures, 
due on Joly lst next, will be paid on and after that date at Messrs. 
Barclay & Оо.'в bank. 


The Shannon Electric Power Syndicate, Limited.— 
Bir Henry Grattan-Bellew, Bart., of Mount Bellew, County Galway, 
has been elected to the directorate of this syndicate, in place of Mr. 
J. Bannatyne, resigned. 


TRAFFIC RECEIPTS. 


The Bristol Tramways and Carriage Company, Limited.—The for the 
week ending June 1 th, 1898, were £2,835 12s. 4d.; correspo period, 
1897, £2,441 бв. 4d.; increase, £394 6s. 


The City and South London Railway Company.— The receipta for the week end - 
ing June 19th, 1808, were £974; week ending June 90th, 1897, 21,098; 
decrease, £119; total receipts for half-year, £95,532 ; corresponding 
period, 1897, £25,308; increase, £224. 


The Dover Corporation Electric Tramways.—The receipts for the week 
2 A une 18th, 1898, were £152 68. 93.; total receipts to June 18th 1898, 
851 28. 6d. 


The Dublin Southern District (Electric) Tramways Company.— The receipta for 
week ending Friday, June 10th, 1898, were £748 2s. 5d.; corresponding 
week last year, £14 Os. 9d.; decrease. £65 188. 4d.; passengers carried, 
110,908; corresponding week last year, 121,965; aggregate to date, £11,71 
128. 6d ; aggregate to date last year, £12,362 Gs. 4d.; decrease to date, 
#Є50 13s. 10d.; mileage open, 8 miles. 


The Liverpool Overhead Railway Company.—The receipts for the week ending 
June 19th, 1898, amounted to £1,440; corresponding week last year, 
£1,359; increase, £51. 


The Western and Brazilian Telegraph Company, Limited.—The receipts for 
the week ending June 17th, 1898, after deducting 17 per cent. of the 
gross receipts payable to the London Platino-B ian Telegraph Com- 
pany, Limited, were £2,982. 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Stock | Business done 


| | | 
Present or Dividends for Closing Closing g 
NAMB. , , 
Issue. | Share.) the last three year. | guo E ee Tune Sind, 
| 1806. | 1°98. | 1897. | est. Lowest. 
137, 400% African Direct Telegraph, 4 % Debs. she si T | 100 4% | vee | ... 1100 —104 100 —104 igs es 
25,000 | Amazon Telegraph, shares  ... - hos кая — ÉL — 2 7— 8 2— 74 
125, 000 Do. do. 5 % Debs. Red. ... its ке .. 100 | 93 — 96 93 — 96 кз 
923, 960] Anglo-American Telegraph  ... sa А б .. Stock £2 9s £2 138 3 % 64 — 67 | 64 — 07 651 |... 
8,038,020! Do. do. 6% Pref. diet ды . . Stock £4 18s £5 68 6 116 —117 116—117 1174 | 116 
3,088,020! Ро. йо. Deferred... - wi e. Stock E | ae | 16}— 162 | 164— 162 168 | 164 
130,000 Brazilian Submarine Telegra 1017 1% 17 Ф | 154— 16 | 154— 16 154 | 165, 
75,0001 Do. do. a Debs. 2nd series, 1 1906 | 100 5 | -. |! .. {112 —116 112 —116 ae iu^ 
. 44,000 | Chili Telephone, Nos. 1 i i sa i 5 4% 4 @ Sut 21— 3} 23— 3} 
10,000,000$ Commercial Cable 8100 7 % 8 8 % 180 —190 180 —190 t 
918,2971 Do. do. Sterling 500 year 4 % Deb. Stock Red. Stock ... ! .. . 105 —107 105 —107 106 
224,850 | Consolidated Telephone Construction and манын 5 14 2 M — — 
16,000 | Cuba Telegraph .. n A ы ns 8 8 7 64— " i " 
6,000 Do. 10 Ф Pref. .. es з - эй 10 10 10 10 144— 154 | 144— 154 15 
12,931 | Direct Spanish Telegraph a р 954 4 4 4 — 5 4 — 5 
6,000 Do. do. 10%, Cum. Pref. ©. «| 6 10 % 10 95 10 10 — 11 [|10— 11 M ne 
30,0007 Do. do. 44 % Debs., Nos. 1 to 6,000 . 50 | 44 44% | 44% поз —106% 103 —106% | ... на 
60,7101) Direct United States Cable .. 2012195 | 24% | . | 104— 11 104— 11 11 | 10j 
120,000 Direct West India Cable, 44 Y Reg. Deb. S e 100 — . 101 —104 101—104 Ya К? 
400,000 | Eastern Telegraph, Nos. 1 to 400,000 · 9 wwe 10 63 64 i 174— 171 174— 172 178 178 
70, 000 Do. в Cum. Pref. 10 | 6 6 184— 194 | 184— 1 P5 m 
89,900 Do. Debs., repayable August, 1899... | 100 | 5 % 5 .. 101 —104 101 —104 
1, 902, 615“ Do. Mort. Deb. Stock Red. ... Stock 4 4 ф : 128 —127 123 —127 124 dd: 
250,000 ada 3250 ( Australasia, and China Telegraph ... | 10 7 7 7% | 174— 18 171— 18 | 174 173 
o. 5 us. Gov. Sub.) Deb., 1900, red. ann. | 
25,2001 rad E шү 640 3,0784826 ] 100 5 25 5 % 5 % 100 —104 00 —104 : 
100,500 Do. do. Bearer, 1,060—3, 975, 4, 827—6,400 100 | 5 $ 5 Ф 5 Ф 101 —104 |101 —104 
820,0001 " Do. 4 95 Deb. Stock " ... Stock 4 4 4 126 —129 124 —128 
astern and South African Telegraph, 5% Mort. Deb., Шек 
G0, 100 1900 red. ann. drgs., Reg. Nos. 1 to 2,343 } 100 5 % | 5 % шы Ee ae 
48, 500 Do. do. do. to bearer, 2,344 to 5,500 100 5 © | 5 .. |101 —104 101 —104 
800,000! Do. 4 95 Mort. Debs., Nos. 1 to 3, 000, red. 1909 | 100 | 4 4 . . {101 —104 101 —104 P 
200, 000. Do. 4% Reg. Mt. Debs. (шг Sub. pt 1—8,000 25 4 4 .. 105 —108% 1104 —107% | 104 2 
180,227 | Globe Telegraph and Trust e 10 | 4$ 4 44 114— 12 | 114— 12 114 | 118 
180,042 Do. do. 6% Pref. ves - *. | 1046 6 6 16#— 17} | 16#— 171 174 | 16% 
150,000 | Great Northern Telegraph, of оров звена ... | 10 10 10 10 29 — 30 294— 304 20% | ... 
160, 0001 né 3 195. до. 5% Debs. ... | 100 5 5 5 100 —103 100 —108 тА 
ах ап ermuda Cable, "n 1st. Mort. Debs., 
97,000 P } 10. 99 —104 | 99 —104 
17,000 | Indo-European Telegraph  ... vet ..| 25 10 10 10 50 — 58 50 — 68 -— 
100, 000 London Platino-Brazilian Telegraph, 6 % Debs. .. ... | 100 6 6 6 108 —111 108—111 Pus 
28,000 | Montevideo Telephone, 6 95 Pref., Nos. 1 to 28,000 7 5 4 4 4 21— 22 21— 2i gus 
484,597 National Telephone, 1 to 484,597 ... - is 5 53 54 6 5§— 58 — 6j 54 
15,000 Do. 6 Cum. Ist Pref. ... E . 1016 6 6 15 — 17 16 — 17 els 
15,000 Do. 6 % Cum. 2nd Pref. ... 10 | 6 6 6 16 — 17 15 — 17 16 15 
250,000 Ро. 5 % Non-cum. 3rd Pref., 1 to 250,000 5 5 5 5 6à— 56 58— 608 53 5% 
1.329, 4711 Do. 33 % Deb. Stock Red. T Stock. 34 34 34 101—106 101—106 1041 | .. 
171,504 | Oriental Telephone and Elec., Nos. 1 to 171,504, fully peid 1 | 5 5 5 2 f— 1 ti 
100,0001| Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000... | 100 4 4 4 105 —108 {105 —108 285 
11,839 Reuter’s ... 2s 8 | 5 5 5 8— 9 8— 9 К 
3,381 | Submarine Cables. Trust M 98 T p .. Cert. .. m . |136 —141 136 —141 
58,000 ! United River Plate Telephone ' ies "n -— 5 4 S 4 — 4j 4 — 
146, 7331 Do. do. 5 96 Debs. ... on ... Stock б se .. 104 —107 104 —107 
15,600 West African Telegraph, 7,501 to 28,109  ... Чез ..| 10:4 nil nil 34— 44 84— 44 
218,4001 Do. do. 5 ＋ Debs. . M Pr ... | 100 5 5 5 99 —102 99 —102 E од 
64,269 | Western and Brazilian Telegraph  ... oux 8 ..| 15 ' 8 2 34 11g— 12}xd} 114— 12ха | 11$ | 114 
33,129 Do. do. do. 6 & Pref. Ord.. sul n 5 5 5 7 Таха 71—  "ixd А 
33,129 Do. do. do. Def. Ord. 74 1906 | nl 4 — бха | 44— бха 4 
389,521 Do. do. do. 4 95 Deb. Stock Red. Stock| ... o .. |104 —107 104—1 
88,321 | West India and Panama Telegraph . 10| ¢ 1 2 2 —^ 2 ё 
84,563 Do. do. 2o 6 6% Cum. Ist Pref. . . . 1016 6 6 71— 8 7— 8 714 
4,669 Do. do Cum. 2nd Pref. ... 10 6 6 | 6 5 — 7 5 — 7 
80,0001 Do. do. d 5% Dae. Nos. 1 to 1,800 | 100 5 5 5 106 —109 |106 —109 
1,163,0008| Western Union of U.S. Telegraph, 7 1st Mort. Bonds 51000 7 7 7 105 —110 105—110 
160, 1001 Do. do. do. 6 % Ster. Bonds ... | 100 | 6 6 6 % 100 —106 |? —106 | 
| 
: ELECTRICITY SUPPLY COMPANIES, 
| 
20,000 Charing Cross and Strand Electricity Supply TO i | 5 5 % | 6 % ' 7% | 12—13 11 — 12 12 | 118 
20,000 | Do. do. do. do. 44 95 Cum. Pref. 5| | "E ox 64 в — Ж 
26,000 *Chelsea Electricity Supply, Ord., Nos. 1 to 10,277... e: 51595 5% 6 & : 8— 9 | 8j 74 
60,000 Do. do. do. 44 % Deb. Stock Вей... Stock 44% | 44% ! 44% 115 —117 115 —M7 | .. | 
50,000 City of London Electric Lighting, Ord. 40,001—90,000 ... 10 5 | 7 10% | 20 — 27 25 — 28 264 | 23i 
10,000 Do. Prov. Certs. Nos. 90,001 to 100,000 £5 ‚1 10 | Ке | . | 18 — 19 174— 184 18 155 
40,000 Do. : Cum. Pref., 1 to 40,000 ... ! 1016 l6 & 6 & 164— 17 15 — 16 | 16 16 
400,000 ^ Do. Deb. Stock, Scrip. (iss. at £115) all paid | 5 5 5% 6 Ф 129—134 127 — 132 1304 | 1 
30,000 County of Lond & Brush Prov. Elec. Ltg., Ord. 1—30,000 10 nil nil nil 13 — 14 12 —13 138 12 
106000 Do. do. do. Nos. 30,001 to 40,000 £4 paid. | 10 4 61 6 — 7 66 6 
20,000 Do. do. do. 6 % Pref., 40, 001 —60, 000 10 6 $ | 6% | 6 & | 144— 154 | 14 — 15 | 144 | 14 
17,400 Edmundsons Elec. Corp., Ord. Shares 1—17, 400 £4 paid 5 pons fai 34— 44 34— 44 on 
10,000 House-to-House Electric Light Supply, a 101 to 10,100 5 4 84— 94 | 8— 9 84 72 
10,000 Do. do. 7% Cum. Pref... | 5 7% 7 95 T% 104—114 94—104 |... 
62,400 „Metropolitan Electric Supply, 101 to 62,500 ' 1014 5 6 | 15 — 16 14 — 15 15} | 134 
220,000 Do. 44 V First Mortgage Debenture Stock. 43% ' 4495 4% 117 —121 117 —121 | 119] | .. 
6,452 Notting Hill Electric Lighting . 10 2 4 6 174— 184 15 — 16 буз | - 
81,980 St. James’s and Pall Mall Electric Light, Ord. — ... 5 73% 10% 1445, | 16 — 17 15 — 16 | 16 | 15 
20,000 | Do. do. 7% Pref., 20,081 to 40,080 5 7 7 7 9 — 10 9—10 | 83 
50,000 Do. do. 4% Deb. Stock Red. Stock! M — 4 107 —110 1107 —110 107 
48,341 South London Electricity Supply, Ord., £2 paid ... pss 5 2— 2 | 2— 23 | 28 23 
79, 900 | Westminster Electric Supply, Ord., 101 to 80,000 we | 6 | 7 % 9 Ф 15 Ф 15 — 16 | 144— 15 | 16 124 
* Subject to Founder's Shares. + Quotations on Liverpool вок Exchange. 
1 Unless otherwise stated all shares are fully paid. ll Dividends paid in deferred share warrants, ent used as capital. 


Dividends marked $ are for a year consisting of the latter part of one year and the first part of the n 
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SHARE LIST OF ELECTRICAL COMPANIES— Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 
Stock Spice i Business done 
Present NAME. or Dividends for one 1 during week 
Issue. И the last three years. Ne 15th. | Pi ne 22nd. и, ТР 
Е === Р у О) s m x 83 а бый ы ОРТО ТРЕ РЕЧИ" 
| | 1895. 1890. 1807. | Highest. Lowest. 
30,000 | British Electric Traction з vas з so we. AQ -— 151 — 164 | 16 — 164 16{ 16 
| Do. do. 6 95 Cum. Pref. 30,001—40,000 |! 
90993 £7 pd. (issued at £2 10s. prem. all pd.) | TE bse a 28 а 
00,000 | Brush Elecl. Enging., Ord., 1 to 90,000 e „ By BRB! ий ый | 1ў— 2 1#— 2 "M 
90.000 ! Do. do. Хоп-сип. 6% Pref., 1 to 90, 000 2 3% mu 4% 2\— 23 21— 2d ^ bie 
125, 000“ Do. do. 44 95 Perp. Deb. Stock . Stock . 110 —114 110 —114 Те T 
90,000 Do. do. 44 % 2nd Deb. Stock Red.. Stock apt 101 —104 1101 —104 II 
19,894 | Central London Railway, Ozd. Shares en iv T | BOT: qx 4 Ps | 97— 10} 9j— 104 104 | 10 
129.179 Do. do. do. 46 paid Vx ul ЫИ} pm | a 51— 64 517 — 64 6 585 
59,254 Do. do. Pref. half-shares £1 paid „ Ы \ | 14— 14 14— 1{ | .. 2655 
67,6 Do. do. Def. do 435 paililllkl.. 44 4 ape d e a 
630.000 City and South London Railway — "mt xs . . Stock 148% 1449 14% 68 — 71 68 — 71 BHI 
22,500 . Do. do. Ord. shares, Nos. 1 to 22,500 €2 pd. 10 ... е P | 1ў-- 24 | 1#-- 2] | .. 
wm Crompton & Co., 5% Ist Mort. Reg. Debs., Т to 743 of J. | " | | 
1 | “C100, and 901 to 1,070 of £50 Red. Ber 3a | „„ 

99,261 Edison & Swan Utd. El. Lzt., ' A" shares, £3 pd. to 99, 261 5 3 9$ 21— 27 31— 234 | .. © 
17,139 Do. do. do. „A Shares, OI 017,139 5 5 % 53% FE iue 55 Е 
194,023 | Do. do. do. 4% Deb. Stock Red. 10) му 103 --105 108 —105 ad n 
110,000 Electric Construction, 1 to 110,000. ... T jus 2 5% 6% 21-- 2% 24— 21 211 28 
16,343 | Do. do. 7 96 Cum. Prof., 1 to 16,343 2 7% 7 e | 33— 32 31— 338 | 31 | 

111,100 Do. do. 4% Perp. Ist Mort. Deb. Stock . Stock | a | 106 —108 106 —108 | 
91.196 Elmore’s Patent Copper Depositing, 1 to 70.000  ... et Die. ds —— e 50 d4— 4 ]— 4 
67,275 Elmore's Wire Manufacturing, 1 to 69,385, issued at 1 pn. 2 .. | 8— 8 1— à | 
9.6001 Greenwood & Batley, 7 Y Cum. Pref., 1 to.9,600 ids | 10 108% 7% 7% 9 — 11 9 — 11 Si p 
12,500 Henley's (W. T.) Telegraph Works, Ord. - 10 8% 10% 1295 211— 224  214— 221 | 22] 208 
3,000 Do. do. do. 7% Pref. ... w= 10, 7% 7 9 7 Y 184— 194 184— 199 199 
50.000 Ро. do. do. — 44 Mort. Deb. Stock... Stock 4495 42% 4495110 —115 — 110 — 115 " 
20,000 India-Rubber, Gutta-Percha and Telegraph Works . | 10 10 „ 10 % 10 „ 21 — 22 31 — 22 | 
300,000 Do. do. do. 4% lst Mort. Debs. 100. ... kd .. 102 —106 102 —106 . 
37,500 tLiverpool Overhead Railway, Ord. ... те - . 10 23% 23% 34% 10% — 10% 104. 100 
10.000 f Do. do. Pref., £10 paid 10 5% 5% 59, l5j— 161 157— 1h 
37,350 Telegraph Construction and Maintenance ... " .. 12 15% 15% 15 % 35 — 3H 35 — 38 37 
150,000 Do. do. do. 5 % Bonds, red. 1899 | 100 5 % 5% 5 25102 —105 102 —105 , PA 
540, 000“ Waterloo and City Railway, Ord. Stock  ... gdi .. 410100 8 2 124 —127 116 —119 1201 115 


! 


+ Quotations on Liverpool Stock Exchange. 


= — — — — — ee — — — 


* Birmingham Electric Supply, Ordinary £5 (fully paid) 104. 

House-to-House, 44% Debentures of £100, 105- 108. 

Kensington and Knightsbridge Electric Lighting, Ordinary Shares 
£5 (fully paid) 12—14; let Preference Cumulative 6%, £5 
(fully paid), 74—84. Debentures, 107—110. Dividend, 1897, 
on Ordinary Shares 10%. 

* From Birmingham Share List. 


THE MUNICIPAL ELECTRICAL ASSOCIA- 
TION, 1898. 


ELECTRIC TRACTION. 
By Rost. C. Quin, A. I. E. E., B.E. and T. Engineer, Blackpool. 


IT goes without saying that the subject of electric traction is so 
important and extensive that it is impossible to deal with it compre- 
hensively in a psper of this description. The author propcses, 
therefore, to set forth as briefly as possible the salient points of 
the subject and to invite discussion upon them, rather than to detail 
at length any particular system or systems of electric traction. 

Rcead.—In the anthor's opinion, the road, or permanent way, is one 
of the chief factors which determine the success or failure of any 
electric traction undertaking, inasmuch as its condition will have a 
much greater effect проп the maintenance costa, and consequently, 
tLe financial result, than wculd probably be the case with any other 
system of traction. 

Considerable difference of opinion seems to exist as to how this 
track should be constructed — whether the rails should be 43 lbs. per 
yard as upon the Giant's Oauseway line, or 92 lbs. yard as 
upon the Blackpool line— whether the gauge would 3 feet or 
standard gauge. 

The weight of the rail must, of oourse, be p oned to the 
weight of the cazs running thereon, and to the soil upon which the 
rails are laid; but it would a to the author that the present 
practice errs too much on the side of lightness. 

It will be admitted on all hands that smooth running is essential 
to the longevity of the rolling stock ; and that this cannot be attained 
without rigidity of construction, smoothness of running surface, and 
accuracy of gauge. 

In order to insure these desirable ends it is essential, ia the first 
place, that the track should be well laid on a good solid foundation, 
accurately gauged, and substantially cross-tied. The usual cross-tie 
for tramways Ee is 14 inches by 4 inch strap hammered round 
at each end, and threaded and bolted through the web of the rails; 
but at Hamburg—at which place it has been the author's privilege to 
investigate the permanent way constraction—things are done on a 


Dividends marked § are for a year consisting of the latter part of one year and the first part of the next. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


; Unless otherwise stated all shares are fully paid. 


London Electric Supply Corporation, £5 Ordinary, 34, --t. 

+1. Parker, £10 (fully paid), 15. 

Yorkshire House-to-House Electricity, £5 Ordinary Shares fully 
paid, 8}3—8¥. Dividend for 1896—6%. 


— — — — Á— — 


decidedly better pue Here the rails, which weigh 106 lbs. per 
yard, are cross-tied by an I shaped girder, 4 inches deep, which passes 
under the bottom flanges of both rails, and is secured at each end by 
two substantial and adjustable chairs. These ties are placed about 
6 feet apart. 

The rails also are not butt jointed, but have a half and balf lap 
joint, with a longitudinal cut through the web about 10 inches in 
length. The fish plates securing these are 2 feet 10 inches long 
fastened by six j-inch bolts. The fish plate on the tread dide of the 
rail passes under the bottom flange as far as the web. 

This class of rail joint is one which, in the author's opinion, very 
nearly approaches the ideal. It has nnbroken running surface, is 
rigidly constructed, and has a large rail to rail contact. 

The cross-over roads at Hamburg are also of unique construction. 
At these points the groove of the rail is gradually shallowed until at 
the actual crossing point it is 1 inch as against 14 inches at other 
parts of the rail. The flange of tbe wheel projects 1 inch; hence at 
these points continuity of running surface is attained by riding on 
the flange of the wheel. 

Generator.— Shall it be bigh speed, slow speed, dircct coupled, belt, 
or rope driven: if with the latter shall the fly-wkeel bs placed 
upon the engine or tte dynamo—are questions which have been ably 
dealt with in the technical press by Mr. J. 8. Raworth. On the 
haar of fly-wheels, the author begs to state ^is opinion that the 

y-wheel should be left at the factory, as there is quite sufficient fly- 
wheel effect in a tramcar. The author further ventures to suggest 
that what is required is not so much uniform speed of the engine, or 
uniform E. M. F. of the line, as uniform motion of the tramcars, and, 
in his experience, neicher of the former are absolutely essential to 
the attainment of the latter. 

Slow speed engines, direct coupled and belt driven alike, are doing 
good service in traction work, both in this country and on the Oon- 
tinent. But of these, so far as regards modern plant, he cannot 
speak from personal experience. He has witbin his charge for light- 
ing purposes, however, engines varying in speed from 80 to 5,000 revo- 
lutions per minute. The traction plant ів of tbe latter order, i. e., 
direct coupled, Parsons steam turbines, electrically governed. These 
turbines have been working since June, 1897, to the present time, and 
seem well adapted for the p Their efficiency is extremel 
good ; the attention and cost «f up-keep at present extremely 
while the automatic regulation is everything that could be desired. 
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The extent to which this range of regulation is called upon de- 
pends, of course, in a very large measure, upon the weight of the 
cars, the number of starts per hour, the gradients, and, finally, the 
starting gear. 


MOTORS.— QSARING AND STARTING ARRANGEMENTS. 


Motors.—The motors for traction purposes should certainly be of 
the enclosed type, as far as possible watertigbt; and their capacity 
such as to enable them, on an emergency, to develop, for short 

ods, at least three times their normal power. 

The track, carrying the motor or motors, should be rigid in con- 
struction —flaxibility being given solely to the supporta of the car 
body, and of the motor. 

The efficiency of a traction motor, though, of course, an important 
point, is not of such great moment as with stationary motors. The 
question of weight, as well as efficiency, has to be considered ; and 
the question, after all, amounts solely to how much er it will 
require to move the total weight of car, equipment and passengers, 
& given distance at a given speed, on a given length of track. 

he efficiency, again, should be greatest at certainly not more than 
three-quarters of the maximum power of the motor, or preferably at 
ite usual working load. 

The arrangements for oiliog should be such, that while giving 


efficient lubrication, oil should rot be able to obtain access to the 


inner po:tion of the case. Certain makers of traction motors now 
cover the bottom coil of the field magaet with sheet lead. This isa 

preventative of failure due to the access of moisture, dirt, or 
oil; but it would be better if these could be entirely excluded. 

Ia the author's experience the weakest point in a traction armature 
is at the janction of the winding and the commatator. Great flexi- 
bility should be allowed at tbat point, and the armature coils and 
laminations cannot Ыз too rigidly fixed. The sndden starting with 
heavy loads on сату gradienta is very apt to spring the windings, 
and snap their oonnection with the commutator. 

There seems at present to be no settled practice as to the number 
of motors to be fixed upon a car. The author considers, however, 


that two motors should always be installed, either of which should - 
be eufficiently powerful to take the car home in case the other beaks - 
Farther, that the ttarting arrangements should be such, that 


down. 
the two m ‘ors are placed in series with a resistance, and with one 
another at starting, and that under normal working conditions they 
should! ba ia parallel, series- wound motors, of course, being used. 

The question of gear now appears to be reaching finality, but it has 
pe:sedi through many phases. Ia the early days chain gear was 
generally adopted with doub‘ful success. Worm gear followed, but 
seems now to be gradually giving way: before spur gearing. 

The tramcars in the author's charge are at present all driven by 
worm gear. Tbe worms are steel, 42 pitch, haviog three parallel 
threads. The worm wheels are gun metal The whole is contained 
in an. oil case. The worm is fitted with end thrust ball bearings. 
Worm gearing, if well fitted, is efficient, but the wear aud tear are 
great, во that it does not long remain in an efficient condition. The 
worm gear is now being replaced by single reduction gear. 

The nature of the controlling gear has an important bearing upon 
the economic working of a traction system. It has not only an imme- 
diate effect upon the revenue account, but affects also the life of the 
motors and of the generators, not to speak of the comfort of the pas- 
sengers. Moreover, with good controlling starting gear, the maximum 
current taken momentarily by the car is considerably reduced, and 
with many cars working, and therefore many cars starting simul- 
retail the amount of generating plant is most appreciably 

965 


maximum were not to exceed the normal 


rators. But, not to be beaten, he repeated the operation uuder some- 
what different conditions. The car was now equipped with a serics 
p controller—the motors being the same. Ола this occasion 

was successful, as on all subsequent occasions when this experiment 
was tried. 

Cars —Double-deck cars are almost invariably used in England for 
urban tramway purposes. Tae practice, however, on the Continent 
is just the reverse. With the exception of Paris, sipgle-deók ears 
seem to be the rule. The correct six? of a car and the number of 
passengers it should carry, are questions which cannot be settled 
until the conditions of traffic are known. If the line is double 
throughout a large number of cars can be conveniently worked. If it 
is a single line, and 1 the workable number of cars becomes 
limited, and their cap therefore must be proportioned to the 
requirements of the traffic. | 

If the amount of traffic varies within wide limits during certain 
portions of the day, or at certain seasons of the year, it would appear 
to the author advisable to a‘tach trailers to the motor cars at those 
one rather than to carry a heavy dead load of car weight the whole 

me. 


While on this t, the author would suggest that some better unit 
of efficient working might be established than the cost per car mile.” 
What is a car mile? Is it a trailer car carrying 15 passengers and 
Weighing 3 to 4 tonc; a motor car carrying 30 passengers, aud weighing 


. plates and bolts m 


7 to 8 tons; or a motor car carrying 80 to 90 passengers and weighing 
anything up to 23 tons? He would suggest “ton mile” as a better 
unit. 

System of Feed.—The preceding remarks apply with equal force to 
all methods of electric traction, but the most debatable feature in 
the qrestion is the means to be adopted cf conveying the energy 
from the generator to the motor. | 

Tbe trend of technical, as also of public opinion in this country, 
appears to be in favour of overh It is, the author believes, 
admitted by all that it is the cheapest method; but some have qualms 
as to its sightliness and safety. These points it is obvious, with a 
little skill and forethought, can be easily provided for. 

Strong s of ornamental constraction are now obtainable, and 
when used for the joint purpose of lighting the street and supportiog 
the overhead condactor cannot be objected to by the moet critical. 

The overhead line must always be in evidence, but it is remarkable 
how accastumed one can become to it, so much so as not even to 
notice its presence. 

The best means of ensuring safety is good work, first-class mate- 
rials, aud sound construction. The gauge of the trolley line should 
be not less than 000 S. W. G, althougk 0 (B. & S.) appears to be the 
general thing on the Continent. 

Two overhead conductors should be provided even for single lioe 
and loops, being, the author considers, cheaper in the end than spring 
frogs and other expediente. 

Section blocks should not, under any circumstances, be placed in 
curves, also they should ba provided (when trolleys are used) with 
gaard checks to prevent the trolley wheel jumping the line when 
passing. 

The span wire system of support appears best suited to high rates 
ot speed. and is convenient in narrow streets where supports can be 
attachel to the houses, but it necessitates a great number of strain- 
ing wires at curves which are not sightly. 

The life of the overhead line is greatly affected by the class of con- 
tact making apparatus which is employed. Certainly, the life appears 
longer with the rolling wheel than with the sliding bar. Whether 
the advantage which the bar has at curves and janctions sufficiently 
compensates for this, the author cannot say. 

With a trolley line well erected and fitted with guard cheeks at 
cross-overs and junction frogs, there should be little risk of the trolley 
wheel jamping the line, but nevertheless, such a contingency must be 

rovided for. In the first place, the trolley head, when free from the 

ine, should not be able to rise to any great extent from its working 
position. Ia the second place, should it happen that the trolley jum 
the line when the car is proceeding at high speed, and the head of the 
trolley locks against one of the supports (either bracket arm or span 
wire), something must give way. What will prove to be the weakest 
Нак cannot, of course, be given for certainty, but should it hap 
to be the trolley standard, accidents are likely to occur. The author 
suggests that it would be best to provide the weakest link in the shape 
of a loose trolley head, and that this trolley head should be anchored 
by an insulated cord to the trolley arm, say, 3 feet from the top end, 
The only result then of the locking of the trolley head would its 
dropping f ces from the arm. 

It is necessary, where telephone or telegraph wires crossing the 
overhead conductor, to provide some means for preventing these 
wires, in the event of their falling, from making contact with the 
overhead conductor. There are two ways of doing this: the first is 
to fix an insulator, such as a wood or other moulding, on the top of 
the conductor at those points; the second is to suspend above the 
trolley line one or more guard wires. These latter seem to be pre- 
ferable, as in practice the wood moulding works loose, and makes 
considerable noise vibration when the cars are paming. The 
guard wires should bə stranded and capable of withstanding as 
great a stress as the trolley line itselt. They should, the author also 
considers, be efficiently connected to earth. If this is so, a tele- 
phone wire coming in contact with tbe overhead line and the 
guard wire causes a short circuit and a cut-out at the generating 


tation. 


With overhead system a rail return is almost invariably used, and, 
therefore, the question of bonding and of the earth circuit should be 
considered at this point. 

For all practical pt de ne the oonduotion from rail to rail by flsh 

ust be neglected, and it becomes necessary to pro- 
vide electrical bonds across these rail joints of the same equivalent 
area as the 

The rails the author is now using bave an area equivalent to a 
square iach of copper. The bonds consequently should have this 
section. Under these circumstances it is preferable to use two bonds, 
as one of a square inch section would be inconvenient. 

The heads of the bonds should have a contact area of at least 24 
square inches, and should be of such construction as not to reader 
them lisble to work slack. It is a good thing, in calculating the fall 
of potential u a given line, to allow 20 per cent. for increased 
resistance due to the slackening of the bonds. Even with this bond- 
ing, unless the disposition of the gas and water mains has been care- 
fally considered, the Board of Trade limit of strsy earth current is 
likely to be exceeded. 

It a gas or water main crosses the track or approaches the vicinity 
thereof, and from that point takes a shorter route to the neighbourhood 
of the staticn earth than do the tramway rails, or bas along that line 
of route a less resistance than the corresponding tramway return, it 
will tak» a greater proportion of the current than is allowable ; then, 
parallel to that gas or water main, an insulated conductor should be 
laid from the point of the tramway rails above mentioned to the nega- 
tive terminal of the dynamo. 

Conduit.— The local conditions gi | for the successful wor 
of a conduit system are, the author considers, freedom from sand an 
mud on vhe roads, drainage, and a wide slot. The conductor 
should not be visible from the surface of the street, and should be fre- 
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quently supported on insulators. It is necessary to have a wide groove 
in order to obtain an efficient form of collector or plough, as not only 
has it to contain the insulated conductors, but it must also be 
mechanically strong. The groove of the conduit should in all cases 
be parallel to the lines, and the conductor should not be continued 
across the points or cross-overs, as in these cases it would necessarily 
be exposed. 

Generally, conduits contain two insulated conductors, and this, to 
the author, seems preferable. It cannot be said that conduit systems 
have, up the present, been successful enough to warrant their general 
adoption. Recently, the author inspected four different conduit 
systems, but only two of these were then workiog. 

The initial cost of a conduit system varies from 30 to 200 per cent. 
in excess of the cost of an overhead system, and the up-keep, even 
where the conditions are favourable, is about 10 per cent. greater 
than with the overhead. 

Accumulators.—The accumulator system of traction certainly pos- 
senses very great advanteges, the principal of which is that the 
service of cars is not dependent on the maintenance of ore system 
of feed, each car being entirely independent; but we have carefully 
to consider at what cost this independerce is obtained. Tae crux of 
the whole question is the cost of carrying a useful load of passengers 
a certain distance, and for this purpose it is as well to see how the 
question is affected by the adoption of storage cells. There are three 
heads under which additional expenditure is entailed; first, the 
interest upon the additional capital required for the installation of 
the cells, and also their depreciation; second, the cost of propelling 
the additional dead losd; third, the inefficiency of the cells. 

With cars running all day with one charge, the weight and cost of 
cells are both very great as a comparison of the cars used in Dresden 
for overhead line only, and of the cars at Charlottenburg for accu- 
mulators, will testify. Dresden cars, carrying 40 passengers, weigh 
8 tons; Charlottenburg cars, carrying 42 passengers, weigh 23 tons. 
In both cases the useful load of gers is approximately 3 tons. 
The cost of the accumulators used on the latter cars is about £750 
per car. 

‘The cost of traction accumulators varies from £75 to £125 per ton, 
the former е being for rapid charging and discharging short- 


cells. 

The author was much interested in the statements made by Mr. 
Epstein in his Institution paper (on the authority, he believes, of the 
Hanover Tramway Compeny) that the cost of the accumulator 
system of working there was only ‘2d. per car mile greater than the 
overhead system, and he must confess, when making bis recent visit 
to Hanover, he did so with the intention of ascertaining how that 
2d. was arrived at. To a certain extent he was unsuccessful, the 
cost of the up-keep of the cells not being obtainable; but he believes 
that the fi 
disprove that statement. 

There is in Hanover one line of rather less than 10 miles worked 
entirely by accumulators, the cars working that line being also 
equipped for the overhead, so that they are interchangeable with cars 
working on the combined system. They weigh 114 tons, and carry 
36 passengers. The time occupied in running corner exclusive 
of charging and stoppages, is 45 minutes. The charged at 
two stations en route, at one of which eight minutes charge is given 
at constant potential, and at the other 25 minutes. The accumulators 
are placed under the seats, each car being fitted with 208 cells of 
Tudor type, and there are three plates in each cell. The weight of 
these cells is approximately 2 tons, and the installation cost of each 
car £200. The energy taken per car mile on this track was 1'5 units. 

Although the up-keep cost of the cells was aot obtainable, the 
average life of the cells was given at about 18 months, and, more- 
over, additional cars have to be provided on the accumulator line, as 
several cars are always occupied charging. 

There is also another line at Hanover worked on the overhead 
system. Here the cars carry 32 passengers, and weigh 6 tons. The 
encrgy taken per car mile of these latter cars was 68 units. 

On the combined overhead and accumulator system, with cars similar 
to those in use on the accumulator line, the energy taken per car mile 
was 1°37 units. 

Leaving the initial cost of the accumulators out of the question, 
ur m ud “е оп n 3 ко ri be 5 

1 charging low capacity which are y the only 
ones worth considering), the weight of cells for a five miles’ journey 
with one charge is about 1 ton for every 3} tons of car and pas- 
sengers. Therefozc, with a car and passenger load of 13 tons, we 
must have 4 tons of accumulators. As every ton mile on a given 
road requires the same expenditure of energy, it follows that the 
energy given to tbe motors to propel this car will have to be increased 
approximately 30 per cent. 

Dpinions er as to the efficiency of these cells, but generally the 
users of them consider that the watt-hour efficiency is about 60 per 
cent., and the author does not think the figure is far wrong. There- 
fore, the energy of charging these car-carried cells has to be increased 
117 per cent, cwing to their inefficiency and weight. Farther, the 
мет rit tear of the road and cars is increased by the additional 

The life of the plates of the cella is variously given by the users as 
from one to two years, by the representatives of the makers as from 
two to three years; but the majority of the users do not find much 
difference between the life of positive and negative plates. The cost 
of the up-keep cf cells is given by the various tramway companies 
using them, at from fd. to 33d. per car mile, and the author thinks 
& fuir average may be tsken at 14d. Assuming the cost of current 
to be 75d. per unit, and 7 cf a upit to be taken without celle, 
figures the author does not think advccates of accumulators will 
cavil at, the cost of energy with the overhead system would amount 


to 325d., and with accumulators to 1˙14d., or an additional cost 
of 62d. 


res which he has obtained are sufficient to effectually 


This added to 144. for the up-keep of the cells per car mile, gives 
us the additional cost of 2:12d., neglecting the extra wear and tear of 
the cars and road. 

Now oonsider the capital cost. The overhead system per mile of 
double track costs complete, including bonding of the rails, steel 
posts (on span wire or bracket system) about £1,600. If these posts 
are used for street lighting pu the cost of the posts should 
be divided equally under the two heads, reducing the overhead cost 
to £1,000 mile of double track, with a 2j minutes’ service, and 
cars travelling eight miles hour there will be six cars on the mile 
section, and, with the weight of the accumulators given, each car 
would cost £300 to equip, or £1,800 per mile of double track. 

Again, if charging stations were adopted with, say, 15 minutes’ 
charge, six additional cars would be required at an additional cost 
per mile of £560, making altogether a sum of £2,360 per mile. 

With a slow service of cars the initial cost of the accumulators 
would probably be less than the overhead, but the additional cost of 
2:124. per car mile (with only 20,000 miles per саг per annum) 
capitalised is equivalent to the sum of £3,530, bearing 5 per cent. 
interest for each car running. 

Combined Systems. Various combinstions of the three systems 
before enumerated, have been adopted. More generally, it is a 
combination of the overhead line and accumulator system, but in all 
cases of which the authcr has cognisance, the adoption of accumu- 
lator systems has been not a matter of choice but of necessity. 

When the necessity arises, the author would desire to 
most strongly that the dead load of the cars in proportion to its 
useful load, should be as small as is competible with stability of 
structure. That arrangements should be made that the additional 
dead load of the accumulators is carried only so far as is absolately 
necessary. It is therefore advisable to so arrange the battery that it 
can be detached asa whole from the car at the junction from the 
overhead line. 

A great deal has been sald from time to time as to the effect of the 
acid u the cars and trucks, and of the odour of sulphuric acid 
which the cars when the cells are placed under the seats. 
From what the author has seen of modern systems constructed on 
these lines, he can give his assurance that these complaints are not 
well founded; and, if it were not for the inconvenience of 
the battery as a whole from the car under these circumstances, he 
would certainly recommend the celis being placed beneath the seats. 

Where the conditions are such as would permit of the . a 
conduit system, and in the absence of permission to use the overhead, 
the author considers the combination of overhead and conduit much 
more preferable than the use of aocumtüators The additional 
weight carried is negligible and the working cost decidedly lower 
than with accumulators. 

There have been many attempts to devise improved methods of 
electric traction, to obviate the disadvantages of the mystems above 
remunerated, but they, one and all, have drawbacks peculiarly their 
own, which have hitherto prevented their general adoption. The 
names of these systems are legion. : 

The conclusions arrived at by the author all tend to the opinion 
that in the present state of electric traction engineering there is bat 
one good and reliable end cheap system, and that is the overhead. 
Where a combination is necessary and conditions are favourable, 
overhead and conduit combined comes next in order of merit. 
That as at present constructed accumulators are not, from а 
commercial point of view, a satisfactory solution of the traction 
problem. 


ELECTRIO TRACTION. 


By J. E. Srzwagr, Borough Electrical Engineer, Derby. 


THE paper I venture to lay before this Association will, I fear, be 
disappointing to my engineering brethren, as it will more concern the 
chairman of committees, and gentlemen who have the responsibility 
of leading the policy to be pursued by corporations, and of voting the 
necessary funde for the purpose of carrying out such schemes, and 
what I have to say is with a view of promoting discussion, and to 
obtain the advice of these gentlemen so that other or all towns ms 
see for themselves what is the best policy to be pursued with 

to street railways or tramways that this Association can recommend. 
I do not wish it to be understood that I necessarily recommend or 
advise upon any of the pointa I lay before you, but do so solely with 
a view of gaining m the knowledge of what you consider the best 
course to follow. 

There are several towns which are now considering the question as 
to the advisability of buying up the existing horse tramlines, and are 
wondering what is to be done with them if they become corporate 
property, and some are trying to arrive at that stage when they are 
prepared to vote for an electrical equipment, and then, farther on, 
what scheme of electrical tra tion shall be adopted; after that, 
whether a separate power house shall be laid down, or the current 
taken from their existing plant in the electricity supply works. 

Starting with the assumption that the electricity supply works is 
now in the hands of the corporation, and that the tramways are also 
the property of the corporation, and that it has been decided to equip 
tte same with electric motor cars. 

The first consideration is, shall the current be supplied from the 
existing works? 

This, I believe, should be answered in the affirmative, for the 
sufficient reasons that the same buildings, boiler, power and p | 
will answer the purpose, and the necessary spare plant will not be 
augmented, but, on the contrary, considerably reduced in proportion 
to the output, as accumulators would be introduced to, as far as pot 
sible, reduce the neceseity of adding plant to take the load over the. 
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lines, when the maximum load for the ordinary supply oocurs at the 
same time as the traction load. 

Secondly, the cost of keeping accounts will be very much reduced, 
as the work that is necessary to keep the electricity works accounts 
will not be added to as would be the case when a separate power 
house is laid down. 

The power used would be metered as for an ordinary consumer, and 
charged for as such. 

The interest and sinking fund on the capital outlay on buildings 
will not be increased, or only slightly so, which would not be the case 
if a separate power house were decided upon. 

The same staff of men would practically do, or, in any case, with 
а small iacrease only necessary. 

The same engineer would, in consequence, control the whole supply, 
and would, of course, be handsomely recompensed for the added 
responsibility. I recommend Glasgow Corporation asa pattern to all 
our esteemed chairmen of committees. These have raised the engi- 
neer's salary to begin with. 

Having decided so far, that the one works should do all the work 
necessary to supply electrical energy for whatever purpose it may be 
required, 16 cannot too carefully be considered as to what arrange- 
ments should be made to save confusion and fri-tion between 
committees or the various departments into which the work of 
corporations is divided. 

The committee, I think, should be compossd of a definite number 
of gentlemen, which should be divided into two sub-committees. 
One to be responsible for the supply of electricity, arranging of 

rices and managing the supply works. The second to be responsible 
the tramway's equipment and management, and each should 
report its recommendation to the ordinary committee meetings. The 
залез for this, or some similar method of working, із as fol- 
wa :— 

Where tramways are laid down certain mains will bave to be laid; 
at the same time ta could and should be made, where they 
have not already been made, for laying mains or ducts for the purpose 
of supplying current to the ordinary consumers along the line of 
route, and the apportionment of the work would be made by the 
committee as to how the capital c should be allotted, and 
incidentally save the cost of opening the streets a second time. 

All the poste, where апу are used, should be srranged for the pur- 
pose of the electric lighting of the streets, and the charges treated in 
the same manner as before. 

These considerations are reasons also why the engineer of the one 
concern should also be the engineer of the other. 

This arrangement of committees would save any troubles as to 
difference of opinion as to the charges that are tco likely to occur, 
when one committee is or may be trying to force the hands of 
another committee. At the same time, each sub-committee would be 
powerful enough to have the charges reconsidered at any time that 
was considered ne ‚ and also they would have all the informa- 
tion at their hands to come to & fair conclusion in the matter. 

The charges of supplying service mains to the tramway premises 
should be borne by the electric supply works, and the current meters 
there and the feeders for the tramway system should be, of course, a 

et the tramway concern. 

It will be apparent by this arrangement that the tramways will be 
in a far better position to pay its way than if it bad to supply all the 
necestary buildings, plant and staff to run a system of ita own, and 
the electricity works would be in & far better position to turn out 
energy at a cheap rate if ita machinery is working all day at a full, 
or contiderably increased rate of output, and consequently this would 
mean reduced charges for current all round. 

The town will be the richer in every way from this arrangement. 

Where the electric supply works are the property of a company, it 
to be desired that the whole supply should be controlled 
e ваше works, as, in the course of time, most of these works 
oubtedly become the property :of the corporation, but the 
unit must be arranged, and the supply given to the cor- 
with safe guards, in this direction; that the corporation 

be called npon to pay (should they desire to purchase 
license expires) more for the machinery and plant used 
which it originally cost, less tbe sinking fund paid on 
that the company's capital shall be valued less the profit 
upon the supply to the corporation; tbat is, supposing the 
corporation supply increased the dividend of the company by 1 per 
dent., this would naturally enhance the value of the shares in the 
market, and the corporation without the safeguard would bo 

uired to find this amount should they determine to purchase 

ore the license expires. There are difficalties in this arrangement, 
bat it would be idle to say that they cannot be overcome. The diffi- 
culties will chiefly be those of apportionment of the cost cf gene- 
rating the current for the tramway supply, and of the apportionment 
of the profit made on this supply. 
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The opinions expressed almost universally is that they are, for 
various reasons, undesirable, more especially where an inary 
system of horse traction is now laid down, as the cost of the conversion 

‚ is so great, that it practically makes it impossible to make any ade- 
quate return upon the capital outlay ; ps with the exception of 


where the traffic is so great, that. there is tically a continuous 
stream of cars passing, but it certainly would be ont of the question 
in outlying districte. 

The enormous disturbance to the streets is also a very 


necessary 
serious matter, and the dislocation of the traffic during the course of 
the works, leaving out altogether the question of the cost. 
Drainage is also a difficult matter, the cleaning of the conduit a 
constant source of expense. 
. Children’s hoops and such like matter getting into the conduit 


коше шы шак о damage to the collectors and stoppage of 
е Cars, 

Cushion tyre and solid tyred bicycles would be wrecked and 
personal damage done to the riders, not to speak of the modern 
narrow tyred carriage wheel. 


ACCUMULATOR STSTIN OF TRACTION. 


The great advantages of this system are, that any car is self-con- 
tained—the d can be varied considerably—not necessarily 
necessitating any disturbance of the existing road—although I fear 
there are few roads in the country that it would be economised, or 
upon which it would be safe to run accumulator cars without relaying 
the rails for these reasons :— 

The great weight of the cars, and also the necessity of much 
stouter rails when vehicles are self-propelled—this is common to апу 
sort of electric traction of course—but more so with accumulator 
cars, owing, as before said, to the great weight of the cars; and also, 
the pevernee tramway groove is not deep enough for self-propelled 
traffic. 

The disadvantages are :— 

Great weight—about 30 per cent. of the total weight being taken 
up in the weight of the accumulators—which have to be carried 
whether the cars is carrying one passenger or is fally loaded. | 

The fact that it is practically impossible with our present experi- 
ence to work satisfactorily on hilly roads, and the inability of 
attaching trailing cars—owing to the rapid deterioration of the 
accumulators. 

The necessity of having to take the cars off the road for the pur- 
pose of having another set of cells put on board the car. 

Smell of acid which will certainly get into the car, and it is very 
objectionable—it having the tendency of causing sneeziog and con- 
scquent large absorption of whiskey to keep off the inflaensa which 
people are inclined to believe they have caught in consequence. ` 

Rapid deterioration of the plates, and consequent heavy cost to 
keep up. This item alone is the principal cause of the waat of 
success, 

The course of construction is somewhat on a par with the overhead 
system, varying with the number of сата run per hour. 

System depending upon automatic devices for the purpose of 
making contact at stated places as the car passes over, or on which 
one has to rely for the purpose of making the disconnection, are, for 
obvious reasons, oat of the queetion —even if the only reason was the 
great number of such automatic devices necessary, and ths likelihood 
or possibility at any time of one not actiag properly, thereby causing 
& pressure of 500 volts to be exposed on the road for all and sundry 
to come in contact with. | 


Тав Отванвар System. . 


' This syst«m is by far the most economical to work, and the up-keep 
is also the lowest. | 
The greatest argument in its favour being that, with this system, 
it can readily be charged to accommodate itself to any great or small 
improvement that may bs made from time to time in the system of 
electric traction in the future, with the least waste of installed plant. 
E vr ды that these improvements are only likely to be mad: 
details. 
The maximum degree of flexibility is obtained by this system aleo. 
Trailing cars can be added and the average speed kept up. This 
also applies to the conduit system. M | 
And perhaps the strongest reason for adopting this system is that 
every town which has sent deputations around to gather information 
has reported in its favour, and that it is found cheaper to work, com- 
pletely under control, and that the overhead equipment is not con- 
sidered or found to be an eyesore in the towns where it has beon 
| орену installed. 
he argument that the overhead line is in the way of fire escapes 
is got over by the fact that most modern escapes are made for trans- 
ort in a horizontal position, aud a pair of pliers and rubber gloves 
А a simple way of overcoming the difficulty if the fire occurs on the 
route of the line, and it becomes n to stop the service before 
the engine and staff can arrive to switch of at the stated section. 


ADDITIONAL Beasons WHY MECHANICAL TRACTION SHOULD BE 
ADOPTED. 


Three electric cars can carry as many passengers and travel the 
same mileage as four horse cars, with a consequent saving of the 
wages of one driver and conductor; or, putting it another way, with 
the same number of cars costing the same for drivers’ wages and 
conductors’ also, 30 per cent. more miles can be run with quite 30 

er cent. more customers, as, what has been proved in every case with 

h railways and street traction is, that the faster and greater the 
service the faster the receipts go up. 


A Faw CoxwsipmBATIONS НҮ LoOAL AUTHORITIES SHOULD HAVB 
тнв CONTROL оғ THE TRAMWAY BYSTEM. 


Firstly, all streets and work carried out under or upon them should 
be under the local authority. It is common knowledge aud expe- 
rience that, whenever a street has been carefally laid and repaired, 
there the gas company, &c., come along and begin cutting it about; 
whereas, if the whole of the matters concerning the streets and what 
is below was under the corporation control, these matters could in 
50 or 60 times out of 100 be done just before, or whilst the repairs 
were under way, thereby saving great expense, and criticism from the 
ratepayers. i 

The whole of the inhabitants are directly interested in rapid 
transit, therefore, it is to the town’s advantage to own the 
tramways. 

Also, it is much better to raise revenue by indirect taxation than by 
rates; therefore, all towns should get as much control of such means 
of obtaining revenue as possible. We all feel some compunction in 
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the paying of rates, but none of us object to pay a price for an 
article, or a service done for us, а part of which goes towards paying 
rates or reducing the existing rates. 

When to Purchase.~ Given that a local authority bas decided to 
take over the stre-t system, and to equip it with an electric system 
of traction; I believe it would psy any corporation to obtain control 
of the system at the earliest possible date after having once made 
up their minds to do so, and this time I believe might, with advan- 
tage, be about three before the license lapses, for one very 
strong reason; it would prevent the tramway ompr оа laying 
rails during that period which wonld not be serviceable for electric 
cars. And it would also prevent the liability of the corporation 
being placed in the position of having to find the cost that a company 
could, if they so desired, mske a corporation pay by relaying, during 
the last year or two, the whole system of rails, and those rails not 
suitable for the purpcse of power traction; and thereby making the 
purchase as expensive as possible with a view of choking them off. 

It this course, viz, the purchase was made at the earliest date 
possible, the corporation, of course, would have to pay, as I of 
the purcbase, the dividends that might or would be paid during the 
number of years that still remained before the license expired, aleo 
the directors’ fees, and shovld the manager, &c, or other officials be 
dismissed in consequence, it would only be fair to compensate them 
aleo; but with all this, it would be much cheaper in the end to pur- 
chase upon thcse terms, than necessarily leave the purchase until the 
last minute. ! i i 

The following figures are taken from three small works and three 
large ones. 

The small works generate the increased namber of units generated, 
at the average cost of 1:043d. per unit. 

Adding a proportion of the charges for interest and sinking fund, 
brings the cost up to 1°243d. per unit. 


exclusively to securing the safety of the авта and the protection of 
telegraphs, consideration has been given to the necessity for and the 
terms of further legislation on this subject. 

No new mains for electric supply have been laid in Oape Town, 
and only a few extensions have been made in the suburbs of Oape 
zm owing to the fally loaded condition of the generating plant in 
each case. 

The remarks in my Report for 1896 upon the unsatisfactory condi- 
tion of the electric supply system in Oape Town, and the absence of 
systematic testing, appear to bave been justified by the occurrence of 
several fires which have been attributed to defective wiring. These 
defects having been on private property, cannot be dealt with by the 
Government, but the matter having been referred to me, I have 

ointed' out that the fire insurance companies have in their окп 

ands a remedy which is most retisfactorily applicd in E and 
in America, namely, the enforcement of regulations for proper 
tion and workmanship. 

The Government Electrical Laboratory, which has been so well 
and liberally accommodated for nearly two years at the South 
= can С Леве, has been remcvcd to а room in the General Post 

сө, 

The system of electrical measurements by potentiometer bas 
proved to be suitable for the purpose of this Laboratory, and the 
standard cells which are relied upon in this system have been com- 
ри ке once a week, and have been found to agree well 
together. 

A number of voltmeters and amperemeters have been sent to the 
Laboratory by the Cape Government railways and from the Royal 
Observatory for comparison with the Government standards, and a 
voltmeter and an amperemeter belonging to the Town Oouncil of 
Cape Town were tested at their worka, the current, 400 am 
being more than could be obtained at the Laboratory. Only one 
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Cost per Total coste 


1895. 1896. | | | | 
„„ R жле —————--| Increase | Cost of Cost of | unit for ‘interest and| Charge 
units sold generating added | interest | sinking per units 
Works. Per Per | during the the added load per and fund per | tramway 
Units sold. | Total costs. | unit. Units sold. Total costs. unit. year. units. unit. віо king | added unit | section. 
fund. | generated. 
Edinburgh | 888,335 | £6,181°33 | 167| 1.721,557 | £8,10566 | 113| 833,238 | £1,924:33 55 2 
Manchester 1 748,244 £13111:83 1 80 2.508.588 | £15,156 05 | 1:45, 760,344 42,044 22 64 2 
Westminster | 2,830,396 | £27,242 55 | 9:31| 3,503,054 | £90,505°76 | 2:09) 672,658  £3,263°21 116 `2 ‚ 
x Average! 783 22 983 19834. 
„ ` | 
Nottingham 171 654 £1,995 vus 297,185 | £2,687 Р 115,531 £692 1°43 2 
Huddersfield 227.758 £2,723 -— 304,163 | 23.003 ae 76,410 £280 88 2 
Poi шоп 406,118 £3,486 “ 839,392 | £5980 е 433,174 - £1,494 82 | 
: | 
PX | 313 2 | 1248 | 2948 
Я | 
: 1043 
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Therefore it is shown that these works could afford to sell that ~ 


number of units at 1 74d. per unit, and make a handsome profit of $d. 
per unit on the transaction. 


And the larger works show as to what the costs are likely to fall to, 


with the growth of electricity ly works. : 
The total works’ costs for the increased number of units generated 
is shown to average 783d. per unit, and with the added allowance 


for interest and sinking fund on the capital ontlay of -932d. „ре Ит 


showing that these works could afford to supply electricity 
per unit, at a profit of id. per unit as before. The interest on the 
capital js calculated at 3 per cent., and the sinking fund at 3 per 
cent, also; therefore, above the 44. per unit profit shown, an 
allowance of 6 per cent. is paid already on the capital outlay. 


REPORT OF THE CAPE OF GOOD HOPE 
GOVERNMENT ELECTRICIAN AND IN- 
SPECTOR FOR THE YEAR 1897. 


Treasury, Cape Town, 
Cape of Go.d Hope, 
March 14th, 1898. 


Report oF THE GOVERNMENT ELECTRICIAN AND INSPECTOR FOR 


тай Үклв 1:97. 
The As is ant Ta asurer, 


(1) Work done under the Appointment. 


„ has been made for statutory powers for electrical 
supply. Sach powers are granted in England in the form of a 
provisional order of the Beard of Trade, such procedare being less 
expensive than that of a private Bill, and securing uniformity in the 
conditions of concession and liabilities. A model order, followiog the 
form of provisional crder of the Board of Trade, has been drafted, but, 
as the matters dealt within it are for the most part beyond the limits 
of the Electric Lighting and Power Act, 1895, which relates almost 


„ have been lent to the 


supply meter bas been sent in for examination. A recording voltmete? 
for the Tramway rg rad has been tested, and testing instruments 
eral Post Office and to the Cape Town and 
abu ban Electric Light Company. 

I have been further inde for voluntary assistance in the Labora- 

tory to Mr. W. H. Logeman. 
he electric tramway in the southern suburbs of Cape 
Rosebank to the Liesbeek Bridge, was inspected on June Srd. The 
Port lis ibeth Electric Tramway, from the corner of Walmer Street 
and Union Bireet to the corner of Prince Alfred's Park, was шен 
Et- 


. on June 14th; and on July 19th the hill sections of the Port 


gave very satisfactory 
resulte, and че and equipment of the Port Elisabeth Tramways 
is in general designed and constructed. Oa August 17th the Cape 
Town Suburban Tramway from the Liesbeek Bridge to the Orown 
Hotel, Claremont, was inspected, and all these ae ons of tramways, 


oausing und between tbe tram- 
way works and the end of the rails, largely exceeds the limit per- 
mitted by the regulations. Calculation showed at this rate the 


yn 
would be about 6j . Umit ранее 


4 ae omply with th 
way company somewbat reduced this pressure by replacing certain 
ое vor which had been destroyed by electrical Corrosion 
un un 
- Thé remainder of the line as far as the terminus at Wynberg was 
inepected on December 28th, and a test of the pressure was made 
between the works and Station Road, Wynberg. The ure was 
found to considerably exceed the limit permitted by the regulations, 
and the leakage, which has seriously disturbed, and in some cases bas 
suspended, the telegraphic service, is corroding the water-pipes under- 
ground. The line was conditio: ally o for public traffic in order 
© ‚оч the tramway company time for taking stepe to remedy this 
efect. 

Several accidents, including an outbreak of fire, have been caused 

by the fall of the telephone wires across the trolley wire. The tram- 
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way company have not hitherto been called upon to protect, in 

acoordance with the Regulations, wires which cross the road in 

groups of lese than six, but this exemption has now been with. 
wn. 


Other tramway accidents, one having a fatal result, have occurred, 
but not being of an electrical nature, they have not oome cfüc'ally 
vüder my notige. 


(2) Work other than under the Appointment 


On my visit to Port Elisabeth in June I inspected the telephone 
lines with the view of re-arrangement with regard to the tramways, 
and to the site of the new Post Office. 

In July I inspected and reported to the Department of Pablic 
Works upon the generating plant for electric supply in the General 
Post Office at Cape Town, and on the electric lifts in that buildirg. 
eo far as related to their conformity with the specification. 

Alterations in the electric lightiog of the Assembly Chamber and 
of the Council Chamber of the Houses of Parliament, and schemes 


for electric lighting of tbe Valkenberg Asylum and on Robben Island, 


have been referred to and reported on by me. 

The Municipal Councils of Qieen:town. Worcester, and Oradock 
bave applied to me for advice on general electric eupply, aud on the 
utilisation of water-power for thie purpcse, snd tenders for the 
supply of machinery have been submitted to me. I have reported 
that since no specifications had been prepared ths tendcra were not 
sati-factory; they were not sufficiently explicit; could not be com- 

ed, and none should be accepted. I recommerded tbat & consult- 
ing engineer should be employed to act for these Councils. 

. Toe Municipal Council «f Wo:dstock asked my advice as to the 
lighting of 120 street lamps. I reported that the running cf a special 
electric lightirg plant for such a purpose would be more expensive 
than gas lighting. I gave some information on a general electric 
supply for the district, and estimated the working expenses at about 
74d. per unit, exclusive of interest and depreciation. 

Owing to numerous accidents by electric shocks from the tramway 
іп Cape Town, the question of providing means to enable the police 
юке иы акышы I drew up a set of instructions to the 
police. | 

I Lave been applied to for, and have given advice on, the equip- 
med of a physical laboratory for the Huguenot College at Wel- 

n. 

Ia the Government Electrical Labora I have made comparative 
tests of the illuminating power of certain brands of рата п oil, and 
I have, at the request of the Government Marine Biologist, con- 
structed and experimented with an electrical thermometer for 
observing the temperature of the sea at different depths. 


(Signed) A. P. Таоттив, 
Government Electrician ard Inspector. 


APPENDIX. 
GovgEaNMENT Notice.—No. 873, 1897. 


Treasury, Cape Town, 
September 13th, 1897. 
The following instructions to the police with regard to their action 
in the event of electrical accidents are published for general infor- 
mation, | ; 
| By order, 
H. M. H. OnPpzN, 

Assis'ant Treasurer. 


Treasury, Oape Town, 
Cape of God Hope, 
` September 18th, 1897. 
ELECTRICAL ACCIDENTS. 
Instructions to the Police. 


If a wire falle in a street in which the electric tramway runs, and 
the end hangs loose, or lies on the ground, the best thing to do is to 
leave it alone until one of the tramway company's staff comes. In 
such а case the best thing that a constable can do is to prevent any- 
body from touching the wire. 

If a wire, as it lies on the street, is an obstruction to the traffic, it 
may be pulled on one side by means of a stick, a walking-stick with 
a hooked bandle would do well, or it may be moved by using rubber 
gloves. It would be better to allow the traffic to be impeded than 
that the constable should leave the wire in order to get the gloves 
from the nearest station. 

The thick wires which run above the middle of the street are called 
trolley wires. They convey the current to the cars. Smaller wires, 
called span wires, are stretched across the streets to support the 


trolley wire. Other small wires are erected in some streete for the | 

purpose of preventing telephone wires from falling on the trolley. 

wins. Ifa Pitt, peed wire falls and is kept by the guard wires from 
y wires, or if it touches a span wire, and does not 


touching the tro 
touch tbe trolley wire, no shock can be given by it. If the ldose end 
is an obstraction to traffic, and if it can be drawn away and tied up 
without any risk of touching the trolley wire while doing ao, this may 
be done, Rubber gloves should be used. If there is any risk of 
toucbing the trolley wire with the wire which is to be handled, it is 
better to leave it alone, and to see that nobody else touches it until a 
tramway man comes. 

If a wire falls across a trolley wire, or the trolley wire itself toucbes 
the tramway rails, there will be a violent flash. When this flash 
occurs, an automatic switch at the tramway works will be opened, 
and the electric supply will be cut off on the section on which the 
accident has bappencd. The trolley wire is divided iato sections of 
half a mile in length, As long ag the switch is open, n> tramcar can 


run on that sectior, and the wires are harmless. As soon as the 
attendant at the works sees the automatic switch fall open be will 
try to close it, in case the cause has been a momentary one. If, how- 
ever, the wire still lies touching the rails, he will be unable to keep 
the switch closed. The tame thing may happen if a wire falling on 
the trolley wire touches a tramway pole, electric lighting pole, tele- 
graph pole, or other metal work connected with the ground; bat this 
is not certain. 

It is very undesirable to make a connection between a wire and the 
tramway rails or any otber metal work intentionally, because the 
flash which will occur will be so brilliant that it will unn y 
alarm the bystanders, and may so dazzle the constable. who causes it 
to touch that he may be unable to see anything for a minute or so. 

It is a good thing to keep the wire on the rail it it touches at all. 
It may be held there with a stick, but it is advisable not to hold it 
there by standing on it, since, it the rail is dirty, a slight shock, but 
enough to cause the person standing to fall, might result. 

If the end of а wire hangs loose in the street, and із an obstruc- 
tion to traffic, a rope or piece of strong string may be put round it 
with a “half hitch,” without touching the wire with the hands, and 
it may then be drawn on one side. Great care must be taken in doing 
80, that it touches no other wire, pole, or metal work. 

The electric pressure (500 to 570 volte) used by the tramway is not 
sufficient to give a fatal shock to a human being. It is sufficient to 
produce serious burns. The pressure used for electric lighting in 
Cape Town is 220 volts between any wire and the earth. The highest 
pressure between any wires accessible to the public is 440 volts; 220 
volts would probably kill a horse. A pressure of 2,250 volts is used 
in Rondebotrc* and in the neighbouring districts, but the wires are 
not accessible to the public. The pressure on the service wires is 
about 100 volts. 

It a wire falls on a person and winds round him, or becomes 
entangled in the clothing, the wire should be pulled away with a 
stick, or by wrappiog the hand in a dry coat, or means of rubber 
gloves, taking special care that the wire does not touch the skin either 
of the victim or of the rescuer. 

A severe electric shock may produce sudden stoppage of the respi- 
ratory and heart muscles. If the stoppage of the heart's action is 
complete, it is doubtfal if anything can be done; but in some cases 
the stoppage is not complete, and animation is only saspended. The 
condition is similar to that of apparent death by drowning, and the 
well-known method of producing artificial respiration should be re- 
sorted to without delay. | 


SuMMARY. 


е wire falls harmlessly, leave it alone, and prevent anyone from 
uching it. 

Oaly the trolley wire, or the wire touching it, does mischief. 

The electric current is, as it were, always trying to pass from the 
ко wire direct to the tramway rails, or through the earth to the 
1 


A shock can only be felt when the body forms part of a path by 
which the current can pass from the trolley wire to the rails. 
The electric current cannot pass through dry wood; cloth or rope. 
(Signed) A. P. TROTTER. 
The Government Electrician and Inspector. 


THE TELEPHONE INQUIRY. 


(Continued from page 884.) 


Tux Select Committee on Telephones ваё again on Thursday, Mr. 
Hanbury presiding. iai em 

Sir James Fenavson said he was ‘Postmaster-G-neral from 
December, 1891, to August, 1892, and he joined the board of the 
National Telephone Company in 1896. Before he visited the Post 
Office on his appointment, be had sn interview with the Chancellor 
of the Exchequer, when the Chancellor mentioned a matter of great 
difficulty in the Post Office, vis., the management of the telephones. 
Mr. Goschen pointed out that the telegraph revenue bad been appa- 
rently injured by the operation of the telephones, and it was thought 
necessary to do something to put the matter ona better footing. 
The Post Office felt that the only proper course to pursue was for the 
Post Office to purchase the telephones, but the Treasury decided not 
to do that. He said he would endeavour to fall in with the policy of 
the Government, and very soon after he went to the Post Office he 
set the department to work to frame a scheme. He suggested that 
they should flud oat the Government's policy and the company's 
policy, and see how far they could be reconciled. The result was, 
that a scheme was submitted to the Treasury embodied in a Treasury 
Minute. A Bill was introduced by bimself for the purpose of 
teking more powers by the Post Office, and to some extent 
the Telephone Do peer Tbat Bill was referred to a Select 
Committee, and, incidentally, the wholescheme of the Government was 
explained in detail. Tue Oommittee reported on the motion of M“. 
'Shaw-Lefevre, in favcur of the Bill, but recommended that the terms 
of the licenses ehou'd not be extended. With that reservation, the 
Committee thcught the resp^nsibility of the agreement with the com- 

y should lay with the Government, but that the details should be 

hia before Parliament. That was the report of June 16tb, 1892. 

The CHaIRMAN: The reservation being that these licenses should 
not extend beyond 1911?—Yes; the chairmen of the companies urged 
that the licenses should be extended to enable the companies to recoup 
their capitals. | 

Continuing, WIrxrss said the reservation referred undoubtedly to the 
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existing licenses. Moreover, there was so strong an assumption that the 
telephones would revert to the State in 1911 that the q»estion of new 
licenses did not arise. The Bill passed both Houses with bardly any 
discussion. Still, the agreement with the company hung fire through 
the indisposition of the company to accept it, and their desire to get 
some better terms. As the mittee was aware, it was pot until 
ust before the Government quitted office that the agreement was 
tialed by himself and by the chairman of the company. Those heads 

of agreement had the fall concurrence of the Chancellor of the 
Exchequer. They were studied with the greatest care by the 
Chancellor who went over them line by line, and he fonna con- 
ducted negotiations with the chairman of the Telephone Company. 
He believed that the Obanoellor bad four meetings with Mr. Forbes, 
and he never knew a gentleman more closely cross-examined in his 
life. Only a few days sgo Mr. Goschen informed him that he was 
responsible for every line in the agreement. He mentioned that 
because it seemed to be thought that the signing of the agreement 
before the Government left office was a hasty i That was 
plainly disproved before in the House of Commons on March 22nd, 
892, he stated in the plainest terms, the whole purport of 
the agreement. The two telephone companies who had ела all 
the others, introduced private Bills in order to obtain increased 
power for carrying on their business, because they were so restricted 
the terms of their license that the system was greatly hampered. 
ea a ea ай of the of those Bills, viz., that 

of the New Telephone Company, and pointed out all that had been 


JJV 
5 oom were on the very ev 

6 Goverament ee We have the facts that the heads of 
the agreement were well known to the Chancellor of the Exchequer 
representing thé Government, as well as to yourself, and had his full 
concurrence. Now they were signed on the day on which the 
ботон was delentod. 


repeatedly, not only on this occasion but before the Select Com- 
mittee, and ex | with the greatest detail without reserve. That 
is most im t in view of the su ions which have been made. 
I observe that at the last meeting of the Committee it was suggested 
that I had entered into an understanding with the chairman of the 


Par e Diis he signed the sgreement, which was not contained 
in the Treasury Minute, and which I think it was stated was a secret 
understan " 


ding. . | 

That was so stated ?—Then it is an utter i ension. 
In the first place the heads of ment were with the con- 
sent of the Chancellor of the equer and with his knowledge ?— 


Was if a fact that the chairman of one of the companies objected 
to sign that agreement ?— He was very reluctant to sign it, as he had 
been all along, and he only eventually signed i£ on my g bim 
that it was tbe intention of the Post Office to carry out the granting 
of areas in a reasonable manner. 

Did he act for both companies ?—No; I think the Duke of Marl- 
borough came I am pretty sure of that. 

Was your assurance given to both companies, or only to Mr. Forbes, 
the chairman of the National Company ?—As far as my memory 
serves me, I only remember giving it to Ыт. Forbes. 

JJ 8 

agreement y & mpany ? It was not any 
new assurance. It was only a repetition of what had been stated 
before the Telegraph Bill Committee. 

The heads of agreement were signed subsequent to this report ?— 


7. , 
If the agreement was to carry out all that had been arranged or 
пене шо Сошо Теда REY WAS II шене мово сс a 
verbal one, not put into the agreement ?—The answer is that it was 
ony understood that these areas are subject to further arrange- 


men 

That is in the nt. It was with these words that Mr Forbes 
found so much objection, that he would not sign until he had got a 
verbal promise ?— Yes. I said to Mr. Forbes: Certainly, the Post 
Office will carry it out in a reasonable manner," and my successors 
have done so. 

The Онлгвмали, to Mr. Lamb: That is what you said ? 

Mr. Lams: That was my evidence before the Committee. 

The Ogamman, to Bir James Ferguson: Who was t when the 
agreement was signed ?—I should think probably Arthur Black- 
wood and Mr. Lamb. 

Was any record made of it?—I cannot tell you. 

I tell you frankly why I ask all these questions. It is simply this: 
the Post Office have very largely extended the areas which were con- 
ceded to the company under the agreement, and I gathered from Mr. 
Lamb that the Post Office rather took the view that in consequence 
of your Го the Post Office were under some obligation at the 
request of the company to enlarge these areas. The agreement does 
not say so ?—Seoond-hand evidence is not worth much, but I used 
from time to time to ask Mr. Arnold Morley bow the agreement got 
on, and he said that the eettling of the areas was a very difficult affair, 
and took a longtime. I had a relative on the directorate of the com- 
pany, and he told me the same thing. I assure the Committce that 
the view I took, and the view I always understood was taken, was 
that ч аз a great convenience to the public that the areas should be 
extended. 

That may be so, but these areas have been extended by the Post 
Office since these questions regarding the Telephone Company reached 


an acute stage, and unless there was some strong reason binding the 
Post Office to so extend the are as during this critical , some 
members of the Committee might think that the Post Office should 


formity to what was said before the Committee. 

Did it go in any way beyond what was known in the agreement to 
the public ?—Not in my opinion in the spirit of it, bat certainly it 
did as to the letter of it. . Forbes said he did not think it was 
plain, and I said he might be quite sure Ча the Post Office would 
come to terms t the areas. 

Did anything you said to Mr. Forbes in an 
master-General, or qualify his discretion, or 
“may” in this ent into “shall” ?—I can only repeat what I 
understood all along, tbat we were going to make reasonable terms 
about the extension of areas, and I assured him of that. 


would be bound by it. He felt sure that Mr. Morley's views 
exactly the same as his own in the matter. He beside 

committee which eat in 1895, aud th 
that in the interests of the publie 


that the Treasury wi ш 


ee к учын ht to assume that the Postmaster- 
General would not be fair, he could only eay that Mr. Forbes wanted 


VVV supplied by what 


пп 
ансо анодом о рон in that way 
that I thought the Postmaster-General should make such fair agree- 
men 


t. 
“ Shall” or should?“ — Will;” that is what I understood by it; 


And therefore it would bave been quite possible for the Postmaster- 
General to refuse the extension of th It did 


ese areas ?—Oertainly. 
every one. 
Do you consider that the discretion of the Postmaster-General for 


not bind him to give an extension of 
the time being was absolutely unfettered, that your words did not 


bind him to grant these areas except under the beads of agreement 
as signed ?—They expressed the sense in which I viewed that 


agreement. 


g 
not, unless you consider what I bave said on this. That must bea 
matter of opinion. 

Do you consider the Post Office only morally and y bound by 
the terms of the agreement?—No. I think they were to inter- 
pret the agreement liberally and reasonably. 

Further examined, Wrrurss said he thought the Chancellor of 
the Exchequer agreed that there should be a liberal interpretation of 
the women: Mr. Forbes was reluctant to enter into the agree- 
ment use he considered s picis giving up a really valuable 
part of their privilege, while at the same time the so-called conces- 
sions offered bim were really necessary for the de ent of the 
business. When һе (WrrwESS) said that he was sure the Post Office 
would doal reasonably with the per the matter of areas, he 
signed the agreement. It was the kind of thing which often 


. BARTLEY: Must not the verbal arrangement have been 
сш to induce him to sign?—I cannot go beyond what 
ve said. 
You wish the Committee to understand that this promise which 


changed Mr. Forbes CTE as to signing the agreement, was s0 
insignificant that it jy did not amount to эрдикте, Bete ?—It 
before 


the ph Bill Committee. 
Although it changed Mr. Forbes's on?—It caused him 
it at the last moment. It did not his opinion. 


ut we had it from Mr. Lamb that he absolutely refused to 
sign ? —I do not think Һе flatly refused to sign. 

Sir Jaums WoopHOUSS: Did you regard what you said as any 
qualification of the agreement ?—Certainly not. It would not 
be binding on this Government if they chose to repudiate it. 

By Mr. №оог,: The company held the trunk lines, and gave them 
up, and they had to make some concession to the company. He con- 

ered that the reasonable assurance he gave to the company was in 
te interests of the public, as leading to the further development of 

e system. 

Questioned by Mr. CorviL.LE: The agreement had led to an 
immense development of the telephone system. No руса was 
made during his time by municipalities for telephone licenses. The 
first фра of the Glasgow Corporation was in 1893. 

By Bir Jamms Ноиовти: He was not so sure that the telephone 
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bad increased in other countries enormously as compared with Eng- 
land. His impression was thatit had not. The Commissioner at the 
Glasgow inquiry was of opinion that the rates charged in England 
were not excessive. He thought it the telephones were taken from 
the hands of the company they should be worked by the Post Office. 
He saw no objection in principle to the municipalities working the 
te ones, but he saw the greatest possible objection to having com- 
systems in the same area. 

Mr. Ввниитт was recalled, and answered a few more questions, and 

the Committee adjourned. 


The Select Committee on Telephones resumed its sitting on Taesday 
last, Mr. Hanbury presiding. | 

Mr. J. WILLIAM Веки, chairman of the Highways Committee 
of the London County Council, in reply to the CHAIBMAN, said that, 
generally speaking, no preference was shown to the County Council 
as regarded charges by the National Telephone Company. For 
exchange lines they paid the list charges. 

The СнАївмАн: What is that? 

The Wrrness: That is £17 per annum for a five years’ sgreement. 
He then gave particulars of the other charges which the company 
levied upon the Council for their various lines. 


Can you tell us how far telephone users in London have suffered 


financially owing to absence of competition ?—Yes; but before I go 
into that question I should like to refer to the offer made by the New 
Telephone Company in 1892 to supply London with an up-to-date 
service. The company was already in successful operation in Man- 
chester, under the title of the Mutual Company, and whereas it 
started in February 28th, 1591, with only 68 subscribers, after 13 
months’ working it had over 1,000 instruments in connection. With 
regard to the disappearance of that company, he submitted that the 
telephone users of London since that date had been mulcted to the 
extent of the diff-rence between the charge of 12 guineas, wbich the 
New Company cffered the service for, and the £17 which was paid to 
the National Company. If an average of 10,000 subscribers be taken 
from 1892 to 1898, the difference in price, to be reckoned only at £4 
per a.nnum, it would show a loss to the telephone users of London of 
nearly £300,000. Some 3,000 firms entered into an arrangement to 
е supplied with a service by the New Company at the 12 guinea 
та 


By Mr. J. SrUART: That was about Мау, 1892. 

The WiTNMESS then referred to steps which the County Council had 
taken to ascertain whether tbe telephone users of London were 
satis fied with the existing service, and he said that in 1895, out of 
2,500 subscribers communicated with, 1,305 were generally dissatisfied. 
They bad just la’ely been sending round to ascertain what was the 
present position of those persons who were then complaining, and во 
far they had succeeded in dealing with 561 cases. They found tbat 
there were now satisfied with the service 8 persons, 53 had changed 
their address, 36 had discontinued through dissatisfaction, 245 were 
still dissatisfied for various reasons. The general summary of the 
com plaints was as follows:—General inefficiency, 65; delay ia 
getting connection, 213; indistinctness, 189; ringing off before con- 
versation was finished, 196; failure to get connection on account of 
being engaged, 217. 

Were they picked cases or taken haphazard ?— Oh no, they were 
not picked cases by any means. 

Can you tell me whether the London County Council bave formed 
an opinion as to any substantial benefits which would be derived by 
their constituents from the working of the telephone service being 
in their own hands ?—Speaking with a knowledge of the resolutions 
adopted last week at a conference between the Council and the local 
anthorities of London, we say that if the Post Office will enter into 
the matter on the basis of honest and thorough competition, that 
there would be no necessity for the London County Council to take 
up this work. 

But failing the Post Office doing as you desire? — Failing the Post 
Office, we could do very much better for London as regards price and 
efficiency than the National Telephone Company. We bave advan- 
tages in regard to wayleaves, fire stations, and probably, through the 
co-operation of the local authorities, other public buildings, which 
would not be available to the National Telephone Company, and 
0 altogether, we could manage this thing more efficiently and 

eaper. 

That is a general statement—can you give us information as to 
where the particular advantages come in ?—I think it would be better 
to refer you to the engineer for that portion of the evidence. From 
figures which were supplied т engineer, I think it will be found 
that a telephone service can be provided for London at а charge of 
£10 де subscriber during the first five years, reduced to £9 after- 
wards, or possibly a smaller sum. Continuing, WrrNESS said that on 
that basis they estimated that no charge would fall upon the county 
rate. It would be impossible for the Council to enter upon an under- 
taking tbat their license should terminate in 1911, without some 
pon sion that at all events their outlay up to that date should be 

orthcoming from the State. They would certainly ask for some 
guarantee that if their license terminated in 1911 they should 
receive back the structural value of their plant at sll evente. They 
would not ask anything for goodwill. 

You don’s think that the London County Council would put itself 
under the same terms with regard to purchas of their plant as the 
Na'ional Telephone Company? —No, I don't think in the interests of 
the ratepayers we could recommend such a course. 

What is the shortest period the London County Council would 
think i! fair to the ratepayers to undertake this work? —We could 
not undertake this work unless we had the whole of the life of the 
plant laid down. 

And you pat that at 40 yea 32 — That is the average. 

Do you expect to tap a different stratum of subscribers ?—Yes. 


Oar belief is that if the subscription in London were reduced to £10 
or £9 it would induce a very large number of the class of small 
ehopkeepers to take advantage of the telephone service. | . 

When you speak of £10 you must recollect that there are two 
kinds of subscription in London—that for firms and that for private 
persons. Ia your £10 for firms ?— Certainly. We should be prepared. 
to undertake private persons at a proportionate reduction. Continu- 
ing, Wrruxss said that the position of the Council was rather different 
to that of provincial courcils as regarded the control of the 
streets for tre purpose of taking them up for the laying of lines, “с. 

It would be withia the right of a vestry to refuse to grant tbe 
County Council power to take up its streets? That is so at ent, 
bat the London County Council would bave to come to Parliament 
for powers, and it is quite possible that. under such an Act, some 


provision might be made to remove that difficulty. 


. Would the London County Council ask for special powers, which 
are not given to its assumed competitor, the National Telephone 
Company ?—I may say that if the London County Council were able 
to control the streets, as the National Telephone Company is, in oon- 
janction wi:h the Post Office, I don't think we should have any great 
difficulty in the matter. 

Supposing the Post Qffice were to enter into the same agreement with 
you—as they have entered into with the National Telephone Com- 
pany—as regards laying wires, would you require any fresh legisla- 
tion ?—Well, we should be able to proceed under that arrangement. 

By Mr. BARTLEY: The National Telephone Company had paid sub-: 
stantial sums to the various competiog companies which they had 
bought out. The purchase price of the whole 13 companies now repre- 
sented by the National Telephone Company represented a capital of 
abcut 3 millions. He had analysed the figures, and had come to the 
conclusion that the constructional outlay of the company might be 
put down at £1,802,000, which left paper capital to the extent of 
£1,400,000, and a careful examination of the accounts of the com- 
pany showed that the dividend to meet that paper capital had been 
almost entirely raised from London. Londoners were paying £76,000 
а year in order to find the dividend on that paper capital. 

Do you think that if competition were introduced into London we 
should get back the advantages which the National Telephone Com- 
pany was anxious to prevent, by buying up the other companies ?— 
Certainly. 

: By Sir James WooDpHOUSE: You are of opiniun that competition 
would be a good thing ?/—I say that under present circumstances it 
is a necessity. 

" You say that the local authority would be the best competitor ?— 
es. 

By Mr. Stoanr: Where companies had been bought up in the 
country for considerabla amounts, a reduction had been made in the 
cbarges, and London had had to pay the dividends of the company 
by its high rates. | t 

The National Telephone Company is under no obligation to supply. 
—it may. In these figures tbat you have given us with reference to 
the London County Council, have you proceeded on the assumption 
that you should be under an obligation to supply as well as the right 
to supply ?—Yes. We have regarded it as a great grievance in 
London that the National Telephone Company is not under any 
obligation to supply. We have received numerous complaints from 
persons wishing to have telephonic communication, bat who the 
National Telephone Company refuse to supply, and we have in our 
figures taken it as an obligation to supply. The figures which 
he had placed before the Committee, continued the witness, only re- 
ferred to the London County Council ares, and he believed they oould 
be very considerably improved upon if they included the National 
Telephone Company's area, which was much wider. 

Replying to Mr. Comm, WiTNESS said that the figures he had given 
had not been approved by the London County Concil in its corporate 
сарест He believed, however, that they would be endorsed by the 
Council when opportunity offered. 

By Mr. СогуцлЕ: He had considered the question of the London 
County Council competing with the National Telephone Company, 
and he believed that if it had a license, it would Ъз able to compete 
saccessfally at redaced rates. | | 

Sir Нвнву Howoarg: Your calculations were made upon the basis 
of not making any profit ?—Yes ; our idea is that we should serve the 
citizens. 

Do you think that municipalities would be justified in embarking 
on а large scale on undertakings of this kind which are made for the 
needs of only a small portion of the community without a consider- 
able profit ?—I don't agree that the, telephone service can be described 
as meeting the needs of a small class, because it must be evident that 


_ if the telephone is a necessary adjunct to commercial and business 


firms, then the advantages which result in an increase of business 
must extend to the carmen and the warehousemen. I say that the tele- 
phone service is necessary to business lite of the country, and that 
it is in no sense a service which can be described as confined to the 
wealthy or business classes. Continuing, the witness said that 
unless the municipality was protected in the matter of telephone 
monopoly, the same way as it was protected in the case of gas and 
water undertakings, he considered it was their duty to step ia and 
prose such a service. He had not contemplated the municipalities 
icensing the local authorities to undertake the work, as he thought 
it would b» unfortunate to multiply the licensing authorities. 

You say that the present company has refused to serve individuals 
—what inducement would there be for the company to refuse to 
supply, ualess it was because they considered it would be too 
expensive ?—The policy of the company, I believe, is that unless a 
sufficient number cf persons in a district apply to be connected, they 
will not supply a single individual. 

But surely you don't propose that the Municipality should intro- 
duce telephonic communication at a certain loss ? — We say that in 
giving London a telephone service, we are bound to take the 
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anprofitable with the prcfitable. Just in the same way as the Poet: 
Offioe serves districts which are distinctly unprofitable, we eay that 
we must do this with the telephone for the convenience of London. 
Re-examined by the OBHArRM4AN: You propose that the London 
County Council should work the telephone service at such charges 
as would just pay the cot, and not that a profit should be made for 
the сеча of p neral rates ?—That is so. 
eee questions, the Wir nass said the London 
0 ы not considered the question as to whether the 
etry prefer to limit the working of the telephone service to their 
own ares, or whether they would go outside. 
Sir ALEXANDER Bursts (chief engineer of the а which peris 


Lem only, and not the London area of the Na onal Telephone Oom- 
mr Sup they were to extend the service, the estimate would 
ve to be slightly Баса The estimate was not based upon 
t upon prices which bad been furnished to him by 

various manufacturers. 

What is your estimate of a service for London?— £8 per sub- 
scriber, exclusive «f the Post Office royalty. 

But including the royalty ?—Then I arrive atthe figures just given 
by Mr. Benn— £10 to commence with, and £9 afterwards. 

How long do you calculate that a license ought to run ? —To render 
it remunerative, I agree with Mr. Benn that a license should run for 
40 years. Continuing, WrrMESS said that ve d gi the County 
Oouncil were granted a license now which wo e in 1911, be 
1 they wouid have to make а charge of £15 di £16 per sub- 
scriber 

Mr. Bern said that there would be a lower charge for private 

reons than the £10 or £9 mentioned in your estimates for business 

rms ?—АП my calculations were based upon a rental of £10 and £9 
respectively. Of course, we might be able to make a reduction for 
ris ate within their own limited district, but that question 

s not entered into my calculations at all. 

The Committee ac journed. 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS.— 1868. 


Compiled expressly for this journal by W. P. Tmompson à Oc., 
Jlecéríon] Patent Agents, 323, High Holborn, Lendon, W.O., io whom 
«П inquiries should be addressed. 


3 ‚617. “Improvements in the means ог appsratus for controllin 
d regulating electric motors.” С. A. Carus WII sou. Da 
Ju une 6 


12,631. “ Tell-tale indicator for electric mast-head and side-lights 
cf ships" A. R. Tununn. Dated June 6th. 
12,636. “Improvements in electric switches.” J. d. Откон. 


Dated June 6th. (Complete.) 

12,667. An improved device for fitting reflectors, shades, globes, 
or the like, to electric incandescent and other lamps.” C BARTEN- 
STEIN. Dated June 6th. 

12,670. “Improvements in the production or generation of elec- 
trical currente." J. Роррев. Dated June 6th. 

12,673. ' An apparatus for trimmiog electrot 
J. I. Gipson. (W. C. Dalbey, United States) ted J une 6th. 

12,680. Improvementa relating to electric alte current 
cable systems.” F. CrourH. Dated June 6tb. (Complete.) 


eand other blccks." 


12,699. “Improvements in or relating to electric transformers.” 
J. J. BELLMAN and C. T. Rrrrensovuse. Dated June 7th. (Complete.) 
12,2731. "Improvements relating to elcctric telegraphs.” A. 


MUIBHNAD. Dated June 7th. 


12,754. "Improvements in apparatus for the generation and 
electrolytic application of electric currents" F. E  ELMOBZE. 
(J. O. 8. Elmore, India.) Dated June 7th. 

12,763 “ Improvements in and relating to ee for electro- 
tberapentic purposes.” W. P. Тномрвон. (A. Maggiorani, Italy.) 
Dated June 7th. (Complete.) 

12,765. '"Improvem: nts in or relatiog tothe electrolysis of liquids 
and apparatus therefor.” W.P.THcmpson. (M. Hezard-Flamand, 
France.) Dated June 7th. 

12,774 "Improvements in electric railways.“ G. Е. REDFERN. 
(B. J. Falk, United States) Dated June 7th. 


12,784. “Improvements in electrical rheostats and resistances.” 
L. J. STEELE. Dated June 8th. 


12,810. Magnetic measuring instruments.“ J.RussELL. Dated 
June 8th. 
12,815. “Improvements relating to electrical motcrs.” R. 


C. Jackson. Dated June 8th. 


12,825. Improvements in obtaining metals from their fused ores 
oxides, and salts by electrical action." J. B. DE ALzUGaRay. Dated 
June 8th. 


12,829. “А new or improved apyaratus for electrically signalling 
on rail wa ys ” К. МсеснАМР. Dated June 8th. (Complete.) 


12.889. Improvements in electric glow lamp fittings.” Sm 
Bm s. & Co, Lrp. (Siemens & Halske, Aktien Gesellschaft, 
Germar y.) D. t d June 8th. 


12,840. ‘Improvements in electric glow lampe" Sinus 
BROTHERS & Co, Ілмттер. (Siemens & Halske, Aktien Gesell- 
schafe, Germany.) Dated June 8th. 

12,841. “Improvements in contact s for 5 lamps.“ 
SIEMENS & Oo, Ілмттвр. (Siemens & ke, 
Gesellschaft, Germany.) Dated June 8th. 

12,855. An electrical indicating apparatus for automatically 
denoting the position of ships’ and other doors and for like purposes. 
G. Hitt. Dated June 8th. 

128€0. "Improvements in telegraphy by means of eleotric light." 
К. ZicgLEB. Dated June 8th. 

. 19,66. “Improvements in electrical circuit-controllers." Н. Н. 
Laks. (N. Tesla, United Btates.) Dated June 8th. (Complete.) 

12,877. "Improvements in electric arc lamps.” Р. бртез and 8. 

Roszars Dated June 9th. 


12,690. “Improvements in the method of and means eap oyen 
for connecting the guard wires of electric cables.” R. Вовтоск and 
F. A. CHER HaM. ted June 9tb. 


12,693. . “ Improvements in safety devices for electrical circuits.” 
L. J. ETBRI k. ted June 9th 
12,897. “Pliable support for electric incandescence lamps or other 
light articles.” J. DuGaILL. Dated June 9th.. 
12 925. “An improved device for holding and supporting tele- 
hone ' receivers’ and for sutomatically operating the switeh 
ver.“ A. Back. Dated June 9th. 


12,926 ‘Improvements in or relating to electric arc lampe." A. 
J. Bcuct. (M. Baumer, Germany.) Dated June 9th. 

12,929. "Improvements in or connected with telephones.” F. W. 
аогвт. (R O. Stempel, Germany.) Dated June 9th. 

12,968. “А new or improved magnetic controlling device.” H. 
Epmonrs. Dated June 9th. 

13,010. "Improvements in electric arc lampe." Тнв Barre 


TuHoMsoW - Houstcn Company, LIMITED. 
States.) Dated June 10th. (Complete.) 

13,011. "Improvements in clutches for electric arc lamps." Tum 
Barris THoMsoN-HOUSTON Company, LrurrED. (Н. C. Spinney, 
United States) Dated June 10th. (Complete.) 

13,012. Improvements in caps for enclosed electric arc lamps." 
Tse Виттьн THomson-Hovustom Oompany, Lrurrrp. (C. E. 
than, United States.) Dated June 10th. (Complete.) 

13,020. “Improvements in construction of induction ooils in 
detachable sections" W. J. Le Состеса. Dated June 10th. 


(R. Fleming, United 


13,021. A combined portable manual-power dynamo and accu- 
mulator" W. J. Ls Ооотков. Dated June 10th. 

13,087. "Improvements in electric glow lamps.“ Тив SPIRAL 
GLOBE, Ілмттер, and B. C. E. Parker. Dated June 10th. 

13.080. Improved signal or alarm for tramcars, yachts, eleetric 
launctes, and purposes.” A. H. Wormarp. Dated June 11th. 

13,116. “Improvements in conductors for incandescent electric 
lamps.” О. Імвау. (Carl Auer von Welsbach, Austria.) Dated 
June 11th. 

13,121. Improvements in electrical accumulators.” H. W. Coss. 
Dated June 11th. 

18,187. А new or improved apparatus or tool holder for carry- 


ing carbons or electrodes for use in electric welding, brazing, and the 
like purposes.“ G. W. ре TuNzELMANX. Dated June 11th. 


13,144. Improvements in a аграри for electrically controlling 
engines, electrc-motors, and other machinery.” W. Н. HABFIELD. 
Dated June 11th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies f any of these Specifications may be obtained «f Mosere. W. P. 
Tmowrsom & Co. 323, High Holborn, W. O., price, p st fres, 9d. 
(in stamps). Е 


19,118. “Improvements in dynamo-electric driving apparatus 

especially suitable for propelling vehicles.” P.L. GorpscHuipT. Dated 
August 18th, 1897. In this electric driving apparatus for motion 
of the armature, and of the field magnet is respectively transmitted 
directly to two chafte, in such a manner that the number of revolu- 
tions is reduced, ín consequence of the relatively independent motion 
of the field magnet, and of the armature; so that intermediate aud 
differential gearing can be dispensed witb, and the shafte rendered 
independent of each cther. 2 claims. 


18,028. “ Improvements in portable electric pri . O. H. Con. 
Dated August 11th, 1897. This relates to those batteries where 
the electrodes may be immersed or removed from the exciting fluid 
by reversing the battery. The tubular carbon electrode is formed 
with circumferential corrogations and fitted with an end projecting 

latinum contact point. The cellis moulded entire, with one open- 
ng for placing and removing the zinc electrcde and the excitiog 
flaid. The carbon is fixed within one end of the cell as the latter is 
moulded; the rubber entering into the corrugations of the carbon 
and holding between an inner ledge and the cell end, and hermetic- 
ally closing around the projecting platinum point. The cell is thus 
moulded with projecting bosses for the respective terminals. There 
is also a means for concecting the terminals and circuit connections. 
2 claims. 
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Makers of 
“Johnson & Phillips” 
ARC LAMPS (^5 u“ 
Oil Insulated 


BROOKS’ MAINS. 


ee 
Manufacturers of 

DYNAMOS and MOTORS, 
ALTERNATORS and 


TRANSFORMERS, „< | 
Оу , <. | 
v & / y 
SWITCHBOARDS CABLE 


J & MACHINERY 


NC and GEAR, 

« For the Complete Equipment of 
ev CABLE FACTORIES and VESSELS, 
For Making, Laying and Maintaining Cables, 


CARBONS, 


Poles, Insulators, &o., for 
Electric Light and Telegraph Purposes. 


| Original Inventors, Patentees, and 
© | Sole Makers of the Fluid Insulator. 


ALL APPARATUS FOR WORKING LAND, LINES. 1109 
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W. T. GLOVER & Со. 
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РАТВИТВЕВ & SOLE MANUFACTURERS OF COMPRESSED SOLID ВЕРЕР 
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[ирк EJECTOR CONDENSERS 


Are in use, or to be fitted at the 


e CooL PLANT 
Q —— 


* At Bournemouth, 
Cardiff, Cheltenham, Croydon, 


Newcastle-on-Tyne, and other 


Canterbury, Cheltenham, 
Chester, Hull, Manchester, 
Newcastle, Norwich, 
Plymouth, Stafford, and 
Worcester Electric 
Lighting 


Stations. 


Public and Private Installations. 


RESULTS GUARANTEED. 
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СОС SPECIAL LUBRICATING OILS E € 
FOR ELECTRIC LIGHT STATIONS. Ее 


WILLOOX's OYLINDER OIL. 
WILLCOZ’S DYNAMO OIL. 


WILLOOX'8S CRANK CHAMBER OIL 
For the Willans, Belliss, and Bumsted & Chandler Engines. 


WILLCOX'S CASTOR OIL. 


V —— 


— - S —— M — — — 


OUR OILS ARE USED BY THE PRINCIPAL ELECTRIC 
LIGHT COMPANIES. 


SEND- ) FOR OUT NEW OIL LIST. 


W. H. WILLCOX & СО., Lia, n REFINERS, 


GENERAL ENGINEERS’. STORES 


Offices: 23, SOUTHWARK STREET. 
Warehouses: За & 36, A STREET, LONDON, B.E. 


IIC 


—r p ˙ O ңе TO HER WAIJBSTY'? GOVERNMENT. 


UNITED ASBESTOS Gi „ст: 


"T ae poc 'ONEERS OF THE OF THE - - Manufacturers of every elass of Asbestos Goods, of the best possible description. 


- ASBESTOS TRADE. ч T „ Speóify SALAMANDER” Brand. 
THE UNITED ASBESTOS PATENT " SALAMANDER” калиш 


The ONLY COMPANY Revel Application of Asbestos in Depits NEWOASTLE.ON-TYNE, Quay Side 
; in the World owning. Wall Decorations James Street; GLASGOW, 191, Bothwell Sitesh, 
and working king Asbestos  D«€" n Dot or tre noaa Вал variety у CARDIFF, 2 West Bute Street; BRISTOL, Previ- 
Mines in both ITALY Prices ana panicles on application to West End Depot, Gastes Doc аго Na dl, ANTWERP, Bed 


or and CANADA. 153 & 160, CHARING CROSS RD., LONDON, . a Montevideo. 


FREDERICK SMITH & C WIRE MANUFACTURERS, L™ 


Contractors to H.M. Government and Railway Companies. 


| M'uPSUNSP FUSSY RARUS SRSUAM ISSN 


Patent Galvanised Telegraph Wire (100-Ib. Coils) 


TO ALL SPROIFICATIONS. 


COPPER WIRE (oor: 


Plain Soft. Hard Drawn for Telephone Lines. Special Tinned Wire. 
SSEXLEXEOXUEE BRONZE WIRE (Wellers Patent under License). us 


Wm. M. FOXCROFT, WEBE ad SON, 
iii Pe а Ay, | GLOYE AND GAITER LEATHER 
Telegraph and Telephone Case Manufacturer, DRESSERS, LEATHER AND 
| WOOL MERCHANTS. 
86, PERCIVAL STREET, & 9, SMITH STREET, 
CLERKENWELL, LONDON, E. o. ^ND HOSE. 
ӨШ Pea eee 12 FIRST-CLASS 
EVERY DESCRIPTION OF CABINET WORK for ELECTRIC LIGHT ENGINEERS | MEDALS AWARDED. 


Lock and Bl Single Needle, Bell, Sounder, Perforator | 
Photometer, Telephone Cases, Battery Boxes, &c., 4%. Combs Tannery, Stowmarket. 
PRIZE MEDALS, LONDON, 1851; PARIS, 1861. 1108 Price Lists and Terms on Application. aost 


BUCKETS 
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С. E. BELLISS & CO, Lr», 


(Established 1852.) ' ENGIN BBRS, 


^s  — Теа Street Works, BIRMINGHAM. 


BELLISS. BIRMINGHAM, | 
London Осе: Westminster Chambers, 9, Victoria St., S. W. 
MANUFACTURERS OF 
Doubje-Aoting, Quick-Revolution Yertical 


ENGINES, 
SIMPLE and COMPOUND, OPEN and ENCLOSED, 


FLECTRIC LIGHTING OR 
TRACTION, 


Independent ` Condensing Plants, 
; Air and Circulating Pumps. 
G Speciality: Self-Lubricating Quick- 
Кы ; Revolution Engines, UNSURPASSED 


FOR ECONOMY, EFFICIENCY AND 
"шры ове, Two or Three 
Cranks. — 2 


3 wo-Crank Patent Self-Lubricating Engine with Continuous Current Dynamo 
for Central Station Light and Traction Work. THE ENGINEERING TELEGRAPH CODE USED, 2188 
SST EE э SL ——— ED, 


SPECIALITIES | 
GENT & со. 


WATCHMEN'S CLOCKS GAS DETECTORS | MICROPHONES- ·' · 
WOREPEOPLE'S CLOCES HUNNINGS GRID 


MINING BELLS 
SYNCHRONIZING CLOCKS WATERTIGHT BELLS INDICATORS 
LONG-DISTANCE INDICATORS RECORDING AMMETERS BATTERIES 
and RECORDERS BURGLAR ALARMS > 
WATER-LEVEL APPARATUS SLOW-RINGING BELLS IRE ALARMS 
AMMETERS TELEPHONES | MEDICAL COILS, &c., &с. 


GENT & Co. MANUFACTURE and Make Specialities in 


w- ALL THE ABOVE AT FARADAY WORKS, 


CO сел | LEICESTER. en 
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VOLT WORKS, LEEDS, 


MANUFACTURER OF | 
Dynamos, Motors, 


Switchboards, 
PLANTS FOR 
PS EL RICAL TRANSMISSION 


F CU | =ч ЙЯ OF POWER, _ 

E ee С Зы w ү : HOISTS, &c. 

ESTIMATES FREE. 
Жы — 


Telephond 282C) (5 


95 K. W. DYNAMO. 


5. za 
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JANDUS PATENT ARG LANP, 


It is claimed that the Master Patents held by the Jandus Arc 
Lamp and Electric Company control the arrangements 
which are essential in every successful enclosed arc lamp. 


Я The Only Lamp that is trimmed without removing the 
lobe. Я 


Cannot get out of order аз it has Only One Working Part. 


No other Carbons should be used in the Jandus Lamp | 
except those supplied by the Firm, for which the Lamps - 
sent out are 3 adjust ted. 


Y ; T м 
JANDUS ENCLOSED АКС LAMP Е SUN TENER 
Burns 150 to 200 Hours without retrimming. — u3 : ' 
No hissing. No danger from falling particles of Carbon. T I 
No skilled labour required. A steady light. 
A great saving in cost of Carbons. 


Gives the same useful light as the ol al arc lamp for the 
same expenditure of pow 
Burns singly on 100 volt circuit, or 2 in series on 200 volts, 
When more than 200 volta exist, each lamp must be supplied 
with automatic cut-out, price £2 5s., subject to trade discount. 


NOTICE is Hereby Given that the JANDUS ARC LAMP AND ELECTRIC CO., Limited, in addition to the Patents by Jandus 
and Barton, control also the British Master Patents of the ELECTRIC АВС LIGHT do., of New York; and purchasers are 


warned against obtaining Are Lamps made on the principle ef the above Patents by Makers other than those licensees 
mentioned in the following List. Thoy should also see that the Lamps supplied to them carry the Jandus Royalty Plate. 


Messrs. DEAKN а GORHAE The E ELECTRICAL ENGINEERING The STARDARD THERMOMETER AND 


Messrs. CROMPTON а do., Limited. Co., ELECTRIC co., of Mass бева: сене 
The STEWART ELECTRICAL SYNDICATE (The | The GBNSRAL ELECTRIC CO., Limited. Richard Patterson & C 

Stewart Company's license applies only Mr. J. D. Р. AUDREWS. Mesers. V 8, Limited.” 

lampe identical in description to the original | Messrs, JOHNSON а PHILLIPS, Ee unite © FATO NM: 

sample lamp in the possession of the licensors) Messrs. GEIPEL а LANGE. Messrs. Н. F. JAMES, MILLS а CO. 
Messrs. KORRTING а MATHIESEN. AKELIN & CO. 


Wessrs. ROYCE а 00. - Wessrs. J. Р. Ш 


“cnt MESSRS. DRAKE & GORHAM, T 


Telegrams: “BLECTRIC LONDON.” TELEPHONE No. 106. 


THE LONDON ELECTRIC WIRE CO., Lr. 


ANCHOR WORKS, PLAYHOUSE YARD, 
GOLDEN LANE, LON DoW, B.O. 


MANUFACTURERS OF 
SILK COVERED WIRES; Copper, Platinoid, German Silver, &е., lor 


Electrical Instrumente, Electric Bells, ke. 


COTTON о COVERED WIRES, STRIPS & CABLES 
CABLES OF LIGHT, MEDIUM AND HIGH 
| М S U LATI O N for Electric Lighting, Telegraphs and Telephones. 


F LEXI B LE CO R DS of all descriptions for Incandescent Lamps, &e. 
DYNAMO B R US H ES: “ Ordinary type,” “ Sparkless,” and Self- 


Lubricating.” | 
PLATINOID ,^?, HIGH RESISTANCE WIRES. 
FUSIBLE WIRES FOR CUT-OUTS. 


Jointing Materials; Warnishes and Sundry Appliances. 
Contractors to Н.М. Government, and the leading Electric Light and Telephone Comp. iss. 
PRICE LISTS ON APPLICATION. 
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CALLENDER’S 


CABLE AND CONSTRUCTION CO., Lro, 


90, CANNON STREET, LONDON, Е.С, 
CONTRACTORS FOR COMPLETE SYSTEMS OF 


UNDERGROUND MAINS 


LIGHTING AND TRACTION WORK. ™ 


Tele ephone Ho., Westminster 86i. ` 


A. WANDAM «о CoO.. 
77 t 89, VICTORIA STREET, LONDON, S. W., 


HIGH VOLTAGE SPECIALITIES. 


SEE OUR NEW CONCENTRIC WALL PLUG 


1191 


BRITISH INSULATED WIRE fo. Ln. 


рин JNSULATED CABLES 


AAAA "WWWAARATARFAeNRSRMAAAWAWAWAARARAATTAMWAMAAWTWAYNAWAAWAVWAWTYYYYAWWAYYAYXAW 


ELECTRIC LIGHTING. 
TRANSMISSION OF POWER. 
TELEPHONES. 
TELEGRAPHS. 

HOUSE WIRE. 


Our Cables are now in use by over · 


SEVEN T Y 


of the Electricity Supply Works in the United Kingdom. ш 
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Wells’ lo Filters, 


INVALUABLE TO 


ELECTRIC LIGHT INSTALLATIONS AND ALL USERS OF MACHINERY. - 


Small Money Savers, as Dirtied О'1 which has hitherto been thrown away can 
be Filtered and used again and again, 


Write tor Desoriptive Price List and Samples 0) work done by the Filter. — 


A FEW OUT OF MANY TESTIMONIALS RECENTLY RECEIVED. 
“ We have pleasure in stating we are pleased with the Oil Filters, which are well finished and perform thelr 


work satisfactorily. Nearly all the Gas Engines and Dynamo Plants we have put down have your Filters, an 
use the same oll time after time ' 


"We are very well pleased with your Waste Oil Filter. Our engineer says that he obtains more than half a 
gallon (nearly three-quarters) of good oil from every gallon of dirty oil put Into the Filter, and, as this dirty oll 
was always thrown away before we had your Filter, , you. can Judge с of the saving." 


ur Filter la wor wonders. The used ‘oll comes out i perfectly cleaned. We do not use a big quat 
oll, б, ve are quite sure it will save its cost in a very short time. Any firm possessing a Gas Engine would 
it very economical." 


No. 1.—For users having only a small quantity of oil to treat (по syphon 17 in. by 9in. 3235s. 


No. 2.—Two top chambers hold about 8 gallons of oil, a useful size, 22 in. by 10 та . Bos. 


No. 3.— Two top chambers hold about 6 gallons of oil, 27 in. by 12 in. 
Ho. 4.—Two top chambers hold about 12 gallons of oil, B6 in. by 16 in. 


No.5.—Powerful Filter for treating large quantities m oil, igi top chambers hold | 


about 24 gallons of oil, 48 in. by 28 in 


A. C. WELLS & CO," "o row LONDON. ae 


, TOS: 
1108-4 


— 


TET тт VASTE OIL: FILTER 


M-DOUGALL'S Paten 
MECHANICAL STOKER, 


Fice-doors are of ordinary hand-firing construction, so that, in 
case of need, hand-firing can be resorted to immediately, 
Just the same as under ordinary circumstances. | 


THE CHEAPEST AND BEST MACHINE 


IN THE MARKET. 


PLEASE SEND FOR LATEST REPORTS AND TESTS. 


MEDOUGALL'S тект 


OIL SEPARATOR mo 


Preveats the deposit of oil 
on Boiler Furnaces. 


EXTRACTO 


Cheap and BfFeotire. 


TT Tel Pohl tel Lal бу 


W. B. HAIGH & CO., Ltd, 


Globe Iron Works, OLDHAM. 
Telegrmas: " HAIGH, OLDHAM.” 


Agents Wanted where not represented. jones 


CONCENTRIC, TWIN, 


BASED ON ONE SYSTEM. 


AN ENORMOUS ADYANTAGE TO CONTRACTORS. 
Only one Class of Labour. 


J. J. F. ANDREWS ё 00., LO, 275 e . 


Excellently Devised and Cheap. 


WIRING. Ё 


N, MIDDLEMISS, 


NESFIELD STREET, BRADFORD, 
Manufacturer of all kinds of 


WOODWORK == ELECTRICIANS. 


—— а Switch l 


Send for Quotations. 


Quotations given, on receipt of Drawings or Samples, for 


Articles in OAK, TEAK, MAHOGANY, WALNUT or WHITEWOOD. 


I havo a a large stook of dry mood, ane over 20 Wood Working machines of the 
modern types 1189 


GILBERT GILKES & 00,11 


|> VORTEX TURBINES. “GIRARD TURBINES. PELTON WHEELS, 
** Ems CLASSES. x 


— 


ARC LAMPS. — 


E TELEPHONES. - 

aur | SWITCHBOARDS, 
Controlling and 

E Distributing. 

, RESISTANCES, 

|FUSES & SWITCHES 


OR CONDUIT, 


— 


FULHAM ELECTRIC WORKS. 


EXPERIMENTAL WORK 
GARRIED OUT. 


FOXCROFT & DUNCAN, 


LATE OF PATERSON & COOPER, DALSTON, 


Telegrams :— 
% FOXSHIP, LONDON.” 


Manufaoturers of all kinds of Ammeters and Voltmeters for Direct and Alternating Currents, "Arc Lamps 


Switchboards, Switches, Fus 


es, &c. Вера for Price List. 


24, QUEEN'S ROAD, DALSTON, LONDON, N.E. un 
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"CRYSELCO" — 
[А 


Every lamp guaranteed 
made at our Works, 


KEMPSTON, 
BEDFORD. 


Send for Price List. 


HICH + LONG + 
EFFICIENCY. * LIFE. 
den LIBERAL 
Candle-Power. DISCOUNTS. 


THE 


GRYSTAL ELECTRIC LAMP (2 


Jag JWL.IL TD IBS I. 
St. Stephen's Chambers, Telegraph St., 
LONDON, E.C. 
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— 


В АМО ТНЕ | 
E 
| MANUFACTURER | 
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22, QUEEN VICTORIA STREET, 


ILLIAMSON A JOSEPH, $ 
MEN 


LIMITED, 


LONDON, E.C. . 


Н 1 


THE ELECTRICAL REVIEW. Thue m 


BES T W X ЖЕ ЕС 


FOR 


OVERHEAD TELEPHONE & TELEGRAPH LINES 


PHOSPHOR BRONZE 


AND 


GUN METAL 

Phosphor CASTINGS. silidum 
Bronze Wire, Rods, Sheets, 
Tubes, &c.; Bearings, Bushes, 
and other wearing parts of Machinery. 


Strength and high conductivity. 
Copper Wire, German-Silver, Brass, 
and Gun Metal Wire, 


Metals. Strip and Rods. 


“WHITE ANT” METAL 


A CHEAP ANTI-FRICTION META“. EQUAL TO 
MAGNOLIA. 


— — 


The PHOSPHOR BRONZE CO., Ld.,87, Sumner St., Southwark, LONDON, S. E. 


REID BROTHERS. 


123, Wharf Road, City Road, London, N., 
TELEGRAPH AND PNEUMATIC ENGINEERS AND CONTRACTORS 


FOR THE SUPPLYING, ERECTING, LAYING DOWN AND MAINTENANCE OF OVERHEAD AND UNDERGROUND WIRES FOR 


TELEGRAPHS AND ELECTRIC LIGHTING. 
COMPLETE ELECTRIC LIGHT INSTALLATIONS. 
PNEUMATIO TUBES FOR THE TRANSMISSION OF PAPERS, &., 
FITTED WITH ENGINES AND PUMPS COMPLETE. 

REID BROS.’ “PATENT” PNEUMATIO ОАВН SYSTEM for the transmission of OOINS. e. 
Makers of Radoliffe’s Patent Electrical Signal-Locking Apparatus, and Patent Electrical Passenger and Guard Communication. 
CONTRACTORS TO Н.М. GOVERNMENT FOR SUBMARINE MINING APPARATUS AND ALL ELECTRICAL 

TESTING AND TELEGRAPH INSTRUMENTS. 
Manufacturers of Submarine Cables, Wire, Iron Poles, Instruments, Batteries, Insulators and Stores of every Description. 1 


A — 


B "ELECTRIC шч шш 


OF ST P 


| CATHEDRAL — CHAN CHANDOS /e Coras.) CHANDOS 4 y А f NY 
MADE AT THESE WORKS WORKS e STRCCT Dummer ы 


DE А-О. 1521 — 


PTT. 
"e Ч 


o — 


— ee 


- —— Ж. 


E! - 


„Insulation, Manchester.” 
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stion, Manche MANUFACTURERS of all "a "nn 


ГАТА ААТА аата 


— —— 


H. & S. 
VICE CLAMP ROSE, 

Same A HEATON-SMITH & CO., — 
BRASS, OR 

Salford Switch Works, PORCELAIN 

COVERED 
— SALFORD MANCHESTER. LONG - BREAK 

— | TUMBLERS. 


LONDON AGENTS :— 


IM Tu. M 
. 


FRANCIS & SPILSBURY. 


20, BUCKLERSBURY, 
LONDON, E. d. 


INDEX TO ADVERTISEMENTS. 


The names of Advertioers, whene announcements are ordered for A series, are entered under any one Heading in this Index free of Charte, 
but if repeated under other headings, Sd. per week is charged for each additional entry. 


Accumsulators— raon | Castings— рев | Electrical Engineers, &c.—Cont. 
J. W. Barnard oa ae Sup: 1 Phosphor Bronse Oempeny «„ „ 10 бова Iron Works & Shipbldg. Co. .. —4—19 
Charging ee ee ee ee Ф. estern Blectric Com ee ee 
— Bleswioal Storage — hep 2 Chem! cals- ds Westinghouse Electrio Co. K 27 
Bdison & Swan U.E.L. — 14. f M 13 Clatch Electric е Light t Fittings— 
Elisson Tamina юмо Compan Cowlishaw, Valkere & Oo... РА Aup. 17 Doren : Hines ea die a ы 11 
| iy ei Con ag c 8 Conden-in n aratus— Edison & Swan О.В. Oo, La. . T 13 
191 „Lid .. 31 g App : Hvered & Oo. . се : dup. 16 
e right ee ee oe ee Kort ing Bros... “Бы оге 2 Farad: ё Bon Led e. e oe 4 
Are Lampe- 3. D. F. Andrews а CO. Ri Crucibies, Plambage— Heaton, Smith & Co I 11 
6. ЕУ oe se ee івы 17 Doulten & Oo. ec ee eo Sup. 8 22 nod ° . S 
British Thomson-Houston Co., Li. a Sup. k Dynamos— Н. M. Salmon’ а Oe. Bup. 15 
ee = — ion со. эщ. Becker & Co. . 2 Taylor, Tunnioliff & Co. . 2 
D z са сано . r British Thomson- Houston Co., Lid. Sup. 4 Tucker & Oo. .. - bs 
Bai Deen UT Go pd: D - Urompeon & Оо, .. 12 & бър. 20 Vandam & CO. vs 6 
Foxoroft & Duncan . p а в 7 со. 82 Вир 11 83 как NE zw d 
Lea p: 18 å Втап U. R. L. Oo. Ld. Se i5 18 Waltham Elec. Engineering Oo : 
J 4 Mills & Oo. e Sup. 90 . Ltd. А Sup. 2 Wiltamson & Joseph, Lid. = 9 
{онам & Phillipe S... ss 1494 Fowler & Oo., Lid. бп ZU gg | Electricity Meters— 
ME ETF : mee 2 Blectrio Go., Lid. Вер. 12 pamon Meters z Sup. 18 
Phae ectrieal Company Vu up. 10 Greenwood & Batley - i 27 мер Thomsen - Houston Go. Lad. Sup. 4 
, n уон», cd J P. Hall & Oo. " cy еў i rem oe сократ .. m 
renee à aoe "p. 9 Wieon Harme 1) we T. Em 4 Edison & Swan U . L. Oo., Ld ee 18 
" ee oe is Sup. 11 Heath, Baoxell & Co, Ltd. ир. 10 Fleet t ө Oo., Lad... Sup. 12 
eat United Asbestes Com А 8 e ° umes & le өе ев ee Зер. 18 ec ro-Magne 8— i 
^ B Val ud Rn fehnson & i ө 1&% Edison & Swan U. B. L. Co., Lt Ka. 18 
— Kirk, Aree echa ga 18 N Electrical Engineering Works Engines HS Electric Light— — 
Batte: le Ph amo Manufacturing Оо a. E palace Uo, V 
р. . ut 5 ine " Rhodes & Webster novem асау & OG. ee РА 
Gen. Dee. sé г : jo Beste roni (ind Nn. 25 Mirrlees 3 & Yaryam & | 
Indis Rabber y Turney & Sous NC Nasiona! Gas Engine е Оо. . бо, Led. m 
iepr се Em Ызы White, Jacoby ё Co. ae s o rmv Diti Jefferies Сс 
| al Oom 3 2: D um. Br | — zs SU binson.. "T - "Sup. 19 
son ө ° eo 18 
Battery Jars— Dosen 20... жыз Gem Dynamo Brosh г оо: А W. H. Balley & 00... .. .. бу 
жеп ‚ - 07 ws ite g поо Ltd. a es Sup. 12 Koning Bros, PRO. бәл Wwe. we e 3 
Dixon, Clayton & Oo. Sup. 8 Ў, eno ono n D) Fibre— „ 
Se u. Cos I4.” ©. 1) — te. wee, Se д: Delaware Hard Fibre Com 
Nleosrio Oo., Lad... Sup. 12 6 David ы ee 
We & 420878. f Led. | Ebon! | Edison & Swan Е 
ee б аа er Ок "omo Her fem 18 U. E. L. Co., Lid. ee 18 
Belting — р, ё Bons zx Mosses à Mitchell eo ee ee ee 
ё Bon.. бө - 8 Williamson & Joseph, Ltd. ee ee 9 
Beller or Mountings an and Valves Electrical Ens Engineers and Contractors | {nsurance— 
ee oe 14 British ia a ар Houston. Co., Ltd. = { cenix Office.. ee ee ee oe 
Books— Brush "min? s 14 Forgings—n. Jenkins . Sup. 7 
Atlas Chemical Company Lu. а Oallender's Cable and Construction Со. x ce cm ü 
' i Crompton а Oo. 19 * Sup. 20 | Fuel Economiser— 
&Со. vw Sup. 7 Bep 
Rentell, B., & CGOO. Sup. 8 C a 4 Воп, Limited .. 
Cabinet Work— | India-Rubber & лс Oo... 98 E arnaces ar xe and a Draught Apparatus- m 
w M. " E nm - 3 Trading Co ә ы aay "Кисе, TA 
Richardson & CO "Вер. 11 Menlo ve, Alliott & (o. Е Edison & Swan U. B. L. Co., Led. 18 
Carbons— Reid Bren. 10 т Glaea— | 
o Baison & Swan U. B. L. Oo., Là. 18 Ernest Boot & Mountain... .. .. 95 e e 13 
Gen. Dee. Со. El. Bug. 19 Siemens Bros. & 00... .. .. 16 General Bleotrie Oo., Lid... .. Sup. 12 
Jebnson & Phillips .. ..14 24 Telegraph Мап Company 1 Williamson & Jeseph, Lad. „ ws 9 
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is adesconce Li mI Sup. 17 Кош & Macdonald E Telephones Om Blectric Compan A 
up. TS on os ee oe 
Bru Phonic. ошого ын wor. "i аап UED, Оон Ld... .. 18 | Tenders n B x ano 
EM ore 6 ee ae 
Оет! Mlectrio Lamp Co., А, .. н F. Wiggins & Bons .. „ . 8 Tools. о 
leon & Bwan U. N L. Oo., Lå. . .. 13 | Motors— . 
Gabriel & Angenault „Ыы. See uds Becker & Co. . Tramway St Nupplies— R.W.Blackwel.. М 
Blectric Oo., Ltd... T Pup. 12 Britieh Thomson- Houston Co., La. 4 British Thomson-Houston Co., Ltd. Buy. 4 
do Loa 
‚ Mackey & CO. Rup. 15 Cuttriss Wallis & Co., Ltd. ME Transformers— 
& Oo... m . oe 16 Edison & Swan U. E. I. Uo., La. Ge 18 British Thomson-Houston Oo., Ltd. Sup. н 
— а асе. EE J. H. Holmes & Со. .. : ` бир. 18 Edison & Bwan U. E. L. Oo., Ld. .. .. 
ү; ob Led. . E Johnson & Phillipe . ..1 & 24 General Blectrie Oo., ё Sup. т 
оер Boe ARE ait Motor Co, Ltd. p. 5 Turbines —Gilbert кее & Oo. eo 
Howes өө ee 

India-Rubber— ОП Can ганка, Labricators, &e.— Е Nell „ aa A 
Indie-Rubber, G. Р. & Tel, Works Оо... 28 . CCC 4 "d : 

Injeetors— - Patent Agent—3. а. Lorrain " Sup. 8 | Typewriters— Е | 
Green & Boulding .. Platinum—Derby & Oo. Bup. 14 The Yost Typewriter Co. 

[Institutions — Poles jenes А Pins en ay ad Lus d 0.8.1, Co., 148. 18 

© А bi 
Blecerical & General Engineering Col... ре ( aT Varnishes, van ' 

Instrument Mannfacturers— Porcelain A ors ied ы Edison & Swan U. E. L. Co, La...  .. 18 
Aktien-Gesellschaft Strube T Smith ^ Зер. п Ventilating—G. и, Bellies & Oo., Leá. .. 4 
ав 3 aoe ү Ltd, . 18 Edison Ду Swan U. B. L. Oo., LA. .. 138 Blackman Ventilating Oompany » 
Nilo Bros. FV General Electrio Oo., Lid. . кир. 12 Vulcanite— Harburg L R. Oomb Оо . 18 
Bverebed & Vignoles, Ltd... аах Co., Lid. Wire (Covered) 

Foxcroft & Duncan .. q Williamson & J ED О: o 9 British Insulaesd Wire Osempang E 6 
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J. Pitkin s Rup. 15 boross Celle Cells—J3J, вий а Sons Edison Swan сат, Oo., La. D 18 
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| 1 DP ED 1424 | Screws— Davis а Timmtas i 26 
—— вооа A O9; во... Вир. 19 TTE once. MEET. 
.. ERE rt 
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Turner Bros. . „р. enkins oo ee eo e 
Ladders Eo natibus: & Co. Sup. 7 team Traps — W. В. Haigh а Co. * 1 
9 ; Stoneware— Doulton ё Co. Ар. 8 
[amp Reflecters— J. Stiff & Bons Vu 3 » 
Edisen & Bwan U.E.L. Co., Ld. . 13 | Switchboards— 
British Thomson- ae en Co., ae Sup. 4 
18 4 OXcro r 
W. E. Wilcox а Oc.” 8 General Electric Co., тла.’ a 
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Williamson 4 Joseph, Ltd, 9 Gent & Co. Viger Bros. .. ee es we 


Miscellancous Advertisemeuts relating to tuations, “Articles for bale and Wanted, &., &., appear on se. 13. 


PERMANENT MAGNET 
INSTRUMENTS 


FOR CONTINUOUS CURRENT ONLY. 


Cw LOT GA GBH T* La Te Lab GFR GF T oT enen 


SCALES PROPORTIONAL THROUGHOUT THE WHOLE RANGE. 
_ DEAD-BEAT. ACCURATE. RELIABLE. 


NO TEMPERATURE 


ERROR. 


VOLTMETERS OF VERY HIGH RESISTANCE, 
AMMETERS OF VERY LOW RESISTANCE. 


As the Ammeters are of the “shunted” type the shunt can be placed at any point in 
the circuit and the instrument, some distance from it, in the most 


convenient position. 


FOR PRICES AND FURTHER PARTICULARS APPLY TO THE MAKERS :— 


CROMPTON & CO., LIMITED, 


ARC WORKS, CHELMSFORD. 


3523 
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, |Ediswan Switches 
| HIGH or LOW VOLTAGE. 
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Fig. 907. Liberal Discounts. 
Price ls. 9d. each. — 


\ 


Prompt Delivery. 


Best Workmanship and Finish. 
(LY. 


| i ag 

[| | а 
| ‘iil С 
KY ы a ef i 
Ж D = 
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| | (ШШШ!!! 
ЙҮ 
ш 
Fig. 700. 


Price 2s. each. 


. | THE EDISON & SWAN UNITED ELECTRIC LIGHT CO., LTD. 


Head Office, Warehouse, and Showrooms :— 


ү, | EDISWAN BUILDINGS, QUEEN STREET, LONDON, E.C. 
| 


Fig. 920. 
à a point B| Price ls. Gd. each. 


West End Depot and Showroom :— 63, PARLIAMENT STREET, 8.W. 
р Sydney, N.S.W.:-16, CARRINGTON STREET, WYNYARD SQUARE. 
D. ^ Branches and Agencies throughout the United Kingdom, and in every part of the world. 
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FARADAY a SON® 


ELECTRIC FITTINGS 


Drawing Roem Безем 
Poreh and Loggia Lanterns) 
Adjestable Btendards 


LONDOB W им 


ELECTRICAL INTERLOCKING. ererat Aan тода. 
зы tad Locking Levers fo эй "Inter dependent wering.” Rui gress provement, tegaiber. 


alanig seeemptaned ea] beoga ti gr on several Unes r 


For Particulars, 


SAXBY & FARMER, Ltd., Railway Signal Oontractors, Canterbury Road, KILBURN, LONDON, gods 
Manufacturere of ND Signale, Cabine, erte Lovers, Bleck Instruments, and Signal Work of every deserigtton, Hlestrical and Meshanical, 


The KIDDERMINSTER and STOURPORT ELECTRIC TRAMWAY, 


— for Traffic on May, 25th, 1898. 


A 


RECORD 


FOR THE 


BRUSH 
CO. 


ABSTRAGT FROM THE ''ELEOTRIOAL REVIEW,” MAY 20th, 1898. 


©“ The Kidderminster and Stourport line is of special interest and importance because the steam plant, generators, cars, motors, &c., 
all have been made in this country, and the Brush Company are to be congratulated 
upon the successful completion of the line." 


Tue BRUSH ELECTRICAL ENGINEERING G0., 


49, QUEEN YIOTORIA STREET, LONDON, Е.С. 


BOILER MOUNTINGS 


AND 


VALVES for all purposes. 


Order “HOPKINSON’S own make.” 


GQATALOGURBS POST FREH. 


J. HOPKINSON & | CO., „ Ltd., Huddersfield, 


Showroom & Dep6t:—165, Queen Victoria St., LONDON, Е.О. 


Telegrvasss "9 Mopkitinesen, BEmdeeecfheRdé 94 “Waiwentem, Kenadeoen.* 


ML 
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E.P.S. 


STORAGE BATTERIES 


Й 


To Her Majesty the Queen. 


IN THE UNITED KINGDOM ALONE 


400,000 H.P. 


AT PRESENT IN USE. 


ALL THE ABOVE WERE MANUFACTURED 
IN ENGLAND. 


© fa fF PN ыны Р PASH e e e АТАА eme 


4, GREAT WINCHESTER ST., LONDON, E. O. 
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SIEMENS DROTHERS & UD. LIMITED, 


Electrical & Telegraph Engineers. 


АТАТ ТАТААР % чылы, \ SUPER IT ы? 


| DYNAMOS & ALTERNATORS 


Siemens’s Central Station Direct-Ooupled Mul I Typ Draam о, giving ving 500 H. H. P. at 300 revs., as supplied to BRADFORD. 
Machines of also su to Blackburn, Manchester, Bt. Pancras, and 


of this type are Edinburgh, Liverpool, 
James's and Pall Mall Com mpany. 


COMPLETE PLANT FOR CENTRAL STATIONS. © ALTERNATING AND CONTINUOUS CURRENT. 
CONTRACTORS FOR PLANT SUPPLIED TO- 
CORPORATIONS : 


Aberdeen, Ayr, Bedford, Belfast, Blackburn, Blackpool, Bolton, Bournemouth, Bradford, Brighton, 

Bristol, Bury, Cardiff, Carlisle, Cheltenham, Derby, Dewsbury, Dundee, Ealing, Edinbu ‚ Glas- 

gow, Halifax, Hampstead, Hastings, Huddersfield, Hull, Kingston, Leyton, Liverpool, ndon- 

any, Monmouth, Nelson, Newport, Nottingham, Oldham, Portsmouth. . Southport, 
rd, Whitehaven, &o., &o. 


COMPANIES: 
Charing Cross and Strand, Chelsea, City of London, тешеп and Knightsbridge, London 
Electric, Metropolitan, Notting Hill, St. James’s and Pali Mall, Westminster, Windsor, &c., &c. 


SIEMENS BROTHERS & OO. have supplied for Central Electric Lighting Stations machines 
equivalent to more than 65,000 H. P., and have on order for delivery during the current 
year over 300 machines, representing over 30,000 E. H. P. 


ELECTRIC RAILWAYS AND TRAMWAYS. —— TRANSMISSION OF POWER BY ELECTRICITY. 


Prices and Full Particulars free > on application. 


OF FIGS :- LONDON: 12. Queen Anne's Gate, Westminster, B. M. NEWCASTLE: 34, Grainger Street, West. 
OLAS Lien зї. ‚Ной George Street. SYDNEY, N.8.W.: Street. 
WOR KS :—WOOLWICH, KE MELBOURNE: 46 а 48, Market Streat. 


барр нр дена ea Oedes :—" А. В.О." "A 1," "Mngineering," “ Moreing & MoOuteheens." (ом 


A 
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THOMAS BOLTON & SONS, 
COPPER SMELTERS & MANUFACTURERS. 


WORKS: OAKAMOOR, NORTH STAFFORDSHIRE. 
MERSEY COPPER WORKS, WIDNES. 
BROAD STREET METAL WORKS, BIRMINGHAM. 
FROGHALL COPPER WORKS, STAFFORDSHIRE. E 
SUTTON ROLLING MILLS (Newton, Keates & Bolton), BT. HELENS 


LONDON OFFICE: 90, CANNON STREET (W. Lee Mathews). 
TELEGRAPH ADDRESSES :—““WIREDRAWN, LONDON. “BOLTON, OAKAMOOR" “ROLLS, WIDNES." 
“BOLTONS, BIRMINGHAM.” “MAOTEAR, SUTTON OAK.” 


STEAM HAMMERS AT WIDNES. 


ELECTRICAL GENERATING PLANT AT WIDNES. 


COPPER 


HIGHEST CONDUCTIVITY FOR ALL 
ELECTRICA X. PURPOSES. 


GREATEST TENSILE STRENGTH AND DUCTILITY. 


Contractors to the Home, Indian and Colonial Government Departments, and to the 
Leading Cable Manufacturers and Electrical Engineers, British and Foreign 
Railway Companies, Telephone and Electric Lighting Cos., &o., &o. 


Book of Stock Sections of Commutator Bars may be obtained at 90, Cannon Street. i» 


\ 
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Contractors for Electric Light and Power Plant 
of all descriptions. 
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ALL COMMUNICATIONS то ве ADDRESSED to tHe, HEAD OFFICE. 


E = 4 E TELEGRAPHIC ADDRESSES. TELEPHONE NUMBERS 
у 247 2 JJ WORKS s GENERAL OFFICES: THAMES IONDON- 48, EASTEQN. 
— а — < p ae -a +з ' ' .U0 — * ~p 
— — e DRYDOCK: ACCOMMODATION loNDON"- 526, ALBERT DOCK. 
WESTMINSTER OFFICES: 55 Мето ST, sw. TELEPHONE N? 550, WESTMINSTER. 


Ship lighting Set 
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PORTABLE ELECTRIC DRILLING MACHINES. 
To meet the requirements of Shipbuilders and Bridgebuilders, Machines can be had with 
or without Electro-magnets for holding on, and arranged to work either with the 


motor and driller in combination or as separate machines connected by 
flexible or telescopic shafts. 
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SMALL VIBRATION and LITTLE FRICTION 
Conduce to DURABILITY and ECONOMY. 


The above shows our 10" x 8' Simple “Sentinel” High Speed Engine driving dynamo by belt. It is running, without. 
holding-down bolts, engine at 480, dynamo at 1,000 revolutions per minute, the result being invisibility of band- 
wheel spokes and no vibration. 


A - 
The Crank ke Governor. Diagram from oe тае 2 "m 
The bearing of ste Show! distribution of steam at loads 0 per cent. over rated load to e 
econony is shown un m “Engine Catalogue, t ows small internal friction of endin e its High Mechanical Friction. 
o 


Our Engine is sold at a moderate price and possesses many other qualities worthy of the investigation 
of all electrical engineers and users of steam power. 


The Engineer says: — 
“ Readers who are interested in the construction of High-Speed Steam Engines, should endeavour to obtain a 
copy of this artistic pamphlet, which is worthy of а place upon every engineer's bookshelf.” 


This refers to our Engine Catalogue, No. 14, 


wn orm opum 


ALLEY & MACLELLAN, 


MAKERS OF HIGH SPEED STEAM ENGINES. 


POLMADIE, GLASGOW. 
Telegrams: “ALLEY, GLASGOW." 


Telephones, Nos. 673 and 4,446. | = 


(ою (40) ^ TEE ELECTRICAL In. — fdune N. 1898. 


WESTERN ELECTRIC 60. 


79, COLEMAN STREET, E.C., 
and NORTH WOOLWICH, E., LONDON. 


PROTECT your Telephone Central Offices, 
CABLES, SWITCHBOARDS and INSTRUMENTS, 


FROM FIRE 


and destructive 


POWER and LIGHTING CURRENTS 


by using our 


LIGHTNING AND STRONG CURRENT ARRESTERS, 


The 
Outcome 
of Years of 
Experiment 

and 
Experience. 


No. 4 A, for CENTRAL OFFICES. No. 12, for INSTRUMENTS. 


MANUFACTURERS OF 
TELEPHONE CABLES, 
TELEPHONE SWITCHBOARDS, 


TELEPHONE INSTRUMENTS, 
AND ALL. ACCESSORIES. 
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TUDOR 


ACCUMULATORS 


SOME OF THE CENTRAL STATIONS IN WHICH TUDOR ACCUMULATORS ARE USED. 


UNITED KINGDOM. 


Barrow-in-Furness 
Brad ford Cheltenham 


Cork Croydon 
Dover нашр 
Glasgow 

Llandrindod Wells 
Lonpon :— 


County of London 
Kensington & Knights- 
Leyton [bridge 
Metropolitan 
Westminster 


Middlesbrough 
Northampton 
Newcastle-upon-Tyne 
Plymouth 

Portsmouth 

Preston Reading 
Salford St. Austell 
West Hartlepool — 


FRANCE. 


Beaucourt 
Bordeaux 
Carcassonne 
Lavardac 
Lyons 
Narbonne 
Nice 

Panis :—Clichy, Edison, Popp 
Rouen 

St. Etiénne 

Sedan 

Vichy 


GERMANY. 


Aix-la-Chapelle 
Barmen | 
Berlin 

Bremen 

Breslau 

Cassel 
Düsseldorf 


Gera 


Hamburg 
Hanover 
Königsberg 
Leipzig 
Mulhouse 
Stuttgart 
Wiesbaden 


AUSTRIA-HUNGARY. 


Budapest 
Prague 
Serajevo 


VIENNA:— 
| Neubad 
Mariahilf 


ITALY. 


Ferrara 
Genoa 


‘Mantua 


Naples 
Ventimiglia 


SWITZERLAND. 


Berne. 
Montreux 
Rheinfelden 
St. Gallen 
Zug 

| BRAIN. 
Barcelona 
Lérida 
Pampeluna 


San Sebastian 
Valentia 


BELGIUM. 


Brussels 
Ghent 

Liége 
HOLLAND. 
Groningen 
Rotterdam 


The Hague 
Utrecht 


COLONIES & AMERICA 


Boston’ 
Buenos Ayres 
Оаре Town 
Valparaiso 


Christiania 
Copenhagen 
Jerez 
Luxemburg 
Omsk 
Stockholm 


OVER Sooo BATTERIES. 
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St THE TUDOR ACCUMULATOR CO., Lea. "zs es 


CONTRACTORS 


TO THE WAR DEPARTMENT. 
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THE ELECTRIC - >œ 
CONSTRUCTION 
! | COMPANY, Lia. 


WOLVERHAMPTON, 


CONTRACTORS FOR CENTRAL STATIONS, RAILWAYS, 
TRAMWAYS, AND TRANSMISSION OF POWER PLANT. 


PRP NaF NPN uP Nu Va yf) ЫТТЫ ТЫТАТ ААТА 


Tbe producing capacity of the Electric Construction Company's Works having been considerably 
increased, and their principal manufactures, which embody all recent improvements, having 


been standardised, unique facilities for the execution of all descriptions of work are now 
possessed by the company. 


MULTIPOLAR. DYNAMOS AND  ALTERNATORS, 
CONTINUOUS CURRENT TRANSFORMERS 


OF FIXED AND VARIABLE RATIOS. 
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CONTRACTORS TO THE FOLLOWING CORPORATIONS, COMPANIES AND AUTHORITIES: 
Lighting Equipments. 
Bath, Brighton, Birmingham, Chelsea, Clerkenwell, Halifax, Johannesburg, Lagos, Liverpool, 


Madrid, Morley, Oxford, Shoreditch, West Brompton, H.M. War Office and Admiralty, 
the Crown Agents for the Colonies, &c., &c. 


r " 


Electric Railway and Tramway Equipments. 


Liverpool, South Staffordshire, Madras, Halifax, Hartlepool, City and South London, Crown Reef 
Mines—Johannesburg, &c., &c. 


À complete series of Standard Dynamos, belt driven or direct coupled, of the highest attainable 
efficiency, Overhead Cranes, Hoists, Pumps, Enclosed Bushbury Motors, Electro-Depositing and 


Plating Dynamos, Converters, Arc Lamps, Switchboards, Switch Work, Instruments, and all 
descriptions of E'ectrical Apparatus. 


PRICES AND ESTIMATES ON APPLICATION. 


Head Office: Dashwood House, 9 9, pm Broad St., LONDON, E.C. 


" OONCORDANGE. LONDON." TELEPHONE No. 1,781. 
Welegvaphic Addresses: |^ELEOTRIO, WOLVERHAMPTON.” TELEPHONE) No. 7,078. п 
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HIGH EFFICIENCY 
LOWRIE-HALL 


. Transformers, 
| ALTERNATORS, 

Dynamos, Motors, Switchboards, 
COMPLETE ELECTRICITY ЫБА EQUIPMENT. 


JOHN FOWLER & CO. акеп), Lo, нке, LEEDS. 


WORKS USING OUR APPARATUS :—Leeds, Eastbourne, West Brompton, Madrid, Dublin, Burton-on- Trent, 


INTRODUCED IN 4886. 
THOUSANDS IN USE. 


Avila, Coventry, Blackpool, Newport, Toro, Buenavista, Sanildefonso, Ayr. 
IN PROGRESS Malaga, N Madrid, Avila, Ayr, &c, 


LORD KELVIN'S ELECTRIC Een 


MULTICELLULAR BLECTROSTATIC VOLTMETERS 


HIGH and LOW TENSION CIRCUITS. 


Use no Current. 
Have no Temperature 
Error. 
Unaffected by stray 

E Fields. 
Dead-beat Aotion. 


Correct on Direct 
or 
Alternat'ng Circuit. 


Guaranteed Accuracy. | EN 
i SA | 
— m M 
DIAL E LIE ELECTROSTATIC жашашы : анан ELECTROSTATIC VOLTMETER 
па 1,800 Volts upward Pattern, Ranges 20 to 1,800. 


LARGE MARGIN OF SAFETY. 


Each Instrument is TESTED to DOUBLE its MAXIMUM SCALE READING on alternating olrcuit before sending out. 


PRICE SHEETS AND PAMPHLET ON APPLICATION TO 


James White, "2709108 9, 


PRIZE MEDALS. 


"7. E D GOLD MEDAL =z OE | 
THE CONSOLIDATED TELEPHONE CONSTRUCTION ^ NEG CO., 


a Ө di 
Offices and Showroo 
Wos. 188-188, BHAFTESBURY AYENUF, LONDON. 
Works: COVERTRY. 


. (* IxpvcTIosw, Lon bon.“ 
Telegraphic Addresses: {. “INDUCTION, COVENTRY.” 


NEW CATALOGUE NOW READY. 
PRICES REDUCED. 
TRADE TERMS AS USUAL. 


Bpeco'al Discounts for Quantities. 


(June 24, 1898. 


Ori d in Switehes 
aud nt ot Wall aca | А. Р. LUNDBERG 


| | | | Floor Sockets, Switch and Bradbury Electrica] Works, 
| ELECTRIC LIGHT FITTINGS. Roses, 46. | MUDMUN ST. KINOSLANO, LONOON, в 


11408 
SPECIAL REQUIREMENTS WORKED OUT. | Telegraphic Address : " Lundberg, Londen. 


years’ experience. 


HIGH EFFICIENCY 


TURBINES 


TURBINES. 
HOWES,, “es, MARK LANE, LONDON, ec 


Өзб to H.M. жа LORE also to the Russian, French, Dutch, Turkish, Egyptian, Indian. and радд Governments. 2676 


ELEOTRIO CABLE CASINGS. , | BEECRCFT & WIGHT 


ALL HADR TO TRIS PATTBRAB, | 
Makers of Electric Casings and Covers. „йч. 


“LITTLE 
GIANT." . 
DOUBLE ~ 


за NOS эмы below Ara par UN п. оме 
Full Bice Sections on Application. 
ESTIMATES ue m ro d AID SIZES 
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WIGERS BROS., „ am u тоши 


67/68, KING WILLIAM 8T., LONDON, £.0. Ше | THE KINGFISHER 


J..! 8 NON-POISONOUS PIGMENT. | 
JOFINSON & PHILLEI PS, STRONGEST JOINTING CEMENT & MOST 


DURABLE PRESERVATIVE PAINT 


MAKERS и the mest тойга machines tor 
CABLE MAKING. CABLE LAYING EE For Water, Steam, Gas, and 
STRANDING. — BRAIDING. dk. E chemical Apparatus, 
| зма WINDING: s and for Ships, Piers, Bridges, 
ch 3. PP A” and all other 
BUBBER, SILK A COTTON οõοEiu N j ^c — 


|| SENT ON AP N APPROVAL. 
E 


B NAM B т=р= Moia Paes, Lares ‚ | 
аа band. : А 25s. Per Cwt., deli 
soaks ofall чо, ost to any Miu | y7 Meet | T jet delivered in Lea 
SANDEBS, “WAKE & OO, «Саб =<, MS РВОРВІЕТО 
| — — | RS: 
fos па бш! в, ео Онон шон The KINGFISHER PATENT MANUFACTURING CO., LEEDS 


M: 55 —— | egrams: " Кгхоғівнев."” Telephone, 1896. Established 1867. 


AT LAST! 


Stewart AL ALTERNATING 
Enclosed Arc Lamp. 


You have fost nothing hy waiting. ABSOLUTELY the BEST. 


SEND FOR PRICES. 


The STEWART ELECTRICAL SYNDICATE, Ltd., ^ сани тишини. 


DOUGLAS С. BATE, A. M. I. C. „ Manager. 
BIRMINGHAM AGENCY-ELECTRICAL STORES, MINORIE Et 


==. Em кты 


The 


CHICAGO :—Highest and Oniy Award fer Trolieys Diploma and Medal for Insulators. REUSSELS :—1907, “ Hers Concours, Membres du Jury." 


ROBERT "AJ. EBLAGE WE XZ. L.. 
ENGINEER AND OONTRAOTOR FOR | 

ELECTRIC TRAMWAY CONSTRUCTION & EQUIPMENT, 
Trolleys, Poles Insulators, Wires and Cables, Feeders, Rail Bonds, Motor-Trucks 


Engines. Line Material and Supplies of every description. 


89, VICTORIA STREET, WESTMINSTER, LONDON, 8.W. 
Telegrams —" Konxzs, Lospon.' Telephone ;—“ 806, Westminster.” Codos A. B. O.,“ "A 1, "Liebers, 46.“ 16 
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ALL TYPES 
AND SIZES. 


— 


RIGH. EFFICIENCY, — 
SLOW SPEED. "OL. 


Telegrams: “SaTURATION, LONDON." 


WHITE, JACOBY & со. Ltd., 


BAYHAM PLACE, LONDON, 
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| PAN APPARATUS 


PRIOES 
eum | and ACCESSORIES 
— of Every Description. 
THE CITY WIRE WORKS, Wal KEMATE, FULLER & CO., 
NEWCASTLEON-TYNE. ~~ | 28, BUSH LANE, LONDON, ЕЁ. :: 


HUBERT STREET, LEEDS ROAD, 
BRADFORD, YORKSHIRE. 


ARAVA UPRIVM UF EPA FPA GFF 


DYNAMOS, DIRECT-DRIVEN SETS, 
MOTORS, ALTERNATORS. 


DIRECT AND ALTERNATING CURRENT TRANSFORMERS, SEARCH LIGHT PROJECTORS. 


Enclosed Motors for working in the open air, in dusty places, and 
Wood-working Shops, &c., where the Insurance Companies. 
do not permit ordinary Motors. 
ELECTRIC PLANT FOR PUMPING, HAULING AND LIGHTING IN COLLIERIES. ELEOTRIOC ORANES. 


ERNEST SCOTT & MOUNTAIN, LIMITED. 


Electrical and General Engineers, NEWCASTLE-ON-TYNE. 
Telegraphic Address—“ ESCO, NEWCASTLB-ON-TYNE.” 


Load p Offce:—20, New Briige Street, Blackfriars, E. C. 


42666 


CONTRACTORS TO BRITISH а FOREIGN GOVERNMENTS 


` MANUFACTURERS OF 


“Tyno” Drima and Motors, Steam Engines, Fans acd Pumps (Steam 
and Electric), Auxiliary Machinery. 


ELECTRIC LIGHTING AND TRANSMISSION OF POWER 
PLANTS bo нн DESCRIPTIONS. 


MEW CATALOGUE NOW. READY. 


PHENIX DYNAMO MFG. CO. 


Enclosed ( Central Valve Engine and “ Tyne” Dynamo 
Combined. 
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LEEDS” ELECTRIC MOTORS 


FOR ALL PURPOSES. 
3 Of all Types for use in Continuous 


Current Circuits. 
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GREENWOOD & BATLEY, Ltd., Leeds. 


TE 


WESTINGHOUSE ELECTRIC L LTD. 


32. VICTORIA STREET, WESTMINSTER, LONDON, S.W. 


Contractors for 


ALL KINDS OF ELECTRICAL ENGINEERING UNDERTAKINGS, 


CENTRAL STATION ELECTRIC LIGHTING, 
ELECTRIC RAILWAY AND TRAMWAY SYSTEMS. 


TESLA potypHass ALTERNATING system or ELECTRICAL TRANSMISSION 
BY WRHCH POWER, INCANDESCENT ann ARC LIGHTING, may BB 
MOST EFFICIENTLY SUPPLIED rrom toe SAME CIRCUITS. 


THE WELL-KNowN SHALLENBERGER METER ror літивналтіма currents 
AMPERE-HOUR METERS As APPROVED BY THE BOARD OF TRADE. WATT-HOUR METERS 


WURTS LIGHTNING ARRESTERS FOR CONTINUOUS AND ALTERNATING CURRENTS. 
HIGHEST EFFICIENCY. TRANSFORMERS, Lowest prices. 


FOR PULL PARTICULARS, PRICES AWD PAMPHLETS, APPLY ТО THE OFFICES OF THE COMPANY, AS ABOVRB. 


n TUNNICLIFF & 00,, ITD. 


BALA a WI S 


HANLEY, STAFFORDSHIRE. 


Manufacturers of every description of PORCELAIN PARTS for Electric Licht Fitting 
and Telephone Work, viz.: 


SWITCHES, CUT-OUTS INSULATORS, FUSE BOXES, DISTRIBUTING BOARDS, &t. 


n Special attention is given to 
2201 8 IRQ MAIN SWITCHES, FUSE BOXES, BOARDS, &c. 


for High Tension and Underground Work in Non-porous Bodies and Glazes. 


мулла. 


CEILING BOSE cur. our 
Registered Bet, No. 296,988 ORIGINAL DESIGNS & MODELS CARRIED OUT FROM DRAWINGS, &c. 
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[NDIA-RUBBER, GUTTA PERCHA, а TELEGRAPH 


WORKS COMPANY, LIMITED, 


ELECTRICAL  ENCINEERS. 


g9 N46 Nu), 68,95, 5,5, 4454 4*4 474 49. lek ee 


SILVERTOWN DYNAMOS. 


A. GRAMME, AS MANUFACTURED BY THE COMPANY IN 1877. 
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MANUFACTURERS OF 


GABLE (SUBMARINE, AERIAL, & UNDERGROUND). 


Offices and Warehouses: 
100 а 106, CANNON ST, LONDON, E.C., and 97, BOULEVARD SEBASTOPOL, PARIS. 


Works: SILVERTOWN, ESSEX, AND PERSAN-BEAUMONT, FRANCE. 
Telegraph Addresses: Head Offlice«s—Gilwergray, London. Works—Graysilwer, London. 
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BRANOH OFFICES 


Глунароор ... ... 54, Onstle Street. Buro .. ... 28, Olare Street. BiBMINGHAM  .. .. 27, Albert Btreet. 
BRADPORD (YORES.) Doe MANCHESTER ... ... 9, Sussex Btreet. 

GuEFFinD.... ... 1, Fitaalan Square. Мвжслаття-он-Танв 50, Westgate Road. | GLASGOW «e e Aon Оой. 
OARDIPP: Pierhead Chambers, Bute Docks. | Ровтвмоотн ... .. 49, High Street. DUBLIN... ... 15, St. Andrew Street 


ESTIMATES AND PRICES ON APPLICATION. , ше 


Printed by W. В, Warrrmongam & Co., LTD., 43—45, Charterhouse 8q., and Published by the Proprietors, Н. ALABASTER, GATEHOU&E & Co., at 4, Ludgate Hill, London. 
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